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Chapters 1>52 


A 

Abatement 

air pollution, lOG 
smoke, 7. 160 

Abbreviations, 10 

Absolute 
humidity, 6 
pressure. 6 
temperature, 8 
zero, I 

Absorbents, 073, 678 
process, 078 

temperature, pressure, concentration, 67U 

Absorbers 
duct sound, 776 
outlet, 778 
plate cells. 778 
plenum. 777 
Absorption systems, 679 
Acceleration, I 
Acclimatization, 204 
Acoustics, 772 
Activated alumina, 674 
Activated carbon, 004. 851 
Activated bauxite. 675 
Adiabatic, 1 
mixing 

injected water, 67 
two air streams, 5t) 
saturation, 57 

Adsorbents, 67,3 
process, 675 

t<*mpc*ratiire, pressure, concentration, 676 
Adsorption, odor, vapor, 171, 603, 675 
Aerosol, 1 

Air 

change measurements, 190 
chemical vitiation of, 197 
circulation in drying, 000 
classification of impurities, 166, 595 
dust, 596 
lint, 596 

cleaner, 227. 505, 851 

viscous impingement type, 597, 599 
cleaning devices, 695, 838 
classification of, 696 
installation. 602 
maintenance, Wl 
Ijerformance, 599 
safety requirements, 003 
scilection, 001 
testing. 599 
vapor adsorption, 603 
combustion, 304, 307 
conditioning proctess. 64 
contaminants. 166. 197, 199 
cooled 

condensers. 714 
cooling, tropics, 219 
currents, ]88 
dehiimidiftcation, 673 
distribution, 397, 406, 723, 746, 789, 850 
air entrainment. 726 


and Pages 1*912 


Air, distribution (cofUinued) 

application of methods, 743 
balancing the system, 738 
ceiling outlets, 740 
dehnttions, 724 

duct approaches to outlets. 739 

flow patterns, 739 

furnace systems. 397, 40(i 

guide vanes, 730 

induction. 724 

jet pattern, 726 

mechanics, 725 

momentum theory, 725 

outlet location, 736, 738, 742 

outlet jierformance, 733 

outlets. 736 

parallel slots. 726 

railway car, 850 

recommended velocity, 407, 742. 758 

return and exhaust intakes. 741 

room air motion, 732, 734 

spread, 729 

standards for, 723 

throw, 727 

vanes, 731 

velocity across jets, 726 
vertical drop and rise, 731 
volume control. 739 
duct desi^. 899. 409, 746 
duct friction loss, 746, 747 
dust concentrations, 169, 173 
excess. 308. 333 
filter. S96 

flow resistance of coils, 489, 76f) 
impurities, 166. 108. 199. 596 
infiltration, 149 
causes of, 149 
due to wind pressure, 149 
through waits, 150 
leakage. 150. 246, 327 
moist. 22. 24 
motion, 207. 2U. 732 
movement, influence of, 209 
movement, measurement of, 186 
outdoor, 160, 789 
pliysica} impurities in, 166, 199 
pollution, Iw, 595 
abatement, 170, 827 
quantity required. 198. 307 
refrigeration cyeic, 684 
room motion# 407, 732 
tatujraied# t 
secondary. 315 
i^ce co^nctance. 119 
standard. 1 

iterairaUon of. 178, 217, 223 

supply and return openings, 735. 74Q 

supply opening noise, 784, 781 

tempemture requireinents# 209# 214, 2J7, 233. 858 

tb€ 0 retix»i requirementii, 199# 224, 306, 860 

th^nfiodTPasnics of# 22 

unit cleaning devlcel, 595 

washed ' 

Air change tneibod 
cothputing inflltratiou. 154. 246 
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Air condltionliiil, 1 
airpltine. S6S 

automobiles in summer, iJM 
central system. 789 
comfort, 2 

hospitals. 220. 222. 223, 228. 229 
humidity, table. 818 
industrial, 816 

atmospheric conditions required , 816 
calculations, 832 
general requirements, 816 
typical applications, 817 
owning and operating cost, 806 
passenger bus in summer, 853 
processes. 54 

adiabatic mixing, 56, 57 
adiabatic saturation, 57 
cooling, 54 
cooling load, 59 
heating. 54 
heating load. 62 

railway passenger car. 850, 851. 852 
ship, ^7 

stoker, Bred units. 322 

storage systems. 709 

summer design conditions, 254. 257 

temperature table, 818 

tnifisportation, 850 

irealincnt of disease, 217 

unit, 639 

Air cooler, 639, 649 
units, 649 

defrosting, 651 
design. 649 
perfonnance, 649 
ratings, 649 

types of. 649 - 

Air requirements, 198. 223. 869 
Air supply opening noises. 734. 781 
Air velocity 

unit heaters, 497 
Air washer. 1. 661 
Airfoil fan. 580 
Airplane air conditioning, 855 


AiSerUlc diaordera, 227 
apparatusi. 227 
asthma symptoms, 227 
hay fever symptoms, 227 
limitations of air conditioning methods, 228 
Altitude, pressure and temperature, f>9 
Ammonia. 689 


Anemofnetiar, 1. 189 
defecting vane, 18^) 
hot wire. 189 
propeller. 189 
revolving vane, 189 
Anesthetics, 220 
Anthracite coal. 299. 300, 311 
firing methods. 310 
Apparatus dew-point, 60, 793 
Aspect ratio. 724, 726 
Asthma symptoms, 227 
Atmosphere, standard. 69 


Atmoapheric 

conditions for industrial processes, 816 
pressure. 1. 69 

water cooling equipment. 658 
make-up water. 671 
sixes, 659 

winter fmslng. 671 
Atomlsiing humidiftera 663 
Atomizing oil burner, 330 
Attenctatltni, 774 
ducts, 774 
elbews, 774 
grilles to room, 774 
Attic 
fans. 593 
location, 593 
types. 593 
tempemtufe, 241 

Autottiaflc 

eontrola {m 4tl, 554, 006 

pntpom 606 

ment, 321 
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Automobile air conditioning, 854 
Aalal flow fans, 580 


B 


Baffio, 1. 337 

Bare pipe heat loss, 473, 528 
Barometer, 183 
Basement 

coefficients of transmission. 137 
heat loss, 137. 244 
temperatures, 244 
Bernoulli equation, 74 
Biochemical reactions 
control of rate of. 822 
Bituminous coal. 299 
firing methods. 312 
Blast heater, 1 
Blow, 1 

Body 

adaptation to hot conditions, 204. 205 
heat loss. 200. 207, 208 
odor, 199 

thermal interchanges, 199, 207 

Boiler, boUera, 343 

capacity for unit heaters, 504 
care, 857 
cast-iron, 343 
cleaning steam, 356 
combustion rates, 353 
connections, 354, 444 
Hartford return, 445 
return, 445 
sizing, 445 
steam. 445 
construction, 343 
design, 345 
efficiency. 348. 350 
electric, 568 
erectiori, 355 
fittings, 354 
furnace design. 345 
gas-6red, 336 
selection of, 354 
gas- fired umts, 336 
conversions. 336 
selection of. 339, 354 
heating, 348 
heating surface. 2, 345 
heat transfer rates, 345 
horsepower, 2 

hot water supply. 344. 558, 876 

maintenance, 355 

oU-fired units, 383 

operation, 355 

output, 347 

rating, 350 

rating codes, 346 

selection of. 351 

based on heating surface and grate area, 352 
cast-iron. 351 

estimated desijm load. 350, 851 
estimated maximum load, 351 
gas-fired. 354 

hot water supply load, 351, 875, 877 
piping tax, 351, 529 
radiation load. 351 
steel. 352 

warming up allowance, 352 
soot, 318 

space limitations, 354 
special heating, 844 
steel, 344 

stoker-fired units, 322 
testing codes. 346 
troubles, 355 
British thermal units, 2 
Bucket trap, 449 
Bulldtiigt^ buildings 
condensation, 187 
heat transfer through sariact's, 1 1 1 
Infiltration, 149, 245 
intermittently heated, 248 
materials, heat transfer through, 111, 124, 344 
mulii^etory. air leakage^ 155 
Burtier^ oB, 829 
Bus air condiUeming. 853 
By-pass, 2, 546. 802 
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C 

Calciuiia chloride, 673. 678 
Calculaled heat loss roctliod, 381 
Calorie. 2 

Calorific value, 299, 303 
Carbon 

activated, 604, 851 
dioxide. 190, 306. 308, 311, 334 
monoxide, 172, 174, 339 
Cast-iron boilers. 843 
Ceiling 

cooling unit, 641 
high. 240, 241 
outlets, 736 
perforated, 736, 851 
unit heater. 498 

Central air conditioninil systems, 789 
accessibility. 803 
air quantity. 796 
apparatus dew-point, 793 
by-pass. 802 
control. 801 
cooling load, 253, 794 
corrosion. 81^1 
design procedure, 804 
effective temperature difference. 79r) 
equipment arrangement. 790 
equipment selection, 800 
evaporative cooling. 799 
fan system, 2 
features, 789 
heating load. 796 
induction units, 797 
high pressure type. 798 
low pressure type, 798 
location of apparatus. 803 
outdoor air, 789 
pre-cooling, 799 
reheating. 791 
run-around. ROO 
selection. 

sensible cooling, 800 
zoning. 790 
Centrifugal 
compressors. 711 
condensing unit. 712 
fan. 580 
Chart 

air flow and loudness, 781 

area and weight of rectangular ducts, 764 

comfort, 210 

compressor and coil performance, 720 

computed static draft for short chimneys. 374 

correction for pipe rougliness, 749 

design temperature map. 239 

economical thickness pipe inaulation, 541 

efifective temperature, 21 1 

friction air pipes, 748 

friction heads in black iron pipes, 466 

heat emission by radiation from panels. 572 

heat loss 

coeflBcicnts insulated ducts, 764 
from body. 201, 202, 207. 208 
insulated pipe, 532, 533, 534 
humidity, 843 

loss of pressure in elbows, 752 
Mollier diagram, 49 

permissible relative humidities for various 
transmission coeffidents. 138 
psychrometric chart, persons at rest, 210 
rectangular equivalents of round ducts, 751 
room absorption correction, 783 
sound attenuation, 779 
static deflection, 786 
temperature, viscosity. 760 
thickness pipe Insulation prevent sweating. 538 
velocity and velocity head, 747 
well water temperatures* 666 
Chemical 

laboratory hoods, 827* 834 
reactions, 822 
control of rate of, 822 
vitiation of air. 166, 197 
Oilimiey* ehlititkeys, 365 
construction details, 376 
determfni^ sixes, 368 
domestic, 371 


Chimney, chimneys (continued) 
effect, 2 

factors affecting draft, 370 
gas heating. 375 
general considerations for, 379 
performance. 369, 371 
static draft, 366 

Cinders. 169 " 

Circular equivalents of rectangular ducts, 750 
Circulators, 456, 466 
Cleaning boilers. 356 
Climatic conditions. 2.34, 257 
Closed expansion tank, 468 
sizing formula, 469 


Coal, coals 
anthracite. 299 
bituminous. 299 
classification of. 298 
dustless treatment, 301 
estimating consumption, 381, 391 
firing methods, 310, 316 
lignite, 300 
Codes, 906 
instaJIation, 906 
rating, 906 
testing, 906 

Coeflfleiefits of transmlsalofi, 9, 97, 111, 140, 628 
basement. 137 
floor, 137 
wall, 137 
coils. 140 879 
doors, 136 

floors and ceilings, 130, 136 
frame construction, 124, 129 
glass block walls, 136 
masonry partltitions, 129 
masonry walls, 127. 129 
over-all, 112 

formulas for calculating, 112, 123 
roofs. 1.35. 136 
skylights, 136 
windows. 136 


Coll, coils, 480 

air fliow' resistance, 489 
applications, 487 
arrangeinent, 481 
construction, 481 
cooling, 642 
direct-expansion, 484 
dry cooling. 140, W2. 800 
flow arrangement. 486 
heat emission, 478 
beat transfer surface, 140 
performance, 140 
cooling, 140 
dehumidification, 142 
heating. 140 
selection, 490 
cooling, 491 
dehumidifying, 492 
heating, 491 
steam. 483 
•water, 483 
Coke 

classtficatlon of, 301 
estimating consumption. 391 
^ng methods. 314 
Cold ihenipy. 226 
Color, piping tystemt, 21 

CamhmiUm^ 298 
air required, 807 
analysis, 193, ^8, 839 
chamber, 885 
mM. 817, 838 
heal of. 304. 805 
ou,m 

principlet of. 304 
rates, 840 
smokeless, 318 


Comfort 
air conditioning, 2 
air conditioning systems, 789, 862 
chart. 210 
Bne.2 
acme. 2 

Commercial oil buitiera 829 
Contparttnem dryer. 868 
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C>>in|ire«iK>r, compresiiorft, 711 

centrifugal, 711 
reciprocating, 711 
refrigeration, performance of, 713 
Bteam jet. 705 
Condenaatee, 886 
Condensate return pumps, 446 

Ocmdensation 

buildings. 138 
interstitial. 138 
return pumps, 446 
surface, 137 

CJk>ndlenser«i, 714 
air cooled, 714 
design data. 660 
evatK>rative. 716 
water cooled, 715 
Condition line, 60, 793 

Conductance, 2. 3. 114 
air space, 114, 1 111 
building materials, 314 
insulators, 114 
surface, 119, 535 

Conduction. 3. 97. 114 
drying methods. 845 
electric heaters, 665 
equation. 98 

steady-state solutions, 107 

Ckmductivlty. 3, 97. 112 
bat type insulation, 117 
building boards. 1 15 
building materials. 114 
homogeneous materials. 115 
insulating materials, 117, 122, 531 
insulation blankets, 117 
insulators. 117, 122. 531 
}oo8e-511 insulation, 118, 122 
masonry materials. 115, 122 
plastering materials, 116. 122 
rcftcctive insulation. IH. 122 
rigid insulation. 117, 123 
roofing construction, 116. 123 
woods. 116. 123 
Conductor. 3 
Conduits for piping, 544 


Control, controls 
actuated, 607 
actuating, 607 
airborne infection, 217 
all year conditioning, 611, 617. 790 
appliance. 609 
application. 612 
automatic. 411. 606 
fuel appliances. 329. 609 
temperature. 606 
basic types, 606 
central fan system, 614, 864 
ail year system. 606, 790 
heating cycle. 795 
coal 6red plant. 609 
cooling unlu. 613 
dehumid location. 613. 677 
dehydrating equipment, 673, 864 
deidgnation. 606 
draft 817 

electric beaUng, 555, 610 

equipment for motors, 619 

fan. 590 

gas burtter, 609 

gas-6red appliances. 836. 609 

hot water supply, 8iK) 

humidity, railway aura, 652 

indkating, 618 

indMdual rooms* 646 

limit. 610 

modulating, 606 

motor. 622 

oil bumera 609 

panel heating, 617 

pneumatic sysi^a 606 

tate of hl^heniiad reactions. 322 

J»t« of Chemical reactions 822 

r^te of crystaUlfation, 823 

recording, 613 


Control, controls (continued) 
refrigeration equipment, 613 
compressor type, 614 
ice cooling. 614. 709 
well water, 013 
regain. 817 

residential systems, 009 
service water temperature. 880 
single phase motor. 633, O^O 
small buildings. 609 
sound, 769 

squirrel-cage motor, 632 
stoker. 329. 609 
terminology, 600 
two-poaition control, 606 
unit cooler. 613 
unit heaters, 612 
unit systems. 612 
unit ventilators. 613 
valves. 454, 626, 608 
ventilator. 162 
volume. 741 
zone, 612 
C'ont rollers, 606 
functions, 606 
types. 606 

Con vert Ion, 3, 97. 100-103 
equation. 99 
unit conductances. 103 

C:k>nvector. convoctora. 3, 472, 474 
correction factor, 476 
heat emission. 472 
heating effect. 476 
heating-up, 478 
ratings. 474 
( onverging \^Des, 731 
Conversion 
burners, 330. 337 
equations. 14 
Cooiers. 641, 649. 718 

Cooling. 253. 639 
air conditioning units, 639 
atmospheric water, 658 
coil selection, 145, 490 
evaporative, 799 
toad. 66. 263. 794 
methods. 414 
performance of coils. 140 
ponds. 602 
residential. 414 
sensible, 800 
spray, 655, 790, 799 
design wet-bulb. 660 
effect of wdnd. 664 
make-up water, 671 
size of equipment. 669 
winter freezing. 671 
systems. 414, 789. 852. 862 
tower design. 665 
tower i)erformancc, 671 
units. 649 

component parts, 640 
control. 613 
definitions. 639 
defrosting. 649 
design. 649 
performance. 649 
ratinji^ 646. 6^ 
remote, 644, 645 
types of. 649 

Copper elbow equivalents, 457 
Core area. 724 

Corrosion, 642. 884 
air ducts, 900 
air washers. 526 
atmospheric. 899 
chimney. S76 

coal ttomge equipment, 899 
cold water. 894 
dues. 900 
hot water, 895 

industrial exhaust systems, 858 
minlmiiing condensate, 897 
pipe. 900 
prevention, 884 
refrigerating s^^ms, 896 
underwater. 894 
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Coat of air conditioniiig, 805 
amortization^ 805 
condenser water, 814 
first, 805 

fixed charges. 805 
heating, 815 
installed, 807 
insurance, 810 
maintenance, 811 
owning and operating, 805 
rent, 810 
s<?rvice, 811 
Oack length 

used for computations. 151. 240 
Crystallization 
control rate of, 823 
Cylinder dryer, 845 

D 

Dalton's rule, 22. 64 

Damper, dampers, 407, 741 
Darcy formula, 77 
Decibt'l, 769 
Definitions, 1 
Defrosting, 650 

l>e^tree-day, 3, 384. 386 
for cities. 386 
iorraula for, mcthr»d, 385 
oj>erating unit. 393 
unit fuel consumption, 389 
Dcgiee of saturation, 7. 37 

DehuniidlticaHon. 655. 673. 864 
air conditioning units, 642 
air washers. 655 
coil selection, 143. 480. 484 
comparison of methods. 677 
control, 677. 865 
definitions and methods, 673 
equipment, 677, 679 

j^norinance. 677, 679, 865 
estimating loads, 680 
liquid methods, 679 
ships, 864 
solid methixls. 677 
Dehumidifying agents, 673 
sorbents, 673 
absorbents. 673 
adsorbents, 673 
I>ensity of air, 3, 24 
Dew-point 

apparatus tcmperaluTe, 52. 793 
fiue gas. 319 
temperature, 8, 53 
Dichlorodifluoromethane, 686 

Direct 

expansion coils, 484 
fired unit heater. 496 
indirect heating unit, 3 
radiatior, 7 
return system, 3, 460 
Disc fan. 580 

Distribution of air {see Air disiribution), 406. 72»5 

District heating. 543 

automatic control, 553, 554 
glossary of rate terms, 651 
meters, 549 
piping. 543 
conduits for, 645 
inside, 547 

overhead distribution, 547 
sizes. 534 
tunnels. 546 
types of, 544 
rates, 561 

steam requirement, 392, 551 
utilization, 553 
Diverging vanes, 731 
Domestic oil burners, 329 
DcK>r, doors 

coefficients of transmission, 136 
leakage, ISO, 283 
natural ventilation, 157 
Down-Feed 
one-pipe riser, 3 
steam heating, 3, 422, 424 
system, 3 


Draft, drafts. 3, 365. 406 
available. 306 
calculations, 365 
control, 317 
factors. 370 
general equation, 366 
head, 3 

meciianical, 365 
natural, 158, 365 
regulation, 317 
requirements, 375 
theoretical. 365 
Drawing symbols, 16 
Drip, drips, 4. 449 
Drum dryer. 845 

Dry air, 1, 23 
composition, 160, 305 
density. 24 
filters. 598 
properties of. 23 
velocity head. 746 
Dry-bulb temperature, 8 
Dry cooling coils, 140, 642, 800 
Dry return. 7, 416 

l>ryer, drj'ers 

cabinet, 845 
com pa It merit. 845 
cylinder, 845 
drum, 845 
rotary. 845 
spray, 846 
tunnel. 846 
vacuum, 845 
Dryer calculations. 847 

Drylnft, 820. 841 
calculations, 847 
constant rate period, 847 
control, 822 
design. 847 

estimating methods, 847 
factors influencing, 842 
general rules for. 844 
air circulation, 844 
humidity, 844 
teiui>erature. 842 
humidity, 844 
mechanism of, 841 
metluxls, 844 
conduction, 845 
convection, 845 
radiant, 844 

omissions In the cycle, 842 
radiant, 844 
systems, 841 

Duct, ducts, 397. 406, 746 
air veloeuties in. 407, 757, 829, 835 
approaches to outlets, 739 
attenuation, 774 
circular equivalents. 750 
construction details, 701, 836 
design, 767 
details. 701 
exhaust design. 835 
elbow friction losses, 752, 838 
friction losses. 746 
heat loss coefficients, 764, 766 
heat losses, 764 
lining, 775 

measurement of velocities, 186 
noise transmitted, 771 
proportioning the losses, 766 
recirculating, 399. 409 
rectangular equivalents of round, 750 
resistance. 747. 837 
roughness correction. 749 
aide outlets, 740 
sizes, 756 

sound absorbers. 775 
symbols for drawing, 18 
system design* 399, 409. 746 

Duct aix«»» 746 

air velocities, m, 74X 757. 830. 835 
equal friction, 769 
general rules. 756 
main tmnk, 758 
velocity method. 768 
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l>u«t, 4. 166* 826 
collector** 696. 838 
combuKtible* 176 
concentrationa, 170, 173 
determination. 191 
filters, 693, 698 
precipitators. 699, 838 
Dynamic head. 6 


EDR (Equivalent direct radiation) 7. 352. 427. 433 
434 

defined. 7, 362. 441. 475 

Effective temfwrature (see Temperaturr,) 8, 207, 


210 

chart, 211 
difference, 796 
index. 210 
Ejector ^o^^le8* 735 
Klbow 

attenuation, 774 
copper equivalents, 457 
friction losses, 432, 467. 838 
iron equivalcntfi, 432, 467 

Klectric, electrical 

bailers. 658 
control syslems, 606 
heaters, 666 
conduction, 666 
gravity convection. 66(> 
radiant, 656 
heating, 665 
auxiliary. 561 
calculating capacities. 6ii2 
central ian, 567 
control. 561 

definitions. 565 ' 

domestic water, 500 
elements, 556 
power problems. 66 1 
resistors, 665 

hot water heating, 659, 660 
panel heating, 566, 563 
precipitators. 599, 838 
radiant heating, 656. 563 
resistors, 566 
unit heaters, 492, 656 
Electricity static, 823 
Electronic heating. 5<H 
Kmissivity, 104, 114, 506, 673 
factors. 104. 573 
Enclosed radiator, 474, 479 

Einthalpy, 4, 23 
free, 4 

specific, 4, 23 
Entrance loss, 766 
Entropy, 4, 23, 49 
muring, 49 

Equivalent evaporation. 4 
Estimating fuel consumption, 381 
Eupatheoscope, 193. 576 

£va|M)rative 

condensei’S. 716 
cooliMl, unit conditioners, 647 
cooling, 799 
Evaporators, 716 

Excoaa iilr« 308, 334, 339 
iihthaust opening, 741, 828 
measurement of velocities, UK), 820 

Exhauat ayntoittit, 826 
air flow measurement, 828 
axial velocity formula, 831 
classification of, 826 
collectors. 888 
corrosion, 840 
duct consiructiott, 836 
duct (Mgti, 835 
duct resistance, 837 
duct velocity, 835 
ducts for, 83$ 
air velpdtks In, 836 
constmoiott. 836 
design, 836 
resiata»t»s, 837 


Exiiaust systems (continued) 
dust filters. 595, 838 
efficiency of, 839 
hoods. 827 
air flow, 828 
air velocity. 929 
axial velocity formula for, 831 
chemical laboratories. 834 
design principles, 827, 829 
kitchen, 834 
large open, 832 
lateral exhaust. 833 
low velocity systems. 832 
spray booths. 833 
velocity contours, 831 
rate of flow, 830 
resistance of, 838 
suction requirements, 828 
types of fans. 839 
velocity requirements, 828 

Expansion 

factor, gases, 90 
of pipe, 461. 4,63, 61.6 
orifice plates. 86 
tank si'/.e, 409 
tanks, 462. 468 
valves, 700, 717 

r 

Fan, fans, 368, 580 ,, 
arrangement of drives, 591 
attic, 593 
location. 594 
types. 593 
axial flow, 580 
centrifugal, 580 
characteristic curves, 583 
control, 590 
designations, 590, 592 
efficiency, 582 
furnace system, 40t3 
laws, 580 
motive power, 592 
noise generated. 589, 592. 773 
performance. 680 
radial flow. 680 
selection of, 5S8 

air conditioning systems. 589 
industrial exhaust systems, 8^19 
speed , 581, 682 
system characteristics, 586 
volume control. 590 
Fanning formula, 75 
Fever therapy. 224 
equipment for production of. 226 
Film conductance, 111, 118, i;^), 141 
coefiScient, 111, HI, 144 

Filter, flltera, 358. 595 
all conditioning units, 643 
dry air, 598 
dust, 595, 856 
installation, 602 
performance, 699 
selection, 601 
testing. 699, 907 
viscous automatic, 597 
viscous impingement type, 506 

Fittings, 401, 410. 511 
pil>e aiiowance, 401, 410, 432, 467 
types of, 401. 410, 618 
Flame temperature, 304 
Flexible mountings, 787 
Float trap, 449 
Floor 

cooling unit. 649 

heat transfer coefficients, 131, 137 
unit beater. 498 
Flow 

coeffidents, oriflcca, 83, 86 
compressible fluids, 78 
critical. 81 
measurement 
liquids, $9 
Quffices, 90 
Pitot tube, 93. 186 
steam. 87 
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Flow meters. 640 
Flue gas loss, 308, 311 
Fluid flow. 78 
theory. 73 
Fluid meters, 649 
Fog. 4. 167 
Force, 4 
Forced 

air heating system, 406 
circulation pipe sizes. 462 
convection, 98, 140 
Frt‘e 

convection, 100 
enthalpy, 4 

Friction loss 

air ducts. 746, 747 
circular pipes, 75 
elbows, 401, 410, 752, 869 
non-circular pipes, 77 
water heating, 46G 
water piping, 466. 867 

Fuel, fuels, 298 
burning equipment, 321, 343 
classification, 298. 301, 303 
consumption. 381 
load factor. 394 
maximum demands. 394 
seasonal efficiency, 396 
unit consumption, 385 
utilization, 368 

Fuel oU, 303 

carbon residue. 302 
classification of, 303 
combustion of. 304, 333 
grade of, 303 

maximum carbon dioxide values, 304. 334 
theoretical air requirements. 304 
viscosity. 302 
Fumes. 4. 160 

Fundamentals heat transfer, 97 

Furnace, furnaces, 4. 343, 367 
capacity, 360, 361 
casings. 363 
cast iron. 359 
design. 362. 414 
efficiency, 362 
fan. 368 

gaekfired units. 330 
gravity warm air. 357 
heating surface, 362 
heavy duty. 369 
materials, 369 
mechaDical warm air, 406 
controls, 411 
cooling methods. 414 
cooling syftero, 414 
dampers, 407 
ducts. 408 
fans. 358 
filters, 358 

method of designing, 409, 415 
motors, 358 
oil-fired units, 833 
rating, 360, 361 
steel. 369 

stoker-fired units. 322 
types, 367 
volume, 4. 322 


a 


Gage, itaftes 
draft, 186 
pressure, 6, 186 
Garage ventilation, 164 


Ga«, gases, 167, 172, 174, 303 
atmospheric, 888 
burner controls. 336, 609 
chimneys for heating. 375 
dassification of, 303 
combustion of, 304, 307, 317, 338 
eatimating consumption. 3^ 
expansion factor, 90 
Specific beat, 5 
solubility, 889 


Gaseous fuels 
claesifi cation of, 303 
combustion of, 304, 317 
flame temperature, 304 
maximum carbon dioxide values. 304, 308 
products of combustion, 304 
properties of, 304 
specific gravity, 304 
theoretical air requirements, 304. 306 

Gas-fired appliances, 336 
boilers, 336. 343 
combustion process, 338 
controls, 336. 609 
conversion burners, 336 
furnaces. 336. 343 

measurement of efficiency of combustion, 3,39 
ratings for, 348. 360 
sizing heating plants, 339 
space heaters, 337 

Glass 

coefficient of transmission, 136 
heat absorbent, 279 
shading of. 270 

solar heat transmitted, 274, 277 
Glass block walls 
cot^fficient of transmission, 136 
solar heat gain. 278. 279 
Globe thermometer. 193, 477. 677 
Graphical symbols for drawings. 16 
duct work, 17 
heating. 19 
piping. 16 
reirigeraltng, 20 
ventilating, 10 
Grate area, 4, 362. 361 
Greek alphabt^t, 14 

Grille, grilles, (see Jiesisiers), 397, 399, 406, 724 
air supply noises. 734, 774, 781 
attenuation, 774 
exhaust. 309. 407. 741, 86) 
locations, 736, 738 
door. 743 
floor. 743 
wall. 743 

mechanical furnace systems, 406 
noises. 734. 774, 781 
railway car, 851 
recirculating, 401, 740 
return, 399. 407, 741 
•election, 782 
velocity. 742 

Ground temperaturef, 243 

Guarded hot plate, 192 
Gun type oil burners, 830 


H 


Hangers pipe, 617 
Hay fever symptoms, 227 
Heat, 5 

area transmitting surface, 870 
auxiliary sources, 248, 284 
balance, 309 

combustion, 303, 806, 306 
emission of 
appliances. 284, 286 
occupants. 198, 201. 207. 209, 285, 564 
exchange measurements, 200 
flow resistance, 105 
flow throui^ roofs, 182-135, 270-274 
flow through walls. 127-129, 270-274 
gain, 253 

generated by motors. 285 
humid. 5 

mfittration eQulvalent. 282 
Instantaneous load. 266 
introduced by outside air, 282 
latent. 5. 256, 804 

liquid. 5 
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ifeat (continued) 
mechanical equivalent of, 6, 14 
methods of. transfer, 97 
radiant. 563 

removal, natural ventilation, 159 
sensible, 5. 256, 284, 804 
factor. 793 
specific, 5 

transfer, 97, 111, 140 
boiler rates. 345 

over-all coefiScientB, Ul, 140. 472 
surface coil®, 480 
symbols, 12, 111 
through building materials, J II 

Heat ilain* 256 

appliance®, 286 

ceilings. 282 

components of. 2<i0 

electrical heating equipment. 280 

floors, 

gas burning equipment. 28(1 

glass, 274 

glass blocks. 278 

infiltration, 283. 289 

instantaneous. 281 

latent. 256, 804 

lights, 285 

occupants, 284 

outside air. 282, 283 

partitions, 282 

people. 207, 286 

roof, 273 

sensible, 256. 804 

shaded windows. 279 

solar, 262 

steam heated equipment, 286 
various sources, 256 
ventilation, 282 " 

wall. 270 

Heat loaa 
bare pipe. 473, 628 
basement, 244 
duct. 764 

infiltration, 245. 282 
insulated pipe, 529 
latent. 256 

residence problems, 249 
sensible, 256 

through ceilings and roofs, 245 
to sky, 266 
transmission, 244 

Heiater, heaters 
direct*fired unit, 496 
electric, 600 
solar water, 881 
unit, 495 

vertical blow unit. 498 
Ileatfnft 

air conditioning units. 639 
boilers, 339 
surface. 2. 345 
coU selection. 490 
district, 543 

domestic water by electricity, 550 
effect, radiator, 477 
electric, 555 
hot water* 558 
load, 232, 796 
performance of coils, 140 
radiant {set Radtoni Bettiing), 563 
reversed cycle refrigeration* 660 
steam systems, 416 
surface, 8 
square foot of, 8 
symbols for drawing. 16 
up the radiator, 478 
vacuum systems. 9* 423 
vapor, 9, 421 

warm air eyatem. 9, 897. 406 
water, 887 

Heavy duty Ian furnace. 859 
High duty humidlffeia, 657 
Hood, boodi. 827 
Horsepower* holler* 2 


Hospital, hospitals 

air conditioning in, 217, 223, 229 
operating rooms. 220 
air conditions. 222 
reducing explosion hazard, 220 
sterilization of air, 218. 224 
ventilation requirements, 223 
Hot water 

boiler supply load, 361. 87.5 
demand per 
fixture. 867 
person. 876 
electric heating. 655 
heating surface, 879 
indirect heater, 345 
methods of heating, 876 
panel heating, 563 
radiant heating, 563 
solar heaters. 881 
storage tank, 874 
supply 

boilers, .344, 559. 878 
piping, 867, 873 
temi>erature control. 880 

Hot water heating systems, 5. 455 

classification, 459. 462 
direct return system. 460 
elbow equivalents, 457 
expansion tank, 468 
forced circulation. 456. 459 
friction heads. 456 
gravity. 459, 463 
available head. 455 
circulation. 456 
pressure heads, 455 
installation details. 470 
mechanical circulators. 466 
one-pipe 

forokl circulation, 464, 465 
gravity circulation. 465, 460, 465 
orifice friction heads, 461 
pipe sizes. 458. 459. 460 
forced circulation, 456, 462 
gravity circulation, 455, 460 
piping design, 462 
pressure head, 466 
reversed return system, 460 
systems of piping. 400 
two-pipe 

forci^. 456. 460, 467 
gravity. 465, 466 
zoning. 471 
Human body 
acclimatization, 204 
adaptation. 201 
cold conditions, 204 
hot conditions. 204 
heat emission. 199. 201, 207. 285. 563 
high temperature hazards, 203 
metabolic rates. 202, 209 
odors, 199 
temperature. 200 

zone of evaporative regulation. 200] 
Humid heat. 5 

Ilumidificatlon. 651. 653 
control. 406, 607. 615 
mechanical furnace syatems. 414 


Humidifier, humidifiers 
air washer. 651. 653 
atomizing. 657 
high duty. 657 
spray. 667, 658 
unit. 495. 658 
Humidify. 6 

air conditioning units. 508 
Humidiitat. 5. 607 


Humidity, 5 
absolute. 5 
control, 852 
influence of, 210, 228 
measurement ol. 191 
nurseries for premature infants, 223. 865 
permissible relative, 138 
ratio. 6. 23 
relative, 5, 65, 793 
Hydraulic radius, 95. 103 
Hygrostat, 6 , 607 
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I 

Ice 8y«tem». 708 
Impulse trap, 449 
Inch of water, 6 
Induction units. 797 
high pressure tyi>ea, 798 
low pressure types, 798 
Industrial 

air conditioning, 816 

exhaust systems (see Exhaust Systems), 826 
humidities, 818 
process, 817 
temperatures, 818 
Infiltration 
causes, 149 

due to wind pressure, 149 
heat equivalent. 283 
heat losses, 24f>, 282 
latent, 236. 295 
sensible, 256. 295 
temiH'rature difference, 154 
through outside doors. 153, 28^^ 
through walls. 150 
through windows, 150. 152 
Inflammability, 174. 

Inside temperature, 174. 254. 255 
instruments, 180 
Insulation, 5, 528 
duct. 764, 801 

economicral pipe thickness, 5-1 1 
gravity furnace duct. 4(.K) 
low temperature pipe, 537 
pilxjs to prevent Ircczing, 53S 
ship, 865 
sound. 784 

underground pipe. 541 
Intermittently heated building-^. 24.S 
Interstitial condensation. 138 
Isobai'ic, 5 
IsotliermaJ, 5 


I-K«L 

Joitits, duct, 761 
Kata-thermometer, 188, 477 
Latent heat, 5, 256. 793 
loss. 256 

Law’s of thermodynamics, 8 
Leaders, 397 
Leakag;e of air, 149 
door, 150, 153. 283 
window. 150, 152 
Light heal gain, 285 
Lignite, 299. 300 
Lint. 595 
Liquid 

absorbents, 678, 679 
heat of. 5 

Lithium chloride, 073 
Load 

cooling, 59, 253, 794 
design, 5, 351 
heating. 232. 795 
maximum, 5, 350, 351 
refrigeration, 253 


M 

Machine, vibration, 787 

Manometer, 5, 184 

Marine heating, ventilatton, air condltionina, 
857 

factors affecting design. 858 
general consideration. 857 
insulation of hull, 866 
ducts 865 

requirements for space, 869,|1861 
bakery. 861 
bath, 860 
cargo, 861 
fo^ handling, 861 
galley. 861 
laundry, 861 
living, 859 
machinery, 859 


Marine heatinfl, ventilation, air conditlonh 
ifiontinued) 
shower, 860 
storeroom, 861 
toilets, 860 
typical systems, 862 
washroom, 860 
Mass, 5 
Mb. 458 
Mbh. 468 

Mean radiant temperature, 206, 663, 571, 618 
Meter, meters, 549 
condensation. 549 
differential, 550 
flow, 549 

Nicholls' heat, 192 
orifice, 87, 549 
velocity, 549 
venturi. 188 
Metering, liquids, 89 
Metering steam, 87 
Methyl chloride. 685. 688 
Micromanometers, 185 
Micron, 6 
A4ist, 167 
Moist air, 22 
saturation, 23, 35 
volume, 23 
Moisture. 817. 841 
content, 820 

loss per person, 200, 208. 285 
permeability, 291 
regain, 817, 820 
Moi, 6 

Moliier diagriim, 49, 51 
Monofiuorotrichloromethane, 69 1 
Motor, motors, 619 
adjustable speed. 024 
alternating current, (526 
capacitor type, 631 
classification, 620 
compound wound. 622 
constant speed. 623 
control. 623. 633, 034, 635. 636 
control equipment for. 619, 623, 633 
direct current, 622 
electric, 019 
enclosures, 037 
gear, 637 
glossary, 637 
beat generated by, 285 
polyphaf*c, 626 
rating, 619 

repulsion induction, 631 

series wound, 623 

shunt wound. 622 

single phase, 631 

specifications, 625, 628, 632. 634 

speed characteristics, 624, 626. 629 

split phase, 632 

squirrel cage induction, 633, 635 
synchronouB. 627 
w’ound rotor. 628, 632 

Multiblade fans, 586 

N 

Natural draft, 365 
towers, 663 

Natural ventilation, 157 
general rules, 163 
heat removal, 169 

Noise, noises, 769 
absorptive materkl, 777 
air conditioning system, 769 
air supply opening. 734, 781 
apparatus for measuring, 770 
controlling vibration, 784 
cross transmiasion between rooms. 783 
design room level. 772 
duct sound abaorbersv 775 
duct system attenuation, 774 
fans, 773 
kinds of, 771 
levels, 772 
meiMiurement, 769 
throngh building constmetion. 784 
transmitted through ducts, 771 
unit of measutemeht, 769 
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No 2 »le flow, 80. 83 

Nozzle instaliation, 94 

Nurseries for premature Infants, 223 

air conditioning equipment, 224 
air conditioning reainreincnts, 223 

o 

Odors, 171. 197. 199, 230 
human body, 197, 198 

Oil, Oils 

clasaJfication of, 302 
combiistion of, 304. 307, 333 
estimating consumption. 38). 391 

OU hurners, 329 
boiler settings, 3,35 
ciassifleatiun, 330 
combustion adjustments. 334 
combustion process, 333 
controls, 33(>, 009 
domestic, 329 
furnace design, 334 

measurement of efficiency of combustion, ’S‘U 
mechanical draft. 329 
oi)erating reQuiremenis, 33.3 

One*plpe aystenn ,417 
gravity air-vent 436 
hot water. 462, 465 
steam. 6, 417 
supply rist:r, 6 

unit heater connection, 417, 503 
vapor. 439 

Opening, openinils 

air supply noises, 781 
stacks. 163 
typtts of, 161 
doors, 101 

roof ventilators, 101, 1C2 
skylights, 161 
windows. 161 

Opera tinit rooms, 220 
conditions. 220. 222 
reducing explosion hazard. 220 
ateriii/.ation of air in. 222, 224 
Operative temperature, 202, 563 
Orifice 
discharge, 87 
flow, 80. 83 
heating systems. 426 
Orsat apparatus. 19,3 
Outdoor air, 789, 864 

Outlet, putieta 

air aupply noises, 781 
ceiling, 736 
duct approaches. 739 
performance, 733 
sound absorbers, 778 
Outlet locations, 736, 742 
cooling load, 737 
heating load, 737 
Outside temperature, 232, 234 
Overhead distribution. 547, 873 
Overhead system, 6, 547 
Oxygen 
chambers. 220 
tents. 228 
therapy, 228 
Ozone. 190 


Panel heattnft. 563 
calculation prindplea, 568 
electric. 568 
hot water, 567 
«team, ^ 
warm air. 867 
Panel radiatpr, 6 
Particle size chart. 168 
Per cent of saturation, 35 
Periorated ce^nga, 736 
Pmorated Outlets, 785 

P»ijr«c«j itapinM«« taiJr, 188 


Physiological principles. 197, SOS 

Pipe colls. 473 
heat emission, 473 
wail, 473 

Pipe, pipinfl, 416 

capacity, 430-435 

coil connections, 452 

commercial dimensions, 512, 613, 614 

conduits for, 544 

connection to heating units, 451 

corrosion, 884 

design, hot w'ater system, 462 
forced circttlatioii, 462 
gravity. 462, 463 

one- pipe forced ciculation, 464, 466 
one-pipe gravity circulation. 466 
two-pipe forced circulation. 467 
two-pipe gravity circulation, 466 
economical thickness insulation, 541 
expansion, .515 
fittings. 519 
fitting equivalent, 457 
flexibility, 515 
hangers, 617 
heat losses, 628 

hot water iieating sysLema, 462 
inside, 547 

insulation prevent freezing, 538 
leader sizes, 400 
low tempt‘.rature insulation. 537 
materials. 611 

overhead distribution. 422, 547 
proportioning wall stacks, 4f)0 
recirculating grilles, 401, 741 
refrigerant sizes, 701, 702, 703 
register selections, 398, 735 
return connection, cold air, 404 
return ducts, 399, 409 
fii.zea. 429. 432 

high pressure steam, 430 
hot w'ater forced circulation. 462 
hot water gravity circulation, 4G2, 463 
indirect heating units. 441 
maximum velocity, 431, 462 
one piix’ riser, 433 
orifice systems. 426 
pressure drop. 432, 457 
sub-atmospheric systems, 441 
tables for, 432 
two-pipe riser, 433 
two-pipe vapor systems, 44il 
vacuum systems, 440 
water supply systems, 867 
steam distribution, 416, 543 
steam heating systems, 427 
supports, 517 
symbols for drawing, 16 
tax, 351 

thread connc'Ctions, 617 
threads, 517 
tunnels, 540 

undergioiind insulation. 544 
unit heater connections, 417, 502 
water supply. 867, 869, 873 
Pilot tub<?s. 93. 187 
Plate cell, 778 
Plenum absorbers, 777 
Plenum chamber. 6 
Pneumatic control systems, 1606 

Follution of atr, 106 

Polyphase motors, 626 
Ponds. 662 
Potentiometer, 6 
Power. 6 

Precipitators, 599 
Pre^cooling. 799 
Preheating, 653, 790 
Premature infant nurseries, 223 

Preaaura 
absolute. 6 
atmospheric, 1 
gages. 184 

loss, water supply piping, 876-872 
measurement, 183 
barometer. 183 
regulators, 442, 546, 607, 609 
static, 6 
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Prensure (cotUinu^d) 

taps, 84 
total. 6 
vapor, 7 
velocity, 7 

Prime surface Beating Surface), 8 
Propti'llei fan. 580 
Protective Coatings, 901 
Psychrometer. 7, 52 
Psychronietric chart. 210 

Pump, pumps 

condensation feturn, 446 
mechanical circulators, 455, 466 
vacuum heating, 446 
controls, 447 
piston displacement, 44S 
Pyrometer, 7, 18^J 
optical, 183 
radiation, 183 


R 


Radial flow fan, 580 
Radiant drying, 560 

Radiant lieatini^, 563 
application methods, 566 
calculation principles. 508 
control, 577 
electric. 556. 568 
hot water, 566, 567, 574 
mean radiant temiHjrature, 563, 571 
meaBurernont of, 576 
objective, 565 

operative temperature, 563, 577 
steam. 568 
warm air, 566 
Radiation 7 
angle factor, 103 
baseboard, 472 
equation, 101 
load. 351 

Radiator, radiators. 7, 472 

codes. 475, 906 
concealed. 474 
connections, 451, 452 
correction factor, 476 
direct, 7 

effect of paint, 476 
enclosed. 474, 479 
gas-fired. 338 
heat emission of. 472 
heating effect, 475 
heating up. 478 
output of, 472 
panel. 6 

ratings, 472, 475 
recessed 7, 479 
tube. 472 
types of. 472 
warm air. 338 

Railway air cotiditionin^, 850 
air distribution. 850 
humidity control 852 
summer systems. 852 
temj^rature control, 852 
ventilation, 850 
wunter systems. 851 

Reciprocating compressors, 711 

Recooling, 791 

Rectangular duct equivalents, 750, 751 

Reducing valves. 443, 546 

ReffecUve insulation. 114, 122 

Refrifierantf refrifterants, 7, 684, tiS5 
ammonia, 689 
carbon dioxide. 690 
dichlorodiffuoromethane, 686 
feeds, 484 

methyl chloride, 688 
monochlorodifiuoromethane, 687 
monoffuorotrichioromethane, 691 
pipe sizes, 701 
water, 601 

Refrigeration^ 684, 864 
absorption systems, 706 
compression systems, 713 
condensers (see Condensers), 714 


Refrigeration (contiued) 
control. 613 

equipment selection, 720 
expansion valves, 700, 717 
icc systems, 708 
load, 253 
mechanical, 684 
leversc cycle, 560, 709 
ship. 804 

storage systems, 709 
symbols for drawing, 20 
ton of, 7 

types of compressors (see Compressors) , 711 
Regain. 817, 820 
control of, 820 
hygroscopic materials, 821 

Register, registers, (see Grilles), 398, 399. 100, 724 
air supply noises. 781 
mechanical furnace systems. 397 
noises, 781 
railway car. 851 
selection. 398, 400, 407, 736 
Reheat. 791, 801 
Reheating. 791. 801 
Relative humidity. 6, 60 
measurement of. 191 
Repulsion induction motors. 631 

Resideuce 

control systems, 609 
air conditioning. 611 
coal-fired heating plant, 609 
domestic hot water supply, 880 
cooling methods, 414 
gravity furnace systems, 397 
heat loss xiroblems. 249 
hot water heating system, 455 
mechanical furnace system, 406 
steam heating system, 416 
Resistance thermometers, 183 
Resistors, 555 
Return 

grille. 399, 407 
mains, 7 

openings, 399, 407, 741 
Reverse cycle refrigeration, 560, 709 
Reversed return system, 7. 4(>0 

Roof, roofs 

lieat flow through, 133.136, 270-274 
time lag of solar radiation, 269 
ventUalors, 162 

Room 

air motion. 732, 734 
control, 007 

cross transmission noise, 783 
latent heat. 793 
noise level, 772 
operating. 220 
sensible heat, 793 
Rotary dryer. 

Rotary oil burner. 331 
Run-around system, 800 


s 


Saturated air, 1, 35 
Saturation. 7 
degree of, 7, 35 
pressure, 6 
Scale, 888 

cause and prevention, 888 
closed systems, 890 
heating systems, 891 
high temperature, 891 
open systems. 890 
Secondary air, ^8, 315 
Sectional boiler. 343 
Self-contained 
control systems. 606 
humidifiers, 508 
unit conditioner. 639 
Sensible cooling, 800 
Sensible heat. 245. 256. 794 
factor, 793 
gain. 000 
loss. 245 

Sheet metal gages, 764. 765 
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Ship air conditioning (see Marine), 857 
heating. 85(1 
vcftlilaHon. 859 
Shunt wound motors, 622 
Silica gcl, 673, 674 
Silicon dioxide, 674 
Single phase motors, 631 
Slime, 893 

cause and prevention, 893 
formers, 886 
Slotted outlets, 726 
Sludge. 888 

cause and prevention, 888 
Smoke. 7. 166 
abatement, 170, 313 
density measurements, 103 
Smokeless arch. 8 
Smukekas combustion, 170, 313 

Solar heat 

absorbed glass, 274, 281 
altitude. 262 

through shadc^d windows, 281 
tune lag, 269 
transmission of, 262 
tranamitted through glass, 275 
transmitted through walls, 262 
Solar constant, 8, 262 
Solar radiation, 262 
absorption of, 262 
Solar water heater. 881 
Sol-Air temperature. 265 
Soot. 318 
Sorbents. 673 

absorbents, 673. 678, 679 
adsorbents. 673, C75. 677 

Sound (see Noise), 769 

absorlicrs, 775 # 

attenuation. 774, 779 
control, 769 

cross transmission between room?, 783 
general problem. 770 
duct absorbers, 775 
isolation. 643 
levels, 772 

outlet abeorb«*r8. 778 
Space heaters, 337 
Siiecific 

entluaJpy. 4. 22, 23, 67 
dry air, 23. 
entropy. 4, 38 
gravity, 4 
heat. 5, 91 1 
gases. 911 
Oquida. 911 
aolids, 911 
vapor®, 911 
volume. 9 
air. 23 

water vapor, 36 
Split system, 8 
Splitter dampers, 741 

Spray 

apparatus, 651 
booths. 833 
cooling. 662 
cooling pond®. 662 
cooling tower®, 665 
dehumidifter. 794. 803 
distribution. 657 
dryer. 840 
equipment. 651 
generation, 651 
humidifiers. 658 
type unit. 6 

unit air conditioner, 658 
Spread, air distribution. 729 
Square foot of heating surfajce, 8 
Squeeze damper®. 408, 741 
Squirrel-cage induction motor, 683, 635 


Standard air, 1 
Static 

electricity elimination. 823 
pressure. 6 

Steady flow, energy equation, 67 
enthalpy. 4, 22. 68 
gravitational energy, 68 
heat and shaft work, 68 
kinetic energy, 69 

Steam. 8 
coils, 480 

distribution piping, 543 
estimating consumption. 392 
flow, 429 

flow measurement 87 
heated eciuipinent, 287 
beating systems, 416 
condensate return, 416 
connections to units, 541 
control valves. 454 
corrosion, 884 

gravity onc-pipe air- vent, 418 
gravity return, 416 
high pressure steam. 420, 439 
mechanical return, 417 
one-pip<* vapor, 419 
orifice, 426 
piping for. 427 
sub-atmospheric, 424 
two-pipe vapor, 420, 421 
vacuum. 423. 440. 441 
jet type of compressor, 705, 72! 
meter®. 549 
pane! heating, 568 
pipe capacities. 433-435, 437 
proijertiee. 30. 48 
radiant heating, 568 
rates, 551 

reducing valves, 442 
requirements, 392. 551 
runout. 418 
superheated, 8 
table, 36 48 
traps, 448 
Steel boiler®, 344 
SteriUralion of air. 217, 224 

Stoker, stokers. 321 

classification of. 321 
combustion adjustments, 327 
combustion process, 323 
controls. 329 
furnace design, 327 
mechanical. 321 
overfeed flat grate, 326 
overfeed Inclined grate, 321 
sizing and ratings. 328 
underfeed. 322 
rear cleaning. 326 
side cleaning, 326 
Storage refrigeration system, 709 
Sub-atmospheric systems. 424 
Slimmer air conditioning system, 253. 414. 789 
Summer comfort. 207, 212 
Superheated ateam, 8 
Supply mains, 8 

Supply openings. 406. 733. 735. 778. 851 
measurement of vclodtiea, 189 
Supports, pipe. 517 

Surface • 

condensation, 137. 537 
conductance. 2. 114, 119, 120 
coefficient®. 120. 535 
external pipe, 512 
heating. 8 
extended. 8 

temperature, 182. 363. 570 
Suspended unit heater. 498 


Stack, 161, 365, 397 

height. 8 
wall 397 
emoke* 305 


Stai»4«rfl, «taii4iur«f®. 906 
air distribution. 723 
atmottphere, 69 


Symbols, 11. 12. 13 
ductwork. 17. 18 
for drawing®. 16 
heat transfer, 12. Ill 
beating. 19 
piping, 16 
mrisemtittg. 20 
VentUaiing. 19 
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Tables 

air changes. 164 

air conditioning temperature® and humidities. 81B 
air requiremenU, 199 
air. volume of, 24 

altitude, pressure and temperature, 70 
anthracite, size. 801 
area flanged fittings. 531 
areas of circles, 912 

attenuation bt‘tween grille and room, 775 
formula, lining board, 778 
in straight ducts, 773 
of elbows, 774 

average maximum water main temperatures, 054 
black body radiation. 105 
boiler ratings. 346, 347 
capacity constants 

blow-through unit heaters, 499 
draw-through unit heaters, 499 
carbon dioxide maximum, 304 
ceiling temperature. 241 
circular equivalents of rcMrtangular ducts. 752 
circumferences of circles, 912 
classification of 
coals, 300 
motors, 620 
water, 885 

climatic conditions, 234, 257 

coal classification, 300 

combustible elements and compounds, 306 

combustion air requirements, 304. 306, 307 

combustion rates. 353 

conduction problems, 107 

conductivity materials. 99, 116, 531 

coppt‘T elbow equivalents, 457 

corrosion resistance. 839 

degree-days for cities, 386 

densities. 911 

design dry- and wet-bulb terapeuatures. 2r>7, 258, 
259. 260 

draft requirements of appliances. 375 

dryers for evaporation of water, 841 

duct attenuation. 773 

dust concentration. 170, 173 

elbow attenuation, 774 

emissivity factors. 104 

end reflection. 777 

environmental conditions, limits, 205 
exhaust pipes for machines. 830 
factors influencing drying, 842 
fitting dimen.sion8, 519, 520, 521, 523, 524, ,o25, 
620 

flame temperature data, 304 
flammability of gases and vapors. 174 
free convection. 100 
factors, 101 

friction valves and fittings, 869 
fuel oil properties. 302 
fumes, concentration. 174 
gaseous fuel properties, 304 
heat flow walla and roofs, 270 
heat gain 

appliances. 286 
glass. 277. 279 
^ass blocks, 279 
insulated cold pipes, 637 
heat loss 

bare copper pi r>e, 529 
bare steel pipe. 629 

heat transmission coefficients. 105, 122. 125. 127, 
529, 631, 537. 880 
hot water demand, 876. 877 
hot water piv»e sizes, 458, 460 
humidities, industrial air conditioning, 818 
infiltration through outside doors. 153 
infiltration through walla, 150 
infiltration through windows, 152 
inflammability, gases, 174 
inside temperatures, 240 
insulation factors, 631 
iron elbow equivalents, 467 
maximum allowable concentrations 
dusts, fiiraes, mists, 173 
duata. 173 

meter performance, 869 
metabolic rate, 209 

minimum outdoor air requirements to remove 
odors, 199 


Tables (continued) 

moisture content for materials, 818, 821 
noise levels. 772 
orifice capacities, 427 
particulate matter, size, 168 
permeability to vapor, 291 
physiological response 
to gases and vapors, 172 
to heat, 203 

pipe dimensions, 512, 613, 514 
pressure loss 
refrigerant line. 701 
return intake, 742 
properties of 
air, 24 

ammonia. 689 
carbon dioxide. 690 
dichlorodifluoromcthane. 686 
fuel oil 302 
gaseous fuels, 304 
methyl chloride, 688 
moist air. 24 

monoftuorotiichloromethane, 69 1 
steam. 48 
water, 36. 691 
radiation, black body, 105 
radiation factors, 104 
radiator sizes, 473 
ratio of spcjcific heats, 79 
regain of hVgtoecopic materials, 821 
relation between metabolic rate and activity, 209 
requirements for fuel oil. 302 
return pipe capacities. 433, 434. 435, 438 
screen mesh, 169 
shading effect, 281 

sheet metal gages for ducts. 763, 765 
ship practice. 860 
smoi^ chart numbers. 194 
sol-air temperature, 268 
solar radiation. 202, 263. 266, 277. 278 
specific heat of compressible fluids, 79 
specific heat of solids, liquids, gase®. 911 
steady-state conduction problems. 107 
steam consumption of building®, 393 
steam pipe capacities. 430, 431, 433. 439 
steam table. 48 

summer design conditions. 254, 257 
tempenitures, industrial air conditioning, 818 
theoretical air requiremenis, 307 
thermal conductivity, 99, 107 
thermal convection conductance, 103 
thermodynamic properties 
moist air, 24 
water, 36 

transmissivity, glass, 276 
unit conductance, 103 
unit fuel consumption. 390 
velocity, return intake, 742 
ventilation standards, 261 
water, properties. 36 
water requirements, 867, 875, 877 
weight ol air, 24 


Tank. tanka 

expansion. 462. 468 
Tax. pipe. 360. 351 

Tantperaiure, temperature* 

absolute, 8 
attic. 241 

automatic control, 654, 606 
basement, 244 

control for railway passenger cars, 852 

control service water, 880 

design W'Ct-bulb, 6160 

design temperature map, 239 

dew-point. 63 

dry-bulb. 8 

drying, 842 

effective. 8. 207, 210, 211, 66*1 
ground, 243 
haxard*. 203, 206 
industriaL 266 
inside, A 266. 868. 861 
cdlingg. high. 240 
proper level. 239 
mean radiant. 206, 663 
raeasunement, 180 
thermocouple. 181 
thermometem. ISO 


XKU 






Index to Technical Data Section 


Temperature, tempenitur€»» {coniinuM) 
operativ^^, 5(S3 

outnide, 232. 239. 254. 265, 868 
surface, 182, 303, 670 
thermodynamic wet-bulb, 82 
tin heated spaces. 242 
water main, 664 
wet-bulb, 8 

Terminoloi^, 1 

Test methodR, 180. 906 
Therapy 
cold, 226 
fever, 224 
oxyjgen. 228 

Thermal 

conductance. 112 

conduction equation. 98 

conductivity. 99, 113 

conv^^ction, 98 

convection equation. 99 

expansion of pipe, 615 

interchanges of body, 199 

radiation equation, 101 

resistance, 7, 116. 122 

resistivity. 7, 115. 122 

sU^ady-state conduction probJems, 107 

transmittance. 244 

unit conductances for convection, 103 
Thermocouples, IHl 
Thermodynamics, 22 
air and water mixture. 22 
laws of, 8 

wet-bulb temp<.*rature, 63, 6<)0 

'rhermnmeters, ISO 
alcohol, 180 
dry-bulb, 180 
Rlob<;. 193, 477 , 677 
Kata. 193 
mercurial, 180. 477 
resistance, 181 
stem correction, 180 
wet-bulb. 191 

Thermoatatr 9. 607 
room, 607 

Time lag through walls and roofs. 209 
Ton of refrigoration, 7 
Total heat, 5 
Total pressure. 6 

Tower, tower* 

cooling, design, 665 
cooUng, performance. 671 
mechanical draft. 604 
natural draft, 663 
spray cooling. 668. 790 

Traitsiiilaalon 

heat losses. 244, 262 
solar heat. 262 
Transmittance, thermal. 9 
Tran»|>ortatlon air conditioning, hM) 

Trap, trai^, 448 

automatic return, 448 
bucket, 449 
float. 449 
impulse, 449 
Bteam. 8 

thermostatic. 449 
tilting, 449 

Traveling-grate stoker. 323 
Treatment of disease, 217 
Tube radiator. 7 
Tunnel dryer, 846 
Tunnels, pipe, 646 
Turning vane, 739, 765 
fwo^pipe system. 9 

n 

liltm-vlolet Uitht, 171, X99. 2lS 
Vnderteed sColtitr, 323 
J^ndergrouhd pipe insulation, 641 
Unheated space temperniuiies, 243 


Unlf, unite 

air cleaners, 695 
air conditioners, 639 
application, 646 
cooling, 639 
dehumidifying. 644 
filters, 596 
humidifying, 496 
ratings. 646 
types of, 639 
air C(x>ler8, 649 
defroating. 660 
design, 650 
performance, 650 
ratings, 652 
types of, 652 
air filters, 695 
British thermal. 2 
dehumidification. 676 
direct- indirect heating, 3 
fuel consumption, 381. 384, 385, 3iK) 
healers. 495 

application, 496 
boiler capacity, 504 
capacity factors, 499 
control. 501 
direct-fired. 600 
electric. 556 
piping connections, 602 
ratings. 497 
temperatures, 499 
types of. 495 
humidifiers. 508 
types of, 608 
induction, 797 
noise measurement. 769 
systems, 495, 639 
jjff ventilators. 495 

air exhaust vents, 608 
applications, 507 
capacity. 504 
control, 639 
ratings. 504 
window, 608 
Unitary equipment, 495 
definitions. 495 


V 

Vacuum 

cooling unit, 705, 706 
heating pumps, 417, 424, 446 
control. 447 

piston displacement, 448 
heating system, 9, 423 
down-feed, 424 

unit heater connection, 417. 502 
Vacuum dryer, 846 

Valve, valve*, 454, 526 
automatic, 527 
check, 525 
control, 454 
expansion. 700. 717 
gate. 525 
globe. 525 

reducing pressure, 442 

Vaufs, vanea, 730 
Vaned outlets, 739 

Vapor, vapors, 167 
heating systems, 9 

unit lieater connection, 602 
pressure, 7 

Vaporising oil burner, 3S2 
Velocity, 9 

exhaust intakes, 742. 829 
hood, 829 

method duct design, 757 
pressure, 7 
return grilles, 742 
unit heater, 497 
worm air duct. 407 
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yentilation, 9 
air conditioning unita. 639 
dairy barn, 164 
garage. 164 
hospitals, 220, 229 
natural, 157 

general rules. 163 
passenger bus in summer. 853 
mil way passenger car. 860 
ship, 859 

symbols for drawings, 16 
systems, 789 
wind forces. 157 

Ventilator, ventilator* 
control. 102 
roof, 102 
unit. 495 , 613 
control. 013 
window. 608 

Vertical blow unit heater, 498 

Vertical openinHs, 155 

sealing ot. 156 
Vibration machine. 784 
Viscous filters. 690 
automatic, 597 
impingement. 590 
Vitiation of air, 197 
Volume 
control, 741 
furnace. 328 
specific, 9 

w 

Wall, walls 

heat flow through. Ill, 124 , 244 , 270, 273 
heat transfer coefficients, 97. 111. 140 
infiltration through. 149, 160 
time lag of solar radiation, 209 

Warm Air 

gravity heating system, 397 
combination carrying capacity. 403 
design procedure. 399. 404 
furnace capacity. 360 
installation practice. 397 
standardized combinations. 400 
mechanical heating systems, 406 
automatic control, 41 1 
cooling methods. 414 
dampers. 407 
design procedure, 409 
ducts. 408 
fans. 358 
filters, 358 
furnace, 358 
heavy duty. 359 
selection, 3^ 
large systems. 415 
motors, 358 

registers and fillies. 400 
standard comomations, 408 
panel heating. 563 
radiant heating. 563 
radiators, 338 


Washer, washers. 661 
air, 1. 051 

Water 

analysis, 885, 886 

atmospheric cooling equipment. 6.58. 879 
characteristics. 884 
classification, 884 
coils. 480 

control temperature service, 880 
cooled 

condenser, 714 
corrosion treatment, 888 
formed depoKit-s, 884 
heater 

coal-fired, 878 
solar, 881 
beating. 551 . 867 
n}akf*-up. 671 

maximum, main temperature, 6.54 
mineralized, 88.5 
properties of. 30. 691 
8ut>ply piping, 807. 869 
arrangement. 874 
temi>erature control. 880 
tliermodynamte properties of. 36 
treating chemicals, 884. 895, 902 
well, temperatures, 656 
Water vapor, 28, 36 
saturation pressure. 36 
specific enthalpy, 4 
specific volume, 9, 36 

Welding* 511 

Wet-bulb temiwrature (.w 8. 6(K) 

Wet return. 7, 410 

Wind* winds 

forces. 157 

due to stack effect. 1.58 
natural draft equipment, 663 
selection of, velocity, 247 

Window* windows 

coefficients of transmission, 130 
leakage. 149 

solar radiation through. 274 
yentilators. 608 
Winter 

air conditioning system, 789 
comfort zone. 212 
freezing, equipment, 671 
Wound rotor motor. 634 
Wrought-iron pipe, 51 1 
Wrought-stcel pipe, 51 1 


X-Y-K 

Year-round air condltionlnii system. 789 

Zone control* 790 

Zone of evaporative regulation, 200 

Zoning* 790 
control, 611 
recooHng. 789 
reheat, 789 
volume control, 741 
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PREFACE TO THE 26 th EDITION 

T he 26th edition of The Heating, Ventilating, Air Conditioning Guide continues 
the tradition of previous Guides in presenting current engineering practice and 
up-to-date products of manufacturers. 

Among the chapters given most extensive revision in the 1948 edition, the following 
should be noted: 

Chapter 10, Air Contaminants, contains revised limits for toxic gases, vapors, fumes, 
mists and dusts, in conformity wdth recent conclusions of industrial hygienists. 

Chapter 11, Instruments and Measurements, has been enlarged to include a greater 
number of instruments, as well as more information on test methods and the use of 
instruments. 

Chapter 12, Physiological Principles, incorporates some additional findings based 
upon recent research. 

Chapter IS, Air Conditioning in the Prevention and Treatment of Disease, has been 
revised to agree with current thought and research. 

Chapter 14> Heating Load, includes an enlarged list of approximately 350 localities, 
including city office and airport stations, for which w eather data and design temperatures 
are given. I he list includes data obtained from the U. S. Weather Bureau and Canadian 
Air Services, Meteorological Division. A new map showing isotherms of outdoor tem- 
pt'rature has been provided. 

Chapter 15, Cooling Load, has been increased to 45 pages to permit inclusion of an 
enlarged list of 315 localities for which weather data are listed. The chapter has also 
been rewritten to assist the user in applying the principles of periodic heat flow% and 
the data from most recent ASHVE research on solar heat transmission. 

Chapter 20, Estimating Fuel Consiihption for Space Heating, includes an enlarged 
list of 211 V, S. cities and 25 Canadian^ cities showing monthly degree-day values. The 
information has been obtained from latest statistics of the l\ S. Weather Bureau and 
Canadian Air Services, Meteorological Division. 

Chapter 21, Gravity Warm Air Systems, has been rearranged to facilitate use of the 
design tables. 

Chapter 22, Mechanical Warm Air Systems, contains an added section referring to 
method of designing large systems. 

In Chapter 23, Steam Heating Systems and Piping, revi.sed descriptions of various 
t3'pes of systems keep the chapter up to date, Manx new diagrams have l)een added 
to illustrate current practice. 

In’ Chapter 25, Radiators, Convectors and Coils, there has been added a section on 
baseboard radiation. 

In Chapter 26, Unit Heaters, Unit Ventilators, Unit Humidihers, piping diagrams 
and text have been changed to comply wdth current practice. 

In Chapter 27, Pipe, Fittings and Wielding, the section on welding has been expanded 
with reference to proper wielding procedure and applicable code requirements. 

Chapter SO, Electric Heating, includes an enlarged list of pertinent references. 

Chapter 32, Fans, has been improved by addition of typical sound level curves to the 
fan performance curves. A new diagram illustrating accepted designations of direction 
of rotation and discharge for fans has been added. The chapter also contains a section 
on attic fans which has been transferred from Chapter 36. 

Chapter 34, Automatic Control, has been rewritten to include more detailed treatment 
of typical controls and control combinations for all types of systems. 

Chapter 36^ Unit Air Conditioners, Unit Air Coolers, has been revised and improved 
in both text and illustrations. 

Chapter 37, Spray Apparatus, has been rearranged and includes new information on 
design and use of air washers, cooling towers and spray ponds. 

Copter 40, Air Distribution, has been completely revised by the ASHV^E Technical 
Advisory Committee on Air Distribution and Air Friction. It contains new definitions 
pnd formulas for air distribution. Charts have been included for graphical solution of 
pJ^lems involving flow of air from slots and jets, residual velocity and size of openings. 
Information on location of outlets has been enlarged, and more information is given on 
control of air streams in spaces. 
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Chapter 4^, Central Systems for Air Conditioning has been simplilied, with improve- 
ment in presentation. New diagrams are used to illustrate equipment arrangement 
and operation. 

Chapter 4^, Industrial Air Conditioning, has been revised to emphasize growing 
importance of applications in this field, and the need for safeguarding the health and 
efficiency of workers as well as the quality of the manufactured product. 

Chapter 4'^ > Drying S>’stems, has been revised and new material has been added. 

Chapter 4^^ Transportation Air Conditioning, has been revised to keep the chapter 
up to date with recent progress in this phase of air conditioning. 

Chapter 50, Water Services, has been enUtrged by the addition of a friction and 
capacity chart applicable to copper tubing. Charts for both standard 1. S. pipe and 
for copper tubing have been extended to small capacity and can bt‘ used for calculating 
friction loss for panel heating installations. 

Chapter 51 , Corrosion and Water Formed Deposits, Causes and Prevention, is a new 
chapter presenting corrosion theor>’ and also current practice in prevention ot corrosion 
in heating, ventilating and air conditioning sv stems. The chapter was i)repare<i b\ the 
ASH\"E Technical Advisory Committee on Corrosion. 

Chapter 52, Codes and Standards, contains main new codes which add to the growing 
usefulness of this convenient list of references to codes applicable to heating, stmtilating 
and air conditioning. 

A cross index of the Technitxd Data Section is included. 

I'he 26th edition of The Guide, like its predecessors, reprej^eiits an up-lodate collection 
of practical and useful data and design information provided through the kind coopera- 
tion and generositv of manv' members and fri<‘nds of the Society. Among tho.se who 
have been especially helpful in the preparation of this edition, we are ph‘a^ed to list the 
following, and to acknowledge tlu* great value of their contributions: 


C. M. Ashley 

F. W. HrTciuNsoN 

S. 1. Roitmave 

Merrill Bernard 

E. F. Hyde 

H. j. Ryan 

R. D. Bllm 

A. J. Keating 

L. A. Stevens 

S. D. Browne 

H. E. Lani)sher(, 

J. P. .St E war I 

H. M. Burge.ss 

.S. k. Lewts 

E. SZ EKELV 

F. N. Calhoon 

J. S. Locke 

E. C. Fhorn 

K. A. Gonzalez 

H. A. Lockhart 

r. H. 1 RDAHL 

L. F. Collins 

C. O. Mackey 

J. k. \ ER.NON 

W. S. Harris 

G, P. Nachman 

A. C. W.Vti.NEK 

E. P. Hexkel 

H. B. Nottage 

r. A. Walters 

H. B. Hedges 

G. V. Parmelei: 

k. A. Wasson 

W. 0. Huebner 

F. J. Reed 

K. k. Weaver 

G. E. Hulse 

L. J. Riconda 

G. D. W’iNANS 

C. M. Humphreys 

R. W . Roose 

k. T. /OCH 


In the Catalog Data Section there is an enlarged representation of 230 manufacturers 
of heating, ventilating and air conditioning e<|uipment whose prcKlucts are presented in a 
careful and unexaggerated manner. This section provides a ready reference to products 
needed in the design and installation of all types of systems. The products are listed in 
a convenient cross index from which the names of the manufacturers of any desired type 
of product can readily be found. 

GITDE PUBLICATION COMMITTEE 
R. S. Dill, Chairman 

R. L. Byers B. H. Jennings W. N. WmiEKiDor; 

Ralph P. Cwk C. F. Kayan C. P. Yaglou 

R. C. Cross W. M. Wallace, II Cyril Tasker, ex-officio • 

Carl H. Flink, Technical Secretary 
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Chapter 1 


TERMINOLOGY 


CloBgary of Physical and Heatings Ventilating^ Refrigerating 
and Air Conditioning Terms Used in the Text 


Absolute Zero: The zero from which absolute temperature is reckoned. Ap- 
proximately —273.2 C or —459.8 F. 

Absorbent: A sorbent which changes physically or chemically, or both, during 
the sorption process. 

Absorption : The action of a material in extracting one or more substances present 
in an atmosphere or mixture of gases or liquids; accompanied by physical change, 
chemical change, or both, of the sorbent. 

Acceleration: The time rate of change of velocity i,e., the derivative of velocity 
with respect to time. In the cgs system the unit of acceleration is the centimeter per 

dv 

(second) (second), in the fps system the unit is the foot per (second) (second) a *■ -77. 

at 

Acceleration Due to Gravity: The rate of ^ain in velocity of a freely falling body, 
the value of which varies with latitude and elevation. The international gravity standard 
has the value of 980.665 cm per (second) (second) or 32.174 ft per (second) (second) 
which is the actual value of this acceleration at sea level and about 45 deg latitude. 

Adiabatic: An adjective descriptive of a process such that no heat is added to or 
taken from a substance or system undergoing the process. 

Adsorbent: A sorbent which doe^not change physically or chemically during the 
sorption process. 

Adsorption: The action, associated with surface adherence, of a material in extract- 
ing one or more substances present in an atmosphere or mixture of gases and liquids 
unaccompanied by physical or chemical change. Commercial adsorbent materials have 
enormous internal surfaces. 

Aerosol : An assemblage of smalt particles, solid or liquid, suspended in air. The 
diameters of the particles may vary from 100 microns down to 0.01 micron or less, 
e.g, dust, fog, smolce. 

Air Cleaner: A device designed for the purpose of removing air-borne impurities 
such as dusts, gases, vapors, fumes and smokes. (Air cleaners include air washers, air 
filters, electrostatic precipitators and charcoal filters.) 

Air Conditioning: The simultaneous control of all or at least the Erst three of those 
factors affecting both the physical and chemical conditions of the atmosphere within 
any structure. These factors include temperature, humidity, motion, distribution, 
dust, bacteria, odors and toxic gases, most of which affect in greater or lesser degree 
human health or comfort. (5ee Comfort Air Conditioning,) 

Air, Dry: In psychrometry, air unmixed with, or containing no, water vapor. 

Air, Saturated: A mixture of dry air and saturated water vapor, all at the same 
dry-bulb temperature. 

Air, Standard: Air with a density of 0.075 lb per cubic foot and an absolute vis- 
cosity of 1 .22 X 10*» lb mass per (foot) (second). This is substantially equivalent to dry 
air at 70 F and 29.92 in. (Hg) barometer. 

Air Waahar: An enclosure in which air is drawn or forced through a spray of water 
in order to cleanse, humidify, or dehumidify the air. 

Anamematar: An instrument for measuring the velocity of a fluid, 

Aapaat Ratio: In air distribution outlets the ratio of the length of the core of a 
grille, face or register to the width. 

In rectangular ducts the ratio of the width to the depth. 

Atmoapliarle Fraaaura: The pressure due to the weight of the atmoephere. It is 
the pressure indicated by a barometer. Standard Atmospheric Pressure or Standard 
Atmosphere is the pressure of 76 cm of mercury having a oensity of 13.6^1 grams per 
cubic centimeter, under standard p^vity ot 980.^ cm per (second) (second). It is 
^qpiyalent to 14.696 lb per square inch or 29.921 m* of merciiry at 32 F. 

BalRai A aarface used for d^ecting fluids, usually in the form of a plate or wail. 

Wail Hoalirs A set of heat transfer coils or sections used to heat air which is drawn 
or lotted through it by a fan. / 

\ B 




2 


CHAPTER I 


1948 Guide 


Blow (throw) : In air distribution, the distance an air stream travels from an outlet 
to a position at which air motion along the axis reduces to a velocity of 50 fpm. 

For unit heaters, the distance an air stream travels from a heater without a perceptible 
rise due to temperature difference and loss of velocity. 

Boiler Heating Surface: That portion of the surface of the heat-transfer apparatus 
in contact with the fluid being heated on one side and the gas or refractory being cooled 
on the other, in which the fluid being heated forms part of the circulating system; this 
surface shall be measured on the side receiving heat. This includes the boiler, water 
walls, water screens, and water floor. (A.S.M.E. Power Test Codes, Series 1929.) 

Boiler Horsepower: The equivalent evaporation of 34.5 lb of water per hour from 
and at 212 F. This is equal to a heat output of 970.3 X 34.5 — 33,475 Btu per hour. 

British Thermal Unit: Classically the Btu is defined as the quantity of heat 
required to raise the temperature of 1 lb of water 1 Fahrenheit degree. By this definition 
the exact value depends upon the initial temfx?rature of the water. Several values of 
the Btu are in more or less common use, each differing from the others by a slight amount. 
One of the more common of these is the mean Btu which is defined as 1 /1 80 of the heat 
required to raise the temperature of 1 lb of water from 32 F to 212 F at a constant 
atmospheric pressure of 14.69C lb per square inch absolute. 

For most accurate work the International Table (l.T.) Btu is usually used. This is 
defined by the relation: 1 (l.T.) Btu per (pound) (Fahrenheit degree) = 1 (l.T.) 
calorie per (gram) (Centigrade degree), d'his value corresponds to the amount of heat 
required to raise the temperature of 1 lb of water I Fahrenheit degree at 58 F and also at 
149 F. The mean Btu corresponds to 1.0008 (l.T.) Btu. 

By-Pass: A pipe or duct, usually controlled by valve or damper, for conveying a 
fluid around an element of a system. 

Calorie (Gram Calorie): Classically the calorie is defined as the quantity of heat 
requirecl to raise the teinp)erature of 1 gram of water 1 Centigrade degree. By this 
definition the exact value depends upon the initial temperature of the water. Several 
values of the calorie are in more or less common use, each differing from the others by a 
slight amount. Among these are the 15 C calorie and the 17^2 C calorie, 'Fhc mean 
calorie, i.e. 1/100 the quantity of heat required to raise the temperature of 1 gram of 
water from 0 C to 100 C, is also extensively used. 

For the most accurate work the International Table (l.T.) calorie, defined in terms 
of the international electrical units, is usually used: 1 (l.T.) calorie » 1/860 inter- 
national watt-hour = 3,600/860 international watt-seconds or international joules. 

The kilocalorie =1,000 cal. 

Central Fan System: A mechanical indirect system of heating, ventilating, or air 
conditioning, in which the air is treated or handled by equipment located outside the 
rooms serv^, usually at a central location, and is convev^ to and from the rooms by 
means of a fan and a system of distributing ducts. (See Chapter 43.) 

Chimney Effect: The tendency of air or gas in a duct or other vertical passage to 
rise when heated due to its lower density compared with that of the surrounding air or 
gas. In buildings, the tendency toward displacement (caused by the difference in tem- 
perature) of internal heated air by unheated outside air due to the difference in density 
of outside and inside air. 

Comfort Air Conditioning ; The process by which simultaneously the temperature, 
moisture content, movement and quality of the air in enclosed spalls intended for 
human occupancy may be maintained within required limits. (See Air Conditioning,) 

Comfort Line: The effective temperature at which the largest percentage of adults 
feels comfortable. 

Comfort Zone {Average)*. The range of effective temperatures over which the 
majority (50 per cent or more) of adults i^I comfortable. (Sec Chapter 12.) 

Condensate: The liquid formed by condensation of a vapor. In steam heating, 
water condensed from steam; in air conditioning, water extracted from air, as by con- 
densation on the cooling coil of a refrigeration machine. 

Condensation : The process of changing a vapor into liquid by the extraction of 
heat. Condensation of steam or water vapor is effected in either steam condensers or in 
dehumidifying coils and the resulting water is called condensate. 

Conifiictance, Surface ( Unit)*. The amount of heat transferred by radiation, con- 
duction, and convection from unit area of a surface to the air or other fluid in contact 
with it, or vice versa, in unit time for a unit dif|erence in temperature between the 
surface and the fluid. The common unit i8:^Btu per (hour) (square foot) (Fahrenheit 
degree). Symbol/. The temperature of thenufd snould be taken in a plane sufficiently 
far from the surface that it will not be affected by the temperature of the surface. 
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Conduetanoe, Thermal : The time rate of heat flow through unit area of a body, of 
given size and shape, per unit temperature difference. Common unit is; Btu per (hour) 
^square foot) (Fahrenheit degree). Symbol C. 

Conduction, Thermal: The process of heat transfer through a material medium 
in which kinetic energy is transmitted by the particles of the material from particle to 
particle without gross displacement of the particles. 

Conductivity, Thermal: The time rate of heat flow through unit area of a homo- 
geneous substance under the influence of a unit temperature gradient. Common units 
are; Btu per (hour) (square foot) (Fahrenheit degree per inch). Symbol k. 

Conductor, Thermal; A material which readily transmits heat by means of 
conduction. 

Convection; The motion resulting in a fluid from the differences in density and the 
action of gravity. In heat transmission this meaning has been extended to include both 
forced and natural motion or circulation. 

Convective Heat Transfer: The transmission of heat by either natural or forced 
motion of a fluid (liquid or gas). 

Convector: An agency of convection. In heat transfer, a surface designed to 
transfer its heat to a surrounding fluid largely or wholly by convection. The heated 
fluid may be removed mechanically or by gravity (Gravity Convector). Such a surface 
mav' or may not be enclosed or concealed. When concealed and enclosed the resulting 
device is sometimes referred to as a concealed radiator. (.See also definition of Radiator^ 
(See also Chapter 25.) 

Decibel: A unit used to express the relation between two amounts of pow'er. By 
definition the difff^rence in decibels between two powers P\ and A, Pt being the larger, is: 
db difference = 10 logK Pi /^. 

In acoustics the threshold of hearing at l.OtK) cycles per second has been standardized 
at watts per s<|uare centimeter. 1 is the power in watts per square centimeter of 
a measured sound, then 10 logio l(f^^'' is the db difference above the threshold and 
is known as the intensity level. This is a definite recognized way of describing the intensity 
of a sound. 

Degree-Day: A unit, based upon temperature difference and time, used in estimating 
fuel consumption and sf)ecifying nominal heating load of a building in winter. For any 
one dav, w'hen the mean temperature is less than 65 F, there exists as many degree-days 
as there are F*ahrenheit degrees difference in temperature between the mean temp)erature 
for the day and 65 F. 

Dehumidify : To reduce, by any process, the quantity of w'ater vapor w ithin a given 
space. 

Dehydrate: To remove water in all forms from matter. Liquid water, hygroscopic 
water, and water of crystallization or water of hydration are included. 

Density; The ratio of the mass of a specimen of a substance to the volume of the 
specimen. The mass of a unit volume of a substance. When weight can be used without 
confusion, as synonymous with mass, density is the weight per unit volume. 

Dew-Point: See Temperature, Dew-Point. 

Direct- Indirect Heating Unit: A heating unit located in the room or space to be 
heated and partially enclosed, the enclosed portion being used to heat air which enters 
from outside the room. 

Direct- Return System {Hoi Water)', A hot w^ater system in which the water, after it 
has passed through a heating unit, is returned to the boiler along a direct path so that 
the total distance traveled by the water is the shortest feasible, and so that there are 
considerable differences in the lengths of the several circuits composing the system. 

Down-Feed One-Pipe Riser {Steam)i A pipe which carries steam downward to the 
heating units and into which the condensate from the heating units drains. 

Down -Feed System {Steam): A steam heating system in which the supply mains 
are above the level of the heating units which they serve. 

Draft; A current of air. Usually refers to the pressure difference which causes a 
current of air or gases to flow through a flue, chimney, heater or space. 

Draft Hoad {Side Outlet Enclosure ) : The height of a gravity convector between the 
bottom of the heating unit and the l>ottoiTi of the air outlet opening. {Tof Outlet En- 
closure): The height of a gravity convector between the bottom of the heating unit and 
the top of the enclosure. 

Drip; A pipe, or a steam trap and a pipe considered as a unit, which conducts con- 
densation from the steam side of a piping system to the water or return side of the system. 

Dry: To separate or remove a liquid or vapor from another substance. The liquid 
may be water but the term is also us^ fot the removal of liquid or vapor forms of other 
substances. 
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HmcI, Dynamic: Same as Total Pressure expressed in height of liquid. 

Heat: The form of energy that is transferred by virtue of a temperature difference. 
V. constant pressure heat added is equal to enthalpy change. 

Heat, Humid: Ratio of increase of enthalpy per pound of dry air to rise of tem- 
perature under conditions of constant pressure and constant humidity ratio. 


Heat, Latent: A term used to express the energy involved in a change of state. 

j Heat, Sensible: A term used in heating and cooling to indicate any portion of heat 
flii^hich changes only the temperature of the substances involved. 

I Heat of the Liquid : The increase in enthalpy per unit weight of a saturated liquid 
ms its temperature increases from a chosen base temperature. For water the base tem- 
*V>‘ature is usually taken as 32 F. 

Heat, Specific: The heat absorbed (or given up) by a unit mass of a substance 
when its temperature is increased (or decreased) bv 1 deg. Common Units; Btu per 
(pound) (Fahrenheit degree), calories per (gram) (Centigrade degree). For gases, both 
specific heat at constant pressure (Cp) and specific heat at constant volume (Cv) are 
frequently used. In air-conditioning, Cp is usually used. 

Haat, Total: See Enthalpy. 

Hoat Transmission, Coefficient: Any one of a number of coefficients used in the 
r:alculation of heat transmission by conduction, convection, and radiation, through 
various materials and structures. (See thermal conductance, thermal conductivity, 
thermal resistance, thermal resistivity, thermal transmittance, etc.). 

Hot Water Heating System: A heating system in which water is used as the 
nedium by which heat is carried from the boiler to the heating units. 

Humidify: 'o increase, by any process, the density of water vapor within a given 
ipace. 

Humidlstat: A re^latory device, actuatfc by changes in humidity, used for the 
lutomatic control of relative humidity. 


Humidity: Water vapor within a given space. 

Humidity, Absolute: The weight of water vapor per unit volume, pounds per 
;ubic foot or grams per cubic centimeter. 

Humidity, Relative: The ratio of the actual partial pressure of the water vapor 
a space to the saturation pressure of pure water at the same temperature. (See dis- 
ision in Chapter 3.) 

Humidity Ratio: In a mixture of water vapor and air, the w^eight of water vapior 
:r pound of dry air. Also called Specific Humidity. 

Humidity, Specific: See Humidity Ratio. 

Hygrostat; Same as Humidistat. 

Inch of Water: A unit of pressure equal to the pressure exerted by a column of 
:uid water 1 in. high at a standard temperature. The standard temperature is some- 
■nes taken as 0 C and sometimes as 62 F. One inch of water at 62 F » 5.197 lb per 
aare foot. 

Insulation {Thermal): A material having a relatively high resistance to heat flow, 
d used principally to retard the flow of heat. 

Isobario: An adjective used to indicate a change taking place at constant pressure. 

Itothormal: An adjective used to indicate a change taking place at constant 
perature. 

Load, Estimated Design: In a heating or cooling system, the sum of the useful 
^t transfer plus heat transfer from or to the connected piping plus heat transfer 
•urring in any auxiliary apparatus connected to the system. The units are Btu per 
or, in heating, equivalent direct radiation (EDR) which is becoming obsolete. 
>ad, Estimated Maximum: In a heating or cooling system, the calculated maxi- 
heat transfer that the system will be callra upon to provide. 

! 9nomoter: An instrument loc measuring pressures; essentially a U-tube partially 
^ith a liquid* usually water, mercury, or a light oil, so constructed that the amount 
^placement of the liquid indicates the pressure being exerted on the instrument. 

A measure of the inertia of a body. It also measures the quantity of matter 
ay. ^ Sim the only genarml property of a given pc^on of matter that cannot be 
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light.) The mass of a body is numerically equal to the ratio of the force required to give 
the body a given acceleration to the acceleration, m *« F/a, The common units of 
mass are the gram and the pound. 

Mechanical Equivalent of Heat: The quantity of mechanical energy equal to 
one unit of heat. J « 778.3 ft-lb per Btu = 4.187 X 10^ ergs per gram-calorie. 

Medium, Heating: A substance such as water, steam, air or furnace gas used to 
convey heat from the boiler, furnace or other souce of heat or energy to the heating unit 
from which the heat is dissipated. 

Micron: A unit of length, the thousandth part of 1 mm or the millionth of a meter. 

Millimeter of Mercury: A unit of pressure equal to the pressure exerted by a 
column of mercury 1 mm high at a tempei'ature of 0 C. One millimeter of mercury at 
0 C « 1.934 X 10“* lb per square inch. 

Mol: A weight of a substance numerically equal to its molecular weight. If the 
weight is in pounds the unit is a Pound Mol, in grams the unit is a Gram Mol. For' 
perfect gases the volume of 1 mol is constant for all gases at the same tempierature and 
pressure. For real gases this is approximately true at moderate pressures. At 32 F and 
zero-pressure the value of the product, pressure times specific volume, is 359.045 ^ 0.006 
atmosphere cubic feet (atm it*), for 1 mol of any gas. For dry air at 32 F and standard 
atmospheric pressure, the specific volume is 358.^ cu ft per mol (ft* per mol). 

One-Pipe Supply Riser — (Steam): A pipe which carries steam vertically to a heat- 
ing unit and which also carries the condensate from the heating unit. In an upfeeci 
system steam and condensate flow in opposite directions; in an overhead or down-feed 
system they flow in the same direction. 

One-Pipe System — (Steam): A steam heating system in which a single main serves 
the dual purpose of supplying steam to the heating unit and conveying condensate from 
it. Ordinarily to each heating unit there is but one connection which must ^rve as both ^ 
the supply and the return, although separate supply and return connections may be ^ 
used. (Hot Water) — A hot water system in which the cooled water from the heating 
units is returned to the supply main. Consequently, the heating units farthest from the, 
boiler are supplied with cooler water than those near the boiler in the same circuit. 

Overhead System: Any steam or hot water system in which the supply main r 
above the heating unit. In a steam system the return must be below the heating units- 
in a water system the return may be above or below the heating units. 

Panel Heating: A heating system in which heat is transmitted by both radiatioi 
and convection from panel surfaces to both air and surrounding surfaces. 

Panel Radiator: A heating unit placed on or flush with a flat wall surface and in 
tended to function essentially as a radiator. 

Plenum Chamber: An air compartment maintained under pressure and connccte 
to one or more distributing ducts. 

Potentiometer: An instrument for comparing small electromotive forces or fo 
measuring small electromotive forces by comparison with a known electromotive force. 
Its principal advantage is that during the measurement no current flows through the 
source of electromotive force. 

Power: The rate of performing work. Common units are horsepower, Btu per hour, 
and watts. 


Pressure: Force per unit area. Common units are pounds per square inch, gram pec 
square centimeter, inch of water, millimeter of mercury. 

Pressure, Absolute: The sum of the gage pressure and the barometric pressure. 

Pressure, Gage: Pressure measured from atmospheric pressure as a base. Gage 
pressure may be indicated by a manometer which has one leg connected to the pressure 
source and the other exposed to atmospheric pressure. 

Pressure, Dytiamio: Same as Total Pressure. 


Pressure, Saturation: The saturation pressure for a pure substance for any given 
temperature is that pressure at which vapor and liquid or vapor and solid can co-exjst 
in stable equilibrium. 


Pressure, Statie : The normal force per unit area that would be exerted by a moving 
fluid on a small body immersExl in it if the body were carried along with the fluid. Ptactf 
cally, it is the normal force per unit area at a small hole in a wall of the duct through 
which the fluid flows (piezometer) or on the surface of a stationary tube at a point wbm ! 
the disturbances created by inserting the tubs cancel. It is supposed that the thermo- 
dynamic properties of a moving fluid depend on static pressure in exactly the sasae^ 

depend upon its uniform hydrostatic pressure. 

anrSTvel^ity pfessure irithfprv erf the flow of^fluids; the sum of the static pressure 
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Pressure, Vapor: The pressure exerted by a vapor. If a vapor is kept in confine- 
ment over its liquid so that the vapor can accumulate above the liquid, the temperature 
being held constant, the vapor pressure approaches a fixed limit called the maximum, 
or saturated, vapor pressure, dependent only on the temperature and the liquid; The 
term vapor pressure is sometimes used as synonymous with saturated vapor pressure. 

Pressure, Velocity: In a moving fluid, the pressure capable of causing an equivalent 
velocity if applied to move the same fluid through an orifice such that all pressure 
energy expended is converted into kinetic energy. 

Psychrometer: An instrument for ascertaining the humidity or hygrometric state 
of the atmosphere. 

Psych rometric; Pertaining to psychrometry or the state of the atmosphere with 
reference to moisture. 

Psychrometry: The branch of physics relating to the measurement or determination 
of atmospheric conditions, particularly regarding the moisture mixed with the air. 

Pyrometer: An instrument for measuring high temperatures. 

Radiant Heating: A heating system in which only the heat radiated from panels 
is effective in providing the heating requirements. The term Radiant Heating is fre- 
quently used to include both Panel and Radiant Heating. 

Radiation: The transmission of energy by means of electromagnetic waves. 

Radiation, Thermal (Heat) Radiation: The transmission of energy by means 
of electromagnetic waves of very long wave length. Radiant energy of any wave length 
may, when absorbed, become thermal energy and result in an increase in the temperature 
of the absorbing body. 

Radiation, Equivalent Direct (EDR): A unit of heat delivery of 240 Btu {Steam) 
or 150 Btu ( Water) per hour. It does not imply 144 s(] in. of surface. 

Radiator: A heating unit exposed to view within the room or space to be heated. 
A radiator transfers heat by radiation to objects within visible range and by conduction 
to the surrounding air which in turn i# circulated by natural convection; a so-called 
radiator is also a convector but the term radiator has been established by long usage. 

Radiator, Concealed: A heating device located within, adjacent to, or exterior to 
the room being heated but so covered or enclosed or concealed that the heat transfer 
surface of the device, which may be either a radiator or a convector, is not visible from 
the room. Such a device transfers its heat to the room largely by convection air currents. 

Radiator, Direct: Same as Radiator. 

Radiator, Recessed: A heating unit set back into a wall recess but not enclosed. 

Radiator, Tube or Tubular: A heating unit used as a radiator in which the heat 
transfer surfaces are principally tubes. 

Refrigerant: A substance which produces a refrigerating effect by its absorption 
of heat while expanding or vaporizing. 

Refrigeration, Ton of; The removal of heat at a rate of 200 Btu per minute, 12,000 
Btu per hour, or 288,000 Btu j)er 24 hours. 

Resistance, Thermal: The reciprocal of thermal conductance. Symbol R. 

Resistivity, Thermal : The reciprocal of thermal conductivity. Symbol r . 

Return, Dry: A return pipe in a steam heating system which carries both water of 
condensation and air. The dry return is above the level of the water line in the boiler 
in a gravity system. (See Return, Wet.) 

Return, Wet: That part of a return main of a steam heating system which is filled 
with water of condensation. The wet return usually is below the level of the water line 
in the boiler, although not necessarily so. (See Return, Dry.) 

Return Mains; Pipes or conduits which return the heating or cooling medium from 
the heat transfer unit to the source of heat or refrigeration. 

Reversed^Retum System : A system in which the heating or cooling medium from 
several heat transfer units is returned alon^ paths arranged so that all circuits com- 
I posing the system or composing a major sub-division of it are of practically equal length. 

' Saturation: The condition for co-existence in stable equilibrium of a vapor and 
liquid or a vapor and solid phase of the same substance. Example: Steam over the 
water from which it is being generated. 

Saturation, Degroa of, or Per Cent: The ratio of the weight of a given volume 
of water vapor to the weight of an equal volume of saturated water vapor at the same 
temperature. 

Sntolce: An air suspension (aerosol) of particles, usually but not necessarily solid, 
often originating in a solid nucleus, formed from combustion or sublimation. Also 
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defined as carbon or soot particles less than 0.1 micron in size which result from the 
incomplete combustion of carbonaceous materials such as coal» oil, tar, and tobacco. 

Smokeless Aroh: An inverted baffle placed in an up-draft furnace toward the rear 
to aid in mixingf the gases of combustion and thereby to reduce the smoke produced. 

Solar Constant: The solar intensity incident on a normal surface located outside 
the earth's atmosphere at a distance from the sun equal to the mean distance between 
the earth and the sun. Its value is 415, 445, or 430 Btu per (hour) (square foot) as the 
July, January, or mean value respectively. At sea level in July the solar intensity value 
is atM^ut 300 Btu per (square foot) (hour) since about 28 per cent is absorbed in the 
earth's atmosphere. 

Sorbent: A material which extracts one or more substances present in an atmos- 
phere or mixture of gases or liquids with which it is in contact, due to an affinity for 
such substances. 

Sorption: Adsorption or absorption. 

Split System : A system in which the heating is accomplished by means of radiators 
or convectors supplemented by mechanical circulation of air (heated or unheated) from 
a central point. Ventilation may be provided by the same system. 

Square Foot of Heating Surface {Equivalent): This term is synonymous with 
Equivalent Direct Radiation (EDR). 

Stack Height: The height of a gravity convector between the bottom of the 
heating unit and the top of the outlet opening. 

Steam: Water in the vapor phase. Dry Saturated Steam is steam at the saturation 
temfjerature corresponding to the pressure, and containing no water in suspension. Wet 
Saturated Steam is steam at the saturation temperature corresponding to the pressure, 
and containing water particles in suspension. Superheated Steam is steam at a tem- 
perature higher than the saturation temperature corresponding to the pressure. 

Steam Heating System: A heating system in which heat is transferred from the 
boiler or other source of heat to the heating units by means of steam at, above, or 
below atmospheric pressure. 

Steam Trap: A device for allowing the passage of condensate, or of air and con- 
densate and preventing the passage of steam. 

Supply Mains: The pipes through which the heating medium flows from the boiler 
or source of supply to the run-outs and risers leading to the heating units. 

Surface, Heating: The exterior surface of a heating unit. Extended heating surface 
{or extended surface): Heating surface consisting of fins, pins or ribs which receive heat 
by conduction from the prime surface. Prime Surface: Heating surface having the 
heating medium on one side and air (or extended surface) on the other. (See also Boiler 
Heating Surface.) 

Temperature: The thermal state of matter with reference to its tendency to com- 
municate heat to matter in contact with it. If no heat flows upon contact, there is no 
difference in temperature. 

Temperature, Absolute: Temperature expressed in degrees above absolute zero. 

Temperature, Dry-Bulb: The temp^ature of a gas or mixture of gases indicated 
by an accurate thermometer after correction for radiation. 

Temperature, Dew-Point: The temperature at which the condensation of water 
vapor in a space begins for a given state of humidity and pressure as the temperature of 
the vapor is reduc^. The temperature corresponding to saturation (100 per cent 
relative humidity) for a given absolute humidity at constant pressure. 

Temperature, Effective: An arbitrary index which combines into a single value the 
effect of temperature, humidity, and air movement on the sensation of warmth or cold 
felt bv the human body. The numerical value is that of the temperature of still, saturated 
air which would induce an identical sensation. 

Temperature, Wet-Bulb: Thermodynamic wet-bulb temperature is the tem- 
perature at which liquid or solid water, by evaporating into air, can bring the air to 
saturation adiabatically at the same temperature. Wet-bulb temperature (without 
qualification) is the temperature indicated by a wet-bulb psychrometer constructed and 
used according to specifications. {A.S.M,E, Power Test Codes, Series 1932, Instru- 
ments and Apparatus, Part 18.) 

Tticrmodynamlos, Laws cf : Two laws upon which rest the classical theory of 
thermodynamics. Thm laws have been stated in many different, but equivalent ways* 
The First Lam (1) When work is expended in generating heat, the quantity of heat 
produced is fmpcMrtional to the work expended; and conversely, when heat is employed 
m the perlbrmaiice of work, the quanti^ of heat which disappears is proportionaf to 
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the work done. (Joule)® (G.P.)*>; (2) If a system is caused to change from an initial state 
to a final state by adiabatic means only, the work done is the same for all adiabatic paths 
connecting the two states. (Zemansky); (3) In any power cycle or refrigeration cycle 
the net heat absorbed by the working substance is exactly equal to the net work done. 
The Second Law: (1) It is impossible for a self acting machine, unaided by any external 
agency, to convey heat from a body of lower to one of higher temperature. (Clausius) 
(G.P.); (2) It is impossible to derive mechanical work from heat taken from a body 
unless there is available a bodv of lower temperature into which the residue not so used 
may be discharged (Kelvin) (G.P.); (3) It is impossible to construct an engine that, 
operating in a cycle, will produce no effect other than the extraction of heat from a 
reservoir and the performance of an equivalent amount of work (Zemansky). 

Thermostat: An instrument which responds to changes in temperature and which 
directly or indirectly controls temperature. 

Transmittance, Thermal: The time rate of heat flow, from the fluid on the warm 
side to the fluid on the cold side, per (square foot) (degree temperature difference be- 
tween the two fluids). Sometimes called Over-all Coefficient of Heat Transfer. 

Common unit is Btu per (hour) (square foot) (Fahrenheit degree). Symbol U. 

Two-Pipe System {Steam or Water ) : A heating system in which one pipe is used for 
the supply of the heating medium to the heating unit and another for the return of the 
heating medium to the source of heat supply. The essential feature of a two-pipe 
system is that each heating unit receives a direct supply of the heating medium which 
medium cannot have serv^ a preceding heating unit. 

Up-Feed System: A heating system in which the supply mains are below the level 
of the heating units which they serve. 

Vacuum Heating System: A two-pipe steam heating system equipped with the 
necessary accessory apparatus which wffl permit operating the system below atmospheric 
pressure when desired * 

Vane Ratio: In air distributing devices the ratio of depth of vane to shortest opening 
width between two adjacent grille bars. 

Vapor: The gaseous form of substances which are normally in the solid or liquid 
state and which can be changed to these states either by increasing the pressure or 
decreasing the temperature. Vapors diffuse. {A.S.A. definition.) 

Vapor Heating System : A steam heating system which operates under pressures at 
or near atmospheric and which returns the condensate to the boiler or receiver by 
gravity. Vapor systems have thermostatic traps or other means of resistance on the 
return ends of the heating units for preventing steam from entering the return mains; 
they also have a pressure-equalizing and air-eliminating device at the end of the dry 
return. 

Velocity: A vector quantity which denotes at once the time rate and the direction 

of a linear motion, F « -3^ , For uniform linear motion V « -4* • Common units 
at t 

are: feet per second. 

Ventilation: The process of supplying or removing air, by natural or mechanical 
means, to or from any space. Such air may or may not have been conditioned. (See 
Air Conditioning.) 

Volume, Speeiflo: The volume of a substance per unit mass; the reciprocal of 
density. Units: cubic feet per pound, cubic centimeters per gram, etc. 

Warm Air Heating System: A warm air heating plant consists of a heating unit 
(fuel-burning furnace) enclosed in a casing, from whicli the heated air is distributed to 
the various rooms of the building through ducts. 

Warm Air Heating System, Gravity: A warm air heating system in which the 
motive head producing flow depends on the difference in weight between the heated air 
leaving the casing and the cooler air entering the bottom of the casing. 

Warm Air Hating Syatam, Meohanieal: A warm air heating system in which 
circulation of air is effected by a fan. Such a system may include air deaning devices. 


ftNttines of authors who first stated law are given in parentheses. 

hFrom Glossary of Physics, by LeRoy Dougherty Weld, (McGraw-HUI, 1937). 




Chapter 2 

ABBREVIATIONS AND SYMBOLS 


Standard Abbreviations; Standard Symbols; Greek Alphabet ; Conversion 
Equations; Graphical Symbols for Piping, Ductwork, Heating and 
Ventilating, Refrigerating; Identification of Piping by Color; 
Specific Heat Table 


T his chapter contains information regarding abbreviations, symbols, 
and conversion equations, which are of particular interest to the 
engineer engaged in heating, ventilating, and air conditioning. 

ABBREVIATIONS 

Abbreviations are shortened forms of names and expressions employed 
in texts and tabulations and should not generally be used as symbols in 
equations. Most of the following abbreviations have been compiled from 
a list of approved standards ^ In general the period has been omitted in 
all abbreviations except where the omission results in the formation of 
an English word. Additional abbreviations applying to individual 
chapters will be found at the end of Chapters 3, 4, 5, 7, 15, 16, 39, and 41. 


Absolute abs 

Air horsepower air hp 

Alternating -current (as adjective) - a-c 

Ampere,^ amp 

Ampere-hour. amp-hr 

Atmosphere atm 

Average avg 

A voird u poi s a vd p 

Barometer bar. 

Boiling point— bp 

Brake horsepower ..bhp 

Brake horsefX)wer-hour bhp-hr 

British thermal unit Btu 

British thermal units per hour Btuh 

Calorie cal 

Centigram eg 

Centimeter cm 

Centimeter-gram-second (system) cgs 

Cubic cu 

Cubic centimeter cu cm or cc 

Cubic foot cu ft 

Cubic feet per minute cfm 

Cubic feet per second cfs 

Decibel db 

Degree*.. deg or ° 

Degree, Centigrade C 

Degree, Fahrenheit F 

Degree, Kelvin K 

D^ree, R&iumur R 

Diameter diam 


^Abbreviations for Scientific and Engineering Terms, ZlO.1-1941 (American Standards Association). 

is recommended that the abbreviation for the temperature scale. F, C, K, R. be included in exprea^ 
^sions for numerical temperatures but, wherever feasible, the abbreviation for degree be omitted; as 68 F. 
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Direct-current (as adjective)— d-c 

Electromotive Force emf 

Feet per minute fpm 

Feet per second fps 

Foot ft 


Foot-pound 

Foot-pound-second (system). 

Freezing point 

Gallon 

Gallons per minute 


it-lb 

....fps 

fp 

...gal 

-gpm 


Gallons per second gps 

Gram g 

Gram-calorie g-cal 

Horsepower hp 

Horsepower-hour._ hp-hr 


Hour hr 

Inch in. 

Inch-pound in. -lb 

Indicated horsepower ihp 

Indicated horsepower-hour ihp-hr 


Kilogram 

Kilowatt 

Kilowatlhour 

Mass 

Melting point 

Meter 

Micron 

Miles per hour. . 

Millimeter 

Minute.— 


kg 

kw 

.kwhr 
..mass 
mp 


m 

.(t (mu) 

mph 

mm 

min 


Molecular weight mol. wt 

Mol mol 

Ounce oz 

Pound- lb 

Pounds per square inch.- psi 

Pounds p>er square inch, gage psig 

Pounds per square inch, absolute psia 

Revolutions per minute rpm 

Revolutions per second rps 

Second-- sec 


Specific gravity sp p* 

Specific heat sp nt 

Square foot sq ft 

Square inch sq in. 

Watt w 

Watthour whr 


SYMBOLS 

A letter symbol is a single character, with subscript or superscript if 
required, used to designate a physical magnitude in mathematical equa- 
tions and expressions. Two or more symbols together always represent 
a product. The following have been compiled from a selected list of 
approved standards *. Additional symbols and variations in the standard 


*l^tter Symbols for Mechanics of Solid Bodies. ZlO.d-1942. and Letter Symbols for Heat and Thermo* 
dynamics. ZlO.4-1943 {American Standards Association), 
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symbols found necessary in the individual chapters will be found in a list 
at the end of Chapters 3, 4, 5, 7, 15, 16, 39, and 41. 


Acceleration, due to grtivity g 

Acceleration, linear.^- m 

Area A 

Change in specific volume during vapori 2 ation tffg 

Density, Weight per unit volume, Specific weight d or p (rho) 



r 


Distance, linear j 

Dry saturated vapor, Dry saturated gas at saturation pressure and temperature, 

vapor in contact with liquid Subscript g 

Efficiency.- tj 

Elevation above some datum z, Z 

Emissivity e 

Energy in general; work, total; work, niolal E 

Entropy. (The capital should be used for any weight, and the small letter for unit 

weight) « 5 or s 

Force, total load F 

Gas Constant, in equation pV ^ nRT. R 

Head H or h 

Heat content. Total heat, Enthalpy. (The capital should be used for any weight 

and the small letter for unit weight) H or h 

Heat content of saturated liquid, Total heat of saturated liquid. Enthalpy of 

saturated liquid, sometimes called heat of the liquid k{ 

Heat content of dry saturated vapor. Total heat of dry saturated vapor. Enthalpy 

of dry saturated vapor hg 

Heat of vaporization at constant pressure L or hig 

Hydraulic radius 7 ?h 

Internal energy, Intrinsic energy. (The capital should be used for any weight and 

the small letter for unit weight) : U or u 

Length of path of heat flow, thickness.— L 

Load, total W 

Mechanical efficiency -.^m 

Mechanical equivalent of heat J 

Power, Horsepower, Work per unit time 

Pressure, Absolute pressure, Gage pressure, Force per unit area p 

Quantity (total) of fluid, water, gas, heat; Quantity by volume; Total quantity 

of heat transferred Q 

Quality of steam, Pounds of dry steam per pound of mixture jx 

Reynolds N umber Nrc 

Saturated liquid at saturation pressure and temperature, Liquid in contact 

with vapor Subscript f 

Specific heat_» c 

Specific heat at constant pressure Cp 

Specific heat at constant volume Cy 

Specific volume. Volume per unit weight. Volume per unit mass. .v 

Temp^ature (ordinary) F or C. {Theta is used preferably only when t is used for 

Time in the same discussion) t or 0 {th4tta) 


Temperature (absolute) F abs or K. (Capital theta is used preferably only when 

small theta is used for ordinary temperature) T or 0 (capital th^) 
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Thermal conductance heat transferred per (unit time) (degree) C 

C « — « M « g 

R Lt ti — /| 


Thermal conductance per unit area, Unit conductance: heat transferred per 

(unit time) (unit area) (degree) Ct 

r « i- « « A 

A RA Aih-ti) L 

Thermal conductivity: heat transferred per (unit time) (unit area) (degree 

per unit length) Jf 


k = A! 

(/i ~ h) 

L 

Surface coefficient of heat transfer, Filin coefficient of heat transfer, Individual 
coefficient of heat transfer: heat transferred per (unit time) (unit area) 

(degree) / 


g 

A 


ti - it 


(In general / is not equal to k/L, w^cre L is the actual thickness of the fluid film.) 

Over-all coefficient of heat transfer. Thermal transmittance per unit area: heat 

transferred per (unit time) (unit area) (degree over-all) 


g 



Thermal transmission (heat transferred per unit time) g 



Thermal resistance (degree per unit of heat transferred per unit time).„ R 



Thermal resistivity 1/k 

Vaporization values at constant pressure, Differences between values for saturated 

vapor and saturated liquid at the same pressure Subscript fg 

Velocity V 

Viscosity, absolute p. 

Viscosity, kinematic. p/p 


Volume (total)... V 

Volume per unit time, Rate at which quantity of material passes throi^h a 

machine. Quantity of heat per unit time, Quantity of heat per unit weight g 

Weight of a major item, Total weight W 

Weight rate. Weight per unit of power. Weight per unit of time .w 

Work (total) * W 


ending Mty designate properties independent of lUe or shape, sometimes called specific proper* 
tm. Examples: conductivity, r^stivlty. Terms ending once designate quantities depending not only 
M the material, but also upon siae and shape, sometimes called Usiai quamtmes* Examples: conductance, 
timsmittance. Terms ending Um derignate rate of beat transfer. Examples: conduction, transmission. 
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' THE CREEK ALPHABET 


A a Alpha 

I e Iota 

P p Rho 

B p Beta 

K K Kappa 

S a s Sigma 

r Y Gamma ; 

A X Lambda 

Tt Tau 

A 8 Delta 

M [X Mu 

Y u Upsilon 

E e Epsilon 

Nv Nu 

<I> 9 Phi 

Z ; Zeta 

S 5 Xi _ 

X X Chi 

H T) Eta 

0 0 Omicron I 

W Psi 

© «> 6 Theta 

Hx Pi j 

Q G) Omega 


CONVERSION 

Heat, Power and Work 

1 ton refrigeration 
Latent heat of ice 

1 Btu 

1 Int. watthour 

1 Int. kilowatthour 

1 Int. kilowatt (1000 watts) 

1000 I.T. calories \ 

1 I.T. Kilocalorie / 

1 horsepower 

1 boiler horsepower 

Weight and Volume 

1 gal (U. S.) 

1 British or Imperial gallon 
1 cu ft 

1 cu ft water at 60 F ( in vacuo ) 

1 cu ft water at 212 F ( ) 

1 gal water at 60 F ( ** “ ) 

1 gal water at 212 F ( “ “ ) 

1 Ib (avdp) 

1 bushel 
1 short ton 


EQUATIONS 


_ f 12,000 Btu per hour 
\ 200 Btu per minute 
= 143.4 Btu per pound 
778.3 ft-lb 
= 0.2930 Int. w'hr 

252.0 I.T. calorie 
265G ft-lb 
_ I 3.413 Btu 
j 3600 Int. joules 
( 860 I.T. calories 
3,413 Btu 

= < 3.517 lb water evaporated from 
[ and at 212 F 
1.341 hp 

“ 56.88 Btu per minute 

[ 44,267 ft-lb per minute 
3.968 Btu 
= \ 3088 ft-lb 
( 1.1628 Int. whr 
r 0.7455 Int. kw 
] 42.40 Btu per minute 
“ I 33,000 ft-lb per minute 
[ 550 ft-lb per second 
_ / 33,475 Btu per hour 
\ 9.809 Int. kw 


_ / 231 cu in. 

~ \ 0.1337 cu ft 
= 277.42 cu in. 
_ / 7.481 gal 
\ 1728 cu in. 
« 62.37 lb 
« 69.83 lb 
» 8.338 Ib 
* 7.998 Ib 
_ / 16 oz 
\ 7000 grains 
» 1.244 cu ft 
» 2000 lb 


^Checked in 1&44 by National Bureau of Standards. Abbreviations Int. and I.T* refer to I nternational 
and InUrnational (Steam) Table respectively. 
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Pressure 

J lb per square inch 

1 oz per square inch 
1 atmosphere 

1 in. water at 62 F (in vacuo) 

1 ft water at 62 F (in vacuo) 

1 in. mercury at 62 F (in vacuo) 

1 in. mercury at 32 F (in vacuo) 

Metric Units 

1 cm 
1 in. 

1 m 
1 ft 

1 sq cm 
1 sq in. 

1 sq m 
1 sq ft 
1 cu cm 
1 cu in. 

1 cu in 
1 cu ft 


144 lb per square foot 
2.0360 in. mercury at 32 F 
«= 2.0422 in. mercury at 62 F 

2.309 ft water at 62 F 
27,71 in. water at 62 F 
_ / 0.1276 in. mercury at 62 F 
\ 1.732 in. water at 62 F 
14.696 lb per square inch 
2116 lb per square foot 
~ ’ 33.94 ft water at 62 F 
30.01 in. mercury at 62 F 
29.921 in. mercur}^ at 32 F 
f 0.03609 lb per square inch 
= I 0.5774 oz per square inch 
[ 5.197 lb per square foot 
_ ( 0.4330 lb per square inch 
\ 62.37 lb per square foot 

f 0.4897 lb per square inch 
7.835 oz per square inch 
1.131 ft water at 62 F 
13.57 in. water at 62 F 
= 0.491 15 !b per square inch 


= 0.3937 in. = 0.0328 ft 
= 2.540 cm 
= 3.281 ft 
= 0.3048 m 
== 0.1550 sq in. 

= 6.452 sq cm 
= 10.76 sq ft 
== 0.09290 sq m 
= 0.06102 cu in. 

= 16.39 cu cm 
= 35.31 cu ft 
= 0.02832 cu m 


1 liter 
1 kg 
1 Ib 

1 metric ton 
1 gram 

1 kilometer per hour 

1 gram per square centimeter 

1 kg per sq cm (metric atmosphere) 

1 gram per cubic centimeter 
1 dyne 

1 absolute joule 
1 Int. joule 
1 metric horsepower 

I I. T. kilocalorie per kilogram 
1 LT. calorie per square centimeter 
I I.T. calorie per (second) (square centimeter) for 
a temperature gradient of 1 C deg per centi- 
meter 


= 1000 cu cm = 0.2642 gal 

— 2.205 lb (av^dp) 

= 0.4536 kg 

= 2205 lb (avdp) 

= 0.002205 lb (avdp) 

= 0.6214 mph 

_ f 0.02905 in. mercury at 62 F 
\ 0.3942 in. water at 62 F 
= 14.22 lb per square inch 
^ f 0.03613 Ib per cubic inch 
\ 62.43 lb per cubic foot 
= 0.00007233 poundals 
__ / 10,000,000 ergs 
“* 1 0.7376 ft-lb 

- 0.7378 ft-lb 

_ / 75 kg-m per second 
\ 0.986 hp (U. S.) 

“1.8 Btu per pound 
“ 3.687 Btu per square foot 

f2903 Btu per (hour) (scjuare fooO 
“ j for a temperature gradient of 1 F 
(deg per inch of thickness. 
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GRAPHICAL SYMBOLS FOR DRAWINGS® 


Graphical Symbols for Drawings 
Hbating 

1. High Pressure Steam 

2. Medium Pressure Steam 

3. Low Pressure Steam 

4. High Pressure Return 

6. Medium Pressure Return 

6. Low Pressure Return 

7. Boiler Blow Off 

8. Condensate or Vacuum Pump Discharge 

9. Feedwater Pump Discharge 

10. Make Up Water 

11. Air Relief Line 

12. Fuel Oil Flow 

13. Fuel Oil Return 

14. Fuel Oil Tank Vent 

15. Compressed Air 

16. Hot Water Heating Supply 

17. Hot Water Heating Return 


Piping 


■ OO oo oo 


FOF 

FOR- 


-A- 


Air Conditioning 

18. Refrigerant Discharge 

19. Refrigerant Suction 

20. Condenser Water Flow 

21. Condenser Water Return 

22. Circulating Chilled or Hot Water Flow 

23. Circulating Chilled or Hot Water Return 

24. Make Up Water 

25. Humidihcation Line 

26. Drain 

27. Brine Supply 

28. Brine Return 


-RD- 

-RS- 

-C- 

-CR- 

-CH- 

CHR- 


-H- 

-D- 

-B- 

-BR- 


Plumbing 

29. Soil, Waste or Leader (Above Grade) 

30. Soil, Waste or Leader (Below Grade) 

31. Vent 

32. Cold Water 

33. Hot Water 

34. Hot Water Return 


35. Fire Line ...p , , — - p.—.— . 

36. Gas — »-o 

37. Acid Waste 

38. Drinking Water Flow 

39. Drinking Water Return 

40. Vacuum Cleaning v v— 

41. Compressed Air a 


Sprinklers 

42. Main Supplies 

43. Branch and Head 

44. Drain 


•Gmplikal Symbolf iot Use oa Drawingi ia Mechanical Bngineerlzis, Z32.2*1S41 (AMwkan S$»e4$r4t 

AuoMioeh 




Abbreviationa and SymboU 


17 


Graphical Symbols for Drawings 

45. Duct (let Figure, Width; 2nd, Depth) 

46. Direction of Flow 

47. Inclined Drop in Respect to Air Flow 

48. Inclined Rise in Respect to Air Flow 

49. Supply Duct Section 

50. Exhaust Duct Section 

51. Recirculation Duct Section 

52. Fresh Air Duct Section 

53. Other Duct Sections 

54. Register 

55. Grille 

56. Supply Outlet 

57. Exhaust Inlet 

58. Top Register or Grille 

59. Center Register or Grille 

60. Bottom Register or Grille 

61. Top and Bottom Register or Grille 

62. Ceiling Roister or Grille 

63. Louver Opening 

64. Adjustable Plaque 



R 

6 


^ — 

1 1 TR^20^/2- 700 cfm 
1 1 T^20 ^12- 700 cfm 

|| CR^20x/2- lOOcfm 
n 0^20 lOOcfm 

|| ^^20 ^12 -700 cfm 
M 20^12- 700cfm 

1 1 T&BR 20^12- ear. 700 cfm 
H tIbo 20xl2-ea. lOOcfm 

CR 20y^/2- 700 Cfm 
C6 20^/2- 700 Cfm 


j L ^ 20 X /2 - 

700 cfm 

, J 

P-20^I2-700cfm 


-J 

• 1 

1 1 

1 _ . . 

-pp- 

’L- 

J'p-Z0"<^-700cfm 
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Graphical Symbols for Drawings 

66. Volume Damper 

66. Deflecting Damper 

67. Deflecting Damper, Up 

68. Deflecting Damper, Down 

69. Adjustable Blank Off 

70. Turning Vanes 

71. Automatic Dampers 

72. Canvas Connections 

73. Fan and Motor With Guard 


Ductwork 





74. Intake Louvers and Screen 
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Graphical Symbols for Drawings 

76. Heat Transfer Surface, Plan 

76. Wall Radiator, Plan 

77. Wall Radiator on Ceiling, Plan 

78. Unit Heater (Propeller), Plan 

79. Unit Heater (Centrifugal Fan), Plan 

80. Unit Ventilator, Plan 

Traps 

81. Thermostatic 

§ 

82. Blast Thermostatic 

83. Float and Thermostatic 

84. Float 

86. Boiler Return 


Heating and Ventilating 



Valves 

86. Reducing Pressure 

87. Air Line 

88. Lock and Shield 

89. Diaphragm 

90. Air Eliminator 

91. Strainer 

92. Thermometer 

93. Thermostat 
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Graphical Symbols for Drawings 


Refrigerating 


94. Thermostat 
(Self Contained) 

96. Thermostat 
(Remote Bulb) 


96. Pressurestat 


97. Hand Expansion Valve 


98. Automatic 
Expansion Valve 

99. Thermostatic 
Expansion Valve 


© 

— rR 


110. Low Side Float 


111. Gage 


112. Finned Type Cool- 
ing Unit, Natural 
Convection 


100. Evaporator Press. Regu- 
lating Valve, Throttling 
Type 

101. Evaporator Press. Regu- 
lating Valve, Thermo- 
static Throttling Type 

102. Evaporator Press. Regu- 
lating Valve, Snap- Ac- 
tion Valve 


103. Compressor Suction 
Pressure Limiting Valve, 
Throttling Type 


104. Hand Shut Off Valve 


105. Thermal Bulb 


_( 5 ^ 


106. Scale Trap 


107. Dryer 


108. Strainer 


109. High Side Float 





113. Pipe Coil 


114. Forced Convection 
Cooling Unit 


115. Immersion Cooling 
Unit 


116. Ice Making Unit 


117. Heat Interchanger 


118. Condensing Unit, 
Air Cooled 


119. Condensing Unit, 
Water Cooled 


120. Compressor 


121. Cooling Tower 


122. Evaporative Con- 
denser 


123. Solenoid Valve 


124, Pressurestat W^ith _r— -i 

High Pressure Cut- HEjZJZH 
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IDENTIFICATION OF PIPING SYSTEMS BY COLOR 

The color scheme for identification of piping systems listed in the 
following table and shown in Fig. 1 is reprinted from Part V, Fourth 
Edition, of the Engineering Standards of the Heating, Piping and Air 
Conditioning Contractors National Association’^ . 

All piping systems are classified according to the material carried in 
the pipes and colors are assigned as follows: 

Class Color 

F — Fire- protection Red 

D — Dangerous materials Yellow or Orange 

S — Safe Materials Green (or the achromatic colors, white, black, 

gray or aluminum) 

and, when required 

P — Protective materials Bright blue 

V — Extra valuable materials Deep purple 



Fig. 1. Main Classification by Color* 

*From Scheme for Identification of Piping Systemi, Heatini, Piping and Air ComiitioHing Contrattars 
National Assoeialion, Pfrt V, Fourth Edition, p. 17. Ueed by permiaaion. 


^See Schema for Identi&cation ol Piping Syatema, A13*1928, Atmrican Standards Assoeiation, 
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THERMODYNAMICS 

Degree of Saturation; Mollier Diagram; Derived Properties; Typical Air- 
Conditioning Processes^ Heatings Cooling^ Adiabatic Mixing; 
Wet-Bulh Temperatures Below 32F ; Dalton* s Rule; 

Steady Flow Energy Equation, 

U, S. Standard Atmosphere 


T he working substance of the air conditioning engineer is called 
moist air. In order to be able to apply the laws of conservation of 
energy and mass to the analysis of typical air conditioning processes, it 
is necessary to know the thermodynamic properties of moist air, particu- 
larly its enthalpy and volume. When the limitations imposed by the 
Second Law of Thermodynamics have to be considered, it is also necessary 
to know its entropy. 

For the purpose of analysis, moist air may be regarded as a mixture 
of only two constituents, namely, dry air and water vapor. It has long 
been customary to predict the thermodynamic properties of the mixture 
from a knowledge of those of dry air and water vapor separately by means 
of Dalton’s Rule. According to this rule: each , constituent of a gas 
mixture occupies the whole volume of the mixture just as if no other 
constituent were present; it therefore exerts a partial pressure equal to 
the pressure it would exert if alone in the whole volume at the temperature 
of the mixture: the observed pressure of the mixture is the sum of these 
so-called partial pressures; the enthalpy of the mixture is the sum of 
separate contributions from the individual constituents as determined by 
their partial pressures, their weights, and the temperature of the mixture; 
and the entropy of the mixture is obtained in a similar manner. 

Dalton’s Rule has long been regarded erroneously as a fundamental 
law of nature. Actually it is not, and in many cases its predictions are 
quite unreliable. In the case of moist air at atmospheric pressure, it 
happens to give a close approximation to the truth; but as progress is 
made the need for greater accuracy than the rule can afford is felt even 
in this case. Fortunately most of the complications involved in following 
a correct procedure based on the predictions of statistical mechanics are 
met in preparing suitable tables of thermodynamic properties; and, once 
these tables have been prepared, their use in the analysis of typical air 
conditioning processes is actually simplified by abandonment of the rule 
together with its fictitious concepts of partial pressure, relative humidity, 
etc. 

Thermodynamic Properties of Moist Air 

Table 1, Thermodynamic Properties of Moist Air (Standard Atmos- 
pheric Pressure, 29.921 In. Hg), contains results of a cooperative investi- 
gation between the American Society of Heating and Ventilating 
Engineers and the Towne Scientific School, University of Pennsylvania. 
These results are to be considered by an International Joint Committee 
on Psychrometric Data as a possible starting point from which to reach 
agreement on standard properties of moist air. A detailed explanation 
of the data and methods used in constructing Table 1 is given in a paper ^ 
presented before the ASHVE upon the recommendation of its Technical 

2Z 
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Advisory Committee on Psychrometry as a final report of the coopera- 
tive investigation. 

In Table 1 there are 15 columns of figures, each column being headed 
by a suitable symbol. In the following sub-paragraphs are given brief 
explanations of the data in Table 1 under the appropriate column headings. 

/(F) = Fahrenheit temperature defined in terms of absolute temperature T by the 
relation, 

r » / -f 459.69 (1) 

This particular Fahrenheit scale differs slightly from that derived from the Inter- 
national Centigrade Scale /(C) by the definition, 

/(F) = 1.8/(C) T 32 (2) 

However, the maximum difference between the two Fahrenheit scales appears not to 
exceed 0.01 Fahrenheit deg in the range 32 to 212 F. 

Wa = humidity ratio at saturation. By humidity ratio is meant the ratio, by weight, 
of water vapor to dry air, pounds of water vapor per pound of dry air. By saturation 
is meant the point where coexistence of the vapor phase (moist air) with a condensed 
phase (liquid or solid) is possible at the given temperature and pressure (standard atmos- 
pheric pressure in the case of Table 1). At given values of temperature and pressure 
the humidity ratio W can have any value from zero to Wa. 

i>a = specific volume of dry air, cubic feet per pound. 

= Vs — Va, the difference between the volume of moist air at saturation, i>er p)ound 
of dry air, and the specific volume of the dry air itself, cubic feet per pound of dry air. 

Va =* volume of moist air at saturation per pound of dry air, cubic feet per pound of 
dry air. 

hix = specific enthalpy of dry air, Btu per pound. It will be noticed that the specific 
enthalpy of dry air has been assigned the value zero at 0 F, standard atmospheric pres- 
sure. The energy unit Btu is related to the foot-pound, though not exactly, by definition, 
as follows: 1 Btu « 778.18 ft-lb. 

h^a — ha — /ia. the difference between the enthalpy of moist air at saturation, per 
pound of dry air, and the specific enthalpy of the dry air itself, Btu per pound of dry air. 

ha = enthalpy of moist air at saturation per pound of dry air, Btu per pound of dry air. 

i'a = specific entropy of dry air, Btu per (pound) (F). It will be noticed that the 
sp)ecific entropy of dry air has been assigned the value zero at 0 F and standard atmos- 
pheric pressure. 

5as ^ Sa — 5a, the difference between the entropy of moist air at saturation, per pound 
of dry air, and the specific entropy of the dry air itself, Btu per (pound of dry air) (F). 

5p = entropy of moist air at saturation per pound of dry air, Btu per (pound of dry air) 
(F). 

/tw “ .specific enthalpy of condensed water (liquid or solid) at standard atmospheric 
pressure, Btu per pound of water. The specific enthalpy of liquid water has been as- 
signed the value zero at 32 F, saturation pressure. It will be noticed that, under this 
assignment, the specific enthalpy of liquid water at 32 F, standard atmospheric pressure, 
assumes the value 0.04 Btu/lbw- 

5w *= specific entropy of condensed water (liquid or solid) at standard atmospheric 
pressure, Btu per (pound of water) (F). The specific entropy of liquid water has been 
assigned the value zero at 32 F, saturation pressure. It will be noticed that, under this 
assignment, the specific entropy of liquid water at 32 F, standard atmospheric pressure, 
is also zero, though not exactly. 

pa saturation pressure of pure water vapor, pounds per square inch or inches of Hj. 
Moist air can be saturated at any given values of temperature and pressure, though this 
requires that it have a definite humidity ratio Wa and that the coexisting condensed 
phase contain a definite, but very small quantity of dissolved air. On the other hand, 
pure water vapor (steam) cannot be saturated at any given values of temperature and 
pressure because its composition is invariable. It can, however, be saturated at any 




Table 1. Thermodynamic Properties of Moist Air* (Standard Atmospheric Pressure, 29.921 in, 
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0.0282 

0.0302 

0.0321 

0.0341 

0.0361 

0.0381 

0.0400 

0.0420 

0.0439 

0.0459 

0.0478 

0.0497 

0.0517 

0.0536 

0.0555 

0.0574 

0.0594 

0.0613 

0.0632 

0.0651 

0.0670 

0.0689 

0.0708 

0.0727 









CJ 

Enthalpy 

Btu/Lb 

CO QC 00 

q q q q q 

cc TfJ ifi cd i'.‘ 

0121 

OITl 

60 01 

60*6 

608 

d ■*1’ d CO* 

18.11 

19.11 

20.11 
21.12 
22.12 

OJ OI M CM CM 

d Tfl d d 

CM eg CM CV| OI 

28.12 

29.12 

30.12 

31.12 

32.12 

^ pH pH pH 

pH ^ pH p-1 pH 

CO Tf< d cd 

COCOPOCOCO 

< 

> 

Oi 

«o 

0.02741 

0.02828 

0.02917 

o.o.iooe 

0.03096 

0.03188 

0.03281 

0.03376 

0.03472 

0.03570 

0.03670 

0.03771 

0.03874 

0.03978 

0.010S4 

0.04192 

0.01302 

0.04414 

0.04528 

0.046(5 

0.04763 

0.04S83 

0.05006 

0.05131 

0.05259 

0.05389 

0.05521 

0.05656 

0.05794 

0.05935 

0.06078 

0.06225 

0.06375 

0.06527 

0.0G6S3 

Entropy 

R (°F) (lb d 

S 

f'-ocot^oi 

•— ( Lt » CO 

goco^ 

oooco 

ddddd 

0 011^3 
0.01228 
0.01275 
0.01323 
0.01373 

0.01425 

0.01478 

0.01534 

0.01591 

0.01650 

ooooo 

doddd 

0.02047 

0.02121 

0.02197 

0.02276 

0.02357 

0.02441 

0.02527 

0.02616 

0.02708 

0.02803 

0.02901 

0.a3002 

0.03106 

0.03213 

0.03323 

u 

A. 

D 

H 

CB 

0.01764 

0.01812 

0.01861 

0.01909 

0.01957 

0.02005 

0.02053 

0.02101 

0.02149 

0.02197 

0.02245 

0.02293 

0.02340 

0.02387 

0.02134 

0.02481 

0.02528 

0.02575 

0.02622 

0.02669 

0.02716 

0.02762 

0.02809 

0.02855 

0.02902 

OC t O CC OI 
c. n* or fc 

OI -M CO OO CO 

ooooo 

ddddd 

0.03177 

0.03223 

0.03269 

0.03314 

0.03360 


-S 

13.008 

13.438 

13.874 

14 319 
14.771 

15.230 

15.697 

16.172 

16.657 

17.149 

17.6.50 

18.161 

18.680 

19.211 

19.751 

20.301 

20.862 

21.436 

22.020 

22.615 

23 22 
23.84 
24.48 
25.12 
25.78 

26.46 

27.15 

27.85 

28.57 

29.31 

30.06 

30.83 

31.62 

32.42 

33.25 

Enthalpy 
u/lb dry 

(0 

-c 

4.601 

4.791 

4.987 

5.191 

5.403 

5 622 
5.849 
6.084 
6.328 
6.580 

6.841 

7.112 

7.391 

7.681 

7.981 

8.291 

8.612 

8.915 

9.289 

9.644 

10.01 

10.39 

10.79 

11.19 

11.61 

12.05 

12.50 

12.96 

13.44 

13.9-4 

14.45 

14.98 

15.53 

16.09 

16.67 

H 

n 

0 

*«: 

8.407 

8.647 

8.887 

9.128 

9.368 

9.608 

9.848 

10.088 

10.329 

10.569 

10.809 

11.049 

11.289 

11.530 

11.770 

12.010 

12.250 

12.491 

12.731 

12.971 

13.211 

13.452 

13,692 

13.932 

14.172 

COCOM-f -04 
1-1 ‘C P CO t- 
■*t d 00 ^ q 
to 

1.5.614 

15.855 

16.095 

16.335 

16.576 

< 


12.549 

12.578 

12.607 

12.637 

12.666 

to to lO ICO 
OC4»C00i-H 

(D t>» rv. aq 

M ^ ^ M 

12.816 

12.876 

12.907 

12.938 

12.969 

13.001 

13.032 

13.064 

13.097 

13.129 

13,162 

13,195 

13,228 

13.261 

13.295 

13.329 

13.363 

13.398 

13.433 

13.468 

dcci'.^-IfS 
q IQ to cc CO 
weddedd 

Volume 
ft/lb dry 

1 

0.085 

0.089 

0.093 

0.097 

0.101 

tCOJ-^O-t 

ddddd 

ddddd 

0.158 

0.164 

0.170 

0.178 

0.185 

0.192 

0.200 

0.208 

0.216 

0.224 

CM OI CM OI (N 

ddddd 

0.282 

0.292 

0.303 

0.315 

0.327 

u 

I? 

q ij 6 lO 

12.590 

12.616 

12.(W1 

12.666 

12.691 

t^Nt>Cvi00 

Nf C P «-• 
lSi 00 

c4c4c4c4c«i 

(.m 

12.843 

12.868 

12.^4 

12.919 

12.944 

12.970 

12.995 

13.020 

13.045 

13.071 

13.096 

13.121 

13.147 

13.172 

13.197 

o»r-eoooeo 

cidciqq 

Mcdddd 


4.275 

4.450 

4.631 

4.818 

5.012 

0.213 

5.421 

5.638 

5.860 

6.091 

6,331 

6.578 

6.835 

7.100 

7.374 

dp w 15 So 
i^r^ooQod 

PPPOO 

»-t •««» 

11.08 

11.49 

11.91 

12.35 

12.80 

wd^ jpto 

II 

is 

COCOCQi^rQfQ 
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<e<D*vOOps p — »o«ob-oocs p*-io«eo^ 

Qoaooooooo ooooaoxob poo; os a ososooo; 2^2^^ 

Condensed Water 

V’ap Press 
In. Hg 

p. 

0.73915 

0.76475 

0.79112 

0.S182S 

0.84624 

0.87504 

0.90470 

0.93523 

0.96665 

0.99899 

1.0323 

1.0665 

1.1017 

1.1379 

1.1752 

1.2135 

1.2529 

1.2934 

1.3351 

1.3779 

1.4219 

1.4671 

1.5135 

1.5612 

1.6102 

1.6606 

1.7123 

1.7654 

1.8199 

1.8759 

1.9333 

1.9923 

2.052B 

2,1149 

2.1786 

Entropy 

Btu/(Lb) 

(°F} 

Sw 

0.0746 

0.0765 

0.0784 

0.0803 

0.0821 

0 0840 
0.0859 
0.0877 
0.0896 
0.0914 

0.0933 

0.0952 

0.0970 

0.0989 

0.1007 

0.1025 

0.1043 

0.1062 

0.1080 

0.1098 

0.1116 

0.1135 

0.1153 

0.1171 

0.1188 

0.1206 

0.1224 

0.1242 

0.1260 

0.1278 

0.1296 

0.1314 

0.1332 

0.1350 

0.1367 

Enthalpy 

Btu/Lb 

hn 

38.11 

39.11 

40.11 

41.11 

42.10 

43.10 

44.10 

45.10 

46.10 

47.10 

48.10 

49.09 

50.09 

51.09 

52.09 

53.09 

54.08 

55.08 

56.08 

57.08 

58.08 

59.07 

60.07 

61.07 

62.07 

63.07 

64.06 

65.06 

66.06 

67.06 

68.06 

69.05 

70.05 

71.05 

72.05 

Entropy 

Bit.' per (®F) (lb dry air) 

C 

X 

0.06812 

0.07004 

007170 

0.07340 

0.07513 

0.07690 

0.07872 

0.08057 

0.08247 

0.08441 

0.08638 

0.08841 

0.09048 

0.09260 

0.09477 

0.09699 

0.09926 

0.10158 

0. 10396 
0.10640 

0.10890 

0.11146 

0.11407 

0.11675 

0.11949 

0.12231 

0.12519 

0.12815 

0.13117 

0.13427 

0.13745 

0.14071 

0.14406 

0.14749 

0.1510 

0.03 137 
0.03554 
0.03675 
0.03800 
0.0392S 

0.04060 

0 04197 
0.04337 
0.04482 
0.04631 

0.04784 

0.04912 

0.05105 

0.05273 

0.05446 

0.05624 

0.05807 

0.05905 

0.06189 

0.06389 

0.06596 

0.06807 

0.07025 

0.07249 

0.07480 

0.07718 

0.07963 

0.08215 

0.08474 

0.08741 

0.09016 

0.09299 

0.09591 

0.09891 

0.1020 

loo'oc*': oioo‘Oo ico-MOo cctcpMp ONw^oop 

o*ocifc/o »co-faocc csccoomcd Nb.i—^p 

d-.ct'.i'-ao opooocr. O t^b-oocco 

oSdoo oooSo dSoSS So5c© ooSSo SSSoS ©oSSS 

do doc ddddd ddddd ddddd ddddd do odd ddddd 

Enthalpy 

Bti’/lb dry air 


34.09 

34.95 
35.83 
36.74 

37.66 

38.61 

39.57 

40.57 

41.58 

42.62 

43.69 

44.78 
45.90 
47,04 

48.22 

49.43 

50.66 

51.93 

53.23 
54.56 

55.93 

57.33 

58.78 
60.25 
61.77 

63,32 

64.92 

66.55 

68.23 

69.96 

71.73 

73.55 
75.42 

77.34 
79.31 

■“¥ ! “¥ 

1 

17.27 

17.89 
18.53 

19.20 
19.88 

20.59 

21.31 
22.07 

22.84 
23.64 

24.47 

25.32 

26.20 
27.10 
28.04 

29.01 

30.00 

31.03 

32.09 

33.18 

34.31 

35.47 

36.67 

37.90 

39.18 

40.49 

41.85 
43.24 

44.68 
46.17 

47.70 

49.28 

60.91 

52.59 

54.32 

16.816 

17.056 

17.297 

17..537 

17.778 

18.018 

18.259 

18.499 

18.740 

18.980 

19.221 

19.461 

19.702 

19.942 

20.183 

20.423 

20.663 

20.904 

21.144 

21.385 

21.625 

21.865 

22.106 

22.346 

22.687 

22.827 

23.068 

23.308 

23.648 

23.789 

24.029 

24.270 

24.610 

24.751 

24.991 

a 

< 

8 

1* 

13.687 

13.724 

13.762 

13.801 
13.841 

13.881 

1.3.921 

13.962 

14.003 

14.045 

14.087 

14.130 

14.174 

14.218 

14.262 

14,308 

14.354 

14.401 

14.448 

14.496 

14.546 

14.595 

14.646 

14.697 

14.749 

14.802 
14.856 
14.911 
14.967 
15.023 

15.081 

15.140 

15.200 

15.261 

15.324 

1 

0.339 

0.351 

0.364 

0377 

0.302 

0.407 

0.422 

0.437 

0.453 

0.470 

0.486 

0.504 

0.523 

0.542 

0.560 

0.581 

0.602 

0.624 

0.645 

0.668 

0.692 

0.716 

0.741 

0.768 

0.795 

0.822 

0.851 

0.881 

0.911 

0.942 

0.975 

1.009 

1.043 

1.079 

1.117 

«? 

13.348 

13.373 

13.398 

13.424 

13.449 

13.474 

13.499 

13.625 
13.550 
13.575 

13.601 

13.626 
13.651 
13.676 
13,702 

13.727 

13.762 

13.777 

13.803 

13.828 

13.853 

13.879 

13.904 

13.929 

13.954 

13.980 

14.005 

14.030 

14.056 

14.081 

14.100 

14.131 

14.157 

14.182 

14.207 

Ecg 

Ui ■ 
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CHAPTER 3 


1948 Cuidm^ 




Fahr. 

Temp. 

/(F) 

105 

.106 

107 

lOS 

109 

no 

111 

112 

113 

114 

115 

116 

117 

118 

119 

120 

121 

122 

123 

124 

125 

126 

127 

128 

129 

130 

131 

132 

133 

134 

135 

136 

137 

138 

139 

Condensed Water 

> 

2.2439 

2.3109 

2.3797 

2.4602 

2.5225 

2.6966 

2.6726 

2.7506 

2.8304 

2.9123 

2.9962 

3.0821 

3.1701 

3.2603 

3.3627 

3.4474 

3.5443 

3.6436 

3.7152 

3.8493 

3.9558 

4.0649 

4.1765 

4.2907 

4.4076 

4.5272 

4.6495 

4.7747 

4.9028 

5.0337 

6.1676 

5.3046 

6.4446 

5.5878 

5.7342 

C 3'-' 
*^33 

0.1385 

0.1403 

0.1421 

0.1438 

0.1456 

0.1472 

0.1491 

0.1608 

0.1525 

0.1643 

0.1560 

0.1577 

0.1595 

0.1612 

0.1629 

0.1646 

0.1664 

0.1681 

0.1698 

0.1715 

0.1732 

0.1749 

0.1766 

0.1783 

0.1800 

0.1817 

0.1834 

0 1851 
0.1868 
0.1885 

0.1902 

0 1918 
0.1935 
0.1952 
0.1969 

Enthalpy 

Btu/Lb 

hw 

73.04 

74.04 

75.04 

76.04 

77.04 

78.03 

79.03 

80.03 

81.03 

82.03 

83.02 

84.02 

85.02 

86.02 
87.02 

88.01 

89.01 

90.01 

91.01 

92.01 

93.01 

94.01 

95.00 

96.00 

97.00 

98.00 

99.00 
100.00 
101.00 
102.00 

103.00 

104.00 

105.00 
106 00 

107.00 

Entropy 

Btu per (®F) (lb dry air) 

J? 

0.1546 

0.1584 

0.1621 

0.1660 

0.1700 

0.1742 

0.1784 

0.1826 

0.1870 

0.1916 

0.1963 

0.2011 

0.20t>0 

0.2H1 

0.2163 

0.2216 

0.2272 

0.2329 

0.2387 

0.2446 

0.2.508 

0.2571 

0 2636 

0 2703 
0.2772 

0 2844 
0.2917 
0.2993 
0.3070 
0.3151 

0.3233 

0.3318 

0.3405 

0.3496 

0.3589 

a 

y> 

0.1052 

0.1085 

0.1118 

0.1153 

0.1189 

0.1226 

0 1264 
0.1302 
0.1342 
0.1384 

0.1426 

0.1470 

0.1515 

0.1562 

0.1610 

0.1659 

0.1710 

0.1763 

0.1817 

0.1872 

0.1930 

0.1989 

0.2050 

0.2113 

0.2178 

0.2245 

0.2314 

0.2386 

0.2459 

0.2536 

0.2614 

0.2695 

0 2778 
0.‘2865 
02954 

3 

0.04943 

0.04985 

0 05028 
0.05070 
0.05113 

0.05155 

0.05197 

0.05239 

0.05281 

0.05323 

0.05365 

0.a'>407 

0.05449 

0.05490 

0.05532 

0.05573 

0.05615 

0.05656 

0.05698 

0.05739 

0 05780 

0 05821 
0.05862 
0.05903 
0.05944 

0.05985 

0.06026 

0.06067 

0.06108 

0.06148 

0 06189 

0 06229 

0 06270 
006310 
0.06350 

Enthalpy 

Btu/lb dry air 


81.34 
83.42 
85.56 

87 76 
90.03 

92.34 
94.72 

97 18 
99.71 

102.31 

104.98 
107.73 
110.55 

113.46 

116.46 

119.54 

122.72 

125.98 
129.35 

132.8 

136.4 

140.1 

143.9 

147.8 

151.8 

155.9 
1603 
164.7 

169.3 

174.0 

178 9 

183.9 

189.0 

194.4 

199.9 

a 

•« 

56.11 

57.95 

59.85 
61.80 
63.82 

65.91 
68.05 
70.27 
72.55 

74.91 

77.34 

79.85 
82.43 
85.10 

87.86 

90.70 

93.64 

96.66 

99.79 

103.0 

106.4 

109.8 

113.4 

117 0 

120.8 

124.7 

128.8 

133.0 

137.3 
141.8 

146.4 
151.2 

156.1 

161 2 

166.5 


25.232 

25.472 

25.713 

25.953 

26.194 

26.434 

26.675 

26.915 

27.156 

27.397 

27.637 

27.878 

28.119 

28.359 

28.600 

28.841 

29.082 

29.322 

29.563 

29.804 

30.044 

30.285 

30 526 
30766 
31.007 

31.248 

31.489 

31.7*29 

31.970 

32.211 

32.452 

32.692 

32.933 

33.174 

33.414 

Volume 

cu rt/LB dry air 

£ 

l'i.387 

15.452 

15.518 

15.586 

15.654 

15.724 

15.796 

15.869 
15.944 
16.020 

16.098 

16.178 

16.259 

16.343 

16.428 

16.516 

16.605 

16.696 

16.790 

16.886 

16.985 

17.086 

17.189 

17.295 

17.404 

17.616 

17.631 

17.749 

17.870 
17.994 

18.122 

18.253 

18 389 
18.528 
18.671 

1 
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fcuH'* 

Qp-tCHCO’if lOcDt^OOOS Q»^we2‘^ |QCDI>.000> UJtOt-qpa 

31233212 ^*o>ojo»2 

u 

Vap. Press 
In.Hg 

P* 

5.8838 

6.0367 

6.1030 

6 3527 
6.5160 

6.6828 

6.8532 

7.0273 

7.2051 

7.3867 

7.5722 

7.7616 

7.9550 

8.1525 

8.3541 

8.5599 

8.7701 

8.9846 

9 2036 
9.4271 

9.6556 

9.8876 

10.125 

10.367 

10.614 

10.866 

11.123 

11.385 

11.652 

11.925 

12.203 

12.486 

12.775 

13.069 

13.369 

< 

Q 

U 

S . 


0.1985 

0.2002 

0.2018 

0.2035 

0.2051 

0.2068 

0.2084 

0.2101 

0.2117 

0.2134 

0.2150 

0.2167 

0.2183 

0.2200 

0.2216 

0.2232 

0.2248 

0 2265 

0 2281 
0.2297 

0.2313 

0.2329 

0.2345 

0.2361 

0.2377 

0.2393 

0.2409 

0.2426 

0.2441 

0.2457 

0.2473 

0 2489 
0.2505 
0.2521 
0.2537 

5 

Enthalpy 

Btu/Lb 

hw 

107 99 

108.99 

109.99 

110.99 

111.99 

112.99 

113.99 

114 99 

115 99 

116.99 

11799 

118.99 

119.99 

120.99 

121.99 

122.99 

123.99 

124.99 

125.99 

127.00 

128.00 

129.00 

130.00 
131 00 

132.00 

133 00 

134.00 

135.01 

136.01 

137.01 

138.01 

139.01 

140.01 

141.01 

142.02 

< 

>- 

u 

o 

oc 

M 

2? 

S 

ft. 

D 

H 

n 

Jf 

0.3686 

0.3785 

0.3888 

0.3994 

0.4104 

0 4218 
0.4335 
0.4457 
0.4583 
0.4713 

0.4848 

0 1987 
0.51.32 
0.5282 
0.5438 

0.5599 
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given temperature (below the critical temperature), though this requires that it have a 
definite pressure p% and that the coexisting condensed phase have the same temperature 
and pressure. The values of saturation pressure listed in Table 1 have been computed 
from the formulae of Goff and Gratch 

Thermodynamic Properties of Water at Saturation 

Table 2 offers revisions to existing steam table data * with extension 
downward to —160 F. These revisions and extension were a necessary 
preliminary to the construction of Table 1. A detailed explanation of the 
methods employed in constructing Table 2 is given in a paper ^ by John A. 
Goff and S. Gratch. As in Table 1 the temperature scale used as argument 
in Table 2 is the Fahrenheit scale defined in terms of absolute temperature 
T by PIquation 1 , whereas the Fahrenheit scale used as argument in exist- 
ing steam tables is that derived from the International Centigrade scale 
by means of Fquation 2. The symbols used as column headings in Table 2 
are the same as those used in the steam tables and have the same mean- 
ings; therefore, a detailed explanation seems unnecessary. 

Properties of water above 212 F from Keenan and Keyes ® are given 
in Table 3. 


DEGREE OF SATURATION 

At given values of temperature and pressure the humidity ratio W of 
moist air can have any value between zero (dry air) and (moist air 
at saturation). For convenience a parameter p. called alternatively degree 
of saturation or per cent saturation is introduced through the definition, 

W « tiH's (3) 

Obviously the degree of saturation p. can have any value from zero (dry 
air) to unity (m.oist air at saturation). 

To a degree of apf)roximation within the estimated uncertainty of the 
data in Table 1 at temperatures below about 150 F, the volume z; of moist 
air per pound of dry air at any degree of saturation p. may be computed 
from the simple relation, 

r =* Va + IJtVas (4) 


To obtain comparable accuracy at temperatures above about 150 F it is 
necessary to add a correction term F as follows, 


^1(1 - tx)A 
1 a\\\ p 


(4a) 


where a denotes the ratio of the apparent molecular weight of dry air 
(28.966) to the molecular weight of water (18.016), namely, 1.6078. In 
Table 4 arc given, for each of several higher temperatures, the correspond- 
ing value of the coefficient A, the value of p. at which the correction term 
iT attains its maximum value, and the maximum value of the correction 
term there attained. 

At temperatures below about 150 F the enthalpy h of moist air per 
pound of dry air at any degree of saturation p. may be computed from 
the simple relation, 

^ ^ -h (5) 


To obtain comparable accuracy at temperatures above about 160 F it is 
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5.726 
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8.414 
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10.17 

11.16 

12.26 

13.44 

14.74 

16.16 

17.70 

19.38 
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27.70 
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s 

< 

a 
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5.484 
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7.241 

SSE:- 

11.39 
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21.03 
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Fahr. 

Temp. 

/(F) 

«C»OTtie*5 Oi<-i005 Opt>.«OiO QOiOOr'* C^p-tOO OCr-«pkO 

OJOSOiO 0i0:t3300 OOoOOOC© OOOCQOQO OCb-t'.t>. o«o®® 

1 1 1 1 MM MM 11 11 MM 11 11 MM MM 

Entropy, Btu per (Lb) (°F) 

Sat. Vapor 

2 9267 
2.9187 
2.9108 
2.9029 

2.89.51 

2.8873 

2.8796 

2.8718 

2,8642 

2.8506 

2.8490 

2 8415 

2.8340 

2.8266 

2.8192 

2.8118 

2.8045 

2.7972 

2.7900 

2.7828 

2.77.56 
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2.7544 

2 7474 
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2.7336 
2.7267 

2.7198 

2.7130 

2.7063 

2.6996 

a , 

.2“ 

U3 

3.3502 

3.. 3412 
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3.3233 

3.3145 

3.3056 

3.2909 

3.2880 

3.2794 

3.2708 
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3.2536 

3.2450 

3.2366 
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3 2197 
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3.2030 
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3.1866 

3.1784 

3.1702 

3.1622 

3.1540 

3.1460 

3 1381 
3.1301 
3.1222 

3 1143 
3.1064 
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n 

X 

w 

& 
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H 

OQ 

> 

< 
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£ 

o 

Q, 

CO 
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1027.06 
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1028.38 
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Is 
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w 
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1219.08 

1219.12 
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1219.28 

1219.33 

1219.37 
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1219.47 
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1219.50 
1219.00 
1219.65 

1219.68 

1219.72 
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3.583 

3 317 
3.072 
2.846 

2.638 
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2.106 
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1.687 
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1,020 
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S 
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3.583 
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2.846 
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2.106 

1.955 

1 816 
1.687 
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1.4.58 
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1.094 
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0.9501 
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0.01729 

0.01729 

0.01729 

0.01730 

0 01730 

0 01730 
0.01730 
0.01730 

0.01730 

0.01730 

0.01730 

0.01730 
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0.01731 
001731 

0.01731 

0.01731 
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0.01732 

0.01732 

0.01732 

0.017,32 

0.01732 

0.017.32 

0.017.32 

0.01732 

0.01732 

0.01733 

0.01733 
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8.385 
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27 43 
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Lb/Sq In. 
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7.243 
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22.71 
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fO r? ro ro 
OCCO 

1036.34 

1036.79 

1037.23 

1037.67 

»-i/^ O 

IC O -!J* 

XQcdd 

cboo 

1039.88 

1040.32 

1040.76 

1011.21 

lO Oi CO oo 
p p p p 
rd isj ci oi 

doSS 

OJ CO O St 

St X .p Is. 

cd cd St St 

oodo 

1015.19 

1045.63 

1(M6.07 

1046.51 

u 

cu 

D 

QQ 

> 

& 

s 

Evap. 

/»ig 

1219.98 

1220.01 
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W 
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C3 
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4.788 
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cu 
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0.01733 
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0.01734 
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0.01734 
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0.01734 

0.01734 

0.01734 

0.01735 
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0.017.35 
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0.9444 

1.012 
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2.757 
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Fahr. 

Temp. 

/(F) 
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(N 
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ST 

o 

Sat. Vapor 

2.3297 

2.3249 

2.3201 

2.3154 

2.3106 
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2.3012 

2.2966 

2.2919 

2.2873 

2.2827 

2.2781 

2.2736 

2.2690 

2.2645 

2.2600 

2.2555 

2.2511 

2.2466 

2.2422 

2.2378 

2.2335 

2.2291 

2.2248 
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2.2162 
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2.4939 
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2.4783 
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£ 
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-0.3244 

-0.3234 

-0.3224 

-0.3213 

-0.3203 

-0.3193 

-0.3182 

-0.3172 

-0.3162 

-0.3152 
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-0.3080 
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-0.3049 
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-143.90 
- 143.40 

n 


k 

14.81 

14.08 

13.40 

12.75 

12.14 

11.55 

il.OO 

10.48 

9.979 

9.507 

9060 

8.636 

8.234 

7.851 

7.489 

7.144 

6.817 

6.505 

6.210 

5.929 

5.662 

5.408 

5.166 

4.936 

4.717 

4 509 
4.311 
4.122 

3.943 

3.771 
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0.01744 

0.01744 

0.01744 

oooo 

6666 

0.01745 

0.01745 
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0.01748 
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2.0970 

2.0940 

2.0909 

a 

bi 

a, 

D 

H 

OQ 

> 

Evap. 

5 fg 

2.1867 

2.1811 

2.1755 

2.1700 

2.1644 

2.1589 

2.1535 

2.1480 

2.1426 

2.1372 

2.1318 

2.1205 

2.1211 

2,1158 

2.1105 

2.10.52 

2.0f^99 

2.0947 

2.0895 

2.0842 

2.0791 

2.0739 

2.0688 

2.0637 

2.0580 

2.0535 

2.0485 

2.0434 

2.0385 

2.0334 

0 

m 

H 

z 

w 

Sat. Liquid 

S{ 

0.00000 

0.00205 

0.00109 

0.00612 

0.00815 

O.OIOIS 

0.01220 

0.01422 

0.01623 

0.01824 

0.02024 

0.02224 

0,02423 

0.02622 

0.02820 

0.03018 

0.03216 

0.03413 

0.03610 

0.03806 

0.04002 

0.04197 

0.04392 

0.04587 

0.04781 

0.04975 

0.05168 

0.0.5361 

0.05.553 

0.05746 

c& 

nJ 

pi; 

Sat. Vapor 

1075.16 

1075.60 

1076.04 

1076.48 

1076.92 

1077.36 

1077.80 

1078.24 

1078.68 

1079.11 

1079.55 

1079.99 

1080.43 

1080.87 

1081.30 

1081.74 

1082.18 

1082.62 

1083.06 

1083.49 

1083.93 

1084.37 

1084,80 

1085.24 

1085.68 

1086.12 

10S6.55 

1086.99 

1087.42 

1087.86 

u 

£. 

D 

H 

CQ 

& 

< 

>•« 

(si 

1075.10 

1074.59 

1074.03 

1073.46 

1072.90 

1072..33 

1071.77 

1071.20 

1070.64 

1070.06 

ONrrN—'-f' 

*c q q 00 ^4 
ci X X |N.‘ b-‘ 

0 0 0 S 0 

OC »0 c: CM 

q r-, u-j q q 
0 0 ».d -ti 
0 cr tc CO 

00000 

coo CM coo 
X c: -« q 
po cd C 4 oi -4 
CO CO q CO 0 

oc 5 oo 

1061.04 

1060.47 

10.59.91 

1059.34 

1058.78 

H 

55 

C23 

Sat. Liquid 
Af 

0.00 

1.01 

2.01 

3.02 

4.02 

CO fO -t ‘O 

0 q q q q 
•0 0 In." cc oi 

10.05 

11.05 

12.06 
13.06 
14.00 

CO fN. 

ooqoq 

ic cd IN.’ a 6 O'. 

l^t^XXX 

q 0 q q q 
d — ci rd Nt 
a 01 CM (M CM 

xxxxx 
00000 
d cd fN x’ d 

C^^ CM Cl CM 

« 

OS 

u 

p. 

H 

Sat, Vapor 

**g 

3304.6 
3180.5 

3061.7 

2947.8 
2838.7 

« q T#* q 
■*t CO »o cd 
CCOOCO'^IO 
fN. 0 UO CO 
<N (N <N CVI 

2272.0 

2190.5 

2112.3 

2037.3 
1965.2 

1896.0 
1829.5 
1765.7 
1704.3 

1645.1 

1588.7 

1534.3 

1481.9 

1431.5 

1383.1 

1336.5 
1291.7 

1248.6 

1207.1 

1167.2 

D 

u 

w 

s 

0 

> 

> sT 

U 

3301.6 
3180.5 

3061.7 

2947.8 
2838.7 

2734.1 

2633.8 
2537.6 
2415.4 

2356.9 

2272.0 

2190.5 

2112.3 

2037.3 
1965.2 

1896.0 

1829.5 

1765.7 

1701.3 

1645.4 

1588.7 

1534.3 

1481.9 

1431.5 

138.3.1 

1336.5 
1291.7 

1248.6 

1207.1 

1167.2 

u 

b 

u 

u 

p. 

(/} 

Sat. Liquid 
tr 

0.01602 

0.01602 

0.01602 

0.01602 

0.01602 

0.01602 

0.01602 

0,01602 

0.01602 

0.01602 

0.01602 

0.01602 

0.01()02 

0.01602 

0.01602 

0.01602 

0.01602 

0.01602 

0.01602 

0.01602 

0.01602 

0.01603 

0.01603 

0.01603 

0.01603 

0.01603 

0.01603 

0.01603 

0.01603 

0.01604 

w 

p£ 

p 

u 

P£ 

In. Hg 

0.18036 

0.18778 

0.19546 

0,20342 

0.21166 

0.22020 

0.22904 

0.23819 

0.24767 

0.25748 

0.26763 

0.27813 

0.28899 

0.30023 

0.31185 

0.32387 

0.33629 

0.34913 

0.36240 

0.37611 

0.39028 

0.40492 

0.42003 

0.43564 

0.45176 

0.46840 

0.48558 

0.50330 

0.52160 

0.54047 

S 

i 

A 

< 

Lb/Sq In. 

0.088586 

0.092227 

0.095999 

0.099908 

0.10396 

0.10815 

0.11249 

0.11699 

0.12164 

0.12646 

0.13145 

0.13660 

0.14194 

0,14746 

0.15317 

0.15907 

0.16517 

0.17148 

0.17799 

0.18473 

Cbooor-oo 
<OXgO5 00 

«-i-n2mcmcm 

ddddd 

0.23006 

0.23849 

0.24720 

0.25618 

0.26545 

« si'-' 

as Scs< 

< Ww« 

b.H'* 

o»coN#“o«e> 

cjoeococoffo 

In. 00 050*^ 



52 

53 

54 

55 

56 

57 

58 

59 

60 

61 


•Compiled by John A. GoflF and S. Gratch. 

*£ztrapolated to represent metastable equilibrium with undcrcooled liquid. 
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Fahr. 

Temp. 

/(F) 

(N eo «o 

to CD CD <D 

oo o> o ^ 

CD CO CO 

<N CO St lO CD 
!>. h. rs. Is. 

t^OOOQr-l 
l> Is. !>• 00 CO 

M St lO CD 
OOOCCCOOOO 

I^OOOSOsH 

oocoxdos 

o 

'm 

a 

> ^ 

rt 

VI 

ooooooh-r>. 

!>.■«< .-H 00 lO 

00 00 or- 1 >- 

oqqqq 

01 (N (N oi (TJ 

2.0728 

2.0698 

2.0668 

2.0639 

2 0610 

2.0580 

2.0551 

2.0522 

2.0494 

2.0465 

2.0437 

2.0408 

2.0380 

2.0352 

2.0324 

2.0297 

2.0269 

2 0242 
2.0214 
2.0187 

2.0160 

2.0133 

2.0106 

2.0079 

2.0053 

B! 

U) 

0. 

D 

OQ 

> 

is? 

w " 

2.0284 
2.0235 
2.0186 
2.0136 
j 2.0087 

2.0039 

1 1.9090 

1.0941 
' 1.9893 

1.9845 

' 1 9797 

1.9749 
1.9701 
1.9654 
1.9607 

1.9560 

1.9513 

1.9466 

1.9419 

1.9373 

1.9328 

1.9281 

1.9236 

1.9189 

1.9144 

1.9099 

1.9054 

1.9008 

1.8963 

1.8919 

0 

01 

H 

/, 

w 

Sat. Liquid 

if 

0.05937 

0.06129 

0.06320 

0.06510 

0.06700 

0.06890 

1 0.07080 

0.07269 

1 0.07458 

0.07616 

0 07834 
0.08022 
0.08209 
0.08396 
0.08582 

0.08769 

0.08954 

0.09140 

0.09325 

0.09510 

0.09694 

0.09878 

0.10062 

0.10246 

0.10429 

0.10611 

0.10794 

0.10976 

0.11158 

0.11339 

OQ 

U 

06 

Sat. Vapor 

1088.30 

1088.73 

1089.17 

1089.60 

1090.04 

1090.47 

1090.91 

1091.34 

1001.78 

1092.21 

1092.65 

1093.08 

1093.52 

1093.95 

1094.38 

1094.82 

1095.25 

1095.68 

1096.12 

1096.55 

1096.98 

1097.42 

1097.85 

1098.28 

1098.71 

1099.14 

1099.58 

1100.01 

1100.44 

1100.87 

Cd 

0. 

13 

H 

m 

u 

X 

Ot <S 
> -c 

W 

1058.22 

1057.65 

1057.09 

1056.52 

1055.97 

1055.40 

1054.84 

1054.27 

1053.71 

1053,14 

1052.58 

1052.01 

1051.46 

1050.89 

1050.32 

1049.76 

1049.19 

1048.62 

1048.07 

1047.50 

1046.93 
1046 37 
1045.80 
1045.23 
1044.67 

1044.10 

1043.54 

1042.97 

1042.40 

1041.84 

H 

7 

w 

Sat. Liquid 

Af 

30.08 

31.08 

32.08 

33.08 
34.07 

Is. Is. |s» 

q q o q q 
40 d r>.' oc d 
cccorcrQco 

40.07 

41.07 

42.06 

43.06 

44.06 

CD q CD ‘O o 

q q q q q 
d d i'^ d os 

Sj* St •t St St 

50.05 

51.05 

52.05 

53.05 
54.04 

St St St fO 

q q q q q 
d d Is*’ 00 os 
to O O 

OQ 

.d 

0! 

Id 

ou 

H 

Sat. V'apor 

*’R 

1128.7 
10(>1.7 
1056.1 

1021.7 
988.65 

956.78 

926.08 

89().49 

867.97 

840.47 

813.97 
788.40 
763.75 

739.97 
717.03 

694.90 

673.54 

652.93 

633.03 

613.82 

595.27 

577.36 

560.06 

543.35 

527.21 

611.62 

496.54 

481.98 

467.90 

454.28 

b. 









u 

N 

§ 

0 

> 



1128.7 

1091.7 
1056.1 

1021.7 
988.63 

CD Is. 40 40 
Is. q q St 
d cd' d t^' d 

*0 (N Oi O TT 
Cl a> CO 00 00 

813.95 
788.38 
763.73 

739.95 
717.01 

694.88 

673.52 

652.01 

633.01 
613.80 

595.25 

577.34 

560.04 

543.33 

527.19 

511.60 

496.52 

481.96 

467.88 

454.26 

u 

& 

u 

u 

0. 

Vi 

Sat. Liquid 

IT 

ooooo 

oddcbd 

lO lO *0 40 40 

Sssss 

ooooo 
d d d d d 

ooooo 

ddddd 

0.01607 

0.01607 

0.01607 

0,01607 

0.01608 

609100 
60910 0 
809100 
809100 
809X00 

0X9X00 

0X9X00 

0X9X00 

0X9X00 

609X00 

H 

Oi< 

D 

{g 

Id 


In. Hg 

0.55994 

0.58002 

0.60073 

0.62209 

0.64411 

0.66681 

0.69021 

0.71432 

0.73916 

0.76476 

0.79113 

0.81829 

0.84626 

0.87506 

0.90472 

0.93524 

0.96666 

0.99900 

1.0323 

1.0665 

1.1017 

1.1380 

1.1752 

1.2136 

1.2530 

1.2935 

1.3351 

1.3779 

1.4219 

1.4671 

SI 









w ^ 









b 

i 

OQ 

< 


Lb/Sq In. 

0.27502 

0.28488 

0.29505 

0.30554 

0,31636 

0.32750 

0.33900 

0.35084 

0.36304 

0.37561 

0.38856 

0.40190 

0.41564 

0.42979 

0.44435 

0.45935 

0.47478 

0.49066 

0.50701 

0.52382 

0.54112 

0.55892 

0.57722 

0.59604 

0.61540 

0.63530 

0.65575 

0.67678 

0.69838 

0.72059 

ife 

tx,H^ 




RISgSS 

82 

83 

84 

85 

86 

87 

88 

89 

90 

91 


•Compiled by John A. Goff and S, Gratch. 
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CHAPTER 3 


1948 Guide 


|§s 

{MC0 3<»O«P 

97 

98 

99 

100 

101 

102 

103 

104 

105 

106 

107 

108 

109 

110 

111 



£ 

o 

'n 

Sat. Vapor 

2.0026 

2.0000 

1.9974 

1.9947 

1.9922 

1.9896 

1.9870 

1.9844 

1.9819 

1.9793 

1.9768 

1.9743 

1.9718 

1.9693 

1.9668 

1.9644 

1.9619 

1.9595 

1.9570 

1.9546 

1.9522 

1.9498 

1.9474 

1.9450 

1.9426 

1.9403 

1.9379 

1.9356 

1.9333 

1.9310 

H 

e. 

S 

a 

Evap. 

1.8874 

1.8830 

1.8786 

1.8741 

1.8698 

1.8654 

1.8610 

1.8566 

1.8523 

1.8480 

1.8437 

l.a394 

1.8351 

1.8309 

1.8266 

1.8224 

1.8182 

1.8140 

1.8098 

1.8056 

1.8015 

1.7973 

1.7932 

1.7890 

1.7849 

1.7809 

1.7767 

1.7727 

1.7687 

1.7647 

0 

u 

Sat. Liquid 
sr 

0.11520 

0.11701 

0.11881 

0.12061 

0.12241 

0.12420 

0.12600 

0.12778 

0.12957 

0.13135 

0.13313 

0.13490 

0.13667 

0.13844 

0.14021 

0.14197 

0.14373 

0.14549 

0.14724 

0.14899 

0.15074 

0.15248 

0 15423 
0.15596 
0.15770 

C5 <N 
to CO «o 

ddddd 

a 

fit 

Sat. Vapor 

^g 

1101.30 

1101.73 

1102.16 

1102.59 

1103.02 

1103.45 

1103.88 

1104.31 

1104.74 

1105.17 

1105.69 

1106.02 

1106.45 

1106.88 

1107.30 

1107.73 

1108.16 

1108.58 

1109.01 

1109.44 

1109.86 

1110.29 

1110.71 

1111.14 

1111.56 

1111.98 

1112.41 

1112.83 

1113.26 

1113,68 

u 

p. 

e 

>r 

p. 

>-c 

1041.27 

1040.70 

1040.13 

1039.56 

1039.00 

JCOaiMO 
rf X q 

oc ^ t^‘ o 

Scoeb 

1035.58 

1035.01 

1034.44 

1033.87 

1033.29 

1032.73 

1032.16 

1031.58 

1031.01 

1030.44 

1029.86 

1029.30 

1028.72 

1028.15 

1027.57 

1026.99 

1026.42 

1025.85 

1025.28 

1024.70 

S 

tx] 

Sat. Liquid 

CO CC fO « M 

q o q q q 
S o ic S S 

?<! M 

c o q q q 
o' o' r^’ X oi 
o o oo o 

70.01 

71.01 

72.01 

73.01 

74.01 

75.00 

76.00 

77.00 

78.00 

79.00 

80.00 

80.99 

81.99 

82.99 

83.99 

C3 05 X X X 

q q q q o. 

'n'’ to d r2 x 

X QO X x X 

n 

(d 

eu 

ir 

1 

C0 

441.12 

428.40 

416.09 

404.19 

392.67 

PC O <M n- 
«c t>. q q 

X ^ S o* $ 
xxxxx 

3a30 98 
321.82 
312.95 
304.36 
296.04 

287.98 

280.16 

272.60 

265.26 

258.16 

251.27 

244.59 

238.12 

231.84 

225.75 

219.85 
214.12 
208 56 
•203.18 
197.95 

(b 

D 

U 


O OC f>. LO 
i-j55qrHq 

1-- 00 ?d 5 c^i 

"»t< CO 

r- rc O O 

^dqdd 

330 96 
321.80 
312.93 
304.34 
296.02 

287.96 

280.14 
272.58 
265.24 

258.14 

251.25 

244.57 

238.10 

231.82 

225.73 

219.83 
214.10 
208.54 
203.16 
197 93 

u 

to 

1 

Cfl 

Sat. Liquid 

0.01611 

0.01611 

0.01611 

0.01612 

0.01612 

0.01612 

0.01612 

0.01613 

0.01613 

0.01614 

0.01614 

0.01614 

0.01614 

0,01615 

0.01615 

0.01616 

0.01616 

0.01616 

0.01617 

0.01617 

619100 

8T9100 

819100 

819100 

Z19I00 

0.01619 

0.01620 

0.01620 

0.01620 

0.01621 

H 

i 

In. Hg 

1.6136 

1.6613 

1.6103 

1.6607 

1.7124 


2.0520 

2.1149 

2.1786 

2J2440 

2.3110 

2.3798 

2.4503 

2.5226 

2.5968 

2.6728 

2.7507 

2.8306 

2.9125 

2.9963 

3.0823 

3.1703 

3.2606 

3.3530 

3.4477 

3.5446 

i 

< 

Lb/Sq In. 

0.74340 

0.76684 

0.79091 

0.81564 

0.84103 

0.86711 

0.89388 

0.92137 

0.94959 

0.97864 

1.0083 

1.0388 

1.0700 

1.1021 

i.l351 

mm 

*-jqqqq 

v«i *4 

1.3510 

1.3902 

1.4305 

1,4717 

1.5139 

1.5571 

1.6014 

1.6468 

1.6933 

1.7409 

li 

ii 

i4 

sssss 

S;SS8| 

sssss 

III 

oil 

601 

sot 

mi 

Cil«0<«kOCD 

*■**•** *«M •«*< 

117 

118 

119 

120 

121 


•Cfffiipiied by John A, Goff and S. Gratch. 
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1 ais 

NfO-^fiCcD 

127 

128 

129 

130 

131 

OJCO^kOO 
CO CO CO CO CO 

137 

138 

139 

140 

141 

NCCMfiiOO 

147 

148 

149 

150 

151 

u, 

o 

'tt 

Sat. Vapor 

1.92S6 

1.9264 

1.9241 

1.9218 

1.9195 

1.9173 

1.9150 

1.9128 

1.9106 

1.9084 

1.9062 

1.9040 

1.9018 

1.8996 

1.8974 

1.8953 

1.8931 

1.8910 

1.8888 

1.8867 

1.8846 

1.8825 

1.8804 

1.8783 

1.8763 

1.8742 

1.8721 

1.8701 

1.8680 

1.8660 

i I 

|l 

Evap. 

o <c cc <© <£1 
Q CC C4 QC -r 
O O *>f 

f'. tN. 

1.7407 

1.7367 

1.7328 

1.7289 

1.7250 

1.7211 

1.7172 

1.7134 

1.7095 

1.7056 

1.7018 

1.6979 

I.G942 

1.6903 

1.6865 

1.6828 

1.6790 

1.6753 

1.6715 

1.6678 

1.6641 

1.6604 

1.6567 

1.6530 

1 6-193 

O 

a: 

H 

tr. 

U 

Sat. Liquid 

0.16805 

0.16977 

0.17148 

0.17319 

0.17490 

CCQOOi 

5cc pr^c^ 

CO X p -< 00 

^^xoooo 
o d d d o 

0.18508 

0.18676 

0.18845 

0.19013 

0.19181 

0.19348 

0.19516 

0.19683 

0.19850 

0.20016 

0.20182 

0 20348 
0.20514 
0.20679 
0.20845 

0.21010 

0.21174 

0.21339 

0.21503 

0.21667 

! 

1 ;; 

s 

-- 

ra 

C/} 

1114.10 

1114.52 

1114.04 

1115.37 

1115.70 

1116.21 

1116.63 

1117,05 

1117.47 

1117.89 

1118.31 

1118.73 

1119.15 

1119.56 

1119.98 

1120.40 

1120.82 

1121.23 

1121.65 

1122.07 

1122.48 

1122.90 

1123.31 

1123.73 

1124.14 

1124.55 

1124.97 

1 125.38 
1125.79 
1126.20 

1 H 

i ^ 

1 b 

1 i 

fs 

a"'' 

c^» ’*1' <y: Ci 
*-' <> C' fC uo 

-r CO C'i Cl 

C< CM -'I Cl M 

o c o o c 

'}‘<©XQCM 

oi <r o o ci 

oodoo 

1018.34 

1017.76 

1017.18 

1016.59 

1016.01 

1015.43 
1014 85 
1014.26 
1013.69 
1013.11 

1012.52 
1011.94 
1011.35 
1010.77 
1010 18 

1009.59 

1009.01 

1008.42 

1007.83 

1007.24 

i ^ 

I ^ 

i 

i 

I 

i 

Sat. Liquid 
hr 

cc Of 1 'X X or 
-r. c. Cl Ci c.< 
c! e ci 
uo c. C. c: Cl 

C. c. P Oi c^ 
TT »d d r--’ a6 
a. c c. c. p 

<>9.97 

100.97 

101.97 

102.97 

103.97 

»>.r*f'-cDcc 
Ci Oi c. c c> 
^ id d r2 x 
oooco 

tD P O C 'P 

c. » c. a> c. 
d d cm' CO 

C •"! t-ir-4 

ppppp 

C5 Ci a o c 
-I-' id «D X 

1 

i 

1 » 

! -> 

i « 

M 

a, 

H 

Sat. Vapor 
*■« 

»0 CC Cl 

X Cl *-".0 o 
CM cc or -ni 
axocr-i^ 

iCOXI'-X 
<0 -V CM (N CO 
ci d ’-J CO 

fO CD 'O' ‘f? *0 

149.60 

145.93 

142.36 

138.89 

135.52 

132.24 

129.06 

125.96 

122.96 
120.03 

117.18 

114.42 

111.72 

109.11 

106.56 

CM xo 
Xt>-lMX — 
p to CC p X 
d »-* C b-' 'T 

o o c« c> c 

U, 

D 

u 

bS 

s 

c 

> 

Evap. 

ci »>- ci X 

Cl X x r' 1^ 

cc X P o «o 
to CO CM CM CO 
ci kfi ^ 1-2 cc 
■o to 'O »C X 

•O 0>CO XtD 

ci *d CM 00 id 
^ ^ cr cc 

132.22 

129.01 

125.94 

122.94 

120.01 

117.16 

114.40 

111.70 

109.09 

100.54 

C CM C 

ci ^ 
dooad 

LJ 

U 

u 

1 a. 

Ui 

Sat. Liquid 
rt 

0.01621 

0.01622 

0.01622 

0.01622 

0.01623 

0.01623 

0 01624 
0.01624 
0.01625 
0.01625 

0.01626 
0.01026 
0.01 026 
0.01627 
0.01627 

0.01628 

0.01628 

0 01629 
0.01629 
0.01630 

0*-'»-^CMCM 
CO cc CO C5 fs 

d to PtD o 

ooooo 

ddddd 

crco'i*’C'ic 

ooooo 

ddddd 

u 

Pi 

'J 


In. Hg 

3.6439 

3.7455 

3.8496 

3.9561 

4.0651 

4.1768 

4.2910 

4.4078 

4.5274 

4.6498 

4.7750 

4.9030 

5.0340 

5.1679 

5.3049 

5.4450 

5.6881 

6.7345 

5.8842 

6.0371 

6.1934 

6.3532 

6.5164 

6.6832 

6.8536 

7.0277 

7.2056 

7.3872 

7.5727 

7.7622 

< 


Lb/Sq In. 

1.7897 

1.8396 

1.8907 

1.9430 

1.9966 

2.0514 

2.1075 

2.1649 

2.2237 

2.2838 

^ ^ iQ 

2,0743 

2.7446 

2.8163 

2.8900 

2.9651 

3.0419 

3.1204 

3.2006 

3.2826 

3.3662 

3.4517 

3.5390 

3.6282 

3.7194 

3.8124 

1, 

S? 


fol »-t ^ W 


137 

138 

139 

140 

141 


147 

148 

149 

150 

151 


*Cotnpikd by John A. Goff and S. Gratch. 
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162 

153 

154 

155 

156 

157 

158 

159 

160 

161 

162 

163 

164 

165 

166 

b-XOlO*- 

CDCDcDbjt^ 

CM PO to CO 

b* b» b* 

177 

178 

179 

180 

181 

uT 

o 

'a 

Sat. Vapor 

1.8640 

1.8620 

1.8600 

1.8580 

1.8560 

1.8540 

1.8520 

1.8501 

1.8481 

1.8462 

1.8442 

1.8423 

1.8404 

1.8384 

1.8365 

1.8346 

1.8328 

1.8309 

1.8290 

1.8271 

1.8253 

1.8234 

1.8216 

1.8197 

1.8179 

1.8161 

1.8143 

1.8124 

1.8106 

1.8089 

I-) 

06 

U 

a 

D 

H 

CQ 

> 

Evap. 

Sfg 

1.6457 

1.6421 

1.6384 

1 6.348 
1.G3I2 

COOS-O^XCO 

b-coococo 

(MtN'M—.—i 
CO CO CO COCO 

1.0097 

1.6062 

1.6027 

1.5990 

1.5956 

1.5920 

1.5887 

1.5852 

1.5817 

1.5782 

1.5748 

1.5713 

1.5679 

1.5644 

1.5611 

1.5577 

1.5543 

1.5508 

1.5175 

1.5442 

O 

e 

z 

w 

Sat. Liquid 

0.21830 

0.21994 

0.22157 

0 22320 
0.22482 

0.22645 

0.22807 

0.22969 

0.23130 

0.23292 

0.23453 

0.23614 

0.23774 

0.2.3935 

0.24095 

0.24255 

0.24414 

0.2^574 

0.24733 

0.24892 

0.25051 

0.2.5209 

0.25.367 

0.25525 

0.25083 

0.25841 

0-25998 

0.26155 

0.26312 

0.26468 

n 

u 

Sat. Vapor 

1126.62 

1127.03 

1127.44 

1127.85 

1128.26 

1128.67 

1129.08 

1129.48 

1129.89 

1130.30 

1130.71 

1131.11 

1131.52 

1131.92 

1132.33 

1132.73 

1133.14 

11.33.54 

1 133.94 
1134.35 

to t-O »0 »0 lO 
I'^tqqco 
d d d CD 

1.0 to to --tt 
^ to cr. q 

d b-' t'.' b X 

PO CO PO X CO 

u 

D 

H 

OQ 

a 

< 

S 

ce JS 
>•«: 

1006.66 
1006.06 
1005.47 
1004 88 
1004.29 

1003.70 

1003.11 

1002.51 

1001.92 

1001.33 

1000.74 

1000.13 

999.54 

998.94 

998.35 

tD CD to ‘0 CD 
b^ r-. »f: Cl fo 

b^ b." d ic d 
CC c: c. a C5 

C^ O Ci 02 

CD to to to to 
b. i.q c. q 
-T pp m' 
o. 02 02 02 05 
02 05 02 c: 02 

to '•t -r po IN 
b. »-<da2X 
d d d 

C2 C2 d X X 

02 C5 C5 C2 02 

H 

z 

Ui 

Svat. Liquid 
hf 

119.96 

120.97 

121.97 

122.97 

123.97 

124.97 

125.97 

126 97 

127.97 

128.97 

b.XXXX 

c: o a ci a 

X X c: c: c: 
02 02 02 02 02 
^ d d b.’ X 

CC X X PC « 

139.99 

141.00 

142.00 

143.00 

144.00 

145.00 

146.01 

147.01 

148.01 

149.02 

a 

u 

ot 

bi 

Ou 

H 

Sat. Vapor 

.“C «0 (N 
IC n' c. to 
CC *0 Tf- ■<* o 

c. Ol OC 00 QO 

82.658 

80.814 

79.017 

77.267 

75.562 

oS?Si^ 

O Cl b- CD 

PC ci d d b.’ 
CD CD 

OCXtCO 

X o. 5' rj 

(N b. PC d b. 

d 'f PC d d 

CD CD O CD CD 

^ 

02 X d d ^ 
lO tO to to to 

CD b- coco 

CO to rj 02 
q P'l M ^ 

PC 01 ^ d d 
tO to >0 ‘0 T 

U< 

:3 

O 

u 

S 

> 

Ci 

rt J* 

w " 

tooot^oo 

CO X fC 

toio^mo 

ci d x d '0*' 

C5 C- X X X 

82.642 

80.798 

79.001 

77.251 

75.546 

73.885 

72.267 

70.690 

69.153 

07.654 

•rOMOco 

C2 X M -H 

*-• b. PC q b- 
d -r PC pi d 
CD CD CO 'O' CD 

59.423 

58.168 

56.944 

55.750 

54.586 

PC 0-1 Dt 1-4 

PC p i -3 d d 
to to to to ^ 

u 

;l 

u 

(d 

Cw 

W 

Sat. Liquid 
tr 

tocceb-b. 

PC CO X X CO 
coco CO CO CO 

ooooo 
d d d d d 

XX05 050 

ooooo 
d d d d d 

0.01640 

0.01641 

0.01642 

0.01642 

0.01643 

0.01043 

0.01644 

0.01644 

0.01645 

0.01645 

0.01646 

0.01647 

0.01647 

0.01648 

0.01648 

0 01649 
0.01650 
0.01650 
0.01651 
0.01651 

w 

K 

D 

iS 

a 

In. Hg 

7.9556 

8.1532 

8,3548 

8.5607 

8.7708 

8.9853 

9.2042 

9.4276 

9.6556 

9.8882 

10.120 

10.368 

10.615 

10.807 

11.124 

11.386 

11.653 

11.925 

12.203 

12.487 

12.775 

13.070 

13.370 

13,676 

13.987 

14.305 

14.629 

14.959 

15.295 

15.637 

(z3 ^ 

s 

s 

a 

< 

1 

Lb/Sq In. 

3.9074 

4.0044 

4.1035 

4.2046 

4.3078 

4.4132 

4.5207 

4.6304 

4.7424 

4.8566 

4.9732 

5,0921 

5.2134 

5.3372 

*6.4634 

5.5921 

5.7233 

5.8572 

5.9936 

6.1328 

6.2746 

6.4192 

6.5666 

6.7168 

6.8699 

7.0259 

7.1849 

7.3469 

7.5119 

7.6801 

&| 

£i 

is 

152 

153 

154 

155 

156 

157 

158 

159 

160 

161 


167 

168 

169 

170 

171 

eo to CO 
b. b» b» 

p«t 

177 

178 

179 

1^ 

181 


^Compiled by John A. Goff and S. Gratcb. 




Table 2. Thermodynamic Properties of Water at Saturation^ (Concluded) 


Thermodynamics 


47 



^Compiled by John A. Goff and S. Gratch. 



48 


CHAPTER 3 


1948 Guide 


Tabi.e 3. Pr(^pi:rtiks of Satltratkd STKAM: Pressuric I'able^ 


■i 


Abs. 
Press. 
In. IE; 

P 

Te.mp 

SPKCiric Voi.rME 

1 

1 Enthai.pv 


Entropy 

.'\BS 

Press. 

¥ 

t 

Sat. 

Liquid 

ff 

1 Sat . 

\'apor 

H 

Sat. 

Liquid 

h{ 

Evap. 

Sat. 

1 V'apor 

Sat, 

Liquid 

Nf 

Kvap. 

Sat. 

Vapor 

1 In. H., 

0.25 

40.23 

0.01602 

2423.7 

8.28 

1071.1 

1079.4 

0.0166 

2.1423 

2.1589 

0.25 

0.50 

58.80 

0.01601 

1256.4 

26,86 

1060.6 

1087.5 

0.0,532 

2.0453 

2.0985 

0.50 

0.75 

70.43 

0.01606 

856.1 

38.47 

1054.0 

1092.5 

0.0754 

1.9881 

2.0636 

0.75 

1.00 

70.03 

0.01608 

652.3 

47.05 

1049.2 

1096.3 

0.0914 

1 .9473 

2.0.387 

1.00 

1.5 

91.72 

0.01611 

444.9 

59.71 

1042.0 

1101.7 

0.1147 

1.8894 

2.0041 

1.5 

2 

101.14 

0.01614 

339.2 

69.10 

1036.6 

1105.7 

0.131G 

1.8^181 

1.9797 

2 

4 

125.43 

0.01622 

176.7 

93.34 

1022.7 

1116.0 

0.1738 

1.7476 

1.9214 

4 

6 

140.78 

0.01630 

120.72 

108.67 

1013.6 

1122.3 

0.1996 

1.6881 

1.8877 

♦ » 

8 

152.24 

0.01635 

92.16 

120.13 

1006.9 

1127.0 

0.2186 

1.6464 

1.8640 


10 

161.49 

0.01640 

74.76 

129.38 

1001.4 

1130.8 

0.2335 

1.6121 

1.8456 

10 

12 

169.28 

0.01644 

63.03 

137.18 

996.7 

1133.9 

0.2460 

1.6847 

1.8307 

12 

14 

176.05 

0.01648 

5-1.55 

143.96 

992.6 

1136.6 

0.2568 

1.5613 

1.8181 

14 

16 

182.05 

0.01652 

48.14 

149.98 

988.9 

1138.9 

0.2662 

1.5410 

1.8072 

16 

IS 

187.45 

0.01655 

43.11 

155.39 

985.7 

1141.1 

0.2746 

1.6231 

1.7977 

18 

20 

192.37 

0.01658 

39.07 

1(K).,33 

982.7 

1143.0 

0.2822 

1.5069 

1.7891 

20 

22 

196.90 

0.01661 

35.73 

164.87 

979.8 

1144.7 

0.2891 

1.4923 

1.7814 

22 

24 

201.09 

0.01664 

32.94 

169.09 

977.2 

1146.3 

0.2955 

1.4789 

1.7744 

24 

26 

20r^.00 

0.01667 

30.56 

173.02 

974.8 

1147.8 

0.3014 

1.4665 

1.7679 

26 

28 

208.67 

0.01669 

28.52 

176.72 

972.5 

1149.2 

0.3069 

1.4550 

1.7619 

28 

30 

212.13 

0.01672 

26.74 

180.19 

970.3 

1150.5 

0.3122 

1.4442 

1.7564 

30 

Lb/Sq In. 
14.696 

! 

212.00 

0.01672 

26.80 

180.07 

970.3 

1150.4 

0.3120 

1.4446 

1.7566 

Lb/Sq In. 
14.696 

16 

216.32 

0.01674 

24.75 

184.42 

067.6 

1152.0 

0.3184 

1.4313 

1.7497 

16 

18 

222.41 

0.01679 

22.17 

190.56 

963.6 

11.54.2 

0.3275 

1.4128 

1.7403 

18 

20 

227.96 

0.01683 

20.089 

196.16 

960.1 

1156.3 

0.3356 

1.3902 

1.7319 

20 

22 

233.07 

0.01687 

18.375 

201.33 

956.8 

1158.1 

0.3431 

1.3811 

1.7242 

22 

24 

237.82 

0.01691 

16.938 

200.14 

953.7 

1159.8 

0.3500 

1 .3672 

1.7172 

24 

26 

242.25 

0.01694 

15.715 

210.62 

950.7 

1161.3 

0.3564 

1.3544 

1.7108 

26 

28 

246.41 

0.01698 

14.663 

214.8;^ 

947.9 

1162.7 

0.3623 

1.3425 

1.7048 

28 

30 

250.33 

0.01701 

13.746 

218.82 

945.3 

1164.1 

0.3680 

1.3313 

1.6993 

30 

32 

254.05 

0.0170-1 

12.940 

222.. 59 

942.8 

1165.4 

0.3733 

1.3209 

1.G941 

.32 

34 

257.58 

0.01707 

12.226 

226.18 

910.3 

1 166.5 

0..3783 

1.3110 

1.6893 

34 

36 

260.95 

0.01709 

11.588 

229.60 

938,0 

1167.6 

0.3831 

1.3017 

1.0848 

3t> 

38 

264.16 

0.01712 

11.015 

232.89 

935.8 

1168.7 

0.3876 

1.2929 

1.6805 

38 

40 ! 

267.25 

0.01715 

10.498 

236.03 

933.7 

1169.7 

0.3919 

1.2844 

1.6763 

40 

42 i 

270.21 

0.01717 

10.029 

239.04 

031.6 

1170.7 

0.3960 

1.2764 

1.6724 

42 

44 

273.05 

0.01720 

9.601 

241.96 

929.6 

I 1171.6 

0.4000 

1.2687 

1.6687 

41 

46 

275.80 

0.01722 j 

9.209 

244.75 

927.7 

1172.4 

0.4038 

1.2613 

1.6652 

i 46 

48 

278.45 

0.01725 

8.848 

247,47 

925.8 

1173.3 

0.4075 

1.2642 

1.0617 

48 

50 

281.01 

0.01727 

8.515 

250.09 

924.0 

1174.1 

0.4110 

1.2474 

1.6585 

60 

52 

283.49 

0.01729 

8.208 

252.63 

922.2 

1174.8 

0.4144 

1.2409 

1.6563 

62 


285.90 

0.01731 

7.922 

2bbm 

920.5 

1175.6 

0.4177 

1.2346 

1.6623 

54 

56 

288.23 

0.01733 

7.656 

257.50 

918.8 

1176.3 

0.4209 

1.2285 

1.6494 

56 

58 

290.50 

0.01736 

7,407 

259.82 

917.1 

1176.9 

0.4240 

1.2220 

1.6466 

58 

60 

292.71 

0.01738 

7.175 

262.09 

915.0 

1177.6 

0.4270 

1.2168 

1.6438 

60 

62 

294.85 

0.01740 

6.957 

264.30 

913.9 

1178.2 

0.4300 

1.2112 

1.6412 

62 

64 

296.94 

0.01742 

6.752 

266.45 

912.3 

1178.8 

0.4328 

1.2069 

1.6,387 

64 

66 

298.99 

0.01744 

6.560 

268.55 

910.8 

1179.4 

0.4356 

1.2006 

1.6362 

66 

68 

300.98 

0.01746 

6.378 

270.60 

909.4 

1180.0 

0.4383 

1.1965 

1.6338 

68 

70 

302.92 

0.01748 

6.206 

272.61 

907.9 

1180.6 

0.4409 

1.1006 

1.6315 

70 

72 

304.83 

0.01750 

6.044 

274.57 

900.5 

1181.1 

0.4435 

1.1867 

1.6292 

72 

74 

306.68 

0.01752 

5.890 

276.49 

906.1 

1181.6 

0.4460 

1.1810 

1.6270 

74 

76 

308.50 

0.01754 

5.743 

278.37 

903.7 

1182.1 

0.4484 

1.1764 

1.6248 

76 

78 

310.29 

0.01755 

5.604 

280.21 

902.4 

1182.6 

0.4508 

1.1720 

1.6228 

78 

80 

312.03 

0.01757 

5.472 

282.02 

901.1 

1183.1 

0.4531 

1.1676 

1.6207 

80 

82 

313.74 

0.01759 

5.346 

283.79 

899.7 

1183.5 

0.4654 

1.1633 

1.6187 

82 

84 

315.42 

0.01761 

5.226 

285.53 

898.5 

1184.0 

0,4676 

1.1592 

1.6168 

84 

86 

317.07 

0.01762 

5.111 

287.24 

897.2 

1184.4 

0.4508 

1.1551 

1.6149 

86 

88 

318.08 

0.01764 

5.001 

288.91 

895.9 

1184.8 

0.4620 

1.1610 

1.6130 

88 

90 

320.27 

0.01766 

4.896 

290.56 

894.7 

1185.3 

0.4641 

1.1471 

1.6112 

90 

92 

321.83 

0.01768 

4.796 

292.18 

893.5 

1186.7 

0.4661 

1.1433 

1.6094 

92 

94 

323.36 

0.01769 

4.699 

293.78 

892.3 

1186.1 

0.4682 

1.1394 

1.6076 

94 

96 

324.87 

0.01771 

4.606 

295.34 

891.1 

1186.4 

0.4702 

1.1358 

1.6000 

96 

08 

326.35 

0.01772 

4.517 

296.89 

889.9 

1186.8 

0.4721 

1.1322 

1.6043 

98 

100 

327.81 

0.01774 

4.432 

298.40 

888.8 

1187.2 

0.4740 

1.1286 

1.6026 

100 

150 

358.42 

0.01809 

3.015 

330.51 

863.6 

1194.1 

0.5138 

1.0566 

1.6694 

150 

200 

381.79 

0.01839 

2.288 

356.36 

843.0 

1198.4 

0.5435 

1.0018 

1.6453 

200 

300 

417.33 

0.01890 

1.5433 

393.84 

80 S ^ 

1202.8 

0.5879 

0.9225 

1.5104 

300 

400 

444.59 

0.0193 

1.1613 

424.0 

780.5 

1204.5 

0,6214 

0.8630 

1.4844 

400 

500 

467.01 

0.0197 

^ 0.9278 

449.4 

756,0 

1204,4 

0.6487 

0.8147 

1.4634 

600 


^Reininted hf pemtitsioii Irpm Themuklynamie PropertUa oif SUam, by J. H. Keenan and P. G. Keyes 
published by Jomi Wiky and Sons, Inc., edition. 
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necessary to add a correction term h as follows, 

../I — R 


* = (5a) 

In Table 4 are listed_ values of the coefficient B and maximum values of 

the correction term A, the latter occurring at the same values of jjl as do 
those of the correction term v. 

Unfortunately, values of the entropy 5 of moist air per pound of dry 
air computed from the simple relation, 

5 = 5a + (6) 

do not approximate the true values as closely as might be desired except 
at temijeratures considerably lower than 150 F. Only a relatively small 
portion of the error is contributed by the correction term 

tx(l - ii)C , . 

s = -- — — (ba) 

Table 4 lists values of the coefficient C and maximum values of the 
correction term Sy the latter occurring at the same values of pi as do those 
of the correction terms v and h. The larger portion of the error is con- 
tributed by the so-called mixing entropy. It can be expressed as an 
additional correction term ~s as follows, 

s = 0.1579 [(1 -f ixaWy logio(l -f vjhWb) - fJuzlFslogio(ix) 

- ;jl( 1 -f aPK8)logio(l + aWs)] 

Maximum values of s and the values of (x at which they occur are given 
in Table 4. In Equation 6b logio denotes logarithm to the base 10. 

MOLLIER DIAGRAM 

It is a fundamental proposition of thermodynamics that when a fluid 
flows across a section fixed in space it convects with it an amount of energy 
equal to its enthalpy as determined by the pressure^ temperaturCy and com- 
position of the fluid at that section. This fundamental proposition provides 
the correct procedure for applying the law of conservation of energy to 

Table 4. Coefficients A, B, C Appearing in Equations 4a, 5a, 6a, Maximum 
Values of Corrections Defined by Equations 4a, 5a, 6a. Degree of Saturation 
AT Which These Maxima Occur, jim. Maximum Value of Correction Defined 
BY Equation 6b. Degree of Saturation at Which This Maximum Occurs, (xm. 

{Standard Atmospheric Pressure) 
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the processes occurring most frequently in air conditioning practice. 
Thus if moist air is flowing through a duct it carries across any section of 
the duct energy of amount mh Btu per minute and water of amount mW 
pounds per minute, if m denotes the weight of dry air crossing the section 
per minute. 

The foregoing considerations suggest the importance of having accurate 
knowledge regarding the enthalpy of the fluid in question and the desir- 
ability of using enthalpy as one of the coordinates in graphical repre- 
sentation. The use of enthalpy h and humidity ratio IF as coordinates 
in the case of moist air is due to Mollie;* ^ A convenient modification 
of the Mollier diagram introduced by Goff is obtained by taking humidity 
ratio W as ordinate and reduced enthalpy (A-IOOOIF) as abscissa. A 
Mollier Diagram modified in this way is enclosed in the envelope attached 
to the inside back cover and an abridgement of the Diagram is shown 
in Fig. 1. 

The Mollier Diagram is a constant-pressure chart, the one provided 
with this book being drawn for standard atmospheric pressure from the 
data in Table 1. Along the axis of abscissae (TI^ = 0, p. = 0) are plotted 
values of the specific enthalpy of dry air /za at one-degree intervals of tem- 
perature. Values of humidity ratio at saturation IF;, plotted against 
values of reduced enthalpy at saturation (/^s-lOOOlFs) determine the satu- 
ration curve ({X = 100 per cent). Lines of constant temperature connect 
points on the saturation curve with corresponding points on the dry-air 
axis and are inclined upward to the right. They are drawn straight in ac- 
cordance with Equations 3 and 5 because the curvature contributed by the 
correction term 5a is inappreciable at all temperatures within the range 
of the chart. The portion of each isotherm lying between the dry-air 
axis and the saturation curve is divided into 10 equal parts by curves of 
constant per cent saturation. The per cent saturation of any point below 
the saturation curve is readily determined by linear interpolation along 
the isotherm through that point. 

Each isotherm breaks at the saturation curve to incline upward to the 
left into the two-phase region above the saturation curve. The ordinate 
of a point in this region is the total weight of water in both the vapor 
phase (moist air) and the condensed phase (liquid or solid) per pound 
of dry air in both phases. Neglecting the very small amount of dissolved 
air in the condensed phase, it is the weight of water in both phases per 
pound of dry air in the vapor phase. The ordinate at the break in the 
isotherm through the point in question is the weight of water per pound 
of dry air in the vapor phase. Consequently, the difference between the 
two ordinates is the weight of condensed phase per pound of dry air in 
the vapor phase. 

It has been stated that the region above the saturation curve is the 
two-phase region. This is so except in the wedge with apex on the satu- 
ration curve at 32 F where three distinct phases, namely, solid, liquid, and 
vapor coexist. In fact, this wedge separates the liquid-vapor region 
above the wedge from the solid-vapor region below it. A point inside 
the wedge divides the horizontal line extending through it from one 
boundary to the other into two segments which are in the same ratio 
as are the weights of solid and liquid. The temperature is 32 F throughout 
the wedge. 

The isotherms in the two-phase regions above the saturation curve 
have been extended downward to the right into the vapor-phase region 
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below the saturation curve as lines of constant thermodynamic wet-bulb 
temperature. The definition of thermodynamic wet-bulb temperature 
will be givefi later. 

On the Mollier Diagram provided with The 1948 Guide there has been 
drawn a protractor from which can be determined the direction in which 
the state point of a mixture of water and dry air will be moved by simul- 
taneous addition of energy and water without addition of dry air. A par- 
ticular direction is specified by the numerical value of the ratio of energy 
to water added which ratio is designated as q and called the specific enthalpy 
of water added, Btu per pound. The protractor is useful in locating the 
condition line of a cooling load or heating load problem. 

DERIVED PROPERTIES 

Thermodynamic Wet-bulb Temperature. For an>' state of moist air there 
exists a temperature at which liquid (or solid) water may be evaporated 
into the air to bring it to saturation at exactly this same temperature. 
The humidity ratio of the air is increased from a given initial value W 
to the value corresponding to saturation at the temperature 
the enthalpy of the air is increased from a given initial value h to the value 
As* corresponding to saturation at the temperature the weight of 
water added per pound of dry air is IFa* — W and this adds energy of 
amount ““ W) h^*, where denotes the specific enthalpy of the 
water as added at the temperature therefore, if the process is strictly 
adiabatic, 

A + (IFs* - PF);/w* = h* (7) 

The solution of Equation 7 for given values of h and W is called thermo- 
dynamic wet-bulb temperature. 

Example 1. Find the thermodynamic wet-bulb temperature of moist air at 80 F, 
50 per cent saturation, atmospheric pressure. 

Solution. From the data of Table 1, the enthalpy of the air is 19.221 4- 0.50 X 
24.47 = 31.46 Btu/Iba (Equation 5). To a first approximation this is the enthalpy at 
saturation at the thermodynamic wet-bulb temperature which is therefore approximately 
67 F. 

At 67 F the humidity ratio at saturation is 0.01424 Ibw/lba and the specific enthalpy 
of liquid water is 35.11 Btu/lbw The humidity ratio of the air is W *» 0.50 X 0.02233 =* 
0.01117 Ibw/lba (Equation 3). Therefore, to a second approximation, the enthalpy at 
saturation at the thermodynamic wet-bulb temperature is As* ** 31.46 + (0.01424 — 
0.01117) X 35.11 “ 31.57 Btu/Iba, Equation 7. Interpolation in Table 1 gives as final 
answer, 

« 66.94 F 

The answer can also be read directly on the Mollier Diagram at the intersection of 
the 80 F dry-bulb and 50 per cent saturation lines. 

The psychrometer is an instrument consisting of two thermometers 
one of which has the bulb covered with a suitable wick that has been 
dipped in liquid water and thoroughly wetted by it. On placing the 
wet-bulb of the instrument in an air stream, the liquid begins to evaporate 
from the wick and it is usually assumed that such evaporation brings the 
air immediately adjacent to the wick to saturation. At first this air may 
reach saturation at a higher or lower temperature than that of the liquid 
on the wick; but in a relatively short time the temperature of the liquid 
will have changed to approach equality with that of the air touching 
the wick, even if this requires the liquid to freeze on the wick. Then the 
liquid (or solid) will continue for a time to evaporate into the air stream 
at such temperature as will bring a portion of the air streant to saturation 
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at this same temperature. This equilibrium temperature is called wet- 
bulb temperature. 

It is clear that the readings of an actual wet-bulb thermometer cannot 
be regarded as values of a thermodynamic property of moist air; for these 
readings are importantly affected by a number of non-thermodynamic 
factors including design, construction, installation, and technique of 
using the instrument. Thus, unless the wet-bulb is effectively shielded 
against radiation from relatively warm surfaces the process will not be 
strictly adiabatic as tacitly assumed in writing Equation 7. Also, partial 
drying of the wick will prevent the air immediately adjacent to it from 
reaching complete saturation as assumed in Equation 7. A working 
theory developed by Arnold ® enables the calculation of corrections to be 
applied to the readings of the actual instrument in order to make them 
agree with the values of temperature calculated from Equation 7. For- 
tunately, and indeed fortuitously, these corrections can be made small, 
but to emphasize the necessity of making them in accurate experimen- 
tation, the temperature defined by Equation 7 is called thermodynamic 
wet-bulb temperature. 

Example 2. Find the degree of saturation of moist air at 90 F dry-bulb, 63 F thermo- 
dynamic wet-bulb, atmospheric pressure. 

Solution. Inserting numerical data from Table 1 into Equation 7 gives 
(21.625 -f 34.31 (j.) -f (0.01235 - 0.03118^) X 31.12 = 28.57 
The solution of this equation is direct and the final answer is 

tx = 19.67 per cent 

The per cent saturation may also be read directly at intersection of 90 F dry-bulb 
and 63 F thermodynamic wet-bulb lines on the Mollier Diagram. 

Example S. Find the temperature to which moist air initially saturated at 40 F and 
at standard atmospheric pressure must be heated in order to have a thermodynamic 
wet-bulb temperature of 60 F. 

Solution. On the Mollier Diagram follow a horizontal line from the saturation curve at 
40 F tp its intersection with the 60 F thermodynamic wet-bulb line and read the corre- 
sponding temperature directly. 

Inserting numerical data from Table 1 into Equation 7, this becomes 

+ 0.005213^a8/lF8 « 26.46 - (0.01108 - 0.005213) X 28.12 « 26.295 

At 85 F the lefthand member of this equation has the value 26.147; at 86 F its value is 
26.389; by linear interpolation the answer is: f = 85.61 F. 

Dew-Point Temperature. Corresponding to any given state of moist 
air there exists another state on the saturation curve having the same 
humidity ratio W and same pressure p as the given state. The tempera- 
ture at this other state on the saturation curve is called the dew-point 
temperature of the given state. Obviously, if moist air is cooled at con- 
stant pressure and constant humidity ratio it will reach saturation when 
its temperature falls to a value equal to its dew-point temperature. This 
will usually be marked by the first appearance of a coexisting condensed 
phase. In one type of dew-point apparatus a continuous sample of air 
is passed over a mirror which can be cooled by external refrigeration and 
whose temperature can be accurately measured. The measured tem- 
perature at which the intensity of light reflected from the mirror is ab- 
ruptly diminished by condensation is taken to be the dew-point tempera- 
ture of the air sample. Examples 4 and 5 illustrate the relation between 
the dew-point, degree of saturation and dry-^bulb temperature. 
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Example 4> Find the dew-point temperature of moist air at 80 F, 50 per cent satu- 
ration, atmospheric pressure. 

Solution. the Mollier Diagram follow a horizontal line from a given state point 
(80 F, 50 per cent) to the saturation curve and read the temperature at the intersection. 

To solve from Table 1 : 

From the data in Table 1, the humidity ratio of the air is W = 0.50 X 0.02233 = 
0.01117 Ibw/lba. By interpolation this is found to be the humidity ratio at saturation 
at 60.22 F which is therefore the required answer. 

Example 5. Find the degree of saturation of moist air at 90 F dry-bulb, 40 F (dew- 
point), atmospheric pressure. 

Solution. On the Mollier Diagram follow a horizontal line from 40 F on the saturation 
curve to the 90 F isotherm (dry-bulb) and read the degree of saturation directly. 

To solve from Table 1 : 

From the data in Table 1, the humidity ratio of the air must be W == 0.005213. But 
the humidity ratio at saturation at 90 F is 0.03118; hence the degree of saturation is 

[L = 0.005213/0.03118 = 16.72 percent 

TYPICAL AIR CONDITIONING PROCESSES 

The use of Table 1 and the Mollier Diagram in analyzing typical air 
conditioning processes is best explained by means of illustrative ex- 
amples. In each of the following, it is to be understood that the process 
in question takes place at a constant pressure of 29.921 in. Hg, or standard 
atmospheric pressure. 

Heating 

The process of adding heat to moist air is represented by a horizontal 
line on the Mollier Diagram. The length of the line between the initial 
and final state points is the increase of reduced enthalpy; but, since the 
humidity ratio is constant, it is also the increase of enthalpy itself and 
therefore the quantity of heat added per pound of dry air. 

Example 6. Air initially at 20 F, 80 per cent saturation is heated to 120 F. Find 
the quantity of heat required to process 20,000 cfm of heated air. 

Solution. From the data in Table 1: the initial humidity ratio is 0.80 X 0.002152 *= 
0.001722 Ibw/lba; the initial enthalpy is 4.804 -f- 0.80 X 2.302 = 6.646 Btu/Iba; the 
final degree of saturation is 0.001722/0.08149 = 2.113 per cent; the final enthalpy is 
28.841 -f 0.02113 X 90.70 = 30.757 Btu/lba. 

It may be supposed that the air is heated between two sections of a duct. The 
quantities of energy convected across the two sections per pound of dry air crossing 
tnem are the two enthalpies calculated. Conservation of energy requires that the differ- 
ence between these two enthalpies be the quantity of heat added; thus, 

AffB = 30.757 - 6.646 = 24.111 Btu/Iba. 

The final volume is 14.611 -f 0.02113 X 1.905 == 14.651 cu ft/Iba* Since 20,000 cfm 
of heated air is to be processed, the total quantity of heat required is 

A0B = 24.111 X 20,000/14.651 =*» 32,914 Btu per minute. 

On the Mollier Diagram the process is represented by the horizontal line AB, Fig. 2, 
whose length is the quantity of heat added per pound of dry air. The reduced enthalpy 
at A is 4.92 while that at B is 29.03, both being read directly from the chart. Since 
humidity ratio is constant the difference between these reduced enthalpies is also the 
difference between the enthalpies themselves, namely, 24.11 Btu/lba. 

Cooling 

The process of cooling moist air is also represented by a horizontal line 
on the Mollier Diagram. The line may extend across the saturation curve 
into the two-phase region, nevertheless, the length of the line between 
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Fig. 2. Illustration of Use of Mollier Diagram in Solution of Example 6 

the initial and final states is the quantity of heat removed, or refrigeration 
supplied, per pound of dry air. By following the final isotherm downward 
to the right to the saturation curve and reading the ordinate there, the 
weight of water vapor per pound of dry air in the vapor phase is deter- 
mined. The difference between the initial humidity ratio and this ordi- 
nate is the weight of condensed phase per pound of dry air in the final 
state. , 

Example 7. Air at 95 F and 50 per cent saturation is cooled to 70 F. Find the 
refrigeration required to process 20,000 cfm of uncooled air. 

Solution. From the data in Table 1: the initial humidity ratio is 0.50 X 0.03673 =» 
0.01837 Ibw/lba; the initial enthalpy is 22.827 + 0.50 X 40.49 = 43.072 Btu/lba; the 
humidity ratio at saturation at the final temperature is 0.01582 Ibw/lba; the quantity 
of liquid formed is 0.01837 — 0.01582 = 0.00255 Ibw/lba*, the enthalpy of the final 
two-phase mixture is 34.09 + 0.00255 X 38.11 == 34.187 Btu/lba. 

It may be supposed that the air is cooled between two sections of a duct. The 
quantities of energy convected across the two sections per pound of dry air crossing them 


15.82 24.70 



Fig. 3. Illustration of Use of Mollier Diagram in Solution of Example 7 
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are the two enthalpies calculated » Conservation of energy requires that the difference 
between these two enthalpies be the quantity of heat removed, or refrigeration supplied, 
between the t)vo sections. Therefore, 

= 43,072 - 34.187 « 8.885 Btu/lba 

The initial volume is 13.980 + 0.50 X 0.822 « 14.391 cu ft/lba. Since 20,000 cfm 
of air is to be processed, the total refrigeration required is 

— aCb = 8.885 X 20,000 -r* 14.391 = 12,348 Btu per minute. 

On the Mollier Diagram the process is represented by the horizontal line AB, Fig. 3, 
whose length is the quantity of refrigeration required per pound of dry air. 

Adiabatic Mixing of Two Air Streams 

A typical air conditioning process requiring special analysis is the 
adiabatic mixing of two air streams. Referring to Fig. 4 , let mi, m2, ma 
denote the weights of dry air convected across sections Fi, F2, F3, respect- 
ively, per minute. Then miTFi, moTFe, m^Wz and m\hi, m2h2, nizhz will 



denote the weights of water and the quantities of energy similarly con- 
vected. If the mixing is adiabatic, it must be governed by the three 
equations, 

ni\ -f- nii = w* 

m\Wi m^Wt = ntzWi (8) 

mih\ 4 - mihi *= fn%ht 

Elimination of m3 gives, 

hi - hi V/i ~ W 9 nti , . 

ht - hi Wt - Wi “ m 2 ^ ^ 


according to which : on the Mollier Diagram the state point of the resulting 
mixture lies on the straight line connecting the state points of the two streams 
being mixed and divides the line into two segments which are in the same 
ratio as are the weights of dry air in the two streams. 

Example 8. Outside Air at 0 F and 80 per cent saturation is to be mixed adiabaticaily 
* with recirculated Inside Air at 70 F and ^ per cent. saturation in the ratio of one pound 
of dry air in the former to seven in the latter. Find the temperature and degree of 
saturation of the resulting mixture. 

Solution. The humidity ratio Wg and the enthalpy hg of the resulting mixture must 
satisfy Equations 9, namely, 

0.003164 - Wt 20.270 - At 1 
IF, - 0.000630 * A, - 0.668 * 7 
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from which: Wz =* 0.002847, hi = 17.820. At the temperature of the resulting mixture, 
therefore, 

^ + 0.002847 ^as/l^s = 17.820 

At 61 F the lefthand member of this equation has the value 17.750; at 62 F its value is 
17.991; by interpolation the temperature of the resulting mixture is 61.29 F where the 
humidity ratio at saturation, also by interpolation, is 0.01161; hence the degree of 
saturation of the resulting mixture is 

IJL = 0.002847 4- 0.01161 = 24.52 per cent 

On the Mollier Diagram, Fig. 5, a straight line is drawn between point 1 (0 F, 80 per 
cent) and point 2 (70 F, 20 per cent); then point 3 is located on the line one-eighth of the 
distance from point 2 to point 1. The temperature and degree of saturation at point 3 
are read directly. 

Adiabatic Mixing with Injected Water 

Another typical air conditioning process is that of injecting water into 
an air stream to mix with it adiabatically. Let W2 — Wi, denote the 
increase in humidity ratio of the air; this is obviously the quantity of 
water injected per pound of dry air; it follows that the quantity of energy 
injected per pound of dry air is {W2 — where denotes the 

specific enthalpy of the water as injected; if the process is adiabatic 
tins produces an equal increase in the enthalpy of the air, namely, 
hi — hi\ therefore, 


//2 - - Wy) (10) 

according to which: the process of injecting water into an air stream to 
mix adiabatically with it is represented by a straight line on the Mollier 
Diagram whose direction is fixed by the specific enthalpy of the water as 
injected. The protractor drawn on the Mollier Diagram provided with 
this book provides a convenient means for determining this direction. 

Example 9. It is desired to increase the humidity ratio of air at 70 F dry-bulb, 
without changing its temperature. Under what conditions may water be injected in 
order to accomplish the desired result? 

Solution. At 70 F the increase of enthalpy per unit increase of humidity ratio is 
Aas/lFs » 17.27 -r 0.01582 « 1092 Btu per pound of water. This must be the specific 
enthalpy of the water added if the state point of the air is to be moved along the 70 F 
isotherm. Saturated steam at 668 F has this specific enthalpy*. 

On the Mollier Diagram, Fig. 6, it is seen that the 70 F isotherm is parallel to the line 
on the protractor for a specific enthalpy of 1092 Btu per pound. 

Adiabatic Saturation 

Any process by which the state point of moist air is moved to the 
saturation curve adiabatically may properly be called adiabatic satu- 
ration. 

Example 10. Liquid water chilled to 35 F is evaporated into an air stream initially at 
90 F and 50 per cent saturation. How much water must be evai>orated to bring the air 
to saturation at what temperature? 

Solution. The initial enthalpy of the air is 21.625 -i- 0.50 X 34.31 *= 38.780 Btu/Iba; 
the initial humidity ratio is 0.50 X 0.03118 » 0.01559 Ibw/lba; the specific enthalpy 
of the chilled water is 3.06 Btu/lbw; therefore, the temperature at which the air reaches 
the saturation curve must be such that the enthalpy As and humidity ratio W$ at satu- 
ration satisfy the equation, 

At - (PF. - 0.0155^) X 3.06 « 38.780 

The Mution is 7549 F where the humidity ratio at saturation is 0.01894; consequently, 
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Fig. 5. Illustration of Use of Mollier Diagram in Solution of Example 8 



Fig. 6. .Illustration of Use of Mollier Diagram in Solution of Example 9 



Fig. 7. Illustration of Use of Mollier Diagram in Solution op Example 10 
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the weight of water evaporated is 0.01894 — 0.01559 = 0.00335 lb per pound of dry air. 

On the Mollier Diagram, Fig. 7, a line is drawn through the initial state point (90 F, 
50 per cent saturation) in the direction given by the protractor for a specific enthalpy 
of 3.06 Btu/lbw. 

If air is saturated adiabatically with spray water which is recirculated, 
the water will ultimately assume a temperature such that the air is 
brought to saturation at exactly the same temperature; that is, the water 
will assume the thermodynamic wet-bulb temperature of the air. 

Example 11, Air at 75 F and 60 per cent saturation is saturated adiabatically with 
recirculated spray water. Find the resulting temperature and the weight of water 
added per pound of dry air. 

Solution. In view of the foregoing remarks the solution of this example reduces to the 
determination of the thermodynamic wet-bulb temperature of the air. Its humidity 



Fig. 8. Illustration of Use of Mollier Diagram in Solution of Example 11 


ratio is 0,60 X 0.01882 = 0.01129; its enthalpy is 18.018 -f 0.60 X 20.59 = 30.372; 
Equation 7 defining thermodynamic wet-bulb temperature becomes 

^8* - (IFa* - 0.01 129) Aw* - 30.372 

At 65 F the value of the lefthand member is 29.995; at 66 F its value is 30.746; by inter- 
polation the thermodynamic wet-bulb temperature is 65.51 F where the humidity ratio 
at saturation is 0.01350; consequently the weight of water added is 0.01350 — 0.01129 =» 
0.00221 lb per pound of dry air. 

On the Mollier Diagram, Fig. 8, the process is represented by the line AB which is a 
segment of the 65.51 F thermodynamic wet-bulb line. The difference between the ordi- 
nates at B and at A is the weight of water added per pound of dry air. 

Cooling Load 

The problem of calculating the cooling load for an air conditioned space 
usually reduces to the determination of the quantity of inside air that 
must be withdrawn and the condition to which it must be brought by 
suitable processing so that its return to the conditioned space will have 
the net effect of removing given amounts of energy and water from the 
space. 

Let M denote the weight of dry air withdrawn with inside air per hour. 
With it will be withdrawn energy of amount Mhi and water of amount 
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MWi per hour, where hi and Wi denote the enthalpy and humidity ratio 
of the inside air, respectively. The weight of dry air returned with the 
conditioned air will necessarily be the same as that withdrawn with the 
inside air, but with it must be returned a smaller quantity of energy Mh 
and a smaller quantity of water MW, LetA^ and AW denote the given 
amounts of energy and water to be removed from the conditioned space 
per hour; then 

Mh » Mhi - AQ 
MW « MWi - AW 


Eliminating M and letting q denote the ratio of energy removed to 
water removed, that is, q = AQ/AW, 


h — hi _ 

IV - Wi ® 


( 11 ) 


according to which: all possible states for the conditioned air lie on a 
straight line on the Mollier Diagram passmg through the state point of the 
inside air in the direction specified by the numerical value of the ratio q. This 
line is called the condition line for the given problem. If the condition line 
crosses the saturation curve, the point of intersection is called the appa- 
ratus dew-point for the given problem. 

The protractor on the Mollier Diagram facilitates the drawing of the 
condition line and the locating of the apparatus dew-point. For this 
purpose the numerical value of the ratio q is to be regarded as a value 
of the specific enthalpy of water added, Btu per pound. 

Example 12, A condition of 80 F dry-bulb, and 67 F thermodynamic wet-bulb, is 
to be maintained in a clothing store, outside conditions being 95 F dry-bulb, and 75 F 
thermodynamic wet-bulb. The energy gain from normal heat transmission is estimated 
at 16,000 Btu per hour, that from solar radiation at 48,000 Btu per hour. I'he energy 
generated by lights, fans, etc. is estimated at 13,900 Btu per hour. The ventilation 
requirement is 30,000 cu ft per hour. The number of occupants is 50. Find the ap- 
paratus dew-point. 

Solution. The properties of inside air and outside air are readily calculated from the 
data in Table 1, see especially Example 2. 

Inside Air Outside Air 


= 0.5024 0.3848 

h « 31.514 38.408 

W « 0.01122 0.01413 

V = 14.296 


The weight of dry air entering with the ventilating air is 30,000/14.296 =» 2098.5 Ib 
per hour which brings with it energy of amount 2098.5 X 38.408 » 80.595 Btu per hour 
and water of amount 2098.5 X 0.01413 =* 29.659 lb per hour. 

The weight of dry air displaced from the store by the ventilating air is 2098.5 lb per 
hour which takes with it energy of amount 2098.5 X 31.514 ** 66,132 Btu per hour and 
water of amount 2098.5 X 0.01122 ** 23.541 Ib per hour. 

Each occupant may be regarded as a normal person standing at rest and evaporating 
(1386 grains) 0.198 lb of water per hour (value obtained by interpolation between 
Curves D and C Fig 7, Chapter 12) at about 79 F. From this source there is water of 
amount 50 X 0.198 “ 9.90 lb per hour and energy of amount 9.90 X 1095,7 — 10,847 
Btu per hour added to the conditioned space. In addition each occupant loses 225 Btu 
per hour by conduction, convection, and radiation, making a total for 50 persons of 
11,3(X) Btu per hour. 

The net energy gain is 16,000 -f- 48,000 4- 43,900 -f 80,595 - 66,182 -f 10,847 -f 
11,300 *» 114,510 Btu per hour. The net water gain is 29.659 — 23.541 -f 9.W ■« 16*018 
ib per horn. Accordingly the direction of the condition line is hxed by the ratio, q 
114,510 -4- 16.018 7148.8 Btu per pound of water. 

On the Mollier Diagram, Fig, 9, the direction of the condition line is given by the pro^ 
tractor for a specific enthalpy of wtUer added of 7148.8 Btu per pound, The line itself 
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passes through the state point of the inside air and intersects the saturation curve at 
the apparatus dew-point. 

According to Equation 11 the enthalpy hs and humidity ratio at the apparatus 
dew-point must satisfy the equation 

7148.811^8 ~ ^8 = 7148.8 X 0.01122 - 31.514 * 48.681 

At 58 F the left-hand member has the value 48.513; at 59 F its value is 50.641; by inter- 
polation the apparatus dew-point is 58.08 F. 

It would be a mistake to assume that the refrigeration to be supplied 
is equal to the net energy to be removed; for in general water is to be 
removed simultaneously and unless this is removed as liquid at 32 F it 
will automatically take some energy with it. Thus, unless the water is 
removed as solid (ice) the refrigeration to be supplied will be somewhat 
less than the net energy to be removed. 

Example 13, Referring to the cooling load problem of Example 12, suppose that the 
conditioning process consists of cooling a portion of the inside air to the apparatus dew- 
point temperature, separating out the liquid thus formed, and returning the resulting 
saturated mixture to the conditioned space. Find the quantity of inside air that must 
be processed in this manner and the corresponding qu^intity of refrigeration required. 



Fig. 9. Illustration of Use of Mollier Diagram in Solution of Example 12 


Solution, During the cooling operation the enthalpy of the inside air is reduced 
to the value, 

k » 25.17 + (0.01122 - 0.01033) X 26.20 » 25.193 

where 25.17 and 0.01033 are the values of enthalpy and humidity ratio at saturation 
at the apparatus dew-point temperature and 26.20 is the specific enthalpy of liquid 
water at that temperature. It follows that the quantity of refrigeration required is 
31.514 — 25.193 «* 6.321 Btu per pound of dry air. 

The inside air being processed leaves the store with an enthalpy of 31.514 and is 
returned with an enthalpy of 25.17; it therefore removes energy of amount 6.344 Btu 
per pound of dry air. This means that the weight of dry air involved in the process is 
114,510/6.344 « 18,050 lb per hour and that the total refrigeration to be supplied is 
18,050 X 6.321 ■» 114,090 Btu per hour, or 9.508 tons. 

The quantity of liquid separated out during the conditioning process is 18,050 X 
(0.01122 ^ 0.01033) ■“ 16.018 lb per hour as required. In leaving the apparatus it 
takes with it energy of amount 16.018 X 26.20 420 Btu per hour. This plus the 

refrigeration accounts for the total energy removal of 114,510 Btu per hour as required. 

On the Mollier Diagram, Fig. 10, the cooling operation is represented by line AB whose 
length is the quantity of refrigeration per pound of dry air; the separation of the liquid 
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formed in the cooling operation is represented by line BC whose projection on the 
ordinate axis is the quantity of liquid so separated per pound of dry air. Point C is the 
apparatus dew-|)oint and lies on the condition line as required. 

In practice it may not be feasible to choose the apparatus dew-point 
as the point on the condition line to which to condition the inside air 
because to do so would require an excessive number of air changes in the 
given space. Or it may be that the condition line does not cross the 
saturation curve at all so that the apparatus dew-point as defined does 
not exist. Finally, it is rarely possible to obtain complete saturation in 
conventional air conditioning apparatus. Nevertheless the requirements 
of the cooling load problem can be exactly met if the conditioned air 
is brought to any point on the condition line of the problem. 

Heating Load 

The condition line is also useful in the analysis of heating load problems 
as may best be illustrated by means of an illustrative example. 

Example H. A certain space is to be maintained at 70 F and 50 per cent saturation 
with outside conditions at 0 F and 80 per cent saturation. The normal heat trans- 
mission through walls, partitions, floor, roof, glass and doors is estimated at 75,000 Btu 
per hour. Energy gained from lights and appliances is estimated at 15,000 Btu per hour. 


- c; • 6.32 iTU/Li out AIR 

/ 



Fig. 10. Illustration of Use of Mollier Diagram in Solution of Example 13 

Energy and water gains from occupants are to be disregarded in the calculations. Double 
doors and windows are used so that infiltration is negligible. The ventilation require- 
ment is 30,000 cu ft per hour of outside air. 

The requirements of the problem are to be met in the following manner; preheat the 
ventilating air\ mix it adiabatically with recirculated inside air; saturate the mixture 
adiabatically with recirculated spray water; heat the resulting mixture to 105 F and 
return it to the conditioned space as supply air. 

Analysis. Every pound of dry air admitted to the system (air conditioned space plus 
air conditioning apparatus) with the ventilating air displaces a pound of dry air from the 
system with inside air. Since the ventilating air is not admitted directly to the space, 
then for every pound of dry air withdrawn with inside air there is a pound of dry air 
returned with supply air. This has to have the net effect of adding energy of amount 
00,000 Btu per hour and water of amount zero pounds per hour. Thus the ratio q deter- 
mining: the direction of the condition line is infinite, which means that the condition line 
is horizontal as indicated by the protractor on the Mollier Diagram. 

The properties of inside air are: h 25.451, W - 0.007010. Since the state point 

die sup^y air must be «n the condition line at 105 F, its properties are: k » 33.0%, 
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W = 0.007910. Therefore the weight of dry air withdrawn with inside air and returned 
with supply air is 60,000 (33.986 - 25.451) - 7029,9 lb per hour. 

I’he properties of are: h ~ 0.668, W = 0.0006298, v = 11.590. Therefore 

the weight of dry air introduced into the system with the ventilating air is 30,000 ^ 
11.590 = 2588.4 Ib per hour. This ventilating air is to be mixed adiabatically with inside 
air containing 7029.9 — 2588.4 = 4441.5 lb of dry air per hour; therefore, the humidity 
ratio of the mixture must be (2588.4 X 0.0006298 4- 4441.5 X 0.007910) 7029.9 *= 

0.005229. 

The condition line crosses the saturation curve at 50.86 F where the enthalpy is 20.782 
and the humidity ratio is 0.007910. This is the state point to be reached by adiabatic 
saturation of the mixture of ventilating air and inside air with recirculated spray water. 
Accordingly, the state point of the mixture must lie on the 50.86 F thermodynamic wet- 
bulb line so that its enthalpy must have the value, 

h = 20.782 - (0.007910 - 0.005229) X 18.97 = 20.731 

This requires that the enthalpy of the preheated ventilating air have the value, 

h - (7029.9 X 20.731 - 4441,5 X 25.451) -e- 2588.4 = 12.632 

Since the humidity ratio of the preheated ventilating air is known to be 0.0006298, its 
temperature is readily found to be 49.75 F. 

I'he quantity of heat required for preheating the ventilating air is 2588.4 X (12.632 — 
0.668) == 30,968 Btu per hour; that to be added to the supply air is 7029.9 X (33.986 ~ 



Fig. 11. Illustration of Use of Mollier Diagram in Solution of Example 14 


20.782) « 92,823 Btu per hour; the energy added with the spray water is 7029.9 X 
18.97 X (0.007910 — 0.005229) = 357 Btu per hour; that introduced into the system 
with the ventilating air is 2588.4 X 0.668 = 1729 Btu per hour; that carried out of the 
system with the inside air displaced by the ventilating air is 2588.4 X 25.451 65,877 

Btu per hour; therefore, the net energy added to the system is 30,968 92,823 4- 357 4“ 

1729 — 65,877 « 60,000 Btu per hour as required. 

On the Mollier Diagram, Fig. 11, point A is the state point of the inside air. The con- 
dition line is horizontal so that point D is the state point of the supply air. The condition 
line crosses the saturation curve at point C so that the state point of the mixture of 
preheated ventilating air and inside air before adiabatic saturation with recirculated 
spray water must lie somewhere on the thermodynamic wet-bulb line through C. The 
state point of the ventilating air is point B, hence that of the preheated ventilating air 
must lie somewhere on the horizontal line through B. Its exact location is determined 
graphically by finding the straight line AF which is cut by the thermodynamic wet-bulb 
fine through C into two segments such that AE ; AF «« 2588.4 : 7(^9.9. The length of 
the line BF is the quantity of heat required for preheating the ventilating air per pound 
of dry air; the length of the line CD is the quantity of heat to be added to the supply 
cir^ per pound of ary air. 
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^ET-BULB TEMPERATURES BELOW 32F 

A condition in which the water evaporating from the wick of a wet-bulb 
thermometer remains liquid at 32 F or lower is one of metastable equi- 
librium and should therefore not be expected to occur in practice. The 
evidence that it does sometimes occur appears to be indirect and incon- 
clusive. Stable equilibrium requires that the w^ater freeze at 32 F" or 
lower and is the condition to be expected in practice. On the Mollier 
Diagram the lines of constant thermodynamic wet-bulb temperature have 
been draw^n for stable equilibrium only. In other words it has been 
assumed that the water evaporating from the wick of the w^et-bulb 
thermometer freezes when its temperature falls to 32 F or low^er. 

Example 15. Find the temperature at whicli dry air has a thermodynamic wet-bulb 
temperature of 32 F. 

Solution. If it is assumed that the water evaporating from the wick of the wet-bulb 
thermometer remains liquid, the specific enthalpy of the dry air must have the value 

/la = 11.758 - 0.04 X 0.00378S = 11.758 

corresponding to which the temperature is 48.95 F. On the other hand if it is assumed 
that the water freezes, the specific enthalpy of the dry air must have the value, 

Aa = 11.758 -f 143.36 X 0.003788 - 12.301 

corresponding to which the temperature is 51.21 F. The second assumption is the as- 
sumption of stable equilibrium and should be expected to represent the actual situation 

The corresponding answer, namely 51.21 F, is the one given by the Mollier Diagram 
at intersection of 32 F thermodynamic wet-bulb and 0 per cent saturation. 


DALTON’S RULE 

As stated in the introduction the thermodynamic properties of moist 
air have hitherto been obtained from those of dry air and water vapor 
separately by application of Dalton's Rule. Actual departures from the 
rule are due principally, but not entirely, to intermolecular forces; 
therefore, in order to apply the rule with any measure of consistency it 
is necessary to idealize the situation by assuming that the effects of such 
intermolecular forces are negligible and that both the dry air and the 
water vapor behave like perfect gases. Making this assumption, the 
volume Vt occupied by mols of dry air at temperature T and pressure 
is i>T = n^RT/p^ while that occupied by Ww mols of water vapor 
at the same temperature but at pressure p^, is vt = 7t^RT/py^. According 
to Dalton's Rule, if the dry air and water vapor are mixed, each occupies 
the whole volume of the mixture at the temperature of the mixture and 
the pressure of the mixture is the sum of the individual pressures. Mathe- 
matically, 

n^RT nwRT (»a + nw)RT 
= —r— * —r— “= T 

Pw P 

It follows from these equations that the so-called partial pressure of 
each constituent is its mol-fraction times the observed pressure of the 
mixture; thus, for water vapor, 


Pm 


rhn % 
«a + »w 


P 


( 18 ) 


and similarly for dry air. Equation 13 may be regarded as the Dalton 
Rule definition of partial pressure in terms of the observable terms 
«a, «w, P- 
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The humidity ratio W is the mol ratio n^ln^ times the ratio of mole- 
cular weights, namely, 18.016/28.966 = 0.6220; hence Equation 13 
can be written 

= 0.6220 — (14) 

P - pv 


Now, even if it is assumed that both the dry air and the water vapor 
behave like perfect gases, it does not follow that at saturation the partial 
pressure of the water vapor can be put equal to the saturation pressure 
of pure water at the temperature of the mixture because: ( 1 ) the coexisting 
liquid (or solid) phase is not pure water but contains a small amount of 
dissolved air, and ( 2 ) the coexisting liquid (or solid) phase has to support 
the observed pressure p and not just the saturation pressure p^ of pure 
water. These effects are calculable but are in general smaller than the 
effects of intermolecular forces which have already been ignored. Be- 
sides, the only legitimate reason for retaining Dalton’s Rule is to gain 
simplicity; hence these effects should be disregarded also, and the humi- 
dity ratio at saturation estimated as follows, 

= 0.6220 — (15) 
P - P» 


In this chapter the ratio W/W^ has been called degree of saturation 
and denoted by the greek letter |x. The ratio p^/p^ has long been called 
relative humidity and will be denoted by the Greek letter 9 . Equations 
14 and 15 can be combined to give 


which can be inverted to give 


1 - pi^/p 
^ 1 - ^p^fp 


(16) 


9 




1 — (1 — \k)Ps/P 


(17) 


Example 16. Find the relative humidity of moist air at 180 F, 20 per cent saturation. 
Solution. Inserting numerical data from Table 1 into Equation 17, the answer is 


9 


0.20 

1 - 0,80 X 15.294/29.921 


= 0.3384 


Example 17. Find the degree of saturation of moist air at 70 F, 50 per cent relative 
humidity. 

Solution. Inserting numerical data from Table 1 into Equation 16, the answer is 


{i- 


0.50 


1 - 0.73915/29.921 
1 - 0.50 X 0.73915/29.921 


0.4937 


The foregoing examples show that there is a substantial difference 
between degree of saturation and relative humidity, particularly at 
higher temperatures. Of course, they both have the value zero for dry 
air and the value unity for saturated moist air regardless of the tem- 
perature. 

A Dalton Rule expression for the volume of moist air per pound of 
dry air obtainable directly from Equation 12 is 

„„ 

where 

R% "• gu oonatant for dry air » 1645.81 •¥ 28.866 >■ 53.849 (ft/F). 
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Rw ~ gas constant for water vapor « 1545.31 -r 18.016 » 85.774 (ft/F). 

This expression is of the form of Equation 4. 

According to Dalton’s Rule the enthalpy of moist air is the sum of 
separate contributions from the dry air and the water vapor; thus, 

A - -h ix(1F8//w) (19) 


where, to be consistent, the specific enthalpies Aa and Aw should be 
allowed to vary with temperature only, not with pressure or compo- 
sition. This expression is of the form of Equation 5. 

Within the accuracy of Dalton’s Rule the following empirical equations 
give suitable values of Aa and h^: 

= 0.240/ 

hw = 0.444/ -f 1061 (20) 

Equation 7 defining thermodynamic wet-bulb temperature may be 
written in the form, 

A - A’ -f iWs* - ir)Aw* = As* - A' 


If the quantity A' that has been subtracted from both sides is understood 
to be tlie enthalpy at the thermodynamic wet-bulb temperature /* but 
at the humidity ratio W, then within the accuracy of Dalton’s Rule 

h - h' (0.240 + 0.444 HO (/ - /*) 

As* - A' = (1061 4- 0.444/*)(lFs* “ W) 

Aw* = /* - 32 


With these approximations Equation 7 becomes 


W - 


0.240 4- 0.444 1 r 
1093 - 0.55G/* 


(/ - /*) 


( 21 > 


Carrier® has modified Equation 21 by introducing further approxi- 
mations as follows, 

Ws* = 0.G220/>s*/(/> - ps*) 

IV = 0.6220pw/(p - ps*) 

0.444 W = 0 


the first of which is part of Dalton’s Rule. The result is 

except that the numerical values of the constants in the denominator of 
the rightmost term are somewhat different than Carrier’s. 

Equation 22 permits direct calculation of the partial pressure from 
observed values of pressure p, temperature t, and wet-bulb temperature 
assuming that information is available regarding the saturation 
pressure pa. The ratio pw/ps is the so-called relative humidity. 

Example 18. Find the relative humidity of moist air at 90 F dry-bulb, and 63 F 
(thermodynamic wet-bulb). 

Solution. At 63 F the value of the saturation pressure is 0.58002 in. Hg. Therefore, 
at atmospheric pressure (29.921 in. Hg), 

- 0.58002 ~ 29.341 X 27/2739 « 0.2908 in. Hg 
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The relative humidity is 

9 « 0.2908/1.4219 = 0.2045 

the denominator being the value of saturation pressure at 90 F. 

From Equation 16 may be computed the corresponding degree of saturation, the 
result being 

;jL = 19.67 per cent 

in remarkably close agreement with the answer to Example 2. 


STEADY FLOW ENERGY EQUATION 

In steady flow, the enerj^y convected by the fluid at any section is the 
sum of (a) kinetic energy due to velocity; (b) gravitational energy due 
to elevation; (c) enthalpy due to the condition of pressure, temperature 
and composition of the fluid. 


Kinetic Energy 

There are reasons to believe that the so-called velocity pressure hy 
read by a Pitot tube is simply the kinetic energy per unit volume of the 
fluid immediately upstream from the tube, as application of Bernoulli's 
Equation suggests. Thus 

V = 1097.3 (23) 

where 

V = velocity, feet per minute. 
hy = velocity pressure, inches of water at 60 F. 
p = density of fluid, pounds per cubic foot. 


In the case of flow through a duct, the velocity pressure is found to vary 
considerably over the section and a traverse has to be made. The cross- 
sectional area of the duct is divided into a number of equal concentric 
areas, and measuring stations are located at centroidal points in each area 
along two perpendicular diameters. Usually the ultimate object is to 
determine an average velocity V from which the weight of fluid crossing 
the section per unit time can be obtained on multiplying by the cross- 
sectional area of the duct and by the density of the fluid. This is obtained 
by simply averaging the square roots of all measured velocity pressures 
as follows: 

_ 1097.3 / , A 

where _ 

V " average velocity, feet per minute. 

ih^)av “ arithmetic average of the square roots of all measured velocity pressures, 
inches of water at 60 F. 


But the item of present importance is the average kinetic energy con- 
vected with each pound of fluid. Consistently with the previous discus- 
sion, this can be shown to be 


KE - 0.006678 v 


(25) 
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where 

KE =» average kinetic energy, Btu per pound. 

V « specific volume, cubic feet per pound. 

“ arithmetic average of the 3/2-powers of all measured velocity pressures, 
inches of water at 60 F. 


If the velocity pressure were uniform over the section, Equations 24 
and 25 could be combined to give 



But, it is interesting to note that if the velocity varies parabolically from 
zero at the walls to maximum at the center as it does in the case of purely 
viscous flow in a circular duct, then the average kinetic energy is twice that 
given by Equation 26. 

Example 19, If 2000 cfm of air flow through an 8 in. diameter circular duct, find 
the average kinetic energy per pound of air. 

Solution. The cross-sectional area of the duct is 0.349 sq ft; hence the average flow 
velocity is 5730 fpm. If the velocity were uniform over the section, the average kinetic 
energy would be (5730 -i- 13,430)* = 0.182 Btu per pound. But it is more likely that 
the actual distribution of velocity would approximate that characteristic of viscous 
flow; hence the average kinetic energy would be more nearly 2 X 0.182 « 0.364 Btu 
per pound. 


Gravitational Energy 

The potential energy due to elevation Z (feet) above any convenient 
datum is simply Z -v- 778.3 Btu per pound of fluid. In the case of moist air, 


where 


P F ^ 

778.3 


PE average potential energy, Btu per pound dry air. 
Z = average elevation, feet. 

W = humidity ratio, pound water per pound dry air. 


(27) 


Enthalpy 

No further discussion of enthalpy is required. It may be well to 
emphasize, however, that enthalpies have been figured on the basis of 
one pound of dry air. 

Heal and Shaft Work 

Between any two sections 1 and 2 in an apparatus through which 
steady flow occurs, there may be heat absorbed from outside, ig*, Btu per 
pound of dry air, and shaft work removed to outside, A, Btu per pound 
of dry air. If heat is actually rejected to outside, iqt is intrinsically 
negative; and if shaft work is actually put in from outside, lU is intrinsi- 
cally negative. 

Steady-flow Energy Equation 

A complete energy accoimting takes the form of l^uation 28 which 
is usually referred to as the steady-flow energy equation. 

- (fe + O, + ^ {hi + Hi + JSe,) -h tfc 


(») 
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where 

\qt ** heat added from outside between sections 1 and 2, Btu per pound dry air. 

/fj ** enthalpy of the mixture at section 2, Btu per pound dry air. 

KEt «» average kinetic energy at section 2, Btu per pound dry air. 

PEt *= average potential energy at section 2, Btu per pound dry air. 
h\ ■= enthalpy at section 1, Btu per pound dry air. 

KEi «= average kinetic energy at section 1, Btu per pound dry air. 

PE\ ** average potential energy at section 1, Btu per pound dry air. 

1/2 ~ shaft work withdrawn between sections 1 and 2, Btu per pound dry air. 

In Equation 28 all quantities are per pound of dry air. If Equation 25 
is used in computing average kinetic energy, the result will be in Btu 
per pound of dry air if v is taken as volume per pound of dry air. If 
Equation 26 is used, multiplication by (1 + as in Equation 27 is 
required though this is a refinement seldom justified. 

Thermodynamic properties of water at saturation are given in Table 2 
for the range —160 to +212 F. 


U. S. STANDARD ATMOSPHERE 

The so-called U. S. Standard Atmosphere is an essential standard of 
reference in aeronautics and as such has become important to the air 
conditioning engineer who frequently has to simulate atmospheric con- 
ditions at high altitudes in connection with aeronautical research. In 
defining this standard it is first assumed that temperature T varies 
linearly with altitude Z above sea level, at any rate up to the lower limit 
of the isothermal layer at 35,332 ft. Thus, 

r = To - 0.0019812 Z (29) 

or 

=r —0.0019812 (degree Centigrade per foot) (30) 


The second assumption is the validity of the perfect gas laws, namely, 

Pv - RT (31) 


A horizontal disc of air having unit cross-sectional area (1 sq ft) and 
vertical thickness dZ (ft) weighs dZJv (lb). This accounts for the dif- 
ference of pressure dP (lb per sq ft) between the upper and lower faces 
of the disc; hence, using Equation 31 


dZ^ 


RTdP 


(32) 


Equations 30 and 32 can be combined to eliminate Z and then in- 
tegrated to obtain the relation between pressure and temperature, namely, 


JL « 

To \Po/ 


(33) 


The values To *= 288 K and Po = 29.921 in. Hg are parts of the definition 
of the standard atmosphere. 

Values of pressure and temperature are listed in Table 6 for altitudes 
in the standard atmosphere from —1,000 to 60,000 ft above sea level. 
Values for altitudes below the lower limit of the isothermal layer conform 



70 


CHAPTER 3 


1948 Guide 


to Equations 29 and 33. For further explanation, reference (7) should 
be consulted. 


Table 5. Pressure and Temperature for Altitudes in 
U. S. Standard Atmosphere 


Altitude Feet 

Pressure In. of Hg 

Temp F 

Z 

P 

t 

~ 1,000 

31.02 

+62.6 

- 600 

30.47 

+60.8 

0 

29.921 

+59.0 

+ 500 

29.38 

+57.2 

+ 1,000 

28.86 

+55.4 

-h 5,000 

24.89 

+41.2 

10,000 

20.58 

+23.4 

15,000 

16.88 

+ 5.5 

20.000 

13.75 

-12.3 

25.000 

11.10 

-30.1 

30,000 

8.88 

-47.9 

35,000 

7.04 

-6.^).8 

40.000 

5.54 

-67.0 

45,000 

4.36 

-67.0 

50,000 

3.436 

-67.0 


LETTER SYMBOLS USED IN CHAPTER 3 


(jL = degree of saturation or per cent saturation, 
p — density of fluid, pounds per cubic foot. 

<p = relative humidity (decimal). 


a = ratio of apparent molecular weight of dry air (28.960) to the molecular 
weight of water (18.016) = 1.6078. 

A = coefflcient from Table 4 for use in Equation 4a (obtained from Table 4). 

B = coefficient to be used in Equation 5a (obtained from Table 4). 

C — coefficient for use in Equation 6a (obtained from Table 4). 

h = enthalpy of moist air, Btu per pound of dry air. 

h = enthalpy correction term to be added above 150 F, to enthalpy. 

h^i = specific enthalpy of dry air, Btu per pound. 

h^B — Hb — ha = the difference between the enthalpy of moist air at saturation 
per pound of dry air, and the specific enthalpy of the dry air itself, 
Btu per pound of dry air. 

h* = enthalpy of moist air at saturation at thermodynamic wet-hulb tempera- 
ture, Btu per pound of dry air. 

hB = enthalpy of moist air at saturation per pound of dry air, Btu per pound 
of dry air. 

hv = velocity pressure, inches of water at 60 F, 

hyn = specific enthalpy of condensed water (liquid or solid) at standard pres- 
sure, Btu per pound water. 

hff* = specific enthalpy of water as added at the thermodynamic wet-bulb 
temperature Btu per pound of dry air. 

K =* Kelvin degrees. 

KE = kinetic energy, Btu per pound. 

KE « average kinetic energy, Btu per pound. 

/ « shaft work withdrawn, Btu per pound of air. 

il% — shaft work withdrawn between sections 1 and 2, Btu per pound of air. 
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LETTER SYMBOLS (Continued) 

m = weight of dry air crossing any duct section, pounds per minute. 

mi, m2, ms « weights of dry air convectcd across sections F\, F 2 , F| respectively, 
pounds per minute. 

M == weight of dry air withdrawn with inside air, pounds per hour. 

Wa = mols of dry air. 

Ww = mols of water vapor. 

p — total pressure of a mixture of air and water vapor, pounds per square 
inch or inches Hg. 

Pa = partial pressure of air, pounds per square inch or inches Hg. 

ps = saturation pressure of pure water vapor, pounds per square inch or 
inches Hg. 

pw = partial pressure of water vapor in mixture of air and water v^apor, 
pounds per square inch or inches Hg. 

P — atmospheric pressure, inches Hg. 

Po — standard atmospheric pressure by definition 29.921 in. Hg. 

PE = potential energy, Btu per pound dry air. 

PE = average potential energy, Btu per pound dry air. 

cj — ratio of energy added (or removed) to water added (or removed), Btu 
per pound. Also called specific enthalpy of water added. 

1^2 = heat added between sections 1 and 2, Btu per pound dry air. 

kQu = heat added between sections A and B per pound of dry air, Btu per 
pound. 

kQb « total heat added between sections A and B, Btu per minute. 

» energy to be removed from or added to conditioned space, Btu per hour. 

R = universal gas constant. 

Rq. = gas constant for dry air. 

/?w *= gas constant for water vapor. 

5 = entropy of moist air per pound of dry air, Btu per (pound) (Fahrenheit 
degree). 

s = correction to be added to entropy of moist air obtained from Equation 6. 

s « additional correction to be added to entropy because of "mixing 
entropy" (obtained from I'able 4). Correction to be added to value of 
s obtained from Equation 6. 

Sa =* specific entropy of dry air, Btu per (pound) (Fahrenheit degree, ab- 
solute). 

s^s =* the difference between the entropy of moist air at saturation per pound 
of dry air, and the specific entropy of the dry air itself, Btu per (pound 
of dry air) (Fahrenheit degree, absolute). 

Js « entropy of moist air at saturation per pound of dry air, Btu per (pound 
of dry air) (Fahrenheit degree, absolute). 

*= specific entropy of condensed water (liquid or solid) at standard atmos- 
pheric pressure, Btu per (pound of water) (Fahrenheit degree, absolute). 

= thermodynamic wet-bulb temperature, Fahrenheit degrees. 

t[F) « temperature, Fahrenheit degrees. 

T absolute temperature, Fahrenheit degrees. 

To « standard atmospheric temperature, by definition 288 Kelvin degrees. 

V w volume of moist air per pound of dry air, cubic feet per pound. 

V correction to be added to volume of moist air per pound of dry air, 
above 150 F. 

v& * specific volume of dry air, cubic feet per pound. 
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LETTER SYMBOLS (Continued) 

i/as t's — Ta, the difference between volume of moist air at saturation, per 
pound of dry air, and the volume of the dry air itself, cubic feet per 
pound of dry air. 

Vs “ volume of moist air at saturation per pound of dry air, cubic feet per 
pound of dry air. 

Vr « total volume, cubic feet. 

V 5= velocity, feet per minute. 

V = average velocity, feet per minute. 

W =o humidity ratio, of moist air, pounds of water per pound of dry air. 

AW ^ water to be removed from (or added to) conditioned space, pounds 
per hour. 

Ws =* humidity ratio, at saturation, weight of water vapor per pound of dry 
air, pound per pound. 

Ws* = humidity ratio corresponding to thermodynamic wet-bulb temperature 
t*, pounds of water per pound of dry air. 

Z «= elevation above any datum, feet. 

Z * average elevation, feet. 
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Nozzles and Orifices; Steam Flow Measurement; Metering Liquids; Nozzle 
Coefficients and Expansion Factors; Pitot Tube; Installation of Nozzles 

and Orifices 


T he flow of fluids is part of the branch of engineering science known 
as fluid mechanics, which will be discussed here insofar as it applies 
to the work of engineers in the fields of heating, ventilating, and air 
conditioning. Probably air is the most frequently handled fluid, but 
other gases and liquids are often involved. Compressible fluids (gases) 
and incompressible fluids (liquids) vary somewhat in behavior, though in 
cases where pressure and density changes are small, the gases may be 
treated as incompressible fluids. 

THEORY OF FLUID FLOW 

The following head equation based on energy considerations for steady 
flow processes will serve as a basis for the theory of the flow of fluids. 
This equation is presented in several ways in various texts, but a suitable 
form is: 


where 




Ju\ p\T\ -+- £ -f- /g -f- 2 i 


7 .* 

JUt P2V2 + Sj 


V = velocity in feet per second. 

Z « acceleration due to gravity = 32.17 ft per (second) (second). 

J — mechanical equivalent of heat = 778 foot pounds per Btu. 
u = internal energy, in Btu per pound of fluid. 
p = pressure in pounds per square foot. 

V = specific volume, in cubic feet per pound. 

E «= mechanical work, in foot pounds per pound of fluid flowing. 
q ~ heat transferred to the fluid, in Btu per pound of fluid flowing. 
z = elevation above some arbitraty datum, in feet. 

Subscript 1 refers to the entrance, subscript 2 to the exit. 


( 1 ) 


pv 


Introducing the enthalpy h, which by definition is w + , expressed in 


Btu per pound of fluid, Equation 1 becomes 




"27 


( 2 ) 


The steady flow energy equation is applicable to a wide range of 
problems in the flow of fluids. Obviously it applies to flow through pipes, 
orifices, and nozzles, and to the flow through turbines and centrifugal 
pumps. Reciprocating engines and pumps are essentially intermittent, 
but the flow tends to become steady as the number of cylinders increases, 
and becomes practically uniform at the entrance and exit if the system 
includes receivers and pipes of sufficient size. 

By substituting — (where p is density in pounds per cubic foot) for 
P 


73 



74 


CHAPTER 4 


1948 Guide 



Fig. 1. Relation of Various Factors in Bernoulli Equation 


its equivalent pv in Equation 1, the result, after rearranging, will be: 


In the case of flow through a pipe, no outside work is performed and, 
if the process is considered adiabatic, and if the change due to turbulence 
and friction is considered to be negligible, the bracketed expression in 
Equation 3 will disappear, leaving: 


-4- * 


P, 


4 " ^ 


(4) 


which is commonly called the Bernoulli equation, named after the Swiss 


mathematician and physician who first propounded the theory. 


F* . 




Fig. 2. Relation op Kinematic Fig. 3. Relation op Kinematic 

Viscosity to Temperature op Air Viscosity to Temperature of Water 





Fluid Flow 


75 


P 

known as the velocity head, — is the pressure head, and z is the elevation 

P 

head, all in feet of the fluid; the total head, ht is the sum of the other 
three heads. Fig. 1 shows diagrammatical I y the relation of the various 
factors. The pressure at point 2 is lower than at point 1 because of 
the elevation of point 2 over point 1, and the velocity at point 2 is lower 
than at point 1 because of the larger pipe diameter at point 2. If the 
pipe diameter were the same throughout, the velocity, and consequently 
the velocity head, would be the same at both points, but the higher 
elevation at point 2 would still be responsible for a loss in pressure. 
The utility of the equation is evident, though it should be remembered 
that in it the effects of friction and turbulence are neglected, and that Fig. 1 
represents ideal conditions. It should also be noted that the Bernoulli 
equation applies only to incompressible fluids. 

Pressure Loss in Circular Pipes 

The pressure loss in circular pipes is customarily expressed by the 
formula: 


where 


hi 


fl F* 

2id 


(5) 


h( « the loss in head of the fluid under conditions of flow, in feet. 

I “ the length of the pipe, in feet, 

V « the velocity, in feet per second. 

g the acceleration due to gravity = 32.17 ft per (second) (second). 
d «" the internal diameter of the pipe, in feet. 

/ « a dimensionless friction coefficient. 

The formula is generally known by the name of Darcy or Fanning, 
though it seems to have been originated by d’Aubisson de Voisins in 1834. 
The factor / is a function of the Reynolds number 

jVr, - ^ (6) 

where 


iVRc Reynolds number, 

p » the density in pounds per cubic foot. 

pt ■■ the absolute viscosity in pounds per foot-second. 

Both / and the Reynolds number are dimensionless. To aid in com- 
puting the Reynolds number, values of — , the kinematic viscosity, are 

P 

shown as a function of temperature for air in Fig. 2 and for water in Fig. 3. 

Fig. 4 shows the relation between / and the Reynolds number, adapted 
from a review by Moody *. The straight line sloping downward at the 
left of the chart supplies the values of / for laminar flow; it represents 
the formula 


/- 


64 

iVR* 


(7) 


With laminar flow, the velocity profile is a parabola, having the formula 


iSttpcrkir numbers tdm to the tefereticefl mt the end of the chapter. 
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K = 0 (r’ - L*) (8) 

where 

r =* the radius of the pipe in feet. 

L *= distance perpendicularly from the axis of the pipe, in feet. 

Accordingly, the maximum velocity occurs at the center of the pipe 
and is twice the average velocity; the average velocity is found when L 
= 0.707 r. It is worth noting that roughness of the pipe wall has no 
effect on the loss in head for laminar flow. 

Between values of the Reynolds number of 2000 and 4000, there is an 



Fig. 4. Relation Between Friction Factor and Reynolds Number 
Note: The straight line at left shows values of Friction Factor for laminar flow. 
Reprinted by permission from A.S.M.E. Transactions. 


unstable region where the flow changes from laminar to turbulent, or 
vice versa. The actual value is impossible of prediction for any condi- 
tions of flow, though in general it may be said that the prevailing type 
of flow persists into the unstable region; however, once the change starts, 
it proceeds very rapidly. 

When the flow is turbulent, the velocity profile is essentially parabolic 
over four fifths of the pipe diameter, but near the pipe walls, the effect 
of friction becomes evident, and in the boundary layer at the pipe wall 
the flow is laminar. Fig. 5 compares the velocity profiles for three 
different Reynolds numbers, but for the same average velocity. 

The lower curve in the turbulent region in Fig. 4 represents the relation 
of / to the Reynolds number for smooth pipe, such as drawn brass tubing 
or glass tubing. The effect of roughness on /, which is a considerable 
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Fig. f). Comparison of Velocity Profiles for 3 Different Reynolds Numbers 
BUT for Same Average Velocity 


factor in turbulent flow, is open to some conjecture; artificially roughened 
pipes, for instance, give results at variance with actual tests. The 
curves above the smooth pipe curve of Fig. 4 represent a summary of 
tests on rough pipe, each of them identified by a value of eld, with e 
signifying the absolute roughness in feet. Values of ejd for different 
pipes are given in Table 1. 

To find the friction loss for any pipe, follow the curve with the proper 
value of ejd, to the pertinent value of ^Vrc* and from this point proceed 
horizontally to left margin to find the value of/ to use in Equation 5. 

Equation 5 is applicable to all liquids, and to gases when the pressure 
loss is less than JO per cent of the initial pressure. When the loss in 
head is high, the formula to be used for gases is 

P\^ gd pm ^ 


which may be rearranged to give the loss in pressure 


P\ — p2 ^ P\ 



f il? 
gd pm 


(10) 


Pressure Loss in Non-Circular Pipes 

The formulas for flow in pipes arc based upon the use of pipes of 
circular cross-section. The formulas may be used with conduits of other 
shapes, and in conduits not flowing full, when the flow is turbulent, by 
using the hydraulic radius, which is really a ratio: 

„ area of cross-section 

Ah = i : ? : — (11) 

wetted perimeter of cross-section 


Table 1. Values of e/d for Different Kinds of Pipe 


Type of pipe 

e/d 

Smooth drawn tubing 

0.000005 

Commercial steel or wrought iron 

0.00015 

Asphalted cast-iron 

0.0004 

Galvanized iron 

0.0005 

Cast-iron 

oonos.5 

Wood stave 

D 

-t" 

0 

z> 

s 

:o 

Concrete 

O.OOl to 0.01 

Riveted steel. _ 

0.003 to 0.03 
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For instance, in a square duct, 1 ft on a side, handling air, the hydraulic 
radius is 34 or 0.25. If the same duct is handling water, flowing 9 in. 
deep, the hydraulic radius is 0.75/2.5 or 0.30. Note in this latter case that 
the wetted perimeter does not include the distance across the free surface. 

In the case of a round pipe 

or d ^ 4i?H (12) 


Substituting Equation 12 in Equation 6, 


iVRe 


4i^H 

(A 


and in the flow Equation 5, 


hi 




and finally in the compressible fluid flow Equation 10, 


pi - pi ^ pi 


flVi^ 

4g Rh pivi 


(13) 


(14) 


(15) 


Equations 13, 14, and 15 may be used to compute the flow in pipes and 
ducts of non-circular section and in any type of conduit not flowing full. 
They should not be used when the flow is laminar. 


FLOW OF COMPRESSIBLE FLUIDS 


The energy equation for the flow of compressible fluids, as represented 
by the gases, is derived from Equation 1. Assuming that no heat is 
transferred to the fluid, that no work is done, and that there is no differ- 
ence in elevation. Equation 1 becomes 


y 2 y 2 

-f Jui piVi = -h JU2 -E PlVi 

or, after rearrangement, 

Kj* — Fi* 

j- = piVi — p2Vi + /(tti — U 2 ) 

Since^internal energy is dependent only on temperature, 

tti — tti = cv{Ti — T2) 

where 


(16) 


(17) 


(18) 


Cv = the specific heat of the gas at constant volume. 

Ti and Ij == the absolute temperatures in Fahrenheit degrees at points 1 and 2, re- 
spectively. 


Substituting Equation 18 in Equation 17, 

F.* — Fi* 

- - - V ‘ - p^Vx -Pi0t + JcviTi - r.) 

R 

“ /(* - 1) 


( 19 ) 


Now 
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where 

R “ the gas constant in the expression. 

pv ^ RT (21) 

k » the ratio of the specific heat at constant pressure to the specific heat at 
constant volume. 

This ratio, k, is used extensively in fluid dynamics; values of k for 
various gases are given in Table 2. 

Table 2. Ratio of Specific Heat at Constant Pressure to Specific Heat at 
Constant Volume for Compressible Fluids 


Compressible Fluid 

Ratio k — c^/cr 

Helium and other monatomic gases 

1.66 

Air and other Hiatomir ga5w»s 

1 40 

Ammonia and hydrogen sulfide 

1.34 

Carbon dioxide, methane, natural gas, supt‘rheated steam, 
moist steam down to a quality of 97 per cent 

1 .28 to 1 .32 

Sulfur dioxide, ethylene, acetylene 

1.24 to 1.26 



Substituting Equations 20 and 21 in Equation 19, the energy equation 
becomes 


While this is a convenient form of equation, it does not include all the 
necessary specifications. If the steady flow process is frictionless and 
reversible, 


p\ ^ \ Vi ) \ Pi / 


(23) 


By introducing this relation in Equation 22 it is possible to reduce that 
equation to: 


IV - IV k Pi 

2g k-l Pi 



(24) 


This form of the equation is applicable not only to flow in pipes, but also 
to flow through orifices and nozzles. 

A significant factor in the flow of compressible fluids is the velocity of 
sound, Eso, which for present purposes will be considered as the velocity 
at which sound will travel in the fluid at its density at the first or inlet 
section of the flow system being considered. 

The velocity of sound is expressed as 





(25) 


This formula may be developed rationally and agrees perfectly with 
experimental results. Substituting Equation 25 in Equation 24: 




- Fi* 
2 



( 26 ) 
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or, by rearrangement, 

’ A 

pi 


1 - 




( 


- 


2 



k 

k-l 


(27) 


which permits the calculation of the ratio of pressures at entrance and 
exit of the steady flow device, — pipe, orifice, or nozzle. 


FLOW THROUGH NOZZLE OR ORIFICE 


Another useful expression, covering the energy change in an orifice 
or nozzle, may be derived from Equation 2 . As with the flow through 
pipes, no outside work is done. Then, assuming that there is no difference 
in elevation, and since practically no heat is evolved or absorbed, i.e., 
the process is adiabatic, E, s, and q of Equation 2 may be eliminated, 
and, by rearranging, the equation becomes 




Y± 

2g 


— J(hi — h^) foot pounds per second 


(28) 


In any flow device. 


ViA: 

Vl 


1 2 A 2 
1'2 


or, Vl = V. 


A 1 V 2 


(29) 


in which Ai or A 2 is the cross-sectional area of the flow at a particular 
point, expressed in square feet. With this substituted in Equation 28, 
and solving for W: 


V 2 - 


V 


2gJ(hi ~ h2) 

1 - (A^/AiY (viMY 


(30) 


Using this expression, it is possible to determine the velocity at any point 
in the flow through an orifice or nozzle. If the area at the point of entry 
is very large with respect to that at point 2 , the denominator on the right 
side of Equation 30 will approach unity, and the equation will reduce to 

V 2 = V 2g J{hi - hd (31) 

For this reason, the expression 4/— 7 — — j — . - ■ ov is called the 

^ 1 - {A2/Aiy {vy/V2^) 

correction factor for the velocity of approach. 


The velocity of approach factor may be further simplified if the dif- 
ference in volume between points 1 and 2 is negligible. Under this 

condition, the velocity of approach factor becomes - 4 /- \ tT\o ‘ 

If 1 {A2/A1Y 


Ai " Di* 




(32) 


the velocity of approach factor 




in which form it is generally 


used in flow formulas. The quantity g is the ratio of the throat or orifice 
diameter to the pipe diameter. 
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The connection of the velocity of sound with the flow of fluids has 
already been noted. Its most important application is to the flow of 
gases through a converging tube or nozzle. If it is assumed that the inlet 
velocity of the fluid, Fi, is negligible, Equation 24 will reduce to 



(33) 


Let W represent the weight of gas flowing through the converging tube 
in a unit of time, and A 2 the area at the throat; then, 

W = AiVi/vi or V 2 =* WV 2 /A 2 (34) 


Substituting this, as well as the relation piVi^ = ^> 2 ^ 2 *, in Equation 33 
gives, 


W 


i/ 2-^k ^ 


//>2 ' 

2 

\ k 1 

(p^'' 

1 — 

+ 


^ V\ 



\pi > 

' j 


(35) 


If this is computed and the figures are plotted, the curved line (partly 

Pt 

solid and partly broken) of Fig. 6 is found. The maximum value of — 

pi 

may be computed by differentiating IV with respect to p 2 and equating 
the result to zero. This operation produces the formula: 


k 

P± ^ (36) 

Pi \k + lj 


For air, with k = 1.40, ~ = 0.53. 

pi 


Critical Pressure and Critical Flow 

Actually, the broken part of the curve is not attained for the flow in 
the nozzle. If the ratio of pi to p\ is decreased from unity, the weight 



Fig. 6. Relation op Flow of Gas to Pressure Drop in a Converging Tube 
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rate of discharge, as well as the volume, increases from zero to a maximum, 
as shown by the solid section of the curve in Fig. 6; thereafter, as pi/ pi is 
decreased further, the discharge is constant, as indicated by the horizontal 
line. The value of p 2 at the maximum point is called the critical pressure, 
or pa and from Equation 27 it is seen that pc is approximately 53 per cent 
of pi when air is flowing. 

To find the velocity at the critical pressure, it is assumed that the 
upstream velocity Vi in Equation 22 is so small as to be negligible. Using 
the subscript c to indicate conditions at the critical point, 

~ = (i^) ~ 

''c = (/’>*'! “ #*cfc) (37) 

Substituting Equations 23 and 36. and rearranging, Equation 37 becomes 

and 



Comparing Equation 39 with Equation 25, it will be seen that the 
velocity at the throat is equal to the velocity of sound at the critical 
pressure. 

Critical flow is attained only in converging tubes, in nozzles, and in 
orifices with a well-rounded approach. It does not occur in sharp-edged 
orifices or in nozzles having an expanding outlet section. The so-called 
critical flow prover uses this property of constant rate of flow above the 
critical pressure, and finds application as a flow regulator and a quantity- 
rate meter; in either case, the theoretical rate of flow may be computed 
from Equation 38, multiplying Vc by the area of the constriction to 
obtain the volume rate of flow. 

In developing the working equations for orifices and nozzles, it is 
customary to start with 


Fa* - Fi* « 2ghi 


(40) 


This may be derived from the Bernoulli equation or from the relations 
of falling bodies. Now, since 

A,V, - - ft (41) 


in which ft is the discharge rate in cubic feet per second, 


Ql^Ql 


^ 2ghi 


(42) 


Transposing, 


0 . 


A,At 

V Ai* - At* 


y/2gh( 


( 48 ) 


or 
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(44) 


The central term on the right hand side of Equation 44 will be rccog* 
nizcd as the velocity of approach factor, so that 


Qs — ^2 


J 


V 2gh{ 


(45) 


Actual Flow Through Orifices and Nozzles 

The actual rate of flow through an orifice, nozzle, or Venturi tube is 
rarely equal to the theoretical, and generally the actual rate is less than 
the theoretical. In the case of the nozzle and Venturi tube, this is due to 
losses from wall roughness, fluid friction, and turbulence during the 
expansion in the section following the throat. While wall roughness is 
not a factor in a sharp-edged orifice, fluid friction and turbulence are 
important, as is the fact that the discharge contracts to a degree variable 
with the ratio of outlet to inlet pressure after leaving the orifice, so that 
the limiting area is somewhat less than the opening in the orifice plate. 
Accordingly, Equation 45 must be modified by a correction factor, C. 
Usually, the velocity of approach factor is included with this correction 
factor, and, if 


K 





== KAi \/2gh{ . 


(46) 

(47) 


Multiplying by 3600 to convert from cubic feet per second to cubic feet 
per hour and converting area in square feet to diameter in inches, gives 

= 3600 ^:^^^ 


or 

Qf = 19.G35 KD,'V^ (48) 

where 

Q{ = rate of flow in cubic feet per hour. 

Dt «* the diameter of the orifice or nozzle throat in inches. 

K = flow coefficient including correction for velocity of approach. 

Equation 48 is a general equation, expressing the flow of any fluid 
through an orifice or nozzle. Further use of it will be made as other types 
of flow are discussed. 

The differential loss, hf, is in terms of feet of the fluid flowing through 
the orifice or nozzle. In the case of a gas flowing, where it is customary 
to read the differential pressure in inches of water, feet of gas must be 
converted to inches of water. Since dry air at 32 F and 14.7 psi absolute 
pressure weighs 0.0807 lb per cubic foot, the weight of a cubic foot of 
any other kind of gas under the same conditions is 0.0807 G, where G 
is the specific gravity of the gas referred to air. Water weighs 62.37 lb 
per cubic foot at 60 F. Using also the relation of 12 in. in 1 ft, 

12 ^ 0.0807(7 

in which fhr is the differential pressure in inches of water. 
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Also, since the gas flowing is not necessarily at 32 F and 14.7 psi, it is 
necessary to apply Charles’ and Boyle’s laws to the density of the gas 
and therefore; 


hi 


62.37 14.7 Ti 

12 ^ 0.0S07t; ^ Pf ^ 492 


(50) 


in which P{ and Ti are the absolute pressure and temperature of the 
flowing gas. Substituting this in Equation 48, and combining the 
constants, 


Qi 


218.44A'D2 



PiG 


(51) 


Then, to correct the value of Qi to any other standard conditions of 
pressure Pb and temperature Pb, using the gas laws, 

(2b = <?f X ^ X (52) 

Equation 51 becomes 

Qb = 218.44A- (53) 

Finally, since gases expand under the conditions of reduced pressure 
downstream from the orifice or nozzle, an expansion factor, F, must be 
added. The final formula, then, is 

Qb = 218.44AFP/ (54) 


In Equation 54, all the data must be observed at the time of measure- 
ment except K and F. These must be obtained from charts, tables, or 
formulas, derived from or based on the results of a great many experi- 
ments, the results of which have been collected by a joint committee of 
the American Gas Association and the American Society of Mechanical 
Engineers^^^, The report of the two associations gives orifice coefficients 
as a function of the Reynolds number and of the ratio of orifice to pipe 
diameter, for pipes 2 to 12 in. and 14 in. in diameter, and for four 
different types of pressure taps in use in the United States. I'he coeffici- 
ents are higher for the smaller pipe sizes. This is an effect of the turbu- 
lence produced by the roughness of the pipe surface, a given roughness 
being relatively greater with a small pipe than with a large one. 

Space does not permit presenting all the coefficient data that are avail- 
able. However, if the pipe is smooth drawn tubing, the effect of roughness 
is negligible, and the coefficients for the largest size of pipe apply also 
to smaller pipes. Figs. 7, 8, and 9 show these coefficients, JVrc, being the 
Reynolds number referred to the diameter of the orifice or throat of the 
nozzle, in feet. 

Pressure Taps — ^Location and Types 

The different sets of pressure taps are called flange taps, radius taps, 
vena contracta taps, and pipe or full-flow taps. The relative locations 
of the first three of these are shown in Fig. 10, and the need for different 
coefficients for the different taps is indicated by the course of the change 
in pressure of the flowing fluid shown in the lower part of the figure. 
Pipe taps are located 23^ pipe diameters upstream and 8 pipe diameters 
downstream, both measured from the upstream face of the orifice plate, 








lO’ I » • 

REYNOLDS NUMBER. N. 


Fig. 9. Flow Coefficients, K , for Square-edged Orifice Plates 
AND Vena Contracta Taps, in Smooth Pipe 
Note: From Table 7, Bibliography [HJ. 
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or in other words, before the orifice plate has had any effect on the flow 
and after the recovery in pressure has been completed. The use of pipe 
or full-flow jtaps has been limited to the metering of natural fuel gas in 
certain areas. As they are not suited to use in heating and ventilating 
work no data for them are given in this chapter. 

Still another type of pressure tap is used in European practice, — 
corner taps. Pressures are taken from recesses in the flange connected to 
annular slits in the corners formed by the pipe wall and the orifice plate. 
Coefficients for these taps have been adopted by the International 
Standards Association, but are not used commercially in America. 

It will be noted that the location of the downstream pressure tap of 
the vena contracta arrangement is variable. Vena contracta is the term 



Fig. 10. Relative Location of Flange, Radius and Vena Contracta Taps 


applied to the minimum cross-section of the jet from the orifice, where 
the static pressure is at a minimum. Its location, and the location of 
the downstream vena contracta tap, vary wdth the ratio of orifice to 
pipe diameter, and with rate of flow, as shown in Fig. 11; the tap is 
generally located in accordance with the mean curve in the figure. 

Expansion Factor for Gases 

The expansion factor, F, for gases (for liquids, F =* 1) is found from 
the empirical formula 

F - 1 - (0.41 + 0.35p‘) (66) 

This is applicable to flange, radius, and vena contracta taps. 

Values of Y for air, computed from these equations, are given in Fig. 12. 
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Fig. 11. Location of 
Vena Contracta in 
Relation to Ratio of 
Orifice to Pipe Di- 
ameter AND TO Rate 
OF Flow 


Computing Orifice Discharge 

W"ith this information it is possible to compute the discharge from an 
orifice if the Reynolds number is known. Here an odd complication is 
encountered — when the value of A^rc is computed, the rate of flow, 
which is the unknown quantity, must be used in the computation. How- 
ever, it will be noted in Figs. 7, 8, and 9 that the orifice coefficient 
does not change greatly as N^e changes. If, then, an estimate is made of 
the velocity, using this in computing A'rc, and if the corresponding coef- 
ficient is used in Equation 54, a value for the rate of flow will be found. 
Using this velocity to compute a corrected value of A^Re and repeating 
the process, a more nearly correct value of Qi is found. This cut-and-try 
method may be continued for several more cycles, but generally the first 
or second correction will be found sufficient. 

Another method would be to use the value of K corresponding to 
A/'rc = 00 , modifying this with a factor involving the rate of flow, deter- 
mined from the temperature, and the differential and static pressures. 
This method is used by the American Gas Association^. 

STEAM FLOW MEASUREMENT 

While steam may be considered as a gas, its measurement differs from 
that of the usual gases because of a number* of factors. Equation 48 
serves as the starting point. Since it is usual to measure the differential 
pressure in inches of water, it is necessary to convert /zf, the head in feet 


Fig. 12. Expansion Factor for Air 
AND Other Diatomic Gases Applicable 
to Flange, Radius and Vena Con- 
tracta Taps 
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in terms of the flowing fluid, to Aaw» the actual head in inches of water, 
using the equation 

«) 

where 

pw “ the density of water at 60 F (62.37 Ib per cubic foot), 
p »= the density of the flowing fluid. 

Substituting Equation 56 in Equation 48 gives 

<2f = 359.15 (57) 

In steam measurement, a constant head of water is maintained over 
each leg of the manometer by means of condensing chambers, in order 
to keep the heat of the steam away from the meter. As the mercury 



Fig. 13. Variation of Orifice Plate Expansion Factor, P, 
WITH Temperature and Material 


level fluctuates, the difference in head as recorded on the chart, therefore, 
is not that due to mercury alone, but to mercury minus an equivalent 
head of water. To correct for this, the equation 

L L 12.557 /CON 

” ** 13357 


is applied to Equation 57. The denominator in Equation 58 is the specific 
gravity of mercury; and the numerator is the difference in specific gravity 
between mercury and water. Equation 57, hence, becomes 


Qi = 345.65 AZ?,‘ 



(59) 


Steam is commonly measured in terms of weight, and since 

W - pOf (60) 

where 

W ** the rate of flow in pounds per hour. 

IT- 345.65 AA’vTJrf 


( 61 ) 
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The expansion factor F, and the factor P, correcting for the expansion 
of the orifice plate with the temperature must then be applied, so that 

W « 345.65 K FP2>,* (02) 

which is the final form of the equation for the flow of steam through orifices. 
Values of K may be obtained from Figs. 7, 8, and 9, according to the 
pressure taps used. Y may be computed from Equation 55. Fig. 13 
gives values of the correction factor P, according to the temperature 
and the material of the orifice plate. Values of the density, p, may be 
obtained from steam tables, such as Keenan and Keyes^, which are widely 
used. 


METERING LIQUIDS 

Orifices are also used for metering liquids, and Equation 48 serves 
again as a starting point for developing the working formula. Again, 




Fig. 14. Shape of ASME Long Radius Fig. 15. Shape of ASME Long Radius 
Nozzle When Ratio of Thkoat to Pipe Nozzle When Ratio of Throat to Pipe 
Diameter is 0.53 or Less Diameter is 0.4 to 0.7 


too, it is necessary to convert hi to /iaw» the actual head in inches of water, 
by substituting Equation 56. It is also necessary to correct for the weight 
of the fluid above the manometer, and since this may be other than water, 
it is better to use an equation of more general form than Equation 58: 


13.557 - 


Pf 


13.557 


(63) 


where 

Pf « the density of the fluid over the mercury in the manometer. 
Pw ■» the density of water at 60 F. 

Substituting Equations 56 and 63 in Equation 48 gives 


Qt « 44.764 Km - O.OOlls) 


(64) 
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Then, since liquids are generally measured in gallons instead of cubic 
feet, and sincesthere are 7.4805 gal in 1 cu ft, 


Qw « 334.86 A'A* ^ W - 0.001 is) (66) 

in which is the discharge or rate of flow, in gallons per hour. 

Since liquids, for practical purposes, are incompressible, no expansion 
factor is necessary. If circumstances demand, the factor P for the 
expansion of the orifice may be applied. Also, if it is necessary to correct 
the volumetric discharge to a base temperature, application of the known 
expansion characteristics of the liquid will enable the conversion to be 
made. Values of K again are obtainable from Figs. 7, 8, and 9, according 
to the type of pressure tap. 



Fig. 16. Relation of Nozzle Discharge Coefficient, C, for 2- Inch 
Pipe, to Diameter Ratio and Reynolds Number 


NOZZLE COEFFICIENTS AND EXPANSION FACTORS 

Nozzles differ from orifices in that the flow is guided to the throat in 
such a way that contraction of the jet is suppressed, or, in other words, 
there is no vena contracta. Because of this fact, the coefficients are 
different from those of orifices, and are very close to unity before the 
velocity of approach factor is added. Also, the expansion factor may be 
deduced rationally, rather than empirically, as with orifices. 

Two shapes of nozzles that have been under investigation by the 
A.S.M.E. for some time are shown in Figs. 14 and 15. They are referred 
to as long-radius nozzles. Their contour is that of a semi-ellipse, and the 
contracting portion is followed by a cylindrical section of the same area 
as the throat. The shape shown in Fig. 14 is designed for use with ratios 
of throat to pipe diameter of 0.53 or less, that of Fig. 15 for ratios of 0.4 
to 0.7. The most usual location of pressure taps is 1 pipe diameter up- 
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Fig. 17. Relation of Nozzle Discharge Coefficient, C , for 6-Inch 
Pipe, To Diameter Ratio and Reynolds Number 


stream and Yz diameter downstream, both measured from the plane of 
the nozzle inlet. In addition, the International Standards Association 
has adopted still another shape of nozzle, which has a somewhat sharper 
approach than the A,S.M,E, nozzles, and which uses corner taps. Very 
little use of this nozzle has been made in this country. 

The formulas already given for orifices apply equally to nozzles except 
for discharge coefficients, and for the expansion factor, when it is applied. 



Fic. 18. Relation of Nozzle Discharge Coefficient, C, for 10-Inch 
Pipe, to Diameter Ratio and Reynolds Number 
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Discharge coefficients for nozzles, as for orifices, vary with pipe size; 
they may either increase or decrease with decreasing size of pipes depend- 
ing on the sharpness of the approach curvature of the nozzle. For the 
A,S.M,E. nozzles, they tend to decrease. Generally speaking, too, the 
coefficient for a given nozzle shape is higher if the finish of the surface 
is smoother. 

Discharge coefficients, C for pipes 2, 6, and 10 in. in diameter are 
given in Figs. 36, 17, and 18, as correlated by Bean, Beitler and Sprenkle®, 
as functions of the diameter ratio ^ and the Reynolds number A^’r® (Equa- 
tion 66) referred to the diameter of the throat in feet. 


A7 _ ^2 Fzpl 

A Re — 


(G6) 



Fig. 19. Relation of Expansion Factor, 9, for Nozzles to Diameter Ratio and 
Pressure Loss for Air and Other Diatomic Gases 


Coefficients from these curves must be multiplied by --7^===, the 

Wl - 

velocity of approach factor, in accordance with Equation 46, to obtain 
the value of K to use in the various equations. 

The expansion factor for nozzles, designated by 9, is obtained from 
a rational formula, as already noted. 




( k V I 

- pr/p, ' Al-P* 


iJ! ^ 


(67) 


This formula is plotted for k = 1.40 (air and other diatomic gases) and 
1.30 (steam, carbon dioxide, natural gas) in Figs. 19 and 20, respectively. 
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FLOW MEASUREMENT BY PITOT TUBE 

There remains one other head type meter useful in ventilating work, 
the Pitot tube, named for the Frenchman who discovered the principle. 
The Pitot tube is essentially a bent tube with its open end pointed 
upstream, combined with another tube with its end pointed crosswise 
to the flow or downstream, or connected to openings crosswise to the flow. 
Used with flowing liquid, the liquid will rise in each tube, but higher in 
the one pointed upstream. Used with a flowing gas, and the two tubes 
connected by a U-tube containing water, the liquid level in the U-tube 
will be displaced, with the lower level on the side connected to the tube 
pointed upstream. The tube directed upstream receives the impact 
pressure, which is the sum of the static and kinetic pressures, while the 
tube directed crosswise receives only the static pressure; the difference 



Fig. 20. Relation of Expansion Factor, 9, for Nozzles to Diameter Ratio and 
Pressure Loss for Steam, Carbon Dioxide and Natural Gas 


between the two, as read on the separate tubes or on the U-tube is, of 
course, the kinetic pressure. The velocity is expressed as 

V *= (68) 

Application of Equation 56 serves to make the formula general, 
assuming that water is used in the manometer connecting the two tubes. 
Using this equation, and mutiplying by 60 to convert feet per second 
to feet per minute, 

i'r~ 

Vm * 1096.5 (69) 

in which Vm is the rate of flow in feet per minute. 

It is often difficult to obtain the exact static pressure. In the usual 
construction of Pitot tubes, the static pressure openings are downstream 
from the impact pressure opening, and turbulence induced by the nose 
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may affect the static pressure reading. If the static pressure openings 
point downstream in any degree, a suction effect is produced to falsify 
the reading. In instruments having the static pressure opening pointed 
downstream, the coefficient may be as low as 0.86. Consequently, for 
accurate work, Pitot tubes should be calibrated, and the pertinent 
coefficient should be applied to Equation 68. In a sense, this coefficient 
is advantageous, since it results in a higher differential reading, which, 
in turn, enables more accurate readings at low ffows. 

In using Pitot tubes, it is generally necessary to make a traverse of 
the pipe or duct to determine the course of the velocity pattern. In a 
pipe, for instance, one of the profiles shown in Fig. 5 would be obtained. 
Near a valve or fitting, however, the profile might be quite distorted, a 
fact which would be revealed by the traverse. If the pipe or duct is 




D*/D, 




De/D, 


Fig. 21. Minimum Conditions to be Observed When Installing Orifices and 
Nozzles Between Fittings and Valves 


divided into equal areas, and a determination of /^aw is made for each, 
the average velocity would be obtained by using the average of the square 
roots of Aaw in Equation 69. 


INSTALLATION OF NOZZLES AND ORIFICES 

A final note should be made of the installation of orifices and nozzles. 
Generally speaking, the orifice or nozzle, together with a holding arrange- 
ment, including pressure taps, is available from the manufacturer. In 
making the installation, the user should make certain that the flow 
approaching the nozzle or orifice is steady and evenly distributed, i.e., 
with velocity profiles similar to those shown in Fig. 6. Fittings and valves, 
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which tend to direct the flow to one side and which in some cases cause 
it to rotate as it advances, must be far enough upstream from the orifice 
or nozzle to permit the disturbed stream to straighten out to the even 
form before reaching the meter. Minimum conditions in the installation 
for avoiding trouble from fittings and valves are shown in Fig. 21. If 
necessary, straightening vanes may be used upstream from the orifice 
or nozzle at a distance of not less than 8 pipe diameters. 

LETTER SYMBOLS USED IN CHAPTER 4 

^ = ratio, throat or orifice diameter to pipe diameter. 

\i. » absolute viscosity in pounds per foot second, 
ix/p = kinematic viscosity in square feet per second, 
p = density of flowing fluid in pounds per cubic foot. 

= density of water at 60 F, (62.37 lb per cubic foot). 

Pf = density of fluid over mercury in a manometer. 

(p == expansion factor for nozzles. 

A ~ cross-sectional area of flo\v, in square feet. 

C = correction factor (coefficient of discharge) for flow through orifice, nozzle 
or Venturi. 

Cp = specific heat of gas at constant pressure, 
cv = specific heat of gas at constant volume. 

D = diameter of fluid stream in feet. 
d — internal diameter of pipe in feet. 

E = mechanical work in foot pounds per pound of fluid flowing. 
e = absolute roughness of pipe surface, in feet. 

/ = dimensionless friction coefficient. 

g = acceleration due to gravity =* 32.17 ft per (second) (second). 

G =* specific gravity of gas referred to air. 
h = enthalpy, Btu per pound of fluid. 

= loss of head in inches of water. 
hi = loss of head in feet of fluid. 
hi = total head in feet of fluid. 

Aw = differential pressure in inches of water. 

J = mechanical equivalent of heat = 778 foot pounds per Btu. 

K = flow coefficient (correction factor), including velocity of approach correction 
factor, for flow through orifice, nozzle or Venturi. 
k « ratio of specific heat at constant pressure to specific heat at constant volume. 
L =s perpendicular distance from axis of pipe in feet. 

1 =« length of pipe in feet. 

Nkc ®= Reynolds number. 

P = correction factor for expansion of orifice plate with temperature. 
p = pressure in pounds per square foot. 
pc, “ critical pressure. 

Ph = standard pressure to which correction is to be made, pounds per square inch, 
absolute. 

Pi =■ pressure of gas flowing, pounds per square inch, absolute. 

Qh rate of flow in cubic feet per hour under standard conditions of pressure 
and temperature. 

Qi rate of flow in cubic feet per hour. 

^8 » discharge rate in cubic feet per second. 

Ow * rate of flow in gallons per hour. 

2 * heat transferred to the fluid per pound of fluid flowing. 

R ■■ gas constant. 

22h ■■ hydraulic radius * ratio of area of cross-section to wetted perimeter of cross- 
section. 

r ■« radius of pipe in feet. 
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T = temperature, Fahrenheit degrees, absolute. 

Tb = standard temperature to which correction is to be made, Fahrenheit degrees 
absolute. 

Tf =» temperature of gas flowing, Fahrenheit degrees, absolute. 
u = internal energy, Btu per pound of fluid. 

V = velocity in feet per second. 

Vc critical velocity, feet per second. 

Vso =“ velocity of sound, feet per second. 

Vm *= velocity in feet per minute. 

V = specific volume, cubic feet per pound. 

W = weight of gas flowing, pounds per hour. 

V = expansion factor — correcting for expansion of gas under reduced downstream 

pressure. 

z *=* elevation above some arbitrary datum, in feet. 

REFERENCES 


'•“Friction Factors for Pipe Flow, by Lewis F. Moody (A.S.M.E. Transactions. 66, 1944, 671-678; Dis- 
cussion, idem. 66. 1944, 678-681). 

*“Hi8tory of Orifice Meters and the Calibration, Construction, and Operation of Orifices for Metering. 
Report of the Joint A.G.A. — A.S.M.E. Committee on Orifice Coefficients {American Society of Mechanical 
Engineers, 1935). 

*“-Gas Measurement Committee Report No. 2. Natural Gas Department {American Gas Association, 
1936). 

^•“Thermodynamic Properties of Steam, by Joseph H. Keenan and Frederick G. Keyes (John Wiley 
& Sons, Inc., 1936). 

•“•Discharge Coefficients of Long Radius Flow Nozzles When Used with Pipe Wall Pressure Taps, 
by H. S. Bean, S. R. Beitler, and R. E. Sprenkle {A.S.M.E. Transactions, 63, 1941, 439-442; Discussion, 
idem. 63. 1941, 442-445). 


BIBLIOGRAPHY 

[A] Principles of Thermodynamics, by G. A. Goodenough (Henry Holt & Co.). 

[B] Principles of Engineering Thermodynamics, by Paul J. Kiefer and Milton C. 
Stuart (John Wiley & Sons, Inc., 1944). 

[C] Fluid Mechanics, by Russell A. Dodge and Milton J. Thompson (McGraw-Hill 
Book Co., 1937). 

[D] Fluid Mechanics, by R. C. Binder (Prentice-Hall, Inc., 1943). 

[E] The Physics of Solids and Fluids, by P. P. Ewald, H. Pdschl and L. Prandtl 
(Blackie, 1936). 

[F] A Study of the Data on the Flow of Fluids in Pipes, by Emory Kemler, Hydraulic 
Paper HYD-55-2 {A.S.M.E, Transactions 56, No. 10, 7-22, 1933; Discussion, idem., 65, 
No. 10, 23-32, 1933). 

[G] The Flow of Fluids in Closed Conduits, by R. J. S. Pigott {Mechanical Engi- 
neering 55, 1933, 497-501, 515). 

[H] Fluid Meters, Their Theory and Application {American Society of Mechanical 
Engineers, 4th edition, 1937). 

[I] Fluid Meters, Their Selection and Installation {American Society of Mechanical 
Engineers, 1933). 

[J] The Orifice Meter for Measurement of Flow of Gases and Liquids, by Allen D. 
MacLean (Pittsburgh Equitable Meter Co., 1938). 

[K] Flow Measurement {American Society of Mechanical Engineers, 1940). 

[L] Pitot Tube Practice, by Edward S. Cole {A.S.M.E. Transactions 67, 1935, 281-294; 
Discussion, idem. 58, 1936, 146-156). 

[M] Pitot Tubes in Large Pipes, by Edward S. Cole and E. Shaw Cole {A.S.M.E. 
Transactions, 61, 1939, 465-473; Discussion, idem. 61, 1939, 473-475). 

[NJ Investigation of Errors of Pitot Tubes, by C. W. Hubbard {A.S.M.E. Trans- 
actions, 61, 477-497; Discussion, idem. 61, 1939, 497-ft06). 

[OJ Piping Arrangements for Acceptable Flowmeter Accuracy, by R. E. Sprenkle 
{A.S.M.E. Tfiksactwns, 67, 345-357, 1945; Discussion, idem. 67, 357-360, 1945). 




Chapter S 


FUNDAMENTALS OF HEAT TRANSFER 

ConductUni, Convection^ Radiation, Combined Convection and Radiation, Heat- 
Flow Resistance, Practical Heat Transfer Problems, Unit Conductances for 
Convection Flow Systems, Radiation Factors or Emissivities, Solutions 
for Steady -State Conduction Problems 


H eat is that form of energy that is transferred by virtue of an existing 
temperature difference. The temperature difference is the potential 
which causes the transfer, the latter in turn being resisted by the thermal 
properties of the material combined in a single term known as the resis- 
tance. Energy exchange associated with evaporation, condensation, etc. 
is treated elsewhere such as in the section on cooling tower design in 
Chapter 37. The objectives of this chapter are to: 

1. Describe the mechanisms and present the rate equations for the different modes 
of heat transfer. 

2. Illustrate the application of the basic concepts to steady-state problems (tempera- 
ture independent of time or a cyclic variable thereof) by means of sev^eral typical solutions 
of heat transfer systems. 

Further applications to specific systems will be found throughout The 
Guide. 


CONDUCTION, CONVECTION AND RADIATION 

Thermal conduction is the term applied to the mechanism of heat trans- 
fer whereby the molecules of higher kinetic energy transmit part of their 
energy to adjacent molecules of lower kinetic energy by direct molecular 
action. Since the temperature is proportional to the average kinetic 
energy of the molecules, thermal transfer will occur in the direction of 
decreasing temperature. The motion of the molecules is random; there 
is no net material flow associated with the conduction mechanism. In 
the case of flowing fluids, thermal conduction is significant in the region 
very close to a solid boundary or wall, for in this region the flow is laminar, 
parallel with the wall surface, and there are practically no cross currents 
in the direction of the heat transfer across the solid fluid boundary. In 
solid bodies the significant mechanism of heat transfer is always thermal 
conduction. 

Contrasted to the thermal conduction mechanism, thermal convection 
involves energy transfer by eddy mixing and diffusion ^ in addition to 
conduction. This is shown schematically in Fig. 1 which exhibits transfer 
from a pipe wall at surface temperature /a to a colder fluid at a bulk 
temperature U, (Bulk temperature is that which would be attained if the 
fluid stream were drawn off at a certain section and mixed. It is therefore 
slightly higher than the lowest temperature in the stream). In the 
laminar sublayer, immediately adjacent to the wall, the heat transfer 
occurs by thermal conduction; in the transition region, which is called 
the buffer layer, eddy mixing as well as conduction effects are significant; 
in the eddy or turbulent region the major fraction of the transfer occurs 
by eddy mixing. 

In most commercial equipment the main body of the fluid is in turbu- 
lent flow, and the laminar film exists at the solid walls only, as shown in 
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Fig. 1. But in cases of low- velocity flow in small tubes, or with viscous 
liquids such as heavy oil (low Reynolds numbers), the entire flow maybe 
laminar. In these latter cases there is no transition or eddy region. 

When the fluid currents are produced by sources external to the heat 
transfer region, as for example by a pump, the described solid to fluid heat 
transfer is termed forced convection. In contrast, if the fluid currents are 
generated internally, as a result of non-homogcneous densities arising 
from the temperature variations, the heat transfer is termed free convection. 

In the conduction and convection mechanisms heat is transferred as 
internal energy, i,e,, the random molecular kinetic energy associated with 
the material temperature. For radiant heat transfer, however, a change 
in energy form takes place from internal energy at the source to electro- 
magnetic energy for transmission, then back to internal energy at the 
receiver. 

The rate of heat transfer, corresponding to the three transfer mech- 
anisms previously described, may be expressed by three rate equations. 



Fig. 1. Thermal Convection 
Conditions 


Fig. 2. Thermal Conduction 
IN A Flat Slab 


These are similar to Ohm’s Law for electrical flow, the current flow 
through a resistance being proportional to the potential difference. 


Thermal Conduction Equation 


Equation 1 states symbolically that the thermal conduction per unit 
transfer area normal to the flow, {dq)l{dA), Btu per (hour) (square foot), 
is proportional to the temperature gradient {dt)/{dL), Fahrenheit degrees 
per foot. The proportionality factor is termed the thermal conductivity, 
k, Btu per (hour) (square foot) (Fahrenheit degree per foot of thickness). 


dg ^ . dt 
dA ^ dL 


( 1 ) 


The minus sign on the right side of the equation is introduced to 
indicate positive transfer in the direction of decreasing temperature. 
Fig. 2 shows the physical significance of indicated quantities. 

It should be emphasized that the thermal conductivity used should be 
expressed in consistent units; either using the inch or foot throughout. 
Expressions of conductivity used in the heating field are usually 
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inconsistent in this sense, in that it is customary to refer to the con- 
ductivity per square foot but for one inch of thickness. This custom has 
been adopted for the reason that wall thicknesses are usually expressed 
in inches, whereas if expressed in feet, decimal or fractional thicknesses 
would result. When dealing with flat walls no complication is involved 
in using the inconsistent expression of conductivity. However, when 
curved or spherical walls are considered, considerable complication is 
involved. Therefore, in this discussion the consistent units of con- 
ductivity expressed in Btu per {hour) {square foot) {Fahrenheit degrees per 
one foot thickness) are used throughout. Conductivity values obtained from 
Chapter 6 or Table 1 in this chapter, which are expressed in inconsistent 
units, must therefore be converted for use in the calculations of this chapter 
by dividing by 12, As an example, the conductivity of brick, expressed 
in inconsistent units as 5.0 in Table 2 of Chapter 6, becomes 0.42 when 


Table 1. Approximate Unit Thermal Conductivities® 
Conductivity, k = Btu per {hr) (sg ft) {F deg per in.) 


Material 

k 

Material 


Air 

0.168 

1416.0 

720.0 

336.0 

2640.0 

3.6—7.32 

T .pa H 

240.0 

408.0 

2.4—12.0 

312.0 

4.08 

Aluminum 

Brass (70 - 30). 

Cast-Iron 

Copper.^ 

GIass.«- 

Nickel 

Soil 

Steel, mild 

Water, liquid 


“Thermal conductivities depend to some extent on temperature. The above magnitudes are approxi- 
mate only. Refer to Heat Transmission, 2nd edition, by W. H. McAdams (McGraw-Hill Co., 1942) for 
additional values. 


used in the calculations of this chapter. Also, it should be emphasized 
that in order to make the calculations and applications consistent in this 
chapter, all dimensions of thickness must be expressed in feet. 

Thermal Convection Equation 

= Ac - t{) (2) 

This rate equation states that the thermal convection per unit transfer 
area {dq)/{dA), Btu per (hour) (square foot) is proportional to the tem- 
perature difference, (/« ~ t{) which is the temperature of the surface less 
that of the fluid. The particular fluid temperature to use for a given 
system will be noted under the discussion of that system. The propor- 
tionality factor is termed the unit convection conductance (sometimes called 
the film coefficient for convection), Ac, Btu per (hour) (square foot) 
(Fahrenheit degree). These convection conditions are illustrated in Fig. 1. 

The heat transmission by free or natural convection for objects sur- 
rounded by air can be conveniently expressed as in Equation 2a: 

( 1 \0.i / 1 \0.1«l 

i) (^) 

where 

qfi — heat transmission by convection, Btu per (square foot) (hour). 

C •> a constant depending upon the shape of the surface. 
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D = diameter of pipe or circular duct or height of vertical wall, inches. 

(Effect of diameter or height becomes constant at 24 in.) 

Tav = average* of wall surface and surrounding air temperature, Fahrenheit degrees 
absolute. 

/g “ temperature excess between wall surface and surrounding air, Fahrenheit 
degrees. 

For horizontal cylinders, the value of C = 1.016 has been well estab- 
lished by various investigations. For vertical plates, the value of C = 
1.394 has been fairly well established. Suggested values ^ of C for hori- 
zontal plates warmer than the surrounding air arc 1.79 when facing 
upward and 0.89 when facing downward. 


Table 2. Heat Transmission by Free Convection for Large Vertical Surfaces 
Expressed in Btu per {square fool) {hour) 


Temperature Difference between Body and Si:rrounding Still Air at 80 F 


F 

Deg 

0 

10 

20 

30 

40 

50 

60 

70 

80 

90 

100 

. 

110 

120 

130 

0 i 

0 

4.4 

10.4 

17.4 

25.0 

33.2 

41.8 

50.6 

59.9 

69.4 

79.4 1 

89.2; 

99.4 

109.8 

1 

0.3 

4.9 

11.1 

18.1 

25.8 

34.1 

42.6 

51.5 1 

60.8 

70.3 

80.4 

90.2 

100.4 1 

110.9 

2 

0.6 

5.5 

11.8 

18.9 

26.7 

34.9 

43.5 

52.4 

61.8 

71.3 

81.4 

91.2 

101.5 

112.0 

3 

1.0 

6.0 I 

12.5 

19.7 

27.5 

35.7 

44.3 

53.4 

62.7 

72.3! 

82.4 

92.2 

102.6 

113.0 

4 

1.4 

6.6 ! 

13.2 

20.5 

28.3 

36.6 

45.2 

54.3 

63.7 

73.3 

83.3 

93.3 

103.6 

114.1 

5 

1.8 

7.3 

13.9 

21.2 

29.2 

1 37.4 

46.1 

55.2 

64.6 

74.3 

84.2 

94.3 

104,7 

115.2 

6 

2.3 i 

7.9 

14.6 1 

22.0 

30,0 

: 38.3 

47.0 

56.1 

65.6 

75.3 

85.2 

95.3 

105.7 

116.3 

7 

2.8 

8.5 

15.3 

22.7 

1 30.8 

39.1 

47.8 

57.1 

66.5 

76.3 

86.2 

96.3 

106.7 

117.3 

8 

3.3 

9.1 

16.0 

23.5 

|31,6 

40.0 

48.7 

58.0 

67.5 

77.4 

87.2 

97.4 

107.8 

118.4 

9 

3.8 

9.7 

16.7 

24.3 

1 

32.4 

40.9 

49.7 

1 

59.0 

68.4 

78.4 

88.2 

|98.4 

108.8 

119.5 


The heat transmission by free convection from vertical walls 24 or 
more in height is given in Table 2 as calculated from Equation 2a for 
an ambient air temperature of 80 F. The values in Table 2 are not 
changed appreciably by a considerable change in air temperature for a 
given temperature excess. For instance, a change in air temperature 
from 80 to 40 F will increase the heat transmission given in Table 2 
by only 1.3 per cent. 

Table 2 can also be used for calculating the free convection rate of 
transmission for various commercial shapes such as pipes and ducts. 
These calculations are simplified by the use of the factors in Tables 3 
and 4. Table 3 gives factors by which the values in Table 2 must be 
multiplied to obtain the free convective transfer from various shapes 
whose characteristic dimensions are 24 in, or over, and Table 4 gives the 
factors to be used in conjunction with the factors in Table 3 for obtaining 
the free convection from Table 2 for pipes and ducts whose characteristic 
dimensions are less than 24 in. 

For example, the free convection transfer from a 3 in. O.D. horizontal 
cylinder for a temperature difference of 40 deg = 25.0 X 0.73 X 1.62 = 
27.7 Btu per (square foot) (hour). 

Problems in either forced convection or natural convection may be 
solved by the simple first-power equation if the convection coefficient is 
expressed as a unit conductance: 


qc ^ he A {h — tj) 


(2b) 
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qc *= heat transmission by convection, Btu per hour. 

A = surface area, square feet. 

/j — /j =s temperature difference between the surface and the fluid Fahrenheit degrees. 

he = unit conductance, from Table 5, Btu per (square foot) (hour) (Fahrenheit 
degree temperature difference.) 


Table 3. Free Convection Factors for Various Shapes 


Shapes 

Factor 

Horizontal cylinders 24 in. in diam. or over. 

0.73 

Long vprtirAl cylinders 24 in. in diam. nr nvpr 

0.88 

Vertiral plafps 24 in. in height or over 

1.00 

Horizontal plates warmer than air facing upward.. 

1.28 

Horizontal plates w'armer than air facing downward 

0.64 

Horizontal plates cooler than air facing upward 

1 0.64 

Horizontal plates cooler than air facing downward 

1.28 



Table 4. Free Convection Factors for Various Diameter Pipes 
or Various Height Plates 


Actual O.D., or height, in 

1 

2 

3 

4 

5 

6 1 7 

8 

Factor 

1.88 

1.64 

1.52 

1.43 

1.37 

1.32 ! 1.28 

1.26 

Actual O.D., or height, in 1 

9 

10 

12 i 

14 

16 

18 ! 20 

22 

Factor ! 

1 

1 

1.22 

1.19 

1 

1.15 

1.11 

1.09 

1.06 1,04 

1.02 


Thermal Radiation Equation 

The relation shown in Equation 3 is usually applicable to systems in 
which radiant exchange takes place between the surfaces of solids, as sche- 

gr = - T,*) (3) 

matically shown in Fig. 3. Gaseous and luminous radiation are not con- 
sidered in this discussion. Equation 3 states that the net radiation per 
unit transfer area of surface 1, gr/A Btu per (hour) (square foot), which 
sees surface 2 through a non-absorbing medium, is proportional to the 
difference of the fourth powers of the absolute surface temperatures 
(Ti^ — Ta^). The proportionality factor (j FaFe) may be conveniently 
separated into three parts: 

a the Stefan-Boltzmann radiation constant, 

= 1730 X 10“^^ Btu per (hour) (square foot) (Fahrenheit degree absolute tempera* 
ture to the fourth power), 

Fa « the configuration factor which is dimensionless and S 1. This factor accounts 
for the shape and relative position of the two surfaces. The value of Fa = 1 
may be used in the cases of large parallel planes, long concentric cylinders or 
smaller bodies in large enclosures. 

Fk the emissivity factor which is also dimensionless and S 1. This factor accounts 
for the absorption and emission characteristics of the surfaces for the radiation 
which exists. Individual emissivities (e) should be taken from Table 6 and 
applied, for either radiation or absorption, as follows: 

a. For a small body in a large enclosure, use the emissivity of the small body 
only: Fe « si. 
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b. For large parallel planes, long concentric cylinders or large enclosed bodies, 
use both emissivities in the equation; 



The radiation under black-body conditions, or for an emissivity of 1.0, 
is given in Table 7® for cold surfaces as low as — 39 F to warmer surfaces 
as high as 139 F. The emissivities of a number of surfaces ordinarily 
encountered in engineering practice are shown in Table 6. For radiation 
table at higher temperatures, and further discussion of radiation calcu- 
lations, see Chapter 31. 



Fig. 3. Radiation Between Fig. 4. Heat Transfer Conditions in an 
Surfaces Insulated Cold Water Line 


NOMENCLATURE AND DIMENSIONS FOR TABLE 5 

Cp = fluid unit heat capacity at constant pressure, Btu per (pound) (Fahrenheit 
degree) . 

D =» cylinder diameter, feet. 

G 3600 Vgp » fluid mass velocity, pounds per (hour) (square foot of flow 
cross-section) . 

p « density, pounds per cubic foot. 

he « unit conductance for thermal convection, Btu per (hour) (square foot) 
(Fahrenheit degree). 

k » unit thermal conductivity of the fluid, Btu per (hour) (square foot) (Fahren- 
heit degree per one foot thickness). 

Rh =“ hydraulic radius of the flow cross-section » flow cross-section area per wetted 
perimeter, feet. 

5 ■» fin spacing, feet. 

t a» average fluid film temperature, Fahrenheit degree. 
h—h “ temperature difference surface to main fluid, Fahrenheit degree. 

Fg =» fluid velocity, feet per second. 

(I. * fluid viscosity, pounds per (hour) (foot) viscosity in oentipoises X 2.42. 

Combined Convection and Radiation 

It should be noted that the previous equations and tables give the heat 
transfer by convection and by radiation computed separately. In many 
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Table 6. Approximate Unit Conductances for Thermal Convection for 
Several Flow Systems® 

Expressed in Convenient Empirical Form 


Case 

System 

Unit Conductance EguATioNb 

Forced Convection 

1. 

Longitudinal flow in cylinders, turbulent 
region. Fluid being heated*. 

For (-^) > 3000 

2. 

For longitudinal air flow in cylinders case 1 
reduces to*. 

Ac - 0 0036 

For (-^~) > 3000 

3. 

For longitudinal water flow in cylinders case 1 
reduces to*. 

ho - 0.00486 (1 -f 0.010 

For (“^^) > 3000 

4. 

Air flow normal to a single right circular 
cylinder. 

he - 0.46 (-|- ) + 0.178 “ 

5. 

Air flow over staggered pipe hanks. 

he « 0.061 ( ^ y**’ G®-« 

6. 

Air flow over single spheres. 

COM 

- OWO y.,.. 

0 < ( < 250 F 

7 

Air flow over plane surfaces. 

j 

Ac - 1 + 0.22 Vu 

For Vb < 16 fps 
or Ac - 0.53 F.o * 

16 fps < F. < 100 fps 

8. 

Air flow normal to flnned cylinders. 

1 

1 

/ G \®* 

^ ( 3600 ) 

0 < ; < 250 F 


Free CoNVECXioNd 





0. 

Single horizontal right circular cylinder in air. 

A.- 0.23 ) 

10. 

Vertical surfaces in air. 

Ac - 0.3 » 

U, 

Top surface of horizontal plates to air. 

he - 0,4 » 

12. 

Bottom surface of horizontal plates tn air. 

Ac - 0.2 » 


i^Heat Transmission, by W. H. McAdams. 

bFluid properties should be evaluated at the arithmetic mean fluid temperature, tt ■■ (^surface "^^uid) 
divided by 2. 

sTbese expr^ons are applicable to longitudinal flow in other than right circular cylinders provided the 
hydraulic radius is emplosred as the conduit dimension parameter. For non-circular cross-sections JRb. 

dFor low rates of heat transfer by free convection the exponent decreases towards aero, and for higher 
rates increases towards 0^38. The following equations employing an exponent equal to 0.26 are applicable 
in the intermediate range. 
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practical cases it is desirable to treat convection and radiation as a single 
combined process, using a first-power equation : 

<?rc - hrc A (h — h) (4) 

where grc is the total heat flow due to radiation and convection, in Btu 
per hour. Values of Arc the surface or film conductance for combined 


Table 6. Radiation Factors or Emissivities, e. 
For the determination of factor Fe in Equation S 


Class 

Surfaces 

Fraction of Black-Body 
Radiation 

Absorptivity 

FOR 

Solar 

Radiation 

At 60-100 F 

At 1000 F 

1 

A small hole in a large box, 
sphere, furnace, or enclosure 

0.97 to 0.99 

0.97 to 0.99 

0 97 to 0.99 

2 

Black non-metallic surfaces such 
as asphalt, carbon, slate, 
paint, paper 

0.90 to 0.9S 

0.90 to 0.98 

0.85 to 0.98 

3 

Red brick and tile, concrete and 
stone, rusty steel and iron, 
dark paints (red, brown, 
green, etc.) 

0.85 to 0.95 

0.75 to 0.90 

0.65 to 0.80 

4 

Yellow and buff brick and stone, 
firebrick, fire clay 

0.85 to 0.95 

0.70 to 0.85 

0.50 to 0.70 

5 

White or light-cream brick, tile, 
paint or paper, plaster, white- 
wash 

0.85 to 0.95 

0.60 to 0.75 

0.3 to 0.5 

6 

Window glass. 

0.90 to 0.95 


Transparent® 



7 

Bright aluminum paint; gilt or 
bronze paint 

[ 

0.4 to 0.6 


0.3 to 0.5 



8 

Dull brass, copper, or alumi- 
num; galvanized steel; pol- 
ished iron 

0.2 to 0.3 

0.3 to 0.5 

1 0.4 to 0.65 

9 

Polished brass, copper, monel 
metaL„ 

0.02 to 0.05 

0.05 to 0.15 

0.3 to 0.5 

10 

Highly polished aluminum, tin 
plate, nickel, chromium 

0.02 to 0.04 

0.05 to 0.10 

0.10 to 0.40 


^Reflects about 8 per cent 


radiation and convection, are given in Chapter 6, Table 1 and Fig, 3. 
Complete tables for the combined heat transfer of steam and hot water 
radiators, pipes, coverings, etc., will be found in the appropriate chapters. 
When dealing with the effect of operating temperatures upon the com- 
bined heat transfer of a given piece of equipment (as for instance a steam 
radiator), another form of equation is frequently used: 

qrc^ B A (h - h)^ (5) 

Values of n in this equation usually range from 1,3 to 1,5 (see Chapter 25), 
The chief advantage of this equation is the convenience of representing 
heat transfer performance on logarithmic coordinates, and the factor B 
should be regarded as a simple constant of proportionality. 








Fundamentals of Heat Transfer 


105 


HEAT-FLOW RESISTANCE 

In most of the steady-state heat transfer problems encountered in air 
conditioning applications, more than one of the heat transfer mechanisms 
are effective, and the thermal current flows through several resistances in 
series or in parallel. In using the resistance concept the calculations in- 
volved are analogous to the application of Ohm’s Law in electricity, m., 
the heat flow or thermal current is directly proportional to the thermal 


Table 7. Heat Transmission by Radiation for Black-Body Conditions^ 
Expressed in Btu per {square fool) {hour) 


Temp 

F 

Dkg 

0 

-1 

-2 

-3 

-4 

-5 

i 

-6 

B 

-8 ! 

-9 

-30 

59.3 

58.7 

58.2 

57.7 

57.2 

56.7 

56.2 

55.7 

55.2 

54.7 

-20 

65.2 

64.7 

64.1 

63.5 

62.9 

62.3 

61.7 

61.1 

60.5 

59.9 

-10 

71.4 

70.8 

70.1 

69.5 

68.9 

68.3 

67.7 

67.1 

66.4 

65.8 

0 

78.0 

77.4 

76.7 

76.0 

75.4 

74.7 

74.0 

73.4 

72.7 

72.1 


0 

+1 

+2 

+3 

+4 

+5 

+6 

+7 

+8 

+9 

0 

78.0 

78.7 

79.4 

80.1 

80.8 

81.5 

82.2 

82.9 

83.6 

84.3 

10 

85.0 

85.7 

86.5 ‘ 

97.2 

88.0 

88.7 

89.4 

90.2 

90.9 

91.7 

20 

92.4 

93.3 

94.0 

94.8 

95.6 

96.4 

97.2 

98.0 

98.8 

99.6 

30 

100 

101 

102 

103 

104 

105 

105 

106 1 

107 

108 

40 

109 

no 

111 

112 

112 

113 

114 

115 

116 

117 

50 

118 

119 

120 

121 

122 

123 

123 

124 

125 

126 

60 

127 

128 

129 

130 

131 

132 

133 

134 

135 

136 

70 

137 

138 

139 

140 

142 

143 

144 

145 

146 

147 

80 

148 

149 

150 

151 

152 

153 

154 

155 

156 

157 

90 

159 

160 

161 

162 

163 

164 

166 

167 

168 i 

169 

100 

170 

171 

173 

174 

175 

176 

178 

179 

180 

182 

110 

183 

184 

185 

187 

188 

189 

191 

192 

193 

195 

120 

196 

197 

199 

200 

201 

203 

204 

206 

207 

209 

130 

211 

212 

214 

215 

217 

218 

220 

221 

222 

224 


^Example: Radiation from walls of room at 32 F to surface at — 25 F for effective emissivity of 0.95 ■> 
(102 — 62.3) 0.95 37.7 Btu per (square foot) (hour). 


potential or temperature difference, and inversely proportional to the 
thermal resistance: 


2rc = 


R 


( 6 ) 


Following the electrical analogy, when there is a thermal current flowing 
through several resistances in series, the resistances are additive : 

+ +Rn (7) 


Similarly, conductance is the reciprocal of resistance, and for heat flow 
through several resistances in parallel, the conductances are additive: 


Cx « 


R-i 


-i — [- -1 — ^ 

Ri^ Rt^ 


Rt 



( 8 ) 


Practical Heat Transfer Problems 

The use of these relations for resistance and conductance makes pos- 
sible the solution of many practical heat transfer problems. As discussed 
in Chapters 6, 7 and 28, the practical analyses of heat transfer in building 
walls, in fin-tube coils and in pipe coverings, are usually computed by this 
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method. The same resistance analysis may be; applied to complicated 
steady-state cqnduction problems. Table 8 gives the resistances in six 
common cases of steady-^ate conduction. 

A complete analysis by the resistance method is well illustrated by 
considering the heat transfer from the air outside to the cold water inside 
of an insulated pipe. The temperature gradients and the nature of the 
resistance analysis are indicated by the two sketches of Fig. 4. 

Since air is sensibly transparent to radiation, there will be some heat 
transfer by both radiation and convection to the outer insulation surface. 
The mechanisms act in parallel on the air side. The total transfer by 
radiation and convection then passes through the insulating layer and 
the pipe wall by thermal conduction, and thence by convection and 
radiation into main cold water streams. (Radiation is not significant on 
the water side as liquids are sensibly opaque to radiation, although water 
transmits energy in the visible region). The contact resistance between 
the insulation and the pipe wall is presumed to be equal to zero. 

Referring to Fig. 4, the heat transferred for a given length N of pipe, 
^rc, Btu per hour, may be thought of as flowing through the parallel 
resistances i?r and i?c> associated with the insulation surface radiation and 
convection transfer. Then the flow is through the resistance offered to 
thermal conduction by the insulation, i? 3 , through the pipe wall resistance, 
J^ 2 i and into the water stream through the convection resistance, R\, 
Note the analogy to the direct current electrical circuit problem. A 
temperature (potential) drop is required to overcome these resistances to 
the flow of thermal current. The total resistance to heat transfer, jRt, 
hour Fahrenheit degrees per Btu, is the summation of the individual 
resistances: 

i?T » + Ri (9) 

where the resultant parallel resistance Ra is obtained from : 

JL + J- 

i?4 Rt Rc 

Provided the individual resistances may be evaluated, the total resistance 
can be obtained from this relation. Then the heat transfer for the length 
of pipe (iV, ft) can be established by the relation: 

qrc (Btu per hour) « Jl (10) 

AT 

For a unit length of the pipe the heat transfer rate is: 

(Btu per hour foot) « (11) 

The temperature drop, A^, through an individual resistance may then be 
calculate from the relation: 


A/ a» i? 5rc 

where R is the resistance in question. 

The problem is now reduced to one of eyaluating the individual resist- 
ances of the system. This entails suitable integration of the rate Equa- 
tions 1 , 2 and 3 to produce expressions of the form : 
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Table 8. Solutions for Some Steady-State Thermal Conduction Problems®*^ 


No. 


System 


Expressions for the resistance R entering into 
the equation: 

q - Al/R (Btu per hour) 


1. Flat wall or curved wall if curvature is small 

(wall thickness less than 0.1 of inside dia- 
meter). 



2. Radial flow through a right circular cylinder. 



3. The buried cylinder. 




k 


At=tp.U 

Long cylinder 
of ien^h, N 


log) 


2a 


2KkN ’ 

for — 5^ 3 
r 

(See footnote c). 


Radial flow in a hollow sphere. 


cosh-i ~ 
r 

2nkN 




5, The straight fin or rod heated at one end. 


Conduction 



fambient 


M — - (see footnotes d and «). 

hup tanh m L 

For ml > 2.3, tan h m L 1 
m — y/h,p/kA 

A -> conduction cross-section area. 
p — perimeter of cross-section A. 
hu "• unit conductance to the surroundings 
from the fin surface. 
k ■> thermal conductivity fin material. 

At -> wall temperature-^ambient temperature 


6. Finned surface of area HB. 





hu tanh m f -I- s ) 



At defined as in Cast 6 above. 


•The dimensions to be employed in these solutions are; length of dimension f^et; units of A 

Btu per (hour) (square foot) (Fahrenheit degree for one foot thickness); units of A, Btu per (hour) (square 
foot) (Fahrenheit degree); units of area* A «■ square feet. 

bXhe thermal conductivity, k. In these solutions should be taken at the average materia) temperature 
(see Tal^ d). 


•Log# X m 2.803 logM «. 

dThis expression can a^ be employed as an approximation for tapered fins or of annular fins by empby- 
tttg average ma^tudes of A and p, 

•Tanh is the hyperboUd tangent* 
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where q is the heat transfer rate, and A/ is the potential drop or tempera- 
ture difference through the resistance R. Table 8 lists such solutions for 
six different conduction systems. Table 2 in Chaf>ter 6 and Table 1 of 
this chapter indicate the magnitudes of the thermal conductivities, A, to 
be employed in the expressions of Table 8, after dividing k by 12. 

The solution applicable to the problem depicted in Fig. 4, for the 
calculation of and Rz, is case 2 in Table 8. Thus for ^ 1 ft length of 
2 in. nominal size pipe (I. D. = 2.067 in., O. D. = 2.375 in.) insulated 
with 1 in. of material having a conductivity of 0.025: 


loge 


R2 = 


1.188 

1.033 


2x X 26 X 1 


*= 8.5 X 10“^ hr Fahrenheit degree per Btu. 


Rz 


loge 


2.188 


1.188 
2x X 0.025 X 1 


3.9 hr Fahrenheit degree per Btu. 


The convection resistances to heat transfer from the pipe wall to the 
cold water, Ru and from the air to the surface of the insulating material, 
J?c, are dependent on the flow conditions prevailing at these surfaces, and 
on the thermal properties of the fluids. The unit conductances for 
thermal convection, Btu per (hour) (square foot) (F'ahrenheit degree), 
have been determined by test for many flow systems. These data may 
be employed to predict the conductances for similar flow systems. Table 5 
summarizes some empirical equations expressing such test results. 

For the problem under consideration (Fig. 4) case 3 of Table 5 is 
applicable for the calculation of the cold water side convection resistance 
2?i. Corresponding to the water velocity of 5 fps, the mass velocity is: 

6^ = 5 (ft per sec) X 62.4 (lb per cu ft) X 3600 (sec per hr) =11.2 X 10® lb per (hour) 
(square foot). 

The inside diameter of the pipe D is 2.067/12 = 0.1725 ft. 

The average water film temperature will be estimated as 36 F (mixed mean 
fluid temperature of 34 F). Then case 3, Table 5 yields: 

he - 0.00486 (1 + 0.36) = 650 Btu per (hr) (sq ft) (F deg). 

The transfer area on which this conductance is based is the inside tube 
area. Associated with 1 ft length of pipe there are: 

9 na7 

X X X 1 = 0.542 sq ft. 

Thus the resistance for 1 ft of tube length is : 

“ 656"/ o: ' ^ ' “ 2 ® X 10^ hr Fahrenheit degree per Btu. 

Case 9, Table 5 is applicable for calculating the free thermal convection 
resistance, Re, existing between the surrounding air and the insulation. 
The air temperature is given as 120 F. As an approximation a 20 deg 
temperature difference between the air and the pipe surface will be 
assumed. D = 4.375/12 = 0.364 ft. Then case 9 yields: 
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he « 0.23 


/ 20 y « 
Vo.364y 


0.63 Btu per (hour) (square foot) (Fahrenheit degree). 


(13) 


This result may not be deemed conservative inasmuch as the expression 
is for still air. If, however, the air is not still, but flows at approximately 
5 mph or 7 fps the mass velocity corresponds to: 

G » 7 X 0.07 X 3600 = 1770 lb air per (hour) (square foot). 

A magnitude oi k = 0.014 Btu per (hour) (square foot) (Fahrenheit 
degree) per one foot tliickness applied to case 4 yields: 

(®) + '> '™ “ (sal)’" 

= 0.017 + 2,8 = 2.8 Btu per (hour) (square foot) (Fahrenheit degree). 


This conductance is based on 1 sq ft of outside lagging area. Thus, since 
there are x X (4.375/12) = 1.14 sq ft of outside lagging area associated 
with 1 ft length of pipe: 


Rc 


1 

'2.8 X LH 


0.312 hr Fahrenheit degree per Btu. 


The radiation resistance, i?r, which acts in parallel with the convection 
resistance, i?c, for the transfer of heat to the surface of the insulation, may 
be calculated. For the purposes of this illustrative problem it will be 
assumed that the insulated pipe is exposed to {sees) surroundings, which 
exist at 120 F. Then the angle factor, Fa, is unity and for an estimated 
surface emissivity of 0.9 (see Table 6), Fe = 0.9. As a first approximation 
the insulation surface temperature will be estimated as 20 deg below 
the surroundings at 120 F. Then the radiation per degree of temperature 
difference, by Equation 3 (or more conveniently by Table 8) divided by 
the temperature difference will be: 

sx =- 1 17 giy pgj. (hour) (square foot) (Fahrenheit degree). 


The outside surface area of the insulation associated with 1 ft of pipe 
length was previously calculated as 1,14 sq ft. Thus: 

Rr =“ TT7~^TTT ~ Fahrenheit degree per Btu. 

The resultant resistance of Rc and Rr acting in parallel (see Fig. 4) can 
now be evaluated as: 

^ ^ ^ « 4,54 Btu pgr (hour) (Fahrenheit degree). 

Ri « 0.22 hr Fahrenheit degree per Btu. 

The over-all resistance, Rt, surroundings to cold water, is the sum of 
Ri + R 2 + Rs + Ra = 4.1 hr F deg per Btu for 1 ft length of pipe. Note 
that the controlling resistances are Rs and i? 4 and that neglect of both J?i 
and R 2 would not significantly influence the total resistance, Ft- 

On the basis of this resistance calculation the heat transfer from the 
surroundings to the cold water may be evaluated as: 

Qtc 120 34 ^ . 

N * "W " — O — “ 

or about 0.176 tons of refrigeration per 100 ft of pipe. 
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Since the calculation is based on a 1 ft pipe length : 

* grc ** 21 Btu per hour. 

The temperature drops through the various resistances are now readily 
evaluated by Equation 12 as: 

^o~^88 air to insulation surface *= R 4 qrc “ 0.22 X 21 « 4.6 F. 

hi—tsi through the insulation =* $rc = 3.9 X 21 *82 F. 

through the pipe wall * Src ** 8,5 X 10“* X 21 * 0.02 F. 
pipe wall to cold water * Rv qrc ~ 2.8 X 10“® X 21 = 0.06 F. 

The solution was obtained on the assumption that the air temperature 
and the outside temperature differed by 20 deg. In order to obtain a 
slightly better estimate of the rate of heat transfer the numerical solution 
should be repeated using the temperatures calculated from the previous 
listed temperature, differences. 

The foregoing problem serves to illustrate a general method of solving 
steady-state heat transfer problems. There are many problems which 
cannot be approximated by steady-state solutions. For instance, the 
problem of pipe line insulation in transient service; the behavior of auto- 
matically controlled thermoflow circuits; or the periodic absorption of 
solar energy by roof and wall structures during the day and nocturnal 
radiation to the cold sky at night. The transient heat transfer problem 
differs from the steady-state in that energy storage rates need to be 
considered. Thus thermal capacity in addition to resistance effects is 
significant. The vector sum of the thermal capacitance and resistance is 
the thermal impedance. It is not within the scope of this chapter to deal 
with these problems. There are, however, solutions available in graphical 
form for certain special cases. Also a general approximate method may 
be employed which is analogous to the treatment of capacity-resistance 
lumped parameter electrical circuits. 
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Chapter 6 


HEAT TRANSMISSION COEFFICIENTS OF 
BUILDING MATERIALS 


Heai Transfer Symbols; Calculating Overfall Coefficients; Conductivity of 
Homogeneous Materials; Surface Conductance; Air Space Conductance; 
Practical Coefficients and Their Use; Computed Heat Transmission 
Coefficients; Roof Coefficients; -Combined Ceiling and Roof 
Coefficients; Basement Floor^ Basement Wall^ and Concrete 
Slab Floor Coefficients^ Condensation in Buildings 


T he design of conditioning or heating systems for buildings requires 
a knowledge of the thermal properties of the walls enclosing the 
space. The rate of heat flow through the walls under steady-state 
conditions at design temperatures is usually the basis for calculating the 
heat required. For a given wall under standard conditions the rate is 
a specific value designated as t/, the over-all coefficient of heai transmission. 
It may be determined by test in a guarded hot box apparatus or it may 
be computed from known values of the thermal conductance of the 
various components. Because testing of all combinations of building 
materials is impracticable, the procedure and necessary data for calcu- 
lation of the value of U are given in this chapter, together with tables 
of computed values for the more common constructions. 

HEAT TRANSFER SYMBOLS 

U «* over-all coefficient of heat transmission (air to air); the time rate of heat flow 
expressed in Btu per (hour) (square foot) (Fahrenheit degree temperature difference 
between air on the inside and air on the outside of a wall, floor, roof or ceiling). The 
term is applied to the usual combinations of materials in construction and also to single 
materials, such as window glass, and includes the surface conductance on both sides. 

k “ thermal conductivity; the time rate of heat flow through a homogeneous material 
under steady conditions through unit area per unit temperature gradient in the direction 
perpendicular to the area. Its value is expressed in Btu per (hour) (square foot) (Fahren- 
heit degree per inch). Materials are considered homogeneous when the value of k is 
not affected by variation in thickness or size of sample within the range normally used 
in construction. 

C “ thermal conductance; the time rate of heat flow through a material from one of its 
surfaces to the other per unit temperature difference between the two surfaces. Its value 
is expressed in Btu per (hour) (square foot) (Fahrenheit degree). The term is applied 
to specific materials as used which may be either homogeneous or heterogeneous. 

/ *= film or surface conductance; the time rate of heat flow between a surface and the 
surrounding air. Its value is expressed in Btu per (hour) (square foot of surface) 
(Fahrenheit degree temperature difference). Subscripts i and o are used to differentiate 
between inside and outside surface conductances respectively. 

a thermal conductance of an air space; the time rate of heat flow through an air 
space per unit temperature difference between the boundary surfctces. Its value is ex- 
pressed in Btu per (hour) (square foot of area) (Fahrenheit degree). The conductance of an 
air space is dependent on the temperature difference, the height, the depth, the position 
and the character of the boundary surfaces. The relationships are not linear and accu- 
rate values must be obtained by test and not by computation. 

R «■ thermal resistance. Its value is expressed in Fahrenheit degrees per (Btu) 
(hour) (souare foot). It may represent any of the following and must therefore be 
properly described : 

~ am over-all or air-to-air resistance 

« resistance per unit thickness (resistivity) 

m 
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=B resistance of a material (surface-to-surface) 
« film or surface resistance 
= air space resistance 


CALCULATING OVER-ALL COEFFICIENTS 

From Chapter 5, Equation 7, the total resistance to heat flow through 
a wall is equal numerically to the sum of the resistances in series. Then 
by definition, 

^ Rt Ri R2 -b Ri -i- * ‘ ‘ "i- Rn 

where 

Ru R2, etc. are the individual resistances of the wall components. 

Rt =» total resistance. 


For a wall of a single homogeneous material of conductivity k and thick- 
ness jc, with surface coefficients /i and/o 




1 



( 2 ) 


For a compound wall of three homogeneous materials in series, having 
conductivities ku h and kz and thicknesses Xi, and Xz respectively, and 
laid together without air spaces, 

_L ^ 1 

L 

/i ^ fo 


For a wall with air space construction and consisting of two homo- 
geneous materials of conductivities ki and ^ 2 , thicknesses Xi and Xzj and 
separated by an air space of conductance a 



, 

fi h 


+ 


+ 


X2 

kt 


+ 


Jl_ 

/o 


(4) 


In the case of types of building materials having non-uniform or 
irregular sections such as hollow clay tile or concrete blocks, it is necessary 
to use the conductance C of the section unit as manufactured instead of 

a conductivity k. The resistance of the section is therefore substi- 

X 

tuted for -j- in Equations 2, 3 and 4. 


, CONDUCnVITIES AND CONDUCTANCES 

The method of calculating the over-all coefficient of heat transmission 
for a given construction is comparatively simple, but accurate values 
of conductivities and conductances must be used to obtain satisfactory 
results. In addition there are sometimes parallel heat flow paths of 
different resistances in the same wall, which require modification of the 
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formula. In such cases calculated results should be checked by test 
measurements. 

The determination of the fundamental conductivities and conduc- 
tances requires considerable skill and experience to obtain accurate 
results. It is recommended that thermal conductivities of homogeneous 
materials be determined by means of the Guarded Hot Plate ^ For deter- 
mination of conductances, a Guarded Hot Box method ^ is generally used. 

Tables 1 and 2 give conductivities and conductances which are quite 
generally used in calculation and which have been selected from various 
sources. Wherever possible the properties of the material and test 
conditions are given. In selecting and applying heat transmission values 
to any construction, caution is necessary, because coefficients for the 
same material may differ because of variations which occur in test 
methods, in the materials themselves, or in the temperature of the mater- 
ial when tested. 

Conductivity of Homogeneous Materials 

Thermal conductivity is a property of a homogeneous material and of 
types of building materials such as lumber, brick and stone which may be 
considered homogeneous. Most insulating materials, except air spaces 
and reflective types, are of a porous nature and consist of combinations 
of solid matter with small air cells. The thermal conductivity of these 
materials will vary with density, mean temperature, size of fibers or 
particles, degree and extent of bond between particles, moisture present, 
and the arrangement of fibers or particles within the material. 

The effect of density upon conductivity (at constant mean temperature) 
is illustrated for two fibrous materials in Fig. 1. It will be noted that for 
each there is an optimum density for lowest conductivity. Typical 
variation of conductivity with mean temperature is shown in Fig. 2, 



Fig. 1. Typical Variation of 
Thermal Conductivity with 
Density — for Fibrous 
Material 



Fig. 2. Typical Variation of 
Thermal Conductivity with 
Mean Temperature 
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Table 1. Conductances (C) for Surfaces and Air Spaces 

All conductance values expressed in Btu per (hour) (square foot) (Fahrenheit 
degree temperature difference). 

Section A. Surface Conductances for Still Alr^ 


Position 

Direction 

1 Surface Emissivity 

OF Surface 

OF Heat Flow 

e - 0.83 

e « 0.05 

Horizontal 

Upward 

Downward 

1.95 

1.16 

Horizontal 

1.21 

0.44 

Vertical 

1.62* 

0.74 


Section B. Conductance of Vertical S paces a t Various Me a n Temper at uresb 


Mean 


Conductances of Air Spaces for Various Widths in Inches 


lEMP 

Fahr Dbg 

0.128 

0.250 

0.364 

0.493 

0.713 

1.00 

1.600 

20 

2.300 

1.370 

1.180 

1.100 

1.040 

1.030 

1.022 

30 

2.385 

1.425 

1.234 

1.148 

1.080 

1.070 

1.065 

40 

2.470 

1.480 

1.288 

1.193 

1.125 

1.112 

1.106 

60 

2.560 

1.535 

1.340 

1.242 

1.168 

1.162 

1.149 

60 

2.650 

1.690 

1.390 

1.295 

1.210 

1.195 

1.188 

70 

2.730 

1.648 

1.440 

1.340 

1.250 

1.240 

1.228 

80 1 

2.819 

1.702 

1.492 

1.390 

1.295 

1.280 

1.270 

90 

2.908 

1.757 

1.647 

1.433 

1.340 

1.320 

1.310 

100 

2.990 

1.813 

1.600 

1.486 

1.380 

1.362 

1.350 

no 

8.078 

1.870 

1.660 

1.634 

1.425 

1.402 

1.392 

120 

3.167 

1.928 

1.700 

1.580 

1.467 

1.445 

1.435 

130 

3.250 

1.980 

1.760 

1.630 

1.610 

1.485 

1.476 

140 

3.340 

2.035 

1.800 

1.680 

1.550 

1.630 

1.619 

150 

3.425 

2.090 

1.852 

1.728 

1.592 

1.669 

1.669 


Section C. Conductances and Resistances of Air Spaces 
Faced on One Surface with Reflective Insula tlono 


Location and 
Position of 

Direction 

of 

Heat 

Flow 

Tbmp^ 

Diff 

Fahr Deg 

Conductance* 

(C) 

Resistance* 

ii) 

Air Space 

Winter 

Summer 

No. of Air Spaces 

No. of Air Spaces 



1 

2 

3 

1 

2 

3 

Rafter Space 
(8 in.) 

Horizontal 

Horizontal 

Down 

Up 

46 

45 


■ 


0.07 

0.17 



14.29 

6.88 

Horizontal 

Horizontal 

Down 

Up 


26 

26 

■ 


0.06 

0.16 


11.11 

4.17 

16.67 

6.26 

30 deg slope 

30 deg slope 

Down 

Up 

46 

46 


■ 


0.10 

0.17 




30 deg slope 

30 deg slope 

Down 

Up 


25 

26 

■ 


0.09 

0.14 


7,69 

4.35 

11.11 

7.14 

Stud Space 

Vertical 


30 

40 


0.34 

0.23 

0.13 

2.94 

4.36 

7.69 

Vertical/ 

Vertical 



16 

20 

0.82 

0.18 

0.11 

3.13 

6.66 

9.09 

Vertical* 


80 


0.46 



2.17 




•Radiation and Convection from Surfaces in Various Positions, by G. B. Wilkes and C. M. F. Peterson 
CA.S.H.V.E. Transactions, Vol. 44, 1938. p. 513). 

^A.S.H.V.E. Research Report No. 826 — Thermal Resistance of Air Spaces, by F. B. Rowley and A. B. 
Algren (A.S.H.V.E. Transactions, Vol. 36. 1929, p. 166). 

•Thermal Test Coefficients of Aluminum Insulation for Buildings, by G. B. Wilkes. F. G. Hechler and 
E. R. Queer (A.S.H.V.E. Transactions. Vol. 46. 1940). 

^Temperature difference is based on total space between plaster base and sheathing, flooring or roofing. 
•These air space conductance and resistance values are based on one reflective surface (aluminum) 
having an emisslvi^ of 0.06 facing each space and are based on total space between plaster base and sheath- 
ing, flooring or roonng. The rafter and stud spaces are divided into equal spaces. 

/Stud space Is lined on plaster base side with loose paper with aluminum on surface facing air space. 
The resistance of the small air space between the plaster ba^ and paper was 0.43. 

•Radiation and Convection Across Air Spaces in Frame Construction, by G. B. Wilkes and C. M. F. 
Peterson (A.S.H.V.E. Transactions, Vol. 43, 1937, p. 361). 

4^e recommended surface conductance for calculating heat losses for still air for non-reflective surfaces 
Is 1.66 Btu. For a 16 mph wind velocity, the recommended value is 6.0 Btu. These coefficients wtre 
derived from Fig. 3 which was baaed on tests conducted at the University of Minnesota, and ap^y to 
vertical surfaces. 
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Table 2. Conductivities (k) and Conductances (C) of Building and 
Insulating Materials 

These constants are expressed in Bin per (hour) (square foot) (Fahrenheit degree temperature difference). 
Conductivities (k) are per inch thickness and conductances (C) are far thickness or construction stated, 

not per inch thickness. 


CoNDucmnr 


Rdbiatancb 


Matorlal 


Deacription 



OB 

CoNDUCTANCa 


(k) 


(C) 


Per Inch 
Thickness 


For 

Thickness 

Listed 


(i) 


( 7 ) 


BUILDING BOARDS 

(NON-lNBULATINa) 


Compressed cement and asbestos sheets. 

Corrugated asbestos board 

IVesat^ asbestos mill board 


123 

20.4 

60.6 


86 

no 

86 


2.70 

0.48 

0.84 


0.37 

2.03 

1.19 


Gypsum board-gypsum between layers 

of heavy paper 

% in. gypsum board 

H in- gypeum board 

in. gypsum b(jard 


62.8 


53.5 


70 


00 


1.41 


0.71 


3.73 

2.82 

2.60 




(8) 

0.27 


0.36 


038 

(1) 


FRAME CONSTRUCTION 
COMBINATIONS 


1 in. fir sheathing and building paper 

1 in. fir sheathing, building paper and 

yellow pine lap siding 

1 in. fir sheathing, building paper and 

stucco 

Pino lap siding and building paper, siding 

4 in. wide 

Yellow pine lap siding 


30 

20 

20 

16 


0.8C 

0.50 

0.82 

0.85 

1.28 


1.16 

2.00 

1.22 

1.18 

0.78 


(4) 

(4) 

(4) 


MASONRY MATERIALS 
Bbick 


Damp or wet 

Common yellow clay brick*. 

One tier yellow common clay brick, one 
tier face brick, approx. 8 in. thick* 


6 . 0 * 

4.8 


0.20 

0.21 


0.77 


1.30 


( 2 ) 

li) 

(4) 


Cut Tilb, Hollow. 


2 in. Tile, H in. plaster both sides 

4 in. Tile, in. plaster both sides 

0 in. Tile, H in- plaster both sides 

8 in. Tile, average of 8 types (Walls No. 

59. 63, 64. 66. 67, 90, 91, 92*) 

12 in. Clay tile wall: 8 in. x 5 In. x 12 in. 
and 4 in. x 6 in. x 12 in.* 


120.0 

127.0 

124.3 


110 

100 

105 


1.00 

0.60 

0.47 

0.52 

0.26 


1.00 

1.67 

2.13 

1.92 

3.84 


(4) 

(4) 


CONCBETC 


Sand and gravel aggregate, various ages 
and mixes 


Sand and gravel aggregate 

Limestone aggregate 

Cinder aggrerate 

Steam tinted limestone slag aggregate*.... 
Pumice (Mined in California) aggregate*.. 

Expand^ burned clay aggregate*...... 

Burned clay agpegate* 

Blast furnace slag aggregate. 

Expanded venrdoulite aggregate 

Expanded vermiculite aggregate 


142 

132 

97 

74.0 

65.0 
59.9 

67.1 
76.0 
20 
26.7 


75 

75 

76 
76 
76 
75 
75 
70 
00 
00 


11.35 
to 

16.36 
12.6 
10.8 
4.9 

2.27 
2.42 

2.28 
2.86 
1.6 
0.68 
0.76 


0.09 

to 

0.06 

0.08 

0.09 

0.22 

0.44 

0.41 

0.44 

0.35 

0.63 

1.47 

U2 


Authorities: 

>U. S. Bureau of Standards, tests based on samples submitted by manufacturers. 

*A. C. WiUard, L. C. Lichty and L. A. Harding, tests conducted at the University of Illinois. 

*J. C. Peebles, tests conducted at Armour Institute of Technology, based on samples submitted by 
manufacturers. 

*F. B. Rowley, et al, tests conducted at the University of Minnesota. 

»A.S,H.V.E. Research Laboratory. 

*E. A. Allcut, tests conducted at the University of Toronto. 

*See Thermal Conductivity of Building Materials, by F, B. Rowley and A. B. Algren (University of 
Minnesota Engineering Experiment Station Bulletin No. 12). 

^Heat Transmission Through Insulation as Affected by Orientation of Wall, by F. B. Rowley and 
C. E. Lund (A.S.H,V.£. Transactions, VoI. 49, 1943, p. 331). 

•The Effect of Convection in Ceiling Insulation, by G, B. Wilkes and L. R. Vlaney (A.S.H.V.B. Trans- 
actions, Vol. 49, 1943, p. 196). 

^See A.S.H.V.E. Research Report No. 915 — Conductivity of Concrete, by F. C. Houghten and Carl 
Gutberiet (A.S.H.V.E. Transactions, Vol. 38, 1932, p. 47). 

«See Heating, Ventilating and Air Conditioning, by Harding and Willard, revised edition, 1932. 

^See BMS18, U. S. Department of Commerce, National Bureau of Standards, Washington, D. C. 

vRooffng, 9.15 in. thick (1,34 lb per square foot) • covered with gravel (0.83 lb per square foot), combined 
thickness assumed 0,28. 
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Table 2. Conductivities (k) and Conductances (C) of Building and 
Insulating MATERiALS—Continued 

These constants are expressed in Rtu per {hour) {square foot) {Fahrenheit degree temperature difference). 
Conductivities {k) are per inch thickness and conductances (C) are for thickness or construction stated, 

not per inch thickness. 


Density 
(Lb per 
C u Ft) 

Mean 

Temp 

(Fahh 

Deq) 

CoNDUCnVITT 

OR 

Conductance 

Resistance 

Adthobitt 

Per Inch 
Thickness 

(1) 

For 

Thickness 

Listed 

a) 

(it) 

(C) 

35 

90 

0.86 


1.16 


(3) 

50 

90 

1.10 


0.91 


(3) 

7G 

75 

2.5 


0.40 


(3) 

40.0 

75 

1.06 


0.94 


(3) 

50.0 

75 

1.44 


0.69 


(3) 

60.0 

75 

1.80 


0.56 


(3) 

70.0 

75 

2.18 


0.46 


(3) 

126.4 

40 


0.90 


1.11 

(4) 

134.3 

40 


0.86 


1.16 

(4) 

80.2 

40 


0.58 



1.73 

(4) 

67.7 

40 


0.5C 

— 

2.00 

(4) 


40 


0.49 

...... 

2.04 

(4) 

124.9 

40 


0.78 


1.28 


86.2 

40 


0.53 

..... 

1.88 

(4) 

76.7 

40 


0.47 


2.13 

(4) 



2.41 


0.42 


(4) 




0.74 


i'35 






0.60 



1.67 

(4) 

61.2 

74 

1.66 


0.60 


(4) 



3.30 

.... 

0.30 





73 


8.80 


0.11 

(4) 



8.00 

.... 

0.13 


(2) 


70 



2.50 


0.40 

(4) 

39.9 

75 

0.85 

.... 

1.18 



(3) 

54.0 

75 


[ 1.07 

! - 

0.93 

(8) 

65.0 

75 


m 


0.17 

(8) 

70.0 

76 


6.5 



0.16 

3) 

70.0 

76 


6.6 

— 

0.15 

(3) 



1.33 


0.76 


(2) 



10.00 


0.10 






1.28 



0.78 


20.0 

90 



1.72 


(1) 

8.8 

90 



2.63 



7.3 

90 

0.33 


3.03 



28.0 

75 



1.43 



28.7 * 

86 



1.49 



34.0 

75 

0.67 


1.49 



80.0 

76 

0.76 


1.32 



40.0 

75 



1.16 

••■••MS 


8U 

86 



U1 

— 

1) 


Material 


MASONRY MATERIALS 
—(Continued) 

CoNCRJCTi— (Continued)..., 


8 In. Concrete Blocks 

• i(> l6>«M«ce 



Description 


Expanded verndculite aggregate. 
Expanded vermiculite aggregate. 

Concrete plank 

Cellular concrete 

Cellular concrete 

Cellular concrete 

Cellular concrete 


8 in. three oval core, sand and gravel 

aggregate- 

8 in. three oval core, crushed limestone 

aggregate* .. 

8 in. thrt'c oval core, cinder aggregate* 

8 in. three oval core, burned clay aggre- 

^te* 

8 in. three oval core, expanded blast 
furnace slag aggregate* 


12 In. Concrete Blocks 

< > 12 X li («'« <on<r,H bloclil 


S 








n 

lift 

► 



j 

>i 



1 

J 


O' 


u 


u 


J 


12 in. three ova core, sand and gravel 

aggregate* 

12 in. three oval core, cinder aggremte® . 
12 In. three oval core, burned clay 
aggregate® 


Qtpsdm... 


3 in. solid gypsum partition tile® 

3 in. three cell gypsum partition tile® 

4 in. three cell gypsum partition tile® 

87H per cent gypsum, 12H per cent wood 

chips 

Gypsum plaster... r. 


PUSTERINQ MATERIALS 


Gypsum plaster, ^ in. thick 

Cement plaster 

Wood, lath and plaster, total thickness 

Jiin 

Gypsum plaster and expanded vermi- 
culite, 4 to 1 mix 

Insulating plaster 0.0 in. thick applied to 
H in» gypsum board.. 


ROOFING 


Asbestos shingles 

Asphalt, composition or prepared 

Asphalt shingles 

Built-up roonng, bitumen or felt, gravel 

or slag 8urfac^» 

Slate 

Wood shingles 


WOODS 


Balsa... 


Balsa... 


Balsa... 


Caiif(»^a redwood, 0 per cent moisture®.... 

Cypress 

Douglas 0 per cent moisture®, 

Eastern heialock, 0 per cent moisture®...... 

Long leaf yellow pine, 0 per cent mobture® 
Mahogany 1 


See aotes on Page 115. 
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Table 2. Conductivities ( Jk ) and Conductances (C) of Building and 
Insulating Materials — Continued 

These constants are expressed in Btu per (hour) (square foot) (Fahrenheit degree temperature difference). 
Conductivities (k) are per inch thickness and conductances (C) are for thickness or construction stated, 

not per inch thickness. 


Material 

Description 

Dbnbitt 
(Lb pbb 
Cd Ft) 

Mean 

Temp 

(Fahr 

Deq) 

CONDDCTIVITT 

OR 

Conductance 

Resistance 

Authokitt I 

Per Inch 
Thickness 

(I) 

For 

Thickness 

Listed 

(i) 

ik) 

iC) 

WOOD&~(Continued) 

Hard maplo, 0 per cent moisture® 

46.0 

75 

1.05 


0.95 


(4) 


Maple 

44.3 

86 

1.10 


0.91 


(1) 


Maple, across grain 

40.0 

75 

1.20 


0.83 


(3) 


Norway pine, 0 per cent moisture® 

32.0 

75 

0.74 


1.35 


(4) 


RikI cypr(«a, 0 per cent moisture® 

32.0 

75 

0.79 


1.27 


(4) 


R(xi oak, 0 i>er cent moisture® 

48.0 

75 

1.18 


0.85 


(4) 


Short leaf yellow pine, 0 per cent moisture® 

36.0 

75 

0.91 

-- 

1.10 


(4) 


Sf)ft elm, 0 per cent moisture* 

34.0 

75 

0.88 


1.14 


(4) 


Soft maple, 0 per cent moisture® 

42.0 

75 

0.95 


1.05 


(4) 


Sugar pine, 0 per cent moisture® 

28.0 

75 

0.64 


1.56 


(4) 


Virginia pine 

34.3 

86 

0.96 


1.04 


(1) 


W(iat coast hemlock, 0 per cent moisture* 

30.0 

75 

0.79 


1.27 


(4) 


White pine 

31.2 

86 

0.78 


1.28 


(1) 


Yellow pine 



1.00 


1.00 


(3) 


Sawdust, various 

12.0 

90 

0.41 


2.44 


(1) 



8.8 

90 

0.41 


2.44 


(1) 


Shavings, from maple beech and birch 








(coarse) 

13.2 

90 

0.36 

.... 

2.78 

— 

(1) 

INSULATING MATERIALS 









Bunkdt and Bat 

Chemically treated wood fibers held 








Insulations 


3 62 

70 

0 2.5 


4.00 


(3) 


Eel grass Ix^twecn strong paper 

4.60 

90 

0.26 


3.85 


(1) 


Eel grass between strong paper 

3.40 

90 

0.25 


4.00 


(1) 


Flax fibers between strong paper 

4.90 

90 

0.28 


3.57 


(1) 


Chemically treated hog lialr between 








kraft paper 

5.76 

71 

0.26 


3.85 


(3) 


Chemically treated hog hair between 








kraft paixT and asbestos paper 

7.70 

71 

0.28 


3.67 


(8) 


Hair felt between lavers of paper 

11.00 

75 

0.25 


4.00 


(3) 


Kapok between burlap or paper 

1.00 

90 

0.24 


4.17 


(1) 


Stitched and creped expanding fibrous 







1 

blanket 

1.50 

70 

0.27 

.... 

3.70 

~..>- 

(3) 


Paper and asbivtoe fiber with emulsified 









asphidt binder 

4.2 

94 

0.28 

.... 

3.67 


(1) 


Cotton insulating bat 

0.875 

72 

0,24 


4.17 


(3) 


Cotton fibers 








Short Staple Llnters, Fireproofed 

6.25 

90 

0.25 

.... 

4.00 



(1) 


Short Staple Linters, Fireproofed 

4.50 

90 

0.24 

.... 

4.17 





Short Staple Linters, Fireproofed 

2.45 

90 

0.24 

.... 

4.17 


U) 


Short Staple Linters, Fireproofed 

1.60 : 

90 

0.26 


3.85 


(1) 


Short Staple Linters, Fireproofed 

0.85 

90 

0.29 

.... 

3.45 

....... 

1) 


Short Staple Linters, Fireproofed 

0.65 

00 

0.30 

.... 

3.33 


(1) 


Felted cattle hair 

13.00 

90 

0.26 

.... 

3.84 

....... 



Felted cattle hair 

11.00 

90 

0.26 


3.84 




Felted hair and asbestos 

7.80 

90 

0.28 


3.57 



(1) 


Ground paper between two layers, each 









H in. thick made up of two lavers of 









kraft paper (sample H thick) 

12.1 

1 

1 

76 


0.40 

i 

— 

2.60 

(4) 

REFLKcnva 

See Table 1, Section C 

mi 



■1 






HH 


1 

■ 




Insulating Boabo. 

Made from sugar cane fiber 

13.5 


0^ 




(8) 


Made from corn stalks^. 

15.00 

71 

0.33 


3.03 


(8) 


Made from exploded wood fibers 

17.90 

78 

0.32 ! 


3.12 




Made from haid wood fibers 

16.20 


0.32 


3.12 


3) 


Made from wood fiber 

15.00 

72 

0.33 


3.03 


8) 


Made from wood fiber 

15.00 


0.33 




(3) 


Made from wood fiber 


52 

0.33 




(fi) 


M^e from w^ fiber 


72 

0.29 


3.45 


8) 


Made from wood fiber 



0.33 


mmm 


8) 


Made from wood fiber 

mu 

imi 

0.34 


2.94 

— 

(1) 
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Table 2. Conductivities ( k ) and Conductances (C) of Building and 
Insulating Materials— Concluded 

Thtse constants are expressed in Biu per (hour) (square foot) J^^Fahrenheit degree temperature difference). 
Conductivities (k) are per inch thickness and conductances (C) are for thickness or construction stated, 

not per inch thickness. 


Material 

Description 

Dbnsitt 
(Lbpbr 
C u Ft) 

Mean 

Tbmp 

(Fabr 

Dbg) 

CONDUCnVITT 

OR 

CONDUCTANCl 

Rbsistancb 

1 

< 

Per Inch 
Thickness 

(i) 

For 

Thickness 

Listed 

ik) 

(k) 

(C) 

insulating materials 









—Continued 









Inbulating Board.^ 

Made from licorice root 

16.1 

81 

0.34 


2.94 


(3) 

— Continued 

H in< insulating boards without special 








finish/ (eleven samples) 

16.5 

90 

0.33 


3.03 


(1) 



to 


to 


to 




21.8 


0.40 


2.50 




1 In. Insulating board® 

13.2 


0.34 


2.94 


(4) 

Loosk Fill Ttpb 

Made from oeiba fibers 

1.90 

75 

0.23 


4.35 


(3) 


Made from oeiba fibers 

1.60 

75 

0.24 


4.17 


(3) 


Fibrous material made from dolomite 








and silica 

1.60 

75 

0.27 


3.70 


(3) 


Fibrous material made from slag 

9.40 

103 

0.27 


3.70 


(1) 


Redwood bark 

3.00 

90 

0.31 


3.22 


1) 


Redwood bark 

6.00 

75 

0.26 


3.84 


^3) 


Glass woiJ fibers 0.0003 in. to 0.006 in. 









in diameter 

1.60 

76 

0.27 


3.70 


(3) 


Granular insulation made from combined 









silicate of lime and alumina 

4.20 

72 

0.24 


4.17 


(3) 


Expanded vermiculite ' 



0.48 


2.08 


(1) 


Expanded vermiculite, particle sue— 








-3 + 14 

6.2 


0.32 


3.12 


(3) 


Rcgranulated cork about % in. particles 

8.10 


0.31 

.... 

3.22 




Hand applied granular mineral wool 2 in. 

6.05 


0.30 


3.33 


(4) 


to 6 in. thick; horizontal position^. 

to 


! to 


to 




No covering 

7.13 


0.33 


8.03 




4 in. machine Uown granular mineral 









wool, horizontal position*. No covering 

6.74 


0.30 


3.33 



(4) 


Rock wool 

10.0 

W 

0.27 


3.70 



1 

(1) 

Slab Inbulationb 

Corkboard, no added binder 

14.0 

90 

0.34 


2.94 




Corkboard, no added binder 

10.6 

90 

0.30 


3.33 


(1) 


Corkboard, no added binder 

7.0 

90 

0.27 


3.70 




Corkboard, no added binder «... 

6.4 

90 

0.25 


4.00 


(1) 


Corkboaid® 

8.7 


0.29 


3.45 


(4) 


C^kboard, asphaltic binder 

14.5 

W 

0.32 


3.12 


(1) 


Chemically treated hog hair with film of 








asphalt 

10.0 

75 

0.28 

.... 

3.57 


(8) 


Sugar cane fiber Insulation blocks en- 









cased in asphalt membrane 

13.8 

70 

0.30 

.... 

3.33 


(8) 


Made from ^ per cent magnesia and 









15 per cent asbestos 

19.8 

86 

0.51 


1.96 


(1) 


Made from shredded wood and cement.... 

24.2 

72 

0.46 


2.17 


3) 


Made from shredded wood and cement®.... 

29.8 


0.77 

.... 

1.30 


(4) 


See notee on Page 115« 


Surface Conductance 

The surface conductance of a wall is the combined heat transfer to or 
from the wall by radiation, convection and conduction. Each of the 
three portions making up the total may vary independently of the others, 
thus affecting the total conductance. The heat transfer by radiation 
between two surfaces is controlled by the character of the surfaces 
(emissivity), the temperature difference between them, and the solid 
angle through which they see each other. The heat transfer by convection 
and conduction is controlled by the roughness of the surface, by air 
movement and temperature difference between the air and the surface. 

The importance of the effect of temperature of surrounding surfaces 
on the suH^ace conductance due to the effect on radiation is illustrated io 
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Table 3, which applies to a vertical surface at 80 F, with ambient air at 
70 F and effective emissivity equal to 0.83 

In many cases, because the heat resistance of the internal parts of the 
wall is high compared with the surface resistance, the surface factors are 
of minor importance. In other cases, e,g. single glass windows, the 
surface resistances constitute almost the entire resistance and are there- 
fore very important. In a building heated by convection there is only a 
slight difference between the temperatures of the interior wall surface 
and the surroundings, but if the building is heated by radiant panels there 
may be a considerable difference (See also Chapter 31.) 

The convection part of the surface conductance coefficient is affected 
markedly by air movement. This is illustrated by Fig. 3, which shows 
the surface conductances for different materials at a mean temperature 
of 20 F and for wind velocities up to 40 mph. These include the radiation 
portion of the coefficient, which for ordinary building materials under 
these conditions would be constant at about 0.7 Btu. 


Table 3. Variation in Surface Conductance Coefficient with Different 
Temperatures of Surrounding Surface 


Surrounding Surface Temperature 

75 F 

70 F 

69 F 

60 F 

50 F 

Convection — Btu per (hr) (sq ft) 

6.6 

6.6 

6.6 

6.6 

6.6 

Radiation — Btu per (hr) (sq ft)... 

4.4 1 

8.6 

9.6 

17.0 

24.9 

Total — Btu per (hr) (sq ft) 

11.0 

15.2 

16.2 

23.6 

31.5 


Due to these variations for different conditions the selection of surface 
conductance coefficients for a practical building becomes a matter of 
judgment. In calculating the over-all heat transmission coefficients for 
the walls, etc. of Tables 5 to 18, 1.66 has been selected as an average 
inside surface conductance and 6.0 as an average outside surface conductance 
for a 15-mile wind. These values apply only to ordinary building ma- 
terials and should not be used for bright metal surfaces having a low 
emissivity. 

In special cases, where surface conductance coefficients become 
important factors in the over-all rates of heat transfer, more selective 
coefficients may be required. The surface conductance values given in 
Table 1, Section A are based on recent tests and are for still air conditions 
and surface emissivities of 0.83 and 0.05 respectively, and may be used 
where it is desirable to differentiate between horizontal and vertical 
surfaces or where coefficients applicable to low-emissivity surfaces are 
required. 

Air Space Conductance 

The transfer of heat across an air space involves the boundary surfaces 
as well as the intervening air, consequently the factors influencing surface 
conductance play an important part in determining the conductance of 
the air space. The coefficients given for air space conductance represent 
the total conductance from surface to surface. 

^ The radiation portion of the coefficient is affected by the difference 
in temperature between the boundary surfaces and by their respective 
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/'emissivities and is practically independent of depth. The convection and 
conduction transfer is controlled by depth and shape of the air space, 
the roughness of the boundary surfaces, the mean temperature and the 
direction of l^eat flow. For air spaces usually employed in building 
construction, the radiation and convection factors vary independently 
of each other. 

Table 1, Section B gives experimentally-determined conductances of 
vertical air spaces bounded by such materials as paper, wood, plaster, etc., 
having emissivity coefficients of 0.8 or higher, and having extended 
parallel surfaces perpendicular to the direction of heat flow. The con- 
ductances decrease as the depth is increased but change only slightly 



Fig. 3. Curves Showing Relation Between Surface Conductances for 
Different Surfaces at 20 F Mean Temperature 


for spaces greater than ^ in. Air space tests reported by Wilkes and 
Peterson gave conductance values for air spaces of 3^ in. depth having 
boundary surfaces with emissivity values of 0.83 as follows 

Vertical 1.17 

Horizontal (heat flow upward) 1.32 

Horizontal (heat flow downward) 0.94 

Since, in buildings, the same constructions may be used for conditions 
where the direction of heat flow may be in one direction or its opposite, 
and since much of the construction involves vertical air spaces, an average 
value of 1.10 Btu per (hour) (square foot) (Fahrenheit degree temperature 
difference) was chosen for use in calculating the over-all coefficients in 
Tables 5 to 18 wherever air spaces ^ in. or more in depth were involved. 
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If one or both boundary surfaces of an air space are faced with metals 
which have low emissivity surfaces, the radiant heat transfer will be 
greatly reduced in comparison with that occurring from surfaces of 
ordinary building materials. Table 1, Section C gives conductances 
and resistances of air spaces bounded by one reflective surface with an 
emissivity of 0.05. These values include heat transferred both by radi- 
ation and convection, but the radiation component is relatively small 
for the test conditions. 

When reflective materials are installed with single or multiple air 
spaces, the position (vertical, horizontal or inclined) of the material and 
the direction of heat flow must be taken into consideration. For example, 
the resistance to upward heat flow is about one-third the resistance to 
downward heat flow in a horizontal position (Table ], Section C). The 
diflference between the conductance through vertical air spaces and that 
through horizontal and sloping air spaces with upward heat flow is 
considerably less. For upward heat flow it is recommended that a value 
of 0.46 be used for the conductance of horizontal or sloping air spaces 
bounded on one side by reflective materials having an emissivity of 
approximately 0.05. The same conductance value is also recommended 
for similar vertical air spaces. 

When considering heat transfer to and from reflective surfaces in 
building construction, the emissivity should be known. This can be 
determined directly for the long wave length radiation corresponding 
to average room and wall temperatures. The possibility of change in 
emissivity with time of exposure due to surface coatings, chemical 
action, deposition of dust, etc. must be considered in selecting a material 
for use 


PRACTICAL COEFFICIENTS AND THEIR USE 

For practical purposes it is necessary to have average coefficients 
that may be applied to various materials and types of construction with- 
out the necessity of making actual tests. In Table 2 coefficients are given 
for a group of materials which have been selected from tests by various 
authorities. Since there is some variation in the resulting values due 
to variations in materials and in test conditions, average values for the 
usual conditions encountered in building practice have been selected and 
listed in Table 4. These coefficients were used in the calculation of over- 
all coefficients given in Tables 5 to 18, These tables constitute typical 
examples of combinations frequently used, but any special constructions 
not given can be computed by the use of the conductivity values in Table 
4 and the fundamental heat transfer formulae. 

Caution 

The user should realize that the average conductivity and conductance 
values given in Tables 2 or 4 do not necessarily apply to all products of 
the same general description. In using these values judgment should 
be exercised with regard to the extent to which the product (either as 
received or as applied) will comply with the tabulated values. Exact 
conductivities or conductances for specific materials should be obtained 
from the manufacturer. 

Insulating Materials 

In order to determine the benefit derived from the addition of insulat- 
ing materials to a given construction, the over-all coefficient of heat 
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Table 4. Conductivities (k) and Conductances (C) Used in Calculating 
Heat Transmission Coefficients {U) in Tables 5 to 18 

These constants ane expressed in Btu per {hour) (square foot) (Fahrenheit degree temperature difference). 
Conductivities are per inch thickness and conductances (C) are for thickness or construction stated, 

not per inch thickness. 




CoNDUcrnriTT 

OR 

Conductance 

Resistance 

MATERIAL 

DESCRIPTION 

Per Inch 

For 

Thickness 

Listed 



(k) 

(C) 

(i) 

AIR SPACES 

BoUNDBD BT OBDINART IfATBBlALS 

Vertical®, ^ in. or more in width 


MO 


0.91 

BoUNDXD BT ALUMINUM BOILl 

Vertical®, ^ in. or more in width 


0.46 


2.17 





EXTERIOR FINISHES (Frame Wallfl) 
Brick Vbni! 1 ib..„ 



2.27 


0.44 

Stucco (1 in.) 


12.50 

0.08 

Wood Shinglbb 


1.28 

0.78 

Ybllow Pinb Lap Siding 



1.28 


0.78 





INSULATING MATERIALS 
Aluminum Foil 

Sec Air Spaces 





Bats and Blankbts 

Made from mineral or vegetable fiber or 
Aniinal hair, encloaed or open 

0.27 


3.70 


Corkboabd 

Pure, no added binder 

0.30 


3 33 


Insulating Board 

Vegetable fiber 

0.33 


3.03 


Mineral Wool. 

Fiber made from foek, slag or plnss 

0.27 


3.70 


Vkrmiculitb 

Expanded 

0.48 


2.08 






INTERIOR FINISHES 

COMPOBmON Wallboard 

in. to ^ In, thick. 

0.50 


2.00 


Gtpsum Plaster. 


3.30 


0.30 


Gtpsum Board in.) 

Plain or decorated 

3.70 

0.27 

Gtpsum Lath (H in.) andPustbr.... 
Insulating Board (H in.) 

Plaster thickness assumed H in 


2.4 


0.42 

Plain or decorated 


0.66 


1.52 

Insulating Board Lath (H in.) and 
Plaster. 

Plasty thickness assumed in ' 


0.60 


1.67 

Insulating Board Lath (1 in.) and 
Plaster 

Plaster thickness assumed H in 


0.31 


3.18 

Metal Lath and Plaster..... 

Plaster thickness assumed ^4 in 


4.40 


0.23 

Plywood (H in.) 

Plain or decorated 


2.12 


0.47 

Wood Lath and Plaster 



2.50 


0.40 





MASONRY MATERIALS 

Brick. 

Adobe, assumed 4 In. thick . ... 


0.89 


^ 1.12 

Brick - 

Common, assumed 4 in. thick , 


1.25 


0.80 

Brick. 

Face, assumerl 4 in tbiek 


2.30 


0.48 

Cement Mortar 


12.00 

0 . 0 $ 

3 in. Clat tile (hollow) 


1.28 

OJS 

4 IN. Clat tiIiI (hollow) 



1.00 


1.00 

6 IN. Clat tile (hollow) 



0.64 


1.57 

8 m. Clat tile (hollow) 



0.60 


1.67 

10 in. Clat tile (hollow) 



0.58 


1.72 

12 IN. Clat tile (hollow) 



0.40 


2.50 

16 in. Clat tile (hollow) 



0.31 


8JZ3 

CONORITI 

Light weight agjn»Rgate 6 ... 

2.50 

12.00 

0.40 

CoNCBETE 

Sand and graveTaggregate 


0.08 


8 IN. CONCBBTB BLOCKS 

HolloWf cinder aggregate 

1.28 

0.78 

4 IN, Concrete blocks 

Hollow, cinder aggregate. 


1.00 


1.00 

8 IN. CONCEBTB BLOCKS 

Hollow,^ gravel aggregate 


1.00 


1.00 

12 IN. Concrete blocks.. 

Hollow, gravel aggregate 


0.80 


1.25 

8 IN. COKCBSTE BLOCKS. 

Hollow, cinder aggregate , 


0.60 


1.66 

12 IM. COMPRETI »L0CKS .„.,.,..„.. 

Hollow, cinder aggregate 


0.53 


1.88 

8 IN. CONCBBTE BLOCKS 

Hollow, light wej^t aggregate^ 

Hollow, lig^t weight aggremte^..,.. 


0.50 


2.00 

12 IN. COMOSETE BLOCKS 


0.47 


2.13 

Gtpsum pibbr concrete.. 

S1H per cent gyiwum aira 12H per cent 
wood chips 




1.66 


0.60 


8 iw. Cirvarm mM 

Hollow,. ,, 

0.61 

1.64 

4 IN. Gtpsum ■wle 

Hollow . 


0.46 


2.18 

Stucco,„ 


12.50 

0.08 

Tilb and Tbbbazso............. ........ 

For flooring 

12.00 


0.08 


Stone 


12 A 0 


0.08 







Conductance values for horisontal air spaces depend on whether the beat flow is upward or downward, 
but in most cases it is sufficiently accurate to use the lame valuei for horizontal as for verticai air spaces. 

^Expanded slag, burned day or pumice. 
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Table 4. Conductivities {k) and Conductances (C) Used in Calculating 
Heat Transmission Coefficients (U) in Tables 5 to 18 — Concluded 

These constants are expressed in Btu per {hour) {square foot) {Fahrenheit degree temperature difference). 
Conductivities {k) are per inch thickness and conductances (C) are for thickness or construction stated, 

not per inch thickness. 


1 

MATERIAL 

DESCRIPTION 

CoNDUonvnr 

OR 

Conductance 

Resistance 

Per Inch 
Thickness 

( 1 ) 

For 

ThioknesB 

Listed 

(i) 

ik) 

(O 

ROOFING MATERIALS 

Abbistos Shingles 



8.00 

8.50 

3.53 

6.60 

20.00 

1.28 

— 

0.17 

0.15 

0.28 

0.15 

0.05 

0.78 

Abpbai/t Shingles 



Buildup Roofing 

Assumed thickneBs ^ Id 



Hiuirr Roll llooriNG 


io.oo 


Slate 

Assurned in. - - 

0.10 

Wood Shingles 






SHEATHING 

Gtpsdm (H *n-) 



2.82 

0.42 

2.56 

1.02 

0.86 


0.35 

2.37 

0.39 

0.98 

1.16 

Insulating Board in.) 1 




PlTWOOD IN.) 




Fib OB Yellow Fine (1 in.) * 

Actual thickness io 



Fib, plus building paper 1 

Actual thickness in 







SURFACES 

Still air ' 

Ordinary non-reflective materials, vertical ... 
Ordinary non-reflective materials, vertical .. 


1.65 

6.00 


0.61 

0.17 

Ifi JAPH WIND VBLOCITT 






WOODS 

Fir SHEATHING (1 IN.) BUILDING PAPER 
AND Yellow Pine lap biding 



0.50 

0.87 

1.25 

2.00 

Maple or Oak 


1.15 

0.80 

Yellow Pine or Fir, j 



1 





transmission U[ of the insulated construction may be compared with 
the corresponding coefficient U without insulation. Attention is called 
to the necessity of applying the insulating material in accordance with 
the manufacturer's specification. The engineer must carefully evaluate 
the economic considerations involved in the selection of an insulating 
material as adapted to various building constructions. Lack of proper 
evaluation, or improper installation may lead to unsatisfactory results. 

Computed Heat Transmission Coefficients 

Computed over-all heat transmission coefficients of many common 
types of building construction are given in Tables 5 to 18, inclusive, each 
coefficient being identified by a serial number except in Table 18. For 
example, the coefficient C7 of a brick-veneer, frame wall with wood 
sheathing and in. of plaster on gypsum lath is 0.27, (Wall No. 28-C 
in Table 5) and with 2 in. of blanket or bat insulation the coefficient 
would be 0.097 (No. 49-B in Table 6). 

Example 1. Calculate the coefficient of heat transmission C/ of a brick-veneer, 
frame wall with wood sheathing, building paper, and H in. plaster on % in. gypsum 
lath, based on a wind exposure of 15 mph. Also calculate the coefficient when 2 in. of 
bat insulation is added, leaving an air space in the wall, and correcting for framing 
amounting to 15 per cent of the wall area. 

Solution: Starting from the exterior, the resistances making up the total heat 
resistance are (1) exterior surface, (2) brick-veneer, (3) wood sheathing in. thick 
and building paper, (4) air space in, wide, (5) H in. gypsum lath and plaster, (6) 
interior surface. Then using the values from Table 4 in Equation 4: 


1 I 1.1, 1 . 1 , 1 

O ^ 2.27 ^ 0.86 ^ 1.10 ^ 2.4 ^ 1.65 
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Table 5. Coefficients of Transmission {U) of Frame Walls 

Coefficients are ei^ressed in Btu per (hour) (square foot) (Fahrenheit degree difference in temperature 
between the air on the two sides), and are based on an outside wind velocity of 15 mph. 

No Insulation Between Studs^ (See Table 6) 


EXTERIOR FINISH 


TYPE OF SHEATHING 


INTERIOR FINISH 


GrpflUM 
(H IN. 
thick) 


Ply- 

wood 

IN. 

thick) 


Wood/ 

(«4iN. 

thick) 

Bldo. 

Paper 


Insul- 

ating 

Board 

(«^IN. 

thick) 


s 

55 


A B 


C 


D 


Wood Siding 


(Clapboard) 



Metal Lath and Plaster^ 

Gypsum Board in.) Decorated 

Gypsum Ijath in.) Plastered® 

Plywood m in.) Plain or Decorated 

Insulating Board (H in.) Plain or Decorated... 

Insulating Board Lath (H in.) Plisterod* 

Insulating Board Lath (1 in.) Plastered® 


0.33 

0.32 

0.31 

0.31 

0.30 

0.23 

0.22 

0.17 


0.32 

0.32 

0.31 

0.30 

0.30 

0.23 

0.22 

0.17 


0.26 

0.26 

0.25 

0.25 

0.24 

0.19 

0.19 

0.15 


0.20 

0.20 

0.19 

0.19 

0.19 

0.16 

0.15 

0.12 


1 

2 

3 

4 

5 

6 

7 

8 


WooD^ Shingles 



Metal Lath and Plaster** 

(>vp8um Board (H in ) Decorated 

Wood Lath and Plaster 

Gypsum Lath (H in.) Plastered®. 

Plywood in.) Plain or Decorated 

Insulating Board (H in.) Plain or Decorated... 

Insulating Board Lath (H in-) Hastered® 

Insulating Board Lath (1 in.) Plastered® 


0.25 

0.25 

0.34 

0.24 

0.24 

0.19 

0.19 

0.14 


0.25 

0.25 

0.24 

0.24 

0.24 

0.19 

0.18 

0.14 


0.26 

0.17 

0.26 

0.17 

0.25 

0.16 

0.25 

0.16 

0.24 

0.16 

0.19 

0.14 

0.19 

0.13 

0.15 

0.11 


9 

10 

11 

12 

13 

14 

15 
18 


Stucco 



Metal Lath and Plaster* 

Gypsum Board (H in.) Decorated 

Wood Lath and Plaster 

Gypsum Lath (H in.) Plastered® 

Hywood in.) Plain or Decorated 

Insulating Board (H in.) Plain or Decorated. .. 

Insulating Board Lath (H in.) Plastered® 

Insulating Board Lath (1 in.) Plastered® 


0.43 

0.42 

0.40 

0.39 

0.39 

0.27 

0.26 

0.19 


0.42 

0.41 

0.39 

0.39 

0.38 

0.27 

0.26 

0.19 


0.32 

0.23 

0.31 

0.23 

0.30 

0.22 

0.30 

0.22 

0.29 

0.22 

0.22 

0.18 

0.22 

0.17 

0.16 

0.14 


17 

18 

19 

20 
21 
22 

23 

24 


Brick Vsneeb® 



Metal Lath and Plaster* 

Gypsum Board (H in.) Decorated 

Gypsum Lath Plastwod®. 

Plywood (H in.) Plain or Decorated 

Insulating Board (H in.) Plain or Decorated.... 

Insulating Bewrd Lath (H in.) Eastered® 

Insulating Board Lath (1 m.) Plastered® 


0.37 

0.36 

0.85 

0.34 

0.34 

0.25 

0.24 

0.18 


0.36 

0.28 

0.36 

0.28 

0.34 

0.27 

0.34 

0.27 

0.33 

0.27 

0.25 

0.21 

0.24 

0.20 

0.18 

0.15 


0.21 

0.21 

0.20 

0.20 

0.20 

0.17 

0.16 

0.13 


25 

26 

27 

28 

29 

30 

31 

32 


•Coefficients not weighted; effect of studding neglected. 

*Pla8ter assumed H in. thick. 

•Plaster assumed H in. thick. 

^Furring strips (1 in. nominal thickness) between wood shingles and all sheathings except wood. 
®Sinal] air space and mortar between building paper and brick veneer neglected. 

/Nominal thickness. 1 in. 
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Table 6. Coefficients of Transmission (U) of Frame Walls with 
Insulation Between Framing®'^ 

Coefficients are expressed in Btu per (hour) (square foot) (Fahrenheit degree diffidence in temperature 
between the air on the two sides), and are based on an outside wind velocity of 15 mph. 



COEFFICIENT WITH INSULATION BETWEEN FRAMING 


COEFFICIENT 

WITH NO 

insulation 

Mineral Wool or Veobtabld Fibers in Blanxbt or Bat Form® 

3^g IN. 

Mineral Wool 

ea 


(Thickness below) 


F. 

BBTWBMN 

BETWEEN Framing** 

1 IN. 

2 IN. 

3 IN. 


FRAMING 



A 

B 

c 

0 


0.11 

0.078 

0.063 

0.054 

0.051 

33 

0.12 

0.0S3 

0.067 

0.056 

0.053 

34 

0.13 

0.088 

0.070 

0.058 

0.055 

35 

0.14 

0.092 

0.072 

0.061 

0.057 

36 

0.15 

0.097 

0.075 

0.062 

0.059 

37 

0.16 

0.10 

0.078 

0.064 

0.060 

38 

0.17 

0.10 

0.080 

0.066 

0.062 

39 

0.18 

0.11 

0.082 

0.067 

0.063 

40 

0.19 

0.11 

0.084 

0.069 

0.065 

41 

0.20 

0.12 

0.086 

0.070 

0.066 

42 

0.21 

0.12 

0.088 

0.072 

0.067 

43 

0.22 

0.12 

0.089 


0.068 

44 

0.23 

0.12 

0.091 


0.069 

45 

0.24 

0.12 

0.093 


0.070 

46 

0.25 

0.13 

0.094 


0.071 

47 

0.26 

0.13 

0.096 

0.077 

0.072 

48 

0.27 

0.14 

0.097 1 

0.078 

0.073 ! 

49 

0.28 

0.14 

0.098 

0.079 

0.073 

50 

0.29 

0.14 

0.10 

0 080 

0.075 

51 

0.30 

0.14 

0.10 

0.080 

0.075 i 

52 

0.31 

0.14 

0.10 

0.081 

0.076 

53 

0.32 

0.15 

0.10 

0.082 

0.077 j 

54 

0.33 

0.15 

0.10 

0.083 

0.077 

55 

0.34 

0.15 

0.10 

0.083 

0.078 

56 

0.35 

0.15 

0.11 

0.084 

0.078 1 

57 

0.36 

0.15 

0.11 

0.085 

0.079 

58 

0.37 

0.16 

0.11 

0.085 

0.080 

59 

0.38 

0.16 

0.11 

0.086 

0.080 

60 

0.39 

0.16 

0.11 

0.086 

0.081 

61 

0.40 

0.16 

0.11 

0.087 

0.082 

62 

0.41 

0.16 

0.11 

0.087 

0.082 

63 

0.42 

0.16 

0.11 

0.088 

0.082 

64 

0.43 

0.17 

0.11 

0.088 

0.082 

65 

0.44 

0.17 

0.11 

0.080 

0.083 1 

1 

66 


•This table may be used for determining the coefficients of transmission of frame constructions with 
the types and thicknesses of insulation indicated in Columns A to D inclusive between framing. Columns 
A, B and C may be used for walls, ceilings or roofs with only one air space between framing but are not 
applicable to ceilings with no flooring above. fSee Table 11.) Column D is applicable to walls only. 
Example: Find the coefficient of transmission ot a frame wall consisting of wood siding. ‘‘>4 in. insulating 
board sheathing, studs, gypsum lath and plaster, with 2 in. blanket insulation between studs. According 
to Table 5. a wall of this construction with no insulation between studs has a coefficient of 0.19 (Wall No. 
4D>. Referring to Column B above, it will be found that a wall of this value with 2 in. blanket Insulation 
between the studs has a coefficient of 0.084. 

^Coefficients corrected for 2 x 4 framing, 16 in. on centers — 15 per cent of surface areA, 

•Based on one air space between framing. 

<^No air space. 
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m 


U 


1 


1 


0.17 + 0.44 + 1.16 + 0.91 + 0.42 + 0.61 3.71 


0.27 


When 2 in. ofWt insulation is added in the air space in the wall, an air space will still 
be left since it was originally 3% in. wide. Then, 


U 


1 


1 


3.71 -f 


11.11 


= 0.090 


0.27 


This coefficient (0.090) applies only to the wall where no studding or framing is present 
and is assumed to constitute 85 per cent of the whole wall. Then for 1 sq ft of wall 
the heat transfer through the insulated portion is 0.85 X 0.090 or 0.0765 Btu. 

In the portion of wall where framing is present, the air space will be replaced with an 
equivalent thickness of wood framing. Then, 


U (through framing) 
U = 0.136 


1 

111 3.625 

6.0 2.27 0.86 0.80 



1 

1.65 


Then for 1 sq ft of wall the heat transfer through the framing is 15 per cent of 0.136 
or 0.0204 Btu. The total heat transfer through 1 sq ft of wall (with framing 

covering 15 per cent of area) equals 

U (corrected) = 0.0765 + 0.0204 - 0.097 Btu 

This is the value shown for No. 49-B in Table C, which is included to eliminate the 
need for the calculation of framing corrections when insulation is used in frame con- 
struction. 


In making the calculations for values of U shown in Tables 5 to 18. 
the following conditions have been assumed : 

Equilibrium or steady-state heat transfer, eliminating effects of heat capacity. 
Surrounding surfaces at ambient air temperatures. 

Exterior wind velocity of 15 mph. 

Surface emissivity of ordinary building materials = 0.83. 

No correction for position or direction of heat flow. (Average coefficients used). 

Air spaces are % in. or more in width. 

Variation of conductivity with mean temperature neglected. 

Corrections for framing made on basis of parallel heat flow through 2 X 4 in. (nominal) 
studs, 16 in. on centers, the framing covering 15 per cent of wall area. 

Actual thicknesses of lumber assumed to be as follows: 


Nominal Actual 

1 in. (S-2.S) 2%2 in. 

1^2 in. (S-2-S) 1^6 in. 

2 in. (S-2-S) in. 

2K in. (S-2-S) 2H in. 

3 in. (S-2.S) 25^ in. 

4 in. (S-2-S) in. 

Finish flooring, (maple or oak) in. 


Coefficients for frame construction are corrected for the effect of 
framing where such correction would increase the coefficients, but not 
where the correction would decrease the coefficients 

It should be noted that the effects of poor workmanship in construction 
and installation have an increasingly greater percentage effect on heat 
transmission as tlie coefficient becomes numerically smaller. Failure 
to meet design estimates may be caused by lack of proper attention to 
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Table 7. Coefficients of Transmission ( Z7) of Masonry Walls 

CoejSUcients are expressed in Btu per (hour) (square foot) (Fahrenheit degree difference in temperature 
between the air on the two sides), and are based on an outside wind velocity of 15 mph. 


TYPE OF MASONRY 


INTERIOR FINISH 
(Plot Insulation Whib» Indicatid) 




1 

I. 

3| 


a 

cq 

I 



0.50 

0.36 

0.28 


0.46 

0.34 

0.27 


0.32 

0.25 

0.21 


0.31 

0.25 

0.21 


0.30 

0.24 

0.20 


022 

0.19 

0.17 


0.22 

0.19 

0.16 


0.16 

0.14 

0.13 


0.14 

0.13 

0.12 


87 

68 

69 


3^ 

E-* c 

Vi 



0.40 
0 39 
0.30 
0.24 


0.37 

0.37 

0.28 

0.24 


0.27 

0.27 

0.22 

0.19 


0.27 

0.27 

0.22 

0.19 


0.26 

0.26 

0.21 

0.18 


0.20 

0.20 

0.17 

0.15 


0.20 

0.19 

0.17 

0.15 


0.15 

0.15 

0.13 

0.12 


0.13 

0.13 

0.12 

0.11 


70 

71 

72 

73 



8 

12 

16 

24 


0.70 

0.57 

0.49 

0.37 


0.64 

0.53 

0.45 

0.35 


0.39 

0.35 

0.31 

0.26 


0.38 

0.34 

0.31 

0.26 


0.36 

0.33 

0.29 

0.25 


0.26 

0.24 

0.22 

0.19 


0.25 

0.23 

0.22 

0.19 


0.18 

0.17 

0.16 

0.15 


0.16 

0.15 

0.14 

0.13 


74 

76 

76 

77 


6 

8 

10 

12 


0.79 

0.70 

0.63 

0.57 


0.71 

0.64 

0.58 

0.53 


0.42 

0.39 

0.37 

0.35 


0.41 

0.38 

0.36 

0.34 


0.39 

0.36 

0.34 

0.33 


0.27 

0.26 

0.25 

0.24 


0.26 

0.25 

0.24 

0.23 


0.19 

0.18 

0.18 

0.17 


0.16 

0.16 

0.15 

0.15 


78 

79 

80 
81 



8 









CS91 

12 




fml 







Grsrel Aggregate 


Cinder Aggregate 


82 

83 


8 

wKm 

MHEI 



WSM 

W3HM 

0.20 

0.15 


84 

12 

0.38 

0.36 

0.26 

0.26 

0.25 

0.20 

0.19 

0.15 

mi 

85 

light Weight Aggregate* 

8 










88 

12 




wMM 






87 


•Based on 4 in. hard brick and remainder common brick. 

^The 8 in. and 10 in. tile figures are based on two cells in the direction of heat flow. The 12 in. tUe is 
based on three cells in the direction of heat flow. The 16 in. tile con^ts of one 10 in. and one 6 in. tile each 
having two cells in the direction of heat flow. 

•Limestone or sandstone. 

^These figures may be used with sufficient accuracy for concrete walls with stuixo exterior finish. 
•Expanded slag, burned clay or pumice. 

/Thickness of plaster assumed in. 

'Thickness of plaster assumed H in* 

^Based'on 2 in. furring strips; one air space. 
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Table 8. Coefficients of Transmission (U) of Brick and Stone Veneer 

Masonry Walls 

Coefficients are expressed in Btu per (hour) (square foot) (Fahrenheit degree difference in temperature 
between the air on the two sides), and are based on an outside wind velocity of 16 mph. 


INTERIOR FINISH 
(Plus Insulation Where Indicated) 


TYPICAL 

CONSTRUCTION 


illlllH . 

I 

.sJ .s’g .fT gS S, 

' J o -a ^ -a-S 



Bln. Hollow Tlte^.. 
Bin. Hollow Tllei^.. 


0.35 0.34 0.25 0.25 0.24 0.19 0.18 0.14 0.13 
0.34 0.32 0.25 0.24 0.23 O.lt) 0.18 0.14 0.13 



4 In. 

Brick B In. Concrete... 

Veneer* 8 in. Concrete.. 


0.59 0.54 0.35 0.35 0.33 0.24 0.23 0.17 0.15 90 
0.54 0.50 0.33 0.33 0.31 0.23 0.23 0.17 0.15 01 



8 in. Concrete Blocks* 

(Gravel Aggregate) 0.44 0.41 0.29 0.29 0.28 0.21 0.21 0.16 0.14 92 

8 in. Concrete Blocks* 

(Cinder Aggregate) 0.34 0.33 0.25 0.24 0.24 0.19 0.18 0.14 0.13 93 

8 in. Concrete Blocks* 

(Light Weight Aggregate)'* 0.31 0.29 0.23 0.23 0.22 0.18 0.17 0.14 0.12 94 



8ln.HollowTllek 0.37 0.35 0.26 0.26 0.2.S 0.19 0.19 0.15 0.18 95 

8ln.HoMowTHe» 0.36 0.34 0.25 0.25 0.24 0.19 0.19 0.14 0.13 96 



I 4 in. 

Cut 6 la Concrete 0.63 0.58 0.37 0.36 0.34 0.25 0.24 0.18 0.15 97 

Stone 8 la Concrete 0.57 0A3 0.35 0.84 0.33 0.24 0.23 0.17 0.15 98 

Veneer* 



8 la Concrete Blocks* 

(Gravel A^gate) 0.47 0.44 0.30 OJO 0.20 0.22 0.21 0.16 0.14 99 

81a Concrete Blocks* 

(Cinder Aggregate) 0.36 0.34 0.25 0.25 0.24 0.19 0.19 0.15 0.13 100 

8 la Concrete Blocks* 

(lightweight Aggregate)^ 0.32 0.30 0.23 0.23 0.22 0.18 0.17 0.14 0.12 101 


•Calculations based on In. cement mortar between backinr and facing except in the case of the 
concrete backing which is assumed to be poured in place. 

^The hollow tile figures are based on two air cells in the direction of heat flow. 

•Hollow concrete blocks. ^ 

'*£xpanded slag, burned day or pumice. 

•Thickness of plaster assuxped H in. 

/Thickness of plaster assumed H in* 
sBased on 2 in. furring strips; one air space. 







Heat Transmission Coefficients of Building Materials 


129 


Table 9. Coefficients of Transmission (Z7) of Frame Partitions 
OR Interior Walls^ 


Coefficients are expressed in Btu per {hour) {square foot) {Fahrenheit degree difference in temperature 
between the air on the two sides), and are based on still air {no wind) conditions on both sides. 


Irti^r fi"'*!’ 5M« 


DOUBLE PARTITION 


SINGLE i 

(Finish on both sides of studs) 

U 

§ 


PARTITION 



INTERIOR ^ 

(Finish on one i 




""" 1 

side only of studs) 

No INSULATION 
BBTWMN STUDS 

1 IN. Blanket** 
BETWEEN STUDS. 

One air space. 

1 


1 A 

1 . 

B 

C 


Metal Lath and Plaster*' 

0.69 

0.39 

0.16 


Gypsum Board {^ in.) Decorated 

Wood Lath and Plaster 

0.67 

0.37 

0.16 

2 

0.62 

0.34 

0.15 

3 

Gypsum Lath (H In.) Plastered* 

0.61 

0.34 

0.15 

4 

Plywood (H in.) Plain or Decorated 

0.59 

0.33 

0.15 

5 

Insulating Board (M in.) Plain or Decorated 

i 0.36 

0.19 

0.11 

6 

Insulating Board Lath {H in.) Plasteredo 

0.35 

0.18 

0.11 

7 

Insulating Board Lath (1 in.) Plastered* 

0.23 

0.12 1 

j 

0.082 

8 


•Coefficients not weighted; effect of studding neglected. 

^Plaster assumed % in. thick. 

•Plaster assumed in. thick. 

^For partitions with other insulations between studs refer to Table 6, using values in Column B of above 
table in left hand column of Table 6. Example: What is the coefficient of transmission {U) of a partition 
consisting of gypsum lath and plaster on both sides of studs with 2 in. blanket between studs? Solution: 
According to above table, this partition with no insulation between studs (No. 4B) has a coefficient of 0.34. 
Referring to Table 6, it will be found that a wall having a coefficient of 0.34 with no insulation between studs, 
will have a coefficient of 0.10 with 2 in. of blanket insulation between studs (No. SOB). 


Table 10. Coefficients of Transmission ( U ) of Masonry Partitions 

Coefficients are expressed in Btu per {hour) (square foot) {Fahrenheit degree diff^ence in temperature 
between the air on the two sides), and are based on still air {no wind) conditions on both sides. 



«2 In. aoUd plastar partition. U « 0.63. 
^Expanded slag, burned clay or pumice. 
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Table 12. Coefficients of Transmission (U) of Concrete Construction 
Floors and Ceilings 

Coefficients are expressed in Btu per {hour) {square foot) {Fahrenheit degree difference in temperature 
between the air on the two sides), and are based on still air {no wind) conditions on both sides. 


TYPE OF CEILING 

Thicknuss 

TYPE OF FLOORING 

s 

FLOOtllNd 

No 

Flooring 

(Concrete 

Bare) 

Tile».or 

Terrazao 

Flooring 

on 

Concrete 

% In. 

Parquet® 

Double 

Wood 

Fl(M>r 

on 

Sleepers** 


OF 

Concrete^' 

(Inches) 

Asphalt 

Tile*> 

Directly 

on 

Concrete 

Flooring 

In 

Mastio 

on 

Concrete 

25 

A 

B 

C 

D 

E 

No Ceiling 

3 

6 

10 

0.68 

0.59 

0.50 

0.65 

0.56 

0.48 

0.66 

0.58 

0.49 

0.45 

0.41 

0.36 

0.25 

0.23 

0.22 

1 

2 

3 

^ in. Plaster Applied to Underside of 
Concrete 

3 

6 

10 

0.62 

0.54 

0.46 

0.59 

0.62 

0.44 

0.60 

0.53 

0.45 

0.43 

0.39 

0.34 

0.24 

0.22 

0.21 

4 

6 

8 

Metal Lath and Plaster* — Suspended or 
Furred 

3 

6 

10 

0.38 

0.35 

0.32 

0.37 

0.34 

0.31 

0.37 

0.35 

0.32 

0.30 

0.28 

0.26 

0.19 

0.18 

0.17 

7 

8 

9 

Gjmsum Board in.) and Plaster/— 

SusfK'nded or Furred 

3 

6 

10 

0.36 

0.33 

0.30 

0.36 

0.32 1 

0.29 

0..3S 

0.33 

0.30 ! 

0.28 

0.27 

0.24 

0.19 

0.18 

0.17 

10 

11 

12 

Insulating Board Lath in.) and Piaster/ 
Suspended or Furred 

3 

6 

10 

0.25 

0.23 

0.22 

0.24 

0.23 

0.21 

0.25 

0.23 

0.22 

0.21 

0.20 

0.19 

0.16 

0.15 

0.14 

13 

14 
16 



“Thickness of tile assumed to be 1 in. 

^Conductivity of Asphalt Tile assumed to be 3.1. 

“Thickness of wood assumed to be In.; thickness of mastic, H in. {k ■■ 4.6). Col. D may also be 
used for concrete covered with carpet. 

‘‘Based on in. yellow pine or fir sub-flooring and in. hardwood finish flooring with an air space 
between sub-floor and concrete. 

•Thickness of plaster assumed to be % in. 

/Thickness of plaster assumed to be H in. 

»For other thicknesses of concrete, interpolate. 


Table 13. Coefficients of Transmission (U) of Concrete Floors on 
Ground with Various Types of Finish Flooring 


U = O.lQa Btu per (hour) (square foot) (Fahrenheit degree temperature difference 
between the ground and the air over the floor). 


“Until more complete data are available, it is recommended that a coefficient of 0.10 be used for all 
types of concrete floors on the ground, with or without insulation. For basement wall below grade, use the 
same average coefficient (0.10). A lower ground temperature should, however, be used for walls than 
floors as explained in Chapter 14. For further data see A.S.H.V.E. Research Report No. 1213 — Heat 
Loss Through Basement Walls and Floors, by F. C. Houghten, S. J. Taimuty, Carl Gutberlet and C. J. 
Brown (A.S.H.V.E. Transactions, Vol. 48, 1942, p. 360). 


exact compliance with specifications, and a factor of safety may be 
employed as a precaution when it is judged desirable. 

Roof Coefficients 

Computations for wood shingle roofs applied over wood stripping are 
based on 1 by 4 in. wood strips, spaced 2 in. apart. Values for roofs 
containing Spanish and French clay roofing tile are assumed ^he same as 
for slate roofs. Values for pitched roofs in Table 16 apply where the 
roof is over a heated attic or top floor so that the heat passes directly 
through the roof structure, including any interior finish material. 
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Table 14. Coefficients of Transmission (U) of Flat Roofs Covered with Built- 
up Roofing. No Ceiling — Under Side of Roof Exposed 

' (See Table 15 for Flat Roofs with Ceilings) 

These coefficients are expressed in Btu per {hour) {square foot) {Fahrenheit degree difference in temperature 
between the air on the two sides), and are based on an outside wind velocity of 15 mph. 


TYPE OF ROOF 
DECK 

Thickness 

OF 

Hoop Deck 
(Inches) 

No 

Insula- 

tion 

insulation on top of deck 

(Covered with Built-Up Roopinq) 

Number 

Insulating Board 
(Thicknoas BeJow) 

Corkboard 
(Thickness Below) 

in. 

1 In. 

m In. 

2 In. 

1 In. 

VA In, 

2 In. 

A 

B 

C 

D 

E 

F 

G 

H 

Flat Metal Roof Deck** 

R0PF-lKg> / 


1.06 

0.39 

0.24 

0.18 

0.14 

0.23 

0.17 

0.13 


Precast Cement Tile 

jtOT 

RfloriNC; 

1 

_ 1 

l^in. 

0.84 

0.37 

0.24 

0.17 

0.14 

0.22 i 

0.16 

0.13 

2 


Concrete 












INJULATIONj 

2 in. 

0.82 

0.36 

0.24 

0.17 

0.14 

0.22 

0.16 

0.13 

3 

ROOMNCj / 

4 in. 

0.72 

0.34 

0.23 

0.17 

0.13 

I 0.21 

0.16 

0.12 

4 



6 in. 

0.65 

i 0.33 

0.22 

0.16 

1 

0.13 

i 0 21 

0.15 

0.12 

6 

j 

cortaETC-'^ 





Gypsum Fiber Con- 












Crete* on U b. 












Gypsum board 










I 



2H in. 

0.38 

0.24 

0.18 

0.14 

0.12 

0.17 

0.13 

0.11 

6 



3>^in- 

0.31 

0.21 

0.16 

0.13 

0.11 

0.15 

0.12 

0.10 

7 














tfy/WM eoAAp^ 












Wood* 













1 in. 

0.49 

0.28 

0.20 

0.15 

0.12 

0.19 

0.14 

0.12 

8 

tOOPLMff. / 

IHin. 

0.37 

0.24 

0.17 

0.14 

0.11 

0.17 

0.13 

0.11 

8 

1 


2 in. 

0.32 

0.22 

0.16 

0.13 

0.11 

0.16 

0.12 

0.10 

10 

1 

1 

wdopy 

3 m. 

0.23 

0.17 

0.14 

0.11 

0.096 

0.13 

0.11 

0.091 

11 


•Coefficient of transmission of bare corrugated iron (no roofing) is 1.60 Btu per (hour) (square foot of 
projected area) (FahrenWfeit degree difference in temperature) based on an outside wind velocity of 16 mph. 

per cent gypsum, 12H per cent wood fiber. Thickness indicated includes H in. gypsum board. 
^Nominal thicknesses spedfied-*-actual thicknesst^ used in calculations. 
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Table 15. Coefficients of Transmission (U) of Flat Roofs Covered with 
Built-up Roofing. With Lath and Plaster Ceilings^ 

(See Table 14 for Flat Roofs with No Ceilings) 

These coejficients are expressed in Btu per (hour) (square foot) (Fahrenheit degree difference in temperature 
between the air on the two sides), and are based on an outside wind velocity of 15 mph. 


INSULATION ON TOP OF DECK 
(CovKRiD WITH Built-Up Roofing) 


TYPE OF ROOF 
DECK 


Thickness 

OF 

Roof Deck 
(Inches) 


No 

Insula- 

tion 


Insulating Board 
(Thickness Below) 


H In. 


1 In. 


IHIn. 


2 In. 


CORKBOARD 

(Thicknt‘S8 Below) 


1 In. 


13^ In. 


2 In. 


Flat Metal Roof Deck 

?rt;ULATl^rt/ 
ROOf tKtfx 



0.46 


0.27 


0.19 


0.15 


0.12 


0.18 


0.14 


0.11 


12 


CE1UM6 


Precast Cement Tile 




JT 

ILL 


nssasajpstraxESi 


l^^in. 


0.43 


0.26 


0.19 


0.15 


0.12 


0.18 


0.14 


o.n 


13 


Concrete 


tN;«LATlurf/ 
RflOFlNdj / 

coHCBtrt‘^-T‘1 
(i 


2 in. 
4 in, 
6 in. 


0.42 

0.40 

0.37 


0.26 

0.25 

0.24 


0.19 

0.18 

0.18 


0.14 

0.14 

0.14 


0.12 

0.12 

0.11 


O.IS 

0.17 

0.17 


0.14 

0.13 

0.13 


0.11 

0.11 

0.11 


14 

15 

16 


Gypium Fiber Con- 
crete* on H in- 
OypBum Board 



2 V 2 in. 
3H in. 


0.27 

0.23 


0.19 0.15 

0.17 0.14 


0.12 

0.11 


0.10 0.14 

0.097 0.13 


0.12 

0.11 


0.097 17 

0.091 18 


Wood* 


l4i;UUTl8f1i 



1 in. 
IH In. 

2 in. 

3 in. 


0.31 

0.26 

0.24 

0.18 


0.21 

0.19 

0.17 

0.14 


0.16 

0.15 

0.14 

0.12 


0.13 

0.12 

0.11 

0.10 


0.11 

0.10 

0.097 

0.087 


0.16 

0.14 

0.13 

0.11 


0.12 

0.11 

0.11 


0.10 

0.095 

0.092 


0.095 


0.082 


19 

20 


•Calculations based on metal lath and ‘plaster ceilings, but coefficients may be used with sufficient 
accuracy for gypsum lath or wood lath and plaster ceilings. It is assumed that there is an airspace between 
the under side of ^e roof deck and the upper side of the ceiling. 

*87H per cent gypsum, 12H per cent wood fiber. Thickness indicated includes H in- gypsum board. 
•Nominal thicknesses specified'— actual thicknesses used in calculations. 










Table 16. Coefficients of Transmission (CT) of Pitched Roofs 

Coejffici^ts are expressed in Bin per (hour) (square foot) (Fahrenheit degree difference in temperature 
between the atr on the two sides), and are based on an outside wind velocity of 16 mph. 
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Table 17 . Combined Coefficients of Transmission (U) of Pitched Roofs® and 
Horizontal Ceilings — Based on Ceiling Area^ 

CoefficietUs are expressed in Btu per (hour) (square foot of ceiling area) (Fahrenheit degree difference in 
temperature between the air on the two sides), and are based on an outside wind velocity of 15 mph. 



TYPE OF ROOFING AND ROOF SHEATHING | 

J 



Wood Shinolbs on Wood Strips^ 

Asphalt SHiNaLsa« ob Roll Roopino 


CEILING 




ON Wood Shbathino' 


COEFFI- 







S3 








CIJENT/ 

No Roof 

H la- Insu- 

1 In. Insu- 

No Roof 

H In- Insu- 

1 In. Insu- 

I 

(From 

Insulation 

lating Board 

iating Board 

Insulation 

lating Board 

lating Board 



(Rafters 

on Under Side 

on Under Side 

(Rafters 

on Under Side 

on Under Side 



Expoetid) 

of Rafters 

of Rafters 

Exposed) 

of Rafters 

of Rafters 



(Vt - 0.48) 

(Vt - 0.22) 

(Vt - 0.16) 

(Vt - 0.53) 

(Vt - 0.23) 

(Vt - 0.17) 



A 

B 

C 

D 

E 

F 


0.10 

0.085 

0.073 

0.066 

0.087 

0.074 

0.067 

18 

0.11 

0.092 

0.078 

0.07 

0.094 

0.079 

0.071 

20 

0.12 

0.099 

0.082 

0.074 

0.10 

0.083 

0.076 

21 

0.13 

0.11 

0.087 

0.078 

0.11 

0.088 

0.079 

22 

0.14 

0.11 

0.091 

0.081 

0.11 

0.093 

0.083 

23 

0.16 

0.12 

0.096 

0.084 

0.12 

0.097 

0.086 

24 

0.16 

0.13 

0.10 

0.087 

0.13 

0.10 

0.089 

25 

0.17 

0.13 

0.10 



0.10 

0.092 

26 

0.18 

0.14 

0.11 

0.093 


0.11 

0.095 

27 

0.19 

0.14 

0.11 

0.095 

0.15 

0.11 

0.098 

28 

0.20 

■■ 

0.11 

0.098 

0.15 

0.12 

0.10 

20 

0.21 


0.12 

0.10 

0.16 

0.12 

0.10 

30 

0.22 


0.12 

0.10 

0.17 

0.12 

0.11 

31 

0.23 

0.16 

0.12 

0.10 

0.17 

0.12 

0.11 

32 

0.24 

0.17 

0.13 

0.11 

0.18 

0.12 

0.11 

33 



0.13 

0.11 

0.18 

0.13 

0.11 

34 



0.13 

0.11 

0.19 

0.13 

0.11 

35 



0.13 

0.11 

0.19 

0.13 

0.12 

36 



0.14 

0.12 

0.19 

0.14 

0.12 

37 



; 0.14 

0.12 

0.20 

0.14 

0.12 

38 

0.30 

0.20 

0.14 

0.12 

0.20 

0.14 

■i 

89 

0.34 

0.21 

0.15 

0.12 

0.22 

0.16 


40 

0.36 

0.22 

0.16 

0.13 

0.22 

0.16 


41 

0.36 

0.22 

0.15 

0.13 

0.23 

0.16 

0.13 

42 

0.37 

0.23 

0.16 

0.13 

0.23 

0.16 

0.13 

43 

0.46 

0.26 

■■ 

0.13 

0.26 

0.17 

0.14 

44 

0.59 

0.29 


0.14 


0.19 

0.15 

45 

0.61 

0.29 


0.16 

0.31 

0.19 

0.15 

48 

0.62 

0.30 


0.16 

0.31 

0.19 


47 

0.67 

0.31 


0.16 

0.33 

0.20 


48 

0.69 

0.31 

H 

0.16 

0.33 

0.20 


48 


•Calculations based on H Pitch roof (n « 1.2) using the following formula: 

Ut Um U combined coefficient to be used with ceiling area. 

V » ■■ coefficient of transmission of the roof. 

X/f « coefficient of transmission of the ceiling. 

** fi the ratio of the area of the roof to the area of the ceiling. 

*U8e ceiling area (not roof area) with these coefficients. 

•Coefficients in Columns D, S and F may be used with sufficient accuracy for tile, slate an4 rigid asbestos 
shingles on wood sheathing. 

<Based on 1 g 4 in. strips spaced 2 In. apart. 

<*Sheatlilng assmned ^ in* thtek. 

/Values of Vm to be used in this column may be selected from Table 11. 
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Table 18. Coefficients of Transmission ( U) of Doors, Windows, Skylights 
AND Glass Block Walls 

Coeffi,cients are expressed in Btu per (hour) (square foot) (Fahrenheit degree difference in the temperaturehetween 
the air inside and outside of the door, window, skylight or wall) and are based on an outside wind velocity of 

16 mph. 


Section A, 

Windows and 
Skylights 


Single 

Double 

Triple 

U 

1.13»c 

0.45ae 

0.281“ 

Section B, 

Solid Wood 

Doofs^^ 

Nominal 

Thickness 

Inches 

Actual 

Thickness 

Inches 

u 

Exposed Door 

u* 

With Glass 
Storm Door 

1 

2 

3 

*56 

m 

156 

m 

2'A 

2H 

0.69 

0.59 

0.52 

0.51 

0.46 

0.38 

0.33 

0.42 

0.38 

0.35 

0.35 

0.32 

0.28 

0.25 

Section C. 

Hollow Glass 

Block Walls 

! Description 

u 

Still Air 
Both Sides 

u 

Still Air Inside 
15 mph Outside 


0.40 

0.49 


0.38 

0.46 


«See Heating. Ventilating and Air Conditioning, by Harding and Willard, revised edition. 1932. 

^Computed using C - L15 for wood;/i - 1,65 and/© - 6.0. 

<lt is sufficiently accurate to use the same coefficient of transmission for doors containing thin wood 
panels as that of single panes of glass, namely. 1.13 Btu per (hour) (square foot) (degree difference between 
inside and outside air temperatures). 

^These values may also be used with sufficient accuracy for wood storm doors. Neglect storm doors 
if loose and use values for exposed doors. 

«Air spaces assumed to be ^ in. or more in width. 


Combined Ceiling and Roof Coefficients 

If the attic space between ceiling and roof is unheated, the combined 
coefficient from room air below the ceiling to exterior air can be calculated 
from the following formula. 

TJ Ux X Upt 

( 6 ) 

n 

where 

U « combined coefficient to be used with ceiling area. 

Ut ^ coefficient of transmission of roof. 

Uot “ coefficient of transmission of ceiling. 
n =“ ratio of roof area to ceiling area. 

It should be noted that the over-all coefficient U should be multiplied 
by the ceiling area to determine heat loss and not by the roof area. 
Values of £7, and Z7ce should be calculated using a value of 2.2 (the 
reciprocal of one-half the air space resistance) rather than 1.65 for the 
conductances of surfaces facing the attic, since the attic is equivalent 
to an air space. 

If the attic contains windows, dormers and vertical wall spaces and if 
their area is small compared to that of the roof, they may be considered 
part of the roof area. For accuracy, the sum of the coefficients of each 
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individual section multiplied by its percentage of the total area should 
be used as t/r. Where attic wall areas are large it is preferable to estimate 
the attic temperature as illustrated in Chapter 14 and calculate the heat 
loss through the ceiling by multiplying the value of Uce for the ceiling by 
the difference in temperature above and below the ceiling. 

Basement Floor, Basement Wall and Concrete Slab Floor Coefficients 

The heat transfer through basement walls and floors to the ground is 
dependent on the temperature difference between the air within and that 
of the ground, on the material constituting the wall or floor, and on the 
conductivity of the surrounding earth. The conductivity of the earth 
will vary with local conditions and is usually unknown. Tests * at the 
A.S.H.V.E. Research Laboratory indicate a heat flow of approximately 
2.0 Btu per (hour) (square foot) through an uninsulated concrete base- 
ment floor with a temperature difference of 20 F between ground tem- 
perature and the air temperature 6 in. above the floor. Based on this 
result, a coefficient of 0.10 Btu per (hour) (square foot) (Fahrenheit 
degree difference) is recommended for calculation where it is desirable 
to allow for the small basement floor heat loss, e.g. for heated basements. 

For basement walls the same coefficient may be used, but due to closer 
proximity to the surface of the ground, the temperature difference for 
winter design conditions will be greater than for the floor. The test 
results indicate a unit area heat loss, at mid-height of the basement wall, 
approximately twice that of the same floor area. 

For concrete slab floors laid in contact with the ground at grade level, 
recent tests ® indicate that for small floor areas (equal to that of a house 
25 ft square) the heat loss may be calculated as proportional to the length 
of exposed edge rather than total area. This amounts to 0.81 Btu per 
(hour) (lineal foot of exposed edge) (Fahrenheit degree difference 
between the inside air temperature and the average outside air tempera- 
ture). It should be noted that this may be appreciably reduced by insu- 
lating the edges of the floor from the abutting wall. 

CONDENSATION IN BUILDINGS 

Water vapor in the air within a building condenses if it comes in 
contact with surfaces at or below its dew-point temperature. It also will 
be transmitted into or through a wall, floor or ceiling, if a vapor pressure 
difference exists between the opposite sides, at a rate determined by the 
permeability of the materials encountered (see Table 17 Chapter 15). 
Building practice must take account of these facts in avoiding (1) surface 
condensation on interior building surfaces (walls, ceilings, roofs or glass) 
and (2) interstitial condensation or accumulation of condensation in the 
voids within the structure. The conditions under which surface con- 
densation will take place are directly dependent on surface temperature 
and upon the relative humidity of the air in contact. Limiting maximum 
relative humidities for walls, roofs or glass having transmission coefficients 
up to 1.2 Btu for outside temperatures from —30 F to 40 F and for 70 F 
inside temperature may be obtained from Fig. 4 

Surface condensation may be controlled by air conditioning, ventila- 
tion for the purpose of removing water vapor, particularly from laundries 
and from latchens during lengthy periods of cooking, elimination of 
sources of vapor such as unvented gas stoves, or by local application of 
heat or insulation to raise surface temperatures. 
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Interstitial condensation results from vapor transmission which is 
dependent on vapor pressure differential and the ratio of the rate at 
which vapor may enter the materials of the structure to that at which 
it passes out of the structure. The proper installation of a vapor barrier 
on the warm side of the structure, where the higher vapor pressure 
usually exists, will reduce greatly the amount of vapor entering the 
building construction and will minimize the possibility of objectionable 
condensation. Such a barrier may consist of a coated paper applied 
under the plaster, a coated plaster base, or a vapor-resistant finish applied 
to the interior wall surface A vapor barrier is tentatively defined as a 



Fig. 4. Permissible Relative Humidities for Various Transmission Coefficients 


material having a water vapor permeability not exceeding 1.25 grains 
per (hour) (square foot) (inch of Hg vapor pressure differential). 

To prevent condensation on the under side of roofs above attic spaces 
over insulated ceilings, ventilation with outside air may be provided 
through suitable louvers or other roof ventilators. 
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Chapter 7 


PERFORMANCE OF AIR HEATING AND 
COOLING COILS 

Performance of Heating and Dry Cooling Coils^ Overfall Coefficient of Heat 
Transfer, Performance of Dehumidifying Coils, External Film Coefficient, 
Internal Film Coefficient, Determining Size of Cooling Coil 


T he surfaces described in this chapter are for heating or cooling an 
air stream under the conditions of forced convection. Such surfaces 
may be made up of a number of banks of tubes assembled in the field or 
the entire assembly may be factory constructed. They may be made of 
either bare or finned tubing, but regardless of their construction they are 
generally referred to as coils. A description of the types, application, and 
selection of such coils is given in Chapter 25. Therefore, this chapter is 
confined to the theoretical considerations which affect the calculation of 
the performance of these coils. 


PERFORMANCE OF HEATING AND DRY COOLING COILS 

The performance of heating and dry cooling coils depends in general 
upon : 

1. The over-all coefficient of heat transfer from the fluid within the coil to the air it 
heats or cools. 

2. The mean temperature difference between the fluid within the coil and the air 
flowing over the coil. 

3. The physical dimensions of the coil. 

Thus, for any one definite operating condition, the heating or cooling 
capacity of a given coil is expressed by the following basic formula: 

qi ^ UX (MTD) XA X N (1) 

where 

qt total heat transferred by the coil, Btu per (hour) (square foot of coil face 
area). 

U *» over-ail coefficient of heat transfer, Btu per (hour) (square foot of external 
coil surface) (Fahrenheit degree temperature difference between the fluid 
within the coil and the air flowing over the coil). 

MTD « mean temperature difference, Fahrenheit d^ees, between the fluid within 
the coil and the air passing over it. (This is commonly taken as the loga- 
rithmic mean temperature difference.) 

A «» external surface area of the given coil, square feet per (square foot of coil 
face area) (row of coil depth), 

N **■ number of rows of coil depth. 

Over-all Coefficient of Heat Transfer 

Of all factors affecting the performance of heating or dry cooling coils, 
the over-all coefficient of heat transfer is the most difficult to determine 
as it is influenced by several factors which depend upon coil design and 
conditions of operation. 

Considering any coil, whether of bare pipe or of finned type, the over-all 
heat transfer coefficient for a given size and design of coil can always be 
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considered as a combined effect of three individual heat transfer coef- 
ficients, namely: 

1. The film coefficient of heat transfer between air and the external surface of the 
coil, usually given in Btu per (hour) (square foot external surface) (Fahrenheit degree 
mean temperature difference). 

2. The coefficient of heat transfer through the coil material — tube wall, fins, ribs, etc. 

3. The film coefficient of heat transfer between the internal surface of the coil and 
the fluid flowing within the coil, usually given in Btu per (hour) (square foot internal 
surface) (Fahrenheit degree mean temperature difference). 

These three individual coefficients acting in series result in an over-all 
coefficient of heat transfer in accordance with the basic laws given in 
Chapters 5 and 6. For a bare pipe coil the over-all coefficient of heat 
transfer, whether for heating or for cooling (without dehumidification), 
can be expressed by a simplified basic formula as follows: 


L !_ (2) 

ht 'k ' ^ Aa 

where 

U =» over-all coefficient of heat transfer, Btu per (hour) (square foot external surface) 
(Fahrenheit degree mean temperature difference between air and fluid within 
the coil). 

hr = film coefficient of heat transfer between the internal surface of the coil and the 
fluid flowing within the coil, Btu per (hour) (square foot internal surface) 
(Fahrenheit degree mean temperature difference between that surface and the 
average fluid temperature). 

ha « film coefficient of heat transfer between air and the external surface of the coil, 
Btu per (hour) (square foot external surface) (Fahrenheit degree mean tem- 
perature difference between the mass of air and the external surface). 

k conductivity of material from which the bare pipe is constructed, Btu per (hour) 
(square foot) (Fahrenheit degree per inch thickness). 

L = thickness of tube wall, inches, 

R = ratio between external and internal surface of the bare tube, usually varying 
from 1.03 to 1,15 for the tube used in typical heating or cooling coils. This 
ratio R is inserted in the formula in order to place internal fluid coefficient of 
heat transfer on the basis of external surface. 

Frequently, when pipe or tube walls are thin and of material having high conductivity 
(as is the case in construction of typical heating and cooling coils) the term L/k in Eoua- 
tion 2 becomes negligible and is generally disregarded. (The effect of the term L/k in 
typical bare pipe heating or cooling coils seldom exceeds 1 to 2 per cent of the over-all 
coefficient). Thus, in its simplest form, for bare pipe: 


A 4. J- 

hr ha 


For finned coils the formula^ for the over-all coefficient of heat transfer 
can be conveniently written : 


U » 



(4) 


in which the term called the fin efficiency , is introduced to allow for the 
resistance to heat flow encountered in the fins. 

The term in this case, is the ratio of total external surface to internal 
surface* For typical designs of finned coils for heating or cooling, this 
ratio varies from 10 to 30. Term R is again introduced to place the 
internal surface coefficient of heat transfer on a basis of e^ctemal surface. 
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In the discussions which follow, coefficients hr and will be considered 
separately, and also various ways of combining them will be outlined. 

The performknces of all heating and dry cooling coils are influenced by 
these same factors. But, when cooling coils operate wet or act as de- 
humidifying coils, the performance cannot be predicted on the basis of 
over-all coefficients and an analysis must be made on the basis of indi- 
vidual film coefficients as will be explained. 

PERFORMANCE OF DEHUMIDIFYING COILS 

When a cooling coil operates with a surface temperature which is 
below the dew-point of the air entering the coil, moisture is condensed 
and the air leaves the coil with a humidity ratio lower than it had when 



Fig. 1. Performance of Dehumidifying Coil 

it entered the coil. To understand the performance of surface coils under 
such conditions, assume that air enters a cooling coil at conditions 
corresponding to point 1 in Fig. 1. As long as the surface temperature 
of the coil is above the dew-point, the air is cooled without dehumidifi- 
cation, and its condition leaving the coil will be somewhere on line 1-A. 
Its exact position on this line depends on the air velocity and the external 
film coefficient as well as upon the surface temperature. When the surface 
temperature just equals the dew-point, the air leaves with conditions 
represented by point A. If the surface temperature is below the dew- 
point, condensation takes place, and the air has a final condition some- 
where along the line A-2-3 which is a line at a constant horizontal distance 
from the saturation curve. It should be understood that the line 1 -A-2-3 
is not intended to represent the path of the condition of the air as it 
passes through the coil from row to row. It is simply the path traced 
by the exit air conditions as the surface temperature is gradually reduced 
with other conditions remaining constant 

In the process of dehumidification, since heat is being transferred to 
the coil surface by two different mechanisms, (convection and conden- 
sation), it is evident that an over-all coefficient of heat transfer cannot 
be determined by the same method used for heating and for dry cooling 
coils. However, if it is assumed that the sensible heat transfer of a 
dehumidifying coil is unaffected by the presence of moisture on its 
surface. Equation 6 may be obtained to express this part of the heat 
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transfer in terms of the external film coefficient and the surface tem- 
perature. 

qs ^ h^XA X N X {MTD^) (5) 


where 

Qb sensible heat transferred, Btu per (hour) (square foot of coil face area). 
h a* dry-bulb temperature of air entering coil, Fahrenheit degrees. 

» dry-bulb temperature of air leaving coil, Fahrenheit degrees. 
ts = average temperature of coil external surface, Fahrenheit degrees. 

MTDa, « logarithmic mean temperature difference between air and coil surface « 

ti — • /2 



If Equation 5 is combined with another equation expressing sensible 
heat transfer in terms of mass velocity and temperature difference, the 
variables may be arranged in the following form (which is useful for the 
solution of dehumidification problems and for the determination of Aa 
from test data) : 


or, 


ha A N {ti — 12) 



haA N 
0.243 G 


0.243 G (h - ti) 



Ib 


where 

0.243 — specific heat of humid air, Btu per (pound) (Fahrenheit degree). 

G = air mass velocity, pounds per (hour) (square foot of coil face area). 


( 6 ) 


An examination of Fig. 1 will reveal that when /g is at the dew-point 
of the entering air: 

ti h __ h “^^dp i 
“■ f-8 Mpi 

and when U is below the dew-point: 


t\ — /a __ ~ ^dpi 

h ts ti ^ ^p2 

Therefore, Equation 6 may be written in its most useful form as: 


where 

tdpi 

tdpi 


^ I ti — tdpi 

0.243G “ ti - tdpi 



(7) 


minimum dry-bulb possible without dehumidification, Fahrenheit degrees, 
dew-point of air entering coil, Fahrenheit degrees, 
dew-point of air leaving coil, Fahrenheit degrees. 


This equation may be used to establish a line as A-2-3 for a given coil 
if Aa is known for the coil, or it may he used to determine }h.from test data 
for the purpose of rating coils. The use of this equation for coil selection 
is illustrated in Example 1 at the end of the chapter. Equation 7 is also 
important as a means of determining the external film coefficient. 


External Film Coefficient 

While formulas have been developed expressing the film coefficient 
Aa for air passing parallel to a plane surface, they cannot be used directly 
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for fins on tubes because of air turbulence and because of the temperature 
gradient prevalent from the edge of a fin to its center. It is therefore 
necessary to make tests to evaluate the combined term The term, 

will be written merely Aa in this discussion as there is no necessity for 
separately evaluating rj and because values of Aa are usually applied only 
to the particular coils for which tests are made. 

The air side coefficient, Aa, of a coil of particular dimensions is an 
exponential function of the mass velocity of the air; 

Aa=ZGn (8) 

where 

Aa = film coefficient of heat transfer, Btu per (hour) (square foot external 
surface) (Fahrenheit degree mean temperature difference between air 
and average surface temperature). 

G ~ air mass velocity, pounds per (hour) (square foot of coil face area). 

Z and n «* constants which depend upon both air turbulence and surface arrange- 
ment. 

Evaluation of constants Z and n may be accomplished through the 
use of test data in Equation 7 which gives values of Aa directly from the 
results of any wet coil test. If Aa, calculated in this manner, is plotted 
against values of G which prevailed during the tests a straight line should 
result on logarithmic coordinates. The slope of this line is the value of n. 
The value of Z may then be determined by direct substitution in Equa- 
tion 8. 

For finned coils of different designs, values of Z and n are extremely 
variable, depending on the particular design and arrangement of the coil 
surface. Therefore, it is desirable that these constants be determined 
directly from test data for each type of coil surface. 


Internal Film Coefficient 


The internal film coefficient, Ar which appears in Equation 3, is evalu- 
ated in various ways, depending upon the nature of the fluid, and whether 
the fluid is changing state. 

When evaporating refrigerants are used in tubes, the temperature of 
the fluid is fairly constant, being affected principally by pressure drop 
through the tubes, by superheat of the evaporated refrigerant, and by 
the presence of oil in solution. To obtain maximum coil capacity it is 
necessary to keep the pressure drop through the tubes at a minimum, to 
keep the superheat as low as possible without carrying liquid back to the 
compressor, and to arrange for good separation and return of oil to the 
compressor. Another important factor is the removal of gas to keep the 
tube surface flooded with liquids as much as possible. The internal film 
coefficient is markedly increased by heavy heat loads, because the in- 
creased turbulence and gas velocity cause good contact of the liquid with 
the tubes. Values of hr usually lie between 150 and 450. For rating 
of dehumidifying coils, satisfactory results are obtainable by first deter- 
mining the average external surface temperature from Equation 7, and 
then using the difference between the external film temperature and the 
refrigerant for evaluating hr in Equation 9. ^ 


hr 


AN 


(k-tr) 


(9) 


R 
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where 

hr » internal film coefficient of heat transfer, Btu per (hour) (square foot of 
internal tube surface) (Fahrenheit degree). 

tr « average refrigerant temperature, Fahrenheit degrees. 

The term (4 — tr) is commonly written At, To evaluate ht by this 
method the same tests that were required to determine ha may be used. 

When water is the cooling medium in tubes, the rate of heat transfer 
is a function of its velocity, which influences the number of contacts 
of the water molecules with the tube surface, per unit of time. Increased 
water velocity and reduced tube diameter cause increased heat transfer. 
Heat transfer is also greater at higher temperatures of the water. The 
basic formula for the film coefficient of heat transfer for flow of water 
in smooth tubes is as follows: 

Ar= 1.5 « + 100) ® (10) 

where 

V =» water velocity, feet per second. 

D = internal diameter of tube, inches. 

t = average water temperature, Fahrenheit degrees. 

Equation 10 should not be used when Reynolds Number is less than 2000. 

Since, in the case of finned tubes using water as a refrigerant, test values 
of hr based on the calculated surface temperature for the entire coil may 
be lower than those obtained by use of Equation 10, actual test results 
arc preferred if available. 

When saturated steam is condensed in the tubes of coils, the film 
coefficient hr varies from 1000 to 2000, depending on freedom from air in 
the steam, and upon good drainage of the tubes. The coefficient is fairly 
constant for a particular coil, giving values of At that are directly propor- 
tional to gt- However, if water coil test results are analyzed on a row-by- 
row basis good agreement with Equation 10 will result.® 

The use of turbulence promoters increases the value of hj for liquids in 
tubes at the expense of pressure drop. The increase obtained depends 
upon the type of turbulence promoter and the rate of flow. No general 
statement can be made regarding their use and it is best to refer to detail- 
ed papers on this subject for further information.®”* 


Determining Size of Cooling CoU 

To illustrate the use of individual film coefficients in coil calculations, 
the procedure for selecting the proper size cooling coil and for determining 
exit air condition, coil surface temperature, total coil load and refrigerant 
temperature is outlined in Example 1. 

Example 1, An industrial application requires the cooling of a certain quantity of 
air from a condition of 102 F dry-bulb and ^ F wet-bulb to a final condition of 80.5 F 
dry-bulb and 73 F wet-bulb. The air velocity across the coil is to be 400 fpm and coil 
data are as follows: “ 10.7 at 400 fpm. ht « 325, external surface area « 15 sq ft 

per (square foot of face) (row of coil depth), ratio of external surface area to internal 
surface area » 15. 

Solution, (1) Lay out the problem psychrometry as indicated in Fig. 2 and note 
that the minimum horizontal distance between the load ratio line and the saturation 
curve is 1.8 F dry-bulb at point A Fig. 2. This means that h — Mpi in Eouation 7 
must not be less than 1.8. Therefore, Equation 7 should be solved for N to determine 
the proper number of rows to be used for the coil. 


N 

0.243 0 


loge 


k — <dpi 
k — tdpt 


loge 


102-80 


1.8 


log« 12.22 « 2.6 
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Then substituting values for Ay and G, N may be found as follows: 


10.7 X i5;v 
0.243 X 1740 


= 2.5 from which, N == 6.58 


(2) This establishes the maximum whole number of coil rows that can be used as 6 and 
it is now possible to determine the actual location of the exit air conditions from Equation 
7 by solving for the actual value of — /dpa for a 6 row coil. 


10.7 X 15 X 6 
0.243 X 1740 


loge 


102 ~ 80 


2.275 


This establishes values of 9.78 for ^ = R and 2.25 for t 2 — Mpa. 

h — ^dpa 

(3) Next, the exit air condition at 57.3 F dry-bulb and 56 F wet-bulb as shown at B, is 
found by locating a point on the load ratio line at a horizontal distance of 2.25 dry-bulb 
degrees from the saturation curve. 



Fig. 2. Psychrometric Layout for Fig. 3. Psychrometric Layout for 
Coil Selection Coil Selection Using Reheat 



(5) The total coil load may be calculated from the enthalpy difference across the coil 
and the air quantity using the weight of dry air instead ot the weight of the mixture. 

fit • (^1 fh) 

- 1700 (49.24 23.77) - 43,200 Btu per (hr) (sq ft of face area) 
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where 

<7a = Weight of dry air per (hour) (square foot of coil face area). 
h\ = enthalpy of air vapor mixture entering coil, Btu per pound of dry air. 
Jh = enthalpy of air vapor mixture leaving coil, Btu per pound of dry air. 

(6) The refrigerant temperature may be found from Equation 9 


43,200 


15 X 6 X 

15 


— (Is — tr) 


22.1 


Therefore, h = (52.3 - 22.1) = 30.2. 

Thus a coil 6 rows deep operating at a refrigerant temperature of 30.2 F and a face 
velocity of 400 fpm is required and it will carry a total load of 43,200 Btu per (hour) 
(square foot of face area). The air conditions leaving the coil are too low for the con- 
ditions of the problem and therefore it is necessary to by-pass air at the entering condition 
to obtain the desired result of 80.5 F dry-bulb and 73 F wet-bulb. 

Although the preceding solution is satisfactory, it may be more desirable in some 
cases to use a higher refrigerant temperature and employ reheat to obtain the desired 
load ratio. Such a solution is shown in Fig. 3. In this case the coil load ratio line 
intersects the saturation curve and therefore a coil of any depth may be selected. 

If a coil depth of 6 rows is maintained, the exit air conditions for the coil are indicated 
at point B Fig. 3 as 72.3 F dry-bulb and 70.8 F wet-bulb and the surface temperature 
will be: 


9.78 X 72.3 - 102 ^ 

ts 69.0 


The coil load will be: gt = 1700 (49.24 — 34.66) =* 24,800 Btu per (hour) (square foot 
of face area) and the refrigerant temperature will be found from Equation 9: 


24,800 
15 X 6 X 


325 

15 


(h - fr) 


12.7 


Therefore, /r = 69.0 - 12.7 « 56.3. 

Thus, for the case where reheat is used, a coil 6 rows deep operating at a refrigerant 
temperature of 56.3 F is required. The total coil load will be 24, 8W Btu per (hour) 
(square foot of face area) but the actual effective load will be less by the amount of 
reheat required. Therefore, for a given load, a larger coil and more refrigerating capacity 
are required when reheat is used. 

LETTER SYMBOLS USED IN CHAPTER 7 

« fin efficiency. 

A «= external area of coil, square feet per (square foot of coil face area) (row 
of coil depth). 

5 as ~ 

h ^dpj 

D = internal diameter of tube, inches. 

G =» air mass velocity, pounds per (hour) (square foot of coil face area). 

Ga *= dry air mass velocity, pounds dry air per (hour) (square foot of coil face 
area). 

hi «■ enthalpy of air-vapor mixture entering coil, Btu per pound of dry air. 
h 2 enthalpy of air-vapor mixture leaving coil, Btu per pound of dry air. 
hti filni coefficient of heat transfer between air and external coil surface, Btu 
per (hour) (square foot external surface) (Fahrenheit degree mean tem- 
perature difference between air and coil). 
hr “ film coefficient of heat transfer between fluid and internal coil surface, 
Btu per (hour) (square foot internal surface) (Fahrenheit degree mean 
temperature between fluid and surface). 
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k =* conductivity of pipe or tube material, Btu (square foot) (hour) (Fahrenheit 
degree per inch thickness). 

L « thickness of tube wall, inches. 

MTD ** abbreviation — mean temperature difference between fluid in coil and air 
passing over coil, Fahrenheit degrees. 

Note: MTD — usually logarithmic mean. 

MTDgi = logarithmic mean temperature difference between air and coil surface. 

N = number of rows of coil depth. 

n == a constant, exponent of G in Equation 8, obtained by plotting, on loga- 
rithmic coordinates, G against values of /ta* The value of n is the slope of 
the line, 

5a = sensible heat transferred, Btu per (hour) (square foot of coil face area). 
qt “ total heat transferred by coil, Btu per (hour) (square foot of face area). 
R “ ratio between external and internal surface of tube. 
t = average water temperature, Fahrenheit degrees. 
h = dry-bulb temperature of air entering coil, Fahrenheit degrees. 

<3 = dry-bulb temperature of air leaving coil, Fahrenheit degrees, 
fa = minimum dry-bulb temperature possible without dehumidification, Fahren- 
heit degrees. 

fdpi = dew-point of air entering coil, Fahrenheit degrees, 
fdps = dew-point of air leaving coil, Fahrenheit degrees. 

It =“ average refrigerant temperature, Fahrenheit degrees. 

ts = average temperature of external surface of coil, Fahrenheit degrees. 

A/ ™ ~ fr. 

U = over-all coefficient of heat transfer, Btu per (hour) (square foot of external 
coil surface) (Fahrenheit degrees temperature difference between fluid in 
coil and air flowing over coil). 

V » water velocity, feet p)er second. 

Z = a constant for use in Equation 8 obtained by plotting on logarithmic 
coordinates G against values of /la- 

Note: Numerical subscripts refer to condition entering and leaving 
respectively. 
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Chapter 8 
AIR LEAKAGE 


Causes of Infiltration , Infiltration Due to Wind Pressure, Infiltration Through 
Walls, Window and Door Leakage, Crack Method, Air Change Method, 
Infiltration Due to Temperature Difference, Sealing of Vertical Openings 


T he air leakage which takes place through various apertures in 
buildings must be considered in heating and cooling calculations, 
and properly evaluated. This infiltration as it is sometimes designated 
takes place through cracks around doors and windows, through solid 
walls and through fireplaces and chimneys. Although the latter sources 
of leakage may be considerable, they are often neglected on the assump- 
tion that dampers would be closed during periods of extreme cold weather 
or else that the fireplace will be in use at such times and will therefore 
contribute to the heat supplied and lessen the heating load. 

CAUSES OF INFILTRATION 

The displacement of heated air in buildings by unheated outside air is 
due to two causes, namely, (1) the pressure exerted by the wind and (2) 
the difference in density of outside and inside air because of differences in 
temperature. The former is generally referred to as infiltration and the 
latter as stack or chimney effect. 

In either case an exact estimate of the amount of infiltration under 
design conditions is difficult to make. The complicating factors include 
(1) variations in building construction particularly as to width of crack 
or size of openings through which air leakage takes place, (2) the varia- 
tions in wind velocity and direction, (3) the exposure of the building with 
respect to air leakage openings and with respect to adjoining buildings, 
(4) the variations in outside temperatures which influence the chimney 
effect, (5) the relative area and resistance of openings on the windward 
and leeward sides and on the lower floors and on the upper floors, and (6) 
the influence of a planned air supply and the related outlet vents. Tight 
construction is essential for preventing large heat loss due to infiltration. 

INFILTRATION DUE TO WIND PRESSURE 

The wind causes a pressure to be exerted on one or two sides of a 
building. As a result, air comes into the building on the windward side 
through cracks or porous construction, and a similar quantity of air 
leaves on the leeward side through like openings. In general the resis- 
tance to air movement is similar on the windward to that on the leeward 
side. This causes a building up of pressure within the building and a 
lesser air leakage than that experienced in single wall tests as determined 
in the laboratory. It is assumed that actual building leakages owing to 
this building up of pressure will be 80 per cent of laboratory test values. 
While there are cases where this is not true, tests in actual buildings 
substantiate the factor for the general case. Mechanical ventilating 
systems are frequently designed to produce positive or negative pressures 
in an enclosure which aie greater or lower than prevalent wind pressures. 
In such designs, if the rate at which mr is specified to be introduced to or 
removed from the enclosure by positive means exceeds the infiltration 
rate, it is common practice to use the greater value in determining the 
heating capacity to warm the outside air. 
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Infiltration Through Walls 

Data on infiltration through brick and frame walls are given in Table 1 
The brick walls listed in this table are walls which show poor workman- 
ship and which are constructed of porous brick and lime mortar. For 
good workmanship, the leakage through hard brick walls with cement- 
lime mortar does not exceed one-third the values given. These tests 
indicate that plastering reduces the leakage by about 96 per cent; a heavy 
coat of cold water paint, 50 per cent; and 3 coats of oil paint carefully 
applied, 28 per cent. The infiltration through walls ranges from 6 to 
25 per cent of that through windows and doors in a 10-story office building, 
with imperfect sealing of plaster at the baseboards of the rooms. With 
perfect sealing the range is from 0.5 to 2.7 per cent or a practically 
negligible quantity, which indicates the importance of good workmanship 
in proper sealing at the baseboard. It will be noted from Table 1, that 
the infiltration through properly plastered walls can be neglected. 

The value of building paper when applied between sheathing and 


Table 1. Infiltration Through Walls^ 

Expressed in cubic feet per square foot Per hour 


Type of Wall 

Wind V’^elocity, Miles per Hour 

5 

10 

15 

20 

25 

30 

8H in. Brick Wall^.. j Plain 

2 

4 

8 

12 

19 

23 

) Plastered^ 

0.02 

0.04 

0.07 

0.11 

0.16 

0.24 

/Plain 

1 

4 

7 

12 

16 

21 

13 in. Brick Wall^ < Plastered^' 

0.01 

0.01 

0.03 

0.04 

0.07 

0.10 

(plastered^ 

0.03 

0.10 

0.21 

0.36 

0.53 

0.72 

Frame Wall, with lath and plaster®.. 

0.03 

0.07 

0.13 

0.18 

0.23 

I 0.26 


•The values given in this table are 20 per cent less than test values to allow for building ur of pressure 
in rooms and are based on test data reported in the papers listed in chapter footnotes. 

•^Constructed of porous brick and lime mortar — workmanship poor. 

•Two coats prepared gypsum plaster on brick. 

••Furring, lath, and two coats prepared gypsum plaster on brick. 

•Wall construction: Bevel siding painted or cedar shingles, sheathing, building paper, wood lath and 
three coats gypsum plaster. 


shingles is indicated by Fig. 1, which represents the effect on outside 
construction only, without lath and plaster. The effectiveness of plaster 
properly applied is no justification for the use of low grade building paper 
or of the poor construction of the wall containing it. Not only is it 
difficult to secure and maintain the full effectiveness of the plaster but 
also it is highly desirable to have two points of high resistance to air flow 
with an air space between them. The infiltration indicated in Fig. 1 is 
that determined in the laboratory and should be multiplied by the factor 
0.80 to give proper working values. 

Window and Door Leakage 

There are two methods of estimating air leakage through window and 
door cracks, namely, (1) the crack method and (2) the air change method. 
The crack method is generally regarded as being more accurate than the 
purely arbitrary air change method, provided the variables such as crack 
width and clearance, can be properly evaluated. 
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Crack Method 

The crack method is based on known air leakage factors for various 
types of windows and widths of crack and clearance. The wind velocity 
and length of crack are also considered when the crack method is employed. 
The amount of infiltration for various types of windows is given in 
Table 2 The fit of double-hung wood windows is determined by crack 
and clearance. Crack thickness is equivalent to one-half the difference 
between the inside window frame dimension and the outside sash width. 
The difference between the width of the window frame guide and the 
sash thickness is considered as the clearance. The length of the perimeter 
opening or crack for a double-hung window is equal to three times the 
width plus two times the height, or in other words, it is the outer sash 
perimeter length plus the meeting rail length. Not all the window crack 
in any given room is necessarily used in estimating the infiltration heat 



100 120 140 160 180 200 220 240 260 280 300 

INFILTRATION. CFH PER SQ FT OF WALL 

Fig. 1. Infiltration Through Various Types of Shingle Construction 


loss by the crack method. The length of crack to be selected in any given 
case depends on the number of exposed sides as explained in Chapter 14. 

Values of leakage shown in Table 2 for the average double-hung wood 
window were determined by using, on nine windows tested in the labo- 
ratory, the average measured crack and clearance of a large number of 
windows found in a field survey. In addition, the table gives figures for 
a poorly fitted window. All of the figures for double-hung wood windows 
are for th^ unlocked condition. Just how a window is closed, or fits when 
it is closed, has considerable influence on the leakage. The leakage will 
be high if the sash are short, if the meeting rail members are warped, or if 
the frame and sash are not fitted squarely to each other. It is possible 
to have a window with approximately the average crack and clearance 
that will have a leakage at least double that of the figures shown. Values 
for the average double-hung wood window in Table 2 are considered to be 
easily obtainable figures provided the workmanship on the window is 
good. Should it be known that the windows under consideration are 
poorly fitted, the larger leakage values should be used. Locking a window 
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Table 2. Infiltration Through Windows 

Expressed in Cubic Feet per Foot of Crack per How 


Ttp* or Window 

Rsuaiiks 

Wind Vblocitt, MuiJBS per Hour 

5 

10 

15 

20 

25 

30 

Double- Hung 
Wood Sash 
W'indows 1 
(Unlocked) 

Arouod frame in masonry wall— not calked^ 

3 

8 


20 

27 

35 

Around frame in masonry wall— calked^ 

1 

2 

3 

4 

5 

6 

Around frame in wood frame construction^— 

2 

6 

11 

17 

23 

30 

Total for average window, non-weather- 
stripped, h*-in. crack and 5^-in. clearance.c 
Includes wood frame leakaged^ 

7 ! 

21 

39 

59 

80 1 

104 

Ditto, weatherstrippedd 

4 

13 

24 

30 

49 

63 

Total for poorly fitted window, non-weathcr- 
stripped, ‘4-m. crack and ^in. clearance,® 
Includes wood frame leakaged 

27 

69 

111 

154 

199 

249 

Ditto, weatherstrippedd 

6 

19 

34 

51 

71 

92 

Double-Hung 

A'letal 

W^indows^ 

Non-weatberstripped, locked 

Non-weatherstripped. unlocked 

Weathcrstripped. unlocked 

20 

20 

6 

45 

47 

19 

70 

74 

I 32 

96 

104 

46 

125 

137 

GO 

154 

170 

76 

Rolled 

Section 

Steel 

Sash 

Windows^ 

Industrial pivoted, ^-in, cracks 

Architectural projected, l^in. crackb 

Architectural projected. 56-* u- crackh 

Residential casement, J^-in. cracki 

Residential casement, i^in. crackL 

Heavy casement section, projected, J^i-in. 
crack) - 

52 

15 

20 

6 

14 

3 

108 

36 

52 

18 

32 

10 

24 

i 176 
62 

88 

33 

52 

18 

38 

244 

86 

116 

47 

76 

26 

54 

304 

112 

152 

60 

100 

36 

72 

372 

139 

182 

74 

128 

48 

92 

Heavy casement section, projected 
crack! 

8 



Hollow Metal, vertically pivoted window^ 

30 

88 

145 

186 

221 

242 


•The values given in this table, with the exception of those for double-hung and hollow metal windows, 
are 20 per cent less than test values to allow for building up of pressure in rooms, and are based on test data 
reported In the papers listed in chapter footnotes. 

bThe values given for frame leakage are per foot of sash perimeter as determined for double-hung wood 
windows. Some of the frame leakage in masonry walls originates in the brick wall itself and cannot be 
prevented by calking. For the additional reason that calking is not done perfectly and deteriorates with 
time, it is considered advisable to choose the masonry frame leakage values for calked frames as the average 
determined by the calked and non-calked tests. 

oThe fit of the average double-hung wood window was determined as >^-in. crack and fii-in. clearance by 
measurements on approximately 600 windows under heating season conditions. 

dThe values given are the totals for the window opening per foot of sash perimeter and include frame 
leakage and so-called elsewhere leakage. The frame leakage values included are for wood frame construction 
but apply as well to masonry construction assuming a 50 per cent efficiency of frame calking. 

eA f^in. crack and clearance represent a poorly fitted window, much poorer than average. 

^Windows tested in place in building. 

slndustrial pivoted window generally used in industrial buildings. Ventilators horisontally pivoted 
at center or slightly above, lower part swinging out. 

^Architecturally projected made of same sections as industrial pivoted except that outside framing member 
is heavier, and it has refinements in weathering and hardware. Used in semi-monumenul buildings such as 
schools. Ventilators swing in or out and are balanced on side arms. crack is obtainable in the best 

practice of manufacture and installation, Hi-in. crack considered to represent average practice. 

iOf same design and section shapes as so-called heavy section casement but of lighter weight, i^-in, crack 
is obtainable in the best practice of manufacture and installation, lii-in. crack considered to represent average 
practice. 

JMade of heavy sections. Ventilators swing in or out and stay set at any degree of opening. KAn. crack 
Is obtainable in the best practice of manufacture and installation, ^in. crack con«dered to represent 
average practice. 

kWith reasonable care in installation, leakage at contacts where windows are attached to steel frame* 
work and at muUions is negligible. With 9i<-in. crack, representing poor installation, leakage at oontact 
with steel framework is about one-third, and at mullions about one-siacth of that given for industrial ^voted 
windows in the table. 
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generally decreases its leakage, but in some cases may push the meeting 
rail members apart and increase the leakage. On windows with large 
clearances, locking will usually reduce the leakage. 

Wood casement windows may be assumed to have the same unit 
leakage as for the average double-hung wood window when properly 
fitted. Locking, a normal operation in the closing of this type of window, 
maintains the crack at a low value. 

For metal pivoted sash, the length of crack is the total perimeter of the 
movable or ventilating sections. Frame leakage on steel windows may be 
neglected when they are properly grouted with cement mortar into brick 
work or concrete. When they are not properly sealed, the linear feet of 
sash section in contact with steel work at mullions should be figured at 
25 per cent of the values for industrial pivoted windows as given in 
Table 2. 

When storm sash are applied to well fitted windows, very little re- 
duction in infiltration is secured, but the application of the sash does give 
an air space which reduces the heat transmission and helps prevent the 
frosting of the windows^. By applying storm sash to poorly fitted 
windows, a reduction in leakage of 50 per cent may be obtained, the effect 
so far as air leakage is concerned being roughly equivalent to that obtained 
by the installation of weatherstrips. 

Door Leakage 

Doors vary greatly in fit because of their large size and tendency to 
warp. For a well fitted door, the leakage values for a poorly fitted double- 
hung wood window may be used. If poorly fitted, twice this figure should 
be used. If weatherstripped, the values may be reduced one-half. A 
single door which is frequently opened, such as might be found in a store, 
should have a value applied which is three times that for a well fitted 
door. This extra allowance is for opening and closing losses and is kept 
from being greater by the fact that doors are not used as much in the 
coldest and windiest weather. 

The infiltration rate through swinging and revolving doors is generally 
a matter of judgment by the engineer making cooling load determinations 
and in the absence of adequate research data the values given in Table 3 
represent current engineering practiced These values are based on the 
average number of persons in a room at a specified time, which may also 

Table 3., Infiltration Through Outside Doors for Cooling Loads^ 
Expressed in Cubic Feet per Minute per Person Entering Room 



»For doors located in only one wail or where doors in other walls are of revolving type. 
hVestibuIes with double pair swinging doors, infiltration may be assumed 75 per cent of swinging 
door values. 

Infiltration for 72 in. revolving doors may be assumed 60 per cent of swinging door values. 
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be the same occupancy assumed for determining the outside ventilation 
requirements outlined in Chapters 12 and 15. 

Air Change Method 

The amount of air leakage is sometimes roughly estimated by assuming 
a certain number of air changes per hour for each room, the number of 
changes assumed being dependent upon the type, use and location of the 
room, as indicated in Table 4. This method may be used to advantage as 
a check on the calculations made in the more exact manner. On the 
other hand, where it is not possible to determine or pre-determine with 
accuracy the width of crack or clearance of windows, or where other 
sources of air leakage cannot readily be evaluated, as is often the case, 
the use of the air change method may be justified. 

The values in Table 4 may be used with reasonable accuracy for resi- 
dences and are the requirements for each room. The total infiltration 
allowance for the entire building should be one-half the sum of the 
infiltration allowances of the individual rooms, since whatever air enters 
on the windward side generally leaves the building on the leeward side 
and the infiltration requirements therefore do not exist simultaneously 
on all sides or in all rooms. An allowance of one air change per hour for 
all sources of air leakage for the entire volume may be considered average 
for a well constructed residence. 

The air leakage for vestibules due to opening and closing of doors is 
sometimes based on the air change method, even though the air leakage 
estimates for other rooms are based on the crack method. Except for 
vestibules and reception halls, it is not advisable to attempt to apply the 
air change method to factories and industrial and commercial buildings 
because of wide variations in the type and percentage of fenestration 
which is the principal source of air leakage in such buildings. 

INFILTRATION DUE TO TEMPERATURE DIFFERENCE 

The air exchange due to temperature difference, inside to outside, is a 
chimney effect, causing air to enter through openings at lower levels and 
to leave at higher levels®. Although it is not appreciable in low buildings, 
this loss should be considered in tall, single story buildings with openings 
near the ground level and near the ceiling. Also in tall, multi-story 
buildings it may be a considerable item unless the sealing between various 
floors and rooms is quite perfect. 

In tall buildings, temperature difference or chimney effect will produce 
a head that will add to the effect of the wind at lower levels and subtract 
from it at higher levels. On the other hand, the wind velocity at lower 


Table 4. Air Changes Taking Place under Average Conditions Exclusive 
OF Air Provided for Ventilation^ 


Kino of Room or Building 

Number of Air 
Changes taking 
Place per Hour 

Kind of Room or Building 

Number of Air 
Changes taking 
Place per Hour 

Rooms, 1 side exposed 

Rooms, 2 sides exposed 

1 

Rooms with no windows 
or outside doors 

Hto 

Rooms, 3 sides exposed 

2 

Entrance Halls 

2 to 3 

Rooms, 4 sides exposed 

2 


2 

2 

1 to 3 


•For rooma with weatheratripped windows or storm sash, use H these values, where applicable. 
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levels may be somewhat abated by surrounding obstructions. Further- 
more, the chimney effect is reduced in multi-story buildings by the partial 
isolation of floors, thereby preventing free upward movement, so that 
wind and temperature difference may seldom cooperate to the fullest 
extent. Making the rough assumption that the neutral zone^ is located at 
mid-height of a building, and that the temperature difference is 70 F, 
Equations 1 and 2 may be used to determine an equivalent wind velocity 
to be used in connection with Tables 1 and 2 that will allow for both wind 
velocity and temperature difference: 

Ve - Vv^~~^T7^ (1) 

Ve - ■ (2) 

where 

Vc ~ equivalent wind velocity to be used in conjunction with Tables 1 and 2. 

V = wind velocity upon which infiltration would be determined if tem- 
perature difference were disregarded, 

a *■ distance of windows under consideration from mid-height of building 
if above mid-height, feet. 

h — distance if below mid-height, feet. 

The coefficient 1.7fi allows for about one-half the temperature difference head. 

For buildings of unusual height. Equation 1 would indicate negative 
infiltration at the highest stories, which condition may, at times, actually 
exist. 

Sealing of Vertical Openings 

In tall, multi-story buildings, every effort should be made to seal off 
vertical openings such as stair- wells and elevator shafts from the re- 
mainder of the building. Stair-wells should be equipped with self-closing 
doors, and, in exceptionally high buildings, should be closed off into 
sections of not over 10 floors each. Plaster cracks should be filled. 
Elevator enclosures should be tight and solid doors should be used. 

If the sealing of the vertical openings is made effective, no allowance 
need be made for the chimney effect. Instead, the greater wind move- 
ment at the greater heights makes it advisable to install additional heating 
surface on the upper floors above the level of neighboring buildings, this 
additional surface being increased as the height is increased. One 
arbitrary rule is to increase the heating surface on floors above neighboring 
buildings by an amount ranging from 5 per cent to 20 per cent. This extra 
heating surface is required only on the windward side and on windy days, 
and hence automatic temperature control is especially desirable with such 
installations. 

In stair-wells that are open through many floor levels although closed 
off from the remainder of each floor by doors and partitions, the strati- 
fication of air makes it advisable to increase the amount of heating surface 
at the lower levels and to decrease the amount at higher levels. One rule 
is to calculate the heating surface of the entire stair-well in the usual way 
and to place 50 per cent of this in the bottom third, the normal amount 
in the middle third and the balance in the top third. 

Infiltration and Air for Combustion 

Infiltration in residences normally supplies the air required for com- 
bustion by fuel burning appliances, but in some residences weather- 
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stripping, sealing and caulking may reduce infiltration to the point that 
special openings must be provided to supply adequate air to the heating 
appliances. 
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Chapter 9 


NATURAL VENTILATION 

Wind Forces f Temperature Difference Forces^ Heat Removal j Openings^ 
Windows, Doors, Skylights, Roof Ventilators, Stacks, Principles of Control, 
General Rules, Dairy Barn Ventilation, Garage Ventilation 


V ENTILATION by natural forces finds application in industrial 
plants, public buildings, schools, dwellings, garages, and in farm 
buildings. 

The natural forces available for moving air into, through, and out of 
buildings are: (a) wind forces, and (b) the difference in temperature 
between the air inside and outside a building. The air movement may 
be caused by either of these forces acting alone or by a combination of the 
two, depending upon atmospheric conditions, building design and loca- 
tion. The ventilating results obtained will vary, from time to time, due 
to variation in the velocity and direction of the wind and the temperature 
difference. The arrangement, location, and control of the ventilating 
openings should be such that the two forces act cooperatively rather 
than in opposition. 


WIND FORCES 

In considering the use of natural wind forces for producing ventilation, 
account must be taken of: (1) average wind velocity, (2) prevailing wind 
direction, (3) seasonal and daily variations in velocity and direction, and 
(4) local wind interference by nearby buildings, hills or other obstructions 
of similar nature. 

Values are given in Table 2, Chapter 15 for the average wind velocities 
for the months June to September in various localities throughout 
the United States, while Table 1, Chapter 14, lists similar values for 
the winter. In almost all localities the summer wind velocities are lower 
than those in the winter, and in about two-thirds of the localities the 
prevailing direction is different during the summer and winter. While the 
tables give no average velocities below 5 mph, there will be times when 
the velocity is lower, even in localities where the seasonal average is con- 
siderably above 5 mph. There are relatively few places where the velocity 
falls below one-half of the average for many hours per month. Con- 
sequently, if the natural ventilating system is designed for wind velocities 
of one-half of the average seasonal velocity, it should prove satisfactory in 
almost every case. 

Equation 1 may be used for calculating the quantity of air forced 
through ventilation openings by the wind, or for determining the proper 
size of such openings to produce given results: 

Q^EAV (1) 

where 

Q -• air flow, cubic feet per minute. 

A ■» free area of inlet openings, square feet. 

V * wind velocity, feet per minute, ** miles per hour X 88. 

E «* effectiveness of openings. (JS should be taken at 0.50 to 0.00 for perpendicular 
winds and 0.25 to 0.35 for diagonal winds^ .) 

The accuracy of the results obtained by the use of Equation 1 depends 
upon the placing of the openings, as the formula assumes that ventilating 
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Openings have a flow coefficient slightly greater than that of a square- 
edged orifice. If the openings are not advantageously placed with respect 
to the wind, the flow per unit area of the openings will be less and, if 
unusually well placed, the flow will be slightly more than that given by 
the formula. Inlets should be placed to face directly into the prevailing 
wind, while outlets should be placed in one of the five places listed: 

1. On the side of the building directly opposite the direction of the prevailing wind, 

2. On the roof in the low pressure area caused by the jump of the wind (see Fig. 1). 



Fig. 1. The Jump of Wind from Windward Face of Building. (A — Length of 
Suction Area; B — Point of Maximum Intensity of Suction; 

C — Point of Maximum Pressure) 


3. On the sides adjacent to the windward face where low pressure areas occur. 

4. In a monitor on the side opposite from the wind. 

5. In roof ventilators or stacks. 


TEMPERATURE DIFFERENCE FORCES^ 

The stack effect produced within a building when the outdoor tempera- 
ture is lower than the indoor temperature is due to the difference in weight 
of the warm column of air within the building and cooler air outside. 
The flow due to stack effect is proportional to the square root of the 
draft head, or approximately: 

0 - 9.4 il y A (< - <o) (2) 
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where 


Q « air flow, cubic feet per minute. 

A « free area of inlets or outlets (assumed equal), square feet. 
h =■ height from inlets to outlets, feet. 

t « average temperature of indoor air in height A, Fahrenheit degrees. 

/o= temperature of outdoor air, Fahrenheit degrees. 

9.4 *= constant of proportionality, including a value of 65 per cent for effectiveness of 
openings. I'his should be reduced to 50 per cent (constant = 7.2) if conditions 
are not favorable. 


HEAT REMOVAL 

In problems of heat removal, knowing the amount of heat to be re- 
moved and having selected a desirable temperature difference, the amount 



Fig. 2. Increase in Flow Caused by Excess of One Opening Over Another 

of air to be passed through the building per minute to maintain this tem- 
perature difference can be determined by means of Equation 3. 

H =« 0.0175 Q{t - to) (3) 

where 

H *» heat removed, Btu per minute. 

Q ■■ air flow, cubic feet per minute. 

/o*“ inside-outside temperature difference, Fahrenheit degrees. 

EFFECT OF UNEQUAL OPENINGS 

The largest flow per unit area of openings is obtained when inlets and 
outlets are equal, and the equations given previously are based on this 
condition. Increasing outlets over inlets, or vice-versa, will increase the 
air flow, but not in proportion to the added area. When solving problems 
having an unequal distribution of openings, use the smaller area, either 
inlet or outlet, in the equations and add the increase as determine from 
Fig. 2. 

COMBINED FORCES OF WIND AND TEMPERATURE 

Equations for determining the air flow due to temperature difference 
and wind have already been given. It must be remembered that when 





CHAPTER 9 


1948 Guide 


f m 

both forces are acting together, even without interference, the resulting 
air flow is not equal to the sum of the two estimated quantities. The 
flow through any opening is proportional to the square root of the sum 
of the heads acting on that opening. 

When the two heads are about equal in value and the ventilating 
openings are operated so as to coordinate them, the total air flow through 
the building is about 10 per cent greater than that produced by either 
head acting independently under conditions ideal to it. This percentage 
decreases rapidly as one head increases over the other and the larger 
will predominate. 

The wind velocity and direction, the outdoor temperature, or the 
indoor distribution, cannot be predicted with certainty, and refinement 
in calculations is not justified; consequently, a simplified method can be 



Fig, 3. Determination of Flow Caused by Combined Forces of Wind 
AND Temperature Difference 


used. This may be done by using the equations and calculating the flows 
produced by each force separately under conditions of openings best 
suited for coordination of the forces. Then, by determining, as a per- 
centage, the ratio of the flow produced by temperature difference to the 
sum of the two flows, the actual flow due to the combined forces can be 
approximated from Fig. 3. 

Example 1, ,^ume a drop forge shop, 200 ft long, 100 ft wide, and 30 ft high. The 
cubical content is 600,000 cu ft, and the height of the air outlet over that of the inlet is 
30 ft. Oil fuel of 18,000 Btu per pound is used in this shop at the rate of 15 gal per hour 
(7.75 lb per gal). Desired summer temperature difference is 10 deg and the prevailing 
wind is 8 mpn perpendicular to the long dimension. What is the necessary area for the 
inlets and outlets, and what is the rate of air flow through the building? 


Solution for Temperature Differente (My. The heat H - ^ “ 

84,875 Btu per minute. 

By Equation 3, the Air flow required to remove this heat with an average temperature 
difference of 10 deg is: 
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H 34,875 

^ “ 0.0175 (/ - to) “ 0.0175 X 10 


199,286 cfm. 


This is equal to about 20 air changes per hour. From Equation 2 the inlet (or outlet) 
opening area should be: 


A 


Q 

9.4 ^ h [t — to) 


199,286 

9.4 ^30 X 10 


1224 sq ft. 


The flow per square foot of inlet or outlet would be 199,286 - 4 - 1224 *» 163 cfm with all 
windows open. 

Solution for Wind Only, With 1,224 sq ft of inlet openings distributed around the 
sidewalls, there will be about 410 sq ft in each long side and 202 sq ft in each end. 
The outlet area will be equally distributed on the two sides of the monitor, or 612 sq ft 
on each side. With the wind perpendicular to the long side, there will be 410 sq ft of 
opening in its path for inflow and 612 in the lee side of the monitor for outflow with the 
windward side closed. The air flow, as calculated by Equation 1, will be; 

Q = 0.60 X 410 X 704 » 173,200 cfm. 

This gives 17.3 air changes per hour, which should be more than ample when there is 
no heat to be removed. 

Solution for Combined Heads. Since the windward side of the monitor is closed when 
the wind is blowing, the flow due to temperature difference must be calculated for this 
condition, using Fig. 2. This chart shows that when inlets are twice the size of the 
outlets, in this case 1,224 sq ft in the sidewalls and 612 sq ft in the monitor, the flow will 
be increased 26.5 per cent over that produced by equal openings. Using the smaller 
opening and the flow per square foot obtained previously, the calculated amount for this 
condition will be: 

612 X 163 X 1.265 « 126,200 cfm. 

Adding the two computed flows; 

Temperature Difference =* 126,200 » 42 per cent. 

Wind « 173,200 =» 58 per cent. 


Total 299,400 =» 100 per cent. 

From Fig. 3, it is determined that when the flow, due to temperature difference, is 
42 per cent of the total, the actual flow, due to the combined forces, will be about 1.6 
times that calculated for temperature difference alone, or 201,920 cfm. 

The original flow, due to temperature difference alone, was 199,286 cfm with all 
openings in use. The effect of the wind is to increase this to 201,920 cfm even though 
half of the outlets are closed. 


A factor of judgment is necessary in the location of the openings in a 
building, especially those in the roof, where heat, smoke and fumes are 
to be removed. Usually windward monitor openings should be closed, 
but if the wind is low enough for the temperature head to overcome it, 
all windows may be opened. 


TYPES OF OPENINGS 

Types of openings may be classified as; (1) windows, doors, monitor 
openings and skylights, (2) roof ventilators, (3) stacks connecting to 
registers, and (4) specially designed inlet or outlet openings. 

Windows, Doors and Skylights 

Windows have the advantage of transmitting light, as well as providing 
ventilating area when open. Their movable parts are arranged to open 
in various ways: they may open by sliding either vertically or horizon- 
tally, by tilting on horizontal pivots at or near the center, or by swinging 
on pivots at the top, bottom or side. Regardless of their design, the air 
flow per square foot of opening may be conmdered to be the same under 
the same conditions. The type of pivoting should receive consideration 
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• from the standpoint of weather protection, and certain types may be 
advantageous in controlling the distribution of incoming air. Deflectors 
are sometimes used for the same purpose, and these devices should be 
considered a part of the ventilation system. 

Roof Ventilators 

The function of a roof ventilator is to provide a storm and weather 
proof air outlet. These are actuated by the same forces of wind and 
temperature head, which create flow through other types of openings. 
The capacity of a ventilator depends upon four things: (1) its location 
on the roof, (2) the resistance it and the duct work offer to air flow, (3) 
the height of draft, and (4) the efficiency of the ventilator in utilizing the 
kinetic energy of the wind for inducing flow by centrifugal or ejector 
action. 

For maximum flow induction, a ventilator should be located on that 
part of the roof where it wdll receive the full wind w'ithoiit interference. 
If ventilators are installed within the suction region created by the wind 
passing over the building, or in a light court, or on a low building between 
two high buildings, their performance will be seriously influenced. Their 
normal ejector action, if any, may be completely lost. 

The base of the ventilator should be of a taper-cone design to produce 
the effect of a bell-mouth nozzle whose coefficient of flow is considerably 
higher than that of a square-entrance orifice. If a grille is provided at 
the base, or if the base or structural members present obstructions, 
additional resistance is introduced, and the base opening should be 
increased in size accordingly. 

Air inlet openings located at lower levels in the building should be at 
least equal to, and preferably larger than the combined throat areas of 
all roof ventilators. The air discharged by a roof ventilator depends on 
wind velocity and temperature difference, and, in general, its per- 
formance will be the same as any monitor opening located in the same 
place but, due to the four capacity factors already mentioned, no simple 
formula can be devised for expressing ventilator capacity. 

Roof ventilators may be classified as stationary, pivoting or oscillating, 
and rotating. Generally, these have a round throat, but the continuous- 
ridge ventilator, or so-called heat valve, would fall in the stationary 
classification. When selecting roof ventilators, some attention should be 
given to ruggedness of construction, storm proofing features, dampers 
and damper operating mechanisms, possibility of noise, original cost, and 
maintenance. 

Natural ventilation units may be used to supplement power-driven 
supply fans, and under favorable weather conditions it may be possible 
to stop the power-driven units. Units are not subject to code tests for 
ratings. Generally they must be selected from manufacturers' tables. It 
is, therefore, very important to consider the reliability of the ratings used. 

Controls 

Gravity ventilators may have dampers controlled by hand, thermostat, 
or wind velocity, in combination with a fan. The thermostat station 
may be located anywhere in the building, or it may be located within 
the ventilator itself. The purpose of wind velocity control is to obtain 
a definite volume of exhaust regardless of the natural forces, the fan 
motor being energized when the natural exhaust capacity falls below a 
certain minimum, and again shut off when the wind velocity rises to the 
point where this minimum volume can be supplied by natural forces. 
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Stacks 

Stacks or vertical flues are really chimneys which function through 
the effects of the wind and temperature difference. Like the roof venti- 
lator, the stack outlet should be located so that the wind may act upon 
it from any direction. With little or no wind, the chimney effect de- 
pends entirely on temperature difference to produce a removal of air from 
the rooms where the inlet openings are located. 

GENERAL RULES 

A few of the important requirements in addition to those already 
outlined are: 

1. Inlet openings in the building should be well distributed, and should be located on 
the windward side near the bottom, while outlet openings are located on the leeward side 
near the top. Outside air will then be supplied to the zone to be ventilated. 

2. Inlet openings should not be obstructed by buildings, trees, sign boards, etc. 
outside nor by partitions inside. 

3. Greatest flow per square foot of total opening is obtained by using inlet and outlet 
openings of nearly equal areas. 

4. In the design of window ventilated buildings, where the direction of the wind is 
quite constant and dependable, the orientation of the building together with amount 
and grouping of ventilation openings can be readily arranged to take full advantage of 
the force of the wind. Where the wind’s direction is quite variable, the openings should 
be arranged in sidewalls and monitors so that, as far as possible, there will be approxi- 
mately equal areas on all sides. Thus, no matter what the wind’s direction, there will 
always be some openings directly exposed to the pressure force and others to a suction 
force, and effective movement through the building will be assured. 

5. Direct short circuits between openings on two sides at a high level may clear the 
air at that level without producing any appreciable ventilation at the level of occupancy. 

6. In order that temperature difference may produce a motive force, there must be 
vertical distance between openings. That is, if there are a number of openings available 
in a building, but all are at the same level, there will be no motive head produced by 
temperature difference, no matter how great that difference might be. 

7. In order that the force of temperature difference may operate to maximum ad- 
vantage, the vertical distance between inlet and outlet openings should be as great as 
possible. Openings in the vicinity of the neutral zone are less effective for ventilation. 

8. In the use of monitors, windows on the windward side should usually be kept 
closed, since, if they are open, the inflow tendency of the wind counteracts the outflow 
tendency of temperature difference. Openings on the leeward side of the monitor result 
in cooperation of wind and temperature difference. 

9. In an industrial building where furnaces that give off heat and fumes are to be 
installed, it is better to locate them in the end of the building exposed to the prevailing 
wind. The strong suction effect of the wind at the roof near the windward end will then 
cooperate with temperature difference, to provide for the most active and satisfactory 
removal of the heat and gas laden air. 

10. In case it is impossible to locate furnaces in the windward end, that part of the 
building in which they are to be located should be built higher than the rest, so that the 
wind, in splashing therefrom, will create a suction. The additional height also increases 
the effect of temperature difference to cooperate with the wind. 

11. The intensity of suction or the vacuum produced by the jump of the wind is 
greatest just back of the building face. The area of suction does not vary with the wind 
velocity, but the flow due to suction is directly proportional to wind velocity. 

12. Openings much larger than the calculated areas are sometimes desirable, especially 
when changes m occupancy are possible, or to provide for extremely hot days. In the 
former case, free openings should be located at the level of occupancy for psychological 
reasons. 

13. In single story industrial buildings, particularly those covering large areas, natural 
ventilation must be accomplished by taking air in and out of the roof openings. Openings 
in the pressure zones can be used for inflow and openings in the suction zone, or openings 
in zones of less pressure, can be used for outflow. The ventilation is accomplished by the 
manipulation of openings to get air flow through the zones to be ventilated. 
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DAIRY BARN VENTILATION^ 

A successful barn ventilating system is one which continuously supplies 
the proper am<>unt of air required by the stock, with proper distribution 
and without drafts, and one which removes the excessive heat, moisture, 
and odors, and maintains the air at a proper temperature, relative 
humidity, and degree of cleanliness. 

Barn temperatures below freezing and above 80 F affect milk produc- 
tion. Milk producing stock should be kept in a barn temperature be- 
tween 45 and 50 F. Dry stock, at reduced feeding, may be kept in a barn 
6 to 10 deg higher. Calf barns are generally kept at 60 F, while hospital 
and maternity barns usually have a temperature of 60 F or somewhat 
higher. 

The heat produced by a cow of an average weight of 1000 lb may be 
taken as 3000 Btu per hour. The average rate of moisture production by 
a cow giving 20 lb of milk per day is 15 lb of water per day, or 4375 grains 
per hour. To set a standard of permissible relative humidity for cow 
barns is difficult. For 45 F an average relative humidity of 80 per cent 
is satisfactory, with 85 per cent as a limit. 

Where the barn volume and construction permit adequate heating by 
the stabled animals, the air supply need not be heated. The air should be 
supplied through or near the ceiling. It is better to have the exhaust 
openings near the floor as larger volumes of warm air are then held in the 
barn and there is better temperature control with less likelihood of sudden 
change in barn temperature. 

If a cow weighs 1000 lb and produces 3000 Btu of heat per hour, and if 
a barn for the cow has 600 cu ft of air space with 130 sq ft of building 
exposure, one cow will require 2600 to 3550 cu ft per hour of ventilation, 
depending on the temperature zone in which the barn is located. The 
permissible heat losses through the structure, based on one cow and 
depending on the temperature zone, vary between 0.043 and 0.066 Btu 
per (hour) (cubic foot of barn space), and 0.197 to 0.305 Btu per (hour) 
(square foot of barn exposure). 

GARAGE VENTILATION 

On account of the hazards resulting from carbon monoxide and other 
physiologically harmful or combustible gases or vapors in garages, the 
importance of proper ventilation of these buildings cannot be over- 
emphasized. During the warm months of the year, garages are usually 
ventilated adequately because the doors and windows are kept open. As 
cold weather sets in, more and more of the ventilation openings are closed 
and consequently on extremely cold days the carbon monoxide concentra- 
tion runs high. 

Many garages can be satisfactorily ventilated by natural means, par- 
ticularly during the mild weather when doors and windows can be kept 
open. However, the A.S.H.V.E. Code of Minimum Requirements for 
Heating and Ventilating Garages, adopted in 1935, states that natural 
ventilation may be employed for the ventilation of storage sections where 
it is practical to maintain open windows or other openings at all times. 
The code specifies that such openings shall be distributed as uniformly 
as possible in at least two outside walls, and^hat the total area of such 
openings shall be equivalent to at least 5 per cent of the floor area. The 
code further states that where it is impracticable to operate such a system 
of natural ventilation, a mechanical system shall be used which shall 
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provide for either the supply of 1 cu ft of air per minute from out-of-doors 
for each square foot of floor area, or for removing the same amount and 
discharging it to the outside as a means of flushing the garage^. 


Research 

Research on garage ventilation, undertaken by the A.S.H.V.E. Com- 
mittee on Research at Washington University, St. Louis, Mo., and at 
the University of Kansas, Lawrence, Kans., in cooperation with the 
A.S.H.V.E. Research Laboratory, and at the A.S.H.V.E. Research 
Laboratory, has resulted in authoritative papers on the subject. 

Some of the conclusions from work at the Laboratory are listed in the 
following statements: 

1. Upward ventilation results in a lower concentration of carbon monoxide at the 
breathing line and a lower temperature above the breathing line than does downward 
ventilation, for the same rate of carbon monoxide production, air change and the same 
temperature at the 30-in. level. 

2. A lower rate of air change and a smaller heating load are required with upward 
than with downward ventilation. 

3. In the average case upward ventilation results in a lower concentration of carbon 
monoxide in the occupied portion of a garage than that obtained with mixing of the 
exhaust gases and the air supplied. However, the variations in concentration from 
point to point, together with the possible failure of the advantages of upward ventilation 
to accrue, suggest the basing of garage ventilation on complete mixing and an air change 
sufficient to dilute the exhaust gases to the allowable concentration of carbon monoxide. 

4. The rate of carbon monoxide production by an idling car is shown to vary from 
25 to 50 cu ft per hour, with an average rate of 35 cu ft per hour. 

5. An air change of 350,000 cu ft per hour per idling car is required to keep the carbon 
monoxide concentration down to one part in 10,000 parts of air. 
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Chapter 10 

AIR CONTAMINANTS 


Clastification of Air Contaminants; Sizes of Airborne Particles; Air Pollution 
by SmokCf Ash and Cinders; Smoke Abatement; Odor Nuisance; Maximum 
Allowable Concentrations of Industrial Air Contaminants; Flammable 
Gases and Vapors; Combustible Dusts; Atmospheric Pollen; Air- 
borne Bacteria 


T he normal constituents of the earth’s atmosphere are oxygen, 
nitrogen, carbon dioxide, water vapor, argon, small or negligible 
amounts of other inert gases, hydrogen, variable traces of ozone, and small 
quantities of microscopic and submicroscopic solid matter, sometimes 
called permanent atmospheric impurities. From the viewpoint of the air 
conditioning engineer, all other airborne substances may be termed con- 
taminants. This term is applied preferably, however, to undesirable or 
chance impurities, since the occasion may arise for adding to the air 
controlled amounts of substances such as: solid or gaseous diluents for 
the prevention of explosions; germicidal mists or aerosols for bacteria 
control; masking substances for odor control; or a substitute for one of 
the normal gases, as, for example, when helium is used to replace nitrogen 
in atmospheres for compressed air workers or divers. 

The control of air quality is one of the functions of complete air con- 
ditioning, and some knowledge of the composition, concentration and 
properties of air contaminants under various circumstances is therefore 
essential. 

Air contaminants arise from the normal processes of wear, erosion, 
windstorm, sea-spray evaporation, thermal disintegration, earthquake, 
volcanic eruption, combustion, manufacturing, transportation, agricul- 
ture, and the biochemical or biological processes of life. They are classi- 
fied at various times as organic and inorganic, visible or invisible, micro- 
scopic or macroscopic, particulate or gaseous, toxic or harmless, beneficial 
or destructive. The following classification is based chiefly upon the 
origin or method of formation of air contaminants, using distinctions 
that are necessarily arbitrary in some cases. 

CLASSIFICATION OF AIR CONTAMINANTS 

Dusts, Fumes, and Smokes are solid particulate air contaminants. 

Dusts are solid particles projected into the air by natural forces, such as wind, volcanic 
eruption or earthquake, and by mechanical or man-made processes, such as crushing, 
grinding, milling, drilling, demolition, shovelling, conveying, screening, bagging and 
sweeping. Some of these forces produce dust from larger masses, while the others simply 
dispei^se materials that are already in dust or pulverized form. Generally, particles are 
not called dust unless they are smaller than about 100 microns in size. Dusts may be of 
mineral type, such as rock, ore, metal, sand; vegetable, such as grain, flour, wood, cotton, 
pollen; or animal, such as wool, hair, silk, feathers, leather. 

Fumes are solid particles commonly formed by the condensation of vapors from 
normally solid materials such as molten metals. Metallic fumes generally occur as the 
oxides in air because of the highly reactive nature of finely divided matter. Fumes may 
also be formed by sublimation, distillation, calcination, or chemical reaction, whenever 
such processes create airborne particles predominately below the 1 micron size. Fumes 
permitted to age tend to flocculate into clumps or aggregates of much larger size and 
this tendency may facilitate removal from air under controlled conditions. 

Smokes are the extremely small solid particles produced by incomplete combustion 
of organic substances such as tobacco, wood, coal, oil, tar and other carbonaceous 
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materials. The term smoke is commonly applied to the mixture of solid, liquid and 
gaseous products of combustion, although the technical literature prefers to distinguish 
between such components as soot or carbon particles, fly-ash, cinders, tarry matter, 
unburned gases, and gaseous combustion products. The finest particulate constituents 
are characteristically much less than 1 micron in size, often in the range of 0.1 to 0.3 
micron. 

Mists and Fogs are liquid particulate air contaminants. 

Mists are very small airborne droplets of materials that are ordinarily liquid at normal 
temperatures and pressures. They may be formed by atomizing, spraying, splashing, 
mixing, violent chemical reaction, electrolytic evolution of gas from a liquid, or escape 
of a dissolved gas upon release of pressure. The very small droplets expelled or atomized 
into the air by sneezing constitute mists containing microorganisms that become air 
contaminants. 

Fogs are limited by some classifications to airborne droplets formed by condensation 
from the vapor state. This arbitrary distinction between mist and fog is of minor 
importance, as both terms are used to indicate the particulate state of airborne liquids 
(occasionally termed aerosols). Fog nozzles are so named because of their ability to 
produce extra fine droplets as compared to the mist from ordinary spray devices. The 
highly volatile nature of some liquids quickly reduces their airborne droplets from the 
mist to the fog range, and eventually to the vapor phase until the air becomes saturated 
with that liquid. Many droplets in fogs or clouds are microscopic and submicroscopic 
in size, and may be conceived as the transition state between the larger mists and the 
vapors. 

Vapors and Gases are non-particulate air contaminants. 

Vapors are the gaseous phase of substances that are either liquid or solid in their 
commonly known .state, examples being gasoline, kero.sene, benzene, carbon tetraePoride, 
mercury, iodine, camphor. Vapors may be changed to the solid or liquid form by in- 
creasing the pressure, decreasing the temperature or applying both processes simultan- 
eously. They are removed from the air by condensation with less difficulty than are 
the gases. 

Gases are normally formless fluids which tend to occupy a space or enclosure completely 
and uniformly at ordinary temperatures and pressures. The following substances qualify 
as gases: oxygen, nitrogen, carbon dioxide, carbon monoxide, hydrogen, ammonia, sulfur 
dioxide. Gases, likewise, may be solidified or liquefied by the proper control of tem- 
perature and pressure. 

The preceding classification is not suitable for the airborne living 
organisms, which range in size from the submicroscopic viruses to the 
largest pollen grains, not considering the smallest insect life. Bacteria 
range from about 0.2 to 5 microns in size, fungus spores from 1 to 10 
microns, and pollen from 5 to 150 microns. 

SIZES OF AIRBORNE PARTICLES 

Fig. 1 is a graphic tabulation of the properties of airborne solids and 
liquids arranged according to size on the micron scale. There are 25,400 
microns in 1 inch. 

Particles larger than 10 microns are unlikely to remain suspended in 
air currents of moderate strength, but settle out by gravity at speeds 
dependent upon the shape, the size and specific gravity of the particle, 
the wind velocity, the orientation of the collecting surface, and the 
topography. These larger particles are of major interest to the engineer 
in the solution of nuisance problems, but it is usually the smaller particles, 
or those below 10 microns, that remain in the air long enough to be of 
hygienic as well as economic significance. 

The great bulk of industrial dust particles is of the order of 1 micron 
in size. Tremendous numbers are also present in the sub-microscopic 
range below 0.5 micron, but those below 0.1 micron are not believed at 





Compiled by W. G. Frank and Copyrighted. 

Fig. 1. Sizes and Characteristics of Airborne Particdlate Matter 


present to be of any practical importance, possibly due to their exceed- 
ingly small mass in comparison with the balance of airborne matter. In 
fact, particles this small may become the permanent atmospheric impuri- 
ties that have little if any opportunity of settling because of the continual 
motion imparted to them by air currents and the molecular activity of 
their supporting gases (Brownian Movement). 

The survey ‘ of atmospheric pollution in 14 American cities conducted 
from 1931 to 1933 indicated the average size of outdoor dust particle 
to be 0.5 micron, as collected by the Owens jet dust counter and measured 
under the microscope. The inability of the light field microscope to 
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reveal particles in the 0.1 micron vicinity may have influenced the 
determination of average particle size. 

The lower limit of particle size visible to the naked eye cannot be 
stated definitely. It dep>ends not only upon the individual eye, but also 
upon the shape and color of the particle, the intensity and quality of the 
light, and the nature of the background or the opportunity for contrast. 
Under ideal conditions a particle of 10-micron size might be recognized, 
while under less favorable conditions it may be impossible to distinguish 
a particle smaller than 50 microns. The lower limit of visibility probably 
ranges from 10 to 50 microns. 

Dusts, powders and granular materials are frequently classified by 
reference to the size of screens used for separation. Particles above 40 
microns are said to be the screen sizes and those below, the sub-screen or 
microscopic sizes. The approximate or theoretical sizes of particles 
corresponding to the mesh scale of the U. S. Standard Sieve Series are 
given in Table 1. 

Microscopic examination of screened dust indicates that the average 
diameter of a sample of irregular particles may be substantially larger 
than the openings of the screen through which it has passed, if the particle 


Table 1, Relation of Screen Mesh to Particle Size 


U. S. Standard 
Sieve Mesh 

400 

325 

200 

140 

100 

60 

35 

18 

Nominal Sieve 
Opening in 
Microns 

37 

44 

74 

105 

149 

250 

500 

1000 


shapes deviate considerably from the spherical form The smallest 
dimension of many such particles will correspond with the maximum 
permissible distance between the wires of commercial screens made to 
AST M Standard specifications. Screening does not give sharp separation 
into size groups, and accordingly such a classification is statistical rather 
than absolute. 

Am POLLUTION BY SMOKE, ASH AND CINDERS 

The total airborne solids settling in urban areas are usually reported 
as soot fall in tons per (square mile) (month). Such data published for 
the cities in this country range from 20 to 200 tons per (square mile) 
(month). To the air conditioning engineer this information may indicate 
the effectiveness of smoke abatement or fuel combustion control methods 
in his locality, but it does not provide a suitable index of the suspended 
dust ^at air cleaners in a ventilating system are expected to capture ** ^ K 
Gravimetric or weight data of the type given in Table 2 are preferable. 
In some cases airborne particle counts may be necessary, as for pollen, 
bacteria, spores, and insoluble dusts causing illness or lung disease. 

Dust concentrations by weight cannot be converted readily to con- 
centrations by particle count because of the variability of particle size, 
shape and specific gravity, and the inherent characteristics of dust 
counting and weighmg procedures. One milligram of dust per cubic 
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* meter of air may represent dust counts from 1 million to 100 million 
particles per cubic foot of air (lightfield microscope technic) according 
to the size distribution of the airborne dust sample. Information of this 
type for a specified application is best obtained by simultaneous sampling 
for both counting and weighing and noting carefully at the time all factors 
that might affect the reproducibility of the count-weight ratio. 

Smoke Abatement 

Successful abatement of atmospheric pollution caused by smoke re- 
quires the combined efforts of the combustion engineer, industrial execu- 
tive, public health officer, city planning commission and the community 
at large. Electrification of industry and railroads, increases in the use of 
domestic oil and gas furnaces, and segregation of industrial districts is 
gradually providing effective aid in the solution of this problem. In the 
large cities where nuisance from smoke, fly-ash and cinders is more 
serious, limited areas obtain some relief by the use of district heating. 

Time, temperature and turbulence are fundamental requirements for 
smokeless combustion. Increase of any one of these factors will reduce 


Table 2. Dust Concentration Ranges 


Location 

Grains per 1000 

Cu Ki» 

Miillurams per 
Cubic Meter 

Rural and suburban districts 

0.02-0.2 

0.05- 0.5 

Metropolitan district 

0.04-0.4 

0.1- 1.0 

Industrial districts 

0.1 -2.0 

0.2 - 5.0 

Ordinary factories or workrooms 

0.2 -4.0 

0.5 -10 

Excessively dusty factories or mines 

4-400 

10-1000 

Minimum explosive concentrations 

4000-200,000 

10,000-500,000 



•1 grain per 1000 cu ft = 2.3 milligrams per cubic meter. 

1 oz per cubic foot « 1 gram per liter = 1000 grams per cubic meter. 


the quantity of smoke discharged, although excessive turbulence in fur- 
nances may increase the output of ash and cinders. Special care must be 
taken in hand firing the bituminous coals. (See Chapters 16, 17 and 18 
for further discussion on fuel burning technic). 

Legislative measures at the present time are largely concerned with 
reduction of the visible smoke discharged from chimneys of boiler plants. 
Practically all ordinances limit the number of minutes in any one hour 
that smoke of a specified density may be discharged, as measured by 
comparison with a Ringelmann Chart (Chapter 11, Instruments and 
Measurements). Ordinances generally do not make specific provision 
for control of the corrosive and irritant gases, such as oxides of sulphur 
and nitrogen discharged with the gases of combustion. Where high 
sulfur coals are burned, sulfur gases present a serious hazard to property, 
health and vegetation. 

In foggy weather the accumulation of these gases in the lower strata 
of the atmosphere may be such as to cause irritation of the eyes, nose 
and respiratory passages, and possibly even naore dangerous consequences. 
The Meuse Valley (Belgium) fog disaster (1930) has become a classic 
example in the history of gaseous air pollution. It is believed that sulfur 
dioxide and other toxic gases released in a rare combination of atmospheric 
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calm and dense fog were responsible for about 60 human deaths, injuries 
to several hundred persons, and also the death of many domestic and 
wild animals. 

Absorption of Solar Radiation 

The absorption of solar ultraviolet light by smoke and soot, is recog- 
nized as a health problem in many industrial cities. Measurements of 
solar radiation in Baltimore ® by actinic methods demonstrated that 
ultraviolet light intensity in the country was 50 per cent greater than in 
the city. In New York City ^ a loss as great as 50 per cent in visible 
light was found by photo-electric cell. 

ODOR NUISANCE 

A problem companionate with smoke abatement is the control of odor 
nuisance in the neighborhood of industrial plants discharging noxious 
or offensive air contaminants. Community planning and zoning will 
avoid much of the difficulty in the future, but meanwhile many industrial 
cities must resort to corrective measures by requiring the installation of 
air cleaning devices, the alteration of manufacturing processes, or by legal 
termination of the offensive operation in residential or commercial districts. 

The control of outdoor odor nuisance is especially troublesome because 
of the extremely minute quantities of contaminant that are capable of 
offending through a wide area. New industrial chemicals with strange 
or unfamiliar odors tend to receive much more attention from the neigh- 
borhood than the customary odors generated by well known processes 
and raw materials. Methods of odor control currently in use include 
charcoal adsorption, scrubbing towers and air washers, chlorination, 
condensation, masking, passage of the odorous air through combustion 
chambers, and best of all, substitution of less offensive materials whenever 
possible 

The control of air quality within buildings ventilated for human 
occupancy is discussed in Chapter 12. Tobacco smoke odors, cooking 
odors and body odors are air contaminants of the nuisance type which 
now command a decisive position in the standards of air quality for indoor 
comfort. However, the engineer will find, at times, that odors originating 
outside buildings in industrial or business districts may determine the 
kind and capacity of equipment he must provide for a high quality air 
supply installation. 

INDUSTRIAL AIR CONTAMINANTS 

Many industrial processes are sources of contaminants. Their control 
is an important function of the ventilating or air conditioning engineer, 
because the atmosphere within buildings is the medium whereby such 
finely divided matter is dispersed and transported from the source to 
remote locations where it may cause property damage, nuisance, fire, 
explosion, disease and even death. 

Tables 3, 4 and 5 give the maximum allowable concentrations for 
industrial air contaminants as currently accepted in most sections of the 
country. They apply to exposures of 8 hours per day^ and refer to the 
quantities of contaminant permissible in the workers' breathing zone. 
Some of these figures may be altered as the result of continuous research, 
and some may differ from those in force in a few cities or states. The 
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Table 4. Maximum Allowable Concentrations of Dusts, Fumes and Mists^ 


Substance 

Milligrams per Cubic 
Meter, Daily Exposures** 

Antimony 

0.1 

Arsenic; arsenir trioxidf* _ 

0 . 15 c 

CaHmiiim, and! rompniinris 

O.ic 

r!hlnroHiphf*nyls _ _ 

1.0 

Chromic acid mist and Chromates (as CrOg) 

0.1 

Fluorides 

2.5 

Lead; lead carbonate; lead chloride; lead nitrate; lead 
OYidpR; lf*aH siilfatp 

0 . 15 c 

Manganese, and compounds 

6 . 0 c 

Mercury, and compK)unds 

0.1 

Pentachloronaphthalene 

0.5 

Selenium - 

0.1 


0.1 

T richloronaphthalene 

5.0 

Trinitrotoluene 

1.5 

Zinc oxide fume 

15.0 



•Adapted from: Manual of Industrial Hygiene, by W. M. Gafaler, et al, U. S. Public Health Service 
(\V B. Saunders Company, 1943); and other authoritative sources, 
milligram per cubic meter 0.44 grain per 1000 cu ft. 

* Adopted by the American Standards Association (American Standard Z-37). 

Table 5. Maximum Allowable Concentrations of Dusts^ 


Substance 

Million Particles per 
Cubic Foot of Air, 
Daily Exposures^ 

Aluminum oxide abrasive 

Asbestos 

i ] 5-100 

\ 5 

Carborundum (silicon carbide) 

Cement (Portland) 

Coal (less than 5 per cent quartz) 

1 15-100 

1 .50-100 

1 50-100 

1 

Dusts containing less than 10 per cent/ree silica.- 

10-100 

Granite 

10- 25 

Gypsum (hydrated calcium sulfate) 

50-100 

Limestone (calcium carbonate) 

50-100 

Marble (calcium carbonate) 

.50-100 


Mica...- 

10-100 

Nuisance dusts (non-toxic, non-silica) 

50-100 

Quartz (silicon dioxide). 

5 

Sand (silica, silicon dioxide)— 

5 

0 

Sandstone 



Silica {free or uncombined silicon dioxide).- 

5 

Silicates (combined silicon dioxide) 

15-100 

Slate 

15-100 

Talc 

10- 50 

Total (maximum concentration for mixed dusts). _ _ 

50-100 



•Adapted from: Study of Asbestosis in Asbestos Textile Industry, U. S. Public Health Service Bulletin 
No. 241, 1938; Industrial Dust, by Drinker and Hatch (McGraw Hill Book Co., 1936); Industrial Code 
Bulletin No. 35, New York State Department of Labor: recommendations of state and local industrial 
hygiene agencies compiled by the American Conference of Governmental Industrial Hygienists; and other 
authoritative sources. 

••Includes only particles from 1 to 10 microns approximately, as determined by the light field microscope 
counting technic, using the lOX objective. Dark field counts (and the corresponding allowable concen* 
trations) are anywhere from 2 to KX) times the light field counts for the same sample, according to the 
proportion of dust smaller than 1 micron (See Industrial Dust, Chapter VII, by Drinker and Hatch, Mc- 
Graw HiU Book Co.). 


specific industrial air contaminants has developed rapidly within the 
past decade into an extensive literature. Some of the more readily 
available publications are listed at the end of this chapter. 
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Table 6. Approximate Limits of Flammability of Single Gases and Vapors 
In Air at Ordinary Temperatures and Pressures ^ 



Lower Limit 

Upper Limit 

Closed Cup 

Gas or Vapor 

Per cent by 

Per cent by 

Flash Point 


Volume 

Volume 

F Dego 

Ac-PtalHphyHp _ 

4.0 

57 

-17 

Arptnnp 

2.1 

13.0 

0 

Arpfylpnpb 

2.5 

80 


Allyl alcohol _ 

2.4 


70 

Ammonia 

16.0 

27.0 






Amyl alcohol - 

1.2 


91 

Amyl chloride 

1.4 



Amylene - 

1.6 



Benzene (benzol) 

1.4 

8.0 

12 

Benzyl chloride 

1.1 


140 

Butane 

1.6 

8.5 

-76 

Butyl acetate 

1.7 

15.0 

72 

Riityl alcohol 

1.7 


84 

Biityipnp 

1.7 

9.0 


Carbon disulfide.^ 

1.0 

50 

-22 

Carbon monoxide 

12.5 

74 


Crotonaldehyde 

2.1 

15.5 

55 

Cyclohexane 

1.3 

8.4 

1 

Cyclopropane 

2.4 

10.3 


Decane. 

0.67 

2.6 

115 

Dichloroethylene (1, 2)._ 

9.7 

12.8 

43 

Diethyl aelpnirle 

2.5 



Dioxan 

2.0 

22.2 

65 

Ethane 

3.1 

15.0 


Ether (diethyl) 

1.7 

1 

48.0 

-20 

Ethyl acetate 

2.2 

11.5 

24 

Ethyl alcohol 

3.3 

19.0 

55 

Ethyl bromide 

6.7 

11.3 

........ 

Ethyl cellosolve 

2.6 

15.7 

104 

Ethyl chloride. 

3.6 

14.8 

-58 

Ethylene 

3.0 

34.0 


Ethylene dichloride 

6.2 

15.9 

56 

Ethyl formate.-.- 

2.7 

16.5 

-4 

Ethyl nitrite - 

3.0 


-31 

Ethylene oxide 

3.0 

80 


Furfural C) 

2.1 


140 

Gasoline. 

1.3 

6.5 

-50 

Heptane 

1.0 

6.0 

25 

Hexane 

1.2 

6.9 

-7 

Hydrogen cyanide 

5.6 

40.0 

0 

Hydrogen 

4.1 

74 


Hydrogen sulfide 

4.3 

45.5 


Illuminating gas 

5.3 

31.0 


Iso-butyl alcohol— - 

1.7 


82 

Iso-pentane 

1.3 







Iso-propyl acetate 

1.8 

7.8 

43 

Iso-propyl alcohol 

2.5 


53 

Methane^. 

5,0 

15.0 

— 


^Adapted from: Limits of Inflammability of Gases and Vapors, by H. F. Coward and G. W. Jones 
(U. S. Bureau of Mines Bulletin No. 270, 1939); Properties of PTammable Liquids, Gases and Solids (As* 
eociated Factory Mutual Fire Ins. Cos.. January. 1940); and National Fire Cc^es for Flammable Liquids. 
Gases. Chemicals and Explosives — 1945 {.National Fire Protection Association), 
bTurbuIent mixture. 

eClosed cup refers to the equipment used in flash point determinations. 







Air Contaminants 


175 


Table 6. Approximate Limits of Flammability of Single Gases and Vapors 
In Air at Ordinary Temperatures and Pressures® (Continued) 



Lower Limit 

Upper Limit 

Closed Cup 

Gas or Vapor 

Per cent by 

Per cent by 

Flash Point 


Volume 

Volume 

F Dego 

Methyl acetate 

3.1 

15.5 

15 

Methyl alcohol 

6.0 

36.5 

54 

Mpthyl hmmiVlf* 

13.5 

14.5 


Methyl butyl ketone 

1.2 

8.0 


Methyl chloride 

8.0 

19.7 


1 

Methyl cyclohexane 

1.1 


25 

Methyl ethyl ether 

2.0 

10.1 

-35 

Methyl ethyl ketone 

1.8 

11.5 

30 

Methyl formate i 

5.0 

22.7 

-2 

Methyl propyl ketone 

1.5 

8.2 



Natural gas 

4.8 

13.5 


Naphtha (benzine) 

1.1 

6.0 

20-45 

Naphthalene 

0.9 


174 

Nonane ! 

0.74 

2.9 

88 

Octane 

0.84 

3.2 

56 

Paraldehyde 

1.3 



Pentane 

1.4 I 

8.0 


Propane 

2.4 

9.5 


Propyl acetate 

1.8 

8.0 

58 

Propyl alcohol 

2.5 


59 

Propylene 

2.0 

11.1 


Propylene dichloride 

3.4 

14.5 

59 

Propylene oxide 

2.1 

21.5 


Pyridine (70 C) 

1.8 

12.4 

68 

Toluene (toluol) 

1.3 

7.0 

40 

Turpentine 

0.8 


95 

Vinyl ether 

1.7 

27.0 


Vinyl chloride.^ 

4,0 

22.0 


Water gas (variable) 

6.0 

70 


Xylene (xylol) 

1.0 

6.0 

63 


FLAMMABLE GASES AND VAPORS 

Adequate ventilation is a primary requirement for eliminating or 
minimizing the hazard of fire or explosion due to gases and vapors. The 
need for good ventilation is not removed by the use of other precautions, 
such as the elimination of known ignition sources, segregation of hazard- 
ous operations, adoption of safe building construction, and installation of 
automatic alarms. Some safety engineers regard overventilation of an 
operation employing flammable liquids as a legitimate operating charge 
for the privilege or necessity of using a dangerous process. However, it is 
not possible to apply a reasonable safety factor to the ventilation estimate 
without consideration of the concentrations of gases or vapors that ap- 
proach the danger point. Safety engineers prefer to limit the concen- 
tration to K or of the lower explosive limit, and this fact should be 
given full weight in determining the capacity and design of ventilating 
equipment. Rarely should consideration be given to operation above 
the upper explosive limit in the open areas of buildings or rooms — even 
though unoccupied — because the danger of temporary drop of gas 
concentration to a point within the explosive range is too great. 
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The ability of a flammable liquid to form explosive mixtures is de- 
termined largely by its vapor pressure, volatility, or rate of evaporation. 
Flash point is a convenient method of expressing this property in terms 
of the temperature scale. It may be defined as the temperature to which 
a combustible liquid must be heated to produce a flash of flame when a 
small flame is passed across the surface of the liquid. The higher the 
flash point, the more safely can the liquid be handled. Liquids with 
flash points under 70 F should be regarded as highly flammable. 

The upper and lower limits of flammability of gases and vapors, and 
the flash points of the corresponding liquids are given in Table 6. 

Methods for estimating the flammable limits of mixtures of gases or 
vapors must be applied with caution; the reader is referred to other 
publications for this information 

Design of equipment for the control of combustible anesthetics is 
outlined in Chapter 13. Construction of equipment for handling air 
containing flammable substances, or operating in atmospheres so con- 
taminated, is discussed in Chapter 46. 

It is customary to report the concentrations of flammable gases or 
vapors in per cent by volume, or volume per cent. Comparison with 
concentrations on the part per million scale used in chemical, medical 
or industrial hygiene literature is readily made by the conversion: 1 per 
cent = 10,000 ppm (parts of contaminant per million parts of air, by 
volume, or in other words, cubic feet of contaminant per million cubic 
feet of air). It will be noted in Table 6 that nearly all of the substances 
listed have lower explosive limits above 1.0 per cent, while the maximum 
allowable concentrations for gases and vapors in Table 3 are below 1000 
ppm or 0.1 per cent in most cases. Therefore, control of toxic or injurious 
vapors in workrooms to levels below their maximum allowable concen- 
trations for health usually requires much more effective ventilation than 
for the prevention of a fire hazard. 


COMBUSTIBLE DUSTS 

A dust explosion is essentially a sudden pressure rise caused by the 
very rapid burning of airborne dust. The primary explosion often 
originates from a small amount of dust in suspension exposed to a source 
of ignition, and the pressure and vibration it creates may be sufficient to 
dislodge large accumulations of dust on horizontal ledges or surfaces of 
the building and equipment, thereby creating a secondary explosion of 
great force. Thus the air conditioning engineer is involved for two reasons : 
(1) to obtain a movement of dust-laden air into exhaust hoods or openings 
and through ventilating or pneumatic conveying ducts in a manner that 
will prevent accumulation of highly flammable dust at points where it 
could ignite inside the equipment; and (2) to so design process ventilation 
as to prevent the escape of dust which might settle on horizontal surfaces 
and become a potential source of disaster at some distance from the 
dusty operation. (See Chapter 46). 

The intensity of a dust explosion depends upon: the chemical and 
thermal properties of the dust; the particle size and shape; the concen- 
tration in air; the proportion of inert dust in the air; the moisture content 
and composition of the air; the size and temperature of the ignition source; 
and the degree of dispersion of the dust cloud. Investigations on the 
explosibility of dusts require a determination of the maximum pressure 
developed during an explosion of a known air concentration, as well as 
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determination of the rate of pressure rise. Investigators frequently 
experience difficulty in obtaining dust suspensions of uniform dispersion, 
and this should be kept in mind when comparing results from several 
sources 

The minimum explosive concentrations of airborne dusts already tested 
range from 0.01 to 0.5 oz per cubic foot, or 10 to 500 grams per cubic 
meter of air. Maximum pressures generated have been reported as high 
as 500 psi, although they are more likely to be of the order of 50 psi. 
Investigations on the flammable characteristics of dusts are currently 
made at 0.1 and 0.5 oz per cubic foot^^®^ 

ATMOSPHERIC POLLEN 

The properties of pollen grains discharged by weeds, grasses and trees 
and responsible for hay fever are of special interest to engineers who 
design equipment for their removal from indoor air (see Allergic Dis- 
orders in Chapter 13, and Air Cleaning Devices, Chapter 33). Whole 
grains and fragments transported by the air range chiefly between 10 and 
50 microns in size, but some have been measured as small as 5 microns 
and others over 100 microns in diameter. Ragweed pollen grains are 
fairly uniform in size within the range of 15 to 25 microns. 

Pollen grains can be removed from the air more readily than the parti- 
cles of dust prevalent in outdoor air and found near dusty industrial 
processes, since the latter predominate in the range of 0.1 to 10 microns 
in size. 

Most grains are quite hygroscopic and therefore vary in weight with the 
humidity. Illustrations and data on individual pollen grains are available 
in the botanical literature The geographical distribution of plants 

known to produce hay fever is also recorded 

The quantity of pollen grains in the air is generally estimated by 
exposing an adhesive-coated glass plate outdoors for 24 hr and then 
counting calibrated areas under the microscope. Methods are available 
for determining the number of grains in a measured volume of air 
but their greater accuracy has not caused them to replace the more simple 
gravity slide method used for most pollen counts. Counting technics 
vary somewhat, but the daily pollen counts reported in local newspapers 
during the hay fever season usually represent the number of grains 
found on 1.8 sq cm of a 24-hr gravity slide. 

Hay fever sufferers may notice the first symptoms when the pollen count 
is 10 to 25, and in some localities the maximum figures for the seasonal 
peak may approach 1000 for a 24-hr period, depending upon the sampling 
and reporting methods of the laboratory. Translation of gravity counts 
by special formulas to a volumetric basis, or the number of grains per 
cubic yard or per cubic foot of air, is still uncertain because of the com- 
plexity of the modifying factors. When such information is important, 
it is best obtained directly by a volumetric instrument. The number of 
pollen grains per cubic yard of air evidently varies from 2 to 20 times 
the number found on 1 sq cm of a 24-hr gravity slide, depending on grain 
diameter, shape, specific gravity, wind velocity, humidity and physical 
placement of the collecting plate 

AIRBORNE BACTERIA 

Study of the occurrence and significance of micro-organisms in the 
atmospheres of the indoor world is currently absorbing the energies of a 
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substantial number of physicians, bacteriologists, aerobiologists, physi- 
cists, public health workers, engineers and hospital personnel. Some 
data are available on the types and quantities of bacteria found in a 
variety of occupied and unoccupied spaces, but it is not possible at 
present to use this information as a conclusive index of the potential 
health hazard of a given environment. The reported number of airborne 
organisms may var}^ from 1 to 1000 per cubic foot of air, influenced some- 
what by the method of testing Many are attached to the dust particles 
which are also present in the air. 

Where it seems advisable or desirable to control the bacterial content 
of rooms, public conveyances or buildings, highly efifective methods are 
available (see Chapter 13), and their extended use may do much to assist 
the workers in this field in accumulating the necessary mass of evidence 
that will decide the practical value of air sterilization for the control of 
communicable disease. It is now well established that ultraviolet radia- 
tion is commercially feasible for the protection or preservation of phar- 
maceuticals, cosmetics, and food products. 
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Chapter 11 

INSTRUMENTS AND MEASUREMENTS 


Temperature Measurement^ Pressure Measurement^ Measurement of 
Air Movement^ Air Change Measurements^ Measurement of 
Relative Humidity^ Dust Determination^ Heat Transfer Through 
Building Materials^ Measurement of Heat Exchange for 
Comfort Conditions^ Combustion Analysis, Smoke 
Density Measurements, Sound and 
V ihration Measuremen ts 


T his chapter presents a description of many test instruments used 
for heating, ventilating and air conditioning tests and presents a 
discussion of their use. 

TEMPERATURE MEASUREMENT 

Changes in the intensity of heat may be determined by several methods* 
such as measuring the change in volume of a liquid, the change in internal 
pressure of a confined gas, the current set up between dissimilar metals 
joined in a circuit, or the change in resistance of an electrical circuit. 

Thermometers 

The most common method used is the change in volume of a liquid 
such as mercury or alcohol enclosed in glass. Mercurial thermometers 
may be used for measuring temperatures from —40 F to approximately 
1000 F. The lower limit is set by the freezing point of mercury. Since 
the boiling point of mercury is only about 675 F, the space above the 
mercury in thermometers designed for higher temperatures must be filled 
with an inert gas under pressure. Alcohol thermometers may be used 
for temf)eratures from — 94 F to +248 F. 

The more accurate thermometers have divisions etched on the stem 
and are preferred for test purposes due to their low heat capacity. During 
their manufacture, the freezing and boiling points of water are first 
marked while the thermometer is immersed in a test bath. The required 
divisions between these points, whether Centigrade or Fahrenheit, 
are then marked and etched on the stem. In spite of these precautions 
the probable error in etched stem thermometers is plus or minus one 
scale division, which makes calibration after manufacture necessary for 
most test work. Such thermometers are usually calibrated for complete 
stem immersion. 

When incompletely immersed, a stem correction should be made. At 
ordinary atmospheric temperatures the correction is negligibly small, 
but it usually is important when measuring high temperatures such as 
those of steam and flue gas. The emergent stem correction may be 
calculated by the equation: 

A' « 0.00009 Z> (/i - (1) 

where 

K = correction to be added, Fahrenheit degrees. 

D =« number of degrees on the thermometer scale which are not immersed. 
t\ “ temperature indicated on the thermometer, Fahrenheit degrees. 
h *=» temperatiu'e of the non-immersed mercury column, Fahrenheit degrees. 
0.00009 *= difference in the coefficient of expansion of the mercury and glass. 

m 
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Since the bulb has considerable area, radiant energy may affect the 
temperature readings Whenever the thermometer bulb is subjected 
to radiation from a hotter or colder surface, there may be heat gain or 
loss through the medium whose temperature the thermometer is supposed 
to indicate. This error can be minimized by surrounding the bulb with a 
bright polished screen. 

Errors may also be avoided: (a) by allowing the thermometer time 
to reach equilibrium, {b) by providing sufficient circulation to give a true 
average temperature of the medium observed, and (c) by reading with 
the eye at the same level as the top of the liquid, i.e., avoiding parallax. 

Industrial type thermometers are available for permanent installations 
in ducts and pipes. Because of the heat capacity and conductance of the 
jackets of these instruments, they do not follow the fluctuations in a 
medium of varying temperature as well as the etched stem thermometer. 

Thermometer Wells 

Where temperatures of fluids or gases in vessels or conduits are to be 
measured, it is often necessary to resort to thermometer wells. These 
are especially designed to contain thermometers and thermocouples. 
Since the well separates the temperature sensitive element from the 
medium to be observed, large errors may result from their improper use 
These errors may be due both to poor heat transfer from the wall of 
the well to the sensitive element, and also to the tendency of heat to 
travel along the length of the well itself. To improve heat transfer in 
the case of thermometers, the well should be filled with a liquid of mini- 
mum practical viscosity. For medium temperatures a light mineral oil 
is satisfactory. Excessive conduction can be prevented by making the 
projecting head of the well as small as possible and the walls as thin as 
possible. After the thermometer is in place, the external head of the 
well and the wall of the conduit in the vicinity of the well should be 
covered with insulating material. 

Thermocouples and Resistance Thermometers 

When two dissimilar metals are joined at two points and a temperature 
difference exists between these junctions, an electromotive force is 
developed. By maintaining the cold junction at a constant temperature 
(or providing equivalent electrical compensation), the magnitude of the 
electromotive force developed is a direct measure of the temperature 
of the warm junction. By proper selection of metals, any temperature 
up to 2900 F may be measured. Readings are obtained by means of a 
potentiometer or sensitive galvanometer which may be calibrated in 
degrees. If a potentiometer is used, there is no current flowing through 
the thermocouple wires at the time of measurement and therefore the 
resistance of the thermocouple circuit does not affect the accuracy of the 
reading. If a galvanometer is used instead of a potentiometer, the 
instrument is usually built with a high internal resistance to minimize 
the effect of the resistance of the thermocouple circuit and, also, special 
lead wires of known resistance are used to connect the galvanometer to 
the thermocouples. The basic potentiometer circuits are shown in Fig. 1. 
The thermocouple leads A-B are so connected that their polarity opposes 
that of battery C. If the position of E on the graduated slide wire rheo- 
stat DF is adjusted until galvanometer G shows no current flowing, 
resistance DE will indicate directly the voltage generated by the thermo- 
couple. In order to correct for variations in voltage from battery C, 
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g\^itch S is momentarily thrown over to the standard cell circuit and 
rheostat R is then adjusted so that the galvanometer shows zero current. 
Battery C then exerts the known voltage of the standard cell at DH. 

Calibration df thermocouples for high temperatures may be made 
against known melting points of metals. Radiation effects may be 
minimised by using the smallest size of wires consistent with mechanical 
strength. The use of small wires also makes the thermocouple sensitive 
to minute fluctuations in temperature. Wires of No. 33 B & S gage are 
small enough to be sensitive and to minimize radiation effects while 
still rugged enough for many purposes. The effect of radiation upon 
thermocouple readings may be eliminated by using several couples of 
different diameters and plotting the readings obtained against the di- 
ameters. The true temperature reading is obtained by drawing a smooth 
curve through the plotted points and extending the curve to intersect 




Fig. 1. Basic Circuit and Connections Fig. 2. Typical Resistance Ther- 

FOR Thermocouple and Potentiometer mometer Circuit and Connections 


the zero diameter axis The temperature reading at point of inter- 
section is the true temperature. 

By the use of thermocouples, temperatures at remote points may be 
indicated or recorded on conveniently located instruments; average 
temperature may be readily obtained by connecting several couples in 
parallel or in series; and temperatures may be obtained within thin 
materials, narrow spaces, or otherwise inaccessible locations. 

Thermocouples in series with every alternate junction maintained at 
a common temperature will give an emf which, divided by the number 
of couples to give the average emf® per couple, may be used to find the 
average temperature. 

Thermocouples in parallel having the similar metals of a number of 
couples connected together and run to a common cold junction will cause 
an indication on a potentiometer which is the true emf only if the electrical 
resistances of the parallel junctions are the same ®’ 

Temperatures of surfaces below red heat are difficult to determine by 
any other means than thermocouples. For this purpose, a thermocouple 
of fine wires is preferable to minimize the possibility of error due to the 
conduction of heat along the wires. It may be attached to a metal surface 
in any of several ways. For permanent installations, soldering, brazing 
or peening may be desirable. A small hole is drilled for the peening 
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operation; the thermocouple is inserted and the metal is peened to retain 
it. The fact that the thermocouple is in electric contact with the surface 
is unimportant in usual circuits. For temporary arrangements, couples 
may be attached by means of surgical or cellophane tape. For many 
boiler or furnace surfaces, furnace cement serves very well. The ther- 
mocouple may be attached by means of the cement when the surface is 
cold and must be treated gently and usually supported until the cement 
dries, due to heat, and hardens — after which it has ample strength. It 
is good practice to use as little cement as possible, and also to plaster the 
wires to the surface for an inch or so from their junction to avoid errors 
due to heat conduction along the wire. Electric insulation between the 
wires should be perfect except at the junction since, otherwise, the 
indicated emf will be between those existing at the junction and at the 
short circuit. 

Resistance thermometers depend for their operation upon the change of 
electric resistance of metal with change in temperature. The resistance 
generally increases with rising temperature. Their use largely parallels 
that of thermocouples, although readings tend to be unstable above 
950 F. Two-lead temperature elements are not recommended, since 
they do not permit correction for lead resistance. Three leads to each 
resistor are necessary to obtain consistent readings. 

A typical circuit used by several manufacturers is shown in Fig. 2. 
In this design a differential galvanometer is used, in which coils L and H 
e.xert opposing forces on the indicating needle. Coil L is in series with 
the thermometer resistance AB, and coil H is in series with the constant 
resistance R. As the temperature falls, the resistance of AB decreases 
allowing more current to flow through coil L than through coil H. This 
causes an increase in the force exerted by coil L, pulling the needle down 
to a lower reading. Likewise, as the temperature rises the resistance of 
AB increases, causing less current to flow through coil L than through 
coil H. This forces the indicating needle to a higher reading. Rheostat 
S must be adjusted occasionally to maintain a constant flow of current. 

As compared to the thermocouple the resistance thermometer does not 
require a cold junction, and it can be simply scaled for more accurate 
measurements; but, generally because of its construction it is more costly 
and is apt to have considerable lag. It gives best results when used to 
measure steady or slowly changing temperature. For accurate results 
the entire thermometer coil must be exposed to the temperature to be 
measured. 

Pyrometers 

For measuring high temperatures, as in furnaces, pyrometers are often 
used. Radiation pyrometers concentrate the radiant energy on a thermo- 
pile, and the reading is obtained on a galvanometer or potentiometer. 
Optical pyrometers require visual matching of a narrow spectral band, 
usually red, emitted by the object with that from a standard electric lamp. 

PRESSURE MEASUREMENT 

Barometer 

The most accurate barometer for determining the atmospheric pressure 
is the mercurial type, consisting of a tube over 30 in. long closed at the 
top and standing in a mercury well. The barometric pressure is expressed 
as the height of the mercury column above the level of the mercury in the 
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Veil. Such barometers are equipped with an adjustment to compensate 
for change in level of mercury in the well. The reading should be taken 
at the top of the meniscus and is obtained on a Vernier scale. 

Correction fdr variation of the density of the mercury column and for 
expansion of the brass scale, which are usually calibrated for 32 F mercury 
and 62 F scale temperature, should be made by subtracting from the 
observed height in inches the value of C determined by Equation 2. 

^ h(t -- 28 . 630 ) , 

( 1.1123 / - 10978 ) ^ ^ 

where 

C «= correction to be subtracted, inches of mercury. 

h « observed height, inches of mercury. 

t = observed temperature of the barometer, Fahrenheit degrees. 

Standard atmospheric pressure at sea level is 29.921 in. Hg. Since 
normal atmospheric pressure decreases about 0.01 in. Hg for each 10 ft 
increase in elevation, it is important to make a correction if the elevation 
of the barometer is not that of the test apparatus. In many cases the 
barometric reading may be obtained from a nearby Weather Bureau 
Station, in which case inquiry should be made as to whether the value is 
as observed or corrected to sea level. 

Atmospheric pressure may also be measured by an aneroid barometer 
which is easily portable. In this type, variations in atmospheric pressure 
bend the thin surface of a sealed box or tube. The aneroid type is not 
as accurate as the mercurial and needs frequent calibration. Most of the 
pressure gages used in engineering work indicate the difference between 
the pressure being measured and the atmospheric pressure. Such pres- 
sures are called gage pressures. Absolute pressure may be obtained by 
adding barometric pressure and gage pressure algebraically. 

Pressure Gages 

The Bourdon type gage is a widely used device for measuring pressures. 
The Bourdon tube is elliptical in cross-section and circular in form, and 
is connected by suitable linkage to a pointer which moves over a dial. 
An increase in pressure tends to straighten the tube and a decrease has 
the opposite effect. When used with high temperature steam, the tube 
must be protected by a water seal. When used with ammonia it must 
be made of steel or other material not attacked by this substance. When 
used for sub-atmospheric pressure, the gage is known as a vacuum gage, 
and is usually graduated in inches of mercury. For pressures above 
atmospheric, it is termed a pressure gage and is graduated usually in 
pounds per square inch. 

Occasionally, gages are graduated in feet of water. Some, made to 
indicate either pressure or vacuum, are termed compound gages. Cali- 
bration is usually made by means of a dead weight tester, consisting of a 
platform and weights resting on a piston acting on oil in a cylinder. The 
pressure at all points in the fluid is determined from the area of the piston 
and the total weight resting on the oil. Adjustments are provided in the 
gage linkage to make necessary corrections. A correction chart may be 
us^ for accurate work. 

Bfanometeni 

For measuring low pressures or differences in pressure between two 
points as in a duct system, the vertical U tube is a simple and accurate 
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gage and is used for test work with water or with various fluids such as 
mercury, kerosene, or alcohol. Readings are usually in inches of one of 
these fluids, and must be arithmetically converted into inches of water or 
other standard units. The glass tube used to form the manometer should 
be chemically clean and the bore should not be less than in. A modified 
form of the U tube manometer using mercury as the fluid, can be con- 
structed to measure absolute pressures directly 

For measuring pressure differences of a few inches of water, or less, 
U gages are often set at an angle for scale amplification. In commercial 
gages of this type, commonly termed draft gages, only one tube of small 
bore is used and the other leg is replaced by a reservoir. Although the 



scale is calibrated to read in inches of water, a fluid having the density 
and characteristics of kerosene is often used. It is necessary, in such a 
gage, to use a fluid having the same gravity as that for which the gage 
was originally calibrated, or to apply a correction if another fluid is used. 
Such gages may be checked one against another to detect errors in 
gravity of fluid. For more accurate calibration the gage may be checked 
against a micromanometer or a calibrating device known as a hook gage 
The accuracy of a draft gage is dependent on the slope of the tubes and 
consequently the base of the gage must be leveled carefully. It is not 
desirable to use a slope of less than 1 in 10. 

Where pressures are read under extreme conditions of temperature and 
calibration is possible only at normal temperature it is necessary to 
correct for the change in density of the liquid in the manometer 

For measuring low pressure differences to within 0.001 in. of water very 
sensitive micromanometers are available, such as the Illinois or Wahlen, 
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•the Trimount, and the Emswiler Calibration of these is impossible, 

and readings are converted to pressure units by fundamental calculations 
involving the specific gravity of the fluids used and the design principles 
involved. 

Static Holes and Tubes 

For measuring air flow by means of orifices or static tubes the type of 
openings used for pressure measurement and their location are quite as 
important as the accuracy of the gage or manometer. Where velocities 
are low, as in plenum chambers, or where the flow is free of large eddies 
and parallel to the walls of the conduit, a carefully drilled hole cleared of 
burrs and at right angles to the stream will give accurate readings F'or 
high accuracy the drilled depth of this hole through the wall should be at 
least one or preferably two diameters, and four such holes or taps around 
the periphery of the duct should be provided. Diametrically opposite 
pairs of taps are connected together, and then such pairs are manifolded 
together. An alternate method involves the use of the Pitot tube, shown 
in Fig. 3. This instrument should be pointed up stream, parallel with 
the air flow. 

Where the flow is not axial or parallel to the side walls of the duct a 
very close approximation of the static pressure and the flow direction can 
be obtained by a Fechheimer tube 

MEASUREMENT OF AIR MOVEMENT 

The problem of measuring air movement may be divided into three 
main parts: air confined in ducts, air circulating in free spaces, and air 
entering or leaving such space through openings such as grilles. Other 
gases may be measured by the same methods, but emphasis here is on 
air measurements 

For determining the velocity, and therefore the volume of air flowing 
in a duct, the Standard Pitot Tube ® shown in Fig. 3 is probably most 
often used. When connected as illustrated, this instrument will give 
readings of both static and velocity pressure directly. From the latter 
the air velocity may be found from tables, or calculated from the fol- 
lowing relation : 

V = 1096.5 (3) 

where 

V — velocity, feet per minute. 

hy = velocity pressure, inches of water. 

d == density of air, pounds per cubic foot. 

Air flow in a duct is seldom uniform. In general the velocity is lowest 
near the edges or corners, and greatest at or near the center. For this 
reason a large number of readings should be taken in the manner shown in 
Fig. 4. In the case of round ducts not less than 20 should be taken along 
two diameters at centers of equal annular areas. In rectangular ducts 
the readings should be taken in the center of equal areas over the cross- 
section of the duct. The number of spaces should not be less than 16 and 
need not be more than 64. When less than 64 are taken the number of 
equal spaces should be such that the centers of the areas are not more 
than 6 in. apart. In determining the average velocity in the duct from 
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the readings given, the calculated individual velocities or the square roots 
of the velocity heads must be averaged. It is incorrect to use the average 
velocity head for this purpose. 

To meet special conditions, different sized Pitot tubes which are 
geometrically similar to the standard tube can be used. Pulsating or 
disturbed flow will give erroneous results and, if possible, the Pitot tube 
should be located at least 73^ diameters downstream from a possible 
disturbance such as that caused by a turn or a criss-cross type of flow 
straightener should be installed in the duct 13 ^ diameters ahead of the 
Pitot tube Flow straighteners do not equalize flow velocity across a 
duct. They merely serve to improve the precision of measurements. 
Equilization can be effected if desirable for measuring purposes by the 
use of wire netting, perforated plates or cloth screens across the duct. 


EQUAL CONCENTRIC PITOT TUBE STATIONS INDICATED BY O 



Fig. 4. Pitot Tube Traverse for Round and Rectangular Ducts 

The velocities used in many ducts are too low for measurement by 
means of pressure gages and it therefore becomes necessary to resort to 
other types of instruments. 

Many forms of Pitot tubes other than the one described have been used 
and calibrated A double-ended tube one end pointing down-stream, 
and one up-stream, is sometimes used for low velocities, but it should be 
carefully calibrated for accurate results. A special form of this tube 
design consists of two straight ^ in. tubes soldered together, closed at 
the end, and with a 0.04 in. hole in each tube opposite the line of contact. 
This tube is useful in exploring velocities on exhaust inlets, such as on 
hoods placed around grinding wheels. 

Application of the Pitot tube is often inconvenient when velocities are 
low because the resultant velocity pressures become so small that extra- 
ordinary means are necessary for measuring them. In addition, velocity 
surveys of the whole cross-sectional area of a duct are inexpedient when 
numerous test runs are in prospect. Chiefly for these reasons orifices are 
favored for much test work. There are two types: the plate orifice and 
the shaped orifice or nozzle. Plate orifices are simple to construct and 
convenient to use in that a frame can be made to support them in the 
duct such that one can be removed and another inserted when it is 
desirable to use an orifice of a different size. Their disadvantage lies in 
the fact that a coefficient considerably less than unity must be applied 
to their indications because of the effect of the vena contracta. 
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/ Other information on orifices and their use is contained in Chapter 4, 
Fluid Flow. Shaped orifices or nozzles have the advantage if well made 
that their discharge coefficients are close to unity so that the probability 
of large errors is less. Orifices of this type have been adopted for several 
specific purposes and designs are described in the A.S.H.V.E. Unit 
Heater ^^and Unit Ventilator Codes ^®and in A.S.R.E. Circular 13 entitled 
“Standard Methods of Rating and Testing Air Conditioning Equipment’*. 
In some instances nozzles are used in multiple so that the capacity of 
the testing equipment can be changed by shutting off the flow through one 
or more nozzles. An apparatus designed for testing the air flow and capacity 
of air conditioning equipment is described by Wile ^ in an article in which 
pertinent information on nozzle discharge coefficients, Reynolds numbers, 
and the resistance of perforated plates is also presented. Such apparatus 
in some laboratories is commonly referred to as a code tester. 

The Venturi meter is like the nozzle except for the addition of a down- 
stream transition section that reduces the pressure drop through the 
measuring apparatus. 

The thin-plate square-edged orifice has a coefficient of approximately 
0.60. The exact value depends on the location of the connections, the 
pressure drop, the diameter ratio of orifice to pipe, and the sharpness 
of the edge 

Another method of air measurement uses the thermal electric principle 
where, by means of a measured amount of current, heat is put into the 
air stream. The weight of air flowing is calculated from the heat equiva- 
lent of the electrical input and the temperature rise of the air. Heat 
should be applied uniformly to the mass of air passing, and the small 
temperature rise must be determined accurately. 

In certain applications the air velocity through a duct, heater coil, or 
heating unit may be most conveniently obtained by computation from 
the heat given up by the coil and the temperature rise (measured by 
thermocouples) of the air passing through. It is essential to have a 
uniform flow over the entire inlet and outlet of the heater at the plane 
of temperature measurement. 

Air Currents in Free Spaces 

The measurement of air current velocities within enclosed spaces such 
as the rooms of a house is usually a tedious undertaking. However, 
useful data can be obtained by using the instruments described in 
following paragraphs if they are maintained in calibration and the user 
understands the operation and limitations of the instruments 

One of the instruments useful for determining the velocity of air cur- 
rents in free spaces is the Kata-thermometer. It is essentially an alcohol 
thermometer with a large bulb. The stem has two marks, one corre- 
sponding to 95 F, and the other 100 F. The instrument is heated above 
100 F and then the time in seconds required for it to cool from 100 to 95 
when located in the air current gives a measure of the non-directional 
velocity. It is important to have the Kata-thermometer dry before 
taking the reading. Each Kata has its own factor etched on the stem, 
and this factor must be used with its cooling formula or chart for obtaining 
the velocity. The Kata-thermometer is useful in exploring ventilated 
spaces to determine whether the proper air movement and distribution 
are being maintained. It is also used in determining the cooling power 
of the atmosphere; since it loses heat by radiation and convection when 
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dry, and by radiation, convection, and evaporation when the bulb is 
equipped with a wetted cloth covering 

Another instrument for measuring low velocity air currents is the 
heated thermometer anemometer This consists of a mercurial glass 
thermometer with a resistance winding on the bulb. Current is supplied 
from an external source in a measured amount. The difference between 
the temperature of this heated thermometer and that of an ordinary 
thermometer at the same location, together with the current supplied, 
makes it possible to calculate the non-directional velocity of the air stream. 

The heated thermocouple anemometer employs a thermocouple instead 
of a thermometer 

Another instrument is the hot wire anemometer which has been made in 
several patterns. In general, a measured current is supplied to raise the 
temperature of a fine bare wire above the temperature of the surrounding 
air. With the use of a very fine wire, minute fluctuations in velocity 
may be measured, and the area exposed to radiant exchange with heated 
or cooled surfaces is at a minimum. This instrument is easily adapted to 
remote reading or recording. A group of them may be connected together 
to give the average velocity in a space, or the velocity at individual points 
within a test space, by suitable switching arrangements 

Deflecting Vane Anemometer 

The deflecting vane anemometer consists of a pivoted vane enclosed 
in a case, against which air exerts a pressure as it passes through the 
instrument from an up-stream to a down-stream opening. The move- 
ment of the vane is resisted by a hair spring and a damping magnet. The 
instrument gives instantaneous readings of directional velocities on an in- 
dicating scale. When used in fluctuating velocities, it is necessary to 
average visually the swings of the needle to obtain average velocities. 
This instrument is very useful for studying mixing of air in a room and 
in locating and measuring peak velocities that may be objectionable. 
Various attachments are available, such as the double tube arrangement 
for obtaining velocities in ducts, and a device for measuring static pres- 
sures. Each instrument and the attachments for it must receive individual 
calibration. 

Propeller or Revolving Vane Anemometer 

The propeller or revolving vane anemometer consists of a light revolving 
wheel connected through a gear train to a set of recording dials that read 
the linear feet of air passing in a measured length of time. It is made in 
various sizes, 3 in., 4 in., and 6 in. being most common. Each instrument 
requires individual calibration. At low velocities the friction drag of the 
mechanism is considerable. In order to compensate for this, a gear train 
that overspeeds is commonly used. For this reason the correction is often 
additive at the lower range and subtractive at the upper range with 
the least correction in the middle range of velocities. Most of these are 
not sensitive enough for use below 200 fpm. 

Measurement of Velocities at Inlets and Outlets of Ducts 

In the field it is often desirable to make volume measurements at the 
face of the supply openings. It is rare to have access to the interior of 
duct sections where the flow is sufficiently uniform for measurement. 
For accuracy the instrument and its application should be checked on a 
similar approach and grille in the laboratory before use in the field. 
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Tests have shown that the propeller type anemometer can be used 
successfully on most of the common types of supply grilles The core 
area is divided into equal squares, and the anemometer is held against the 
face of the grille for the same length of time in each. To get the air 
volume in cubic feet per minute, the average corrected velocity in feet per 
minute thus obtained is multiplied by the average of the gross and net 
free area of the grille (core) in square feet. 

On exhaust openings, the anemometer traverse is made as described 
previously. The air volume may be determined by multiplying the 
corrected velocity in feet per minute by the gross core area of the grille 
in square feet and by a coefficient for average conditions of 0.85 

When a propeller type anemometer is held in a stream of varying 
velocities, it tends to indicate higher than the true average, that is, the 
speed of the propeller is nearer to the top velocity in its area than it is to 
the minimum velocity. This is the main reason for the large difference 
in ratings of unit ventilators by the anemometer method and by air 
volume measurements in a duct approach to the inlet 

Any of the other anemometers described can be used within their 
range at the face of supply grilles when properly applied. In principle 
it is a case of finding the velocity at many points and using the average 
thus found with the correct discharge area at that cross-section. The 
deflecting vane anemometer equipped with a jet on the end of a rubber 
tube has been found especially convenient and accurate on supply grilles^^ 
On modern air conditioning grilles the core area is used without a cor- 
rection coefficient when the jet is held one inch away from the face of the 
grille. At this distance the constriction due to the thin bars has disap- 
peared since the small air jets have reunited, and the air stream has not 
yet spread beyond the core dimensions. With deflecting grilles the 
exploring jet should be turned to the angle giving a maximum reading. 
With suitable traversing tips and calibration, this instrument may also 
be used on exhaust grilles if proper grille factors are applied 

Smoke is a qualitative tool which is very useful in studying air move- 
ments. Satisfactory smoke can be obtained from titanium tetra-chloride 
(which, however, is very irritating to nasal membranes) or by mixing 
potassium chlorate and powdered sugar (a non-irritating smoke) and 
firing the mixture with a match. This latter process evolves considerable 
heat and it should be confined in a pan away from flammable materials. 
The titanium tetra-chloride smoke lends itself to spot determinations, 
particularly for leakage through casings and ducts, as it can be easily 
handled in a small pistol-like ejector. The fumes of aqua ammonia and 
of sulfuric acid, if permitted to mix, form a white precipitate which is 
useful for some purposes. Two bottles, one containing ammonia water 
and the other acid, are connected to a common nozzle by means of rubber 
tubing. Air is forced over the surfaces of the liquids in the bottles by 
means of a syringe and the two streams, upon mixing at the nozzle, form 
a white cloud. 


AIR CHANGE MEASUREMENTS 

Atmospheric air contains a certain amount of carbon dioxide. Its 
concentration is increased within enclosures by the carbon dioxide given 
off by occupants. The total air change through open windows, infiltra- 
tion, and mechanical ventilation, may be measured by the carbon dioxide 
concentration but absorption of CO 2 by walls and other materials may 
introduce errors and consequently some investigators prefer hydrogen 
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to CO 2 for such tests. Since occupants also give off moisture, the increase 
in humidity may also be used as an index of ventilation. Usually more 
direct methods of measuring air supply and air distribution are in favor. 

MEASUREMENT OF RELATIVE HUMIDITY 

Wet- and dry-bulb mercurial thermometers are commonly used in the 
form of a sling psychrometer to determine relative humidity. The wet- 
bulb wick and water for wetting it must be clean, and the temperature of 
the water should preferably be slightly above the wet-bulb temperature. 
An air stream velocity of 900 fpm is recommended, although higher 
velocities will result in greater accuracy This velocity is obtained 
with the sling psychrometer by whirling it rapidly, followed by reading 
the wet-bulb thermometer quickly before its indication changes. Owing 
to the human element involved in this method, more accurate results are 
obtained with types of psychrometers in which air is drawn over the 
thermometers by a fan, or by a bulb operated aspirator. In ducts, the 
air flow itself gives the proper evaporating conditions. Several observa- 
tions should be made until the minimum temperature is reached. Relative 
humidity may be obtained from tables or psychrometric charts 
Although it is common practice to use the charts which are based on a 
barometric pressure of 29.92 in. Hg, a correction for barometric pressure 
is necessary for extreme accuracy. This correction is made by multiplying 
the relative humidity as determined from the chart by the ratio of the 
observed barometric pressure and the standard barometric pressure. 

For temperatures below 32 F, the water on the wick is allowed to 
freeze, during which time the temperature will drop below the true wet- 
bulb. A thin film of ice is more desirable than a thick one, and it is 
satisfactory to remove the wick and freeze a thin film directly on the 
bulb. Care must be taken to read the temperatures accurately due to the 
slight wet-bulb depressions. Tables for ice conditions must be used 

Dew-point apparatus for humidity measurements consists of a polished 
plated container cooled by the evaporation of a volatile liquid within. 
The temperature at which the first slight water vapor forms on the polished 
surface is the dew-point. If the temperature is below 32 F, the deposit 
will appear as frost. Another method of determining humidity is by 
chemical means in which the water vapor is removed by a drying agent 
and weighed on a chemical balance. A thermal conductivity method is 
available for temperatures above 212 F or for extremely low humidities 

DUST DETERMINATION 

The measurement of dust is complicated by the many kinds involved. 
Some of the collecting methods are impingement on viscous surfaces, 
impingement at high velocity under water, collection on porous crucibles 
or filter paper through which air passes, and electric precipitation. Deter- 
mintition may be by direct weighing of samples or by microscopic count- 
ing. A commonly used method employs the Smith-Greenburg impinger 
which collects samples in water or alcohol and in which particles are 
counted under a microscope in various cells such as the Hatch or Dunn 
cells. Another method employs the Lewis sampling tube with the 
analytical determination of the increase in weight of a porous crucible. 
All reports should state the method of sampling and counting. The 
A.S.H.V.E. Code for Testing and Rating Air Cleaning Devices Used in 
General Ventilation Work specifies the porous crucible method 
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* At the National Bureau of Standards, sampling tubes are used ups^eam 
and downstream of an air cleaner under test whereby samples of air can 
be drawn through filter papers to afford an evaluation of the comparative 
effectiveness of the cleaner in arresting dust 

Other instruments for evaluating dust, including the konimeter, are 
described by Drinker and Hatch 

HEAT TRANSFER THROUGH BUILDING MATERIALS 

The A.S.H.V.E. Standard Test Code for Heat Transmission Through 
Walls describes the construction and use of the guarded hot box for 
determining over-all heat transmission coefficients of built-up sections 
including surface resistances. This apparatus consists of inner and outer 
insulated boxes, each having one open side which is sealed tightly against 
the wall specimen to be tested. The outer box serves as a guard and a 
zero temperature difference is maintained between the inner box and the 
air space separating it from the outer box. Electric heaters are provided 
to maintain any desired temperature within the boxes while at the same 
time the outer surface of the wall specimen is subjected to a low tempera- 
ture. A common method of applying this low temperature is to fit the 
specimen into an opening in the wall of a refrigerated room. The air tem- 
perature difference between the two sides of the specimen, and the rate of 
heat input to the guarded hot box are measured. From these data an 
over-all heat flow coefficient can be calculated. 

The Nicholls heat meter is very useful for determining the heat flow 
through walls of buildings This apparatus consists of a guarded plate 
on both sides of which are mounted a series of thermocouples. The plate 
is calibrated so that the rate of heat flow through it can be determined by 
observing the temperature difference between the two surfaces. In use, 
the meter is clamped tightly against the surface of the wall in question, 
and readings of heat flow of accuracy sufficient for many test purposes 
may be obtained. 

In June 1942, the A.S.H.V.E. adopted a standard test procedure for 
determining the conductivity of materials by use of the guarded hot 
plate This method is adapted to homogeneous materials, and con- 
ductivities obtained do not include surface coefficients. The method 
involved is one in which two identical samples are arranged one on each 
side of a heated plate having a guard and a central test section. The 
resulting sandwich is placed between cold plates. In operation the same 
temperature is maintained in the guard section and test section of the 
heated plate and a lower temperature is maintained in each of the cold 
plates from a common source of cold water. Thermal conductivity is 
determined by measuring the amount of heat supplied to the center or 
guarded portion of the hot plate, the temperatures at the hot and cold 
surfaces and the thickness of the specimen. The apparatus requires 
careful, precise construction and its operation requires care and skill. 
The actual design of basic types of hot plates is described in an A.S,T,M. 
publication 

MEASUREMENT OF HEAT EXCHANGE 
FOR COMFORT CONDitlONS 

Several instruments have been devised to measure the effect of various 
factors as they relate to the comfort of the body The principal ones are 
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the Kata-thermometer, Dufton’s eupatheoscope, Vernon's globe ther- 
mometer, Winslow and Greenburg's thermo-integrator, and Yaglou's 
heated globe These instruments were designed to obtain a quanti- 

tative measurement of the thermal exchange between the human body 
and its environment. 


COMBUSTION ANALYSIS 

The analysis of flue gases to determine completeness and efficiency of 
combustion is usually made chemically with an Orsat apparatus. This 
consists of a measuring burette, a leveling bottle, and three pipettes. 
Carbon dioxide is absorbed in the first pipette by potassium hydroxide, 
oxygen in the second by potassium pyrogallate, and carbon monoxide in 
the third by cuprous chloride. A known volume of gas is drawn in, and 
after each of the three absorptions the reduced volume is again measured 
in the burette. Pressure and temperature of the gas sample are kept 
constant while measuring. Several passes are made through each pipette 
which contains tubes or glass beads to increase the wetted surface. It is 
essential that each reaction be completed before the next reaction is 
started. Since the life of the reagents is limited, it is well to keep a record 
of the number of samples tested. Care is needed in operation to prevent 
the pulling of reagents out of the pipettes into the capillary tubing and 
burette. Many types of recording gas analyzers are available and are 
usually found in the larger boiler plants. 

The concentration of carbon dioxide is a measure of the excess air in a 
plant's flue gases and this is an important factor which concerns the 
efficiency of fuel utilization. In larger boiler plants carbon dioxide 
recorders are installed which operate in several ways. The basic principles 
involved are chemical absorption, thermal conductivity and difference in 
density between the flue gas and the atmosphere. Thermal conductivity 
apparatus for either indicating or recording carbon dioxide concentration 
in flue gas are available on the market. Instruments of this type have 
advantages of convenience and, under some circumstances, of accuracy 
compared to the better known Orsat apparatus. Methods of sampling 
flue gases for test purposes as well as of approximating their average 
temperature are contained in the /=5 = i2 Codes 

Carbon Monoxide Measurement 

The Orsat apparatus may be used for determining amounts of carbon 
monoxide of 2/10 of 1 per cent or more. For very low concentration of 
carbon monoxide, indicators and recorders depend on measurement of 
the heating effect of combustion of carbon monoxide to dioxide in the 
presence of a catalyst. The temperature rise is measured by a thermo- 
pile, the junctions of which are buried in the catalyst Such instru- 
ments are used to determine the presence of carbon monoxide in quantities 
as low as 1/100 of 1 per cent. 

For indicating low ranges of CO as for combustion products from gas 
appliances discharged into occupied spaces the colorimetric method 
developed at the National Bureau of Standards is satisfactory ^ 

SMOKE DENSITY MEASUREMENTS 

Smoke density may be judged by assigning to it the number of the 
Ringelmann Smoke Chart which appears to have the same color when 
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observed at a distance of 50 ft. The charts are numbered 1 to 4 and are 
made of black lines cross-ruled on white as given in Table 1. 


Table 1. Ringelmann .Smoke Chart Spacings 


Number 

OF Card 

Thickness of 

Lines, mm 

Distance in Clear 

Between Lines, mm 

1 

1.0 

9.0 

2 

2.3 

7.7 

3 

3.7 

6.3 

4 

5.5 

4.5 


Photo-electric Cell 

The photo-electric cell is used in some apparatus developed for smoke 
density recording in large plants. The same device is included in the 
testing equipment for domestic oil burners described in National Bureau 
of Standards, Commercial Standard CS75-42 Under Laboratory Tests 
this publication contains the following section: “Smoke Determination. 
— After combustion has reached equilibrium, the amount of smoke in the 
flue gases, when viewed lengthwise through 4 feet of the smoke pipe in 
accordance with the Underwriters' Laboratories, Inc,, Standard for 
Domestic Oil Burners (Subject 296), March 1934 and subsequent re- 
visions, shall not reduce the output of a standard photoelectric cell from 
9 microamperes, with a clear smoke pipe, to less than 8 microamperes.’' 
The commercial standard also requires that during a test after installation, 
the burner shall operate without visible smoke at the chimney top. 

A method of evaluating smoke produced by pot type oil burners was 
developed for the Institute of Cooking and Heating Appliance Manu- 
facturers by R. N. St. John. A glass rod is interposed between a light 
source and a photo-sensitive cell both before and after being exposed to 
the flue gases from a heating device. The diminution of the light trans- 
mitted by the rod due to the deposit of soot on its surface causes a reduc- 
tion in the cell emf which is taken as an index of the concentration of 
smoke in the flue gases. A description of the method is contained in 
National Bureau of Standards Commercial Standard CS104-46 

Sound and Vibration Measurements 

Approximate measurements of sound intensity can be made by aural 
methods. The ear is used to compare the measured noise with sounds of 
known strength. 

Electrical devices in which the ear plays no part furnish the most 
satisfactory means of measuring noise intensities. The sound meter 
consists essentially of a microphone coupled to an amplifier designed with 
an ear-like response. The output of the microphone is read on a sensitive 
direct current milliammeter graduated to read directly in decibels. In- 
struments of this type if connected with suitable band pass filters can be 
used to study the intensity of the sound over its entire range of frequencies. 

Electrical instruments are available for measuring the frequency, 
amplitude and acceleration of a vibrating mass. They are usually more 
convenient and accurate than the vibrating- reed tachometer and the 
seismic type displacement meters and accelerometers which can also be 
used for this purpose. Sound level meters are discussed in several text 
books and standards 
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Chapter 12 

PHYSIOLOGICAL PRINCIPLES 


Chemical Vitiation of Air, Physical Impurities in Air, Thermal Interchanges 
Between the Body and Its Environment, High Temperature Hazards, Ac* 
climatization, Upper Limits of Heat for Men at Work, Application of 
Physiologic Principles to Air Conditioning Problems, Effective 
Temperature Index and Comfort Zones 


V ENTILATION is defined in part as the process of supplying air to, 
or removing air from, any space by natural or mechanical means. 
The word in itself implies quantity, but air must be of the proper quality 
also. The term air conditioning in its broadest sense implies control of 
any or all of the physical or chemical qualities of the air. The A.S.H.V.E. 
Code of Minimum Requirements for Comfort Air Conditioning ^ defines 
it “as the process by which simultaneously the temperature, moisture 
content, movement and quality of the air in enclosed spaces intended for 
human occupancy may be maintained within required limits. If an 
installation cannot perform all of these functions, it shall be designated 
by a name that describes only the function or functions performed.'’ 

CHEMICAL VITIATION OF AIR 

People living indoors bring about certain physical and chemical changes 
in the air about them. The oxygen content of the air diminishes and the 
carbon dioxide increases, but these changes are too slight to be significant 
except in air tight spaces as in submarines. Organic matter which is 
usually perceived as odors comes from the body or clothes. Moisture 
and heat are given off by the body. There is no evidence of any toxic 
volatile material given off by man to the ambient air. Stale air may be 
offensive because of odors and may induce loss of appetite and loss of 
energy. Objectionable body odors have the same effects. These reasons, 
whether esthetic or physiological, usually make it desirable in the design 
of air conditioning systems to provide for the elimination or control of 
odors arising from occupancy, cooking, or other sources. This may be 
accomplished by introducing odor-free air in sufficient quantities to 
reduce odor concentrations by dilution to a level which is not objection- 
able. Odor-free air may be outdoor air or air which has been cleared of 
odors by sorption, washing, or other appropriate means. 

In the case of vitiation by a few hazardous gases such as carbon mon- 
oxide from heating, cooking, and certain industrial processes, no satis- 
factory chemical treatment for the elimination of the impurity has been 
found. The only really satisfactory solution is elimination at the source 
by local exhaust ventilation; or, if this is impossible, reduction to a safe 
concentration by dilution. (See Chapter 10.) In the case of contami- 
nation by other matter, including volatile vapors and gases, chemical 
treatment for the removal or reduction of the impurities has been made 
available through air cleaning methods, which are discussed in Chapter 33 
on Air Cleaning Devices. 

When the only source of contamination is the human occupant, the 
minimum quantity of outdoor air needed appears to be that required 
to remove objectionable body odors, or tobacco smoke. The concen- 
tration of body odor in a room, in turn, depends upon a number of factors, 
including the dietary and hygienic habits of the occupants (frequently 
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reflecting their socio-economic status), the outdoor air supply, air space 
allowed per person, odor adsorbing capacity of air conditioning processes, 
and temperature and relative humidity. Perception of odor has been 
found to vary as the logarithmic function of the odor intensity, or in- 
versely with the logarithmic function of the amount of outdoor air 
supplied and the air space per person. 

The relation between air supply and occupancy has been reported by 
the Harvard School of Public Health^ (Table 1) and the A.S.H.V.E. 
Research Laboratory Outdoor air requirements for removal of objec- 
tionable tobacco smoke odors are not accurately known but available 
information and current practice indicate the need of 15 cfm per person 
or more 

The total quantity of outside air to be circulated through an enclosure 
is often governed chiefly by physical considerations for controlling tem- 
perature, air distribution, and air velocity. Other factors which must be 
taken into consideration include the type and usage of the building, 
locality, climate, height of rooms, floor area, window area, extent of 
occupancy, and the operation of the system distributing the air supply. 
Frequently, some of these factors, particularly the need for air movement 
and good distribution, may be satisfied by recirculation of inside air 
rather than outside air. 

It will be noted that, with adequate air space, the rate of air change 
indicated in Table 1 is from 10 to 30 cfm per person. In rooms occupied 
by only a few persons such an air change will be automatically attained 
in cold weather by normal leakage around doors and windows, and can 
easily be secured in warm weather by the opening of windows. With a 
space allotment of 400 cu ft per person, only \}/2 air changes per hour are 
necessary to provide a ventilation rate of 10 cfm per person. 

Therefore, in the ordinary dwelling Avith adequate cubic space allot- 
ment, no special provision for controlling chemical purity of the air is 
necessary (aside from removal of fumes from heating appliances). For 
such conditions, the control of air temperature is the major consideration. 

In more crowded rooms (large offices, large workrooms, auditoriums), 
the cubic space per person is less and it is usually impossible to admit 
untempered outside air without creating drafts. Here, mechanical venti- 
lation is essential for removal of the heat and moisture produced by the 
occupants. 

The present data regarding the effect of cubic space on ventilation 
requirements are not universally accepted. The Code of Minimum Re- 
quirements for Comfort Air Conditioning ^ prescribes definite minimum 
requirements which should be familiar to the designing engineer. It 
should be emphasized, however, that the code fixes minimum, rather than 
adequate requirements. 

Notwithstanding the rapid advance made in air conditioning some 
persons still believe there is a stimulating quality in outdoor air (par- 
ticularly country, mountain and seashore air) under ideal weather con- 
ditions, which is lacking in artificially conditioned air. It is apparent, 
however, that modern air conditioning insures control of the phenomena 
of nature for the service and comfort of man independently of weather 
conditions. Freedom of movement, action and thought, together with 
the variability of stimuli experienced by pefsons under ideal conditions 
in the country, mountains or seashore, undoubtedly have some stimu- 
lating effect. Various experimenters have attempted to duplicate the 
invigorating qualities of outdoor air by the use of ozone, ionization, or 



Physiological Principlei 


199 


Table 1. Minimum Outdoor Air Requirements to Remove Objectionable 
Body Odors Under Laboratory Conditions 2 


Type op Occupants 


Air Space per Outdoor Air Supply 
Person Cu Ft CFM per Person 


Heating season with or without recirculation. Air not conditioned. 


Sedentary adults of average socio-economic status.. . | 

1 

100 

200 

300 

500 

25 

16 

12 

7 

Laborers 

200 

23 




( 

100 

29 

Grade school children of average socio-economic status< 

200 

300 

21 

17 

1 

500 

11 

Grade school children of lower socio-economic status.... 

200 

38 

Children attending private grade schools 

100 

22 


Heating season. Air humidified by means of centrifugal humidifier. Water 
atomization rate 8 to 10 gph. Total air circulation SO cfm per person. 


Sedentary Adults.. 


200 


12 


Summer season. Air cooled and dehumidified by means of a spray dehumidifier. 
Spray water changed daily. Total air circulation SO cfm per person. 


Sedentary Adults.. 


200 j <4 


ultra-violet light, but results to date have been inconclusive or negative 

Ozone in amounts of 0.01 to 0.05 ppm of air is allowable in comfort air 
conditioning. Above this limit there is a pungent, unpleasant odor and 
perhaps respiratory distress, depression, and stupor 

PHYSICAL IMPURITIES IN AIR 

Dust particles of almost any type can produce irritation of the mucous 
membranes of the nose and throat if present in high concentrations. 
Certain dusts may be very harmful, but coal dust is tolerated well. The 
effects of various industrial dusts, pollens, etc. are discussed in Chapter 10. 

A certain part of the dissemination of disease in confined spaces is 
caused by the emission of pathogenic organisms from infected persons. 
(See Chapter 13.) 

While in some instances it may be possible to reduce the physical 
impurities of the air by dilution from a non-contaminated source, such 
a source Js rarely available. Frequently outside air contains a higher 
concentration of physical impurities than indoor air. Therefore, it is 
usually desirable to reduce the concentration of physical impurities by 
air cleaning methods. (See Chapter 33.) 

THERMAL INTERCHANGES BETWEEN THE BODY 
AND ITS ENVIRONMENT 

Body temperature depends upon the balance between heat production 
and heat loss. Heat resulting from oxidation in the body (metabolism) 
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maintains the body temperature well above that of the surrounding air 
in a cool or cold environment. At the same time, heat is constantly lost 
from the body by radiation, convection and evaporation. Since, under 
ordinary conditions, the body temperature is maintained at its normal 
level of about 98.6 F, the heat production must be balanced by the heat 
loss. During work the body temperature may rise; in fact, afternoon 
temperatures of normal persons average 1 deg above the resting value of 
the morning whether working or not. 

The fundamental thermodynamic processes concerned in heat inter- 
changes between the body and its environment may be described by 
the equation : 

^s + E^R^C ( 1 ) 

where 

M = rate of metabolism, heat produced within the body. 

S = rate of storage, change in intrinsic body heat. 

E == rate of evaporative heat loss. 

R = rate of radiative heat loss or gain. 

C = rate of convective heat loss or gain. 

The rate of metabolism, ilf, is always positive. The storage, 5, may 
be either positive or negative, depending upon whether heat is being 
stored or depleted owing to a rise or fall in body temperature. Under 
ordinary circumstances (when the dew-point of the air is below the body 
surface temperature) the evaporation loss, £, is always positive; that is, 
heat from metabolism supplies this loss. R and C are positive when body 
surface temperature is above that of walls and air, and negative when it 
is below. 

DuBois^, after careful calorimeter studies on fasting, nude men, 
plotted the partition of body heat loss and heat production as a function 
of temperature. Fig. 1 shows some disparity between heat production 
and heat loss. This disparity is 5 in Equation 1. In the central range of 
the experiments, S was quite low and no increase in heat loss by vapori- 
zation was apparent. Within the range 81 to 86 F a zone of easy regu- 
lation of body heat exists for nude persons which may be called a zone 
of thermal neutrality in contrast with the chilling effect noted in the cooler 
part of the curve, the zone of body cooling, and in contrast with the zone 
of evaporative regulation at higher temperatures. In the narrow range 
of the neutral zone most men feel comfortable under similar conditions 
(nude and at rest). In this neutral zone the regulation of body tem- 
perature is accomplished by automatic variation in the blood flow to the 
skin, especially of the hands, feet, and head, to vary the radiation and 
convection losses as required to balance heat loss and heat production. 

At lower temperatures throughout the zone of body cooling there is a 
progressive fall in the skin temperature, especially in feet and hands, 
which implies a diversion of blood from the skin into deeper organs, and 
a progressively greater loss of intrinsic body heat (—5), until the body 
temperature falls enough to induce shivering. The muscular activity of 
shivering increases heat production and so makes good the excessive heat 
loss, maintaining body temperature nearly normal. In cool environ- 
ments heat loss by evaporation from skin and respiratory tract remains 
almost constant at about 25 per cent of the heat produced in resting or 
slightly active subjects. 

In the zone of evaporative regulation the burden of heat regulation is 
assumed by evaporation, radiation and convection losses already being 
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maximal from the warm skin, flooded by maximal cutaneous blood flow. 
In such hot conditions the pulse rate rises. When sweat first appears it 
covers only part of the body, especially the head and neck, and gradually 
extends to drench the entire body surface. All factors which affect the 
evaporation of water from the slan affect heat regulation in the zone of 
evaporative regulation. Relative humidity and air motion are most 
important. With dry-bulb temperature above body temperature, air 
motion facilitates evaporative heat loss by removing hot humid air from 
contact with the skin and replacing it with relatively drier air. 

Heat regulation in man requires an intact set of sensory nerves, a 
normal sympathetic nerve supply to sweat glands and blood vessels, a 
great many sweat glands, and a circulatory system capable of carrying 
heat from muscles and viscera to the skin by circulation of the blood. 



Fig. 1. Heat Loss from Human Beings by Evaporation, 

Radiation, and Convection^ 

•Normal control, naked, in calorimeter at temperatures from 72.8 to 94.1 F. First column in each experi- 
ment represents heat production as determined by indirect calorimetry, the second column, heat elimination. 
The portion marked with vertical lines represents vaporization, the dotted area convection, the unmarked 
area radiation. The skin temperature represents the average reading of 18 spots on the surface. 


The human body possesses remarkable powers of adaptation to a 
narrow range of atmospheric conditions around an ideal optimum where 
storage is zero, and metabolism and skin and tissue temperature are at 
optimum values. Under these conditions, the body experiences a sensa- 
tion of comfort. As skin and body-tissue temperatures rise or fall above 
or below an optimum, complex adaptive mechanisms come into play, 
chiefly associated with redistribution of blood supply between the skin 
and deeper tissues (in a cold environment) and with sweat secretion (in 
a hot environment). These reactions are governed by nervous or chemi- 
cal stimuli from both skin and internal tissues. Nerves from the sldn 
carry the sense impressions to the brain and the response comes back over 
ano^er set of .nerves, the motor nerves, to the musculature and to all the 
active tissues in the body, including the endocrine glands. In this way, 
a two-sided mechanism controls the body temperature by (1) regulation 
of internal heat production (chemical regulation), and (2) regulation of 
heat loss by means of automatic variation in riie rate of cutaneous cit:cu- 
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* lation and by operation of the sweat glands (physical regulation). The 
reactions involved in cold and in hot environments are on the whole 
radically different in nature. The mechanisms of adjustment involved 
are extremely"' complex and, while they are receiving considerable study, 
a complete understanding of their operation is still lacking. 

Some of the phenomena of body temperature control are shown 
graphically in Fig. 2. The dotted curves, from a study at the John B. 
Pierce Laboratory of Hygiene are for subjects lightly clothed in a 
semi-reclining position and give the relation between the dry-bulb tem- 
perature of the environment (wdth about 45 per cent relative humidity) 
and the metabolic rate (heat production), the rate of heat dissipation 
by radiation and convection combined, and the latent heat loss due 



Fig. 2. Relation Between Metabolism, Storage, Evaporation, Radiation Plus 
Convection, and Operative Temperature for the Clothed Subject 


to evaporation from the skin and the respiratory tract. The smooth 
line curves from the work of the A.S.H.V.E. Research Laboratory ® 
give the same relationships for healthy, male subjects (18 to 24 years of 
age), seated at rest and dressed in customary winter indoor clothing. The 
Pierce Laboratory data for the semi-reclining subjects also include the 
rate of heat storage (either positive or negative) due to a rise or fall in 
body temperature. For the normally clothed subjects, a curve gives 
the total heat loss (that is, the sum of the radiation, convection and 
evaporative losses). Here, storage is given by the difference between 
the metabolism and total heat loss. 

The small difference between the metabolic rates for the two groups 
of subjects may be accounted for by difference in activity. Heat exchange 
between the body and the environment by radiation and convection is 
greater for the lightly clothed subject, both for cool conditions where 
there is excessive heat loss, and for very warm conditions where there is 
transfer of heat from the atmosphere to the body. The two curves for 
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evaporative loss serve to show how physiological control uses evaporation 
of perspiration to maintain equilibrium at high temperatures. Below 
75 F for the normally clothed subject, and below 85 F for the lightly 
clothed subject, evaporation loss is minimal and constant. Above these 
temperatures control is obtained by the availability of perspiration for 
evaporation. The difference in the curves above 75 F is probably largely 
determined by the difference in clothing and activity. In temperatures 
well above 95 F radiation and convection change from positive to nega- 
tive. Even the greatly increased evaporative heat loss ceases to take 
care of heat production plus radiation and convection gains. Heat storage 
results with a consequent rise in body temperature and metabolic rate. 
This may be accounted for by increased chemical reaction with rise in 
temperature, and indicates the point where a breakdown in thermal 
equilibrium begins. Survival time is limited when the accelerated meta- 
bolic rate raises body temperature to 105 F. 


Table 2. Physiological Responses to Heat of Men at Rest and at Work^ 


Effectiv* 

Temp 

Actual 

CnEBK 

Temp 

(Fahr 

Deo) 

Men at Rest 

Men at Wore 

90,000 rr-LB of Work per Hour 

Rise in 
Rectal 
Temp 
(Fahr Deg 
per Hr) 

Increase 
in Pulse 
Rate 

(Beats per 
Mm per 
Hr) 

Approximate 
Ixjss in Body 
Weight by 
Perspiration 
(Lb per Hr) 

Total Work 
Accomplished 
(Ft-Lb) 

Rise in 
Body Temp 
(Fahr Deg 
per Hr) 

Increase in 
Pulse Rate 
(Beats per 
Min per Hr) 

Approximate 
Lobs in Body 
Wt by Per- 
spiration 
(Lb per Ht) 

60 





225,000 

0.0 1 

6 

0.5 

.70 


0.0 

0 

0.2 

225,000 

0.1 i 

7 

0.6 

80 

96.1 1 

0.0 

0 

0.3 

209,000 

0.3 

11 

0.8 

85 

96.6 1 

0.1 

1 

0.4 

190,000 

0.6 

17 

1.1 

90 

97.0 i 

0.3 

4 

0.5 

153,000 

1.2 

31 

1.5 

95 

97.6 ! 

0.9 

15 1 

0.9 

102,000 

2.3 

61 

2.0 

100 

99.6 

2.2 

40 

1.7 

67,000 

4.0b 

103b 

2.7b 

105 

104.7 

4.0 1 

83 

2.7 

49,000 

6.0b 

158b 

3.5b 

no 



5.9b 

137b 

4.0b 

37,000 

8.5b 

237b 

4 . 4 b 


aData by A.S.H.V.E. Research Laboratory. 

hComputed value from exposures lasting less than one hour. 


HIGH TEMPERATURE HAZARDS 

Studies at the A.S.H.V.H Research Laboratory and elsewhere during 
the past two decades have made available much information dealing with 
the physiological effects of hot atmospheres on workers and means of 
alleviating the distress and hazards associated therewith. Table 2 gives 
some of the physiological responses of men at rest and at work to hot 
environments. Frequent and continued exposure of workers to hot 
environments results in physiological derangement affecting the leucocyte 
count of the blood, and other factors dealing with man’s mechanism of 
defense against infection 

Wherever S (Equation 1) becomes strongly positive and body tem- 
perature rises progressively men will continue to work until body tem- 
perature reaches 101 to 103 F. When these body temp)eratures are 
exceeded men work with declining efficiency and are liable to heat 
exhaustion, heat cramps, or heat stroke. 

Heat exhaustion is a circulatory failure in which the venous return to 
the heart is reduced so that fainting results Early symptoms of heat 
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exhaustion may include fatigue, headache, dizziness when erect, loss of 
appetite, nausea, abdominal distress, vomiting, shortness of breath, flush- 
ing of face an^ neck, pulse rate above 150, fever well above 102 F, glazed 
eyes, and mental disturbances as apathy, poor judgment, irritability 
and which usually precede fainting (syncope) Recovep^ is usually 
prompt when the man is removed to a cool place and kept lying down for 
a time, unless he has some other illness such as heart disease. 

Heat cramps are painful muscle spasms in extremities, back and 
abdomen due, at least in part, to excessive loss of salt in sweating. For- 
merly common in hot industries, this manifestation of illness due to heat 
is now greatly reduced by drinking water containing 0.1 per cent salt, 
or by proper use of salt tablets. Heat cramps are readily alleviated by 
administration of salt solution intravenously. 

Heat stroke or sun stroke is a serious effect of exposure to great heat. 
The body temperature climbs rapidly to excessive levels often above 105 F 
when for unknown reasons free sweating suddenly stops. At such high 
temperatures coma appears and death may be imminent. Emergency 
measures are required to reduce the excessive body temperature by 
cooling quickly to avoid irreparable damage to the brain 

The deleterious physiologic effects of high temperatures exert a power- 
ful influence upon physical activity, accidents, sickness and mortality. 
Both laboratory and field data show that physical work in warm atmos- 
pheres is a great effort, and that production falls progressively as the 
temperature rises. 


ACCLIMATIZATION 


When men move to deserts or to jungles some adaptation to the climate 
takes place. If work is gradually increased day by day and if the men can 
get plenty of water and salt, and can sleep each night, acclimatization may 
be complete in 7 to 10 days. The acclimatized man works with a lower 
heart rate, lower skin and rectal temperature, and more stable blood 
pressure than when unacclimatized. The process of acclimatization 
requires work in the heat ^ 2 . 

In recent tests made at the A.S.H.V.E. Research Laboratory subjects 
were required to perform light work under very hot conditions for a 4-hr 
period each day. It was found that the ability of a new subject to endure 
these conditions showed daily improvement for a period of at least 2 
weeks. However, after acclimatization was completed, a recess of several 
days had no effect on the endurance of the subject. Individuals differ 
widely in their capacity to acclimatize. Acclimatized men lose these 
capacities in a few weeks of temperate climate, even though they are 
vigorously active. Acclimatization to dry heat increases the capacity to 
sweat and conserves salt by secreting a dilute sweat 


Deterioration of performance and other ill effects of heat may arise 
during prolonged exposure to heat when men cannot get sufficient rest 
and sleep each day. Acclimatization to extreme conditions involves a 
strain upon the heat regulating system and interferes with the normal 
physiologic functions of the human body. Thousands of years in the 
heat of Africa do nbt seem to have acclimatized the Negro to a tempera- 
ture exceeding 80 F. The same holds true Of northern races with respect 
to cold, although the effects are mitigated by artificial control. Sbme 
persons regard the unnecessary endurance of cold as a virtue. They 
oeHeve that the human organism can adapt itself to a wide range of air 
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Table 3. Upper Limits of Environmental Conditions for Acclimatized, 
Healthy, Young Men in Military Service 


Environment 

Reactions at the end of 4 hr 

Rectal Temp F 

Pulse rate 

Relatively Easy 

Below 101 

Below 130 

Difficult 

101 to 102 

130 to 146 

Impossible.^ 

Above 102 

Over 145 


conditions with no apparent discomfort or injury to health. In the light 
of present knowledge of air conditioning these views are not justified. 

The adaptive level changes somewhat with the season. There are also 
marked differences between the sexes. In the cold zone the thickness of 
thermal insulating tissues of women is almost double that of men, although 
the sensory responses to cold are similar. In the hot zone, the threshold 
of sweating is higher for women. The thickness and insulating value of 
the clothing worn are also important factors in the determination of the 
comfort level. 

UPPER UMITS OF HEAT FOR MEN AT WORK 

In very hot conditions humidity is the limiting factor and the wet-bulb 
temperature assumes great importance. In 1905 Haldane recognized 
that 88 F wet-bulb was the limit of endurance for coal miners and later 
observers have concurred. 

A study was made at the Armored Medical Research Laboratory to 
determine the upper limits of environmental conditions under which a 
man can perform certain work. Thirteen enlisted men, thoroughly 
acclimatized to the hot conditions, served as subjects. During each test, 
the subjects were required to march for 4 hr at the rate of 3 mph, carrying 
20 lb packs under a wide range of environmental conditions which were 
rated as relatively easy, difficult, and impossible, on the basis of the 
physiological reactions of the subjects at the end of the 4-hr period as 
shown in Table 3 and Fig. 3, 

Recognition of the need of air conditioning for workers in hot indus- 
tries is growing rapidly. The choice of the type of system to be used in 



Fig. 8* Heat Eiipurance of Acclimatized Subjects Working at a Specific Rate** 
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any given instance must be determined by the air conditioning engineer 
after a study of conditions. In some hot industries where few workers are 
engaged in large spaces the worker himself, rather than the atmosphere, 
can be cooled by placing him in a small booth, and blowing cooled air 
over him, or by circulating cooled air through a loose-fitting suit 

The A.S.H.V.E. Laboratory has studied the effects of walls of higher 
temperature than the air The findings are in part shown in Fig. 4. 
Mean radiant temperatures up to 40 deg above the dry-bulb did not 
influence physiologic processes much. For example, at 84 deg ET and 
40 deg elevation in MRT, 1 deg ET change was equivalent to a 4 deg 
rise in MRT. Similarly, at a constant ET of 90 deg and with MRT 
elevations of 0 and 40 deg, 1 deg increase in ET was equivalent to 7.5 deg 
and 11 deg rise in MRT respectively. Under ordinary still air conditions 
the effects of air temperature and MRT appear to be interdependent. 
Various authorities give 0.3 to 1 deg increase of room temperature to 
compensate for 1 deg depression of the MRT. 



80 82 84 86 88 90 92 94 

EFFECTIVE TEMPERATURE 

Fig. 4. Evaluation of Effect of MRT Elevation in Terms of 
Effective Temperature 


APPUCATION OF PHYSIOLOGIC PRINCIPLES 
TO AIR CONDITIONING PROBLEMS 

In order to estimate cooling loads in occupied spaces it is necessary to 
know the metabolic rate (heat production) of man. This has been studied 
extensively and found to remain relatively constant per unit of body 
surface area in a subject fasting and resting quietly after a good night’s 
sleep. The rate is high in children, and diminishes gradually with age; 
it increases in certain diseases and in the presence of fever. The metabolic 
rate is somewhat lower in women. Heat production goes up sharply with 
work and varies widely in different persons doing the same work. Table 
4 and Figs. 6, 6, and 7 give sufficient basic data for estimating heat 
production and heat loss under various conditions. 
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EFFECTIVE TEMPERATURE INDEX AND COMFORT ZONES 

There is no precise physiologic observation by which comfort can be 
evaluated. Mean skin temperature offers some promise. The zone of 
thermal neutrality differs with clothing, season, activity, and all the 
other factors controlling heat production (Table 5). The comfort zone 
is very similar to the zone of thermal neutrality. 

Sensations of warmth or cold depend, not only on the temperature of 
the surrounding air as registered by a dry-bulb thermometer, but also 



EFFECTIVE TEMPERATURE DEG 

Fig. 5. Relation Between Total Heat Loss from the Human Body and 
Effective Temperature for Still Air* 

•Curve A — Persons working, metabolic rate 1310 Btu per hour. Curve B — Persons working, metabolic 
rate 850 Btu per hour. Curve C — Persons working, metabolic rate 660 Btu per hour. Curve O— Persons 
seated at rest, metabolic rate of 400 Btu per hour. Curves B and D based on test data covering a wide tem- 
perature range. Curves A and C based on test data at an Effective Temperature of 70 deg and extrapolation 
of Curves B and D. All curves are averages of values for high and low relative humidities; variation due 
to humidity is small. 


upon the temperature indicated by a wet-bulb thermometer, upon air 
movement, and upon radiation effects. Dry air at a relatively high tem- 
perature may feel cooler than air of lower temperature with a high 
moisture content. Air motion makes any moderate condition feel cooler. 
Radiation to cold or from warm surfaces is another important factor 
under certain conditions. 

Combinations of temperature, humidity, and air movement which 
induce the same feeling of warmth are called thermo-equivalent condi- 
tions. A series of studies at the A.S.H.V.E. Research Laboratory estab- 
lished the equivalent conditions for practical use. This scale of thermo- 
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Fig. 6. Relation Between Radiation and Convection Loss from the Human 
Body and Dry-Bulb Temperature for Still Air^ “ 

•Loc. Cit. See footnote a, Fig. 6. 



Fig. 7. Evaporative Heat and Moisture Loss from the Human Body in 
Relation to Dry-Bulb Temperature for Still Air Conditions® 


aLoc. Cit. Set footnote a, Fig. fi. 
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Table 4. Metabolic Rates or Men at Different Activities^ 


Activity 

AvG Total Mb tabolic Rate 

Btu per Hour 

Sleeping _ _ 

255 



300 

Sefife^, at rpsf 

380 

Standing, at- 

430 

Walking, 2 mph 

760 

Walking, 4 mph 

1400 

Mayimiim Exprfion 

3000-4800 



»Data were compiled from actual tests at the A.S.H.V.E. Research Laboratory and from published 
reports of other investigators. 


equivalent conditions not only indicates the sensation of warmth, but 
also to a considerable degree determines the physiological effects on the 
body induced by heat or cold. For this reason, it is called the effective 
temperature scale or index, and it denotes sensory heat level. 

Effective temperature is an empirically determined index of the degree 
of warmth perceived on exposure to different combinations of temperature, 
humidity, and air movement. It was determined by trained subjects who 
compared the relative warmth of various air conditions in two adjoining 
conditioned rooms by passing back and forth from one room to the other. 

The numerical value of the index for any given air conditions is fixed 
by the temperature of slowly moving (15 to 25 fpm air movement) 
saturated air which induces a like sensation of warmth or cold. Thus, any 
air condition has an effective temperature of 60 deg, when it induces a 
sensation of warmth like that experienced in slowly moving air at 60 deg 


Table 5. Comparison of Comfort Ranges With Zone of Thermal Neutrality 



EfracriYB Tbicpbb&tubb 

Opbbatiyb 

Tbmp 


iNnSTlOATOBB 





Optimum 

Linb 

Kanos 

Ranqb 



Comfort Zone 


Houghten and Yaglou.. 

66 

63-71 


Winter non-basal; at rest, nor- 

Yaglou and Drinker 

71 

66-76 


mally clothed. Men and 
women. 

Summer non-basal; at rest and 
normally clothed. Men. 

Entire year; non-basal; at rest 
and stripped to waist. Men. 

Entire year; basal, nude. Steady 
state (9 hr exposure). Men 
and women. 

Yaglou 

72.5 

66-82 


Keeton et al 

76 

74-76 





Zone of Thermal NmUralUy 


DuBois and Hardy........ 

76 

73.2-76.9 


Basal; nude; men. 

71.8 

64.8-76.0 


Basal; clothed; men* 

Winslow, Herrington 
and Gagge^..w......».. 

^Bl 


84.0-S7^ 
74 -84 

Non-basal; at rest; nude; men. 
Non-basal ; at rest ; clothed ; aien. 
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saturated with moisture. The effective temperature index cannot be 
measured directly but is determined from dry- and wet-bulb temperatures 
and air motion observations by reference to an Effective Temperature 
Chart (see Figs. 8, 9, and 10) or tables. 

Fig. 8 gives the effective temperature for any combination of dry- and 
wet-bulb temperatures for still air (15 to 25 fpm) conditions. Charts 
similar to Fig. 8 for air velocities of 300 and 500 fpm have been presented 
in some of the earlier editions of the Guide. Fig. 9 is another form of 



effective temperature chart embodying all three variables; dry-bulb and 
wet-bulb temperatures, and air velocity. 

As stated previously, effective temperature is an index of the degree of 
warmth experienced by the body. An effective temperature line is, there- 
fore, a line defining the various combinations of conditions which will 
induce like sensations of warmth. It does not necessarily follow that like 
sensations of comfort will also be experienced along the entire length of 
an effective temperature line. Some degree bf discomfort is likely to be 
experienced at very high or very low relative humidities, regardless of the 
effective temperature. It has also been found that the optimum effective 
temperature varies with the season, and is lower in winter than in summer. 
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Note . — Both rammer and winter comfort zones apply to inhabitants of the United States onJy. Applica* 
tion of winter comfort line is further limited to rooms heated by central station systems of the convection 
type. The line does not apply to rooms heated by radiant methods. Application of summer comfort line 
is limited to homes, offices and the like, where the occupants become fully adapted to the artihdal air con- 
ditions. The line does not apply to theaters, department stores, and the like vfhere the ejcposure is less than 
3 hours. The optimum summer comfort line shown pertains to Pittsburgh and to other cities in the northern 
portion of the United States and Southern Canada, and at elevations not in excess of 1000 ft above sea level. 
An increase of one deg ET should be made approximately per 6 deg reduction in north latitude. 


Tests made at the A.S.H.V.E. Research Laboratory in very hot 
conditions with subjects doing light work were in very close agreement 
with the effective temperature chart. Other work under similar 
environmental conditions, but with subjects walking 3 mph and carrying 
20 lb packs indicated that the effective temperature lines should be more 
nearly horizontal. It therefore appears that the slope of the ET lines 
may vary depending upon the rate of work being performed. 

Fig. 10, shows the A.S.H.V.E. Comfort Chart The summer and 
winter comfort zones indicate conditions under which 60 per cent or more 
of the people are comfortable. The summer comfort zone extends from 
66 ET to 76 ET; a maximum of 98 per cent of the subjects were com- 
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fortable at 71 ET. The winter comfort zone extends from 63 ET to 
71 ET with a maximum of 97 per cent feeling comfortable at 66 ET. 
The 71 ET and 66 ET lines are referred to, respectively, as the suilimer 
and winter comfort lines. 

The comfort zones and lines as shown in Fig. 10 are based on research 
prior to 1932. Later studies by the A.S.H.V.E. Research Laboratory 
indicate a desirable winter effective temperature of 67 deg, and this 
finding is confirmed by current practice. The shape of the curve showing 
the per cent of subjects comfortable in winter also justifies this conclusion, 
since a drop of only one degree from the 66 ET line seriously reduced the 
percentage of subjects comfortable. Systems should be designed to 
assure comfort for the maximum possible number 

The comfort zones in Fig. 10 are located between the 30 per cent and 
70 per cent relative humidity lines. There is some evidence that the 
zones could be extended somewhat beyond these limitations. 

Radiation from occupants to room surfaces and between the occupants 
has an important bearing on the feeling of warmth and may alter to some 
measurable degree the optimum conditions for comfort previously in- 
dicated. Since the mean radiant temperature of a space is affected by 
cold walls and windows, as well as by the warm surfaces of heating units 
placed within the room or imbedded in the walls, these factors must be 
compensated. Likewise, in densely occupied spaces, such as classrooms, 
theaters and auditoriums, temperatures somewhat lower than those 
indicated by the comfort line may be desirable because of counter- 
radiation between the bodies of occupants in close proximity to each other. 
Such radiation will also elevate the mean radiant temperature of the room. 

Many field studies have been made to determine the optimum indoor 
effective temperature for both winter and summer in several metropolitan 
districts of the United States and Canada in cooperation with the manage- 
ments of offices employing large numbers of workers (Fig. 11). On the 
whole women of all age groups studied prefer an effective temperature for 
comfort 1.0 deg higher than men. All men and women over 40 years of 
age prefer a temperature 1 deg ET higher than that desired by persons 
below this age. The persons serving in all of these studies were repre- 
sentative of office workers dressed for air conditioned spaces in the summer 
season and engaged in the customary office activity. 

On the basis of present knowledge, for different geographical regions 
and age groups, the most popular temperature varies from a low of 66 deg 
ET in winter to a high of 73 deg ET in summer. The spread for summer 
comfort is 69 to 73 deg ET. 

The A.S.H.V.E. Technical Advisory Committee on Sensations of 
Comfort, ascribes a spread of 3 deg in the optimum effective temperature 
for summer cooling to geographical location. However, it should be 
recognized that variations in sensation of comfort among individuals may 
be greater for any given location, as shown in Fig. 11, than variations due 
to a difference in geographical location. The available information in- 
dicates that changes in weather conditions over a period of a few days 
do not alter the optimum indoor temperature. In general, people 
experiencing low or high temperatures over an extended period of time 
become acclimated to lower or higher indoor temperatures respectively. 

Sudden chilling (shock) of persons entering a cooled and air conditioned 
space during the summer months, may at times be important. It is due 
to the rapid evaporation of perspiration which accumulated on the skin 
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*and in the clothing during previous subjection to hot and humid outside 
conditions. While studies have shown that for healthy individuals 
this Shock is n 9 t harmful under some conditions it may be unpleasant or 
even harmful. People entering and remaining in cooled spaces for short 
periods, 15 min or less, may be satisfied with less cooling. For long 
occupancy very little deviation from the optimum effective temperature 
is indicated. 

An exit shock upon re-entering a warm atmosphere is equally plausible. 
Experiments at the A.S.H.V.E. Research Laboratory indicated no 
demonstrable harm to a healthy individual. Acclimatization occurred 



Fig. 11. Relation Between Effective Temperature and Percentage 
Observations Indicating Comfort 


as soon as normal perspiration was established. Mild exercise shortened 
the adaptation time. 

A great number of persons seem to be fairly content in summer with 
a higher plane of indoor temperature. Studies by the University of 
Illinois^* in cooperation with the A.S.H.V.E. Committee on Research 
indicate that effective temperatures as high as 74.5 deg are acceptable in 
the living quarters of a residence, and while this condition is not repre- 
sentative of optimum comfort it provides sufficient relief in hot weather 
to be acceptable to the majority of users, in the interest of economy. 
Individual differences of comfort among the^minority should be counter^ 
acted by suitable clothing. 

Satisfactory comfort conditions for persons at work vary depending 
upon the rate of work and the amount of clothing worn. In general, the 
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greater the degree of activity, the lower the effective temperature neces- 
sary for comfort. 

For prematurely born infants, the optimum temperature varies from 
100 to 75 F, depending upon the stage of development. The optimum 
relative humidity for these infants is placed at 65 per cent No data are 
yet available on the optimum air conditions for full term infants and 
young children up to school age. Satisfactory air conditions for these age 
groups are assumed to vary from 75 to 68 F with natural indoor humidities. 
For children (having high metabolism) at school, in winter clothes, 70 F 
has been considered correct, while in a gymnasium 55 F has been recom- 
mended. 
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Chapter 13 


AIR CONDITIONING IN THE PREVENTION 
AND TREATMENT OF DISEASE 

Control of Airborne infection. Value of Air Cooling Under Tropical Conditions, 
Treatment of Disease, Operating Rooms, Nurseries for Premature Infants, 
Fever Therapy, Cold Therapy, Allergic Disorders, Oxygen Therapy, 
General Hospital Air Conditioning 


T he late war has caused an increase of interest in the preventive 
aspects of air conditioning. It has re-emphasized the importance of 
the control of airborne infection and has demonstrated the value of air 
cooling under tropical conditions for the prevention of heat rash, for 
promoting proper rest and sleep, and in the convalescence of patients. 

CONTROL OF AIRBORNE INFECTION 

Any program of air sanitation is influenced by a number of factors. In 
the winter months, the closing of doors, windows and other means of 
access to the outside air to conserve warmth as well as the crowding of 
persons indoors provides conditions conducive to a high incidence of 
contagion. This seasonal phenomenon, illustrated in Fig. 1 which 
represents a study made by the U. S. Public Health Service, will concern 
the ventilating engineer in so far as air quality, determined by tempera- 
ture, humidity, air replenishment and type of air movement and by 
freedom from contamination, is a major intrinsic factor. Apart from the 
seasonal picture of airborne contagion are such extrinsic factors as rate 
of turnover of personnel and the marked susceptibility of the recruit 
in comparison with permanent personnel ^ as shown in Fig. 2 by studies of 
military personnel housed in barracks. These extraneous variables and 
the factor of contact infection (direct spray) tend to complicate any 
evaluation of the effectiveness of air sanitation for elimination of micro- 
organisms in droplet-nuclei and droplet-dust. Thus, control measures 
may eliminate consistently 90 per cent of airborne organisms in laboratory 
tests, but cannot effect a decrease in actual incidence of infection ex- 
ceeding 30 per cent. Thirty per cent may be the maximal reduction in 
infection possible by air treatment methods. The distinction should be 
clearly drawn, therefore, between the effectiveness of a procedure in 
laboratory tests and its effectiveness and applicability in actually reducing 
the incidence of airborne disease. 

The following sequence of events has been postulated as occurring in 
a large proportion of intra-ward infections: (a) ejection of relatively 
large protected infective particles from patients, (6) rapid venting or 
settling of these particles so that those remaining airborne are in low 
concentration, (c) survival of infective particles to permit the accumu- 
lation of high concentrations on surfaces, (d) repeated reintroduction of 
infective particles into the air under the stimulus of ward activities or 
by air currents of the order of 60 fpm over the floor, and (e) extension of 
infective areas by air turbulence throughout the ward or hospital. The 
most important link in this probable infection chain has been demon- 
strated to be the reintroduction of particles into the air *. 

Intensive studies on air disinfection have indicated two distinct control 
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measures, (a) suppression of dust and lint, and (6) disinfection of droptet- 
nuclei. 

Well controlleli, large scale tests of the various methods of air sterili- 
zation conducted in barracks ^ have confirmed the importance of dust 
control in minimizing the spread of airborne disease, a consideration 
which has guided the practices of ventilating engineers for a number of 
years. The importance of the dust factor has been emphasized by many 
engineers and has been convincingly demonstrated by subsequent 
bacteriologic studies aboard ships. 

Treatment of floors and bedclothes with oil emulsions has proved 
effective in reducing bacterial dispersion by as much as 90 per cent in 
Army barracks and station hospitals The incidence of acute respiratory 



Occurrence of diseases causing disability for 8 consecutive days or longer in a group of 100,000 wage 
earners (10 per cent women) in different industries. 

“Graph obtained from Dean K. Brundage, U- S. Public Health Service. 

Fig. 1. Study of Average Monthly Frequency (1921-1926 inclusive) of 
Specified Respiratory Diseases® 


infections was from 10 to 30 per cent lower in barracks with oiled floors 
eind bedclothes than it was in control barracks which received no special 
treatment. More recent studies, however, have yielded inconsistent 
results. 

No simple method for disinfecting droplet-nuclei has yet been devised. 
Under favorable laboratory conditions, propylene glycol in concentrations 
of 0.07 to 0.14 milligrams per liter, and triethylene glycol in a concen- 
tration of 0.0046 milligrams per liter were highly germicidal for most 
airborne bacteria in clean air when the relative humidity was between 40 
and 60 per cent *• •’ Under practical conditions, however, particularly 
in the presence of dust in the air, glycol effectiveness is much reduced. 
The use of other chemical aerosols that have been tried is limited by 
their toxicity, odor, or destructiveness to fabrics and metals. 

Ultraviolet radiation of floors and upper air has been studied exten- 
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sively at the Naval Training Center, Sampson, N. Y. In barracks housing 
naval recruits, hospital admissions for respiratory infections (mostly 
catarrhal fever) were 25 per cent lower in a group of men exposed to ultra- 
violet radiation — (2537 Angstrom Units, 1 to 7 ergs per (cm (sec) at 
bed level) — than they were in adjacent control barracks without ultra- 
violet radiation A combination of ultraviolet radiation and dust 
control measures is believed to be more effective than when either one 
of the two is used alone, but the proof for this has yet to come. 

The present status (1947) is admirably reviewed by the Committee on 
Sanitary Engineering of the National Research Council and by a sub- 
committee of the American Public Health Association Both com- 
mittees feel that the problem of air disinfection is still in the experimental 
stage, and that present evidence does not warrant the use of ultraviolet 
radiation or glycol vapors in public buildings and industries in the hope 
of reducing respiratory infections. Much more experimentation is needed 
for arriving at a definite conclusion. 



Fig. 2. Monthly Incidence of Acute Respiratory Illness Among Naval 
Recruits and Ship’s Company (Permanent Personnel) ^ 


VALUE OF AIR COOUNG UNDER TROPICAL CONDITIONS 

The commissioning of a class of naval hospital ships with all wards, 
laboratories and living spaces air cooled is a notable achievement to 
provide better treatment of patients, especially those suffering from 
extensive burns, by control of environmental factors. Although statistics 
are not at hand to indicate the deaths or retarded recoveries of patients 
due to lack of air cooling in ships operating in tropical waters, it is 
generally agreed among competent observers that high temperature and 
humidity are major factors in prolonging disability and increasing 
mortality of the sick and injured. Physiologic data obtained on healthy 
men, moreover, show the large loss of body fluids and the stress on the 
cardiovascular system in terms of increased pulse rate when these men 
are continuously subjected to high temperatures. Even at rest about 
60 cc of fluid per hour are lost as sweat through intact skin. In burn 
patients the difficulty, encountered in temperate climates, of maintaining 
fluid and electrolyte balance is tremendously augmented by the addi- 
tional evaporative fluid loss in hot environments. 
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Frequently from 50 to 75 per cent of personnel aboard naval vessels 
operating in tropical waters are afflicted with heat rash to a degree that 
interferes with i^st and sleep. In carefully controlled experiments it 
was possible to produce a fulminating type of rash in all men living 
continuously at an effective temperature of 85 (90 F dry-bulb and 83 F 
wet-bulb). In the control group, 12 out of 24 hr were spent in a relatively 
cool atmosphere of 75 ET (80 F dry-bulb, and 70 F wet-bulb). These 
men either remained free from heat rash or occasionally developed a mild 
form. Thus, intermittent cooling to a degree which prevented sweating 
in men at rest eliminated a serious handicap to good performance of duty. 

In both laboratory tests and aboard hospital ships a relatively cool 
living environment of 76 to 78 ET provided an atmosphere conducive 
to rest and sleep without sweating. Berthing spaces tended to have 
extremely low odor levels. Motivation, initiative and alertness, in con- 
trast to the usual irritability and lack of incentive incident to residence 
in tropical climate, were maintained 

Little has been done, however, to obtain practical methods for appli- 
cation of air conditioning under heavy heat loads and on the enormous 
scale that would be needed to modify life in the tropics. It is not im- 
probable that cooled houses in a tropical climate, if used consistently 
for one generation, might modify the whole character of a population. 
The obvious advantages of part time cooling on personnel to promote 
rest and sleep in tropical areas would provide a prophylactic measure 
of great potential importance. 

TREATMENT OF DISEASE 

In the past few years considerable progress has been made in using air 
conditioning as an adjunct in the treatment of various diseases. Among 
the important applications are those in operating rooms, nurseries for 
premature infants, maternity and delivery rooms, children's wards, 
clinics for arthritic patients, heat therapy, cold therapy, oxygen therapy. 
X-ray rooms, the control of allergic disorders, and for the physiological 
effects in industry. 


OPERATING ROOMS 

The widest application of air conditioning in hospitals is in operating 
rooms. Complete air conditioning of operating wards is important 
because winter humidification helps reduce the danger of anesthetic 
gases: summer cooling with some dehumidification is needed to eliminate 
excessive fatigue and to protect the patient and operating personnel; and 
finally, filtering aids the removal of allergens from the operating room air. 

Reducing Explosion Hazard 

Explosion hazards in operating rooms began with the introduction of 
modem anesthetic gases and apparatus. Ether administered by the old 
drop method gives rise to an explosive mixture, but in practice this 
method is still regarded as comparatively safe. When ether is mixed 
with pure oxygen, or nitrous oxide in certain concentrations, the explosion 
hazard may be as great as with ethylene-oxygen, or cyclopropane- 
oxygen mixtures . ^ 

Of the anesthetic gases nitrous oxide alone does not explode but sufH 
ports combustion. Ether, vinyl ether, ethylene, and cyclopropane are as 
potentially dangerous as gasoline or illuminating gas in tne home 
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Chloroform does not explode violently in contact with flame but decom- 
poses to liberate phosgene. All of the anesthetic gases and vapors except 
ethylene are heavier than air. Although the incidence of injury or death 
from explosion is negligible compared with other hazards in the operating 
room, the dramatic features surrounding an explosion justify continued 
investigation to eliminate the hazard. 

During the course of ethylene anesthesia, the mixture, usually 80 
per cent ethylene and 20 per cent oxygen, is so rich that the danger of 
explosion is slight in the immediate vicinity of the face mask, but leakage 
of ethylene into the air may accumulate to any lower concentration, and 
thus introduce a serious hazard. The most dangerous period is at the 
end of the operation when the patient’s lungs and the anesthesia apparatus 
are customarily washed out with oxygen with or without the addition of 
carbon dioxide. Even when this procedure is omitted, it is difficult in 
practice to avoid dilution of the anesthetic gas with air during the normal 
course of breathing following the administration. In either case the 
mixture would pass through the explosion range and extraordinary 
precaution is necessary for the safety of the patient and operating 
personnel. 

In a study of 230 anesthetic explosions and fires, 70 per cent of the 
explosions and 60 per cent of the deaths were caused by igniting agents 
other then static sparks. In 1941 the National Fire Protection Associa- 
lion made certain recommendations for safe practice based on available 
information. Some of these recommendations are: 

Windows should be kept closed so that the air conditioning system 
can prevent pooling of explosive anesthetic gases. Twelve air changes 
per hour and a humidity of 55 per cent are advised. If a higher humidity 
were compatible with the well being of the patient and personnel, it 
should be maintained. All electrical installations should comply with the 
standards set by the National Electrical Code for use in explosive situations. 
Cautery equipment should not be used in hazardous locations. To 
prevent static sparks, all bodies in an operating room should be conduc- 
tive or coupled. It is essential that adequate grounding be provided for 
the floor and every object in the operating room. Conductive rubber 
should be used on shoes, leg tips, operating table coverings and all rubber 
parts of the anesthesia equipment. All furniture in contact with the floor 
should be metal. In the absence of complete grounding facilities, the simple 
method of intercoupling patient, operating table, anesthetist and gas 
machine at ground potential may be used. 

Experience has shown that neither high humidity nor intercoupling 
devices have eliminated the danger from static electric discharge. The 
removal of gas concentrations from the operating table area by means of 
specially devised exhaust ventilation should be thoroughly tested. Port- 
able duct systems as installed aboard ship should be acceptable. Serious 
explosions can occur in a closed system but proper precautions will 
reduce this hazard to a minimum. 

It should be realized that when a room and the occupants have been 
completely grounded there is always the possibility that the patient or 
the operator might receive a dangerous shock if a short circuit developed 
in any of the electrical equipment. 

A comprehensive study of the explosion problem and of the general 
causes and prevention of operating room hazards by the University of 
PiUibHtghf the A.S*H.V.E. Research Laboratory, and the U, S. Bureau of 
Mines has led to a fruitful attempt to eliminate the explosive range of 
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cyclopropane, one of the best but most difficult gases to handle. The use 
of helium as a diluent in the total gaseous mixture controls the oxygen 
concentration by displacement and, because of its flame quenching proper- 
ties, it is the ideal gas for this purpose. In addition, a gaseous mixture 
containing helium is more difficult to ignite by electric discharges and 
this quality also increases the safety factor of anesthetic administration. 

Operating Room Conditions 

Little is known about optimum air conditions for maintaining normal 
body temperatures during anesthesia and the immediate post-operative 
period. An anesthetized patient displays dilation of blood vessels in 
the skin resulting in profuse sweating and (it has been believed) inability 
to regulate body temperature. From this it was concluded that all 
anesthetized patients suffered considerable heat loss, although there 
may be little more than 0.8 F variation in the rectal temperature during 
the course of the operation^®. The severe physiological effects, such as 
excessive sweating and rapid pulse, of high operating room temperatures 
on attendants and patients during the hot months signify the need for 
proper cooling. A comparison of surgeons' statements who operate in 
both air conditioned and non-air conditioned rooms strongly indicates 
that the recuperative power of the patient is greater when operated upon 
in air conditioned rooms 

Although the comfortable air conditions for the operators are not 
identical with those for the patient, it is usually not difficult to compro- 
mise within a range of 55 to 60 per cent relative humidity and 72 to 80 F 
temperature. The work just cited reported that 68 to 70 F effective 
temperature not only furnished comfort for the operating room workers, 
but apparently prevented exhaustion of the patient as evidenced by rapid 
convalescence in the recovery ward. Additional heat may be furnished 
to the patient locally or by suitable covering according to body tempera- 
ture in individual cases. 

In the control of airborne infection in the operating room the prevention 
of dispersal of infectious materials into the air, control of dust and proper 
ventilation supersede attempts to remove or kill pathogenic organisms. 
The bacterial content of conditioned operating rooms is generally lower 
than that of non-conditioned rooms. 

Bacterial counts aboard an air conditioned submarine were found to be 
exceptionally low and not cumulative with time although all of the air 
was recirculated for more than 12 hours without replenishment. The 
removal of bacteria by the process of air cooling and condensation of 
moisture out of air merits further study 

The degree of air contamination can be reduced by proper ventilation 
if velocity of air over the floor does not exceed 50 fpm. Research is in 
progress on the use of filtered air flowing through a system of mechanical 
cleaners which protect the patient against infection from attendants and 
from bacteria-containing air in the corridor or ward 

Operations may be postponed on allergic patients during asthmatic 
manifestations through fear of complications. The removal of air-borne 
allergens, therefore, is in some cases an important function of the air 
conditioning system in preparing patients for operation. 

Central system air conditioning plants and unit air conditioners prove 
satisfactory in operating rooms when producing between 8 and 12 air 
changes per hour of filtered and properly conditioned air without recircu- 
lation during the course of anesthesia. A separate exhaust fan system is 
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usually necessary to confine and remove the gases and odors. Double 
windows are desirable and often necessary to prevent condensation and 
frosting on the glass in cold weather and to minimize drafts. The air flow 
of 8 to 12 air changes in operating rooms should; (1) reduce the concen- 
tration of the anesthetic to well below the pharmacologic threshold in 
the vicinity of the operating personnel, (2) remove the great amounts of 
heat and sometimes moisture, from sterilizing equipment if inside the 
operating room, from the powerful surgical lights, from solar heat, and 
from the bodies of the operatives, and (3) provide extra capacity for 
quickly preparing the room for emergency operations. Much can be 
gained by thermal insulation of sterilizing equipment and by thorough 
exhaust ventilation of sterilizing rooms adjoining the operating rooms. 

Too great a difference in temperature between the operating room and 
the final hospital destination of the patient, including corridors and 
elevators, is conducive to infections of the upper part of the respiratory 
tract and post-operative pneumonia. A suggested remedy is a recovery 
ward in which conditions closely approximate those of the operating 
room and in which the patients remain from one to four days. Satis- 
factory conditions in the recovery ward not only hasten convalescence, 
but dispel the fear frequently found in patients who must undergo 
operations during the hot seasons. 

Experience has shown that a few hours after the operation the tem- 
perature of the post-operative room can be decreased a few degrees below 
that of an overheated operating room to stimulate recovery. 

NURSERIES FOR PREMATURE INFANTS 

One of the most important requirements in the care of premature 
infants is the stabilization of body temperature. This is necessary 
because their heat regulating systems are not fully developed; the 
metabolism is low and the infants generally exhibit marked inability to 
maintain normal body temperatures. The resistance to infection is low 
and mortality rate high. 

Air Conditioning Requirements 

The optimum air conditions for growth and development of premature 
infants were determined by extensive research “ at the Children's Hospital, 
Boston, Mass., using four valid criteria, namely, stability of body tem- 
perature, gain in weight, incidence of digestive syndromes, and mortality. 
Individual temperature requirements varied widely (from 72 to 100 F) 
according to the constitutional state of the infants and body weights. 
The optimum relative humidity was about 65 per cent, and the air 
movement less than 20 fpm. 

A single nursery conditioned to 77 F and 65 per cent relative humidity 
was found to fulfill satisfactorily the requirements of the majority of 
premature infants. Additional heat for weak (or debilitated) infants 
may be furnished in the cribs or by means of electric incubators placed 
inside the conditioned nursery, and the temperature adjusted according 
to individual requirements. In this way multiplicity of chambers and 
of air conditioning apparatus is obviated; the infants in the heated beds 
derive the benefit of breathing cool humid air, and the nurses and doctors 
need not expose themselves to extreme conditions. 

Importance of Humidity: Although external heat is an important 
factor in the maintenance of normal temperature, humidity appears 
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to be of equal or greater importance. When the premature nurseries at 
the Children’s Hospital were kept at relative humidity between 25 and 60 
per cent for two weeks or longer, the body temperature became unstable, 
gain in weight diminished, the incidence of gastro-intestinal disturbances 
increased, and the mortality rose. On the other hand, continuous 
exposure to air conditions with 55 to 65 per cent relative humidity gave 
satisfactory results over a period of years. The initial physiologic loss of 
body weight (loss occurring within first four days of life) was found to 
vary inversely with the humidity. In the old nurseries with natural 
humidity it averaged 12.4 per cent of the birth weight; in the conditioned 
nurseries it was 8.9 per cent with 25 to 49 per cent relative humidity, and 
6.0 per cent with 50 to 75 per cent relative humidity. The number of 
days required to regain the birth weight was correspondingly maximum 
in the old nursery and minimum in the conditioned nurseries under high 
humidity. 

Maximum gains in body weight occurred in the conditioned nurseries 
under high humidity (55 to 65 per cent) in infants weighing less than 
5 lb. The gains were less under low humidity (25 to 50 per cent) in the 
same nurseries, and in the old nurseries prior to the installation of air 
conditioning apparatus. 

The incidence and severity of digestive syndromes, with diarrhea, 
persistent vomiting, diminishing gain or loss of body weight, and other 
symptoms, were generally from two to three times as high under low as 
under high humidity. 

Summarizing, the best chances for life in premature infants are created 
by maintaining a relative humidity of 65 per cent in the nursery and by 
providing a uniform environmental temperature just sufficiently high to 
keep the body temperature within normal limits. Medical and nursing 
care are, of course, factors of equal and sometimes of greater importance. 

Air Conditioning Equipment 

Many of the installations now in use are of the central system type 
providing for filtration, for humidification and heating in cold weather, 
and for cooling and dehumidification in hot weather. A ventilation rate, 
between 8 and 12 air changes, is desirable to remove odors and maintain 
uniformity of temperatures in extremes of weather. Recirculation should 
not be used in these wards owing to odors and the possibility of infection. 
There should be a frequent change in spray water. 

Control of Airborne Infection 

The protection of the premature and older infant against infection is 
of the utmost importance. It was found in one installation equipped with 
air conditioning, germicide lights and mechanical barriers that air 
conditioning alone did not prevent the spread of respiratory cross- 
infections. Bactericidal ultraviolet light barriers and air conditioning 
or mechanical barriers and air conditioning were efficient 

FEVER THERAPY 

Artificial production of fever in man is aii imitation of nature’s way 
of overcoming invading pathogenic m^ganisms. The action may be direct 
and specific by destruction of the invading organism within the safe 
limit of human temperatures, or indirect in the case of heat re^stant 
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organisms, by general mobilization of the defensive mechanisms of the 
body, which retard or neutralize the activity of pathogenic bacteria and 
their toxins. 

Although the action may be direct and specific by destruction of the 
invading organisms within the safe human limits, fever therapy 
exerts much of its benefit through the improvement of the mechanism 
of bodily defense. A serious challenge to the theory on which fever 
therapy is based comes from the demonstration that high fever 
causes a reduction in the concentration of circulating antibodies in 
experimental animals. Clinically, it has been shown that there is no 
change in the per cent of phagocytes which engulf bacteria in patients 
during fever therapy, although the action of the complement fixing 
antibodies may be temporarily diminished. 

Patients for fever therapy should be carefully selected. The most 
serious complications which may arise are heat stroke, heat exhaustion 
and circulatory collapse. The chief minor complications are spasm, 
heat cramps, fever blisters and mild dehydration. 

The limits of induced systemic fever are usually between 104 and 107 F 
(rectal), and the duration from 3 to 8 hours at a time. The total period 
of fever treatment varies with the type of the organism involved from a 
few hours to 50 or more. 

The diseases which respond favorably to artificial fever therapy are 
gonorrhea and its complications (which include arthritis, pelvic infections 
in women, and involvement of the eye), syphilis, chorea, infectious 
arthritis (non-gonorrheal), encephalitis, and some forms of asthma. 
There are other conditions which show promise under this treatment; 
but the most striking results are seen in gonorrhea and syphilis, since the 
causative organisms can be destroyed at temperatures compatible with 
human life. 

Equipment for Production of Fever 

Artificial fever can be induced by injections of various crystalloid or 
colloid substances, bacterial products of typhoid and malarial organisms, 
or by physical methods using hot baths, radiant heat cabinets, hot 
humidified air cabinets, or by short wave diathermy in combination 
with a cabinet. 

The relative advantages of various methods have been evaluated 
clinically Among the devices for the production of fever by physical 
means, the one most widely used is the hot humid air or air conditioned 
cabinet. This apparatus was developed at the Kettering Institute for 
Medical Research at Miami Valley Hospital in Dayton, Ohio. 

In the earlier studies of the Society, temperatures were elevated more 
easily using saturated atmospheres. A fever therapy apparatus using 
these same principles has proved efficient as a means of inducing and 
maintaining fever in a body with small likelihood of burns because of the 
comparatively low dry-bulb temperatures. 

When heat is necessary in treating legs or arras, such media as short 
or long wave diathermy, infrared, water baths, etc. have been used 
extensively. A recent development, a saturated atmosphere heating unit, 
similar to one previously described has proven satisfactory, because heat 
may be administered over longer penods which render deep heating 
possible without fear of burns or shocks. Local heating has been some- 
what satisfactory in relieving the painful symptoms of peripheral vascular 
disease. Some investigators employ short wave diathermy within the 
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cabinet during the induction phase. When the desired body temperature 
has been reached by electrical induction, the atmosphere of the enclosure 
is kept at saturation to prevent heat loss, thus maintaining the patient's 
temperature at the desired point. The two underlying principles in the 
production of fever by the hot, humid air cabinet are: (1) the transfer 
of heat by conduction from the circulating hot air to the body and (2) 
prevention of heat loss. The latter is more important. In an atmosphere 
of high humidity, the heat loss by evaporation is markedly decreased. 

COLD THERAPY 

In contrast to fever therapy the use of cold as a means of anesthesia 
and treatment is of established importance. Refrigeration anesthesia is 
being more widely used and the advantages of the method claimed by 
Allen have been completely confirmed 

It has been demonstrated that the cooling of limbs and other parts 
with ice-water or ice, cracked or pulverized, down to near the freezing 
point (5 C or 40 F) is harmless. Freezing must be avoided. There is a 
temporary retardation or suspension of life, with resumption of cellular 
activity as the temperature returns to normal. A human limb can 
remain bloodless and anesthetic below a tourniquet for at least 8 hr and 
perhaps up to 48 hr without injury, while the rest of the body remains 
warm. Where amputation is indicated it can thus be done without pain, 
loss of blood or strength and also without shock. There is no apparent 
interference with the subsequent healing of the stump. Refrigeration 
anesthesia is of importance not only in amputation but also in the control 
of hemorrhage, pain, infection and shock during the transportation of 
patients with traumatized limbs. 

Apart from the advantages of cold in amputations, cryotherapy has 
been beneficial in the treatment of burns and arterial obstruction, and 
essential in the treatment of frostbite and immersion foot. It has been 
used successfully for dental anesthesia. The principle of hibernation in 
which the body as a whole is cooled for as much as five days in air tem- 
peratures between 50 to 60 F and applied to such conditions as morphine 
addiction, leukemia, and schizophrenia continues to be experimental. 
Prolonged cold therapy which keeps the body temperature below 95 F 
depresses the vital processes and is fraught with danger. 

The methods used for refrigeration depending upon available facilities 
are as follows 

(1) Cracked or shaved ice which is simple and has the advantage of not freezing 
tissues. However, it is cumbersome and sloppy to handle and is unsuited to prolonged 
treatments. 

(2) Use of ice in a pail for immersion of local parts. 

(3) Special boxes for holding ice with padded or curtained openings for the limb. 

(4) Bare ice bags and cloth bags for iced wet dressings for prolonged treatments and 
convenience. 

(5) A double chambered cabinet using dry ice has been constructed. 

(6) Electrical r^rigerating apparatus, consisting of a compact noiseless unit that 
pumps fiuid to various typ^ of applications, is available. The applicators may be in 
the form of blankets containing rubber tubes suitable for covering the entire body or 
all or part of a limb. Special applicators are available for insertion into various t^y 
cavities and for inducing dental anesthesia. 

(7) An air cham^r at regulated temperature for treatments of frostbite and immersion 
foot, and amputation stumps. 
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The electrical apparatus is costly but has the advantages of thermo- 
static regulation, light weight, freedom of movement, and permits 
prolonged treatments with heat as well as cold over the range of tem- 
peratures therapeutically desirable. 

ALLERGIC DISORDERS 

Although there is some division of opinion over the ultimate cause 
of allergy, the prevailing belief is that it is due to an inherited or acquired 
hypersensitiveness to pollen or other foreign proteins in certain indivi- 
duals who react abnormally to the offending substance. The reaction 
may be induced by inhalation, eating, or absorption (through the skin) 
of the allergens. Some of the clinical manifestations are hay fever, 
asthma, eczema, and contact dermatitis. 

Symptoms of Hay Fever and Asthma 

The respiratory tract is the usual site of allergic manifestations, e,g, 
hay fever and asthma. In hay fever, the nose and eyes are red and itchy, 
and there is considerable discharge. Nasal obstruction is the most 
common and distressing symptom. The severity of the symptoms varies 
widely from day to day depending chiefly on the amount of pollen in 
the air. 

Seasonal asthma comes in attacks. The most popular theory concern- 
ing the mechanism of action is that the offending substance irritates the 
nerve endings in mucous membranes of the respiratory tract, causing 
spasmodic contraction of the small bronchioles of the lungs, which 
interferes with breathing, particularly with expiration. Non-seasonal 
allergic disturbances are sometimes attributed to house or street dusts, 
fungi, odors, animal dander, irritating gases, and heat or cold, particu- 
larly sudden temperature changes. It is often stated in the literature 
that heat regulation in asthmatic individuals tends to be unstable, with a 
tendency toward the subnormal. Many allergic cases w'ho are apparently 
well develop their attacks when cold weather appears, or upon changing 
from warm to cool outdoor air. 

Air Conditioning Apparatus 

In recent years considerable effort has been directed toward the elimi- 
nation of the principal cause of allergy from the air of enclosures by 
filtration or other air conditioning processes capable of removing pollens, 
in the hope of providing relief to individuals who fail to respond to medical 
treatment (desensitization or immunization). 

Paper or cloth filters, mounted in inexpensive window or floor units, 
prove quite satisfactory in many cases, but since dust and smoke fre- 
quently cause asthmatic attacks, it is desirable that an air filter, to be of 
full value in the treatment of asthma, should remove all possible dusts 
and pollens regardless of size or amount. Electrostatic air cleaners are 
more efficient than most commonly used types for capturing very fine 
dust. 

Although the chief remedial factor in the treatment by conditioned air 
is the filtration of pollen, a certain amount of cooling and dehumidification 
appears to be desirable. A comfortable temperature between 70 and 76 F 
and a relative humidity well below M per cent proved satisfactory*®. 
Direct drafts, overcooling or overheating are apt to initiate or aggravate 
the symptoms. 
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Limitations of Air Conditioning Methods 

The results obtained with air filtration or other air conditioning pro- 
cesses in the control of allergic conditions are fairly comparable to those 
obtained by desensitization treatment so long as the patients remain in 
the pollen free atmosphere. But while specific desensitization is preven- 
tive and in a few instances curative, for all practical purposes filtration 
gives only temporary relief. In mild cases sleeping in an air conditioned 
space may make it possible for the individual to pass more comfortable 
days. With rare exceptions, the symptoms recur on exposure to pollen 
laden air. Moreover the usefulness of air conditioning methods is limited 
because all cases are not caused by air-borne substances. Cases of 
bacterial asthma do not respond to treatment with filtered air. 

Despite these limitations air conditioning methods possess definite 
advantages in the simplicity of treatment, convenience, and under certain 
conditions almost immediate relief 2 ®. Pollen cases are usually relieved of 
most of their symptoms within 1 to 3 hr after exposure to properly filtered 
air. A pollen-free atmosphere is especially valuable when desensitization 
has given little or no relief, and when desensitization is not advisable 
owing to intercurrent illness. 

OXYGEN THERAPY 

Oxygen therapy is the principal measure employed for preventing and 
relieving the distressing symptoms of anoxemia, which is a deficiency in 
the oxygen content of the blood. Some of the more important conditions 
in which oxygen treatment is believed to be beneficial are pneumonias, 
anemia, heart affections, post-operative pulmonary disturbances, certain 
mental disturbances, asphyxia, asthma and atelectasis in new-born 
infants. 

The effectiveness of oxygen therapy depends upon the manner of ad- 
ministration. Three common methods, catheter, face mask or tent ^ 
are employed. 

The necessity of air conditioning in oxygen therapy arises from the 
fact that oxygen is too expensive a gas to waste in the ventilation of 
oxygen tents and oxygen chambers. The oxygen rich atmosphere in these 
enclosures is therefore reconditioned in a closed circuit by removal of 
excess heat, moisture, and carbon dioxide given off from the occupants 
being treated. 

Oxygen Tents 

In oxygen tents the air enriched with oxygen is usually circulated by 
means of a small motor blower which sends the air over soda lime to 
remove carbon dioxide and then over ice to remove excess heat and 
moisture. The concentration of oxygen in the tent is regulated by means 
of a pressure reducing valve and flow meter. In an inadequately cooled 
tent, high temperatures and humidities are inevitable, increasing the 
discomfort of the patient and imposing an added strain on an already 
overburdened heart. Oxygen therapy under such conditions may do 
more harm than good. An ice melting rate of approximately 10 lb per 
hour gives satisfactory results in patients w:ith fever in a medium size 
oxygen tent. 

Oxygen tents are confining to the patient. They may terrify the rest- 
less and delirious patient Medical and nursing care is complicated, as 
the tent must be opened or removed with attendant loss of oxygem 
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Oxygen concentrations of 50 per cent or more are difficult to maintain, 
and it is a problem to keep the temperature and humidity low enough in 
hot weather. However, with attention to details, the patient can be 
made quite comfortable. 

Oxygen Chambers 

The conventional oxygen chamber is an air-tight sheet metal enclosure 
of fire-proof construction, large enough to accommodate one or two 
patients. Trap doors or curtains are provided for the personnel, food 
and service, to avoid loss of oxygen. Glass windows in the ceiling and 
walls admit light from outside the chamber. The air conditioning system 
may be of the gravity type, or of the fan type using mechanical refrig- 
eration or air drying agents. 

The temperature and humidity requirement in oxygen therapy depends 
primarily upon the physical condition of the patient, and secondarily 
upon the type of disease. In pneumonias “ prescribed conditions should 
be a temperature of 60 to 75 humidity 20-50 per cent, moderate air 
movement, oxygen concentration of 50 per cent, and carbon dioxide of 
less than one per cent. 

Oxygen in Aviation 

An important application of the principle of oxygen therapy is in 
aviation. At the present time all high altitude military airplanes in this 
country are provided with gaseous oxygen equipment and military 
personnel are required to utilize oxygen at all times while in flight above 
15,000 ft, or between 12,000 to 15,000 ft for longer than two hours, or 
between 10,000 to 12,000 ft for longer than six hours. The use of oxygen 
in commercial aviation will depend on the height and duration of the 
flights as well as the state of health of the passengers. The necessity for 
portable, comfortable equipment, the possible fire hazards due to smoking, 
and the use of oxygen on sleeper planes are some of the difficulties facing 
civil airline operators. The pressure cabin airplane is a solution to the 
problem. 

GENERAL HOSPITAL AIR CONDITIONING 

Complete conditioning of a large hospital involves a capital investment 
and running expenses which may not be justified. In clean and quiet 
districts, the requirements of almost all general and private wards during 
the cool season of the year can be satisfactorily fulfilled by the use of 
conventional heating equipment in conjunction with window air supply 
and gravity or mechanical exhaust. Insulation against heat and sound 
is much more important than humidification in winter; it will also help 
in keeping the building cool in warm weather. Excessive outside noise 
and dust may require the use of silencers and air filters in the openings. 

Cooling and dehumidification in warm weather are important. In new 
hospitals particularly, the desirability of cooling certain sections of the 
building should be given serious consideration. Financial reasons may 
preclude the cooling of the entire building, but the needs of the average 
hospital can be met by the use of built-in room coolers and a few portable 
units which can be wheeled from ward to ward when needed. 

In the North and certain sections of the Pacific Coast, cooling is needed 
but a few days during summer, while in the South, it can be used to 
advantage from May to October, and in tropical climates almost con- 
tinuousiy throughout the year* 
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Aside from comfort and recuperative power of the patients, cooling is 
of great assistance in the treatment of fevers in the new-born and in 
post-operative cases, in enteric disorders, fevers, heat stroke, heart 
failure, and in a variety of other ailments which often accompany summer 
heat waves. 


Problem of Odors 

The evacuation of battle casualties in aircraft and their subsequent 
hospitalization have stimulated efforts to minimize odors arising from 
draining wounds, old odorous casts, and gangrenous wounds. For air- 
craft, chemical sprays and vapors, perfumes, oxidizing gases and venti- 
lation methods are unsatisfactory. An ideal deodorant would purify the 
air by means of odor adsorption so that subsequently the air can be 
recirculated. Based upon the effectiveness of activated carbon com- 
mercially and industrially to adsorb odors, individual adsorption units 
have been used successfully. In hospital wards the question of super- 
iority of adsorption methods for elimination of odors over other methods 
remains to be answered. The present status of the problem is that the 
commercial aspiect is highly controversial. 
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General Procedikre^ Design Outdoor Weather Conditions^ Inside Temperatures, 
Attic Temperatures, Temperatures in Vnheated Spaces, Ground Tempera* 
tures. Basement Temperatures and Heat Loss, Transmission Heat 
Loss, Infiltration Loss, Selection of Wind Velocities, 

Auxiliary Heat Sources, Intermittently Heated 
Buildings, Resilience Heat Loss Problems 


I N the design of a heating system, an estimate must be made of the 
maximum probable heat loss of each room or space to be heated, 
based on maintaining a specified inside air temperature during periods of 
design outdoor weather conditions. The heat losses may be divided into 
two groups, namely (1) the transmission losses or heat losses through the 
confining walls, floor, ceiling, glass or other surfaces and (2) the infiltration 
losses or heat losses due to air leakage through cracks and crevices, around 
doors and windows, of>ening of doors and windows or heat required by 
outside air used for ventilation. 

GENERAL PROCEDURE 

The general procedure for calculating heat losses of a structure is: 

1. Select the design outdoor weather conditions: temperature, wind direction and 
wind velocity. The data on climatic conditions given in Table 1 and the isotherms of 
average design temperature in Fig. 1 will be useful but should be applied with judgment 
as suggested in the section Design Outdoor Weather Conditions. 

2. Select the inside air temperature, at the 60-in. breathing line or the 30-in. line 
which is to be maintained in the building during the coldest weather. (See Table 2). 

3. Estimate temperatures in adjacent unheated spaces and the attic. The attic 
temperature need not be estimated if the combined roof and ceiling coefficient is used. 

4. Select or compute the heat transmission coefficients for outside walls and glass; 
also for inside walls, floors, or top-floor ceilings, if these are next to unheated space; 
include roof if next to heated space. (See Chapter 6). 

5. Measure amount of net outside wail, glass and roof next to heated spaces, as w^ell 
as any cold w'alls, floors or ceilings next to unheated space. Such measurements are 
made from building plans, or from the actual building, using inside dimensions. 

6. Compute the heat transmission losses for each kind of wall, glass, floor, ceiling 
and roof in the building by multiplying the heat transmission coefficient in each case 
by the area of the surface in square feet and the temperature difference between the 
inside and outside air. (See Items 1, 2, and 3). 

7. Select unit values and compute the heat equivalent of the infiltration of cold air 
taking place around outside doors and windows. These unit values depend on the kind or 
width of crack, wind velocity, and the temperature difference between the inside and 
outside air; the result expresses the heat required to warm up the cold air leaking into 
the building per hour. (See Chapter 8). 

8. When mechanical exhaust fans are used and the replacement air is drawn from out- 
side the heat reouir^ to raise this air to room temperature is added to the infiltration 
loss. If the mecnanically exhausted air quantity is equal to, or greater than, the natural 
infiltration rate, the infiltration loss should be disregarded. 

9. The sum of the heat losses by transmission (Item 6) through the outside wall and 
glass, as well as through any cold floors, ceilings or roof, plus the heat equivalent (Item 7) 
of the cold air entering by infiltration, or required to replace mechanical exhaust, 
represents the total heat loss equivalent for any building. 

DESIGN OUTDOOR WEATHER CONDITIONS 

T)ure are no hard and fast rules for selecting the design outdoor weather 
conditions to be used for a given locality or type of building or heating system, 
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and the problem is to some extent a matter of judgment and experience. The 
outside design temperature is seldom taken as the lowest temperature, or 
even the lowest daily mean temperature ever recorded in a given locality. 
Such temperatures are rarely repeated in successive years. Likewise the 
wind direction and velocity prevailing at the time of design outside con- 
ditions frequently are entirely different from those prevailing during the 
winter season. 

The A.S.H.V.E. Technical Advisory Committee on Weather Design 
Conditions has recommended the adoption for heating load calculations 
of an outside design temperature which is equalled or exceeded during 97]/^ 
percent of the hours in December, January, February and March. 

Complete data of this nature is not available but Column 7, Table 1, 
lists this recommended design temperature based on airport station 
readings for the period indicated, generally a five year period 1935-1939 
inclusive. It is pointed out that in most cases these stations are outside 
of the city and that these data would apply primarily to rural areas. A 
comparison of the lowest recorded temperatures, with due regard to the 
period of record, makes it possible to determine an equivalent design 
temperature for city stations. In general the use of the airport data for 
buildings within an adjacent city will not make any appreciable difference 
in design load. 

The calculation of these design temperatures is being carried on but 
due to the extensive amount of work involved will not be completed for 
some time. It should also be noted that the period of record for the 
stations listed occurred in what is known as a warm cycle and when longer 
periods are used it is expected that many of these design temperatures 
will be somewhat lower. 

Because of the limited data available, design temperatures in common 
use are listed in Column 9. Many of these values were furnished by 
A.S.H.V.E. members — the balance were taken from an ACRMA Bulletinh 
manufacturers' publications and other sources^, and a few were estimated. 
The map, Fig. 1, shows isotherms approximated for these design tempera- 
tures. They may be used as a guide for localities not listed in the table. 
Interpolation between these lines is suggested and due consideration must 
be given to elevations and other local conditions. 

Column 8 of the table gives the maximum wind velocity which occurred 
with temperatures the same as, and lower than, those shown in Column 7. 
Winter average velocities for all temperatures are given in Column 10. 

Column 6 lists the average annual minimum temperature which is the 
average of readings of the one lowest temperature occurring for each year 
the station has been in existence. It is of interest as a guide to the lowest 
temf)erature to be encountered except for an occasional extreme of short 
duration. 

Finally, large differences in climate occur within relatively small dis- 
tances of Weather Bureau stations in hilly and mountainous regions. The 
designer must use experience and judgment to deal properly with this 
factor. 


INSIDE TEMPERATURES 

The inside air temperature which must be maintained within a building 
is understood to be the dry-bulb temperature at the breathing line, 5 ft 
above the floor, or the 30-in. line, and not less than 3 ft from the outside 
walls* Inside air temperatures, usually specified, vary in accordance 
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Table 1. Winter Climatic Conditions^ 


Col. 1 

State 

Col. 2 

Station^ 

Col. 3 

Elk- 

VATIO.N* 

FT 

Col. 4 

Period 

or 

Rkcokd*! 

Col. 5 

Low'est 
Temp, on 
Rkcord4 

op 

Col. 6 

Average 

Annual 

Min. 

Temp.® 

op 

Col. 7 
Design 
Dry-Bulb 
Temp, on 
TAC97U/'^ 
Babis^ 

op 

Col. 8 

Wind 
Vel, at 
Design 
Tkmp.s 

Mph 

Col. 9 
Design 
Dry-Bulb 
Temp, in 
Common 
UsEh 
op 

Col. 10 

Avo. Wind 
Vel,- Dec. 
Jan.-Fbb.i 

Mph 


Anniston CC 

733 

1893-1947 

~10 




5 



Birmingham CC 

711 

1893-1945 

-10 

12 



10 

8.0 


Birmingham. A I 

615 

1939-1947 

-10 


21 

7.4 




Mobile CC 

143 

1872-1947 

-1 

22 



15 

9.9 


Mobile AI 

219 

1940-1947 

13 


30 

8.5 




Montgomery CC 

293 

1S72-1947 

-5 




10 

7.5 


Montgomery — AT 

226 

1938-1944 

9 






Ari» 

Flagstaff CC 

6957 

1899-1947 

-25 

-15 



-10 

7.7 


Kingman AF 

3473 

1935-1939«l 



21 

8.6 




Phoenix „.CC 

1122 

1895-1947 

16 

26 



25 

5.3 


Phoenix „.AF 

1112 

1937-1947 

21 


31 

5.6 




Tuc8on..._ CO 


Up to 1946 

6 




25 

5.2 


Tucson AF 

2561 

1935-1939d 



30 

6.3 




Winslow CC 

4853 

Up to 1946 

-19 




-10 



Winslow_ AF 

4899 

1932-1947 

-18 


6 

7.5 




Yuma...„ CO 

146 

1 876-1 946<‘ 

22 




.30 

6.7 

Ark.... „ 

Fort Smith CO 

545 

1882-1945 

-15 

6 



10 

8.1 


Fort Smith.__^...AP 

463 

194,5-1947 

7 







Little Rock CC 

451 

1879-1942 

-12 

10 



5 

8.3 


Little Rock AP 

282 

1942-1947 

7 


21 

6.6 



Cal 

Bakersfield.. AP 

499 

1937-1946‘l 

23 


33 

5 6 

25 



Burbank AP 

740 

1931-1947 

21 


35 

4.9 




Daggett AP 

1925 

1935-19394 



27 

8.5 




Euri^a. CO 

115 

1886-1947 

20 




30 

7.3 


Fresno CO 

387 

1887-1939 

17 




2S 

5.4 


Fresno AP 

281 

1939-1947 

23 


32 

45 




Los Angeles CO 

.534 

1877-1947 

28 

37 



35 

6.3 


Oakland AP 

21 

1929-1947 

23 


36 

7.5 

30 



Red Bluff.._ CO 

341» 

1877-1934 

17 





6.0 


Red Bluff AP 

346 

1944-1947 

25 







Redding AP 

579 

1935-19394 

17 


32 

7.1 




Sacramento CO 

116 

1877-1947 

17 




30 

7.2 


Sacramento AP 

22 

1938-1947 

22 







San Diego CO 

90 

1871-1940 

25 




35 

6.3 


San Diego AP 

34 

1939-1947 

34 


43 

5.8 




San Francisco... .CO 

62 

1875-1947 

27 

37 



35 

7.5 


San Jose CO 

100« 

Up to 1946 

22 




25 



Williams.. AP 

124 

1935-19394 



29 

8.3 



Col. 

Denver CO 

5398 

1871-1947 

-29 

-11 



-10 

7.0 


Denver AP 

5379 

1934-1947 

-30 


0 

8.8 




Grand Junction..CO 

4587^ 

1889-19454 

-21 

-2 



--15 

' 4.4 


Pueblo ....CO 

4770 

1889-19384 

-27 




-20 

8.0 


Pueblo .....AP 

4810 

1939-1947 

-26 


2 

6.4 



Conn 

Hartford CO 

229 

1905-1940 

-18 




0 

8.9 


Hartford.. AP 

20 

1940-1947 

-24 


4 

8.3 




New Haven CO 

180 

1872-19464 

-15 

— 1 



0 

9.4 


New Haven AP 

17 

194.^-1947 

-4 


11 

8.1 



DofC_> 

Washington CO 

128 

1871-1947 

-15 

— 1 



0 

7.9 


Washington AP 

20 

1935-19394 



14 

7.4 



Fla 

Apalachicola CO 

23 

1922-1947 

18 




25 

8.4 


Jacksonville. CO 

104 

1871-1947 

10 

29 



25 

9.1 


Jacksonville AP 

29 

1938-1947 

16 


31 

7.0 




Key West CO 

23 

1871-1947 

42 




45 

10.6 


Key West.. AP 

48 

1939-1947 

42 







Miami CO 

253 

1896-1947 

27 




35 

9.8 


Miami AP 

13 

1940-1947 

28 


45 

7.3 




Pensacola. CO 

67 

1879-1947 

7 




20 

11.2 


Pensacola AP 

113 

1943-1947 

20 







Tampa. CO 

111 

1890-19404 

19 




30 

8.5 


Tampa AP 

12 

1941-1946 

31 







Titusville AP 

52 

1935-19394 



.38 

6.5 




Atlanta AP 

1020 

1878-19454 

—8 

12 

22 

10.2 

10 

11.7 


Augusta.. ...CO 

195 

1871-19464 

3 




10 

6.5 


Augusta AP 

424 

1939-1947 

10 







Maoon ..CO 

408 

1899-1947 

7 




15 

6.6 


Macon _.AP 

432 

1939-1947 

8 







Savannah. CO 

115 

1871-1945 

8 

22 



20 

9.6 


Savannah. AP 

56 

1939-1947 

16 


29 

7.7 



Idaho 

BnifiR CO 

2818 

1864-19394 

-28 




-10 

9.1 


Boiscl.... AP 

2849 

1939-1947 

-13 


5 

4.5 





4150 

1935-19394 



2 

8.8 




Idaho Falls. AP 

4744 

1935-19394 



-7 

7.6 




Lewiston. CO 

763 

1900-1944 

-23 

1 



5 

4.1 


Pocatello CO 

4522 

1899-1947 

-28 

-12 



-5 

9.5 


Pocatello AP 

4467 

1938-1947 

-23 


6 

7.2 



Dl 

Cairo . .. CO 

319 

1872-1947 

-16 




0 

9.9 


Chicago CO 

-601* 

Dp to 1946 

-23 

~8 



-10 

12.0 


Chicago. AP 

615 

1935-19394 



-3 

11.7 




Moline AP 

594 

1935-19394 



~6 

10.8 

-10 



Peoria AP 

660 

1935-19394 



6 

10.7 

-10 

8.1 


Blank tpaces indicate daU not yet completed, 





Hsating Load 


235 


Table 1. Winter Climatic Conditions* — (Continued) 


Col. 1 

State 

Col. 2 

Station*' 

Col. 3 

Ele- 

vation*' 

KT 

Col. 4 

Period 

or 

Record** 

Col. S 

Lowest 
Temp, on 
Record** 

op 

Col. 6 

Average 

Annual 

Min. 

Temp.® 

op 

Col. 7 
Design 
Dry-Bulb 
Temp, on 
TAC97H% 
Basis* 
op 

Col. 8 

Wind 
Vel. at 
Design 
Temp.* 

Mph 

Col. 9 
Design 
Drt-Bulb 
Temp, in 
Common 
Use** 

op 

Col. 10 

Avo. Wind 
Vel.-Dbc. 
Jan.-Feb.' 

Mph 

111 

Springfield 

...CO 

603 

1879-1947 

-24 

-7 



-10 

11.8 


Springfield. .. „ 

...AP 

608 

1930-1947 

-19 


-2 

11.6 



Ind 

Evansville 

...CO 

464 

1897-1940 

-16 

1 




9.7 


P'ort Wayne.„-. 

...CO 

885 

1911-1941 

-24 




-10 

10.3 


Hclmer 

...AP 

970 

1935-19.39** 




11.5 




Indianapolis 

...CO 

816 

1871-194t><* 

-25 

—6 



-10 

11.3 


Indianapolis.... 

...AP 

800 

1932-1946** 

-18 


2 i 

11.4 




Terre Haute... 

-.CO 

1146 

1893-1946** 

-18 


1 



10.2 


Terre Haute __ 

. AP 

589 


-n 






Iowa.. .. 

(Tmrles City. .. 

.CO 

1023 

1891-1945** 

-34 





7.9 


Davenport 

. CO 

648 

1872-1947 

-27 




-15 

10.5 


Dea Moines. . 

CO 

805 

1878-1 945*1 

-30 




-15 

10.1 


Des Moines . .. 

...AP 

979 

1 935-1 9.39d 



-8 : 

14.5 




Dubuque 

...(’O 

740 

1874-1947 

-32 

-17 



-20 

7.1 


KeokuK 

..CO 

637 

1871-1945** 

-27 I 





8.3 


Sioux ('ity 

(T) 

1(W3» 

1889-1944 

-.35 

-20 



-20 

11.6 


Sioux City . .. 

..AP 

1098 

1940-1946*1 

-24 






Kitnsad._ 

('•oncordia. 

..CO 

1425 

1885-1947 

-25 

-13 



-10 

7.7 


I>)dge (?ity 

...CO 

251.S 

1942-1947 

-26 

-10 



-10 

10.5 


Dixlge City 

..AP 

2599 

1874-1942 

-26 







Topeka 

..CO 

991 

1887-1947 

-25 




-10 

9.6 


Topeka 

...AP 

883 

1946-1947 

-21 







Wichita. 

.CO 

1497 

1888-1939 

-22 




-10 

12.2 


Wichita 

.. AP 

1423 

1939-1947 

-10 


6 

14.7 



Ky 

Ixiuisville 

, (’() 

563 

1871-1947 

-20 

—5 



0 

9.9 


Ixiuisville 

. AP 

544 i 

1937-1947 

-15 


9 

8.8 



L» 

New Orleans 

CO 

85 j 

1874-1947 

7 

26 i 



20 

8.6 


New Oleana ... 

..AP 

8 j 

1937-1947 

19 


36 

12.8 




Shreveport .... 

...AP 

179 1 

1935-1939** 


16 

27 

8.9 1 

20 

8.8 

Maine .... 

Kastixirt 

.(X) 

100 1 

1873-1947 

-23 

-15 



-10 

12.5 


Portland 

..CO 

69 

188.5-1940 

-21 

-6 



-5 

10.4 


Portland 

..AP 

65 

1940-1947 

-39 






Md 

Baltimore.^ 

..(X) 

114 

1871-1947 

-7 

8 



0 

8.1 


Baltimore 

.. AP 

43 

1935-1939** 



13 

8.9 



Maaa — 

Boston 

..(X) 

336 

1870-1935d 

-18 

-3 



0 

12.4 


Boston 

..AP 

45 

1936-1947 

-14 


8 

12.3 




Nantucket 

CO 

45 

1886-1947 

-6 


1 


0 

14.8 


Nantucket 

..AP 

48 

19‘k»-1947 

12 






Mich 

Al|xina 

.(X) 

615 

Up U) 1946 

-28 

-12 



-10 ' 

11.0 


Detroit 

..CO 

KXX) 

187.3-193 3 

1 -24 

-11 



10 

12.0 


Detroit 

AP 

632 

1935-1939** 



4j 

11.0 ; 




I^iscaiiaba 

..('0 

645 

1878-194.5** 

-32 




-15 

9.3 


Grand liaptds . 

..CO 

706 

1891-1946d 

i -24 




-10 

11.9 


Lansing 

,.(X) 

861 

1910-1947 

-25 




-10 

10.0 


Lansing 

.AP 

863 

1940-1947 

-10 

I 






Mar<iuettc 

..CO 

721 

1874-1947 

-27 

! -13 



-10 

10.7 


Sault St. Maric. CO 

7240 

1888-1942*1 

-37 




-20 

8.9 

Minn 

Duluth 

..(X) 

11.33 

1874-1947 

-41 

-28 



-25 ! 

13.4 


Duluth 

AP 

1413 

1941-1947 

-33 







Minneapolis .. . 

..CO 

945 

189(V1947 

-.34 

-23 



-20 

U.3 


MinncatK)liB ..... 

.AP 

873 

1938-1947 

-31 







St. l*auJ. 

..CO 

951 

1871-19.33 

-41 


1 


-20 

9..5 


St. Paul 

. AP 

708 

1937-1947 

-26 


! -15 

! 9.9 



Mian... .. 

Meridian 

.CO 

410 

1889-1947 

—6 




10 

5.7 . 


Meridian 

AP 

298 

1939-1947 

-7* 







Vicksburg 

..CO 

316 

1874-1947 

— 1 

18 



10 

8.3 


Vickslnirg 

..AP 

266 

1941-1947 

10 






Mo 

Columbia 

.CO 

739 

1889-1947 

-26 




-10 

8,9 


Columbia 

..AP 

787 

1939-1947 

-18 







Kansas City..._. 

..CO 

7410 

1889-1940 

-22 




-10 ; 

10.2 


Kansas City _... 

..AP 

780 

I935-1939d 



2 

10.6 




St. Louis. 

CO 

646 

1871-1947 

-22 

-2 


t 

0 

11.7 


St. Louis.. 

-AP 

.597 

1930-1947 

-19 


3 

1 10.8 




Springfield 

..AP 

1270 

1935-19394 


-5 

8 

11.0 


10.9 

Mont 

Billings 

..AP 

3584 

1935-1939** 


-30 

-17 

9.1 

-25 

12.4 


Butte 

..CO 

5700* 

1894-1931 

-34 




-20 1 



Butte 

.AP 

5538 

1931-1947 

-52 


-18 

4.8 




Havre 

..CO 

2498 

1880-1947 

-57 

-36 



-30 

9.4 


Helena - 

..CO 

4175® 

1880-1940** 

-42 



1 

-20 

7.3 


KaliapelJ 

..CO 

3(X)4 

1897-1947 

-34 




-20 1 

5.2 


Miles City«. 

.CO 

2400 

1892-1942** 

-49 




-35 I 

5.6 


Miles City 

..AP 

2629® 

1935-1939** 



-18 

8.4 



Nob 

Lincoln...^ 

.CO 

1189 

1887-1947 

-29 

-13 



-10 

10.6 


Lincoln 

..AP 

1185 

1933-1947 

-26 


1 -2 

12.7 




North Platte 

CO 

2815 

1874-1947 

-35 

-17 



-20 



North Platte..,. 

..AP 

2788 

1935-1939*1 



-9 

10.7 




Omaha.. 

CO 

1219 

1873-1935 

-32 




-10 

9.6 


Omaha 

.AP 

1009 

1935-Pres, 

-21 


-8 

11.5 




Valentine. 

.CO 

2627 

1889-1947 

-38 


1 


-25 

9.3 


'^At>proximate value. 
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Table 1. Winter Climatic Conditions® — (Continued) 


Col. 1 

&TAt^ 

Col, 2 : 

iSTATIONl* 

CoL. 3 

Elk- 

VATION® 

FT 

Col. 4 

I*ER10D 

or 

Record** 

Col. S 

Lowest 
Temp on 
Record4 

op 

Col. 6 

Average 

Annual 

Min. 

Tkmp.» 

OF 

Col. 7 
Design 
Dry-Bulb 
Temp, on 
TAC97H% 
Basis* 

op 

Col. 8 

Wind 
Vel. at 
Design 
Tkmp.s 

Mph 

Col. 9 
Design 
Dry-Bulb 
Temp, in 
Common 
IJSE b 
op 

Col. 10 

Avn. Wind 
Vel.-Dec. 
Jan.-Frb.i 

Mph 

Nev — 

Elko 

...-.AF 

5079 

193.S-1939d 



_4 

4.0 




Las Vegas. 

AF 

1882 

1937-1947 

8 


23 

5.3 




Rono. 

....„CC 

4588 

190.>-1942 

— 19 




-5 

6.0 


Reno 

AP 

4417 

19-10-1947 

-16 


/ 

3.6 




Winnemucca. 

cn 

4293 

1871-1947 

-36 

-10 



-IS 

8.1 


Concord 


343 

1871-1941 

—35 

-15 



-15 

6.0 


Concord 

AP 

359 

1941-1947 

-37 






N. J 

Atlantic City 

._..CO 

45 

1874-1947 

-9 

6 



5 

15.9 


Camden 

AP 

20 

1935-1939d 



12 

9.5 




Newark.- 

AP 

15 

1931-1947 

-14 


10 

11.6 

0 



Sandy Hook 

._...CO 

19 

1914-1938‘t 

-11 




0 

16.1 


Trenton 

-...CO 

144 

1866-1946 

-14 




0 

II.O 

N. M 

Albuquerque. 

(’() 

5022 

1931-1933 

5 




0 

7.3 


Albuquerque 

..._AP 

5319 

193.3.1947 

-6 


16 

7.1 




El Morro. . ... 

..-.AP 

7120 

1935-1939*1 



-6 

4.6 




Rodeo 

AP 

4116 

19.^5-1939*1 



25 

8.4 




Roswell.. 

CO 

3643 

1905-1947 

-29 




-10 

7.1 


Tucumcari 

AP 

4054 

1935-1939*1 



13 

9.2 



N. y 

Alliany. 

.- CO 

114 

1874-1947 

-24 

- 11 



-10 

10.4 


Albany 

AP 

280 

10,^8-1947 

-22 


0 

9.6 




Binghamton.. 

_...CO 

915 

1891-1946 

-28 




-10 

6.8 


Binghamton .. 

AP 

836 

1942-1947 

-IT 







Buftalo 

r.{) 

693c 

187.3-194'<1 

-20 

-4 



—5 

17.1 


Buffalo 

...AP 

726 

19 <5-193*81 



3 

14.0 




Canton 

CO 

458 

1889-1947 1 

-43 




-25 

10.6 


Flmira 

— AP 

918 

1935-1939*1 1 



5 

8.0 




Ithaca.- 

.... CO 

888 

1879-1937 

-24 




-15 

11.3 


New York ... 

....CO 

425 

1871-1947 ! 

-14 

-3 



0 

16.8 


Oswego 

(^0 

363 

1871-194 3 

-23 




-10 

12.3 


Rochester 

... .00 

609 

1872-1947 

-22 




-5 

10.1 


Rochester 

AP 

560 

193.=;-1939‘i 

-16 


4 

11.9 



1 

Syracuse.- . .. 

CO 

465 

1928-1940 

-24 




-10 

11.3 


Syracuse 

-.AP 

404 

1940-1947 

-26 


-1 

8.9 



N. C 

Aabev’lle 

...CO 

2280 

1902-1947 

! -6 




0 

9.5 


Charlotte 

-..C0| 

809 1 

1878-1947 

-5 




10 

7.3 


Charlotte. 

APl 

757 i 

1939-1947 

-3 


22 

7.5 




Greensboro.— 

-.AP 

896 

1928-1947 

-7 


17 

7.8 

10 



Raleigh 

CO 

405 

1944-1947 

-2 

13 



10 

7.8 


Raleigh 

AP 

446 

1935-19.39*1 



20 

8.5 




Wilmington ... 

—CO 

78 

1871-1947 

5 

18 j 



15 

8.1 

N. D 

Bismarck 

CO 

1675 

1873-1940 

-45 

-31 



! -30 

9.1 


Bismarck.. .. 

AP 

1655 

1940-1947 

-38 


! -24 

! 7.1 




Devils I^e.... 

-..CO 

1481 

1904-1947 

-46 

-33 



i -30 

10.1 


DieJcinson.- 

AP 

2599 

1935-19.39*1 



-20 

12.4 




Fargo... 

AP 

900 

1935-19.39*1 



-25 

10.9 

-25 



Pembina 

AP 

830 

193.3-1939*1 



~.50 

‘ 11.9 




Williston. 

....CO 

1 1919 

1879-1947 

-50 




-35 

8.4 

Ohio 

Akron 

... CO 


1887-1931*1 

-20 




I -5 



Akron. 

-AP 

104 

19.35.19.39*1 



* 9 

10.6 

1 



Cincinnati 

.-CO 

772 

1870-1947 

-17 




0 

8.5 


Cincinnati 

...AP 

488 

1931-1947 

-14 


7 

8.0 




Cleveland. 

-CO 

669 

1871-1946*1 

-17 

-2 



0 

15.0 


Cleveland 

...AP 

813 

1 930-1 94t.*i 

-5 


6 

13.8 




Cohunbus. 

-CO 

812 

1878-1946*1 

-20 




-10 

11.6 


Columbus.- ... 

.. AP 

820 

1939-1947 

-15 

-3 

4 

lO.S 




Dayton. 

...CO 

1086 

1883-1943 

-28 




0 

10.9 


Dayton. 

...AP 

1002 

1940-1947 

-11 







Sandusky 

....CO 

608 

1878-19464 

-16 




0 

11.0 


Toledo 

.„.C0 

668 

1871-1947 

-16 




-10 

12.1 


Toledo 

-AP 

626 

1940-1947 

-13 


4 

12.1 



OkJa... ... 

Ardmore 

.-.AP 

762 

1935-19.394 



18 

9.7 




Oklahoma City ..CO 

1264 

1890-1947 

-17 

2 



0 

11.5 


CHcIahoma City.-AP 

1311 

1939-1947 

-10 


14 

14.7 




Tulsa. 

...AP 

686 

1932-1947 

-5 


13 

11.3 

0 



Wa^moka 

-AP 

1529 

1935-19394 



10 

11.3 



Ore 

Arlington 

....AP 

881 

1935-19.394 



7 

7.8 




Baker 

....CO 

3501 

1889-1947 

-25 

-17 



-5 

5.9 


Baker 

-AP 

3374 

19,39-1947 

-19 


3 

6.4 




Eugene- 

....CO 

366 

1890-19424 

-4 




IS 



Eugene 

...AP 

368 

1942-1947 

9 


23 

5.3 




Medford.- 

-..CO 

1428® 

1911-1929 

-10 




5 

4.3 


Medford..- 

-AP 

1343 

1929-1947 

-3 


23 

4.3 




Portia ncL 

-..CO 

98 

1874-1947 

-2 

18 



10 

7.3 


Portland. 

...AP 

25 

1940-1947 

3 


22 

8.0 




Roeeburg 

...CO 

523 

1877-1947 

-6 




SO 

3.9 

P». 

Ctirwcnsville... 

...AP 

2219 

1943-1947 

—10 


0 " 

13.5 




&ie. 

...CO 

771 

1873-1946 

-16 




-5 

13.6 


Eric 

-.AP 

736 

1935-19394 



6 

12.1 




Harrisburg.. 

...CO 

335* 

1888-19384 

-14 




0 

7.9 


Hamsbung....^ 

-AP 

339 

1935-19394 



7 

9.0 
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Table 1. Winter Climatic Conditions^ — (Continued) 


Col. 1 

Col. 2 


Col. 3 

Col. 4 

Col. 5 

Col. 6 

Col. 7 

Col. 8 

Col. 9 

Col. 10 




Elb- 

Period 

Lowest 

Average 

Annual 

Min. 

Temp.* 

Dbaion 

Dry-Bulb 

Wind 
Vel. at 
Design 
Temp.« 

Design 

Dry-Bulb 

Ava. Wind 

State 

Station^ 


or 

Temp, on 

Temp, on 

Temp, in 

Vel -Dec., 





Record** 

Record** 

TAC97H% 

Basis* 

Common 

Use*» 

Jan.-Fbb.* 




FT 


op 

op 

op 

Mph 

op 

Mph 

Pa 

Philadelphia... 

.-.CO 

' 200 

1871-1947 

-11 

6 



0 

11.0 


Philadelphia.™ 

...AP 

’ 18 

1940-1947 

1 







Pittsburgh 

. CO 

929 

1875-1947 

-20 

-2 



0 

11.7 


Pittsburgh 

.. AP 

' 1284 

1935-1947 

-16 


6 

12.1 




Reading 

. CO 

311 

1913-1947 

-14 




0 

9.1 


Scranton 

CO 

877 

1901-1947 

-19 




-5 

7.6 


Sunbury 

.. AP 

448 

193.S-19?9<I 


7 

7.1 


R. L . .. 

Block Island.. 

...CO 

46 

1881-1947 

-10 




0 

18.0 


Providence 

CO 

77 

19t)4-1947 

-17 

1 



0 

12.1 

a 

(-harlefiton 

CO 

59 

1871-1947 

7 

22 



15 

10.5 


Oharlefiton ... . 

. AP 

51 

1940-1947 

14 


26 

6.9 




Columbia 

.. CO 

401 

1887-1947 

-2 

19 



10 

8.1 


Columbia... . 

AP 

227 

19.^9-1947 

9 







Greenville .. . . 

. CO 

10t)6e 

Up to 1946 

-5 




10 

8.4 

S I).. . 

Huron 

. CH> 

1342 

1881-19^8 

-43 

-26 



-20 

10.6 


Huron 

AP 

1287 

19.^8-1947 

-30 







Rapid City 

. CO 

3. ’^09 

1888-1947 

-.34 

-21 



-20 

7.8 


Rapid (hty ..- 

.. AP 

3220 

19.^9-1947 

-27 






Tcnn. . 

Chattanooga .. 

CO 

9.^2 

1879-1947 

-10 




10 

7.6 


Chattanooga . 

. AP 

675 

1940-1947 

6 


19 

6.2 




Knoxville 

. (X) 

1024 

1K71-1942 

-16 

2 



0 

7.2 


Knoxville 

AP 

1007 

1942-1947 

1 







Mentphis 

CO 

348 

1872-1941 

-9 

9 



0 

9.3 


Memphis 

. AP 

267 

1941-1947 

1 


19 

8.9 




Nashville 

CO 

714 

1871-1947 

-13 




0 

98 


Nashville 

...AP 

610 

I9.i9-V947 

-15 


14 

7.3 



Terae ... 

Abilene 

,..CO 

1748 1 

188.5-1944 

-6 




15 

lO.l 


Abilene 

..A Pi 

1756 

1940-1947 

-9 1 


20 

10.4 

-5 



Amarillo 

..CO 

3686 

1892-1941 

-16 




-10 

12.1 


Amarillo 

. AP 

3595 

1941-1947 

— 7 


11 

12.9 




Au«tin._> 

CO 

625 

1897-1942 

— 1 




20 

8.0 


Austin 

..AP 

625 

! 1942-1047 

13 







Brownsville .... 

.CO 

140 

1922-1943 

12 




30 

10.2 


Brown«ville . . 

AP 

25 

194t-1947 i 

30 







('nrpus Christi. 

...CO 

21 

1887-1942'* 

11 




20 

11.0 


Cornua ('hristi 
Dallas 

. AP 

1 45 

194.1-1946** 

23 







CO 

1 732 

1913-1940 

-3 




0 

10.6 


Dallas.. 

. AP 

520 

1940-1947 

5 


23 

8.8 




Del Rio.- - 

.(X) 

! 1020 

1905-1947 

12 



1 

15 

7.9 


Kl Paso.- 

CO 

3792 

1880-1942 

-5 

16 



[ 10 

8.9 


K1 Paso 

. AP 

5956 

1919-1947 

11 


26 

8.6 




Fort Worth . .. 

..CO 

708 

1898-19 tod 

-8 

12 



10 

10.4 


Fort Worth .. 

. AP 

728 

1940 1947 

4 







1 Galveaton 

CO 

128 

1871-1947 

8 




20 

11.2 


Galveston. 

AP 

9 

19.19-1947 

14 







Houston 

CO 

198 

1888-1947 

5 




20 

10.5 


1 HousUm 

.AP 

73 

1932-1947 

5 


33 

9.2 




Palestine-.. . 

CO 

5.55 

1881-1947 

-6 




15 

80 


Port Arthur.. .. 

CO 

64 

1917-1947 

11 




20 

10.5 


Port Arthur 

.AP 

21 

1944-1947 

24 







San Antonio. .. 

.CO 

770«> 

1885-1941 

4 

21 



20 

8.3 


San Antonin 

..AP 

800 

1942-1947 

17 


32 

7.6 




Waco 

. AP 

513 

1911-1947 

7 


26 

11.6 




Wink 

. AP 

2811 

193.5-1919** 



23 

-2 

8 5 



Utah 

Milford™. 

. AP 

5095 

19.35-1919** 



7.7 




Modena 

CO 

5472 

1901-1947 

-32 

-IS 



-15 

9.3 


Salt Lake City 

..CO 

4346 

1874-1947 

-20 

2 



-10 

7.9 

Vt 

Salt Lake City.. 

.AP 

4254 

1928-1947 

-30 


7 

7.4 



Burlington 

CO 

409 

1884-1943 

-29 

-17 



-10 

11.7 

Va 

Burlington 

..AP 

335 

1941-1944 

-23 






Cape Henry.— 

CO 

24 

1874-1947 

5 




10 

13.1 


Lynchburg™ 

..CO 

644 

1874-1944 

-7 

8 



5 

8.1 


Lynchburg 

Norfolk. 

AP 

..CO 

951 

91 

1944-1947 

1871-1947 

7 

2 

15 



15 

10.1 


Richmond 

-CO 

180 

1897-1947 

-3 

10 



15 

8.1 


Richmond 

..AP 

172 

1929-1947 

-12 


15 

7.1 



Waah.„.... 

Roanoke 

..AP 

1194 

193.5-19394 



21 

8.2 



EUenshurg....-,.. 

..AP 

1731 

1935-1939** 



1 

3.8 




North Headl.... 

CO 

199 

1884-1947 

11 



20 

16.3 




..CO 

104 

1890-1947 

3 

20 



IS 

9.7 


Seattle 

.AP 

47 

1928-1947 

3 


24 

6.3 




Spokane. 

CO 

2030 

1881-1941 

-30 

-5 



-15 

6.2 


§K>kane. 

Tacoma. 

-AP 

1974 

1941-1947 

-7 


4 

5.1 




CO 

279 

1897-1947 

7 




15 

7.9 


Tatooih la 

.CO 

no 

188.3-1947 

7 




IS 

19.9 


Yakima 

-CO 

1160 

1938-1946 

-IS 




-S 



Yakima. 

..AP 

1066 

1944-1947 

-.4 






W. Va... 



-CO 

19690 

1898-1944 

-28 

-8 



-10 

6.1 


lykenibtirff...... 

.CO 

685 

1888-1947 

-27 




-10 

7.1 
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Table 1. Winter Climatic Conditions^ — (Concluded) 


Col. 1 

State 

Col. ^ 

Station^ 

COL, 3 

Ele- 

vation® 

FT 

CoL. 4 

Period 

OF 

Record*! 

CoL. 5 

Lowest 
Temp, on 
Record*! 

op 

Col. 6 

Average 

Annual 

Min. 

Temp.® 

op 

Col. 7 
Design 
Drv-Bulb 
Temp, on 
TAC97b/>7 
Basis! 
op 

Col. 8 

Wind 
Vel. at 
Design 
Temp.i 

Mph 

Col. 9 
Design 
Dry-Bulb 
Temp, in 
Common 
Use!* 

op 

Col. 10 

A VO. Wind 
Vel.-Dec. 
Jan.-Fkb.! 

Mph 

Wise 

Green Bay 

. CO 

598 

1886-1947 

-.36 

-18 



-20 

10.6 


La Croeae 

..CO 

725 

1872-1947 

-43 

-21 



-25 

8.9 


La Crosse 

. AP 

677 

1943-1947 

-28 


-17 

6.9 




Madison.^ 

..CO 

1008 

1858-1947 

-29 




-15 

10.1 


Madison 

..AP 

884 

1 935-1 939d 



-8 

9.1 




Milwaukee 

..CO 

744 

1870-1947 

-25 

-12 



-15 

12.1 


Milwaukee 

AP 

707 

1927-1947 

-29 


j -6 

11.9 



Wyo 

Cheyenne 

..CO 

6144 

1873-1935 

-38 




15 

13.3 


Cheyenne 

. AP 

0161 

1935-1947 

-34 


-3 

11. 1 




Lander 

.CO 

5448 

1891-1946 

-40 

-12 



-18 

3.9 


Lander 

..APj 

5568 

194t>-1947 

-14 







Rock Springs,... 

..AP 

6746 

1932-1942 

-33 

1 

i 


9.1 



Alta 

1 Edmonton 


2219® 

1 

Tp to 1943 

! -57 

! 

1 


-40 

7.5 

B. C 

Vancouver 


1 22® 

I’p to 1943 

2 

13 



10 

4.5 


Victoria 


! 228® 

I’p to 1943 

-2 

19 



5 

12.6 

Man 

Winnipeg.. 


786® 

Up to 1943 

-.54 

-38 t 



-35 

10.1 

N. B 

Fredericton 


164® 

Up to 1943 

-35 

-25 



-20 

9.1 

N. S.._„ .. 

Yarmouth . . 


156® 

Up to 1943 

-12 

0 



— 5 

14.3 

Ont 

Dindon 


912® 

Up to 1943 

-27 

-14 



-5 

10.3 


Ottawa 

....i 

294® 

Up to 1943 

-35 

-24 



-20 

8.4 


Port Arthur 


644® 

Up to 1943 

-40 

-29 



-.iO 

8.0 


Toronto 


.t79® 

Up to 1943 

-26 

-11 



-10 

13.6 

P. E. I.-- 

Charlottetown. . 


186® 

Up to 1943 

-27 

-13 



-10 

9.8 

Que 

Montreal . . . 


187® 

Up to 1943 

-29 

-18 



-15 

11.3 


Queljec 


296® 

Up to 1943 

-34 

-23 



-20 

13.3 

Sask 

Prince Albert.-.. 


1414® 

Up to 1943 

-70 

-47 



-45 

5.1 

Y. T 

Daw.son 


1062® 

Up to 1943 

-68 

-.54 



-45 

U7 

Newf..„.. 

St. Johns 


428® 

Up to 1943 

-21 

— 5 



-10 

12 


•United States Data compiled from U, S. Weather Bureau Records for years indicated, and Canadian data 
from Meteorological Service of Canada corrected to 1946. 

Kilol. 2. The stations followed by letters AP are airport stations, all others are city office stations and arc 
followed by letters CO. 

«Col- 3. The elevations marked c are ground elevations of the station. All other elevations given are the 
actual elevations of the thermometer bulb above mean sea level. 

<*Col. 4. The periods of record indicated apply only to the lowest temperature e\ er recorded shown in Col. 5, 
and generally extend from a summer month of the first year indicated through the spring months of the last 
year indicate. The periods marked by d terminated in December of the year indicated. 

•Average of readings of one lowest temperature obtained for each year, 

^ It should be noted that Col. 7 applies only to airport.s. as these data for city stations are not available at 
this time. The temperature shown is the minimum hourly out-door temperature which has been equalled or 
exceeded 97H P^r cent of the total hours in December. January and February for the period of record. It is 
pointed out that in most cases the airport stations are outside of the city and these data would apply primarily 
to rural areas. 

*Col. 8 indicates the average wind velocity which occurred at temperatures the same as, and lower, than 
the temperatures shown in Col. 7. 

•>Col. 9 records design temperatures in use by A.S.II.V.E. Members as reported by Chapter Secretaries 
for the various stations. Where these were not available the design temperatures from an ACRMA publication 
and various other sources have been inserted. 

*The wind velocities indicated in Col. 10 are repeated from the 1947 Guide with a few additions and 
corrections where other weather data have been made available. 

i The bulletin published by A.S.H.V.E. for annual weather data of Detroit indicates 6 as design temperature. 


with the use to which the building is to be put and Table 2 presents values 
which conform to good practice. 

The proper dry-bulb temperature to be maintained depends upon the 
relative humidity and air motion, as explained in Chapter 12. In other 
words, a person may feel warm or cool at the same dry-bulb temperature, 
depending on the relative humidity and air motion. The optimum winter 
effective temperature for sedentary persons, as determined at the A.S.H.V.E. 
Research Laboratory, is 66 deg. 

As explained in Chapter 12 for so-called still air conditions, a relative 
humidity of approximately 50 per cent is required to produce an effective 
temperature of 66 deg when the dry-bulb temperature is 70 F. However, 
even where provision is made for artificial humidification, the relative 
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humidity is seldom maintained higher than 40 per cent during the ex- 
tremely cold weather, and where no provision is made for humidification, 
the relative humidity may be 20 per cent or less. Consequently, in using 
the figures listed in Table 2, consideration should be given to the actual 
relative humidity to be maintained if provision is to be made for humi- 
dification. 


Fig. 1. Isotherms of Winter Outdoor Design Temperature 
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Temperature at Proper Level: In making the actual heat loss compu- 
tations, howpver, for the various rooms in a building it is often necessary 
to modify tHe temperatures given in Table 2 so that the air temperature 
at the proper level will be used. By air temperature at the proper level is 
meant, in the case of walls, the air temperature at the mean height be- 
tween floor and ceiling; in the case of glass, the air temperature at the 
mean height of the glass; in the case of roof or ceiling, the air temperature 
at the mean height of the roof or ceiling above the floor of the heated 
room; and in the case of floors, the air temperature at the floor level. 

Temperature at Ceiling: The air temperature at the ceiling is generally 
higher than at the breathing level due to stratification of air resulting from 
the tendency of the warmer or less dense air to rise. An allowance for this 
fact should be made in calculating ceiling heat losses, particularly in the 

Table 2. Winter Inside Dry-Bulb Temperatures Usually Specified^ 


Type of Building 

Deg F 

Type of Building 

Deg F 

Schools — 


Theaters — 


Class rooms. 

70-72 

Seating space. 

68-72 

rnoms 

68-72 

Tniinge 

68-72 

Cym nasi urns. 

65-65 

TniletR . 

68 

Toilets and baths. 

70 



Wardrobe and locker rooms.,.. 

65-68 

Hotels — 


Kitchens _ ! 

66 

Bedrooms and baths. 

70 

Din inf? and lunch rooms 

65-70 

Dining rooms.- 

70 

Playrooms 

60-65 

Kitchens and laundries 

66 

Natatoriums 

75 

Ballrooma 

65-68 



Toilets and service rooms 

68 

Hoswtals — 




Private rooma ... 

70-72 

Homes 

70-72 

Private rooms (surgical)..,.- 

70-80 

Stores _ 

65-68 

Operating rooma— 

70-95 

Public buildings 

68-72 

Wards 

68 

Warm air baths. 

120 

Kitchens and laundries 

66 

Steam baths 

no 

Toilets - 

68 

Factories and machine shops.. 

60-65 

Bathrooma 

70-80 

Foundries and boiler shops.... 

50-60 



Paint shops 

80 


•The most comfortable dry-bulb temperature to be maintained depends on the relative humidity and 
air motion. These three factors considered together constitute what is termed the effective trmptraiurt. 
Chapter 12.) When relative humidity is not controlled separately, optimum dry-bulb temperature 
tor comfort will be slightly higher than shown in Table 2. 

case of high ceilings. However, the exact allowance to be made may be 
somewhat difficult to determine as it depends on many factors, including 
(1) the type of heating system, (2) ceiling height, and (3) the inside- 
outside temperature differential. The type of heating system is par- 
ticularly important as the temperature gradient from floor to breathing- 
level to ceiling may depend to a large extent on whether direct radiation, 
unit heaters or warm air is used, and in the latter case, whether the circu- 
lation is by gravity, auxiliary fan or forced air. Although with properly 
adjusted air flow the temperature differential with unit heaters can be 
reduced to a minimum, it is possible with improper adjustment that it 
may be increased over that which would normally result without me- 
chanical circulation of the air. 

It would be difficult from present available information to establish 
ral«> for determining the temperature difference to use in all cases. 
Hcn^rever, for residences and other structures having ceiling heights undw 
10 ft, the comparatively small temperature differential between die 
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breathing level and ceiling may generally be neglected without serious 
error. For higher ceilings where specific test data are not available, an 
allowance of approximately 1 per cent per foot of height above the 
breathing level may be made for ceiling heights up to 15 ft and approxi- 
mately 1/10 of 1 deg per foot of height above this level. The values in 
Table 3 are calculated on this basis. For direct radiation and gravity 
warm air systems, the allowance should be increased from 50 per cent to 
100 per cent over those given in Table 3. These rules should, however, 
be used with considerable discretion. 

Temperature at Floor Level: According to the University of Illinois 
Research Residence tests the temperature at the floor level ranged from 
about 23^ to 6 deg below that at the breathing level, or somewhat 
greater than the difference between the breathing level and ceiling 

Table 3. Approximate Temperature Differentials Between Breathing Level 
AND Ceiling, Applicable to Certain Types of Heating Systems® 


Ceiling 


Breathing Level Temperature (6 ft Above Floor) 


(Ft) 

60 

65 

70 1 

[ 72 

74 

70 

78 

80 

85 

90 

10 

3.0 

3.3 

3.5 

3.6 

3.7 

3.8 

3.9 

4.0 

4.3 

1 4.5 

11 

3.6 

3.9 

4.2 

4.3 

4.4 

I 4.6 

4.7 

4.8 

5.1 

5.4 

12 

4.2 

4.6 

4.9 

5.0 

5.2 

5.3 

5.5 

56 

6.0 

6.3 

13 

4.8 

5.2 

5.6 

5.8 

6.9 

6.1 

6.2 

6.4 

6.8 

7.2 

J4 

5.4 

5.9 

6.3 

6.5 

6.7 

6.8 

70 

72 

7.7 

8.1 

15 

6.0 

6.5 

7.0 

7.2 

7.4 

7.6 

7.8 

8.0 

8.5 

9.0 

16 

6.1 

6.6 

7.1 i 

m 

7.5 


7.9 

8.1 

8.6 

9.1 

17 

6.2 

6.7 


mSm 

7.6 


8.0 

8.2 

8.7 

9.2 

18 

6.3 

6.8 



7.7 


8.1 

8.3 

8,8 

9.3 

19 

6.4 

6.9 


7.6 

7.8 


8.2 

8.4 

8.9 

9.4 

20 

6.5 

7.0 

mm 

7.7 

7.9 


8.3 

8.5 

9.0 

9.5 

25 

7.0 

7.5 

8.0 

8.2 

8.4 

8.6 

8.8 

9.0 

9.5 

ml 

30 

7.5 

8.0 

8.5 

8.7 

8.9 

9.1 

9.3 

9.5 

10.0 


35 

8.0 

8.5 

9.0 

92 

9.4 

9.6 

9.8 

10.0 

10.5 ! 

Ira 

40 

8.5 

9.0 

9.5 

9.7 

9.9 

10.1 

10.3 

10.5 


Ira 

45 

9.0 

9.5 

100 

10.2 

10.4 

10.6 

10.8 I 



Ira 

50 

9.5 

10,0 

10.5 

10,7 

10.9 

11.1 

11.3 



H 


•The fiRurrfl in this table are baaed on an increaae of \ per cent per foot of height above the breathing 
level ft> up to 15 ft and I / 10 of one deuree for each foot above lA ft. This table Is generally applicable 
to torred air types of heating tystema. For direct radiation or gravity warm air. increase values 50 per cent 
to 100 per cent. 


temperatures. Tests at the University of Wisconsin * indicated a some- 
what smaller differentia! between the floor and breathing level tempera- 
tures. As a general rule, if the breathing level to ceiling temperature 
differential is neglected (as with ceiling heights under 10 ft), the breathing 
level-floor differential may also be neglected as the two are somewhat 
compensating, especially where both floor and ceiling heat losses are 
calculated for the same space. In other cases, the 10 ft temperature 
differentials in Table 3 may be used in arriving at the floor heat loss, these 
differentials to be subtracted from the breathing level temperature. 

ATTIC TEMPERATURES 

Frequently it is necessary to estimate the attic temperature, and in 
such cases Equation 1 can be used for this purpose. 

. AtjUch + <0 i^r^r 4" AyrUyf -f 

** " AtUt + A^Uw ^AuOt ^AcUt 


(l> 
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where 

/a * atti^ temperature, Fahrenheit degrees. 

« inside temperature near top floor ceiling, Fahrenheit degrees. 

“ outside temperature, Fahrenheit degrees. 
i4c = area of ceiling, square feet. 
i4r = area of roof, square feet. 

*= area of net vertical attic wall surface, square feet. 

— area of attic glass, square feet. 

Uc » coefficient of transmission of ceiling, based on surface conductance of 2.20 
(upper surface, see Chapter 6). 2.20 « reciprocal of one-half the air space 
resistance. 

Ut =* coefficient of transmission of roof, based on surface conductance of 2.20 
(lower surface, see Chapter 6). 
f/w * coefficient of transmission of vertical wall surface, 
coefficient of transmission of glass. 

Example 1. Calculate the temperature in an unheated attic, assuming the following 
conditions: h = 70; to =* 10; Ac = 1000; Ar = 1200; A^ = IW; Ag » 10; Ur * 0.50; 
l/c « 0.40; i/w = 0.30; Ug = 1.13. 

Solution: Substituting these values in Equation 1: 

(1000 X 0.40 X 70) -b 10 [(1200 X 0.50) -f (100 X 0.30) -f (10 X 1.13)] 

^ ” (1200 X 0.50) -f (100 X 0.30) + (10 X 1.13) + (1000 X 0.40) 


fa 


34,413 

1041 


33.1 F. 


Equation 1 neglects the effect of any interchange of air such as would 
take place through attic vents or louvers intended to preclude attic con- 
densation. However, according to tests such venting of attics by means 
of small louvers or other small openings does not appreciably reduce the 
attic temperature and may be neglected without serious error. The 
attic temperature may be calculated in the usual manner by means of 
Equation 1, allowing the full value of the roof. The error resulting from 
this assumption will generally be considerably less than if the roof were 
neglected (as is sometimes the practice) and the attic temperature as- 
sumed to be the same as the outside temperature. When relatively large 
louvers are installed as is customary in the southern states, the attic 
temperature is often assumed as the average between inside and outside 
temperatures. 

For a shorter, approximate method of calculating heat losses through 
attics, the combined ceiling and roof coefficient may be used as described 
in Chapter 6, page 136. 


TEMPERATURES IN UNHEATED SPACES 

The heat loss from heated rooms into unheated rooms or spaces must 
be based on the estimated or assumed temperature in such unheated 
spaces. This temperature will generally range between the inside and 
outside temperatures, depending on the relative areas of the surfaces 
adjacent to the heated room and exposed to the outside. If the respective 
surface areas adjacent to the heated room and exposed to the outside are 
approximately the same, and if the coefficients of transmission are 
approximately equal, the temperature in the unheated space may be 
assumed to be the mean of the inside and outside design temperatures. 
If, however, the surface areas and coefficients are unequal, the tempera- 
ture in the unheated space should be estimated by means of Equation 2. 
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i(AiUi 4* A 2 U 2 4* AtUi 4~ etc.) -h /p (i4a^a ~h <<4b^b 4“ AcVc 4~ etc«) 
A\U\ -f* A%U% -j- AiUi 4“ etc. 4- 4“ Ax^Ux^ 4” AqUc 4* etc. 


where 


txx « temperature in unheated space, Fahrenheit degrees. 
t = inside design temperature of heated room, Fahrenheit degrees. 
to « outside design temperature, Fahrenheit degrees. 

^ 1 , At, At, etc. *= areas of surface of unheated space adjacent to heated space, 
square feet. 

/4a, Ab, Ac, etc. « areas of surface of unheated space exposed to outside, square feet. 
Ui, Ut, Ut, etc. = coefficients of transmission of surfaces of Ai, At, At, etc. 

Vb, Uc, etc. = coefficients of transmission of surfaces A^, Ab, Ac, etc. 


Example S. Calculate the temperature in an unheated space adjacent to a heated 
room having surface areas {A\, At, and At) in contact therewith of 100, 120, and 140 
sq ft and coefficients {U], Ut, and Ut) of 0 15, 0.20, and 0.25 respectively. I'he surface 
areas of the unheated space exposed to the outside (A^ and /lb) are respectively 100 and 
140 sq ft and the corresponding coefficients are 0.10 and 0.30. The sixth surface is on 
the ground and is neglected in this example. Assume / = 70 and /© —10. 


Solution. Substituting in Equation 2: 

70[(100 X 0.15)4-(120 X 0.20) 4-(140 X0.25)]4- - 101(100 X 0.10) 4-(140 X 0.30)I 






(100X0.15) 4- (120X0.20) 4- (140X0.25) 4- (lOOXO.lO) 4- (140X0.30) 

4600 
126" 


37 F. 


The temperatures in unheated spaces having large glass areas and with 
two or more surfaces exposed to the outside (such as sleeping porches and 
sun parlors), are generally assumed to be the same as outside. 


GROUND TEMPERATURES 

Ground temperatures to be assumed for estimating basement heat 
losses will usually differ in the case of basement walls and floors, the 
temperatures under the floors being generally higher than those adjacent 
to walls. 

Temperatures Adjacent to Basement Walls 

Ground temperatures near the surface and under open spaces vary 
with the climate, the season of the year and the depth below the surface. 
The nearer the surface (during the cold weather) the lower the tem- 
perature. Frost will penetrate to a depth of over 4 ft in some localities 
if not protected by snow. A thick blanket of snow will result in a higher 
ground temperature near the surface. Consequently ground tempera- 
tures near the surface may be higher in cold climates where the snow 
remains on the ground for a greater length of time than in more moderate 
climates where the snow melts away periodically during the winter. 

Complete data for various localities are not as yet available but in 
estimating heat losses through vertical walls below grade, it is advisable 
not to assume average ground temperatures above 32 F in northern 
climates when estimating heat losses from heated basements. This is for 
the mean height of the basement wall. Since the recommended wall 
coefficient for basement walls in contact with the soil is only 0.10, any 
small variation in the assumed ground temperature will not materially 
affect the calculated heat loss. 
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Temperatures Under Basement Floors 

The temperature under basement floors ® is influenced by the heat from 
the basement or protected from the influence of atmospheric conditions 
by the basement. In computing losses through basement floors the 
ground temperatures may be assumed the same as the approximate water 
temperature at depths of 30 to 60 ft given in Fig. 3, Chapter 37. Test 
results indicate that the heat losses through basement floors are fre- 
quently over-estimated 

BASEMENT TEMPERATURES AND HEAT LOSS 

The allowance to be made for basement heat loss depends on whether 
the basement is to be heated or not. 

If the basement is heated and a specified temperature is to be main- 
tained, the heat loss should be estimated in the usual manner, based on 
the proper wall and floor coefficients (see Chapter 6) and the outside air 
and ground temperatures. Heat loss through windows and walls 
above grade should be based on outside temperatures and the proper air- 
to-air coefficients. Heat loss through basement walls below grade should 
be based on the floor and wall coefficients for surfaces in contact with the 
soil and on the proper ground temperature. 

If a basement is completely below grade and is not heated^ the tem- 
perature in the basement will normally range between that in the rooms 
above and the ground temperature. Basement windows will of course 
lower the basement temperature when it is colder outside and any heat 
given oflf by the heating plant will increase the basement temperature. 
In any case, the exact basement temperature is likely to be a somewhat 
indeterminate quantity, if the basement is not heated. Since the base- 
ment temperature will generally be lower than that of the rooms above, 
an allowance should theoretically be made for the loss from the rooms 
above through the floor over the basement. 

The temperature in crawl spaces below floors will vary greatly depend- 
ing on the number and size of wall vents, the quantity of heating pipes 
and the type of insulation. It is therefore necessary to analyze the 
conditions and select an appropriate temperature by judgment. 

TRANSMISSION HEAT LOSS 

The basic formula for the loss of heat by transmission through any 
surface is given in Equation 3. 

( 8 ) 

where 

Ht ^ heat loss transmitted through the wall, roof, ceiling, floor, or glass, Btu per 
hour. 

A » area of wall, glass, roof, ceiling, floor, or other exposed surfaces, square feet. 

U •» coefficient of transmission, air to atr, %u per (hour) (square foot) (t^ahrenhelt 
degree temperature difference) (Chapter 6). 

I m Inside temperature near surface involved which may not necessarily be the 
so-called breathing line temperature, Fahrenheit degrees. 

$0 outside temperature, or temperature of adjacent unheated apace Or of ti^ 
ground, Fahrenheit degrees. 
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Example S. Calculate the transmission loss through an 8 in. brick wall having an 
area of 150 sq ft if the inside temp>erature (t) is 70 F and the outside temperature (to) 
ia ~10 F. 

Solution, The coefficient of transmission ( C7) of a plain 8 in. brick wall is 0.50 (Chapter 
6, Table 7). The area (A) is 150 sq ft. Substituting in Equation 3: 

Hi » 150 X 0.50 X [70 - ( - 10)] « 6000 Btu per hour. 

TransmisBion Loss Through Ceilings and Roofs 

The transmission heat loss through top floor ceilings, attics, and roofs 
may be estimated by either of two methods: 

1. By substituting in Equation 3 the ceiling area (A), the inside-outside temperature 
difference (t — to) and the proper value of ([/j: 

a. Flat roofs. Select the coefficient of transmission of the ceiling and roof from 
Tables 14 or 15, Chapter 6, or use appropriate coefficients in Equation 1 if side 
walls extend appreciably above the ceiling of the floor below. 

b. Pitched roofs. Select the combined roof and ceiling coefficient from Table 17, 
Chapter 6 or calculate the combined roof and ceiling coefficient by means of 
Equation 5, Chapter 6 , where this formula is applicable as explained in Chapter 6. 

2. By estimating the attic temperature (based on the inside and outside design tem- 
peratures) by means of Equation 1, and substituting for to in Equation 3, the value of 
/a thus obtained, together with the ceiling area (A ) and the ceiling coefficient (U), This 
applies to pitched roofs. In the case of flat roofs it is not necessary to calculate the attic 
temperatures as the ceiling-roof heat loss can be determined as per paragraph la. 


INFILTRATION HEAT LOSS 

The infiltration heat loss includes (1) the sensible heat loss or the heat 
required to warm the outside air entering by infiltration and (2) the latent 
heat loss or the heat equivalent of any moisture which must be added. 

Sensible Heat Loss 

The formula for the heat required to warm the outside air which 
enters a room by infiltration to the temperature of the room, is given 
in Equation 4. 

Hg - 0.240 Qd (t - to) (4) 

where 

J/g » heat required to raise temperature of air leaking into building from to to t, 
Btu per hour. 

0.240 « specific heat of air. 

Q "• volume of outside air entering building, cubic feet per hoiwr (see Chapter 8). 
d » density of air at temperature fo« pounds per cubic foot. 

It is sufficiently accurate to use d *= 0.075 in which case Equation 4 
reduces to 

H, - 0.018 Q(t- to) (4a) 

The volume of outside air entering per hour (^) depends on the wind 
velocity and direction, the width of crack or size of openings, the type of 
openings and other factors, as explained in Chapter 8. Where the crack 
method is used for estimating leakage, it is more convenient to express 
the air leakage heat loss in terms of the crack length: 

Bt -B i (I -• to) 


(4b) 
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where 

B = air leakage per (hour) (foot of crack) (Chapter 8) for the wind velocity and type 
of windows or door crack involved multiplied by 0.018. 

L == length of wdndow or door crack to be taken into consideration, feet. 

Example 4, What is the infiltration heat loss per hour through the crack of a 3 x 5 ft 
average, double-hung, non-weatherstripped, wood window, based on a wind velocity of 
15 mph? Assume inside and outside temperatures to be 70 F and zero respectively. 

Solution. According to Table 2, Chapter 8, the air leakage through a window of 
this type (based on fde in. crack and ^ in. clearance) is 39 cu ft per foot of crack per 
hour. Therefore, B — 39 X 0.018 = 0.70. The length of crack (L) is (2 X 5) -j- 
(3 X 3), or 19 ft; ^ = 70 and to — 0. Substituting in Equation 4b, 

Hs — 0.70 X 19 X (70 — 0) = 931 Btu per hour. 


Number of Air Changes to be used for Computations 

In the opinion of many engineers the crack method is inferior in practical 
results to the air change method. Estimates of the number of air changes 
require careful judgment regarding construction and conditions under 
consideration, that is; whether they are better than, or worse than, the 
average conditions assumed in Table 4, Chapter 8. 

Crack Length to be Used for Computations 

For designers who prefer to use the crack method the basis of calculation 
is as follows: The amount of crack used for computing the infiltration 
heat loss should not be less than half of the total crack in the outside walls 
of the room. For a building having no partitions, whatever wind enters 
through the cracks on the windward side must leave through the cracks 
on the leeward side. Therefore, take one-half the total crack for com- 
puting each side and end of the building. In a room with one exposed 
wall, take all the crack; with two exposed walls, take the wall having the 
most crack; and with three or four exposed walls, take the wall having the 
most crack; but in no case take less than half the total crack. 

The total infiltration loss of a building having partitions will not be 
equal to the sum of the infiltration losses of the various rooms, since at 
any given time infiltration will take place only on the windward side or 
sides and not on the leeward side. Therefore, if a building has more than 
one room which is divided by interior walls or partitions, it is sufficiently 
accurate to use half of the total infiltration losses for determining the 
total heat requirements. 

Latent Heat Loss 

When it is intended to add moisture to air leaking into a room for the 
maintenance of proper winter comfort conditions, it is necessary to 
determine the heat equivalent to evaporate the required amount of water 
vapor, which may be calculated by the equation: 

<« 

where 

% 

Hi » heat required to increase moisture content of air leaking into building from 
Mo to MU Btu per hour. 

Q » volume of outside air entering building, cubic feet per hour. 
d » density of air at temperature pounds per cubic foot. 
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fn{ *» vapor density of inside air, grains per pound of dry air. 
fWo *= vapor density of outside air, grains per pound of dry air. 
h{g latent heat of vapor at wi, Btu per pound. 

If the latent heat of vapor ihig) is assumed to be 1060 Btu per pound, 
Equation 5 reduces to 

H\ * 0.0114 Q (wi - Wo) (5a) 

Equations 4a, 4b and 5a may also be used for determining the sensible 
and latent heat gains due to infiltration in cooling load computations. 

SELECTION OF WIND VELOCITIES 

The effect of wind on the heating requirements of any building should 
be given consideration under two heads: 

1. Wind movement increases the heat transmission of walls, glass, and roof, affecting 
poor walls to a much greater extent than good walls. 

2. W'ind movement materially increases the infiltration of cold air through the cracks 
around doors and windows, and even through the building materials themselves. 

Theoretically as a basis for design, the most unfavorable combination 
of temperature and wind velocity should be chosen. It is entirely possible 
that a building might require more heat on a windy day with a moderately 
low outside temperature than on a quiet day with a much lower outside 
temperature. However, the combination of wind and temperature which 
is the worst would differ with different buildings, because wind velocity 
has a greater effect on buildings which have relatively high infiltration 
losses. It would be possible to compute the heating load for a building 
for several different combinations of temperature and wind velocity which 
records show to have occurred and to select the worst combination; but 
designers generally do not feel that such a degree of refinement is justified. 

Therefore, since Table 1 lists the average velocity of winds occurring at 
temperatures equalled or exceeded cent of the winter period for 

each locality, this value should be the basis for estimating infiltration 
losses. When using the air change method it will not be necessary to 
consider the wind velocities. Designers employing the crack method 
generally used values corresponding to a 15-mile wind. Due to the small 
effect of the wind velocity on the transmission coefficient, the values in 
Chapter 6, based on a 15-milc wind may be used at all times. 

Exposure Factors 

Many designers use empirical exposure factors to increase the calcu- 
lated heat loss of rooms or spaces on the side or sides of the building 
exposed to the prevailing winds. However, according to a survey made 
in 1943, many Guide users have found that the use of exposure factors 
is not necessary as the Guide method of calculating heat losses provides 
an ample heat loss allowance. Therefore exposure factors may be re- 
garded as factors of safety for the rooms or spaces exposed to the pre- 
vailing winds, to allow for additional capacity for these rooms or spaces, 
or to balance the radiation, particularly in the case of multi-story buildings. 
Although the exposure allowance is frequently assumed to be 15 per cent, 
the actual allowance to be made, if any, must to a large extent be a 
matter of experience and judgment of the designer, since there are at 
present no authentic test data available from which rules could be 
developed for the many conditions encountered in practice. 
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As stated previously, the value of U in the tables of Chapter 6 is based 
on a wind velocity of 15 mph and the surface resistance for this wind 
velocity (0.17) is sufficiently low so that higher wind velocities will 
decrease the surface resistance to a negligible degree and therefore have 
only a slight effect on the average over-all coefficient. On the other 
hand, infiltration losses vary almost directly as the wind velocity, as 
will be apparent from the factors in Table 2 of Chapter 8. The more 
exact method therefore would be to differentiate among the various 
exposures more accurately by calculating the infiltration and transmis- 
sion losses separately for the different sides of the building, using different 
assumed wind velocities for the infiltration losses on the various sides. 

AUXILIARY HEAT SOURCES 

The heat supplied by persons, lights, motors and machinery should 
always be ascertained in the case of theaters, assembly halls, and in- 
dustrial plants, but allowances for such heat sources must be made only 
after careful consideration of all local conditions. In many cases, these 
heat sources should not be allowed to affect the size of the installation at 
all, although they may have a marked effect on the operation and con- 
trol of the system. In general, it is safe to say that where audiences are 
involved, the heating installation must have sufficient capacity to bring 
the building up to the stipulated inside temperature before the audience 
arrives. In industrial plants, quite a different condition exists, and heat 
sources, if they are always available during the period of human occu- 

Table 4. Heat Equivalents of Various Sources® 

Machinery (Motor in room = Motor Hp/officiency x 2544 Btu/hr. 

Machinery (Motor outside room) = Motor Hp x 2544 Btu/hr. 

Electric Lights == Kilowatts x 3413 Btu/hr. 

Gas (Producer = 150) (Manufactured =535) (Natural = 1000) Btu/cu ft. 

•Additional values are given in Chapter 15, Table 23. 

pancy, may be substituted for a portion of the heating installation. In 
no case should the actual heating installation (exclusive of heal sources) 
be reduced below that required to maintain at least 40 F in the building. 

Electric Motors and Machinery 

Motors and the machinery which they drive, if both are located in the 
room, convert all of the electrical energy supplied into heat, which is 
retained in the room if the product being manufactured is not removed 
until its temperature is ihe same as the room temperature. 

If power is transmitted to the machinery from the outside, then only 
the heat equivalent of the brake horsepower supplied is used. In some 
mills this is the chief source of heating and it is frequently sufficient to 
overheat the building even in zero weather, thus requiring cooling by 
ventilation the year Vound. Table 4 shows the heat output equivalent 
of various sources of heat in a factory. For information concerning the 
heat supplied by persons, refer to data given in Chapter 12. For appli- 
ances see Table 23, Chapter 15. 

INTERMITTENTLY HEATEt) BUILDINGS 

In the case of intermittently heated buildings additional heat is 
required for raising the temperature of the air, the building materials and 
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the material contents of the building to the specified inside temperature. 
The rate at which this additional heat must be supplied depends upon 
the heat capacity of the structure and its material contents and upon the 
time in which these are to be heated®. 

This additional heat may be figured and allowed for as conditions re- 
quire, but inasmuch as the heating system proportioned for taking care 
of the heat losses will usually have a capacity about 100 per cent greater 
than that required for average winter weather, and inasmuch as most 
buildings may either be continuously heated or have more time allowed 
for heating-up during the few minimum temperature days, no allowance 
is usually made except in the size of boilers or furnaces. For churches, 
auditoriums and other intermittently heated buildings, additional capacity 
should be provided. 

RESIDENCE HEAT LOSS PROBLEMS 

Example 5. Calculate the heat loss of the residence shown in Fig. 2 located in the 
vicinity of Chicago. From Tabic 1, design outdoor conditions are —10 F and 12 mph 
wind velocity. Inside temperature from Table 2 is assumed to be 70 P". I'he attic is 
unheated. Assume ground temperature to be 50 F (see Fig. 3, Chapter 37) under base- 
ment and garage floors and 32 F adjoining basement walls. Estimate infiltration losses 
by the air change method. No wall, ceiling or roof insulation is to be considered in this 
problem, but all first and second floor w'indows, except in the garage are to have storm 
sa.sh. I'he building is constructed as follows (heat transmission coefficients U are in 
parentheses): 

Walls: Brick veneer, building paper, wood sheathing, studding, metal lath and plaster 
(0.28). Walls of dormer over garage, same except wood siding in place of brick veneer 
(0.26). 

Attic Walls: Brick veneer, building paper, wood sheathing on studding (0.42). 

Basement Walls: 10 in. concrete (O.IO). 

Roof: Asphalt shingles on wood sheathing on rafters (0.53). 

Ceilint (Second floor): Metal lath and plaster (0.69). 

Windows: Double-hung wood windows with storm sash (0.45). Steel casement sash 
in basement (1.13). 

Floor (Bedroom D): Maple finish flooring on yellow pine sub-flooring; metal lath 
and plaster ceiling below (0 2.5). 

Floor (Basement and Garage): 4 in. stone concrete on 3 in. cinder concrete (0.10). 

Solution: The calculations for this problem are given in Table 5. and a summary 
of the results in Table 6. 1 he values in column F of Table 5 were obtained by multiplying 
together the figures in columns C, l">,and E. The heat losses are calculated to the nearest 
10 Btu. See reference notes for Table 5 for further explanation of data. 

Attention is called to the summary of heat losses (Table 6) for the uninsulated resi- 
dence. As storm windows are used in this instance the glass and door transmission heat 
losses of 20.7 per cent are relatively small. The infiltration losses of 14.1 per cent are 
also comparatively small because the storm windows are equivalent to weatherstripping. 
In this problem, the wall, ceiling and floor transmission losses comprise 65.2 per cent of 
the total. 

Example H. Calculate the heat loss of residence shown in Fig. 2 based on the same 
conditions as in Example 6 but having construction improved or insulated to obtain 
coefficients as follows: 

Walls t 0.13; Walls of Dormer over Garage, 0.12; AtUc Walls, 0.28; Walls Adjoining 
Carnge, 0.18; Basement Walls (Recreation Room), 0.10. 

Roof, 0.53 

Ceiling (Second Floor), 0.15 

Windftws (Same as in Example 6). 

Floor (Bedroom D), 0.18. 

Solution: The procedure for calculating the heat losses is similar to that for Example 
6. A summary of the resulta is given in Table 7. 
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Notes for Table 5. 

•The inside-outside tenipeiature difference is 70— (—10) or 80 F except where otherwise noted. 
Wolume of infiltmtion, cfh = (no. air changes) x (floor or ceiling area) x (ceiling height). 

‘’From equation 4a. p. 245. 

dThe ceiling heat losses are calculated by estimating the attic temperature and then calculating the loss 
through the ceiling using the proper temperature difference. This unheated attic is not ventilated during 
winter months. The attic temperature is estimated from Equation 1 to be 30.2 F when the outside tem- 
perature is — 10 F and room temperature is 70 F. The temperature difference is then 70 — 30. 2 or 39.8 deg. 
For the insulated residence, attic temperature becomes 4.6 F and temperature difference 70— 4. 6« 65.4 deg. 

•Temperature in garage assumed to be 35 F. 

K'oefficient for wall adjoining garage calculated on basis of metal lath and plaster on both sides of studs. 
(r»0.39). 

• One half of value from Table 4, Chapter 8, for storm windows or weatherstripping. 

‘‘Exposed on two sides, weatherstripped windows offset by fire-place. Use l^j. 

‘ Window on one side weatherstripped but double-doors are hard to close tightly. Hence conservative 
value of l^j. 

J Assuming kitchen vent, door to vestibule usually open, allow full table value of l^j, 

‘‘One half value in Table 4, Chapter 8. increased to IH by nearby outside door in vestibule. 

•Full value in Table 4, Chapter 8, to allow for 
frequent opening of outside door. 

“Two sides exposed, large doors but large vol- 
ume. Use value as given in Table 4. Chapter 8. 

•Two small unweatherstripped w'indows in 
protected location, but lireplace. indicate 1 change. 

•Since garage is assumed colder than ground, 
heat gain results should be subtracted from heat 
losses elsewhere. 

Plleat losses from these rooms into garage are 
heat gains for garage. 

‘iXeglect heat loss to basement, as losses from 
boiler, piping, etc. will probably keep basement 
near, if not above, 70 F', 

‘Upstairs hall ceiling figured with downstairs. 
Heat should be provided downstairs for both. 
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Table 5. Heat Loss Calculation Sheet for Uninsulated Residence 

(Fig. 2) 


A 

B 

C 

D 

E 

F 

G 

Room on Space 

Baht of Structure or 

Net Area ok 

COEFFI- 

Temp. 

Heat Loss 

Totalb 

Infiltration Air Changes 

Air VoLUMPt 

CIENT 

Diff.* 

(Btu jkt hour) 

(Btu pcT hour) 

Bedroom A 

Walls 

2 :J 8 SQ ft 

0.28 

80 

5330 


and Closet 

(ilass 

40 8 q ft 

0.15 

80 

1440 



Ceiling 

2rr2 S(J ft 

O.fiO 

39. 8 ^ 

6910 



Infiltration 

IfilO Cfhb 

0.018‘> 

80 

2180 

15.8(30 

Bedroom B 

Walls 

15(3 sq ft 

0.28 

80 

3490 


and Closet 

(dass 

40 sq ft 

0.45 

80 

14 10 



Ceiling 

170 sq ft 

0.()0 

39. 8 d 

4660 



Infiltration 

1020 cfhb 

0.018 

80 

1470 

11.0(30 

Bedrr)om C 

V’allH 

114 8(1 ft 

0.28 

80 

25(30 


and Closet 

(ilass 

27 sq ft 

0.45 

SO 

970 



('ciling 

120 sq ft 

874 cfhb 

0.(30 

39. Sd 

3540 



Infiltration (? 4 )« 

0.018^ 

80 

1260 

8,330 

Bedroom D 

Walls 

1 1 H sq f t 

0.28 

80 

2650 


and Closet 

(jiass 

20 s(| ft 

0.45 

80 

720 



Ceiling 

110 sq ft 

0.60 

39. 8 d 

3020 



Floor over garage 

DO sq ft 

0.25 

35* 

960p 



Inlillration (^ 4 )* 

()(>0 cfhb 

O.OlSc 

80 

950 

S.300 

Bathroom 1 

Walls 

30 s(i ft 

0.28 

SO 

670 



(ilass 

14 sq ft 

0 45 

SO 

500 



C'eiling 

55 sq ft 

0.60 

3'(.Sd 

1510 



Infiltration (l)« 

440 cfhb 

0.018'- 

80 

6;;o 

3.310 

Bathroom 2 

Walls 

70 Sfi ft 

0.26 

80 

1640 



(ilass 

0 s(i ft 

0.45 

80 

3;>0 



Ceiling 

35 S(i ft 

0.60 

39. 8 d 

960 



I'loor over garage 

35 s(| ft 

0.25 

35* 

3U)p 



Infiltration (1)« 

280 (thb 

0.018c 

80 

400 

3.630 

Living 

Walls 

2<)7 s<i ft 

0.28 

80 

5980 


Room 

Walls (adjoining garage) 

04 S(j ft 

().30f 

35* 

1280 P 



(ilass 

50 s(i ft 

0.45 

80 

1800 



Floor 

204 s(i ft 






Infiltration (IH)** 

3745 cfhb 

0.018 

i 80 

5100 

14,400 

I )ining 

Walls 

KK) SQ ft 

0.28 

SO 

3720 


Room 

(ilaSvS (doors) 

35 8(1 ft 

1.13 1 

80 

3160 



(ilass (windows) 

20 sq ft 

0.45 

80 

720 



Floor 

1(38 sq ft 






Infiltration (1H)‘ 

2140 cfhb 

0.018'- 

80 

3080 

10.680 

Kitchen and 

Wails 

0 () sq ft 

0.28 i 

80 

2150 


Entrance 

Walls (adjoining garage) 

51 s(i ft 

0.39( 1 

35* 

7()0p 


to Garage 

Glass 

18 sq ft 

0.45 

80 

650 



Door 

17 sq ft 

0.51 

35 

300 



Floor 

125 sq ft 






Infiltration (m)l 

1595 cfhb 

0.018c 

80 

2300 

6.100 

Lavette and 

Walls 

82 sq ft 

0.28 

80 i 

1840 


Vestibule 

Walls (adjoining garage) 

85 S(j[ ft 

0.39( 

35* 

noop 



(ilass 

9 sq ft 

0.45 

80 

320 



Door 

19 sq ft 

0.51 

80 

780 



Moor 

30 sq ft 






Infiltration (IH)^ 

383 cfhb 

0.018c 

80 

550 

4,650 

Entrance 

Walls 

39 sq ft 

0.28 

80 i 

870 


Hall 

Door 

21 sq ft 

0.38 

80 

(HO 



Ceilingf 

87 SCI ft 

0.(39 

39.8d 

2390 



Infiltration (2)‘ 

1110 cfhb 

0.018c 

80 

1600 

5,500 

Garage 

Walls 

167 sq ft 

0.28 

45* 

2110 



Glass 

53 sq ft 

1,13 

45 

2700 1 



Doors 

44 sq ft 

0.51 

45 

1010 



Infiltration (IM)® 

2360 cfhb 

0.018« 

45 

1910 



Floor (heat gain) 

185 sq ft 

O.IO 

-15 

-280o 



Gain adjoining rooms 



-4410P 

3,040 

Recreation 

Walls 

220 sq ft 

0.10 

38 

840 


Rooms 

Glass 

8 sq ft 

1.13 

80 

720 



Floor 

287 BQ ft 

0.10 

20 

570 



Infiltration (!)« 

2010 cfhb 

0.018* 

80 

2890 

5,020 






TOTAL 

99.040 
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Table 6. Summary of Heat Losses of Uninsulated Residence (Btu Per Hour) 


Room or Space*' 

Walls 

Ceiling and 
Roof 

Floor 

Glass and 
Door 

Infil- 

tration 

Totals 

Bedroom A 

5330 

6910 


1440 

2180 

15.860 

Bedroom B 

3490 

4660 


1440 

1470 

11.060 

Bedroom C 

2560 

3540 


970 

1260 

8.330 

Bedroom D 

2650 

3020 

960 

720 

950 

8.300 

Bathroom 1 

670 

1510 


500 

630 

3,310 

Bathroom 2 

1640 

960 

310 

320 

400 

3,630 

Living Room 

7260 




1800 

5400 

14,460 

Dining Room 

3720 



3880 

3080 

10,680 

Kitchen 

2850 



950 

2300 

6.100 

Lavette 

3000 



1100 

‘ 550 

4,650 

Entrance Hall 

870 

2390 


640 

1600 

6.500 

Garage 

- 1030^ 

- 1270b 

- 280® 

3710 

1910 

3,010 

Recreation 

840 


570 

720 

2890 

6,020 

Design Totals 

33,850 

21.720 

1.560 

18,190 

24.620 

99,940 

Operating Totals** 

33,850 

21,720 

1.660 

18,190 

12,310 

87.630 

Percentages* 

38.6 

24.8 

1.8 

20.7 

14.1 

100.0 


•Wall heat loss of 2110 Btuh minus wall heat gains of 1280. 700 and 1160 Btuh. ^Heat gains of 960,310 
Btuh. «Heat gain. Based on computed infiltration. « Based on Operating Totals. 


Table 7. Summary of Heat Losses of Insulated Residence (Btu Per Hour) 


Room or Space 

Walls 

Ceiling and 
Roof 

Floor 

Glass and 
Door 

Infil- 

tration 

Totals 

Bedroom A 

2480 

2460 


1440 

2180 

8.560 

Bedroom B 

1620 

1660 


1440 

1470 

6.190 

Bedroom C 

1190 

1260 


970 

1260 

4.680 

Bedroom D 

1230 

1080 

690 

720 

950 

4.670 

Bathroom 1 

310 

540 


500 

630 

1.980 

Bathroom 2 

760 

250 

220 

320 

400 

1.950 

Living Room 

3370 



1800 

5400 

10., 570 

Dining Room 

1730 



3880 

3080 

8.690 

Kitchen 

1320 



960 

' 2300 

4,570 

Lavette 

1390 



1100 

550 

3,040 

Entrance Hall 

410 

850 


640 

1600 

3,500 

Garage 

-470* 

-910b 

-280* 

3710 

1910 

3.960 

Recreation 

840 


570 

720 

2890 

5,020 

Design Totals 

16.180 

7.190 

i 1.200 

18.190 

24,620 

67.380 

Operating Totals** 

16,180 

7.190 

1,200 

18.190 

12.310 

55,070 

Percentages* 

29.4 

13.0 

2.2 

33.0 

22.4 

100.0 


•Wall heat loss of 980 Btuh minus wall heat gains of 590,320,540 Btuh. *>Heat gains 690,220 Btuh. 
•Heat gain. Based on ^ computed infiltration. •Based on Operating Totals. 
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Building, by G. L. Larson, D. W. Nelson, and John James (A.S.H.V.E. Transactions, Vol. 41, 1936, p. 186). 

•—Methods of Moisture Control and Their Application to Building Construction, by F. B. Rowley, 
A. B. Algren and C. E. Lund. University of Minnesota, Engineering Experiment Station Bulletin, No. 17). 

• —A.S.H.V.E. Research Report No. 1213 — Heat Loss Through Basement Walls and Floors, by F. C. 
Houghten, S. I. Taimuty, Carl Gutbcrlct and C. J, Brown (A.S.H.V.E. Transactions. Vol. 48, 1942. 
p. 369). 

’’—Measurements of Heat Losses from Slab Floor, by R. S. Dill, W. C. Robinson and H. E. Robinson 
(I/. 5. Department of Commerce, National Bureau of Standards, Building Materials and Structures Report 


•—Heat Requirement Tables for Intermittently Heated Buildings, (Engineering Experiment Station 
Bulletin, No. 60, A. and M. College of Texas, College Station, Texas) contains a set of tables applicable to 
either intermittent heating or cooling. Further information may be found in a paper. A Method of Cotti- 
plMng Tables for Intermittent Heating, by Elmer G. Smith (A.S.H.V.E. Journal Section, Beating, Piping 
and Air Conditioning, June, 1942, p. 386). 
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COOLING LOAD 


Cooling Load Calculations ; Design Conditions ; instantaneous Heat Load ; 
Solar and Sky Radiation^ and Heat Transmission Losses; Principles 
of Periodic Heat Flow; Glass Areas and Design Tables; Load 
from Interior Partitions; Ceiling and Floors; Load from 
Outside Air^ Ventilation or Infiltration ; Heat Sources 
Within Space; Moisture Heat Load; Regional Air 
Quantity; Example Cooling Load Calculation 


T he variables affecting cooling-load calculations are numerous, often 
difficult to define precisely, and always intricately inter-related. 
Most of the components of the cooling load vary in magnitude over a wide 
range during a 24-hour period and as the cyclic changes in load com- 
ponents are not usually in phase with each other, careful analysis is 
required to establish the resultant maximum cooling load for a building or 
zone. A zoned system must often handle peak loads in different zones at 
different hours. 

Economic considerations must be particularly influential in the selec- 
tion of equipment for cooling season operation in comfort air conditioning 
and this fact, coupled with present inadequacies in available data and 
knowledge of the air-conditioning art, places a premium on the experi- 
enced judgment essential to successful design or practice. Variations in 
the weather, building occupancy and other factors affecting load neces- 
sitate carefully coordinated controls to regulate simultaneously the com- 
ponents and the equipment to maintain the desired room conditions. 

The calculation procedures presented in this chapter deal with the 
various instantaneous rates of heat gain both sensible and latent, in a 
conditioned space. There may be an appreciable difference between the 
net instantaneous rate of heat gain and the total cooling load at any 
instant. This difference is caused by the storage and subsequent release 
of heat by the structure and its contents. This thermal-storage effect 
may be quite important in determining an economical cooling equipment 
capacity. The lack of any adequate means of treating this storage 
quantitatively in its entirety for a complete structure must be recognized 
in judging the procedures and data presented for calculating individual 
components of the net rate of instantaneous heat gain. 

Solar heating calculations involve the same principles as cooling load 
calculations. Many of the data on solar radiation given in this chapter 
are useful in calculations for solar heating. 

COOLING LOAD CALCULATIONS 

Summer cooling load calculations, whether for industrial or comfort 
applications, require consideration of the following factors: 

A* Design Conditions: (1) Indoor conditions. (2) Outdoor conditions. (3) Ventilation 
rate. 

B. Instantaneous Heat Load, Sensible and Latent: (1) Load from solar radiation, sky 
radiation and from outdoor-indoor temperature differential for glass areas and exterior, 
walls and roofs, modified by periodic heat flow or !a^ factors depending on the type of 
structure. (2) Load due to heat gain through interior partitions, ceilings and floors. 
(8) Load due to ventilation either natural or mechanical. (4) Load due to heat sources 
within the conditioned space such as people, lights, power equipment and appliances. 
(5) L^d due to moisture transfer through permeable building materials. (6) Miscel- 
laneous heat sources. 

C. Determination of Air Quantity and Apparatus Dew-Point, 

2S3 
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Table 1. Typical Commercial Design Room Conditions for Summer Average 
Peak Load in Comfort Air Conditioning^^ 


Type of Install.\tion 

! 

Drv-Bolb 

Temp 

Wet-Bolei 

I'EMPb 

Rri.ative 
IIt'MIIjITY 
Per Cent 

Grains 
Per Liib 

Effective 

Tempo 

Deluxe Application 

78 

65 i 

50 

72.7 

72.2 

Normal Application 

80 ! 

67 

51 

78.5 

74.0 

15 to 40 min Occupancy 

82 

68 

41) 

80.0 

75.3 


•Values in Table 1 are for peak load conditions. It is general practice to operate a system at approxi- 
mately 76 F and 50 per cent relative humidity at other than peak load. 

*»Psychrometric data for standard barometric pressure. 

“Fig. 10, Chapter 12, air movement 15 to 25 fprn. 


These factors will be discussed in turn. The material presented leads 
to an illustrative procedure for a cooling-load calculation, and a numerical 
example is given to demonstrate the calculations involved. 

DESIGN CONDITIONS 

Indoor Conditions 

Indoor air conditions for human health and comfort have been and 
continue to be the subject of much discussion and research. 

The effective temperature index, explained in Chapter 12 is probably 
the best available source of design criteria for comfort air conditioning 
systems for buildings or enclosures in which the air and inside surface 
temperatures remain substantially equal; a condition that can safely be 
assumed for most ordinary comfort air conditioning installations. Other 
sources of design specifications are to be found in the requirements of 
codes and ordinances, and in the varied long-term experiences of manu- 
facturers, contractors, and engineering specialists. 

Past experience, cumulative over many years, indicates that indoor 
design conditions for which summer air-conditioning equipment is 
selected, should not exceed a temperature of 80 F or a relative humidity 
of 50 per cent for the average job in the United States. If these conditions 
are exceeded, complaints of discomfort may be expected, especially with 
continuous occupancy. For very brief occupancy only, a slightly higher 
peak-load design temperature may be employed. In regard to the lower 
limit of humidity, complaints are not encountered for store installations 
operated down to 35 per cent relative humidity or, for office jobs, some- 
what lower. These observations apply to normal commercial practice 
in this country only; for extremes such as tropical or very hot regions it 
is regarded as more practicable to design for a peak-load outdoor-indoor 
temperature difference of about 15 to 20 F. 

Table 1 offers typical design conditions for average requirements 
encountered. The deluxe figures would also apply in general for localities 
having a summer outdoor design temperature of 90 F or less; and the 
15 to 40 min occupancy values or even somewhat higher dry-bulb tem- 
peratures would indicate acceptable conditions for very hot localities. 
Table 1 is to be used with good judgment ^ for there is no universal rule 
which may be applied to indoor design conditions. 

Guarantees of conditions to be maintained for summer operation are 
based upon a definite set of load conditions. At other than the guarantee 
load, the conditions produced by a system are determined by the balance 
of imposed load and equipment capacity and by the method adopted for 
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Table 2. Illustrative Temperatures and Relative Humidities 
Applicable to Industrial Air Conditioning® 


Classification 

Materials, Location or 

Process 

Temperature 

F 

Relative 

H UMIDITY 

% 

Employe 

General Machine Shop Work .... . 

78-80 

50 

Elficieticy 

Drafting Rooms. 

78-80 

50 

Offices . . 

78-80 

50 



80 

50 


Ceramic Materials., 

00-80 

50 

Storane 

Pharmaceutical i^owdera 

70-80 

30-35 

Sugar., 

80 

35 

Prior to 

Paper, 

75-80 

35 

Electrical Goods 

r»f>-80 

35-50 

Matiufacturing 

Flour 

Rubber 

00-75 

0)0-75 

55-0.5 

40-50 


Grains 

(>0 

3D~45 


Hardened Aluminum Alloys 

0 to - 30 



Machine Tool Oil Cooling 

70-90 



Precision Parts Honing Machinery 

75-80 

40-55 

Manufacturing 

, Ceramic Molding 

Manufacturing of Electrical VV’iring 

80 

1 00-80 i 

(K) 

35-50 

Process 

Assembly Line. 

0.5-80 

40-50 

Gage Rooms 

78 

50 


Instrument Calibration 

(>8 

50-55 


Match Manufacturing 

72*74 

50 


Paper Testing Laboratory 

00-80 

55-05 

1 

Textile Testing Laboratory 

70 

05 

Research 

Special Process Temperature Boxes.,. 

-100 to +170 


and 

Chemical Laboratories 

78 

50 

Development 

Fibres and Plastics 

70-75 

50-05 

Drafting 

78-80 

45-50 


Temperature Shock Tests 

-80 to +150 


•Taken from the article, “Indoor Climate and Refrigeration for Post-War Industry," by E. K. Heglin, 
Cleveland Engineering, V'ol. 40, No. 27, July 3, 1947, p. 5. 


regulating the system operation. Complete specifications of indoor design 
conditions would include part-load and overload operation, particularly 
from the viewpoint of economy. 

In the field of industrial air conditioning, indoor design conditions are 
established by the requirements of goods and processes, in addition to the 
comfort and efficiency of the workers. No generally-applicable speci- 
fications are possible, as each job has its own special requirements. 
Table 2 offers illustrative general information. 

The indoor design conditions suggested have had reference to con- 
ditions to be maintained at the level of occupancy. For extremely high 
ceilings in public or industrial buildings, only the zone from 10 to 15 ft 
above the floor may be cooled to the full extent. The air temperature at 
the ceiling would be much higher, and this should be kept in mind when 
calculating the convective portion of the roof heat gain. A reduction 
of outdoor-to-indoor air temperature differential may be assumed in such 
instances; radiation from the inner roof surface is not diminished. 

Outdoor Conditions 

Summer climatic conditions and suggested design wet-bulb and dry- 
bulb temperatures are given in Table 3 for various locations in the 
United States. The highest temperature ever recorded is for the period 
of record shown. In some cases it should be noted that this period of 
record is comparatively short and higher temperatures may be expected. 
In making comparisons for other localities than those shown in Table 3 
due consideration must be given to elevation. 

Column 6 of Table 3 indicates the design dry-bulb temperature sug- 
gested by the A.S.H.V.E. Technical Advisory Committee on Weather 
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Desifi:n Conditions. This temperature is the maximum hourly outdoor 
temperature which has been equalled or exceeded 23 ^ per cent of the total 
hours of June,. July, August and September for the period of record, in 
this case the 5 year period 1935-1939, and should not be confused with the 
period of record given in Column 4 which applies only to highest tempera- 
ture ever recorded. Since all of these data are based on airport records 
they are not necessarily applicable to cities. 

The data given in Columns 7 and 8 were obtained from local A.S.H.V.E. 
Chapter Secretaries and represent the design temperatures in local use. 
Where such information was not available it was taken from a publication 
of the A.C.R.M.A. * and from various other sources. 


The Technical Advisory Committee on Weather Design Conditions has 
suggested that wet-bulb design be taken as that wet-bulb temperature 
w^hich has been equalled or exceeded 5 per cent of the hours during months 
of the period of record. While not available for the 1948 edition of 
The Guide due to the tremendous task of compiling these data it is 
hoped that they will be available for some stations for future editions. 

The wind velocity to be used in design should be that wind velocity 
which accompanies the design temperatures in each instance and since 
these data are not available the average summer wind velocities are 
reprinted from The Guide 1947. It is pointed out that this is not 
necessarily the velocity which coincides with the design temperatures 
but it may be of some service to the designer. 


Ventilation Rate 

The introduction of outside air is necessary for proper ventilation of 
conditioned spaces. Chapter 12 suggests minimum outdoor-air require- 
ments for representative applications; but it is to be emphasized that 
minimum requirements are not necessarily adequate requirements for all 
psychological attitudes and physiological responses. 

Local codes and ordinances frequently specify ventilation requirements 
for public places and for industrial installations. 

Recommended and minimum ventilation rates for the most common 
applications are summarized in Table 4. For further general applications, 
a basis of estimating the cfm per person may be taken as: 

1. People not smoking 7-M Recommended 5 Minimum 

2. People smoking 40 Recommended 25 Minimum 


The cooling load necessitated by the introduction of outside air for 
ventilation is determined once the indoor and outdoor design conditions 
are fixed. Calculations will be discussed subsequently. 


INSTANTAINEOUS HEAT LOAD 

The total cooling load is frequently divided for convenience into two 
compommts; sensible heat and latent heat. While this subdivision is not 
imperative, past practice has found it convenient. 

A gain of sensible heat is considered to occur when there is a direct 
addition of heat to the enclosure by any one or all of the mechanisms of 
conduction, convection, and radiation. A gain of latent heat is considered 
to occurwhen there is an addition ofwater vapof to the air of the enclosure. 
For example, when the humidity in an enclosure is increased by water 
vapor emitted by human occupants, or by water vapor resulting from a 
process such as cooking, the heat required to vaporise the water does nat 
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Table 3. Summer Climatic Conditions^ 
Suggested Design Wet-Bulb and Dry-Bulb Temperatures 


Col. 1 

Col. 2 


CoL. 3 

Col 4 

Col. 5 

Col. 6 

C'OL. 7 

Col. 8 

CoL. 9 




Elev- 

Period 

Highest 

Temp. 

Ever 

Recorded** 

Design 

DRy>BpLB 

Design 

Dry-Bulb 

Design 

Wet-Bulb 

Average 

Summer 

Wind 

Velocitt* 

State 

StationIj 


OF 

Temp, on 

Temp in 

Temp, in 





Record** 

T.A.C. 2H% 
Basis* 

Common 

Use* 

Common 

Use* 




Ft 


op 

op 

op 

op 

Mpr 

Ala, 

Anninaton 

CO 

733 

1893-1947 

105 


95 

78 

78 



Birmingham 

CO 

711 

189.3-1945 

107 


95 

sT 


Birmingham 

AP 

615 

1939-1947 

10.3 

94 





Mobile.. 

CO 

143 

1872-1947 

10.3 


95 

80 

8.6 


Mobile 

AP 

219 

1940-1947 

104 

92 





Montgomery . 

....CO 

293 

1872-1947 

107 


95 

78 



Montgomery.^ 

.. AP 

226 

19.38-1944** 

103 





Aria 


.CO 

6957 

1899-1947 

1935-19^9 

93 

107 


90 

65 


Kingman 

AP 

.3473 

99 



I’hoenix 

. CO 

1122 

189.5-1947 

118 


16s 

76 

6.0 


Phoenix 

AP 

1112 

1933-1947 

117 

107 





Tucson 

....AP 

2561 

1 9.35-19.39 

112 

102 

105 

72 



Winslow 

...CO 

4M53 

Cp to 1946 

107 


100 

70 



Winslow 

.....AP 

4899 

1937-1947 

10.3 

95 



.. 


Yuma 

... CO 

146 

1876-1940 

120 


no 

78 


Ark 

Fort Smith 

CO 

545 

1882-1945 

11.3 


95 

76 

12.0 


Fort Smith 

....AP 

463 

1945-1947 

107 







liittle Rock.„. . .. 

...CO 

4.51 

1 879-1 94 2** 

no 


95 

78 

6.0 


Little Rock. 

...AP 

282 

1942-1947 

107 

97 




Calif. . 

Bakersfield 

AP 

499 

1937-1946 

113 

104 

105 

70 



Burbank 

... AP 

740 

1931-1947«* 

111 

94 






Daggett. 

Eureka 

.... AP 

1925 

193.S-1939 

113 

104 





. ...CO 

1.32 

1886-1947 

85 


90 

65 



Frtsno.. 

CO 

387 

1887-1939 

115 


105 

70 

7.9 


Fresno 

... AP 

281 

19.39-1947 

111 

103 





Los Angeles. . 

...CO 

534 

1877-1947 

109 


90 

70 

6.0 


Oakland 

.„.AP 

21 

1929-1947 

102 

80 

85 

65 



Bed Bluff. .. 

.... CO 

.305 • 

1877-19.34 

115 


100 

70 



Red Bluff 

....AP 

346 

1944-1947 

112 







Reddling 

AP 

579 

1935-1939 

112 

i'oi 






Sacramento 

....CO 

116 

1877-1947 

114 



106 

72 

5.0 


Sacramento . 

....AP 

22 

1938-1947 

108 







vSan Diego.. 

....CO 

90 

1871-1940 

no 


85 

68 



San Diego 

AP 

34 

19.39-1947 

106 

79 





San Francisco 

C^O 

62 

1875-1947 

101 


85 

65 

11.0 


San Jose 

CO 

100 

Up to 1946 

106 


91 

70 



Williams 

AP 

124 

1935-19.39 

116 

103 i 




Colo 

Denver 

... CO 

5398 

1871-1947 

105 


*95 

Hi 

^9 


Denver 

....AP 

5379 

19.34-1947 

104 1 

“93 





Durango 

..CO 

6558 

Up to 1946 

1 

■ , 

95 

*65 



(jrand Junction .... 

, ...CO 

4587“ 

Up to 1946 

! 105 



95 

65 

6l 


Pueblo.. 

.... CO 

4770 

1889-19.38 

104 I 


95 

65 



f’ueblo. 

.. AP 

4810 

1939-1947 

104 

"95 




Conn... 

Hartford 

.00 

229 

1905-1940** 

101 



“93 

“75 



Hartford 

AP 

20 

1 1940-1947 

98 1 

88 





New Haven 

..CO 

180 

1 1872-1947 

101 


"95 

'75 

U 


New Haven 

AP 

17 

1943-1947 

94 

“S 




D. C,..^ 

Washington 

CO 

128 

1871-1947 

106 


95 

Ti 

sT 

FU 

Washington 

AP 

20 

19.35-1939 

106 

92 





Apalacliook 

CO 

23 

1922-1947 

102 



95 

*80 



Jacksonville 

CO 

104 

1871-1947 

104 


95 

78 

8*6 


Jacksonville 

AP 

29 

19.38-1947 

105 ' 

*94 





Key West 

CO 

23 

1871-1947 

100 



**98 

Ti 



Key West... 

..„.AP 

48 

19,39-1947 

95 







Miami 

CO 

253 

1896-1947 

1 96 


91 

Ti 

6.4** 


Miami..... 

AP 

13 

1940-1947 

100 

**89 





Pensacola 

CO 

67 

1 1879-1947 

103 


95 

**78 



Pensacola 

.. AP 

113 

! 1943-1947 

105 

i 





Tampa. 

CO 

111 

1890-1940 

98 


95 

Ti 

7^ 


Tampa 

AP 

12 

1941-1946** 

98 






Titusville.... 

...AP 

52 

1935-19.39 

98 

90 




Oa 

Atlanta 

.„.AP 

1020 

1935-1939 

102 

93 

“95 

***7*6 

8!s 


Augusta. 

..„.C0 

195 

1871-1946 

106 



98 

76 




Augusta 

.-.AP 

424 

19.39-1947 

105 






Macon 

..-.CO 

408 

1899-1947 

105 



95 

Ti 



Maeon. 

...AP 

432 

19.39-1947 

102 






Savannah 

CO 

115 

1871-1945** 

105 


’95 

**78 

L8 


Savannah 

AP 

56 

1939-1947 

105 

93 




Idaho.. 

Boise... ........ 

—CO 

2818 

1864-19.39 

112 


"95 


r9 

Boise 

..,-AP 

2849 

19.39-1947 

109 

95 


Burley 

.....AP 

4150 

1935-19.39 

104 

94 





Idaho Falh 

AP 

4744 

1935-19.39 

100 

88 





Lewiaton.. 

.....CO 

763 

1900-1944** 

117 


Ts 

65 

[ 


Pocatello 

.-CO 

4522 

1899-1947 

105 


95 

65 



Pocatello.... .... 

...-AP 

4467 

19.38-1947 

103 

92 




lU 

flaim , 

—00 

319 

1872-1947 

UptolOW 

1935-1939 

106 


98 

Ti 



Chicago... .... 

.....CO 

601 


95 

75 

lOO 


Chicago......^ 

—AP 

615 

107 

Ti 


MoBue..^.^. AP 1 

594 

1932-1947 

106 

94 

*96 

*76 

— 
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Table 3. Summer Climatic Conditions^ (Continued) 
Suggested Design Wet-Bulb and Dry-Bulb Temperatures 


Col. 1 

State 

Col. 2 

Station** 

Col. 3 

Elev- 

ation® 

Ft 

CoL. 4 

Period 

or 

Record** 

Col. 5 

Highest 

Temp. 

Ever 

Recorded** 

op 

Col. 6 
Design 
D ay-BuLn 
Temp, on 
T.A C 2* 2^;, 
Basis® 
oy 

CoL. 7 
Design 
Dry-Bulb 
Temp, in 
Common 
Use* 

op 

Col, 8 
Design 
Wet-Bulb 
Temp, in 
Common 
U sKf 

op 

Col. 9 

Average 

Summer 

Wind 

Velocitys 

Mph 

111 

Peoria 

... AP 

660 

1935-1939 

111 

94 

96 

76 

8.2 


Springfield 

CO 

603 

1879-1947 

no 


98 

77 



Sprin^eld 

...AP 

608 

1930-1947 

109 

96 




Ind 

Evansville 

... CO 

464 

1897-1940 

108 


95 

78 

6.9 


Fort Wayne 

... CO 

885 

1911-1941«« 

106 


95 

75 



Helmer 

. AP 

970 

1935-19.t9 

107 

89 



. 


Indianapolis 

... CO 

816 

1871-1946 

106 


95 

76 

9.0 


Indianapolis 

... AP 

800 

1932-1946 

107 

91 



... 


Terre Haute 

... CO 

1146 

189.t-1946 

110 



95 

78 




Terre Haute 

... AP 

589 

1941-1946 

103 





Iowa 

Davenport 

...CO 

648 

1872-1947 

111 

!___ 

95 

78 




Des Moines 

... AP 

979 

1935-1939 

111 

1 

95 

78 

6.6 


Dubuque — 

. .CO 

740 

1874-1947 

no 


95 

78 




Keokuk 

. (^0 

637 

1872-1946 

113 


95 

! 78 



Sioux City 

...CO 

1093® 

1889-|944«l 

111 

1 

9S 

78 




AP 

1098 

1940-1946 

108 

t 




Kans...__ 

Concordia 

...CO 

1425 

1885-1947 

116 


95 

78 



Dodge City 

... CO 

2515 

1874-1942** 

109 


95 

78 



Dodge City.- 

AP 

2599 

1942-1947 

109 






Topeka — 

_.C0 

991 

1887-1947 

114 


1(H) 

78 




Topeka - 

.. .AP 

883 

1946-1947 

108 






Wichita. 

...CO 

1497 

1888-1939 

114 


100 

7' 

n.4 


Wichita..™ 

.AP 

1423 

1939-1947 

109 

ioo 


. 


Ky 

Louaiville..- 

.. CO 

563 

1871-1947 

107 


95 

78 

8.0 


Louisville 

„..AP 

544 

1937-1947 

103 

9.i 


. 


Ia 


...CO 

85 

1874-1947 

102 


95 

HO 

6.2 



.. AP 

8 

1937-1947 

100 

.. 

93 





Shreveport 

....AP 

179 

1935-19-^9 

10*) 

98 

KM) 

78 

5,8 



...CO 

100 

1873-1947 

93 



70 



Portknd 

. CO 

69 

1885-1940 

103 



90 

73 

7.3 


Portland 

...AP 

65 

1940-1947 

99 






Md 


..CO 

114 

1871-1947 

107 


95 

78 

6.9 


Baltimore 

..AP 

43 

1935-1939 

105 

91 




Maas 

Boston — 

...CO 

356 

1870-1935 

104 


92 

75 

12,5 


Boston — 

....AP 

45 

1936-1947 

101 

87 





Nantucket 

...CO 

45 

1886-1947 

92 


95 

75 



Nantucket 

. AP 

48 

1946-1947 

82 I 


1 

1 


Mich 

Alpena 

...CO 

615 

1874-1946 

104 ! 


95 ' 

1 7.3 i 

i 


Detroit 

...CO 

1000 

1873-1933 

104 1 


95 ' 

75 

10.2 


Detroit 

-.AP 

632 

1934-1947 

105 i 

89 

.. 

! 7.3** . 




Lansing. 

...CO 

861 

1910-1947 

102 i 


95 

75 i 



Lansing 

...AP 

863 

1940-1947 

98 


... 





Marquette 

...CO 

721 

1874-1947 

108 1 

. . i 

93 

73 



Minn 

Duluth _ 

...CO 

1133 

1874-1947 

106 1 


1 ! 

73 



Duluth 

.AP 

1413 

1941-1947 

95 1 






Minneapolis 

..CO 

945 

1890-1947 

108 ; 


95 1 

75 

8.4 


Minneapolis 

. AP 

873 

1938-1947 

104 






St. Paul 

.. CO 

951 

1871-1933 

104 I 


’95 1 

75 j 




St. PauL_ 

..AP 

708 

1937-1947 

104 i 

91 





Miss 

Meridian™ 

...CO 

410 

1889-1947 

105 { 


' '95 j 

"79 1 

6.2 


Meridian. 

...AP 

298 

1939-1947 

105 ' 






Vicksburg.- 

...CO 

316 

1874-1947 

104 


95 j 

IH j 

6.2 


Vicksburg 

...AP 

266 

1941-1947 

104 


.. . i 




Mo 

Columbia 

...CO 

739 

1889-1947 

in 


100 ! 

7S j 



Columbia 

.„AP 

787 

1939-1947 

102 






Kansas City 

.AP 

780 

1935-1919 

112 

i'oi 

100 

76 ! 

9.5 


St. Louis 

...CO 

646 

1871-1947 

no 

.. 

95 

78 j 

9.4 


St. Louis 

...AP 

597 

1930-1947 

111 

97 





Springfield™ 

...AP 

1270 

1935-1939 

105 

96 



S.7 

Mont 

Billings 

...AP 

3584 

1935-1947 

106 

92 

90 

66 



Butte - 

..AP 

5538 

1931-1947 

100 

85 





Havre 

.CO 

2498 

1880-1947 

108 


■95 

'70 



Helena , 

.00 

4175 

1880-1940 

103 


95 

67 

8.0 


Katispell 

.CO 

3004 

1897-1947 

101 


95 

65 



Miles City..-.. - 

...AP 

2629 

1935-1939 

108 

"97 




Nebr 

Lincoln - 

.CO 

1189 

1887-1947 

115 


95 

'78 

9J 


Lincoln 

...AP 

1185 

1933-1947 

115 

ioi' 




North Platte 

..CO 

2815 

1874-1947 

109 


95 

*78 

0 


North Platte 

...AP 

2788 

1935-1939 

109 

98 





Omaha 

..CO 

1219 

1873-1935** 

111 


95 

78 



Omaha. 

..AP 

1009 

1935-1947 

114 

98 





Valentine 

..CO 

2627 

1889-1947 

no 


95 

*78 


Nev 

F.lkn' 

..AP 

5079 

19,15-1939 

102 

”92 





Las Vegas 

..AP 

1882 

T937-1947 

117 

108 





R«io 

CO 

4588 

1905-1942 

106 


95 

65 

n 


Reno ... 

-AP 

4417 

1940-1947 

105 

93 , 





Winsenracea 

..CO 

4293 

1871-1947 

108 


95 

65 


N. TT, 

Conened - 

„C0 

343 

1871-1941** 

102 


90 

73 

SJb 


Concord 

™AP 

359 

1941-1947 

99 

— 
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Table 3. Summer Climatic Conditions^ (Continued) 
Suggested Design Wet- Bulb and Dry-Bulb Temperatures 


Col. 1 

Col. 2 


Col. 3 

Col. 4 

Col. 5 

Col. 6 

Col. 7 

Col. 8 

Col. 9 

Statk 

Station^* 


Eliiv- 

ATIONe 

Ft 

Pkrioi) 

or 

Record** 

Highest 

Temp. 

Ever 

Recordkd<* 

Design 
Dry-Bulb 
Temp, on 
T.A.C. 2} '2% 
Basis* 

Design 
Dry-Bulb 
Temp, in 
Common 
Use* 

Design 
Wet-Bulb 
Temp, in 
Common 
U sEf 

Average 

SUUUEB 

Wind 

VELoerrTE 





op 

op 

op 

op 

Mph 

N. J 

Atlantic City 

(^0 

LS 

1874-1947 

104 


95 

78 



Camden 

. AP 

20 

1935-19.19 

105 

91 





Newark 

AP 

15 

1931-1947 

104 

89 

95 

75 



Trenton 

CO 

144 

1866-1946 

106 


95 

78 

10.0 

N. M. 

Albuquerque .... 

CO 

5022 

1931-19.5.1<* 

99 


95 

70 

7.6 


Albuquerque 

AP 

5310 

19.13-1947 

101 

93 






El Morro 

AP 

7120 

1935-1939 

9? 

84 





Kodeo ... 

AP 

4110 

1935-1939 

104 

97 





Roewell 

...CO 


1905-1947'* 

107 


95 

70 



Tucumcari . . 

AP 

4054 

1935-1939 

107 

97 




V. . . 

Alljanv 

CO 

lit 

1874-1947 

104 

-- 

93 

75 

7.1 


AIl>any 

AP 

280 

1938-1947 

99 

88 





Binghamton... 

. CO 

915 

1891-1946 

103 


95 

75 



Bingham tun.. 

, AP 

830 

1942-1947 

97 






Buffalo. 

. AP 

720 

1935-19.19 

95 

80 

9^ 

73 

12.2 


Canton 

CO 

458 

1906-1947 

99 


90 

73 

12.9 


Elmira... ., 

AP 

948 

193.5-1939 

96 

88 





New York 

.. (’() 

42> 

1871-1947 

102 

... 

95 

75 

l’2.9 


( IflWOgO 

..CO 

303 

1871-1947 

100 


93 

73 



Rochester 

(’() 

WW 

1872-1947 

102 


95 

75 



Rochester . . 

AP 

560 

19.15-19.19 

98 

89 





Syracuse .. . 
Syracuse . . 

(’0 

405 

1902- 1940 

102 


93 

75 




AP 

404 

1940-1947 

97 

88 




N. (’ 

.Ash VI lie 

CO 

2280 

1902- 1947 

99 


93 

75 

5.6 


Charlotte . . 

CO 

H{W 

1878-1947 

103 


95 

78 



('harlotte 

AP 

757 

1939-1947 

103 






(ire<5Ust)oro. . 

AP 

HVO 

1928-1947 

101 

91 

95 

78 



Raleigh 

('0 

40^ 

1887-1947 

104 


95 

78 

5.9 


Raleigh . 

AP 

4 40 

1944-1947 

102 



■ 



Wilmington . . 

..(’() 

78 

1871-1947 

103 


95 

78 

6.9 

N. D. 

Bismarck _ 

Ct) 

107*1 

1875 1940 

114 


95 

73 

8.8 


Bismarck . . .. 

.. AP 

105.5 

1940-1947 

109 

90 





Devils Lake 

. CO 

1481 

1904-1947 

112 


95 

70 



Dickinson .. 

AP 

25W 

1935-1919 

112 

94 





Kurgo ... . 

AP 

900 

1935-1939 

115 

93 

95 

75 



Pembina 

AP 

HtO 

193.5-1939 

109 

92 

- 




VVilliston . . 

(’0 

1919 

1879-1947 

no 


1 95 

73 


Ohio i 

.Akron . _ . 

AP 

104 

193.5-1939 

101 

*88 

i 95 

i 75 


1 

(’incinnati 

('0 

772 

1 1870-1947 

108 

i 

I 

1 78 

5.6 

i 

('incinnati 

AP 

488 

1911-1947 

108 

: 94 


! 


j 

Cleveland .. 

CO 

t8S9 

1871-1946 

100 


; 

j 75 

11.2 


( 'Icveland . 

AP 

813 

1930-1946 

107 i 

90 





Columbus 

CO 

812 

1878-1940 

106 


! 

76 



Columbus 

AP 

820 

1939-1947 

100 

90 

! 




Dayton .. 

CO 

lOSO 

1 883-1 94 U 

108 



”78 



Dayton . . 

. AP 

1002 

1 1940-1947 

99 


j 95 




Sandusky.. 

CO 

008 

1878-1940 

105 


1 y*'' 

”75 




Tokxio . .. 

CO 

or»8 

1871-1947 

105 


i 

75 




Toledo .. ^ 

AP 

62() 

1940-1947 

100 

i 91 




Okla 

Ardmore 

AP 

702 

1935-1939 

no 

99 

i 




Okbhoma City . 

CO 

1204 

1890-1947 

113 


1 101 

"77 

16.1 


Oklahoma (’ity 

AP 

1311 

19 19-1947 

109 

99 





Tulsa 

AP 

()8f. 

1932-1947 

109 

100 

i 101 

”77 




[ Waynoka 

. AP 

1.529 

1935-1939 

115 

103 




Oro, 

; Arlington 

AP 

881 

1935-1939 

in 

95 j 





! Bakef 

CO 

3501 

1 1889-1947 

104 i 

■■ 

90 

66 



1 Baker 

AP 

3374 

19.19-1947 ; 

103 

90 

j . ... 




' Eugene 

.. CO 

360 

1890-1942 1 

104 


90 

“68 



1 Eugene 

..AP 

368 

1 1942-1947 

105 

88 





Medford . 

(0 

1428 

1911-1929 1 

no 


95 

70 



Medford 

.AP 

1343 

1 1929-1947 

ns 

95 





Portland 

. CO 

98 

S 1874-1947 

107 


90 

68 j 

6.6 


Portland 

...AP 

25 

1940-1947 

105 

87 






Koeehurg 

(X) 

523 

‘ 1877-1947 

109 


90 

66 


Pa 

Curwensville 

. .. AP 

2219 

194>1947 

90 

“82 





Erie 

. CO 

771 

1873-1946 

98 


93 

“75 



Erie 

. AP 

736 

19.15-1939 

96 

“85 





Harrisburg 

...AP 

339 

1935-1939 

m 

91 1 

95 




Philadelphia. . 


2(X) 

1871-1947 

106 



95 

78 

9.7 


Philadelphia 

.AP 

18 

1940-1947 

100 







Pittsburgh 

CO 

929 

1875-1947 

103 


95 

75 

9.0 


IMtaburgb „ . 

. AP 

1284 

1935-1947 

102 

“88 







Reading 

. . CO 

311 

1913-1947 

105 

... . 

95 

75 



Scranton 

CO 

877 

1901-1947 

103 


95 

75 



Sunbury 

.....AP 

448 

1935-1939 

101 

89 






R. I 

Block laland... 

Providfittoe 

...CO 

46 

1881-1947 

93 



95 

75 



CO 

77 

1904-1947 

100 

...... 

93 

75 

10.0 

8. C 

ChaHeston.. 

,.-..C0 

59 

1871-1947 

104 



95 

78 

9.9 


Charleston.-.^ 

.„...AP 

51 

1940-1947 

103 

91 



— 



260 


CHAPTER 15 


1948 Guidm 


Table 3. Summer Climatic Conditions® (Concluded) 

Suggested Design Wet-Bulb and Dry-Bulb Temperatures 


Col. 2^ 


Station*’ 

* 


CO 

Columbia 

AP 

Huron 

CO 

Huron 

. ...AP 

Rapid City 

...CO 

Rapid City 

AP 

. Chattanooga 

CO 

Chattanooga 

.... AP 

Knoxville 

...CO 

Knoxville 

AP 

Memphis.. 

.....CO 

Memphis.- 

. ... AP 

Nashville 

CO 

Nashville 

AP 

.. Abilene 

...CO 

Abilene 

AP 

Amarillo 

... CO 

Amarillo 

AP 

.\ustin 

.... CO 

Austin 

AP 

Brownsville. 

CO 

Brownsville 

.. AP 

Corpus Chnsti 

.. , CO 

Corpus Chnsti.. ., 

.. ..A? 

Dallas 

CO 

Dallas 

AP 

Dr! Rio 

....CO 

El Paso 

CO 

El Paso 

AP 

Fort W’orth 

..CO 

P'ort Worth... 

...AP 

Galveston 

...CO 

Galveston 

AP 

Houston 

. ...CO 

Houston 

.... AP 

Palestine 

.00 

Port Arthur 

... CO 

Port Arthur 

AP 

San Antonio 

... CO 

San Antonio 

.. ..AP 

Waco 

AP 

Wink... 

AP 

.. Milford..„ 

.... AP 

Modena 

CO 

Salt r.Ake City 

CO 

&it Tiake City. . 

„.AP 

.. Burlington 

CO 

Burlin^on 

.....AP 

. Cape Henry 

...CO 

Lynchburg 

...CO 

Lynchburg 

..„.AP 

Norfolk. 

„.C0 

Richmond 

...CO 

Richmond 

AP 

Roanoke 

™.AP 

. Ellcnsburg. 

...AP 

North Head 

...CO 

Seattle 

„..C0 

Seattle... 

...AP 

Spokane 

....CO 

^knne 

Tacoma 

....AP 

...CO 

Tatooeh Island 

...CO 

Yakima. - 

„..C0 

Yakima 

...AP 

Parkersburg 

...CO 

Green Bay 

.„.C0 

LaCroase 

...CO 

LaCeoB8e._ 

...AP 

Madison 

....CO 

Madison 

....AP 

Milwaukee 

,...C0 

Milwaukw.... 

...AP 

Cheyenne 

..CO 

Cheyenne..., 

...AP 

La^er. 

,..C0 

TAndep 

,..AP 

Ro^ Springs 



Col. 5 

Highest 

Tkmp. 

Ever 

Kecordkd'I 

OJ? 


CoL. 6 
Dbrion 
Dry-Bulb 
Temp, on 
T.AC. 
Bvsis® 
oy 


Dry-Bulb Wet-Bulb 
Temp, in Tkmp. in 


Col. 9 
Avkraob 
Summer 
Wind 
Vblocitt* 


I 1887-1947 
I 19.^9-1947«‘ 
1881-19^8^ 
19.^8-1947 
1888-1947 
I 1939-1947 
I 1879-1947 
1 1940-1947 
187 1-194 
' 1942-1947 
1S72-1941‘1 
1941-1947 
1871-1947 
1939-1947 ; 
1885- 19444 j 
j 1940-1947 I 
: 1892-1941 j 

1941- 1947 i 
1897-1942 

! 1942-1947 
: 1922-1943‘‘ 

! 194.4-1947 
j 1887-1942 
i 194 >-1946 j 
j 191,>~1940 ! 
; 1940-1947 I 
; 1905-1947 i 
i 1887-1942 I 
! 19.19-1947 1 
! 1898-1919 
1 1940-1947 
! 1871-1947 ! 
i 19.19-1947 j 
1 1888-1947 
1912-1947 ! 

! 1881-1947 
I 1917-1947 
I 1944-1947 
1885-194^ 

1942- 1947 
1931-1947 

193.5- 19.19 

193.5- 19.19 
1901-1947 
1874-1947 

1928- 1947 
1884-19434; 

1943- 1947 j 
1874-1947 

1874- 1944 I 

1944- 1947 1 

1871- 1947 
1897-1947 

1929- 1047 

19.15- 19.19 

19.15- 1939 

1884- 1947 

1890- 1947 
1928-1947 
1881-1941d 
1941-1947 
1897-1947 

1885- 1947 
1928-1946 

1944- 1947 
1888-1947 

1886- 1947 

1872- 1947 

1945- 1947 
1858-1947 

19.35- 19.39 
1870-1947 
1927-1947 

1875- 1935 
1955-1947 

1891- 1946 

19.36- 1947 
1932-1942 
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NOTES FOR TABLE 3 

•Data compiled from U. S. Weather Buireau Data and various other sources. 

‘‘Column 2. The station designation AP or CO indicates airport or city office station respectively. 

oColumn 3. The elevations marked c are ground elevations of the station. All other elevations given 
are the actual elevations of the thermometer bulb above mean sea level. 

<*The periods of record indicated apply only to the highest temperature ever recorded shown in Column 
6, and do not necessarily include all of the summer months of the first year indicated. The last year in- 
dicated includes July or August except those marked d which terminate prior to July of that year. 

•It should be noted that Column 0 applies only to airports, as these data for city stations are not available 
at this time. The temperature shown is the maximum hourly outdoor temperature which has been equalled 
or exceeded per cent of the total hours of June, July, August and Jseptember for the 5 year period 1935- 
1039 inclusive. It is pointed out that in most cases the airport stations are outside of the city, and that 
these data would apply primarily to rural areas. 

^Columns 7 and 8 record wet and dry-bulb temperatures in use by A.S.H.V.E. Members as reported by 
Chapter Secretaries for various stations. Where such values were not available, the design temperatures 
published by A.C.R.M.A. or obtained from various other sources, have been inserted. 

•The average wind velocities indicated in Column 9 are repeated from the 1947 Guide with a few 
additions and corrections where other weather data have been made av'ailable. In general these velocities 
are averages for the months of June tlirough September. 

‘•The bulletin published by A.S.H.V.E. for the annual weather data of Detroit indicates 73 F as the 
design wet-bulb temperature which has been equalled or exceeded 6 per cent of the hours for period 1935- 
1939. 

(Blank spaces indicate data not available. 

come from the air. Maintenance of a constant humidity ratio in a sealed 
enclosure requires the condensation of water vapor in the cooling ap- 
paratus at a rate equal to its rate of addition within the enclosure. The 
rate of heat removal from this condensing vapor would be substantially 
equal to the product of the rate of condensation and the latent heat of 
condensation; this product, expressed in Btu per hour, would be called 
a latent heat load. 

I aHLE 4. VENTILATION STANDARDS^ 


Application 

Smoking 

Cfm per Person 

Cfm per Sq 
Ft of Floor 



Recommended 

M!nimum*> 

Minimum** 

Apartment Average 

Som€L- 

20 

10 


Deluxe 

Some., 

30 

25 

0.,33 

Banking Space 

Occasional 

10 

7H 


Barber Shops., 

Considerable 

15 

10 


Beauty Parlors 

Occasional 

10 

m 


Brokers’ Board Rooms 

Very Heavy., 

50 

20 


Cocktail Bars 

H<»avy 

40 

25 


Corridors (Supply or Exhaust)., 




0.25 

Department Stores., 

None 


5 

0.05 

Directors’ Rooms 

Extreme 

50 

30 







Drug Stores^ 

Considerable 

10 

7Ht 


Factories®.* 

None. 

10 

m 

0.10 

Five and Ten Cent Stores. 

None. 

7J4 

5 


Funeral Parlors., 

None 

10 

7H 


Oarages* 



1.0 






Hospitals Operating Rooms®,* 

None. 



2.0 

Private Rooms 

None., 

30 

25 

0.33 

Warda, 

None. 

20 

10 


Hotel Rooma 

Heavy 

30 

25 

0.33 

Kitchens Restaurant 




4,0 

Residence.,. 




2.0 

Laboratories** 

Some 

20 

15 







Meeting Rooma 1 

Very Heavy., 

50 


1.25 

Offices General 1 

Some., 

15 



Private. 

None 1 

25 


6.25 

Private., 

Considerable 

30 


0.25 

Restauran t Caf eteria** 

Considerable 

12 



Dining Room** 

Conuderable 

15 



School Rooms* 

None., 




Shop. Retail 

None. 


7H 


Theater*.-^..— 

None 


6 


Theater.. 

Some 


10 


Toilets* (Exhaust) 




2.0 



HBbhHI 




from pi«ient-day prActloo or large air condltioaltig companies. (>When minimum is used, take 
thg larger of the two. «See local codes which may govern. 'iMay be governed by exhaust. •May be governed 
by apam ioiircei of cootamitiation or local csodes. outside air recommended to overcome explosion 
.bagaid of aiwMthfftlca^ . . 
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As a further example, the infiltration of outdoor air with a high dry- 
bulb temperature and a high humidity ratio and the corresponding 
escape of room^ air at a lower dry-bulb temperature and a lower humidity 
ratio would increase both the sensible heat load and the latent heat load, 

SOLAR AND SKY RADIATION AIVD TRANSMISSION LOSSES 
Magnitude of Solar Radiation — Calculation Tables 

If a plane surface were set perpendicular to the rays of the sun {e.g,y for 
normal incidence) outside the earth’s atmosphere, it would receive solar 
radiation of about 420 Btu per (hr) (sq ft). A similar receiving surface on 
the surface of the earth would receive radiant energy at a considerably 
lower rate because a large part of the radiation entering the atmosphere 
is scattered in passing through the air, moisture, smoke, and dust which 
comprise the earth’s envelope. Also, some of the atmospheric constitu- 
ents, notably water vapor, carbon dioxide, and ozone, absorb radiant 
energy. This absorption and scattering cause different proportionate 
reductions from outer-atmosphere radiation intensity with different wave- 
lengths. An exact analysis of these phenomena is beyond the practical 
purposes of air-conditioning load estimates; the important principle to 
remember is that the radiation reaching the surface of the earth comprises 
the sum of two components, namely: 

In — The direct radiation (at normal incidence), which is the transmitted fraction of 
the net sun radiation received by the outer atmosphere, and 

/s = The sky or diffuse radiation coming from the atmosphere itself as a consequence of 
the scattering and absorption which give rise, in part, to a re-radiation to the 
earth. The diffuse radiation does not strike only at normal incidence; it strikes 
at all angles from which the sky sees the surface in question. 

Standardized, practical-purpose values of the direct solar radiation 
incident upon a plane perpendicular to the sun’s rays at the earth’s 
surface have been proposed by P. Moon.^ Table 5 gives these data; they 
are representative of a clear summer day at about sea-level elevation. 
(For industrial areas, In values will be slightly less than Table 5, with 
the greatest decrease occurring at low solar altitudes towards evening.) 

Practical design data on sky radiation are meager. Table 6 presents 
a basis of estimates for clear summer days in terms of the direct solar 
radiation to sky radiation ratio. 

The solar altitude is the angle (see Fig. 1) between the sun’s rays and 
the horizontal. 

In the usual application the receiving surface («.g., building roof or wall) 
will not be perpendicular to the rays of the sun. The intensity of the 


Table 5. Proposed Standard Values of /n, Direct Solar Radiation 
» Received at Normal Incidence, at the Earth’s Surface®* ^ 


Solar 
Altititoe, fi 
Dec, 

In 

Btu per 
(Hr) (Sq Ft) 

Solar 
Altitude, 0 
Deg 

In 

Btu per 
(Hr) (Sq Ft) 

Solar 
Altitude. 0 
Deg 

Btu per 
(Hr) (Sq Ft) 

5 

65 

30 

234 - 

tJO 

276 

10 

122 

35 

246 

70 

283 

ir> 

165 


253 

80 

289 

20 

196 

45 

1 260 , 

90 

1 294 

25 

219 

60 

266 ' 


i 


•Calculated using the following assumptions: barometric pressure of 760 mm Hg (20.921 iU.J; doplh of 
precipitabie water of 20 mm (0.787 in ) ; dust particles, by counting. 300 per cc; partial pressuroPi the osotto 
layer in the atmosphere of 2.8 mm Hg (0.110 in.). This is representative of a dear summer day^ 

^For sea level. As an approximate altitude correction, add 1 per cent for each 1000 ft altitiRlo* 
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Table 6. Approximate Ratio of Direct Solar Radiation to Sky Radiation 
Received on a Horizontal Surface on Clear Days in Eastern States^ 


Solar 

Altitudk, e 

Dec; 

Ratio 

e 

Solar 

Altitude, 

Dec. 

Ratio 

e 

Solar 

Altitlde, 0 

Dec: 

Ratio 

e 

0 

0 

40 

3.84 

70 

5.63 

10 

1.40 

r)0 

4. .55 

KO 

5.90 

20 

2.30 

00 

r>.20 

00 i 

G.IO 

;io 

3.10 

] 





•For rough estimates assume that the sky radiation on a vertical surface is one half of that on a horizontal 
surface. Sky radiation may be assumed independent of vertical-surface orientation. 


direct radiation incident upon a surface, Btu per (hour) (square foot of 
absorbing surface), Avhich is oriented with an angle of incidence 6 for 
the sun’s rays, is 

Id = Kin. ( 1 ) 

ivhere /d = Intensity of incident direct radiation, Btu per (hour) (square foot of 
absorbing surface). 

In = Intensity of direct radiation on a plane normal to the sun’s rays, Btu per 
(hour) (square foot), (from Table 5). 

K ~ Cosine of the angle of incidence 0. 

The angle of incidence (see Fig. 2) is the angle between the sun’s rays 
and the normal to the absorbing surface. 

For horizontal surfaces the magnitude of K is determined by the time 
of year, the time of day (sun’s position), and the latitude of the location 
concerned. For vertical surfaces, a fourth factor is needed: the azimuth of 
the surface. The azimuth (see Fig. 3) is the angle, measured clockwise, 
from the south to the exterior side of the wall in question. 

Complete tabulated calculations are available for magnitudes of the 
factor K, extending over all latitudes, all azimuths, all months of the 
year, and all hours of the day.^ Illustrative excerpts are given in Tables 
7 and 8. Data of this type are valuable for all manner of problems 
involving solar radiation, and not only for cooling-load calculations. 

The reader is warned that values of K from Tables 7 and 8 include only 
the direct radiation ; sky radiation must be calculated separately and added 
to the direct radiation (see Table 6). 

The use of Tables 5, 6, 7, and 8 requires that the relation between solar 
altitude and mean sun time be available in convenient form. Table 9 
provides this information. 

The preceding discussion has been concerned only with incident rad- 
ation. When radiation is incident upon a surface, part is reflected, part 
is absorbed, and, if the material transmits radiant energy, part is trans- 
mitted. Moreover, the building surfaces themselves send out radiant 




Fig. 1. Definition of 
Solar Altitude 


Fig. 2. Definition of 
Angle of Incidence 
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The azimuth angle <x is always measured clockwise from the south to the exterior side of the wall in 
question. 


energy to the sky and to the surroundings. The heat balance on an outer 
surface, for a unit time interval, may be expressed as follows: 

Heat cntering\ _ f Incident direct , /Incident sky _/ Reflected direct 

outer surface / \solar radiation ' \ radiation i radiation 

_ f Reflected sky _ ^Radiation emitted ^ /Air-to-surface 

\ radiation \to sky by surface \ convection (2) 

The convective heat transfer may be either to or from the surface, 
depending upon whether the air temperature is higher or lower than the 
surface temperature. No term has been included to represent radiation 
exchange with other objects in the surroundings, as this effect is not 
usually of significant magnitude relative to the others. 

In practical calculations, the difference between incident and reflected 
radiation is computed by multiplying the incident radiation by a factor 
called the absorptivity or the emissivity; see Table 6 and Equation 3, 
Chapter 5. Convection is calculated as explained in Chapters 5 and 6. 

The daytime radiation emitted to the sky by a surface is not usually 
calculated as a separate item in practical air-conditioning work. Its effect 
may be roughly accounted for by an adjustment of the magnitude of the 
absorptivity factor for solar radiation, and this approach is often followed 
in making emissivity measurements for building materials exposed to 


Table 7. Values of K for Horizontal Planes in North Latitudes® 
During the Period May 2-August 10 


Local Mean 

Sun Time'» 

A.M. P.M. 

North Latitude — Degrees 

25 

30 


40 

45 

60 

5 

7 




.034 

.070 

.106 

6 

6 

.145 

.m 

.196 

.220 

.242 

.262 

7 

5 

.365 

.382 

.895 

.406 

.414 

.418 

8 

4 

.570 

.578 

.581 

.580 

.574 

.564 

9 

3 

.747 

.746 

M40 

,729 

.712 

.689 

10 

2 

.882 

.876 

.863 

.843 

.817 

.785 

11 

1 

.967 

.957 

.940 

.915 

S84 

.845 

12 

1 .996 

.985 

.966 

.940 

5m 

.866 


^ •Figarcd for d^dination of 2® deg. *>The relation between Jodd maiin ami time and (Ml time may 
Im obmitted worn Weather Burean omcea in variona localities 
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Table 8. Values of K for Vertical Planes in North Latitudes 
During the Ppiriud May 2-August 10 


Lati- 

tude* 

Local Mean 
Sun TiMEb 

Azimuth Scales fou Values or K in Ordinary Type® 

Dko 

A.M. 

^ 

0 

15 

30 

45 

60 

75 

90 

105 

120 

135 

150 

165 

180 


1 

P.M.> 

180 

165 1 


1 












V 






























b 

6 

.010 

.831 

.666 

.455 

.213 i 

MItS 1 

.296 

.629 

.726 

.874 

.962 

.984 

.940 


v 

5 

.908 

.832 

.699 

.518 

.303 

.OW) 

.175 

.404 

.606 

.765 

.873 

.922 

.908 

.^0 

8 

4 

.814 

.770 

.674 

.532 

-354 

.151 

.061 

.270 

.460 

.619 

.735 

.802 

.814 


0 


064 

.651 

.593 

.495 

.363 ] 

.207 

,036 

.137 

.301 

.444 

.567 

.632 ' 

.664 


10 

2 

470 

.482 

.462 

.410 

.331 

.229 

.111 

.016 

.139 

.264 

.352 

.425 ' 

.470 


11 

1 

.243 

.276 

.289 

.283 

.258 

.217 

.158 

.089 

.015 

.061 

.132 

AH \ 

.243 


1 

2 

.(KX) 

.045 

.087 

.123 1 

.150 

.168 

.174 

.168 

.150 

.123 

.087 

.045 ! 

.000 


i ^ 

7 

.908 

.770 

.579 

.349 

.095 

.166 

.414 

.635 

.812 

.934 

i .993 

.984 i 

.908 


I 6 

6 

.940 1 

.84 S 

.693 

.493 

.260 

.010 

.242 

.477 

.679 

.835 

.m 

.970 

.940 


1 7 


.908 

.8.59 

.751 

..592 

.393 

.167 

.070 

.302 

.514 

.691 

\ .821 

.895 

.908 

4.> ^ 

! 8 

4 

.814 

.8(X) 

.750 

.639 

.485 

.298 

.090 

.123 

.329 

.512 

.660 

.765 

.814 


' 0 


.664 

.701 

.689 

.631 

.530 

.392 

.228 

.048 

.136 

.309 

.461 

.683 

.664 


! 

2 

.470 

.540 

.574 

.568 1 

.524 

.444 

.334 

.201 

.054 

.096 

.240 

.368 

.470 


I H 

1 

.24.3 

.338 

.411 

.455 

.468 

.449 1 

.400 

.323 

.225 

.111 

.011 

.131 

.243 


12 

.(XK) 

.109 

.211 

.299 

.366 

.408 1 

.423 

.408 

.366 

.299 

.211 i 

.109 

.000 


t 

A 

P. M.> 

m 

345 

330 

315 

300 

j 

285 ^ 

270 

255 

240 

225 

210 

195 

180 


A. M. 

y 

180 

195 

210 

225 

240 

255 

270 

285 

300 

315 

i 

330 

345 

360 


Azimuth Scales for Values of /C in Italicized Type 


•Values for 30 deg latitude may be employed over the range 25 deg to 35 deg. Values for 45 deg latitude 
may be employed over the range 40 deg to 50 deg. Interpolation will yield values for the range 35 deg to 
40 deg latitude. 

*>The relation between local mean sun time and civil time may be obtained from Weather Bureau offices 
in various localities. 

“Values in ordinary type are for azimuths 0 to 180 deg. Values in italic type are for azimuths 180 to 
300 deg. 


the sun anci sky. During the night, however, the emitted radiation 
becomes very important. 

Radiation Exchange with the Night Sky 

When a building surface is exposed to a clear night sky, the net exchange 
of radiant energy is from the surface to the sky. This acts to decrease the 
load on an air-conditioning system. For practical calculations, it will 
serve to cite Brunt’s equation as given by Haurwitz \ 

5, = 0.173 t ( (0.56 - 0.47 (3) 

where qs = Net radiation exchange between a surface and the night sky, Btu per (hour) 
(square foot), 

f = Emissivity of the surface, dimensionless (for the surface temperature in- 
volved, and not for solar radiation). 

T » Surface temperature, (Fahrenheit degrees absolute). 

Pd “ Partial pressure of the atmospheric water vapor at the earth’s surface, inches 
of mercury. 

Kquation 3 is not applicable to either extremely low or extremely high 
values of Pd; {Pd is the saturation pressure corresponding to the dew 
point). Clouds will decrease appreciably the mj^nitude of this radiation 
exchange. Calculations from Brunt’s equation should be reduced by a 
factor of % to where cloudiness is involved. For vertical surfaces the 
resultant should be reduced about J^. 

The SolnAJr Temperature 

A convenient way of combining the effects of solar and sky radiation, 
solar absorptivity, temperature, and air movement is to use the concept 
of sol-air temperature. The sol-air temperature, 4. is the temperature of 
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Table 9. Relation Between Local Mean Sun Time and Solar Altitudi; 
During the Period May 2-August 10 for North Latitudes 


A.M 

Local Mean 

Sl^n Time 

P.M. 

Solar Ai.nTt'OE 

XoRfH Latiiooe— Dik.kkks 

2r» 

.30 

3,5 

40 

4.5 

i 

5 

7 

0 

0 

0 

‘> 

4. 


(i 

6 

S.,') 

10. 

11. 

12.5 

1 1. 

1 15. 

7 

.> 

Jl.o 

22.. 5 

23.. 5 

24. 

24.5 

1 21 5 

X 

4 

37). 

.T1 .5 

3,5..5 

3.5.5 

35. 

1 34.5 

9 

3 

48.5 

48. 

47.5 

47. 

4.5.5 

, 4.i.5 

U) 


♦:2. 

<il. 

50 5 1 

.57.5 

1 5.5. 

I 51.5 

11 

1 

7.5. 

73. 

70. 1 

(10. 

02. 

1 57 .5 


12 

8.5. 

SO. 

75. j 

70. 

1 t;5. 

t)0. 


outdoor air which, in contact with the weather side of a material that is 
receiving no solar or sky radiation, would giv^e the same rate of heat entry 
into that surface as would exist with the actual combination of incident 
solar and sky radiation and convective heat transfer. 

In order to calculate the rate of heat transfer into an outside building 
surface for any instant of time, it is necessary to consider: 

1. The intensity of direct solar radiation striking the surface. 

2. The absorptivity of the surface for direct solar radiation. 

3. The intensity of sky radiation striking the surface. 

4. The absorptivity of the surface for sky radiation. 

5. The rate at which the surface emits radiation to the sky. 

6. The temperature of the surrounding air. 

7. The temperature of the outer building surface. 

8. The unit convective conductance for heat transfer between the air and the building 
surface. The magnitude of the convective conductance depends upon the position of the 
surface and the velocity of the wind or air currents. 


The simultaneous consideration of all these effects is too complex for 
practical application and therefore the sol-air temperature is developed 
as follows: 


1. The equation for the rate of heat transfer into the weather side of a sunlit building 
material at any instant is written: 



= hit +/o — ^l) Btu per (hour) (square foot). 


(4) 


where Ih = Absorptivity of weather side of material for incident solar and sky radiation, 
dimensionless. 

It = Rate of incidence of solar and sky radiation, Btu per (hour) (square foot). 
to = Outside air temperature, Fahrenheit degrees. 

tL = Temperature of weather surface of the material, Fahrenheit degrees. 

/o ~ Unit convective conductance, Btu per (hour) (square foot) (Fahrenheit 
degree). 


2. The sol-air temperature is defined as: 


U 



(5) 


3. Then, the instantaneous rate of heat entry into the weather side of the structure 
becomes: 



*= /o (It — i'h) Btu per (hour) (square foot) 


( 6 ) 


Example L If /a * 90 F, 6 = 0.7 , 1 « 200 Btu per (hour) (square foot), and /o » 4, 
find the sol-air temperature. If Substituting these values in Equation 5: 
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/e = 90 + 


0.7 (200) 
4 


= 125 F. 


'1 hus the instantaneous rate of entry of heat into the weather side of this material is 
precisely the same as if the air temperature were 125 F with no solar and sky radiation 
exchange with the surface. 


The preceding sol-air concept is intended for non-glass building areas. 
For glass surfaces a similar method could be developed, with the addition 
of terms to account for absorption within the material and outward 
radiation from the interior space. It is customary, however, to treat 
glass separately; see section on Glass Areas in this chapter. 

The sol-air temperature is a composite quantity the magnitude of 
w hich is influenced by each of the variables entering its defining equation. 
Fstablishing its magnitude for design calculations is part of the broad 
j)rol)lem of determining weather-design data. Sufficient studies have been 
completed, however, to produce some sol-air data of practical value. 

Data of the U. S. Weather Bureau for the 10-year period from 1932 
through 1941 have been studied for New York, N. Y., ^ and Lincoln, 
Nebr. ^ Only simultaneous values of the air temperature and solar and 
skN’ radiation have been combined in determining design values of the sol- 
air temj)erature for various surfaces at different times of day in these 
localities. Since the 24-hour average of the sol-air temperature is greater 
in July than for any other month at both stations, the sol-air temperature 
at each hour in July, which was equalled or exceeded at that hour only 
1 0 time's in 3 10 observations, was chosen as the design sol-air temperature. 

Summer design sol-air temperatures are given in Table 10 for New 
York, N. Y.; Table 11 gives similar data for Lincoln, Nebr. These data 
may be taken as representative for similar places in northern latitudes in 
the United States. 

Tables 10 and 11, referring to New York for an industrial area and to 
Lincoln, Nebr., for a non-industrial area, can be used to determine sol-air 
temperatures for other locations and conditions by applying corrections 
as explained in the following paragraphs (using the same symbols as given 
in Tables 10 and 11 but indicated by (*) for other conditions): 

1. To adjust the data in Tables 10 and 11 for the variation of It with latitude: 

a. Compute I\ for the latitude in question from the data presented previously in this 
chapter. (For smoky industrial areas, decrease the direct radiation from Table 5 by 
15 to 20 per cent for afternoon hours.) 

b. Determine the difference — It) and multiply this by 0.25. Find It = (fo/b) 
iU — ^o) from Tables 10 and 11. 

c. Add (algebraically) the difference 0.25 (/*t — h) to the data tabulated, 

2. adjust the data in Tables 10 and 11 for variations in IqI 

a. Kstablish the magnitude of / o at the locality in question. 

b. Determine the difference (/’o — /o)- 

c. Add (algebraically) the difference (/'o — fo) to the data tabulated. 

3. To adjust the data in Tables 10 and 11 to other magnitudes of b/fo than 0.25: 

a. For New York or Lincoln, merely interpolate or extrapolate the tabulated data by 
direct proportion, using the column for b/fo = 0. 

b. For other localities, first determine /*e I'o -F b/fo /’t for b/fo 0 and b/fo = 0.25. 
Then interpolate or extrapolate by direct proportion as before. 

Sol-air data for a particular locality may be adjusted for different 
azimuths of the vertical surface in question in a similar manner; althought 
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Table 10. Summer Design Sol-Air Temperatures for New York, N. Y. 
(North Latitude 40°46'; Elevation 180 Ft) 


r 

Mean 

Sun Time 


Sol-Air Temperature, ie Fahrenheit Degrees 


Any Surfaceh 

Horisontal 

North 

East 

South 

West 

b 

Ratio®: 

fo 

0 

0.25 

0.25 

0.25 

0.25 

0.26 

12 midnight 

79 

79 

79 

79 

79 

79 

1 a.m. 

78 

78 

78 

78 

78 

78 

2 

77 

77 

77 

77 

77 

77 

3 

77 

77 

77 

77 

77 

77 

4 

76 

76 

76 

76 

76 

76 

5 

76 

76 

76 

76 

76 

76 

6 

76 

81 

80 

89 

77 

77 

7 

80 

96 

85 

106 

82 

82 

8 

82 

no 

85 

114 

86 

86 


86 

127 

90 

120 

97 

90 

10 I 

88 

137 

92 

114 

104 

92 

11 

90 

148 

94 

106 

111 

94 

12 noon ! 

92 

155 ! 

97 

97 1 

115 

1 98 

1 p.m. 1 

93 

154 

98 1 

98 1 

117 j 

! 108 

2 

1 94 

152 i 

99 : 

99 j 

112 1 

120 

3 

94 

144 i 

99 i 

99 

102 

! 136 

4 

! 94 

136 1 

99 ! 

99 1 

99 i 

1 145 

5 

93 

121 

103 i 

97 1 

97 

140 

6 i 

90 

106 

106 i 

93 

93 

i 134 

7 i 

88 

93 i 

102 

90 

90 

! 115 

8 1 

85 1 

85 ; 

85 

85 

85 

85 

9 

83 

83 I 

83 ’ 

83 

83 

83 

10 ! 

82 

82 1 

82 

82 

82 

82 

“ i 

81 1 

81 I 

81 

SI 1 

81 

81 

24-hr avg, tm 

84.8 j 

106.4 1 

88.5 1 

92.3 

00.7 ] 

j 06,5 


•b = surface absorptivity, dimensionless. 

/o «*= unit convective conductance. Btu per (hr) (sq ft) (F deg). 
t»Values in this column are magnitudes of /o. the outdoor air temperature. 


Table 11. Summer Design Sol-Air Temperatures for Lincoln, Nebr. 
(North Latitude 40®60'; Elevation 1225 Ft) 


Mean 

Sun Time 

j Sol-Air Temperature. Fahrenheit Degress 

Any Surfaceb 

Horisontai 

North 

East 

South 

West 

b 

Ratio®; 

0 

0.25 

0.25 

0.25 

0.25 

0.25 

fo 







12 midnight 

89 

80 

89 

89 

80 

89 

1 a.m. 

88 

88 

88 

88 

88 

88 

2 

86 

86 

86 

86 

86 

86 

3 

84 

84 

84 

84 

84 

84 

4 

84 

84 

84 

84 

84 

84 

5 

82 

1 82 

82 

82 

82 

82 

6 

81 

87 

88 

100 

82 

82 

7 

82 

103 

93 

125 

85 

85 

8 

88 

124 i 

94 

137 

92 

92 

9 

93 

143 

98 

142 

104 

98 

10 

96 

160 

102 i 

138 

115 

102 

11 

100 

172 

106 i 

129 

125 

106 

12 noon 

102 

178 

108 I 

115 

130 

108 

1 p.m. 

104 

180 

no 

no 

132 

119 

2 

106 

178 

112 

112 

131 

137 

3 

107 

170 

113 

113 

126 

1 150 

4 

107 

158 

112 

112 

117 

158 

5 

1 106 

142 

113 

no 

no 

157 

6 

105 

126 

117 

108 

108 

140 

7 

102 

109 

113 

104 

104 

128 

8 

08 

99 

98 

98 

98 

98 

9 

94 

94 

94 

04 

94 

94 

10 

92 

92 

92 

92 

92 

92 

11 

90 

90 

90 

90 

90 

00 

24-hr avg. im 

94.4 

121.6 

98.0 

105.9 

102.1 

106.6 


•6 •• surface absorptivity, dimtnsioniega. 

/o • njdt convective conductance. Btu per (hr) (sq ft) (F deg). 

^Vafiiiei fu this column are magnitudes of lo. the outdoor air temperature. 
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all things considered, a simple interpolation between the four points of the 
compass should serve for all but the most accurate calculations. 

An example of the use of the tables in determining sol-air temperature 
is given. 

Example 2, Find the summer design sol -air temperature in New York, N. Y., for a 
west wall which has a solar absorptivity of 0.7, at a sun time of 3:00 p. m. 


4; then 


for this wall is - 7 ^ or 0.175. 
4.0 


From Table 10: for - 7 — 

Jo 

interpolation for this wall: 


94 F ; for 


136 F; and by linear 


<e - 94 + (136 - 94) = 94 + 29 = 123 F. 

U.ZO 


Sol-air temperatures are especially helpful in the calculation of periodic 
heat transfer, as will be illustrated in the material which follows. 


PRINCIPLES OF PERIODIC HEAT FLOW 

Calculation principles for periodic heat flow are dealt with briefly in 
this section ; in the section which follows, practical tables will be given to 
facilitate rapid design estimates. 

Time Lag 

The fundamental analysis of periodic heat flow is complicated when 
compared with steady-state calculations on account of the time-variable 
storage of heat from point to point through a wall or roof. The cyclic 
variation of outdoor conditions produces a related cyclic variation of 
tem|)erature and heat flow throughout each structural section exposed to 
the weather. The cyclic variations undergo a progressive shift in phase 
and decrease in amplitude in going through a wall with constant conditions 
maintained in the indoor space. 

By a shift in phase is meant that as the cyclic temperature wave passes 
through the wall, the time of occurrence of the maximum temperature at 
any point shifts farther and farther behind the time of the outer-surface 
maximum for successive positions through the wall. The resultant time 
lag between the outer-surface and inner-surface maximum temperatures 
is important, for it may be the determining factor in fixing the time of the 
maximum cooling load. 

By a decrease in amplitude is meant that as the cyclic temperature wave 
passes through the wall, the difference between the maximum tempera- 
ture of a cycle and the mean temperature of the cycle, which is the ampli- 
tude of the wave by definition, decreases progressively as the wave passes 
through the wall. The magnitude of the temperature amplitude at the 
inner wall surface is necessary for the determination of the instantaneous 
rate of heat transfer to the indoor space. 

Practical design data for periodic heat flow comprise a means of 
determining the time lag and amplitude decrement for different wall 
constructions and any given outdoor cycle of sol-air temperature. Both 
analytical and experimental studies have been made on this problem’'. 
While the analytical solution has been written, it is far too detailed for 
direct use in rapid practical work; and the extensive numerical work 
required to establish a basis for simplified calculations has been only 
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Table 12. Periodic Heat Flow Data for Homogeneous Walls or Roofs 





Thermal 








Over-all 

Resistance 


Factor, T , in Equation 5 


Thick- 

Coefficient, 

OF Solid 

Time 





Material 

NESS, 

Btu per (hr) 

Material, 
(hr) (sq ft) 

Lag, 


' 




In. 

(sg FT) (“F) 

Hr 








(°F)/Btu 

L 

k 


Horizontal 
and North 

East 

South 

West 


8 

0.67 

0.64 

5.5 

0.51 

0.36 

0.48 

0.42 

Stone 

12 

0.55 

0.96 

8.0 

0.28 

0.19 

0.26 

0.22 

10 

0.47 

1.28 

10.5 

0.17 

O.IO 

0.15 

0.13 


24 

0.26 

1.92 

15.5 

0.06 

0.03 

0.05 

0.04 


2 

0.98 

0.17 

1 1 

0.93 

0.87 

0.92 

0.89 


4 

0,84 

0.33 

2.5 

0.79 

0.68 

0.76 

0.72 

Solid Concrete 

0 

8 

0 74 

0.66 

0.50 

0.67 

3.8 

5.1 

o.r.i 

0. 19 

0.40 

0.33 

0.58 

0.46 

0.51 

0.39 


12 

0.54 

1.00 

7.8 

0.29 

0.17 

0.26 

0.22 


10 

0.46 

1..33 ! 

10.2 1 

0.17 

0.09 

0.15 

0.12 


4 

0.60 

0.80 

2.3 j 

0.83 

0.75 

0.81 

0.78 

Common Brick 

8 

12 

0-41 

0.31 

1. W) 

2. U) 

! 5.5 

1 

0.51 i 

0.26 1 

i 0.39 
i 0.17 

0.49 

0.25 

0.44 

0.21 


10 

0.25 1 

3.20 

I2.U ! 

0.13 ; 

: 0.08 

0.12 

0.10 

Face Brick 

4 "“! 

1 

0.77 

0.44 

2.4 1 

0.81 

1 0.70 

0.78 

0.74 


I 

0.08 

0.62 

0.17 i 

1.0 

1.0 

1 1.0 

1.0 

Wood 

1 

0.48 

1.25 

0.45 1 

1.0 

0.99 

0.99 

0.99 


2 

0.30 

2.50 

1.3 1 

0,98 

0.91 

0.96 

0.94 



0.42 

1.51 

0.08 j 

1.0 ! 

1.0 

1.0 

1.0 

Insulating 

Board 

1 

2 

0.26 

0.14 

3.03 

(».05 

0.23 
0.77 1 

1.0 

1.0 

1.0 

1.0 1 

1.0 

1.0 

1.0 

1.0 

4 1 

0.08 

12.1 

2.7 1 

().83> 

0.74 1 

0.81 1 

0 76 


0 ; 

0.05 

1 

18.2 

5.0 1 

1 

0.64 

0.49 

0.61 

0.55 


•Based urx)n an outdoor coinbinod liliri roedicieiit ol i.O and an induor condoned t'll; i cocdVicicjil of heat 
transfer of l.h') Ls^u pet (hour) (.square foot) (F'ahretdnMi degree'. 


partially completed. The method reported by Mackey and Wright ^ will 
be adopted as the basis for the design procedure recommended here. 


Homogeneous Walls or Roofs, Constant Indoor Temperature 

For walls or roofs of a single, homogeneous material, the instantaneous 
rate of heat gain within an enclosure where the indoor air temperature is 
held constant is, approximately, 


** u {tm — t'l) + u (/«* — txa) Btu per (hour) (square foot) (7) 

where tm = 24-hr average sol-air temfx^rature for the particular value of Fahrenheit 

Jo 

degrees. 

X = Amplitude decrement factor, a variable that depends Ufxm the thickness, 
material, and orientation of the wall or roof; sue Table 12 for values. 

/v* — Sol-air temperature at a time earlier than the time for which the heat gain is 
being found by an amount that is equal to the time lag of the wall or roof, 
Fahrenheit degrees; see Table 12 for values of time lag. 

U = Over-all coefficient of heat transfer of the wall or roof, Btu per (hour) (square 
foot) (Fahrenheit degree). 


1 


_i j L ^ 

fi ^ Jo ^ 


L 

k 


1 

1.65“ 



1 

0.856 + 4- 
k 


L = Thickness of building material, feet. 

k = Thermal conductivity of building material, Btu per (hour) (square foot) 
(Fahrenheit degree per foot). 

fi « Film coefficient of heat transfer of indoor air Btu per (hour) (square foot) 
(Fahrenheit degree). 
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Table 13. Approximate Time of Maximum Rati: of Heat Entry into Weather 
Side of Walls or Roof.s in New York, N. Y., and in Lincoln, Nebr. a.b 


.Surface 

Horizontal roof 

North wall 

East wall 

Sout.h wall 

West v/all 

Sun Time 

12 noon to 1:00 p.m. 

0:00 p.m. 

9:00 a.m. 

1 :00 p.m. 

4:00 p.m. 


“Mid-summer; solar absorptivities of weather surface of 0.4 or greater. 

t>For a completely shaded surface, the time of maximum lale ot heat entry into the weather side is the 
time of ma.ximum temperature ol the outdoor air, which is at approximately h;00 p. m., sun time, in both 
localities. 


The time at which tlic maximum occurs in the rate of heat cntr>- into 
the outside .surface of walls or roofs is taken as the time at which th peak 
point occurs in the sol-air temperature cycle (mean sun time is used in 
the sol-air cycles). Table 13 gives these time data. Adding the time lag 
to the time from Table 13 will give the time of the maximum rate of heat 
entry into the conditioned space. The corresponding maximum rate of 
heat entry follows from Jhquation 7 with /c* being the maximum tem- 
perature of the sol-air cycle. 

An exam[)le in the use of Tables 10, 11, and 12 follow^: 

Example 8. l^ind the instantaneous design rate of heat gain through an 8-in. west 
wall of common brick {b = 0.7, fo = 4) located in New York, N. Y., at 9:30 p. rn. sun 
lime, when the lomperature of the indoor air is constant at 80 F. 

lYom 'table 12, U = 0.41, the time lag is 5.5 hr, and X = 0.44. 

liy linear interpolation on the basis of the value of b/fo in Table 10, 

Im = 84.8 + eJC'-S - 84.8) = 93 F. 

'the design sol-air temperature at a time earlier than 9:30 p. m. by the time lag (at 
4:00 p. m.) for a west wall in New V'ork, N. Y., is, from 'table 10, 

/'e = 94 + Q (145 - 94) = 129.7 F. 

From Equation 7, the instantaneous design rate of heat gain is 

-y =0.41 [(93 - 80) + 0.44 (129.7 - 93)1 

A 

*= 11.9 Btu per hour for each square foot of sunlit surface. 

From J'able 12, the time lag is 5.5 hr. From Table 13, the time of maximum rate of 
heat entry for a west wall is 4 :0C) p. m. The time of maximum instantaneous rate of heat 
gain by the enclosure, as far as the west wall is concerned, is then 4:00 p. m. plus 5.5 hr 
or 9:30 p. in. ( this is sun time.) The computed rate is therefore the maximum. 


Composite Walls or Roofs, Constant Indoor Temperature 

A composite wall or roof is made up of two or more layers of different 
materials. Since the analytical solution for this type of construction has 
not been reduced to simple and practical terms, it is necessary at present 
to utilize apf)roximale procedures. In accord with the results of com- 
parative calculations, the following procedures are suggested 

To find the time lag for a composite construction: 

a. Find the time lag for each layer from Table 12. 

b. Add the individual time lags, recognizing that this sum will always be less than the 
true time lag for the actual compvosite wall. 

c. To the sum from (b), add an arbiirary additional lag of yi to 1 hr to obtain the 
estimated lag for the actual construction. For two-layer and light construction walls, 
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factor X 



Fig. 4. Approximate \’alue of the Amplitude Decrement Factor X 
FOR Use in Equation 7 


the H‘hr value will be suitable while, for walls of three or more layers, or very heavy 
cxinstruction, the 1-hr value is preferred. For intermediate conditions, individual 
judgment is the only guide. (Computed time lags should not be considered to be accurate 
closer than to about the nearest hour by this method.) 

To find the amplitude decrement factor, Xyfor composite construction: 

Having determined the time lag and the orientation, use Fig. 4. (Note also that the 
factor X for a composite construction should never exceed the product of the factors for 
the individual layers.) 

One valuable result of the analytical studies made to date on composite 
walls has been the demonstration of the effect of the order of the materials. 
Other factors remaining the same, the use of the material of lower density 
on the weather side will increase the time lag and decrease the instan- 
taneous maximum rate of heat gain. 

Two examples are given to show how to estimate, roughly, the in- 
stantaneous rate of heat gain through sunlit composite wails or roofs. 

Example 4- Estimate the maximum instantaneous design rate of heat gain from a 
horizontal roof in New York, N. Y., that is made up of black built-up roofing on the 
weather side (6 = l;/o =4; thermal resistance = 0.28), 1 in. of insulating board, and 
4 in. of concrete with no ceiling, when the temperature of the indoor air is 80 F, 

The over-all coefficient of heat transfer for this construction is: 

u = o;i^ + - 0 . 2 ^+ 1.03 + 0.33 + Ofil “ ^ per (hour) (square foot) (Fahren- 

heit degree). 

If die time lag of the built-up roofing be ignored, the sum of the time lags of the 
individual layers is, from Table 12, (0.23 -j- 2.5; or 2.73 hr. 

Actually, the time lag will be between 0.5 hr and 1.0 hr greater than this, so assume 
a time lag of 3.5 hr. 

From Table 12, the homc^eneous concrete roof having a time lag of 3.5 hr would 
have a value of X of about 0.65; use this value for the composite roof. 

From Fig, 4, X is approximately 0.65. 

With values of tm and tt^ found from Table 10, as in previous examples, use Equation 7 
and find the maximum design instantaneous rate of heat gain as: 
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= 0.22 1(106.4 - 80) + 0.65 (155 - 106.4)] = 13 Btu per (hr) (sq ft). 

The maximum instantaneous rate of heat gain from this roof would occur at about 
3:30 p. m., sun time. 

Exatnple 5. Estimate the maximum instantaneous design rate of heat gain from a 
south wall in Lincoln, Nebr., consisting of 4 in. of face brick (6 =* 0.7; /o = 4), 4 in. of 
common brick, furred, with an air space (thermal resistance == 0.75), and finished on the 
inside with in. of plaster on metal lath (thermal resistance = 0.23); the temperature 
of the indoor air is constant at 80 F. 

The over-all coefficient of heat transfer for this construction is: 

^ ^ 0725Tlh44 + 0.80 + 0.75 + 0.23 -f 0.61 ^ 

From Table 12, the sum of the time lags for the face brick and the common brick is 
(2.4 -f 2.3) or 4.7 hr. 'I'he actual time lag will be slightly greater than this, and a value 
of 5.5 hr will be assumed. 

From Fig. 4, X is approximately 0.45, 

By interpolation in Table 11, /m == 99.8 F, and = 123.6 F. From Equation 7 
the maximum instantaneous design rate of heat gain is: 

= 0.32 1(99.8 - 80) + 0.45 (123.6 - 99.8)] = 9.8 Btu per (hr) (sq ft). 

'Fhe time of this heat gain is about 6:30 p. m., sun time. 

Those concerned with a further study of the details of cooling-load 
estimates in particular relation to periodic heat flow will find much of 
value and interest in the reports of experimental studies of these prob- 
lems It should be pointed out that the analytical procedures 

presented here yield generally higher rates of heat gain than reported for 
Pittsburgh in early A.S.H.V.E. experimental studies. Current authorita- 
tive opinion, however, is that the analytical calculations are to be preferred y 
all factors considered. 

Simplified Procedure and Design Tables for Roof and Wall Areas 

Good judgment in cooling-load estimates requires that recognition be 
given to the relative importance of the load component due to periodic 
heat flow. The magnitude of the second term in Equation 7, relative to 
the first term indicates the relative portion of the structural heat-inflow 
load assignable to periodic heat flow. The total heat-transmission load 
represented by both terms in Equation 7 might vary from, say 10 per cent 
to 50 per cent of the total cooling load in various applications. The 
periodic term is continually passing through a cyclic variatioUy from zero 
to a positive maximum, to zero, to a negative maximum, to zero again, and 
so on. Surfaces with different exposures pass through these cycles with 
maximum points at different times of the day. It seems reasonable to 
consider, for conventional structures, that the periodic term would not 
exceed about 20 per cent of the total design-estimate cooling load. 
Hence, elaborate and highly accurate calculation procedures are without 
practical justification. 

To establish a simple procedure, re-arrange Equation 7 to read 

1^0 + X «e* - W - ft] (8) 

Let + X (ie* — /m) = h, a net equivalent outdoor temperature for 
combined periodic and mean heat flow. Magnitudes of fp will vary 
cyclically with time. 

Then. -J--l^(<p-ft) 


m 
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which is a simple form analogous to the stead >'-state equations of Chapters 
5 and 6. Ih steady-state calculations for heating loads, the design outdoor 
temperature is a constant; here, /p varies with time, wall construction, 
wall orientation, and heat-transfer boundary* conditions expressed as 
sol-air temperature data. 

To make Equation 9 of maximum practical convenience, there are 
needed, for representative wall and roof constructions and for sample 
\veather-design conditions, data givang values of U and tp for a design-da>' 
cooling cycle. 

The available information on these quantities is siiflicieiit to establish 
usable data in preliminary form, and continuing A.S.H.\MC rest^arch is 
expected to improve and extend these data. 

Values of U. The values of U for use in Equation 9 are listed in 
Table 12 for a few’ constructions. Other values are givTii in Chapter 6. 
Note, however, that Table 12 is based upon fo = 4.0 Btu per (hr) (sq ft ) 
(F deg), whereas the values in Chapter 6 are based iipon/o = 0.0. The 
question of which value of/o is the more satisfactory is the sulqect of some 
controversy at the moment. The difference in V is not a critical one, 
how^ever, in view of the inevitable approximations which enter into 
cooling-load estimates, and hence the tables of Chapter 6 may be used 
without correction where necessary. 

Values of tp. The sol-air data for New’ York ( ity, Table 10, are recom- 
mended as the basis for determinations of tp. (These data may be 
adjusted for latitude, air temperature, and (6//o) as previousK’ exj)lained.) 
Magnitudes of the factor X, and the time lag needed to obtain /e* may be 
estimated as previously indicated. Calculations then follow directly from 
the defining equation, 

— ^m) (b)) 

It is expected that design tables may be made axailable in due time 
w^hich wall give values of tp directly and make detailed calculations 
unnecessary. 

GLASS AREAS— DESIGN TABLES 

In order to clearly set forth the principles involved in calculating heat 
transfer through glass areas the general instantaneous heat-balance 
relation will be presented. Fig. 5 shows this schematicalK . The net heat 
gain for the indoor space is the result of several contributing phenomena. 

In discussing the heat gain through glass, there are three dimensionless 
quantities which require definition: 

a = Absorptivity of glass, or fraction of incident radiation intensity which is 
absorbed within the glass itself. 

T = Transmissivity of glass, or fraction of incident radiation intensity which is 
transmitted through the glass. 

r == Reflectivity of glass, or fraction of incident radiation intensity which is reflected 
at the surface. 

It is necessary that 

a -j- T “h r *= 1 (11) 

These quantities vary with wave length and angle of incidence, pri- 
marily; and they are determined by the properties and thickness of the 
glass material concerned. Data are obtainable from glass manufacturers 
for their various products. The dependence of these quantities upon wave 
length has important practical consequences: for example, common 
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Fig. 5. iNSTANTANFors Hkat- Bala NCI*: Conditions on a Glass Section 


window glass transmits a large portion of incident solar radiation, whereas 
it transmits outward only a very small portion of the indoor radiation 
falling upon the inside surface because this latter is principally in the 
longer wave lengths. 

A recent analysis has served to demonstrate the effects of the various 
controlling variables upon the heat gain from glass in relation to air- 
conditioning problems The practical results for a single sheet of 
common window glass will be cited here. For average conditions, the 
design equation for the instantaneous rate of heat transfer from the 
indoor glass surface to the conditioned space (for single sheets of common 
window glass onh ) in Btu per (hour) (square foot of sunlit surface) was 
found to be: 



1,04 (/o - k) -f 0.022 Id + 0.0165 h + rdid + 0.778 U 


( 12 ) 


where to = Outdoor air temperature, Fahrenheit degrees. 

/i == Indoor air temperature, Fahrenheit degrees. 

Id = Intensity of solar or direct radiation on the outer glass surface, Btu per 
(hour) (square foot of sunlit surface). 
la = Intensity of sky radiation on the outer glass surface. 

Tci = IVansmissivity of the glass for solar radiation, dimensionless, given as a 
function of the angle of incidence in Table 14. 


Table 14 . J'ransmissivitv of Single-Sheet Common Window Glass 
FOR Direct Solar Radiation 


Anc;lb op 
Incidence* 
Dec; 

Transmissivity 

Td 

Ancjle op 
Incidence* 
De<; 

Transmissivity 

Td 

Angle of 
INXIDENCE* 

Deg 

Tr^vnsmissivity 

Td 

0 

0.87 

50 

0.83 

80 

0.41 

20 

0.80 

60 

0.77 

90 

0 

40 

0.85 

70 

0.65 




*Of Direct Solar Radiation. 
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Similar equations with other numerical constants apply to other types 
of glass or ^ass areas in other arrangements. (Heat-absorbing glass or 
glass in multiple layers, for example). 

Equation 12 may be clarified further by explanations of the numerical 
constants involved: 

1.04 = Over-all unit conductance for heat transfer under summer conditions, Btu 
per (hour) (square foot) (Fahrenheit degree). (Note that this is the trans- 
mittance U taken at 1.13 for winter conditions in Chapter 6.) 

0.022 = Fraction of Id which is absorbed and then transferred to the indoor space 
from the indoor glass surface, dimensionless. (Note that, of the total 
absorption, part goes inside and part goes outside.) 

0.0165 ~ Fraction of /s which is absorbed and then transferred to the indoor space 
from the indoor glass surface, dimensionless. 

0.778 « transmissivity of the glass for sky radiation, dimensionless. 

Magnitudes of the quantities /a, h and entering into Equation 12 
would depend upon the time of the day, time of the year, atmospheric 
conditions, latitude of the receiving surface, and the orientation of the 
receiving surface. Principles and data needed for the calculation of Id 
and Is have been given previously in this chapter. Weather data, such 
as the sol-air temperatures in Tables 10 and 11, give data on /© throughout 
a design day. 

Table 15 has been prepared to expedite practical calculations of the 
heat gain through glass areas; tabulated values are magnitudes of the sum 
(0,022 Id + 0.0165 Js + Td/d + 0.778 /e) from Equation 12 for a solar 
declination of 18 deg. This declination corresponds to a nominal August 1 
design day, although the values tabulated may be used with safety to 
represent average conditions from July 15th to August 15tli. 

It is possible to use the heat-gain data of Table 15 for other single- 
thickness glass materials than common window glass through the intro- 
duction of approximate correcting factors. Table 16 gives such factors. 
The range of transmissivities in Table 16 extends from high-transmission 
crystal-like glass to low-transmission heat-absorbing glass. The trans- 
missivity of 0.87 is that of common window glass. 

By using two or more layers of glass separated by air spaces, the 
absorptivity is increased and the transmissivity decreased. Values for 
some combinations appear in the literature A rough approximation 
which holds fairly well until the angle of incident radiation becomes large 
is that the transmissivity of the combination is the product of the trans- 
missivities of the component layers, while the absorptivity of the com- 
bination is the absorptivity of the outer glass plus the product of the 
absorptivity of the inner glass and the transmissivity of the outer. 

Heat-gain quantities from Table 15 may also be used for other times 
of the year than August 1 if a correction is made for solar declination. 
Solar heating calculation for glass areas can also be based upon these data. 
Table 17 gives solar declinations for various times of the year. The rule 
for procedure is the following: 

To find the radiation heat gain for some declination of the sun other than 18 deg use 
the latitude in Table 16 equal to that of the locality in question plus (18 deg — solar 
declination involved). 

For example, consider that the instantaneous*heat gain is required for Philadelphia in 
the middle ot June. The latitude of Philadelphia is 40 deg North. The solar declination 
in mid-June is about 23.5 deg. The section of Table 15 to be used is then that for a 
latitude of 40 + (18 - 23.5) » 34.5 deg; say 35 deg. 

Caution: This method gives only approximate values and its use should be limited. 
It may be used for Eastern and Western exposures for all hours 8:00 a.m. to AM p.m. 
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Table 15. Instantaneous Rates of Heat Gain Due to Solar and Sky Radiation 
FOR Single Sheets of Unshaded Common Window Glass a* ^ 

Computed for Solar Declination of 18 Deg — August 1 

Note: To determine the total instanta^ous rate of heat gain add the term 1.04 (to-h) 
to the values shown in the table (see Equation 12). 


Sun 

Time j 

1 

Solar 

Altitude 

p 

Dbg 

iNSTAfn-ANEOus Rate OP Heat Gain, Btu per Hour 

FOR Each Square Foot of Unshaded Glass 

N 

NE 

E 

SE 

S 

sw 

w 

NW 

Horizontal 


25 Deg North Latitude 


6 a.m. 

7.5 

19 

77 

84 

40 

3 

3 

3 

3 

12 

7 

20.6 

20 

146 

173 

98 

10 

10 

10 

10 

68 

8 

34.0 

18 

148 

193 

121 

13 

13 

13 

13 

143 

9 

47.6 

15 

118 

172 

120 

16 

15 

15 

15 

205 

10 

61.6 

16 

67 

124 

95 

22 

16 

16 

16 

252 

11 

74.5 

10 

25 

57 

67 

26 

16 

16 

16 

282 

12 

83.0 

16 

16 

16 

26 

28 

25 

16 

16 

293 

1 p.m. 

74.6 

10 

16 

16 

16 

25 

67 

67 

26 

282 

2 

61.6 

16 

16 

16 

16 

22 

95 

124 

67 

252 

3 

47.6 

16 

15 

16 

16 

16 

120 

172 

118 

205 

4 

34.0 

18 

13 

13 

13 

13 

121 

193 

148 

143 

6 

206 

26 

10 

10 

10 

10 

98 

173 

146 

68 

0 

7.6 

19 

3 

3 

3 

3 

40 

84 

77 

12 


SO Deg North Latitude 


6 a.m. ! 

9.0 1 

22 

88 

97 

47 

4 

4 

4 

4 

15 

7 1 

21.6 

23 

146 

176 

105 

11 

11 

1 

11 

74 


34.6 

16 

140 

194 

130 

14 

14 

14 

14 

144 

9 I 

47.5 

15 

104 

171 

133 

20 

15 

15 

15 

205 

10 1 

60.0 

16 

63 

126 

112 

33 

16 

16 

16 

248 


72.0 

16 

19 

66 

74 

42 

16 

16 

16 

277 

12 1 

78.0 

16 

16 

16 

34 

45 

34 

16 

16 

288 

1pm. 

72.0 

16 

16 

16 

16 

42 

74 

66 

19 1 

277 

2 1 

60.0 

16 i 

16 

16 

16 

33 

112 

126 

53 1 

248 

3 

47.6 

16 

15 

15 

15 

20 

133 

171 1 

104 

205 

4 1 

34.5 

16 

14 

14 

14 

14 

130 

194 1 

140 

144 

6 

21.5 

23 

11 

11 

11 

11 

106 

176 

146 

74 

1 

9.0 

22 

4 

4 

4 

4 

47 

97 

88 

15 


$5 Deg North Latitude 


6 a.m 

10.0 

21 

97 

109 

53 

4 

4 

4 

4 

19 

7 

22,6 

19 

143 

179 

110 

11 

11 

11 

11 

79 

8 

34.5 

14 

133 

194 

140 

15 

14 

14 

14 

144 

9 

46.5 

15 

90 

170 

144 

28 

15 

15 

15 

200 

10 

58.5 

16 

38 

126 

128 

47 

16 

16 

16 

243 

11 

68.5 

16 

16 

56 

91 

62 

17 

16 

16 

269 

12 

73.0 

16 

16 

16 

45 

68 

45 

16 

16 

279 

1 p.m. 

68.5 

16 

16 

16 

17 

62 

91 

56 

16 

269 

2 

58.5 

16 

16 

16 

16 

47 

128 

126 

38 

243 

3 

46.5 

15 

16 

15 

15 

28 

144 

170 

90 

200 

4 

34.6 

14 

14 

14 

14 

15 

140 

194 

133 

144 

6 

22.5 

19 

11 

11 

11 

11 

110 

179 

143 

79 

6 

10.0 

21 1 

1 

4 

4 

4 

4 

53 

109 

97 

19 


40 Deg North Latitude 


6 a.m. 

1.5 

7 

18 

17 

6 

1 

1 

1 

1 

2 

6 

11.5 

23 

106 

120 

62 

5 

5 

5 

5 

24 

7 

23.0 

15 

141 

181 

118 

11 

11 

11 

11 

82 

8 

34.5 

14 

122 

194 

147 

19 

14 

14 

14 

145 

9 

45.5 

15 

76 

172 

156 

42 

15 

15 

15 

196 

10 

56.0 

16 

30 

125 

144 

66 

16 

16 

16 

235 

11 

64.5 

16 

16 

53 

110 

85 

22 

16 

16 

261 

12 

68.0 

16 

16 

16 

62 

94 

62 

16 

16 

269 

1 P.III, 

61.5 

16 

16 

16 

22 

85 

110 

52 

16 

261 

2 

56.0 

16 

16 

16 

16 

66 

144 

125 

30 

235 

3 

45.5 

15 

15 

15 

15 

42 

156 

172 

76 

196 

4 

34.5 

14 

14 

14 

14 

19 i 

147 

194 

122 

145 

6 

23.0 

15 

11 

11 i 

11 

11 

118 

181 

141 

82 

6 

11.5 

23 

5 

5 

5 

5 

62 

120 


24 

7 

1.5 

7 

1 

1 

1 

1 

6 

IT 

18 

2 
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Table 15. Instantaneous Rates of Heat Gain Due to Solar and Sky Radiation 
FOR Single Sheets of Unshaded Common Window Glass ^ (Concluded) 


Sun 

Time 

Solar 

Altitude 

Deg 

Instantaneous Rate ok Heat CrAiN, Bru per Hour 

FOR Each Square Foot of Unshaded Glass 

N 

NE 

E 

SE 

S j 

s\v 

w 

NW 

Horizontal 


45 Deg North Latitude 


5 a.m. 

2.0 

9 

23 

23 

8 

1 

1 

1 

1 


6 

12.5 

22 

111 

129 

68 

6 

6 

6 

6 

28 

7 

23.0 

13 

135 

182 

121 

11 

11 

11 

11 

82 

8 

33.5 

14 

116 

192 

153 

24 

14 

14 

11 

141 

9 

44.0 

15 

(>3 

168 

166 

5 ') 

15 

15 

15 

189 

10 

53.0 

16 

22 

123 

154 

88 

16 

16 

16 

225 

11 

fW.O 

16 

16 

56 

127 

113 

30 

16 

16 

219 

12 

63.0 

16 

16 

16 

76 

119 

76 

16 

16 

2.^6 

1 pm. 

GO.O 

10 

16 

! 

30 

113 

127 

56 

16 i 

1 249 

2 

53.0 

16 

16 

1 16 

16 

88 

151 

123 

22 1 

[ 225 

3 

44.0 

15 

15 

15 

15 

55 

1()6 

168 

63 

189 

4 

33.5 

14 

14 

14 

14 

21 

153 

192 

116 

141 

o 

23.0 

13 

11 

11 

11 

11 

121 

182 

1.35 

82 

0 

12.5 

22 

6 

6 

6 

6 

08 

129 

111 

28 


2.0 

9 

1 

1 

' 1 

1 

1 

8 

23 

23 

2 


50 Deg North Latitude 


5 a.m. 

4.5 

18 

48 

48 

17 

2 


2 

‘t 

.5 

6 

13 5 

22 

119 

139 

75 

6 

6 

6 

6 

32 

7 

23.5 

11 

131 

183 

127 

11 

11 

11 

11 

84 

8 

33.0 

13 

103 

190 

161 

.30 

13 

13 

13 

1 .38 

9 

42.0 

14 

51 

165 

173 

69 

14 

14 

14 

179 

10 

50.0 

16 

19 

122 

166 

109 

16 

16 

16 

211 

11 

56.0 

16 

16 

55 

1.38 

13.3 

41 

16 

16 

235 

12 1 

58.0 

16 

16 1 

16 

92 

110 

92 

16 

16 

i 242 

1 p.m. I 

56.0 

16 

16 1 

16 

41 

! 1.33 

1.38 

55 

16 i 

1 235 

2 1 

50.0 

! 16 

16 1 

16 

16 

109 I 

166 

122 

19 i 

: 214 

3 1 

42.0 

14 

1 

14 1 

14 

69 

1 173 

165 

51 ! 

179 

4 

33.0 

13 

13 

13 1 

13 

30 ! 

161 

190 

103 1 

138 

5 

23.5 

11 

11 

11 1 

11 

i 

127 

183 

131 

84 

6 1 

13.5 

22 

6 ! 

6 

6 


75 

139 

119 

32 

7 1 

4.5 

18 

2 ■ 

2 ! 

2 

2 I 

1 17 

48 

48 1 

5 


•Table compiled from solar radiation transmission data developed by A.S.H.V'.E. Research Labora- 
tory* and direct intensity values developed by Moon*, recently enlarged and revised by the A.S.H.V'.L. 
Research Laboratory. 

k*For relatively clear atmosphere at sea level. For hazy atmosphere values may be reduced 10 per cent. 
Above sea level add one per cent per 1000 ft elevation. 


inclusive, and for all exposures from 10:00 a.m. to 2:00 p.m. inclusive. For Southern 
exposures at 8:00 a.m. or at 4:00 p.m. the error may be =*=15 per cent. At noon this 
method gives accurate results; the error becomes progressively larger as the time differs 
from noon. 

In regard to glass blocks, data on the over-all unit conductances for heat 
transfer by convection and conduction are given in Table 18, Chapter 6; 
these will serve also for cooling load calculations for shaded or north- 
exposure walls. (Steady-state calculations as suggested there take no 
account of the time lag present with periodic cycles of air temperature.) 

The results of experimental observations ** on heat gains through glass- 
block sections are given in Table 18. Tabulated heat-gain rates are 
based upon a constant indoor-air temperature of 78 F and a maximum 
outdoor-air temperature of 95 F for the design day chosen. The values 
given are approximate, and intended for estimates only; they are averages 
for four representative glass block designs, two with smooth exterior faces 
and two with ribbed exterior faces. 




Cooling Load 


279 


Table 16. Ratio of Instantaneous Rate of Heat Gain Through Single Thickness 
OF Heat Absorbing Sunlit Glass to Heat Gain for 
Common Glass as Given in Table 15 


I RWS- 
l Y» 

Approximate 

Ratio 

T RANS- 
MISSIVITY* 

- 

Approximate 

Ratio 

Trans- 
mi ssiviTY» 

Approximate 

Ratio 

0.90 

1.02 

0.70 

0.85 

0.40 

0.60 

0.87 

1.0 

0.60 

0.76 

0.30 

0.52 

0.80 

0.93 

0.50 

0.68 

0.20 

0.45 


“l-nr cliK'i t solar radiation at normal incidence. 


Table 17. Approximate Solar Declinations in Degrees 


1 >A IE 

I Declination 

Date 

j l^EC LINATIO.N 

I Date 

Declination 

April 1 

1.5 

June 1 

i 22.0 

j Aug. 1 

18.0 

April 15 

lO.O 

June 15 

. 23..5 

Aug. 15 

14.0 

May 1 

15.0 ; 

July 1 

23.0 i 

Sept. 1 

8.5 

Ma> 15 

19.0 

July 15 

i 21.5 1 

j Sept. 15 

3.0 


'i'ABLE 18. 'Fotal Instantaneous Kates of Heat Gain for 
Glass Blocks on Design Dav of August 1 

( Values tabulated include solar and sky radiation, convection^ and 
conduction averaged for four types of blocks) 


Mj.\n 


Total Instantaneous Rate of Heat Gain, Btu per 
Hour for Each Square Foot of Sunlit Glass Block 


.M N Time 



Vertical Surface Facing 




East 

West 


South 


.North Latitude, 
Deg 

30 to 45 i 

30 to 45 

30 

35 

40 

45 

7 a.m. 

61 


-4.5 i 

-2.0 

-0.5 

1.0 

8 

78 


0.0 

2.0 

4.0 

5.0 

\) 

74 

5.0 

.5,0 

7.0 

10 

12 

10 

1 .58 

6.5 


15 

18 

21 

11 

! 45 

7.5 

17 i 

22 

26 

32 

12 noon 

i 

11 

22 j 

28 i 

34 

41 

1 p.ni. 

! ,'jo 

*>•> 

25 1 

32 1 

39 

46 

•> 

24 

35 

26 ! 

32 ! 

39 

47 

5 

j 20 

55 

24 

30 

37 

45 

4 

1 16 

77 

20 

26 

32 

41 

5 

1 13 

86 

15 

20 

25 

34 

t» 

11 

55 

9.5 

14 

18 

26 

7 

8 

19 

3.5 

7.0 

11 

18 


Shading of Glass Areas — Design Tables 

The effects and possibilities of shading slxmld be carefully investigated 
whenever the heat gain from glass is a large portion of the cooling load. 

Vertical glass which is not mounted in the plane of the building surface 
is partially shaded by the setback. If a vertical window of height I and 
width w be set back from the plane of the building a distance s, the 
fraction of the total area of the window which receives direct solar radia- 
tion is: 

Gi = 1 — ri tan p — r2 tan y + ri r? tan ^ tan y (13) 

where 

fi «= 5/7, r% « s/w^ 3 « solar altitude, and y is the difference between the azimuth 
angles of the wall in question and of the horizontal projection of the sun’s rays. (7 is 
always equal to or less than 90 deg.) 
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Table 19. Values of the Azimuth-Difference Angle, y, Degrees, for 
Window-Reveal Shading Calculations (See Equation 12) 

Computed for solar declination of 18 deg — August 1 


N. Latitude 
Degrees 

Mean 

Sun Time 

Window Orientation 

NE 

E 

SE 

S 

SW 

w 

NW 

30 

6 a. m. 

61 

74 

29 

Shade 

Shade 

Shade 

Shade 


7 

54 

81 

36 




.... 

.... 


8 

47 

88 

43 



.... 



9 

39 

84 

51 

6 





10 

28 

73 

62 

17 





11 

7 

52 

83 

38 





12 N 

Shade 

0 

45 

90 

45 

0 



1 p. m. 


Shade 

Shade 

38 

83 

62 

7 


2 




17 

62 

73 

28 


3 




6 

51 

84 

39 


4 




Shade 

43 

88 

47 


5 


i 



36 

81 

54 


0 


1 



29 

74 

61 

40 

0 a. m. 

50 

76 

31 

Shade 

Shade 

Shade 

Shade 


7 

50 

85 

40 






S 

40 

85 

50 

5 





9 

27 

74 

61 

16 





10 

14 

59 

76 

31 





11 

Shade 

35 

80 

55 




12 N 


0 

45 

90 

45 

0 



1 p. m. 


Shade 

10 

55 

80 

35 



2 



Shade | 

! 31 

76 

59 

14 


3 



i 

16 

61 

74 i 

27 


4 



i 

5 

50 

85 ! 

40 


5 




Shade 

40 

85 1 

50 


6 



1' ! 


31 

76 I 

59 

60 

C a. m. 

57 

78 

33 1 

Shade 

Shade 

Shade | 

Shade 


7 

45 

90 

45 i 

0 

1 




8 

33 

78 

67 1 

12 


i 


i 9 

20 

65 

70 1 

25 


.... 

.... 


10 

3 

48 

87 1 

42 





11 

Shade 

26 

71 

65 1 

19 i 



i 

12 N 


0 

45 i 

90 

45 

*0 i 


1 

1 p. rn. I 


Shade 

19 { 

65 I 

71 ; 

26 1 


i 

2 



Shade i 

42 1 

87 

48 I 

*3 

1 

3 




25 1 

70 ' 

65 

20 

j 

4 




12 1 

57 i 

78 

33 

1 

5 




0 1 

45 

90 

45 


6 




Shade j 

33 

78 1 

57 


Solar altitudes are given in Table 15 for various latitudes and an 
August 1 design day. Values of the angle y are given in Table 19 for the 
August 1 design day. Special cases not covered by the tabulated data 
may be solved analytically^*; however, the design conditions chosen will 
yield a satisfactory approximation if used without correction for estimates 
at any time during the summer period. 

Example 6. Estimate the instantaneous rate of sky and solar radiation heat gain 
from a west window 3 ft wide by 5 ft high with a setback of 6 in. for August 1 and a north 
latitude of 40 deg at 3 p. m. (sun time). 

From Table 15, the instantaneous rate of sky and solar radiation heat gain per ^uare 
foot of sunlit glass is 172 Btu per hour. From the same table, the solar altitude is 45.6 
deg. From Table 19, the angle y is 16 deg, from Equation 13, the fraction of the total 
window area that is receiving direct solar radiation is; 

Cf = 1 — 0.1 tan 45.5 — 0.167 tan 16 -h 0.0167 tan 45.5 tan 16. 

= 1 - 0.102 - 0.048 -h 0.005 « 0.855. 

Although the sky radiation is not reduced in proportion to the shaded 
portion, since the sky radiation is small this fi^ct may be neglected, and 
hence instantaneous sky-and solar-radiation heat gain for this window is: 

g « 3 X 5 X 0.855(172) « 2206 Btu per hour. 
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Table 20. Effect of Shading Upon Total (Radiation, Conduction and 
Convection) Rates of Instantaneous Heat Gain Through 
Single Thickness of Common Window Glass^ 


Type of Shading 

! Finish ! 

1 1 
1 

Fraction of Gain 
Through Unshaded 
Window 

Outside Shading Screen: metal slats 0.050 in. 
wide, spaced 0.063 in. apart and set at 17 
deg angle with horizontal. 

r 

Dark 

0.20-0.35 



Canvas Awning 

Dark 

0.25-0.35 

Outside Venetian Blind: slats at 45 deg, ex- 

1 


tended as an awning without sides to cover 

Light 1 

1 0.35-0.50 

approximately two-thirds of window. 


Inside Roller Shade: fully drawn. 

Aluminum ! 

Approx. 0.45 

Outside Venetian Blind: slats at 45 deg, fully 

Aluminum | 

Approx. 0.3 

covering window. 


Inside Venetian Blind: slats at 45 deg, fully 

Aluminum 

0.65-0.80 

covering window. 

1 

1 


Inside Roller Shade: half drawn. 

Buff 1 

Approx. 0.7 

Inside Roller Shade: half drawn. 

1 Dark 

j 

1 0.90-0.95 


•These factors are not accurate for heat absorbing glass or glass blocks. 


A window such as the one in Example 6 above would customarily be 
provided with an additional shading means for use particularly when 
directly sunlit. Conventional shading devices include awnings^ shadeSy 
and screens of various types. 

In Table 20 are given the ratios of the instantaneous rates of heat gain 
from windows shaded by different indoor and outdoor shading fixtures 
to the rate of heat gain from unshaded glass according to tests at the 
A.S.H.V.E. Research Laboratory. There are a number of variables 
affecting these ratios such as color, fit, solar altitude, and angle of incidence 
of the solar radiation. These values, therefore, must be considered as 
approximate, only, and will have to be used with considerable judgment. 
An inside shade is effective to the extent of its reflectivity, since the 
portion of the solar radiation directly transmitted by the glass that is 
absorbed by the shade is transferred by convection to the room air and by 
radiation to the solid surfaces of the room. 

Instantaneous Heat Gains vs. Instantaneous Cooling Loads 

The difference between instantaneous heat gain and instantaneous 
cooling load has been mentioned previously; its practical importance is 
sufficient to warrant further consideration. 

Fig. 6 offers a simplified schematic illustration showing how the radia- 
tive part of the instantaneous heat gain is first absorbed by solid objects 
and is not encountered by the conditioning equipment as a cooling load 



Fig, 6. Origin of the Difference Between the Magnitudes of the 
Instantaneous Heat Gain and Instantaneous Cooling Load 

The radiation abiorbed by the interior fumishinge and structure reaches the conditioning equipment 
after a considerable delay in time. 
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' until some later time when it finally appears in the air-stream entering 
the equipment. While it is true that some lag also is inherent in convec- 
tive heat transfer and the time required to change the air in the con- 
ditioned space, this is usually of the order of a few minutes to perhaps 
half an hour. Heat storage in the interior furnishings and structure 
increases according to the proportion of the instantaneous heat gain 
which is in the form of radiation, and also as the thermal capacitance 
of the objects and materials involved is increased. 

(Constituents of the total instantaneous heat gain which have appreci- 
able radiation components include those due to: glass areas, exposed 
w^alls and roofs, lighting, appliances, and people. 

No comprehensive data arc presently available for use in design load 
estimates to evaluate the interior load-lag effect. Hence, practical 
judgment and experience offer the only basis of procedure. Until the 
needed data become available, it is recommended that the non-continuous 
load be averaged over tw^o or three hours previous to the time of maximum 
load, w^hen determining the total instantaneous cooling load w'here a 
large portion of the heat gain is radiant. This suggestion applies only to 
conditions near the time of maximum heat gain, as the heat stored wdthin 
the structure w^ould necessarily appear in the cooling load eventuall>% but 
if it appears at a time when the gain from outside is relatively low the 
equipment will be able to maintain satisfactory conditions within the 
range of maximum capacity. 

LOAD FROM INTERIOR PARTITIONS, CEILINGS, AND FLOORS 

Whenever a conditioned space is adjacent to another space in which a 
different temperature prevails, the transfer of heat through the separating 
structural section must be considered. Calculations are made according 
to the relation 

q = U{Ai (lx — li) Btu per hour. (14) 

where Ui == Coefficient of over-all heat transfer between the adjacent and the con- 
ditioned space, Btu per (hour) (square foot) (Fahrenheit degree). 

-4i = Area of separating section concerned, square feet. 
tx — Air temperature in adjacent space, Fahrenheit degrees. 
ti = Air temperature in conditioned space, Fahrenheit degrees. 

Magnitudes of Ui may be obtained from Chapter 6. The temperature 
tx may have any value over a considerable range, according to conditions 
in the adjacent space. Where nothing is knowui except that the adjacent 
space is of conventional construction and contains no heat sources, it 
is recommended that the difference (tx — k) be taken as the difference 
between the outdoor-air and conditioned -space design dry-bulb tem- 
f)eraturcs minus 5 Fahrenheit degrees. In some cases it may be that the 
air temperature in the adjacent space will correspond closely to the out- 
door air temperature at all times. Under these latter conditions, the heat 
gain through the partition will be periodic in nature and the value of 
(/p ~ t'd for Equation 9 should be used as for a shaded wall. 

For floors directly in contact with the ground, or over an underground 
basement that is neither ventilated nor warmed, the heat transfer may be 
neglected for cooling-load estimates. 

LOAD FROM OUTSIDE AIR - VENTILATION AND INFILTRATION 

Ventilation, Data for determining the necessary ventilation rate have 
been presented previously in this chapter. Total requirements should 
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Fable 21. Infiltration Through 72-Inch Revolving Door 
AND 36-Inch Swinging Door®*^'C 

{Cubic Feet per Person per Passage) 


IrifrecjiKMit 

Avitukc 


IJSAtiK 


F REKLY- Kkvolving Dook 

Door Equipped 

With Brake 

75 

00 

(iC) 

■A) 

40 

40 


I 


.'Ui-Iiuh SwiriiiiiiK I>c>or ... .. . ...100 


»'I hese liguien are based on the ashuniplion that there is no wind pressure and that swinging doors are 
in use in one wall onlv. Any swinging doors in other walls should be kept closed to insure air conditioning 
m accordance W'ith these recommended standards. 

*>For summer cooling, use Table 2 to calculate the requirements for both ventilation and infiltration, 
and use the larger (juantiiv. The quantity ot air should be not less than tliai reciuired by local ordinance, 
nor less than that drawn from the space by any exhaust fans which may be used, hor normal ('eiling heights, 
the (luaniity of c^uiside air supplied should be not less than one ait change per hour. 

‘h'rom .\i»plitation Kngineering Standards for Air Conditioning for Comfort. Air C'ondtlionin^ 
Refri^rratin^ \Iaihint'ry A^ux mtiou, Inc., Washington, 1). C. Used by permission. 


be checked against the volume of the conditioned space, and in no case 
should the ventilation air rate be less than one air change per hour. 

Infiltration. The principles of infiltration calculations have been 
discussed in Chapter 8, with emphasis on the heating season. For the 
cooling season, infiltration calculations are limited to doors and windows. 

To compute cooling-load infiltration for windows, use the data of 
Table 2, Chapter 8, for a wind velocity of 10 mph. Note that for double- 
hung windows the length of crack is three times the width plus twice the 
height; while for metal-sash windows the crack length is the total peri- 
meter of the movable or ventilating sections. In calculating window 
infiltration for an entire structure, it is not necessary to consider the total 
crack length on all sides of the building, for the wind would not act 
simultaneously on all sides at once. In no case, however, should less than 
half of the total crack length be figured. Consideration of the prevailing 
wind direction will aid judgment in this question. 

Cooling-load infiltration for doors may be obtained from Table 21, 
shown above For conditions other than those covered, the notes 
appended to Tabic 21 will provide a basis for estimates. The tabulated 
data may also be used as the basis of estimates for interior doors between 
an air-conditioned and a non-air-conditioned space. 

Infiltration load must be included whenever the new air introduced 
through the system is not sufficient to maintain excess pressure within 
the enclosure to overcome the infiltration. Whenever economically 
feasible it is desirable to introduce sufficient outdoor air through the air- 
conditioning equipment to maintain a constant outward escape of air 
and thus eliminate the infiltration portion of the lojtd. The pressure 
maintained must, of course, be sufficient to overcome wind pressure 
through cracks and door openings. When this condition prevails it is not 
necessary to include any infiltration load. 

Total Outside Air Load, To determine the design cooling load caused 
by the introduction of outside air, the maximum rate of outside-air entry 
is first established. In some applications the use of special exhausters 
from the conditioned space may add to the outdoor-air requirements in 
determining the maximum rate. Once this design quantity is established, 
and with the design indoor and outdoor air states known, the cooling load 
may be computed. There are several methods in use, the more accurate 
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of these require rather detailed calculations. Refer to Chapter 3, Page 59, 
under section on Cooling Load and Chapter 43 in section on Apparatus 
Dew Point. The following equations are considered to be sufficiently 
accurate for use at usual design conditions as their accuracy is within 
1 per cent. 

Sensible Load g, = X 60 X 0.244 X 0.075 ( 1 - (to - 6) 

= C? X 1.08 (to — /i), Btu per hour 

Latent Load 0 X 60 X 0.075 X 1076 (Wo — Wi) 

= Q X 4840 (W^o — T^i), Btu per hour (16) 

Total Load qi - Qs + Qe (17) 

where Q = Rate of entry of outside air, cubic feet per minute. 
to = Outdoor dry-bulb temperature, Fahrenheit degrees. 

/i = Indoor dry-bulb temperature, Fahrenheit degrees. 

Wo = Outdoor humidity ratio, pounds moisture per pound of dry air. 

Wi ~ Indoor humidity ratio, pounds moisture per pound of dry air. 

0.075 == Standard air density, pounds per cubic foot. 

0.244 = A constant approximating the specific heat of dry air corrected for moisture 
Btu per (pound) (Fahrenheit degree). 

1076 = A factor approximating the average Btu released in condensing one pound 
of water vapor from air. 

Standard air weight (0.075 lb per cu ft) is recommended for use in all 
calculations as this is the basis for rating fans and its consistent use keeps 
all parts of the calculations in conformity. 

Actually the outdoor air used for ventilation would pass through the 
conditioning equipment and be cooled and dehumidified to a lower tem- 
perature and humidity ratio than room conditions before entering the 
room; but for heat-balance purposes the cooling load chargeable to the 
outdoor air is that corresponding to the difference between the outdoor 
and indoor air conditions. 

Example 10, For outdoor design conditions of 95 F dry-bulb and 75 F wet-bulb and 
indoor design conditions of 80 F dry-bulb and 67 F wet-bulb and for the supply of outdoor 
air at the rate of 1000 cfm and the exhaust of room air at the corresponding rate, calcu- 
late the total, sensible and latent heat gains substituting in Equation 15: 

qn = 1000 X 1.08 (95 - 80) = 16,200 Btu per hr. 

From psychrometric data Wo = 0.01413, Wi = 0.01122. 

Substituting in Equations 15 and 16: 

ffe = 1000 X 4840 (0.01413 - 0.01122) » 14,100 Btu per hr. 

5t = ^8 4“ ?e — 30,300 Btu. 


HEAT SOURCES WITHIN THE CONOmONED SPACE 

People. The rates at which heat and moisture are given off by human 
beings under different states of activity are given in Chapter 12. In 
many applications these sensible and latent heat gains become a large 
fraction of the total load. Appreciable variations in heat-emission rates 
must be recognized according to the age and sex of the individual, state 
of activity, environmental influences, and duration of occupancy (since 
for short occupancy the extra heat and moisture brought in by people 
may be a significant factor). 
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Table 22. Rates of Heat Gain from Occupants of Conditioned Spaces^ 


Degree of Activity 

Typical 

Application 

Total 

Heat 

Adults, 

Male 

Btu/Hr 

Total 

Heat 

Adjusted'* 

Btu/Hr 

Sensible 

Heat 

Btu/Hr 

Latent 

Heat 

Btu/Hr 

Seated at Rest 

Theater- Matinee 

390 

330 

180 

150 

Seated, Very Light Work.„ 

Theater-Evening.. 
Offices, Hotels, 

300 

350 

195 

155 

Moderately Active Office Work 

Apartmenta 

Offices, Hotels, 

460 

400 

105 

205 

Standing, Light Work; or 
Walking Slowly 

Apartments 

Department Store, 
Retail Store 

475 

450 

200 

1 

250 

Walking; Seated;.- 

Dime Store.. 

Drug Store 

550 

450 

200 

250 

Standing; Walking Slowl> 

Bank 

550 

1 500 

200 

300 

Sedentary Work. 

Restaurant*. 

490 

650 

220 

330 

Light Bench Wort... . 

, P^actory 

800 

750 

220 

630 

Moderate Dancing.. 

Walking 3 mph; 

' Dance Hall.. 

900 

; 850 

245 

605 

Moderately Heavy Work 
Bowling** 

j Factory 

1 Bowling Alle> 

! 1000 

1000 

i 300 

I 700 

Heavy Work... 

Factory 

1500 

i 1450 

1 465 

1 985 

J 


^Noie: Tabulated values are based on 80 F room dry-bulb temperature. For 78 F room dry-bulb, 
the total heat remains the same, but the sensible heat values should be increased by approximately 10 per 
cent and the latent heat values decreased accordingly. 

^Adjusted total heat gain is based on normal percentage of men, women, and children for the application 
listed, with the postulate that the gain from an adult female is 85 per cent of that for an adult male and 
that the gain from a child is 75 per cent of that for an adult male. 

“Adjusted total heat value for sedentary work, restaurant, includes 60 Btu per hour for food per individual 
(iiO litu sensible and 30 Btu latent). 

•^For bowling figure one person per alley actually bowling and all others as sitting (400 Btu per hour) 
or standing (550 Htu per hour). 


The use factor is the ratio of the wattage in use, for the conditions under which the load 
estimate is being made, to the total installed wattage. For commercial applications 
such as stores, the use factor would be unity. 

While Chapter 12 should be referred to for detailed information, 
Table 22 in this chapter summarizes the most useful data representing 
conditions commonly encountered. 

Lighting, In general, the instantaneous rate of heat gain from electric 
lighting may calculated from the following relation; 

(total light ^ ( use ^ (special allow- 
?el “I wattage ^ jfactor ^ jance factor X3.41, Btu per hour. (18) 

The total light wattage is obtained from the ratings of all fixtures in- 
stalled, both for general illumination and for display use. 

The special allowance factor is introduced to care for fluorescent fixtures 
and for fixtures which are either ventilated or installed so that only part 
of their heat goes to the conditioned space. For fluorescent fixtures, the 
special allowance factor is recommended to be taken as 1.20 in order to 
allow for power consumed in the ballast. For ventilated fixtures, recessed 
fixtures, and the like, manufacturer's or other data must be sought to 
establish the fraction of the total wattage which may be expected to enter 
the conditioned space. 

Power, When equipment of any sort is operated within the con- 
ditioned space by electric motors, the heat equivalent of this operation 
must be considered in the cooling load. The general equation for calcu- 
lating this load is: 

X (f^) X <“> 





•For restaurant appliances, miscellaneous electrical and miscellaneous gas hiirning appliances. 

HVhen these appliances are hooded and provided with adeciuate exhaust, use r»0 per cent of rectumnended rate of heat cain from lurhondod appliances. 




•For restaurant appliances, miscellaneous electrical and miscellaneous gas burning appliances. 

^WBen these appliances are hooded and provided with adequate exhaust, use 50 per cent of recommended rate of heat gain from unhooded appliances. 
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It is assumed that both the motor and the driven equipment are within 
the conditioned space. If the motor is without the space, then do not 
divide by the motor efficiency in Equation 19. The lo^ factor is merely 
the fraction of the rated load which is being delivered under the conditions 
of the cooling-load estimate. Motor efficiencies may be approximated as 
follows: about 50 to 60 per cent at 3^ hp rating, increasing to 80 per cent 
at 1 hp, and to 88 per cent at 10 hp and above. 

Appliances, Care must be taken in a cooling-load estimate to properly 
account for the heat gain from all appliances, electrical, gas, or steam. 
Table 23 presents recommended data Note that the maintaining rate 
in Table 23 is the heat input required to maintain the appliance at the 
normal operating temperature even though it is not being used; i.e., no 
coffee is being made, no toast is being made, no food is being cooked 
in the fry kettle, etc. The maintaining rate is useful in setting up a lower 
limit to the heat gain to a room from the appliance when in operation. 

Experienced judgment must be used in the application of data given 
in Table 23. Consideration must be given to the heat contributed by 
appliances which are in use at the time of peak load. The quantity of 
heat will depend upon whether products of combustion are vented to a 
flue, whether they escape into the space to be conditioned, or whether 
appliances are hooded allowing part of the heat to escape through a stack. 
There are no generally accepted data available on the effects of venting 
and shielding heating appliances but it is believed that, when they are 
properly hooded with a positive fan exhaust system through the hood, 
50 per cent of the heat will be carried away and 50 per cent dissipated in 
the space to be conditioned. The same effectiveness of the hood should 
be figured for both latent and sensible heat. 

LOAD FROM MOISTURE TRANSFERRING THROUGH 
PERMEABLE BUILDING MATERIALS 

The diffusion of moisture through all common building materials is a 
natural phenomenon which is always present to a greater or lesser degree. 
The rate of moisture transfer through unit area of a material may be 
expressed as proportional to the vapor pressure difference between the 
adjacent air on the two sides of the material, and proportional to an over- 
all moisture transfer coefficient called the permeability of the material. 
Permeability is a characteristic of the material and of the surface transfer 
conditions prevailing for moisture transfer; its magnitude is expressed as 
(grains of moisture) per (square foot) (hour) (inch of mercury vapor 
pressure difference). Permeability values are given in Table 24. 

In the usual comfort air-conditioning application, it is common practice 
to neglect moisture transfer through walls, for the actual rate is quite 
small and the corresponding latent-heat load is hardly significant. So- 
called vapor barriers are frequently employed in modern construction for 
the purpose of keeping moisture transfer to a minimum, particularly 
because of the deteriorating and insulation-destroying effects of moisture. 

Industrial jobs, on the other hand, frequently call for a quiet low 
moisture content to be maintained in a conditioned space. Here the 
matter of moisture transfer cannot be neglected; indeed, it is quite 
possible to have the latent-heat load accompanying this transfer be of 
greater magnitude than any other latent-heat load. The equation for 
computing this load is: 

(fe) „ (PermeabUity) X (Diff^n^'X'^Hg) ^ 
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The factor 1076 is defined in list of symbols at liquation 17. (SensibU* 
cooling of the water vapor is included in the factor 1076). 

The only mdans of preventing moisture transfer is 1<^ use a vai)()r proof 
wall or to apply a special lining, which is vapor proof. All openings in 
moisture proof construction must be cquippc'd with special gaskets to 
prevent entrance of moisture. 

When moisture transfer contributes an appreciable part of the latent- 
heat load, it is recommended that estimates should be made intentionally 
liberal in order to avoid later dilficulties with insufficient dehumidif>’ing 
capacity. Storeige spaces, for example, would require sufficient dehumi- 
difying capacity to handle the moisture brought in with goods to b(‘ stor(‘d 
in addition to moisture leaking in subsequentl\'. 

MISCELLANEOUS HEAT LOADS 

This designation is intended to cover the various small heat gains from 
exposed piping, ducts, work done by circulating fan, and unforeseen con- 
tingencies. Where sufficient data are available these various heat gains 
may be estimated individually. In the majority of cases, Inwever, 
common practice is to lump these factors together and combine them with 
a safety factor according to the experience and judgment of the estimator. 
On this basis, a small safety factor is added to the calculated cooling load 
to compensate for miscellaneous effects. No rules can be given for this 
procedure as experience in air conditioning is indispensable for application 
of suitable safety factors. 

REQUIRED AIR QUANTITY THROUGH 
CONDITIONING EQUIPMENT 

The procedure for determining the required air quantity is based upon 
the thermodynamic principles of Chapter 3 and the use of the Mollier 
diagram supplied with The Guide, or a psychrometric chart. Readers 
are advised to review these principles, paying particular attention to the 
illustrative examples of cooling load calculations, and to refer to the 
section on Apparatus Dew Point in Chapter 43. 

Calculation of the cooling load for a conditioned space is equivalent to 
making a heat balance for the space, in which all heat, moisture, and out- 
door air are treated as directly entering the space; and then the desired 
conditions are maintained by considering a certain quantity of air to be 
withdrawn from the space, passed through the conditioning equifiment, 
and returned to the space with such a temi>erature and humidity ratio 
that its net effect will be to counterbalance or remove the given entering 
amounts of heat and water vapor. This quantity of indoor air which is 
considered to be circulated in this manner is called the required air quantity 
and its determination is normally part of every cooling-load estimate. 
The procedure is as follows: 

1. Determine the total sensible and latent heat loads in Btu per hour for the space. 

2. Compute the quantity called the specific enthalpy of the water removed, gxv, from 
the relation 

/Space sensible !oad\ . . ... 

latent loa d-) (21) 

Note that the ratio (Space latent load) -J- 1076 is the equivalent of the required rate of 
water-vapor removal, in pounds per hour. If the rate of water-vapor removal is known, 
it may be used directly in Equation 21. 
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Table 24. Permeability of Various Materials to Water Vapor 


Grolp 

j 

Maikrial 


Plaster base and plaster, % in 

Fir sheathing, % in . 


Waterproof paperh 


Pine lap siding 

Paint film 


SuKar cane fiberboard, i” 

Brick iTiasonry, *1 in 


I b'oil-surtaccd reflective insulation, double-faced 

I Roll roohiiR- smooth, 40 to 05 lb per roll 108 sq ft 

Duplex or laminated papers, H0-.8t>-H0 

j L'luplex or laminated papers. .80-00-;.i0 

Duplex paper, coated with metallic oxides 

Insulation backup paper, treated 

j Plaster, wood lath 

{ Plaster, .8 coats of lead and oil 

!.*«• Plaster, 2 coats of aluminum paint. 

Plaster, liberboard or gypsum lath 

Plywood, in., 5-i)ly l.)ouKlas hr 

I IMywood, 2 coats of asphalt paint 

! Plywood, 2 coats oi aluminum paint 

i (ij’psum lath with metallic aluminum backing.... .. 

Insulating lath and sheathing, board type 

j Insulating sheal hing, surface-coated 

! Insulating cork blocks. 1 in. 

! Mineral wool, unprotected. 4 in 

i Sheathing paper, asphalt impregnated, glossy 


I 

i 


I 


.1 


Permeability 
Grains per (Sq Ft) 
(Hr) (Inch Hg) 


14.7 

2M 

49.1 

4.9 

3.4 

12.5 

1.1 


0.08 to 0.13 
0.13 to 0.17 
1.37 to 2.58 
0 52-0.80 
0.52-1.29 
0.86-3.42 
11.00 

.3.68 to 3.81 
1.15 

19.73 to 20.57 
2.67 to 2.74 
0.43 
1 .29 

0.09-0.30 
25.68 to 34.27 
3.03 to 4.36 
6.10 
20.07 
().17-2.0.‘i 


•('airulating N’apoi ami Hea*. 'It.iu-Li Ihiough Wail-, liy L. Ci. Miller dlentin^i nnif Vcntilniing, 35, 
N'o 11, , ■)(■>, No\embcr. l03Si. 

Height weigiit slatoi^ lelt u-^ed to keep t.nn troM dntting through. Not used as .i vapor barrier. 

•■llow to Overe^iine Gondeusat 'on m Ibmdiiig alb ami .\tlif's. b\' L. \'. Teesdale {Heatius. and Ven(i- 
li.ii/r:. \'oI. .;6. .\o, I. .\pni, 1939). 


3. Locate the state point oi ilie room air (design wel-bulb and dry»bulb temperatures) 
on the Mollier diagram. PTom this state point draw a line intersecting the saturation 
line, using the slope establishi'd by the protractor on the Mollier diagram for the par- 
ticular value of Qw prevailing. This line is the condition line for the process. 

4. Read the temperature where the condition line from step 3 intersects the saturation 
line, d'his is called the apparatus dewpoint. 

o. Compute the rojuired air quantity from the relation 

. _ (Space s ensible l o ad) . 

L\ dry-bulb / \ dewpoint / J \emciency/ 


riic magnitude of ()ra ii^ substantially the quantity, cfm, of cooled and dehumidilied air 
for which the distribution sy stem must be designed. 

I hc numerical factor LOS is derived from the product 1 cfm X 60 min. X 0.244 X 

( 0 00923 \ 

1 — ”^0^2 — ) ~ assuming an average supply air dewpoint of 55 F. 

Since standard air density (0.075) includes the weight of the water vapor it is desirable 
to reduce it to the basis of dry air by the last factor where 0.00923 = humidity ratio of 
air at 55 F dewpoint, and 0.62 =• ratio of density of water vapor to dry air at same 
rcmperalurc and pressure. Refer to Chapter 25 for coil selection. 

Note that the product [(Space dry-bulb) — (Apparatus dewpoint)] X (Coil efficiency) 
is equal to the dry-bulb range through wffiich the conditioned air is cooled. Hence, in 
rare instances when the condition line of the process may not intersect the saturation 
line, any other convenient riderence temperature on the condition line may be used 
instead, provided that the coil efficiency is specified accordingly on the proper basis. 


EXAMPLE— COOLING LOAD CALCULATION 

An uffectiv^e means of summarizing the calculation procedure will be 
the use of an illustrative example. While condensed calculation forms 
are commonly employed for work of this nature, an outline will be used 
here in order to facilitate explanatory comments. 
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Example 11, A one-story office building Fig. 7 is located in an eastern state near 
40 deg latitude. The adjoining buildings on the north and west are not conditioned and 
the air temperature within them is known to be substantially equal to the outdoor air 
temperature at ady time of the day. 

South wall construction: 8 in, concrete block, 4 in. brick veneer, ]/2 in. plaster on 
walls. (Table 8, Chapter 6, No. 92B, U = 0.41.) 

East wall and outside north wall construction: 8 in. concrete block, in. plaster on 
walls. (Table 7, Chapter 6, No. 82B, U - 0.52.) 

West wall and adjoining north party wall construction: 13 in. solid brick, no plaster: 

-ry- = , p-. + I- + , or, U = 0.263. Use U = 0.26. 

u 1.00 o 1.65 

Roof construction: in. flat roof deck of 2 in. gypsum liber concrete on g>’psum 

board surfaced with built-up roofing. (Table 14, Chapter 6, No. 6A, U ~ 0.38.) " 

Floor construction; 4 in. concrete on ground. 

Window: 3 ft x 5 ft, non-opening type, with V'enetian blinds for those on south wall. 
Approximately 4 in. reveal on all windows. 

Front doors: Two 2 ft-6 in. x 7 ft (glass panels). 

Side doors: Two 2 ft-6 in. x 7 ft (H glass |>anels). 

Rear doors: Two 2 ft-6 in. x 7 ft (glass panels). 
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Fig. 7. Plan of One-Story Office Building 


Outside design conditions: Sol-air temperature cycle correspK^nding to New York 
City, Table 10, this chapter; maximum dr>'-bulb 95 F, wet-bulb 78 F; Wo « 0.0169 lbs 
vapor per lb dry air; ho = 41.38 Btu per lb dry air. 

Indoor design conditions: Dry-bulb 80 F, wet-bulb 65 F ; Wi ~ 0.0098 lbs vapor per 
lb dry air; hi = 29.95 Btu per lb dry air. 

Occupancy: 85 office workers. 

Lights: 12,000 watts fluorescent, 4,000 watts tungsten. 

Fan motor: 7H bp. 

Conditioning equipment to be located in adjoining structure to north. 

Required: Total, sensible, and latent maximum cooling loads and required air 
quantity through conditioning equipment. 

Solution. From Table 4 the recommended ventilation rate is 15 cfni per person. 

Total necessary ** 85 X 15 *« 1275 cfm or 76,500 cu ft per hr. 

Check; Room volume is 40,000 cu ft « 1.91 air changes per hr. 
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Estimated Time of Maximum Cooling Load. 

For this job, judgment indicates that the greatest single contribution to the cooling 
load will be fronri the roof. Hence, the time of the maximum cooling foad^ will be the 
time of the maximum heat gain through 'the "roof. In some cases, there would be no 
clear-cut evidence of this nature and consequently it would be necessary to estimate the 
load for several successive times and then to select the maximum. 

From Table 12, estimate the roof time lag as 2 hours. From Table 13, take the time 
of the maximum rate of heat entry as 1:00 p. m. The estimated time of maximum 
interior heat gain follows as 3:00 p. ni. (This maybe slightly different than 3:00 p. m. 
civil time.) 

Heat Gain Through Outer Wall and Roof Areas. 

The first step is to determine values of tp using Tables 10 and 12 and Fig. 4 as follows: 

tm (24 hr average) is read directly from Table 10. 

The time lag is approximated from Table 12 for exterior walls. 

South wall: h2stimate 4 in. common brick as 2.3 hr, 8 in. concrete block and in. 
plaster (equivalent to G in. of solid concrete) as 3.8 hr, plus 1 hr for heavy construction = 
approximately 7 hrs. 

East wall and exposed North wall: Estimate 8 in. concrete block and 3^ in. plaster 
as 3.8, plus 1 hr = approximately 5 hrs. 

The time of maximum rate of heat entry is entered in the next column as the time 
earlier than 3:00 p. m. by the amount of the time lag. is read from Table 10. Factor 
X is read from Fig. 4, and /p is ailculated from Equation 10. 


7'he tabulation of the values obtained is given in the following table. 


Section 

im ^ 

Time 

Lac 

Time 

OF Max. 
Heat 


Factor 

X 



I- 

Hr 

Entry 



F 

Roof (light const.) 

106.4 

2 

1 p. m.! 1 

1 154 

0.91 

150 

South wall 

90.7 

; 7 

8 a. m.i 

86 

i 0.30 

1 89 

East wall 

92.3 

1 5 

10 a. m.j 

i 114 

I 0.35 

i 100 

Exposed north wall 

88.5 

: 5 i 

10 a. m.! 

t 

92 

i 

I 0.50 

1 

j 90 


•For (lf//o) - 0,25. i 


Next, for an indoor temperature /i = 80 F, the rates of heat gain may be calculated 
and tabulated. 


Section 

Net Area 

1 SqFt 

V 

Btu/(I1r) 

(SqFtXFDec) 

Op - ti) 

F Deg 

Btu Per Hr 

Roof 

. . 1 4000 

0.38 

70 

106,400 

South wall 

405» 

0.41 

9 

1,490 

East wall 

1 765^ 

0.52 

20 

7,950 

Exposed north wall 

t 170a 

0.52 

10 

880 


1 I 

! 1 


Total 

116,720 


•Calculated from gross wall area less windows and doors. 


Determine Heat Gain Through Party Wall and Inside Door Areas, 

For the door, estimate U 0.59, from Chapter 6, Table 9, No. 5A. Space tempera- 
ture at SKX) p. m. is, from Table 10, 94 deg F. Neglect the time lag for the door and 
take (fp — ft; »• 94 — 80 “ 14 F deg. 

The party wall will be treated as if it were an outside wall in the shade, which cor- 
responds to (b/fo) * 0 in Table 10. From Table 12, time lag «• 9.5 hr, X « 0.23. 

Tp - 84,8 + 0.23 (76 - 84,8) - 82.8 F. 
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Section 

Net Are.\ 

Sq Ft 

U 

Btu/(Hr) ; 
(SqFt) (FDe(;)| 

(^p — t'x) 

F Deg 

a 

Biu Per Hr 

Party wall 

1065^ 

0.26 

2.8 

775 

Door 

35 

0.59 

14 

290 



i 

'I otal 

1 

1065 

1 


**Calculated from gross waU area Jess df>or area. 


Heat Gain Through Glass Areas. 

In computing the locid for 3:00 p. m., only the south windows and doors will be exposed 
to direct sunlight. Table 15 and Equation 12 will give the total heat gain from the 
glass areas. The window reveals will slightly shade the south windows; the fraction of 
window area receiving direct radiation is obtained from Equation 13 by substituting 
v^alues as follows: 

n = s/1 = 4/60; r, - 1/36; - 15.5 deg, tan -i = 1.02. 

Y = 16 deg, tan Y = 0.287. 

^’f = 1 X 1.02 - y 0.287 I- t X X 1.02 X 0.287 = 0.902. 

nO 3(> 60 36 

The south doors will be considered entirely sunlit. The outdoor air tcmtx;rature is 
94 F at 3:00 p. m. From Table 20 the inside Venetian blind factor is taken as 0.75. 
Referring to Table 15 the instantaneous heat gain due to solar and sky radiation for 
40 deg n. latitude for south exposure at 3:00 p.m. is read as 42 Btu per s(| ft. These 
figures are tabulated below. 60 X 0.902 X .75 X 42 = 1705 Btu pcT hr. I'he normal 
transmission 60 X 1.04 (94 — 80) = 874. The sum of these heat gains is totaled in last 
column. The remaining doors and windows are calculated in a similar manner. 


L0< MIOK 

i 

1 

I .\kka 

1 .^’<3 Ft 

j 

i Fk.AI'TION 
.^IVLIT 

j 

I N8IDE 

j Vknetiax 
j Blind 
-Shadinc; , 
1 Factor 

Soi A R 
Heat 
Gain 

Bti’/Sq Ft 1 

pAOIATin.N 

Heat 

(UlN» 

Brr Hr 

! V 

J Nor.mal 
' Heat 

I Thansker 

1 

i Bti'/ITr 

Total 

Heat 

Gain 

BTr/liR 

South windows 

.; 60 

0.902 

0.75 ' 

' 42. i 

1705. 

874. 

2579. 

South doors 

35 

1.00 1 

i 

42. 1 

1470. 1 

510. 

1980. 

East*^ 

j 18 

1 

1 

15. 1 

27. 



doors 

j 35 1 

i 


I 

270. 1 

510. 

780. 

North windows 

1 30 

j 

1 j 


”l5. 

450. 1 

437. 

887. 



i 

: I 

i 

1 


'Potal 

6226. 

j 


•See Equation 12 and the note under caption of Table 15. 

^Doors are 14 glass. Calculate sky radiation for glass portion and normal transmission for entire door 
assuming U — 1.04 for wood portion as well as glass 


In some jobs it would be proper to increase (or decrease) the instantaneous radiation 
heat gain by a load-lag factor. I’he reason for not doing so in this case is that the solar 
gain is of a low magnitude and reference to the tabic indicates that 0.8 of the previous 
hour would not affect the results materially. 

Heat Gain From Ventilation and Infiltration, 

Since the necessary ventilation rate of 1275 cfm is greater than one air change per 
hour, it will be satisfactory for determining the ventilation component of the heat gain. 

Window infiltration will be taken as negligible since the windows do not open and the 
ventilation rate is almost 2 changes per hour which is sufficient to prevent norma! 
expected infiltration through closed windows with storm sash. 

Door infiltration requires some judgment. Assume that for each person passing 
through the double doors, the infiltration will be 100 cu ft of outdoor air, see Table 21. 
Assume that the outside doors will be used at the rate of 10 persons per hour, and the 
inside doors at the rate of 30 persons per hour. Total infiltration will then be 40 X 100 
«4000 cfh or 67 efra. 

The design rate of entry of outside air is then 

Q * 1276 -f 67 - 1342 cfm. 
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1 he sdisible, latent and total loads are determined from Equations 15, 16 and 17, 
r(‘spectively at 3:00 p. n). ('PabU' 10) to = 94, t\ = 80, Wq = 0.0169, lEi = 0.0098. 

^/s - 1342 X 1.08 (94 ~ 80) - 21,700 Btuh. 

r/« - 1342 X 4840 (0.0169 - 0.0098) = 46,100 Htuh. 

(It - t/R + - 21,700 f 46,100 = 67,800 Btuh. 

Heat (kiin jroni Sources Within the Conditioned Space. 

For the occupants, use the data of 'Pablc 22 for moderately active office work. 
Sensible heat = 85 X 200 = 17,000 Btu per hr. 

Latent heat 85 X 250 == 21,250 Btu per hr. 

Total — 38,250 Btu per hr. , , 

I’ or the li^htiri^, use I^juation 18 with a use factor of unit> , and a special aI)ovvanc<* 
factor of 1.20 for the fluorescents and of unity for thi' tungsten globes. 

- (12,000 X 1.20 4- ‘1000) X 3.41 = 02.700 Btu per hr. 

I'or the* /aw motor, use Equation 19 with a load factor of unity and do not introduce 
tin* motor efficie ncy Ix^cause of the motor being ext(‘rnal to the space. 

- 7.5 X 2544 - 19,100 Btu per hr. 

^foislurc Cermeotion. Miscellaneous Allowance, and the Load-l^i^ Ultimate. 

Moisture p(‘rnieation will be negligible, since this is a comfort job with a good building 
construction. 

There would be some h(‘al gain in the ductwork, but this would not be great because 
of the short run involved. Practical judgment on this job would suggest that no adjust- 
ment for load lag ne(*d be made to the load as computed. While it is true that inside 
radiation forms an important part of the total heat gain, it is advisable to be con.servative 
in recognizing I he effect of the large, flat, hot roof on the comfort serisations of the occu- 
pants. Radiation from the relatively low ceiling, augmented by heat absorption from 
the ligditing fi.xture.‘^, would produce a sensation of warmth in excc.ss of the nominal 
effective temperature (see Chapter 12) established by the wet-bulb and dry-bulb tem- 
|)eratures. Hence, it is not desirable to take advantage of every small flecrease possible 
in the peak design load, espc‘cially .since the peak occurs in mid-afternoon when every- 
thing would be rather well wanru'd. 

Total Loads and Required Air Quantity Through Conditioning Equipinen't. 

The total loa<ls are surnnuirized below. 


Load Component 

Outer walls and roof 

[\arty wall and inside door 

Glass areas 

Ventilation and infiltration 

Occupants 
Lighting . 

Motor 

Totals.. 

Grand 4'otal 


i Sensibi.e. Btc 

1 Latent, Bti 

1 Per Hour 

i Per Holu 

] 16,720 

i 

1,065 

! 

6,226 


21,700 

! 46,100 

i 17,000 

! 21,250 

1 62,700 


1 19,100 

1 

i 244,511 

1 67,350 

j 

311,861 


Compute the specific enthalpy of the water removed from Equation 22. 


Qvf ~ 


244,500 

67,350 


X 1076 = 3900 Btu per lb. 


From the Mollier diagram, determine that the apparatus dewpoint is 47.9 F. (Refer 
to Chapters 3 and 43.) 

In computing the effective air quantity, assume a coil efficiency of 85 per cent. Then, 
^ 24 4,500 , 

” 1.08 (80 - 47.9) X 0.85 ” 

(Refer to Chapter 25 for coil selection and efficiency.) 
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LETTER SYMBOLS USED IN CHAPTER 15 

^ = solar altitude, degrees. 

y == difference between the azimuth angle of an outdoor wall and the azimuth 
angle of the horizontal projection of the sun's rays, degrees. 

£ = surface emissivity, the ratio of the heat emission by radiation from a surface 
to the radiation from a perfectly black surface, dimensionless. 

A == amplitude decrement factor, a variable depending on thickness, material, and 
orientation of the wall or roof dimensionless. 

0 = angle of incidence for sun's rays striking a surface, degrees. 

T = fraction of incident radiant energy transmitted through a glass section, 
dimensionless. 

A = area across which heat is being transferred, square feet. 

a = fraction of incident radiant energy absorbed within a glass section, dimension- 
less. 

b = fraction of incident radiant energy absorbed by a non-transparent surface, 
dimensionless. 

e = ratio of direct solar radiation to sky radiation falling on a horizontal surface, 
dimensionless. 

/q = unit convective conductance for outdoor surface — film coefficient of heat 
transfer of outdoor air, Btu per (square foot) (hour) (F'ahrenheit degree). 

Gf = fraction of total window area receiving direct solar radiation when shaded by 
w'indow rev'eal, dimen.sionless. 

hi = enthalpy of indoor air per pound of dry air, Btu per pound. 
ho = enthalpy of outdoor air per pound of dry air, Btu per pound. 

Id = direct solar radiation incident upon a surface at any angle of incidence, Btu 
per (square foot) (hour). 

In ~ direct solar radiation incident on a surface at normal incidence, Btu per (square 
foot) (hour). 

Is = sky radiation incident upon a surface, Btu per (square foot) (hour). 

It ~ Is ^ /d, Btu per (square foot) (hour). 

K = cosine of angle of incidence for direct solar radiation striking a surface, 
dimensionless. 

k = thermal conductivity of building material, Btu per (square foot) (hour) 
(Fahrenheit degree per foot). 

L = thickness of building material, feet. 

/ = height of window, feet. 

Pd = partial pressure of atmospheric w^ater vapor at earth's surface, inches of 
mercury'. 

Q = rate of entry of outdoor air, cubic feet per minute. 

Qra = required air quantity through conditioning equipment, cubic feet per minute. 
q = instantaneous rate of heat transfer, Btu per hour. 
qe = instantaneous latent heat load, Btu per hour. 

Qs = instantaneous sensible heat load, Btu per hour. 
qt - Qe A- qsf Btu per hour. 

=* specific enthalpy of water vapor removed (used on Mollier diagram) Btu 
per pound. 

r = fraction of incident radiation reflected from glass surface, dimensionless. 

T = absolute temperature, (F deg + 460). 

/e = sol-air temperature, Fahrenheit degrees. 

/e* — sol-air temperature at a time earlier than the time for which heat gain is being 
found by an amount that is equal to the time lag of the wall or roof, Fahrenheit 
degrees. 

ti » indoor air temperature, Fahrenheit degrees. 

Ih *■ temperature of outer surface of building, Fahrenheit degrees. 
tm * 24-hr cyclic average sol-air temperature, Fahrenheit degrees. 

fp « + (It* — net equivalent outdoor temperature for combined periodic 

and mean heat flow, Fahrenheit degrees. 
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U = over-all coefficient of heat transfer of a structural section, Btu per (square foot) 
(hour) (F'ahrenheit degree). 

Vo = volume of outdoor air per pound of dry air, cubic feet. 
w = width of window, feet. 

H'i = humidity ratio of indoor air, pounds moisture per pound of dry air. 

Wo == humidity ratio of outdoor air, pounds moisture per pound of dry air. 
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F uels may be classified according to their physical state as solid, 
liquid, or gaseous. The principal fuels used for domestic heating are 
coal, oil, and gas. However, coke, wood, kerosene, sawdust, briquettes, 
and other substances are used for heating in special applications or in 
localities where an adequate supply is available. Experiments are in 
progress in the use of a colloidal suspension of coal particles in fuel oil, 
but this fuel has not attained wide-spread usage as yet. The choice of 
fuel is usually based on dependability, cleanliness, availability, economy, 
operating requirements, and control. 

CLASSIFICATION OF COALS 

Coal has a complex composition that makes classification into clear-cut 
types difficult. Chemically it consists of carbon, hydrogen, oxygen, 
nitrogen, sulfur, and a mineral residue called ash. A chemical analysis 
provides some indication of the quality of a coal, but does not define its 
burning characteristics sufficiently. The coal user is interested princi- 
pally in the available heat per pound of coal, in the handling and storing 
properties, the amount of ash and dust produced and the burning charac- 
teristics. A description of the relationship between the qualities of coals 
and these characteristics requires considerable space; a treatment ap- 
plicable to heating boilers is given in a Bureau of Mines Bulletin 

There are two forms of coal analysis; namely, the proximate analysis 
and the ultimate analysis. In the proximate analysis the proportions of 
moisture, volatile matter, fixed carbon, sulfur, and ash are determined. 
This analysis is more easily made and is satisfactory for indicating most 
of the characteristics which are of interest to the user. For the proximate 
analysis the moisture is determined by observing the loss of weight of a 
sample of coal when dried at about 220 F. To determine the volatile 
matter, the dried sample is heated to about 1750 F in a closed crucible, 
and the loss of weight is noted. The remaining sample is then burned in 
an open crucible, and the accompanying loss of weight represents the 
fixed carbon. The unburned residue is ash. Although determined 
separately, the sulfur content is frequently reported with the proximate 
analysis because the usefulness of a coal for certain purposes depends on 
its sulfur content. 

In the ultimate analysis, which is difficult to make, the percentages of 
carbon, hydrogen, oxygen, nitrogen, sulfur, and ash in the coal sample 
are determined. It is used for detailed studies of fuels and in computing 
a heat balance when required in testing of heating devices. Typical 
ultimate analyses of the various kinds of coal are shown in Table 1. * 
Other importent qualities of coals are the screen sizes, ash fusion 
temperature, friability, caking tendency, and the qualities of the volatile 
matter. In considering these factors the following points are of interest. 

m 
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Table 1. Typical Ultimate Analyses for Coals 



Btu per Lb 



CoNsmuENTS, Pbb Cent 



Rank 

Moiat, 
Mineral- 
matter- 
free“ j 

Moist, 

as 

Received 

j 

Oxygen 

& 

j 

Carbon 

Nitrogen 

Sulfur 

Ash 

t Ort- 
i/rf 

Anthracite 1 

14,000 

12,910 

5.0 

2.9 i 

80.0 

0.9 

0.7 

; 10.5 

87.9 

Semi- Anthracite i 

15,200 

13,770 

5.0 

3.9 

80.4 

1.1 

1.1 

8.5 

89.3 

Low-Volatile 






1 


Bituminous 

15,350 

14,340 

5.0 

4.7 

81.7 

1.4 

1.2 

6.0 

91.4 

Medium-Volatile 









Bituminous 

15,200 

13,840 

5.0 

5.0 

79.0 

1.4 

1.5 

1 8.1 

89.0 

High-Volatile 









Bituminous A 

14,500 

13,0901 

9.2 

5.3 

73.2 

1.5 

2.0 

8.8 

87.7 

High-Volatile 








Bituminous B 

13,500 

12,130 

13.8 

5.5 

68.0 

1.4 

2.1 

9.2 

87.3 

High- Volatile 










Bituminous C 

12,000 

10,750 

21.0 

5.8 

60.6 

1.1 

2.1 

9.4 

87.4 

Sub Bituminous A 

Sub Bituminous B 

10,250 

0,150 

29.5 

6.2 

52*5 * 

“7.0 

1.0 

9.8 

88.2 

Sub Bituminous C 

9,000 

8,940 

35.8 

6.5 

46.7 

0.8 

0.6 

9.6 

89.0 

Lignite 

7,500 

6,900 

44.0 

6.9 

40.1 

0.7 

1.0 

7.3 

91.0 


‘(Too-^^^TTAih) 


The volatile products given off by coals when they are heated differ 
materially in the ratios by weight of the gases to the oils and tars. No 
heavy oils or tars are given off by anthracite, and very small quantities 
are given off by semi-anthracite. As the volatile matter in the coal 
increases to as much as 40 per cent of ash and moisture-free coal, in- 
creasing amounts of oils and tars are released. For coals of higher 
volatile content, the relative quantity of oils and tars decreases and is 
therefore low in the sub-bituminous coals and in lignite. The percentage 
of ash and its fusion temperature do not indicate the composition or 
distribution of its constituents. 

A classification of coals is given in Table 2, and a brief description of the 
kinds of fuel is given in the following paragraphs, but it should be 
recognized that there are no distinct lines of demarcation between the 
kinds, and that they graduate into each other. 

Anthracite is a clean, dense, hard coal which creates little dust in handling. It is com- 
paratively hard to ignite but it burns freely when well started. It is non-caking, it burns 
uniformly and smokelessly with a short flame, and it requires no attention to the fuel bed 
between firings. It is capable of giving a high efficiency in the common types of hand- 
fired furnaces. A tabulation of the quality of the various anthracite sizes will be found in 
a Bureau of Mines Report *. Standard anthracite sizing specifications are shown in 
Table 3. 

Semi-atUhracile has a higher volatile content than anthracite. It is not so hard and 
ignites somewhat more easily; otherwise its properties are similar to those of anthracite. 

Semi-bituminous coal is soft and friable, and fines and dust are created by handling it. 
It ignites somewhat slowly and burns with a medium length of flame. Its caking prop- 
erties increase as the volatile matter increases, but the coke formed is relatively weak. 
Having only half the volatile matter content of the more abundant bituminous coals it 
can be burned with less production of smoke, and it is sometimes called smokeless coal. 

The term bUuminous coal covers a large range of coals and includes many types having 
distinctly different composition, properties, and burning characteristics. 1 he coals range 
from the high-grade bituminous coals of the East to the poorer coals of the West, Their 
caking properties range from coals which completely melt, to those from which the 
volatues and tars are distilled without change of form, so that they are classed as non* 
caking or free-burning. Most bituminous coals are strong and non-friable enough to 
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permit of the screened sizes being delivered free from fines. In general, they ignite 
easily and burn freely; the length of dame varies with different coals, but it is long. Much 
smoke and soot jfre possible, if improperly fired, especially at low rates of burning. 

Sub-bituminous coals occur in the western states; they are high in moisture when 
mined and tend to break up as they dry or when exposed to the weather; they are liable 
to ignite spontaneously when piled or stored. They ignite easily and quickly and have a 
medium length dame, are non-cakine and free-burning; the lumps tend to break into 
small pieces if poked; very little smoke and soot are formed. 

Lignite is of woody structure, very high in moisture as mined, and of low heating 
value; it is clean to handle. It has a greater tendency than the sub-bituminous coals to 
disintegrate as it dries, and it also is more liable to spontaneous ignition. Freshly mined 
lignite, because of its high moisture, ignites slowly. It is non-caking. The char left after 
the moisture and volatile matter are driven off burns very easily, like charcoal. The 
lumps tend to break up in the fuel bed and pieces of char falling into the ashpit continue 
to burn. Very little smoke or soot is form^. 

Table 2. Classification of Coals by Rank® 

Legend: F.C. = Fixed Carbon. V.M. =* Volatile Matter. Btu « British thermal units. 

P Limits of Fixbd Carbon or Btu ItBQirisrrB Phtsical 

^ Mineral-Mattir-Frbb Basis Propbrtiks 

1. Meta-anthracite Dry F.C., 98 per cent or more (Dry 

V.M., 2 per cent or leas) 

2. Anthracite Dry F.C., 92 per cent or more and loss 

than 98 per cent (Dry V.M., 8 per Non-agglomerating^ 
cent or less and more than 2 per cent) 

3. Semi-anthracite Dry F.C., 86 per cent or more and lees 

than 92 per cenjt (Dry V.M., 14 per 
cent or less and more than 8 per cent) 

1. Low volatile bituminous coal Dry F.C.. 78 per cent or more and less 

than 86 per cent (Dry V.M., 22 per 
cent or less and more than 14 per 
cent) 

2. Medium volatile bituminous coal Dry F.C., 69 per cent or more and leas 

than 78 per cent (Dry V.M., 31 per 

cent or Ion uid more than 12 per „glomerating» 

or non-weathering/ 

3. High volatile A bituminous coal.. Dry F.C,, less than 69 per cent (Dry 

V.M., more than 31 per cent); and 
moist« Btu, 14,000 or more 

4. High volatile B bituminous coal.. Moist* Btu, 13.000 or more and less 

than 14,000* 

5. High volatile Cl^tuminous Coal. Moist Btu, 11,000 or more and less 

than 13,000* 

1. Sub-bituminous A coal Moist Btu, 11,000 or more and less 

than 13,000* 

2. Sub-bituminous B coal Moist Btu, 9500 or more and leas we^ering ^ 

Uum a, 000. noB-wtomemtjii,* 

3. 8ub-l»turoinous C coal Moist Btu, 8300 or more and less 

than 9500* 

1. Ugnite Moist Btu leas than 8300 Consolidated 

2. Brown coal Moist Btu leas than 8300 UiiconioUdated 

•This dfliBificatiofi does not include a few coals which have unusual physical and chemical properties 
and which come within the limits of fbeed carbon or Btu of the high-volatile bituminous and sub-bituminous 
ranks. All of these coals either contain less than 48 per cent dry, mineraLmatter-free fixed carbon or have 
more than 15,600 moist, mineral- nugtter-free Btu. 

agglomerating, classify in low-volatile group of the bituminous class. 

«Moist Btu refers to coal containing its natural bed moisture but not including visible water on the 
surface of the coal. 

^It is recognized that there may be non-caking varieties inicach group of the bituminous class. 

•Coals having 60 per cent or more fixed carbon on the dry. mineral-matter-free batis shall be classified 
according to fixed carbon, regardless of Btu. 

/There are three varieties of coal in the high-volatile C bituminous coal group, namely. Variety 1, 
agglomerating and non-weathering; Variety 2. agglomerating and weathering; Vimety 3, non-agglomerating 
and non-weathering. 

Adapted from AJS.TM* Standards, 1937. Stmplament, p, 145, American Sochtf for Ttsting Maieriali 
Phiiadfdphia. 
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DUSTLESS TREATMENT OF COAL 

The practice of treating the more friable coals to allay the dust they 
create is increasing. The coal is sprayed with various petroleum products, 
a solution of calcium chloride or a mixture of calcium and magnesium 
chlorides. 

The coal is usually treated at the mine, but sometimes by the local 
distributor just before delivery. The salt solutions are sprayed under 
high pressure, using from 2 to 4 gal or from 6 to 10 lb of the salt per ton of 
coal, depending on its friability and size. Oil for the dustless treatment 
of coal is also applied under high pressure, in concentrations of 1 to 8 qt 
per ton of coal, depending upon the characteristics of the coal and oil. 

Dustless treatments which are of such a corrosive nature that they may 
damage coal handling or burning equipment should not be used. 

CLASSIFICATION OF COKES 

Coke is produced by the distillation of the volatile matter from coal. The type of 
coke depends on the coal or mixture of coals used, the temperatures and time of distil- 
lation and, to some extent, on the type of retort or oven; coke is also produced as a 
residue from the destructive distillation of oil. 

High- temperature cokes. Coke as usually available is of the high-temperature type, 
and contains between 1 and 2 per cent volatile matter. High -temperature cokes are sub- 
divided into beehive coke of which comparatively little is now sold for domestic use, by- 
product coke, which covers the greater part of the coke sold, and gas-house coke. The 
differences among these three cokes are relatively small; their denseness and hardness 
decrease and friability increases in the order named. In general, the lighter and more 
friable cokes ignite and burn the more easily. 

Low-temperature cokes are produced at low coking temperatures, and only a portion 
of the volatile matter is distilled off. Cokes as made by various processes under develop- 
ment have contained from 10 to 15 per cent volatile matter. In general, these cokes 
ignite and burn more readily than high -temperature cokes. The properties of various 
low-temperature cokes may differ more than those of the various high-temperature cokes 
because of the differences in the quantities of volatile matter and because some may be 
light and others briquetted. 

Petroleum cokes, which are obtained by coking the residue left from the distillation of 
petroleum, vary in the amount of volatile matter they contain, but all have the common 
property of a very low ash content, which necessitates the use of refractory pieces to 
protect the grates from being burned. 

Table 3. Standard Anthracite Sizing Specifications® 


StZB 

Test Mesh, 

In. 

Round Mesh 

1 

Maximum 

Impurities. 

Per Cent 

Oversize 

Undersize 

Through j 

Over 

Max. 

Per Cent 

Max. 

Per Cent i 

Min. 
Per Cent 

Slateb 

Bone 

Broken 

4N 

3H 


15 

7H 

IH 

2 

E«g 

3H to 3 

2% 

5 

15 

7M 

IH 

2 

Stove 



7H 

12^ 

7H 

2 

3 

Nut., 


>He 

7H 

10 

5 

3 

4 

Pea 

1}^ 

He 

10 

15 

7H 

4 

R 

V 

Buckwheat 

% 


10 

15 


12 Ash 

Rice 

Ha 


10 

15 

7J^ 

18 Ash 

Barley 

He 

% 

10 

20 

10 


— 


^Approved and adopted by ArUhfscitt CommUUe, State Street Budding. Harrisburg. Pa. 
bWten slate eontcnt on Broken to Pea Inclusive Is less than above standards, bone content may be cor* 
taspoifdlngly thcrefl^, but slate content specihed above shall not be accceded in any arent and the total 
tnaximum impurity shall not eacecd those above redded. 
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Table 5. Approximate Gravity and Calorific Value of 
Standard Grades of Fuel Oil 


Commercial 

Standard No. 

Approximate Gravttt 

Range A. P. I. 

Calorific Value 

Btu Per Gallon 

1 

38-40 

136,000 

2 

34-36 

138,500 

3 

28-32 

141,000 

5 

18-22 

148,500 

6 

14-16 

152,000 


CLASSIFICATION OF FUEL OILS 

Fuel oils are produced by distillation from crude petroleum after 
gasoline, naphtha, and other lighter products have been removed. Fuel 
oil is composed chemically of about 85 per cent carbon and 123^ per cent 
hydrogen with small amounts of oxygen, nitrogen, and sulfur. Oils are 
classified according to their specific gravity, but specific gravity alone is 
not a sufficient index of the properties that are important for heating 
purposes. Other characteristics that must be considered in the choice of 
a fuel oil are the flash point, pour point, water and sediment content, 
carbon residue, ash, sulfur content, distillation temperatures, and 
viscosity. 

The flash point and distillation characteristics are important relative 
to easy ignition and complete gasification of the oil in a burner. A low 
pour point and low water content are of interest in connection with the 
storage of the fuel in outdoor tanks, while a low viscosity permits easy 
passage through a small orifice. The sediment, carbon residue, and ash 
content should be low to prevent clogging of strainers and accumulation 
of unburned material in the burner. The sulfur content may be of im- 
portance because of the corrosive effect of sulfur compounds in the 
burner and heating appliance or in special commercial processes. 

The Commercial Standard Specifications for Fuel Oils (CS 12-40) of 
the U. S. Department of Commerce are given in Table 4. These speci- 
fications conform to American Society for Testing Materials Tentative 
Specifications for Fuel Oils D 396-38T. 

The relationship between the gravity of fuel oils and their 

calorific value is given in Table 5. Fuel oil grades No. 1, No. 2 and No. 3 
only are used in domestic heating equipment. Grades No. 5 and No. 6 
are used in commercial and industrial burners and usually require pre- 
heating. 

CLASSIFICATION OF GAS 

Gas is broadly classified as being either natural or manufactured. 
Natural gas is a mechanical mixture of several combustible and inert 
gases rather than a chemical compound. Manufactured gas as dis- 
tributed is usually a combination of certain proportions of gases produced 
by two or more processes. Representative properties of gaseous fuels 
commonly used in domestic heating are presented in Table 6. 

Natural gas is the richest of the gases and contains from 80 to 96 
per cent methane, with small percentages of the other combustible 
hydrocarbons. In addition, it contains from 0.6 to 6.0 per cent of €0%^ 
and from 1 to 12 or 14 per cent of nitrogen. The heat value varies from 
1000 to 1200 Btu per cubic foot, the majority of natural gases averaging 
about 1000 Btu per cubic foot. Table 6 shows typical values for the 
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Table 6. Representative Properties of Gaseous Fuels, 
Based on Gas at 60 F and 30 in. Hg. 


1 

Btu peb Cu Ft 

Specific 
GRAvrry. 
Air — 

Am RsQTTmBD 
POB Combus- 
tion. 

Products of Combustion 

Theoretical 
Flame Tem- 
perature, 
(F DEG) 

Qa8 

High 

(Gross) 

Low 

(Net) 

Cubic Feel 

Ulti- 

mate 


1.00 

(Cu Ft) 

C(h 


Total 

wiih 

N, 

COt 

Dry 

Basis 

Natural gas — 
California 

1200 

1085 

0.67 

11.26 

1.24 

2.24 

12.4 

12.2 

3610 

Natural gas — 
Mid-Conti- 
nental 

970 

870 

0.57 

9.17 

0.97 

1.92 

10.2 

11.7 

3580 

Natural gas — 
Ohio 

1130 

1025 

0.65 

10.70 

1.17 

2.16 

11.8 

12.1 

3600 

Natural gas — 
Pennsylvania 

1130 

1025 

0.71 

11.70 

1.30 

2.29 

12.9 

12.3 

3620 

Retort coal gas 

570 

510 

0.42 

5.00 

0.50 

1.21 

5.7 

11.2 

3665 

Coke oven gas 

590 

520 

0.42 

5.19 

0.51 

1.25 

5.9 

11.0 

3660 

Carbureted 
water gas 

540 

495 

0.65 

4.37 

0.74 

0.75 

5.0 

17.2 

3815 

Blue water gas 

300 

280 

0.53 

2.26 

0.46 

0.51 

2.8 

22.3 

3800 

Anthracite pro- 
ducer gas 

135 

125 

0.85 

1.05 

0.33 

0.19 

1.9 

19.0 

3000 

Bituminous 
producer gas 

150 

140 

0.86 

1.24 

0.35 

0.19 

2.0 

19.0 

3160 

Oil gas 

575 

510 

0.35 

4.91 

0.47 

1.21 

5.6 

10.7 

3725 


four main oil fields, although values from any one field vary materially. 

Table 6 also gives the calorific values of the more common types of 
manufactured gas. Most states have legislation which controls the distri- 
bution of gas and fixes a minimum limit to its heat content. The gross 
or higher calorific value usually ranges between 520 and 545 Btu per cubic 
foot, with an average of 535. A given heat value may be maintained and 
yet leave considerable latitude in the composition of the gas so that as 
distributed the composition is not necessarily the same in different dis- 
tricts, nor at successive times in the same district. However, in any 
community the variations in gas composition are held within suitable 
limits so that the performance of approved gas appliances will not be 
adversely affected. 

FUNDAMENTAL PRINCIPLES OF COMBUSTION 

Combustion may be defined as the chemical combination of a substance 
with oxygen with a resultant evolution of heat. The rate of combustion 
depends partly upon the specific rate of reaction of the combustible 
substance with oxygen, partly upon the rate at which oxygen is supplied, 
and upon the temperature obtained due t^^ surrounding conditions. 

Compute combustion is obtained when all of the combustible elements in 
the fuel are oxidized with all of the oxygen with which they can combine. 
AH of the oxygen supplied may not be utilized. 

J^erfect combustion is defined as the result of supplying the required 
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amount of oxygen for combination with all of the combustible elements 
of the fuel and utilizing all of the oxygen so supplied. 

The oxygen required for the process of combustion is obtained from air 
which is a mechanical mixture of oxygen, nitrogen and small amounts of 
carbon dioxide, water vapor and inert gases. These inert gases are 
generally included with the nitrogen, and for engineering purposes the 
values given herewith may be used. 



Bt Volumb, Pir Cent 

Bt Wbiqht, Per Cbwt 

Oxygen, Oj 

20.9 

23.15 

Nitrogen, iVj, 

79.1 

76.85 



The combination of oxygen with the combustible elements and com- 
pounds of a fuel is in accordance with fixed laws. In the case of perfect 
combustion the reactions and resultant combinations are shown in Table 7. 

The most important condition governing the process of combustion is 
temperature. It is necessary to bring a combustible substance to its 
ignition temperature before it will unite in chemical combination with 
oxygen to produce combustion. The ignition temperatures for several of 
the combustible constituents of fuels are presented in Table 7. 

HEAT OF COMBUSTION 

As previously stated, the process of combustion results in the evolution 
of heat. The heat generated by the complete combustion of a unit of fuel 
is constant for a given combination of combustible elements and com- 
pounds, and is known as the heal of combustion y calorific value, or heating 
value of the fuel. The heat of combustion of the several substances 
found in the more common fuels is given in Table 7. 

The calorific value of a fuel may be determined either by direct measure- 
ment of the heat evolved during combustion in a calorimeter, or it may 
be computed from the ultimate analysis and the heat of combustion of 
the several chemical elements in the fuel. When the heating value of a 
fuel is determined in a calorimeter the water vapor is condensed and the 
latent heat of vaporization is included in the heating value of the fuel. 
The heating value so determined is termed the gross or higher heating 
value and this is what is ordinarily meant when the heating value of a 
fuel is specified. In burning the fuel, however, the products of combus- 
tion are not cooled to the dew-point and the higher heating value cannot 
be utilized. 

When combustion is complete, the carbon in the fuel unites with oxygen 
to form carbon dioxide, COi, the hydrogen unites with oxygen to form 
water vapor, H%0, and the nitrogen, being inert, passes through the 
reaction without change. When combustion is incomplete, some of the 
carbon may unite with oxygen to form carbon monoxide, CO, and some 
of the hydrogen and hydrocarbon gases may not be burned at all. When 
carbon monoxide or other combustible gases are present in the flue gases, 
considerably less heat is produced per unit of fuel consumed, and a lower 
combustion efficiency is obtained. Incomplete combustion may result 
from any or all of the following three conditions: 

1. Inadequate air supply. 

2. Insufficient mixing of the air and gases. 

8. A temperature too low to produce ignition or maintain combustion. 




Table 7. General Data of Combustible Elements and Compounds 
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•Values in tabic tabcn chiefly from page 51 of Fuel Flue Gases published by American Gas Associaiu 
hOas measured at 60 F and 30 in. Hg. 
sValue frmn N9lumal Bureau Standards. 
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Table 8. Approximate Theoretical Air Requirements 


Solid Fuel 

Pounds Aa Per Pound Furl 

Anfhrarire 

9.6 

Semi-bituniinous coal.. 

11.2 

Bituminous coal 

10.3 

Lignite .. . _ 

6.2 

Coke 

11.2 



Fuel Oil 

Pounds Air Per Gallon Fuel 

Comnierrifil Standard Nn. 1 

102.6 

Commercial Standard No. 2 

104.5 

Commercial Standard No. 3 

i 106.5 

Commercial Standard No. 

112.0 

Commercial Standard No. 6. 

114.2 



Gaseous Fuels 

Cubic Feet Air Per Cubic Foot Gab 

Natural gas * 

10.0 

Mixed, natural and water gas , 

4.4 

Carbureted water gas 1 

4.4 

Water gas, coke 

2.1 

Coke oven gas..._ | 

5.2 

1 


AIR REQUIRED FOR COMBUSTION 

The weight of air required for perfect combustion of a pound of fuel 
may be determined by use of the ultimate analysis of the fuel as applied to 
Equations 1 and 2. The various elements are expressed in percentages 
by weight. 

Solid and Liquid Fuels: 

I] <■> 

Gaseous Fuels: 

Pounds air required per pound fuel « 2.46 CO -f 34.56 //* -f 17.28 CHi -f /on 

13.29 C,i/, -f 14.81 CiHi -|- 16.13 + 6.10 - 4.32 0, ^ 

When the analysis is given on a volumetric basis the equation is ex- 
pressed as follows: 

Cubic feet air required per cubic foot gas = 2.39 (CO -|- Ht) + 9.66 CHi -f 
1 1 .98 CjH, + 14.35 CtHi + 16.74 C,He ~ 4.78 0* 

Equations 4 and 5 may be used as approximate methods of determining 
the theoretical air requirement for any fuel. 

Pounds air required per pound fuel « 0.755 X — — pound) 

lUuU 

Cubic feet air required per unit fuel = . Heating j ro l u^Btu per unit) 

Approximate values for the theoretical air required for different fuels 
are given in Table 8. 

It is customary to make use of the analysis of the products of com- 
bustion to determine the amount of flue g^s produced and the actual 
amount of air supplied for combustion. The analysis of flue gases has 
been well described in various publications of the Bureau of Mines and 


Pounds air required per pound fuel » 34.56 + 
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in the literature and the details of Orsat manipulation need not be 
considered in this discussion. (See Chapter 11.) 

The weight of dry flue gas per pound of fuel burned is used in com- 
bustion loss calculations and may be determined by Elquation 6. 


Pounds dry flue gas per pound fuel 


11 CO, + 8 Oa -f 7 (CO -f ^ ,, 
3 (CO, -f CO) ^ 


( 6 ) 


Values for CO 2 , 0%, CO, and Ni are percentages by volume from the flue 
gas analysis and C is the weight of carbon burn^ per pound of fuel 
corrected for carbon in the ash. 


EXCESS AIR 


Since one measure of the efficiency of combustion is the relation existing 
between the amount of air theoretically required for perfect combustion 
and the amount of air actually supplied, a method of determining the 
latter factor is of value. Equation 7 will give reasonably accurate results, 
for most solid and liquid fuels, for determining the amount of air supplied 
per pound of fuel. 


Pounds dry air supplied per pound of fuel 


3.04 

(CO, + CO) 


(7) 


Values for CO 2 , CO, and N are percentages by volume from the flue gas 
analysis and C is the weight of carbon burned per pound of fuel corrected 
for carbon in the ash. 

The difference between the air actually supplied for combustion and 
the theoretical air required is known as excess air. 

„ . Air supplied — Theoretical air 

Per cent excess air «= (g) 

Theoretical air 


Since the calculation is usually made from Orsat analysis, Equation 9 
will be found to be a convenient statement of this relationship. 

100(0, - 

Per cent excess air « ^ (9) 

N, X0.2G4 - ( 0 , - 

In this formula the symbols represent volumetric percentages of the 
flue gas constituents as determined by analysis. 

Due to the different carbon-hydrogen ratios of the different fuels the 
maximum CO 2 attainable varies. Representative values for complete 
combustion of several fuels are given in Table 9. 


Table 9. Representative Maximum CO, Value 


Fuel 

Theoretical 

C(h 

COf Usually Attained 
In Practice 


21.00 

12-14 

Anthracite 

20.20 

12-14 

Bituminous Coal 

18.20 

13 

No. 2 Fuel Oil 

16.00 

10.6 

No. 6 Fuel Oil 

16.50 

18.5 

9.7 

Natural Ga« , ^ 

12.00 

C^ke Oven Gas. 

11.00 

8«5 
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To produce heat efficiently with any of the common fuels the following 
requirements must be observed: 

1. Adequate heat absorbing surface is necessary. 

2. The heat transfer surfaces must be clean. 

3. A minimum of excess air should be used. 

4. The combustion air and the combustible gases produced by the fuel must be well 
mixed. 

5. The quantity of combustible gases escaping to the stack must be kept small. 

If insufficient heating surface is provided in a heating appliance, or if 
the heat transfer surfaces are covered with soot, ash or scale, the flue gas 
temperature will be excessive and the amount of sensible heat passing up 
the stack will be unnecessarily large. Too much excess air dilutes the 
flue gases excessively and increases the sensible flue gas loss, while a 
deficiency of air will cause some combustible gases to pass out of the 
appliance unburned. The highest combustion efficiency is not always 
obtained by supplying enough excess air to reduce the incomplete com- 
bustion loss to zero, but the incomplete combustion loss should be kept 
small. If the secondary air is not well mixed with the combustible gases, 
some incomplete combustion may still occur. Unnecessary secondary 
air also dilutes the flue gases and increases the sensible heat escaping 
up the chimney. Some excess air is always required in the practical 
operation of heating plants. It is considered good practice, under usual 
operating conditions, to supply from 25 to 50 per cent excess air, depending 
upon the fuel used. 


HEAT BALANCE 


In analyzing the performance of a heating appliance, it is frequently 
desirable to make an accounting, insofar as possible, of the disposition 
of all the heat' units in the fuel used. Such an accounting is sometimes 
called a heat balance. The several components of the heat balance may 
either be expressed in terms of Btu per pound of fuel used or as a per- 
centage of the calorific value of the fuel. The components of the heat 
balance are listed in items 1 to 7. 


1. Useful heat transferred to heating medium and usually evaluated by determining 
the rate of flow of the heating fluid through the heating device and the change in enthalpy 
of the fluid (heat added) between the inlet and outlet. 


2. Heat loss in the dry chimney gases. 

h\ Wfjfip (/g — /a) 

3. Heat loss in water vapor formed by the combustion of hydrogen. 

ft, - (1091.8 + 0.455 Ig - <a) 

4. Heat loss in water vapor in the air supplied for combustion. 

k% 0.455 M Wa (/g — U) 

5. Heat loss from incomplete combustion. 

6. Heat loss from unburned carbon in the ash or refuse. 


( 10 ) 

( 11 ) 

( 12 ) 

(13) 

( 14 ) 
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7. Radiation and all other unaccounted for losses. 

Since the radiation and convection losses from a heating appliance are not usually 
determined by <Jirect measurement, they, together with any other losses not measured, 
are determined by subtracting the total of items I to 6 inclusive from the heat of com- 
bustion of the fuel. Frequently, when there is CO in the flue gases there also will be 
small amounts of unburned hydrogen and hydrocarbon gases in the products of com- 
bustion. The loss represented by these unburned gases may easily be as large as that 
resulting from the presence of carbon monoxide. In this event item 7 of the heat balance 
would also include this unmeasured loss. 


Symbols used in Equations 10 to 14 inclusive are: 


h} = heat loss in the dry chimney gases, Btu per pound of fuel. 
hi = heat loss in water vapor from combustion of hydrogen, Btu per pound of 
fuel. 


hz = heat loss in water vapor in combustion air, Btu per pound of fuel. 

^4 = heat loss from incomplete combustion of carbon, Btu per pound of fuel. 
hz = heat loss from unburned carbon in the ash, Btu per pound of fuel. 

Wg = weight of dry flue gas per pound of fuel (from Equation 6), pounds. 

Cp = mean specific heat of flue gases at constant pressure (cp ranges from 0.242 
to 0 254 for flue gas temperatures from 300 F to 1000 F)*, Btu per pound, 
/g = temperature of flue gases at exit of heating device, Fahrenheit degrees. 

/a = temperature of combustion air, Fahrenheit degrees. 

Hi = percentage of hydrogen in fuel by weight from ultimate analysis of fuel as 
fired. 


1091.8 

M 

tl»a 

C 


= enthalpy of saturated water vapor at a temperature of 70 F, Btu per pound. 
= humidity ratio of combustion air, pounds of water vapor per pound of 
dry air. 

*= weight of combustion air per pound of fuel used, pounds, from Equations 
1, 2, 8, and 9. 

= weight of carbon burned per pound of fuel corrected for carbon in ash, 
pounds. 


C 


WCu - 
100 W 


(15) 


where 

Cu = percentage of carbon in the fuel by weight from the ultimate analysis. 

CO, COt = percentages of CO, COt in flue gases by volume. 

IFa = weight of ash and refuse, pounds. 

Ca ** per cent of combustible in ash by weight (combustible in ash is usually 
considered to be carbon). 

W = weight of fuel used, pounds. 


The flue gas losses listed as items 2, 3, and 4 of the heat balance may be 
determined with considerable accuracy from the curves shown in Fig. 1 * 
in many cases. The values of the losses plotted for fuel oil were computed 
from the ultimate analysis of a typical fuel oil used in domestic burners, 
while those plotted for the several ranks of coal were computed from the 
typical ultimate analyses shown in Table 1. The curves for medium 
volatile bituminous coal may be used for high volatile bituminous coal 
with negligible error. No curves are shown for gaseous fuel because 
various natural gases and manufactured gases vary considerably in their 
composition. 


FIRING METHODS FOR ANTHRACITE 

An antihradte fire should never be poked or disturbed, as this serves 
to bring ash to the surface of the fuel bed where it may melt into clinker. 
Egg size is suitable for large fire-pots (grates 24 in. and over) if the fuel 
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can be fired at least 16 in. deep. For best results this coal should be fired 
deeply. 

Stove size coal is the proper size of anthracite for many boilers and 
furnaces used for heating buildings. It burns well on grates at least 16 in. 
in diameter and 12 in. deep. The fuel should be fired deeply and uniformly. 

Chestnut size coal is in demand for fire-pots up to 20 in. in diameter, with 
a depth of from 10 to 15 in. 

Pea size coal is often an economical fuel to burn. When fired carefully, 
pea coal can be burned on standard grates. Care should be taken to 
shake the grates only until the first bright coals begin to fall through the 
grates. The fuel bed, after a new fire has been built, should be increased 
in thickness by the addition of small charges until it is at least level with 
the sill of the fire-door. A satisfactory method of firing pea coal consists 
of drawing the red coals toward the front end and piling fresh fuel toward 
the back of the fire-box. 

Pea size coal requires a strong draft and therefore the best results 
generally will be obtained by keeping the choke damper open and regu- 
lating solely by means of the cold air check and the air inlet damper. 

Buckwheat size coal for best results requires more attention than pea 
size coal, and in addition the smaller size of the fuel makes it more difficult 
to burn on ordinary grates. Greater care must be taken in shaking the 
grates than with the pea coal on account of the danger of the fuel falling 
through the grate. In house heating furnaces the coal should be fired 
lightly and more frequently than pea coal. When banking a buckwheat 
coal fire it is advisable after coaling to expose a small spot of hot fire by 
putting a straight poker down through the bed of fresh coal. This will 
serve to ignite the gas that will be distilled from the fresh coal and prevent 
delayed ignition within the fire-pot, which in some cases, depending upon 
the thickness of the bed of fresh coal, is severe enough to blow open the 
doors and dampers of the furnace. Where frequent attention can be given 
and care exercised in manipulation of the grates this fuel can be burned 
satisfactorily without the aid of any special equipment. 

In general it will be found more satisfactory with buckwheat coal to 
maintain a uniform heat output and consequently to keep the system 
warm all the time, rather than to allow the system to cool off at times and 
then to attempt to burn the fuel at a high rate while warming up. A uni- 
form low fire will minimize the clinker formation and keep the clinker in 
an easily broken up condition so that it readily can be shaken through 
the grate. Forced draft and small mesh grates are frequently used for 
burning buckwheat anthracite. For greater convenience, domestic 
stokers are used. 

Buckwheat anthracite No. 2, or rice size, is used principally in stokers 
of the domestic, commercial and industrial type. No. 3 buckwheat 
anthracite, or barley, has no application in domestic heating. 

FIRING METHODS FOR BITUMINOUS COAL 

A commonly recommended procedure for firing domestic heating units, 
called the side-bank method, requires the movement of live coals to one 
side or the back of the grate, and placing t|ie fresh fuel charge on the 
opposite side. The results are a more uniform release of volatile gases, 
and the subjection of these gases to the high temperature of the red coals. 
If the fresh charge is covert with a layer of fine coal, still better results 
may be obtained because of slower release of volatile matter. 
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Bituminous coal should never be fired over the entire fuel bed at one 
time. A portion of the glowing fuel should always be left exposed to 
ignite the gases leaving the fresh charge. 

The importance of firing bituminous coal in small quantities at short 
intervals is discussed in a U. S. Bureau of Mines technical papers Better 
combustion is obtained by this method in that the fuel supply is main- 
tained more nearly proportional to the air supply. 

If the coal is of the caking kind the fresh charge will fuse into one solid 
mass which can be broken up with the stoking bar and leveled from 20 
min to one hour after firing, depending on the temperature of the fire-box. 
Care should be exercised when stoking not to bring the bar up to the 
surface of the fuel as this will tend to bring ash into the high temperature 
zone at the top of the fire, where it will melt and form clinker. The 
stoking bar should be kept as near the grate as possible and should be 
raised only enough to break up the fuel. With fuels requiring stoking it 
may not be necessary to shake the grates, as the ash is usually dislodged 
during stoking. 

It is acknowledged that it may be difficult to apply the outlined 
methods to domestic heating boilers of small size, especially when frequent 
attendance is impractical. The adherence to these methods insofar as 
practical, however, will result in better combustion. 

The output obtained from any heater with bituminous coal will usually 
exceed that obtained with anthracite, since bituminous coal burns more 
rapidly than anthracite and with less draft. Bituminous coal, however, 
will usually require frequent attention to the fuel bed. 

Preventing Smoke 

In general, time, temperature and turbulence are the essential require- 
ments for smokeless combustion. Anything that can be done to increase 
any one of these factors will reduce the quantity of smoke discharged. 
Especial care must be taken in hand-firing bituminous coals. 

Checker or alternate firing, in which the fuel is fired alternately on 
separate parts of the grate, maintains a higher furnace temperature and 
thereby decreases the amount of smoke. 

Coking and firing, in which the fuel is first fired close to the firing door 
and the coke pushed back into the furnace just before firing again, pro- 
duces the same effect. The volatiles as they are distilled thus have to 
pass over the hot fuel bed where they will be burned if they are mixed with 
sufficient air and are not cooled too quickly by the heat-absorbing surfaces 
of the boiler. 

Steam or compressed air jets, admitted over the fire, create turbulence 
in the furnace and bring the volatiles of the fuel more quickly into contact 
with the air required for combustion. These jets are especially helpful 
for the first few minutes after each firing. Frequent firings of small 
charges shorten the smoking period and reduce the density. Thinner 
fuel beds on the grate increase the effective combustion space in the 
furnace, supply more air for combustion, and are sometimes effective in 
reducing the smoke emitted, but care should be taken that holes are not 
formed in the fire. A lower volatile coal or a higher A.P.L gravity oil 
always produces less smoke than a high volatile coal or low A.PJ. 
gravity oil used in the same furnace and fired in the same manner. 

The installation of more modern or better designed fuel burning equip- 
ment, or a change in the construction of the furnace, will often reduce 
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smoke. The installation of a Dutch oven which will increase the furnace 
volume and raise the furnace temperature often produces satisfactory 
results. , 

In the case of new installations, the problem of smoke abatement can 
be solved by the selection of the proper fuel-burning equipment and 
furnace design for the particular fuel to be burned and by the proper 
operation of that equipment. Constant vigilance is necessary to make 
certain that the equipment is properly operated. In old installations the 
solution of the problem presents many difficulties, and a considerable 
investment in special apparatus is often necessary. 

Lower rates of combustion per square foot of grate area w'ill reduce the 
quantity of solid matter discharged from the chimney with the gases of 
combustion. The burning of coke, coking coal, and sized coal from which 
the extremely fine coal has been removed will not as a general rule produce 
as much dust and cinders as will result from the burning of non-coking 
coals and slack coals when they are burned on a grate. 

Modem boiler installations are usually designed for high capacity per 
square foot of ground area because such designs give the lowest cost of 
construction per unit of capacity. Designs of this type discharge a 
large quantity of dust and cinders with the gases of combustion, and if 
pollution of the atmosphere is to be prevented, some type of catcher must 
be installed. 


FIRING METHODS FOR SEMI-BITUMINOUS COAL 

The Pocahontas Operators' Association recommends the central cone 
method of firing, in which the coal is heaped on to the center of the bed 
forming a cone, the top of which should be level with the middle of the 
firing door. This allows the larger lumps to fall to the sides, and the fines 
to remain in the center and be coked. The poking should be limited to 
breaking down the coke without stirring, and to gently rocking the grates. 
It is recommended that the slides in the firing door be kept closed, as the 
thinner fuel bed around the sides allows enough air to get through. 


FIRING METHODS FOR COKE 

Coke ignites less readily than bituminous coal and more readily than 
anthracite and burns rapidly with little draft. In order to control the air 
admitted to the fuel it is very important that all openings or leaks into 
the ashpit be closed tightly. A coke fire responds rapidly to the opening 
of the dampers. This is an advantage in warming up the system, but it 
also makes it necessary to watch the dampers more closely in order to 
prevent the fire from burning too rapidly. In order to obtain the same 
interval of attention as with other fuels a deep fuel bed always should be 
maintained when burning coke. The grates should be shaken only 
slightly in mild weather and should be shaken only until the first red 
particles drop from the grates in cold weather. The best size of coke for 
general use, for small fire-pots where the fuel depth is not over 20 in., is 
that which passes over a 1 in. screen and through a 1?^ in. screen. For 
large fire-pots where the fuel can be fired^over 20 in. deep, coke which 
passes over a 1 in. screen and through a 3 in. screen can be used, but a 
coke of uniform size is always more satisfactory. Large sizes of coke 
should be either mixed with fine sizes or broken up before using. 
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SECONDARY AIR 

When bituminous coal is hand-fired in a furnace the volatile matter in 
the fuel distills off leaving coke on the grate. The product of combustion 
of the coke is CO 2 and under certain conditions some CO may arise from 
the bed. The combustion of the volatile matter and the CO may amount 
to the liberation of from 40 to 60 per cent of the heat in the fuel in the 
combustion space over the fuel bed. 

The air that passes through the fuel bed is called primary air and the 
air that is admitted over the fuel bed in order to burn the volatile matter 
and CO is called secondary air. 

This process of combustion is illustrated in Fig. 2 ^ The free oxygen of 
the air passes through the grate and the ash above it and burns the carbon 
in the lower 3 or 4 in. of the fuel bed forming carbon dioxide. This 
layer noted as the oxidizing zone is indicated by the symbols CO 2 and 
0%. Some of the carbon dioxide of the oxidizing zone is reduced to carbon 
monoxide in the upper layer of the fuel bed noted as the reducing zone 
and indicated by the symbols COi and CO. The gases leaving the fuel 



Fig. 2. Combustion of Fuel in a Hand-Fired Furnace 


bed are mainly carbon monoxide, carbon dioxide, nitrogen, and a small 
amount of free oxygen. Free oxygen is admitted through the firing door 
in an attempt to burn carbon monoxide and the volatile combustible 
distilled from the freshly fired fuel. 

The division of the total into primary and secondary air necessary to 
produce the same rate of burning and the same excess air depends on a 
number of factors which include size and type of fuel, depth of fuel bed, 
and size of fire-pot. 

Size of the fuel is a very important factor in fixing the quantity of 
secondary air required for non-caking coals. With caking coals it is not 
so important because small pieces fuse together and form large lumps. 
Fortunately a smaller size fuel gives more resistance to air flow through 
the fuel bed and thus automatically causes a larger draft above the fuel 
bed, which draws in more secondary air through the same slot openings, 
but, nevertheless, the smallest size of fuel will require the largest second- 
ary air openings. For certain sizes of fuel no secondary air openings are 
required, and for large sizes, too much excess air may pass through 
the fuel bed. 

In general, the efficiency of domestic hand-fired furnaces and boilers 
burning either anthracite or bituminous coal can be increased for an 
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hour or two after firing, if some secondary air is admitted through the 
slots of the fire door. However, unless the slots are closed when secondary 
air is no longer beneficial, the decrease in efficiency during the remainder 
of the firing cycle because of excess air may more than offset the gain 
resulting from the secondary air at the beginning of the firing period. 
Unless the secondary air can be readjusted between firings, it is probable 
that a greater average efficiency will be obtained for domestic hand-fired 
devices by leaving the secondary air slots closed at all times. There is 
usually an appreciable amount of air leakage around the firing door and 
secondary air slots of domestic furnaces and boilers. 

When attention is given between firings the efficiency of combustion 
can be appreciably raised by admitting secondary air over a bituminous 
coal fire to burn the gases and reduce the smoke. The smoke produced 
is a good indicator, and that opening is best which reduces the smoke to a 
minimum. Too much secondary air will cool the gases below the ignition 
point, and prove harmful instead of beneficial. 

Secondary air that enters the combustion chamber too far removed 
from the zone of combustion will also be harmful, for the oxygen in the 
secondary air will not react with any unburned gases unless the mixture 
is subjected to high temp)eratures. 

The air requirements of oil and gas burners are discussed in Chapter 17, 
Automatic Fuel Burning Equipment. 

DRAFT REQUIREMENTS 

The draft required to effect a given rate of burning the fuel is dependent 
on the following factors; 

1. Kind and size of fuel. 

2. Grate area. 

3. Thickness of fuel bed. 

4. Type and amount of ash and clinker accumulation. 

5. Amount of excess air present in the gases. 

6. Resistance offered by the boiler passes to the flow of the gases. 

7. Accumulation of soot in the passes. 

Insufficient draft will necessitate additional manipulation of the fuel 
bed and more frequent cleanings to keep its resistance down. Insufficient 
draft also restricts the control that can be accomplished by adjustment 
of the dampers. 

The quantity of excess air present has a marked effect on the draft 
required to produce a given rate of burning. If the excess is caused by 
holes in the fuel bed, or an extremely thin fuel bed, it is often possible to 
produce a higher rate of burning by increasing the thickness of the bed. 
The thickness of the fuel bed should not, however, be increased too much 
because the increased draft resistance will reduce the rate of primary air 
supply and the rate of burning. 

For amount of draft required see Chapter 19, Chimneys and Draft 
Calculations. 


DRAFT REGULATION 

Because of the varying heating load demands present in most instal- 
lations it is necessary to vary the rate of fuel burning. The maintenance 
erf the pjroper air supply for the various rates of burning is accompliiffi^ 
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by regulation of the drafts. Correct and incorrect methods of draft 
regulation are shown in Fig. 3. The air enters through the ashpit draft 
door; firing door, and by leaks in the setting, whereas the gases leave only 
through the uptake. By throttling the gases with the damper in the 
uptake all the air entering by each of the three intakes is reduced in the 
same proportion, thus maintaining about the same per cent of excess air. 
If the ashpit draft door is closed, the air admitted through the 
ashpit is reduced, while it is increased through the other two intake 
openings, resulting in an increase of excess air. A considerable increase 
in the efficiency of hand-fired furnaces and boilers can be realized by 
regulating the air supply with the damper in the smokepipe instead of 
the ashpit damper. Use of the ashpit damper is required, of course, for 
low rates of combustion. 

Methods of control of draft conditions when burning oil or gas are 
noted in Chapter 17, Automatic Fuel Burning Equipment. 



Fig. 3. Correct and Incorrect Methods of Draft Regulation 
IN A Hand-Fired Furnace 


FURNACE VOLUME 

The principal requirements for a hand-fired furnace are that it shall have 
enough grate area and correctly proportioned combustion space. The 
amount of grate area required is dependent upon the desired combustion 
rate. 

The furnace volume is influenced by the kind of coal used. Bituminous 
coals, on account of their long-flaming characteristic, require more space 
in which to bum the gases of combustion completely than do the coals 
low in volatile matter. For burning high volatile coals provision should 
be made for mixing the combustible gases thoroughly, so that combustion 
is complete before the gases come in contact with the relatively cool 
heating surfaces. An abrupt change in the direction of flow tends to mix 
the gases of combustion more thoroughly. Anthracite requires com- 
paratively little combustion space. 

COMBUSTION OF GAS 

Hie majority of gas burners utilised in central domestic heating plants 
are of the Bunsen type and operate with a non-luminous flame. In this 
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type of burner part of the air required for combustion is mixed with the 
gas as primary air, the air and gas mixture being fed to the burner ports. 
Additional sjecondary air is introduced around the flame by draft inspi- 
ration. In tne luminous flame burner, which is sometimes used, all of the 
air for combustion is brought in contact with the flame as secondary air. 
This secondary air should be brought into intimate contact with the gas. 

Some makes of burners use radiants or refractories to convert some of 
the energy in the gas to radiant heat. The radiants also serve as baffles 
in directing the flow of the products of combustion. 

The quantity of air given in Table 6 is that required for theoretical 
combustion, but with a properly designed and installed burner the excess 
air can be kept low. In order to insure freedom from carbon monoxide 
under conditions which may obtain in installations, it is customary to 
design gas burning appliances for a supply of 30 to 35 per cent of excess 
air. In individual installations in which flue gas analyses are made, the 
excess air is sometimes reduced to approximately 20 per cent. The 
division of the air into primary and secondary is a matter of burner 
design, the pressure of gas available, and the type of flame desired. 

The air gas ratio has a decided effect upon flame propagation. It is 
necessary that the gas will flow out of the burner ports fast enough so that 
the flame cannot travel back into the burner head, ue, flash back, but the 
velocity must not be so high that it blows the flame away from the port. 

The maximum and minimum flow speeds from burner ports which may 
be permitted are known to be very close together when air-gas mixtures 
in theoretical proportions are being supplied to the burner. As the air-gas 
ratio is lowered, and the mixture becomes more gas rich, the limiting 
speeds become farther apart, until with 100 per cent gas, in an all-yellow 
flame, flash back cannot occur and a much higher velocity is needed to 
blow off the flames. 


SOOT 

The deposit of soot on the flue surfaces of a boiler or heater acts as an 
insulating layer over the surface and reduces the heat transmission to the 
water or air. The Bureau of Mines Report of Investigations No. 3272 ^ 
shows that the loss of seasonal efficiency is not so great as has been 
believed and usually is not over 6 per cent because the greater part of the 
heat is transmitted through the combustion chamber surfaces. The 
Bureau of Standards Report BMS 64® points out that, although the 
decrease in effldency of an Oil fired boiler due to soot deposits is relatively 
small, the attendant increase in stack temperature may be considerable. 

The soot accumulation clogs the flues, reduces the draft, and may 
prevent proper combustion. Soot can probably be most effectively 
removed by a jet of compressed air or by means of a brush. However, 
it has been found that copper chloride, lead chloride, tin chloride, zinc 
chloride, common salt and some other salts are partially effective in 
removing soot from furnaces and boilers when properly u^. ^ 

CONDENSATION AND CORROSION 

Sulfur dioxide or sulfur trioxide formed by the combustion of sulfur in 
fuels is the principal corroding element in flue gases, and becomes active 
whenever moisture is present for the formation of sulfurous or sulfuric 
acid. It is necessary, therefore, to maintain a flue gas temperature in 
excess of the dew-point temperature of the flue gases in all parts of 




Fuels and Combustion 


319 


Table 10. Average Flue Gas Dew-Point for Various Fuels® 


Type of Fuel 

Average Dew-Point 

T emperature, F 

Anthracite 

68 

Semi- Bituminous Coal 

84 

Bituminous Coal 

93 

Oil. 

111 

Natural Gas 

127 

Manufactured Gas 

137 



appliances unless they are made of materials that will resist these cor- 
rosive influences. It is usually desirable to maintain a flue gas tem- 
perature above the dew-point temperature throughout the heating 
appliance and the chimney or smokestack because of these same corrosive 
effects. The average dew-point temperatures of the flue gases from the 
several fuels, when burned with the amount of excess air usually sup- 
plied to insure complete combustion, are shown in Table 10. 

LETTER SYMBOLS USED IN CHAPTER 16 

hi *= heat loss in the dry chimney gases, Btu per pound of fuel. 

hi = heat loss in water vapor from combustion of hydrogen, Btu per pound of fuel. 

hi « heat loss in water vapor in combustion air, Btu per pound of fuel. 

hi = heat loss from incomplete combustion of carbon, Btu per pound of fuel. 

hi = heat loss from unburned carbon in the ash, Btu per pound of fuel. 

Wg =» weight of dry flue gas per pound of fuel (from Equation 6), pounds. 

Cp s= mean specific heat of flue gases at constant pressure. 

/g = temperature of flue gases at exit of heating device, Fahrenheit degrees. 

/a temperature of combustion air, Fahrenheit degrees. 

Hi =* percentage of hydrogen in the fuel by w’eight from ultimate analysis of fuel 
as fired. 

M = humidity ratio of combustion air, pounds of water vapor per pound of dry air. 

« weight of combustion air per pound of fuel used, pounds. 

C « weight of carbon burned per pound of fuel corrected for carbon in ash, pounds. 
Cu percentage of carbon in the fuel by weight from the ultimate analysis. 

CO, COt =» percentages of CO, CO* in the flue gases by volume. 

Wz, “ weight of ash and refuse, pounds. 

Ca *■ per cent of combustibles in ash and refuse by weight. 

W « weight of fuel used, pounds. 
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Cltusification of Stokers^ Combustion Process and Adjustments^ Furnace Design^ 
Classification of Oil Burners^ Combustion Chamber Design^ Cltusification 
of Gas^Fired Appliances, Combustion Process, Ratings, Fuel Burning 

Rates 


A utomatic mechanical equipment for the combustion of solid, 
liquid, and gaseous fuels is considered in this chapter. 

MECHANICAL STOKERS 

A mechanical stoker is a device that feeds a solid fuel into a combustion 
chamber, provides a supply of air for burning the fuel under automatic 
control and, in some cases, incorporates a means of removing the ash and 
refuse of combustion automatically. Coal can be burned more efficiently 
by a mechanical stoker than by hand firing because the stoker provides a 
uniform rate of fuel feed, better distribution in the fuel bed and positive 
control of the air supplied for combustion. 

CLASSIFICATION OF STOKERS ACCORDING TO CAPACITY 

Stokers ma}^ be classified according to their coal feeding rates. The 
following classification has been made by the U, 5. Department of Com- 
merce, in cooperation with the Stoker Manufacturers Association, 

Class 1, Capacity under 61 lb of coal per hour. 

Class 2. Capacity 61 to 100 Ib of coal per hour. 

Class 3. Capacity 101 to 300 Ib of coal per hour. 

Class 4. Capacity 300 to 1200 Ib of coal per hour. 

Class 5. Capacity 1200 lb of coal per hour and over. 

Class 1 Stokers 

These stokers are used primarily for home heating and are designed 
for quiet, automatic operation. Simple, trouble-free construction and 
attractive appearance are desirable characteristics of these small units. 

A common stoker in this class (Fig. 1) consists essentially of a coal 
hopper, a screw for conveying the coal from the hopper to the retort, a 
fan which supplies the air for combustion, a transmission for driving the 
coal feed worm, and an electric motor for supplying power for coal feed 
and air supply. 

Air for combustion is admitted to the fuel through tuyeres at the top 
of the retort which may be either round or rectangular. Stokers in this 
class are made for burning anthracite, bituminous, semi -bituminous, and 
lignite coals, and coke. The U. S, Department of Commerce has issued 
commercial standards for household anthracite stokers h 

Units are available in either the hopper type, as shown in Fig. 1 or in 
the bin-feed type as shown in Figs. 2 and 3. Some stokers, particularly 
those designed for use with anthracitCi automatically remove ash from 
the ash pit and deposit it in an ash receptacle as shown in Fig. 3. Most 
of the bituminous models, however, require removal of the ash from the 
fuel bed after it is fused into a clinker. 

Stokers in this class feed coal to the furnace intermittently in accor- 
dance with temperature or pressure demands. A special control is used 

Sit 
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to insure sufficient stoker operation to maintain a fire during periods 
when no heat is required. Where year-round domestic hot water is 
supplied by^a boiler and indirect water heater connected to a storage 
tank, the stoker will usually be called on to operate often enough to 
maintain the fire. 

Stoker-Fired Boiler and Furnace Units 

Boilers, air conditioners, and space heaters especially designed for 
stokers are available having design features closely coordinating the heat 
absorber and the stoker. Although efficient and satisfactory performance 
can be obtained from the application of stokers to existing boilers and 
furnaces, some of the combination stoker-fired units (Fig. 4) are more 
compact and attractive in appearance. 

Class 2 and 3 Stokers 

Stokers in this class are usually of the screw feed type witliout auxiliary 
plungers or other means of distributing the coal. They are used exten- 
sively for heating plants in apartments and hotels, also, for industrial 



Fig. 1. Underfeed Stoker, Hopper Type, Class 1 



Fig. 2. Underfeed Stoker, Bin Feed Type, Class 1 


plants. They are of the underfeed type and are available in both the hop- 
per type, as illustrated in Fig. 5, and the bin feed type, shown in Fig. 6. 
These units also are built in plunger feed type with an electric motor or 
a steam or hydraulic cylinder coal feed drive. 

Stokers in this class are available for burning all types of anthracite, 
bituminous and lignite coals. The tuyere and retort design varies ac- 
cording to the fuel and load conditions. Stationary type grates are used 
on bituminous models and the clinkers formed from the ash accumulate 
on the grates surrounding the retort. 

Anthracite stokers in this class are equipped with moving grates which 
discharge the ash into a pit below the grate. This ash pit may be located 
on one or both sides of the grate and on some installations is of sufficient 
capacity to hold the ash for several weeks’ operation. 
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Class 4 Stokers 

Stokers in this group vary widely in details of design and several 
methods of feeding coal are employed. The underfeed stoker is widely 
used, although a number of the overfeed types are used in the larger 
sizes. Bin-feed, as well as hopper models, are available in both under- 
feed and overfeed types. 

Class 5 Stokers 

The prevalent stokers in this field are: (1) underfeed side cleaning, 
(2) underfeed rear cleaning, (3) overfeed flat grate, and (4) overfeed 
inclined grate. 

Underfeed side cleaning stokers are made in sizes up to approximately 
500 boiler horsepower. They are not so varied in design as those in the 
smaller classes, although the principle of operation is similar. A stoker 
of this type is illustrated in Fig. 7. 

The rear cleaning underfeed stoker is usually of the multiple retort 
design and is used in some of the largest industrial plants and central 
power stations. Zoned air control has been applied to these stokers, both 
longitudinally and transversely of the grate surface. 

The overfeed flat grate stoker is represented by the various chain — or 
traveling-grate stokers. A typical traveling-grate stoker is illustrated 
in Fig. 8. 

Another distinct type of overfeed flat-grate stoker is the spreader 
(Figs. 9 and 10) type in which coal is distributed either by rotating 
paddles or by air over the entire grate surface. This type of stoker is 
adapted to a wide range of fuels and has a wide application on small sized 
fuels, and on fuels such as lignites, high-ash coals, and coke breeze. 

The overfeed inclined-grate stoker operates on the same general com- 
bustion principle as the flat-grate stoker, the main difference being that 
rocking grates, set on an incline, are provided in the former to advance 
the fuel during combustion. 

CombuBtion Process 

In anthracite stokers of the Class 1 underfeed type, burning takes 
place entirely within the stoker retort. The refuse of combustion spills 
over the edge of the retort into an ash pit or receptacle from which it may 
be removed either manually or automatically. 

Larger underfeed anthracite stokers operate on the same principle, 
except that the retort is rectangular and the refuse spills over only one 
or two sides of the grate. Anthracite for stoker firing is usually the No. 1 
buckwheat or No. 2 buckwheat size. 

Because the majority of the smaller bituminous coal stokers operate on 
the underfeed principle, a general description of their operation is given. 
When the coal is fed into the retort, it moves upward toward the zone of 
combustion and is heated by conduction and radiation from the burning 
fuel in the combustion zone. As the temperature of the coal rises, it 
gives off moisture and occluded gases, which are largely non-combustible. 
When the temperature increases to around 700 or 800 F the coal particles 
become plastic, the degree of plasticity varying with the type of coal. 

A rapid evolution of the combustible volatile matter occurs during and 
directly after the plastic stage. The distillation of volatile matter con- 
tinues above the plastic zone where the coal is coked. The strength and 
porosity of the coke formed will vary according to the size and character- 
istics of the coal. While some of the ash fuses into particles on the surface 




Pig. 5. UmiMitrBKD Scssw StoxBt, Mopfbk Type, Class 2, 8 ox 4 
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of the coke as it is released, most of it remains on the hearth or grates and, 
as this ash layer becomes thicker with time, that portion exposed to the 
higher temperatures surrounding the retort fuses into a clinker. The 
temperature in the fuel bed, the chemical composition and homogeneity 
of the ash, and the time of heating govern the degree of fusion. 

Most bituminous coal stokers of Classes 1, 2, 3 and 4 require manual 
removal of the ash in clinker form. 

In the underfeed side-cleaning stokers the fuel is introduced at the 
front of the furnace to one or more retorts, and is advanced away from 
the retort as combustion progresses, while finally the ash is disposed of 
at the sides. This type of stoker is suitable for all bituminous coals while 
in the smaller sizes it is suitable for small sizes of anthracite. In this type 
of stoker the fuel is delivered to a retort beneath the fire and is raised 
into the fire. During this process the volatile gases are released, are 
mixed with air, and pass through the fire where they are burned. The 
ash may be continuously or periodically discharged at the sides. 



The underfeed rear-cleaning stoker accomplishes combustion in much 
the same manner as the side-cleaning tyi>e, but consists of several retorts 
placed side by side and filling up the furnace width, while the ash disposal 
is at the rear. In principle, its operation is the same as the side cleaning 
underfeed type. 

Overfeed flat-grate stokers receive fuel at the front of the grate in a 
layer of uniform thickness and move it horizontally to the rear of the 
furnace. Air is supplied under the moving grate to carry on combustion 
at a sufficient rate to complete the burning of the coal near the rear of 
the furnace. The ash is carried over the back end of the stoker into an 
ash pit beneath. This type of stoker is suitable for small sizes of anthra- 
cite or coke breeze, and also for bituminous coals, the characteristics of 
which make it desirable to burn the fuel wijthout disturbing it. This type 
of stoker requires an arch over the front of the fuel bed to maintain 
ignition of the incoming fuel and, frequently, a rear combustion arch. 

In addition to the use of rocking grates, the overfeed inclined-grate 
stoker is provided with an ash plate on which ash is accumulated and 
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dumped periodically. This type of stoker is suitable for all types of 
coking fuels but preferably for those of low volatile content. Its grate 
action keeps the fuel bed broken up thereby allowing free passage of air. 
Because of Its agitating effect on the fuel it is not desirable for badly 
clinkering coals. It usually should be provided with a front arch to 
ignite the volatile gases. 

Combustion Adjustments 

The coal feeding rate and air supply to the stoker should be regulated 
so as to maintain a balance between the load demand and the heat 
liberated by the fuel. Under such conditions no manual attention to the 
fuel bed should be required, other than the removal of clinker in stokers 
which operate on this principle of ash removal. 

As in all combustion processes, the maintenance of the correct pro- 
portions of air and fuel is essential. It is desirable to supply the minimum 
amount of air required to properly burn the fuel at the rate of feed. 

While there may be only slight variations in the rate at which the coal 
is being fed due to variations in the size or density of the coal, there may 



Fig. 10 , Overfeed Spreader Stoker (Pneumatic Type) 


be wide variations in the rate of air flow as the result of changes in fuel 
bed resistance. These changes in resistance may be caused by changes 
in the porosity of the fuel bed due to variations in size or friability of the 
coal, ash and clinker accumulation, and variations in depth of the fuel 
bed. Because of this variable fuel bed resistance, many bituminous 
stokers, even in the smaller domestic sizes, incorporate air controls which 
automatically compensate for these changes in resistance and maintain 
a constant air fuel ratio. The efficiency of combustion may be deter- 
mined by analyzing the flue gases as explained in Chapters 11 and 16. 

It is desirable on most stoker installations to provide automatic draft 
regulation in order to reduce air infiltration and provide better control 
during the banking, or off, periods of the stoker. 

Furnace Design 

Although there is considerable variation in stoker, boiler, and furnace 
design, the stoker industry, from long-time experience, has established 
certain rules for the proportioning of furnaces for domestic, and com- 
mercial stokers. The stoker installer and designer of stoker-fired equip-* 
ment should give careful consideration to these factors. 
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The Stoker Manufacturers Association has published standard recom- 
mendations on setting heights for stokers having capacities up to 1200 lb 
of coal per^ hour 

The empirical formulas for determining these setting heights are: 

For burning rates up to 100 Ib coal per hour 

H - 0.1125 B + 15.75 (1) 

For burning rates from 100 to 1200 lb coal per hour 

H - 0.03 J5 + 24 (2) 

where 

H «= minimum setting height, inches, measured from dead plates to crown sheet for 
steel boilers. For cast-iron boilers height may be T/% H. 

B burning rate coal per hour, pounds. 

Standards for minimum firebox dimensions and base heights have been 
formulated by the Stoker Manufacturers Association as shown in Fig. 11*. 



Fig. 11. Suggested Minimum Firebox Dimensions and Base Heights" 

•For reference in ffelecting or deRigntng hoilerR and furnaces for Bloker firing. DImensfonii shown are for 
net inside clearance at grate level using coal with heating value of not lew than 12.000 Btu per pound. Under 
certain conditions smaller fireboxes will permit satisfactory performance but these dimensions are preferred 
norma) minim urns. 


In considering these recommendations, it should be understood that 
they show the average recommended minimum. There are many factors 
affecting the proper application of stokers to various types of boilers and 
furnaces, and, in certain instances, setting height or firebox dimensions 
shown in the standards may be modified without impairing performance. 
Such modification rests with the experience of the installer, or designer, 
with a particular stoker, the type of fuel used, and the construction of the 
boiler or furnace. 

Installation of stokers (particularly smaller sizes) from the side of the 
boiler or furnace will sometimes facilitate clinker removal. 

Rating and Sizing Stokers ^ 

The capacity or rating of small underfeed stokers is usually stated as 
the burning rate in pounds of coal per hour. Codes for establishing uni> 
f(»’m methods of rating anthracite and bituminous coal stdeers have 
been adopted by the Stoker Manufactures A ssociation *. 
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The Association also has adopted a uniform method of selecting stokers 
that is published in convenient tables and charts The required capacity 
of the stoker is calculated as follows: 

Load (Btu per hour) Stoker burning rate 

« required (pounds of 

Heating value of coal (Btu per pound) X over-all efficiency of coal per hour) 
stoker and boiler or furnace 

In determining the total load placed on a stoker-fired boiler by a steam 
or hot water heating system, a piping and pick-up factor of 1.33 is com- 
monly used in sizing the stoker, but this factor should be increased at 
times due to unusual conditions. 

Controls 

The heat delivery from the stoker of the smallest household type to the 
largest industrial unit can be regulated accurately with fully automatic 
controls. The smaller heating applications are controlled normally by a 



Fig. 12. Low Pressure Atomizing Oil Burner 


thermostat placed in the building to be heated. Limit controls are 
supplied to prevent excessive temperature or pressure being developed in 
the furnace or boiler and refueling controls are used to maintain ignition 
during periods of low heat demand. Automatic low water cut-outs are 
recommended for use with all automatically-fired steam boilers. (See 
Chapter 34.) 


DOMESTIC OIL BURNERS 

An oil burner is a mechanical device for producing heat automatically 
from liquid fuels. Two methods are employed for the preparation of the 
cril for the combustion process; atomization, and vaporization. The 
simpler types of burners depend upon the natural chimney draft for 
supplying the air for combustion. Other burners provide mechanical air 
supply or a combination of atmospheric, and mechanical. Ignition is 
accomplished by an electrical spark or hot wire, or by an oil or gas pilot. 
Some burners utilize a combination of these methods. Continuously 
operating burners may use manual ignition. Burners of different types 
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Operate with luminous or non-luminous flame. Operation may be inter- 
mittent, continuous with high-low flame, or continuous with graduated 
flame. 

CLASSIFICATION OF BURNERS 

Domestic oil burners may be classified by type of design or operation 
into the following groups: pressure atomizing or gun, rotary, and vapor- 
izing or pot. These are further classified as mechanical draft, and natural 
draf t. 

Pressure Atomizing (Gun Type) 

Gun type burners may be divided into two classes, low-pressure, and 
high-pressure atomization. In the first group, a mixture of oil and 
primary air is pumped as a spray through the nozzle at a pressure of 2 to 
7 lb per square inch. Secondary air is supplied by a fan. Ignition is 
obtained by means of a high-voltage electric spark used alone, or as 
primary ignition for a gas pilot. Various features of a low pressure 
atomizing burner are shown in Fig. 12. 



Fig. 13. High-Pressure Atomizing Oil Burner 


The high-pressure atomizing type, illustrated in Fig. 13, is characterized 
by an air tube, usually horizontal, with oil supply pipe centrally located 
in the tube and arranged so that a spray of atomized oil is introduced, 
at about 100 lb per square inch, and mixed in the combustion chamber 
with the air stream emerging from the air tube. A variety of patented 
shapes is employed at the end of the air tube to influence the direction 
and speed of the air and thus the effectiveness of the mixing process. 

This type of burner utilizes a fan to supply the air for combustion, and 
ignition is established by a high-voltage electric spark that may be 
operative continuously while the burner is running, or just at the beginning 
of the running period. Gun type burners operate on the intermittent 
an-off principle, and with a luminous flame. 

'Jr 

The combustion process is completed in a chamber constructed of 
refractory material, or stainless steel, this being a part of the installation. 
Pressure-atomizing burners generally use the distillate oils. No. 1, 2 or 
3 grade. (See Chapter 16.) 
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Rotary Type • 

This class of burners may be divided into two groups: vertical, and 
horizontal. Most of the smaller rotary burners are of the vertical type, 
and use the lighter distillate oils, No. 1 or 2 grade. 

The most distinguishing feature of vertical rotary burners is the 
principle of flame application. These burners are of two general types: 
the center flame and wall flame. In the former type (Fig. 14), the oil is 
atomized by being thrown from the rim of a revolving disc or cup and the 
flame burns in suspension with a characteristic yellow color. Combustion 
is supported by means of a bowl-shaped chamber or hearth. The wall 
flame burner (Fig. 15) differs in that combustion takes place in a ring of 
stainless steel or refractory material, which is placed around the hearth. 
Dependent upon combustion adjustment, these burners may operate 
with either a semi-luminous or non-luminous flame. 

Both types of vertical rotary burners are further characterized by their 
installation within the ash pit of the boiler or furnace. Various types of 



Fig, 14 . Center Flame Vertical Fig. 15 . Wall Flame Vertical 

Rotary Burner Rotary Burner 


ignition are utilized, gas and electric, either spark or hot wire. The air 
for combustion is supplied partially by natural draft, and partially by 
fan eflfect of the central spinner element. 

Horizontal rotary burners are used principally to burn the heavier oils, 
Nos. 6 and 6 grades, principally in larger commercial and industrial 
installations, although domestic sizes are available. Such burners are of 
the mechanical atomizing type, using rotating cups which throw the oil 
from the edge of the cup at high velocity into the surrounding stream 
of air delivered by the blower (Fig. 16). 

Horizontal rotary burners commonly use a combination electric-gas 
ignition system, or are lighted manually. Primary air for combustion is 
supplied by a blower, and secondary air, often introduced through a 
checkerwork in the combustion chamber, is controlled by chimney draft. 
These burners operate with a luminous flame, usually on high-low or 
continuous setting. 

In larger installations, burners may be install^ in multiple in a common 
combustion chamber. Because of the high viscosity oils used in these 
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Fig. 16 . Horizontal Rotating Cup Oil Burner 

burners, it is customary to preheat the oil between the tank and the 
burner. Preheating when delivering from tank car, or truck, is often 
required in cold weather. 

Vaporizing Burners 

This type burner transforms the oil into a combustible vapor by the 
application of heat from a plate, or cracking chamber. The class may be 
subdivided into burners supplying combustion air mechanically, and those 
utilizing the natural chimney draft. Vaporizing pot-type burners are 
generally restricted to the use of the lighter distillates but some will 
operate with No. 3 oil. 

These burners are designed for continuous or intermittent operation, 
with manual ignition, and the rate of burning is controlled by a metering 
valve. They are also available with electric ignition and thermostatic 
controls. Flame may be luminous or non-luminous, dependent upon 
adjustment. A burner of this type is illustrated in Fig. 17. 

Vaporizing burners of the natural draft type are used as the firing 
device in integral space heaters, water heaters, or furnace units. Some 
types have also been applied successfully to conversion installations. 
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Oil-Fired Boiler and Furnace Units 

A number of types of specially designed oil-fired boiler-burner and 
furnace-burner units are available. Various locations of burners will be 
noted in such units; some having the combustion chamber and burner 
at the top, some at the bottom, and some at the center of the appliance. 
One type of boiler-burner unit is shown in Fig. 18. The coordinated 
design of boiler (or furnace) and burner elements insures the optimum in 
operating characteristics, and the maintenance of balanced performance. 
This type of equipment usually has more heating surface, better flue 
proportions and gas travel than conventional boilers or furnaces. Some 



Fig. 18. Typical Boiler-Burner Unit 

of the better conversion installations, however, may equal the unit type 
in performance. 

Operating Requirements for Mechanical Draft Oil Burners 

The U, S, Department of Commerce in conjunction with the oil burner 
industry has established commercial standards for automatic mechanical 
draft oil burners for domestic installations which cover installation 
requirements and performance tests ^ 

Combustion Process 

Efficient combustion must produce a clean flame and use a relatively 
small excess of air, t.e., between 25 and 50 per cent. This can be done 
only by vaporizing the oil quickly and completely, and mixing it vigorously 
with air in a combustion chamber hot enough to support the combustion. 
A vaporizing burner prepares the oil, for combustion, by transforming the 
liquid fuel to the gaseous state by the application of heat. This is accom- 
plished before the oil vapor mixes with air to any extent and, if the air 
and oil vapor temperatures are high and the fire pot hot, a clear blue 
flame is produced. 

In an atomizing burner the oil is mechanically separated into very fine 
particles so that the surface exposure of the liquid to the radiant heat of 
tha combustion chamber is vastly increased and vaporization proceeds 
quickly. The result is the ability to burn more and heavier oil within a 
l^ven combustion space. Because the air enters the combustion chamber 
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with the liquid fuel particles, mixing, vaporization and burning occur 
all at once jn the same space. This produces a luminous flame, A 
deficient amount of air is indicated by a dull red or dark orange flame 
with smoky tips. 

An excessive supply of air may produce a brilliant white flame or a 
short ragged flame with incandescent sparks flashing through the com- 
bustion space. While extreme cases may be detected, it is not possible 
to distinguish, by eye, the effect of the finer adjustment which competent 
installation requires. 

Combustion Adjustments 

The present-day oil burner with mechanical oil and air supply, properly 
installed and equipped with an automatic draft regulator, is capable of 
maintaining efficient combustion for a considerable period following the 
initial adjustments of oil and air. Eventually certain changes may occur, 
however, that will cause the per cent of excess air to decrease below 
allowable limits. A decrease in air supply while the oil delivery remains 
constant, or an increase in oil delivery while the air supply remains con- 
stant, will make the mixture of oil and air too rich for clean combustion. 
The more efficient the adjustment the more critical it will be. The oil 
and air supply rates must remain constant. 

The following factors may influence the oil delivery rate: (1) changes 
in oil viscosity due to temperature change or variations in grade of oil 
delivered, (2) erosion of atomizing nozzle, (3) fluctuations in by-pass relief 
pressures, and (4) possible variations in methods of atomization. Any 
change due to partial stoppage of oil delivery will increase the proportion 
of excess air. This will result in less heat, reduced economy and possibly 
a complete interruption of service. 

The following factors may influence the air supply: (1) changes in 
combustion draft due to a variety of causes {i.e.y changes in chimney 
draft because of weather changes, seasonal changes, back drafts, failure 
or inadequacy of automatic draft regulator, use of chimney for other 
purposes, possible stoppage of the chimney, and changes in draft resis- 
tance of boiler due to partial stoppage of the flues), and (2) changes in air 
inlet adjustments at the fan. 

Air leakage into the boiler or furnace setting should be reduced to a 
minimum. The amount of air leakage will be determined by the draft 
in the combustion chamber. It is important that this draft should be 
reduced as low as is consistent with the proper disposal of the gases of 
combustion. When using mechanical draft burners with average con- 
ditions, the combustion chamber draft should not be allowed to exceed 
0.02-0.05 in. water. An automatic draft regulator is very helpful in 
maintaining such values. 

Even though a fan is generally used to supply the air for combustion, 
in most oil burners, the importance of a proper chimney should not be 
overlooked. The chimney should have sufficient height and size to insure 
that the draft will be uniform within the limits given if maximum ef- 
ficiency throughout the heating season is to be maintained. 

Measurement of the Efficiency of Co|nbustion 

Since efficient combustion is based upon a clean flame and definite 
proportions of oil and air employed, it is possible to determine the results 
py analyzing the combustion gases. It is usually sufficient to analyze 
only for carbon dioxide (CO*). A showing of 10 to 12 percent indicates 
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the best adjustfnent if the flame is clean. Most of the good installations 
show from 8 to 10 per cent C02- Taking into account the potential 
hazard of low excess air (high CO 2 ), a setting to give 10 per cent COt 
constitutes a reasonable standard for most oil burners. 

Combustion Chamber Design 

With burners requiring a refractory combustion chamber the size and 
shape should be in accordance with the manufacturer’s instructions. It 
is important that the chamber shall be as nearly air tight as is possible, 
except when the particular burner requires a secondary supply of air 
for combustion. 

The atomizing burner is dependent upon the surrounding heated 
refractory or firebrick surfaces to vaporize the oil and support combustion. 
Unsatisfactory combustion may be due to inadequate atomization and 
mixing. A combustion chamber can only compensate for these things to 
a limited extent. If liquid fuel continually reaches some part of the fire- 
brick surface, a carbon deposit will result. The combustion chamber 
should enclose a space having a shape similar to the flame but large 
enough to avoid flame contact. The nearest approach in practice is to 
have the bottom of the combustion chamber flat, but far enough below 
the nozzle to avoid flame contact, the sides tapering from the air tube at 
the same angle as the nozzle spray and the back wall rounded. A plan 
view of the combustion chamber resembles in shape the outline of the 
flame. In this way as much firebrick as possible is close to the flame so it 
may be kept hot. This insures quick vaporization, rapid combustion and 
better mixing by eliminating dead spaces in the combustion chamber. 
An overhanging arch at the back of the fire pot is sometimes used to 
increase the flame travel and give more time for mixing and burning, and 
sometimes to prevent the gases from going too directly into the boiler 
flues. When good atomization and vigorous mixing are achieved by the 
burner, combustion chamber design becomes a less critical matter, VVhere 
secondary air is used, combustion chamber design is quite important. 
When installing some of the vertical rotary burners the manufacturer’s 
instructions must be followed carefully when installing the hearth, as in 
this class successful performance depends upon this factor. 

Boiler Settings 

As the volume of space available for combustion is a determining 
factor in oil consumption, it is general practice to remove grates and 
extend the combustion chamber downward to include or even exceed the 
ash pit volume; in new installations the boiler may be raised to make 
added volume available. Approximately 1 cu ft of combustion volume 
should be provided for every developed boiler horsepower, and in this 
volume from 1.6 to 2.5 lb of oil per hour can properly be burned. This 
corresponds to an average liberation of about 38,000 Btu per cubic foot 
per hour. At times much higher fuel rates may be satisfactory. For best 
results, care should be taken to keep the gas velocity below 40 fps. Where 
checkerwork of brick is used to provide secondary air, good practice calls 
for about 1 sq in. of opening for each pound of oil fired per hour. Such 
checkerwork is best adapted to flat flames, or to conical flames that can 
be spread over the floor of the combustion (Camber. The proper bricking 
of a large or even medium sized boiler for oil firing is important and 
frequently it is advisable to consult &n authority on this subject. The 
essential in combustion chamber design is to provide against flame 
impingement upon either metallic or firebrick surfaces. Manufacturers of 
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oil burners usually have available detailed plans for adapting their burners 
to various types of boilers, and such information should be utilized. 

Controls 

Controls for oil burner operation, including devices for the safety and 
protection of a boiler or furnace, are fully described in Chapter 34. 

GAS-FIRED HEATING EQUIPMENT 

A gas burner is defined by the American Gas Association as '"a device 
for the final conveyance of the gas, or a mixture of gas and air, to the 
combustion zone.” Burners used for domestic heating are of the atmos- 
pheric injection, yellow flame, or power burner types. 

The use of gas has resulted in the production of a number of types of 
domestic gas heating appliances, and systems. These may be classified 



Fig. 19. Gas-Firbd Boiler 


in types designed for central heating plants, and those for unit applica- 
tion. G^-designed units and conversion burners are available for the 
several kinds of central systems. Unit heaters, space heaters and circu- 
lators may be had for installation in the space being heated. 

Central Heating Systems 

Boilers and furnaces specially designed for gas-firing incorporate 
design features for obtaining maximum efficiency and performance. 
Small flue passes to secure good heat transfer, the use of materials resistant 
to the corrosive effects of products of combustion, and draft hoods are 
notable featur^. Control equipment includes gas pressure regulators, 
thermostatic pilots, and limit controls cf^igned to protect the appliance 
and to insure safety of operation. A boiler designed for gas-burning is 
iUustra^ in Fig. 19. 

Conversicm bumem are usually complete burner and control units 
deigned for installation in existing boilers and furnaces. Burner heads 
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are of circular or rectangular shape in order to fit in the space available. 
The control equipment is generally the same as for gas boilers and 
furnaces. Various baffles made of clay radiants or metal are used for 
the purpose of guiding the products of combustion along the heating 
surface in the firebox or flues. Automatic air dampers are supplied on 
many models to prevent flow of air into the firebox when the burner is 
not operating. A typical gas conversion burner is shown in Fig. 20. 

Burners of this type are available in sizes ranging from 80,000 to 500,000 
Btu per hour capacity. Burners of even larger capacity, for use with 
natural gas in large steel boilers, are usually engineered by the local 
utility or contractor. They are available in an infinite number of sizes 
because the burner may be an assembly of multiple burner heads filling 
the entire firebox. 

Domestic sizes of conversion burners should be installed with due 
attention to the method of venting. Draft hoods, conforming to Ameri- 



Fig. 20 . Typical Gas Conversion Burner 


can Standard Requirements, should be installed in place of the dampers 
used with a solid fuel. 

One form of central heating system is the warm air floor furnace The 
use of these furnaces is adaptable to mild climates. They are used for 
heating first floors, or where heat is required in only one or two rooms. A 
number may be used to provide heat for the entire building where all 
rooms are on the ground floor, thus giving the heating system flexibility. 
With the usual type the register is installed in the floor, the heating 
element and gas piping being suspended below. 

Unit Type Heaters 

Space heaters may be used for auxiliary heating, but in many cases 
are installed for furnishing heat to entire buildings. With the exception 
of wall heaters, they are semi-portable. 

Parlor heaters or ciradators are usually of the cabinet type. They heat 
the room entirely by convection, f.e., the cold air of the room is drawn 
in near the base, pas^ up inside the jacket around a heatihg section, and 
out of the heater at, or near, the top. These heaters cause a continuous 
circulation of the air in the room during the time they are in operation. 
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The burners are located in the base at the bottom of an enclosed com- 
bustion chan|ber. The products of combustion pass around baffles within 
the heating element, and out the flue at the back near the top. They are 
well adapted for residence room heating and also for stores and offices. 

Radiant heaters give off a considerable portion of their heat in the form 
of radiant energy emitted by an incandescent refractory that is heated by 
a Bunsen flame. They are made in numerous shapes and designs and in 
sizes ranging from two to fourteen or more radiants. An atmospheric 
burner is supported near the center of the base. Others have a group of 
small atmospheric burners supported on a manifold attached to the base. 
Most radiant heaters are portable; however, there are also types which 
are encased in a jacket that fits into the wall with a grilled front. 

Gas-fired steam and hot water radiators are other types of room heating 
appliances. They are made in a large variety of shapes and sizes and are 
similar in appearance to the ordinary steam or hot water radiator. A 
separate combustion chamber is provided in the base of each radiator and 
is usually fitted with a one-piece burner. They may be secured in either 
the vented or unvented types, and with steam pressure, thermostatic or 
room temperature controls. 

Warm air radiators are similar in appearance to steam or hot water 
radiators. They are usually constructed of sheet metal hollow sections. 
The products of combustion circulate through the sections and are 
discharged from a flue or into the room, depending upon whether the 
radiator is of the vented or unvented type. 

Unit heaters are used extensively for heating large spaces such as stores, 
garages, and factories. These heaters consist of a burner, heat exchanger, 
fan for distributing the air, draft hood, thermostatic pilot, and controls 
for burners and fan. They are usually mounted in an elevated position 
from which the heated air is directed downward by louvers. Some unit 
heaters are suspended from the ceiling, and others are free-standing floor 
units of the heat tower type. 

Unit heaters are available in two types, classified according to their 
use, with, or without ducts. Only those types of unit heaters tested and 
approved as warm air furnaces can be connected safely to ducts, as they 
have sufficient blower capacity to deliver an adequate air supply against 
duct resistance and are equipped with limit controls. 

Combustion Process and Adjustments 

Most domestic gas burners are of the atmospheric injection (Bunsen) 
type in which primary air is introduced, and mixed with the gas in the 
throat of the mixing tube. A ratio of about 3 parts primary air to 1 part 
gas for manufactured gas, and a 5^ to 1 ratio for natural gas, are generally 
used as theoretical values." The amount of excess air required in practice 
depends upon several factors, notably: uniformity of air distribution and 
mixing, direction of gas travel from burner, and the height and tem- 
perature of combustion chamber. 

Secondary air is drawn into gas appliances by natural draft. As with 
other fuels, excess secondary air constitutes a loss, and should be reduced 
to a proper minimum, which usually cannot be less than 26 to 35 per cent 
if the appliance is to meet A.S,A. approval. Yellow flame burners 
depend upon secondary air, alone, for combustion. 

The flame produced by atmospheric injection burners is non-luminous. 
Air shutter adjustments for manufactured gas should be made by closing 
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the air shutter until yellow flame tips appear and then by opening the air 
shutter to a final position at which the yellow tips just disappear. This 
type of flame obtains ready ignition from port to port and also favors 
quiet flame extinction. When burning natural gas the air adjustment is 
generally made to secure as blue a flame as obtainable. 

Little difficulty should be had in maintaining efficient combustion when 
burning gas. The fuel supply is normally held to close limits of variation 
in pressure and calorific value and the rate of heat supply is nominally 
constant. Because the force necessary to introduce the fuel into the 
combustion chamber is an inherent factor of the fuel, no draft by the 
chimney is required for this purpose. The use of a draft hood insures 
the maintenance of constant low draft condition in the combustion 
chamber with a resultant stability of air supply. A draft hood is also 
helpful in controlling the amount of excess air and preventing back 
drafts that might extinguish the flame. (See Chapter 16.) 

Due to the use of draft hoods and gas pressure regulators both the 
input and combustion conditions of gas appliances are maintained quite 
uniform until deposits of dirt, corrosion, or scale accumulate in the air 
inlet openings, burner ports, or on the heating surface. Periodic cleaning 
is necessary to keep any gas appliance in proper operating condition. 

Measurement of the Efficiency of Combustion 

The efficiency of combustion may be judged from the percentage of 
carbon dioxide (C’ 02 ), oxygen (O 2 ) and carbon monoxide (CO) in the flue 
gases. The CO 2 and O 2 may be obtained by means of an Orsat apparatus 
but the CO must be determined by more accurate equipment. It is 
customary to use simple indicators to determine whether CO is present 
and to make adjustments of the appliances to reduce the CO below 4/100 
of one per cent before continuing tests in which the CO 2 and O 2 can then 
be found by use of the Orsat apparatus. Since the ultimate CO 2 for any 
gas depends on the total hydrogen content the quality of the combustion 
should not be judged from the value of the CO 2 in the flue gas without 
reference to the ultimate CO 2 obtainable. Practical values of CO 2 will 
usually be from 8 to 14 per cent depending on the gas used. 

Ratings for Gas Appliances 

Input rating for a gas appliance is established by demonstrating that 
the appliance can meet the Approval Requirements of the .4. 5.^4. The 
tests are conducted at the A,G.A. Testing Laboratories, Output rating is 
determined from the approved input and an average efficiency stated in 
the Approval Requirements and is the heat available at the outlet. 

Sizing Gas-Fired Heating Plants 

Although gas-burning equipment usually is completely automatic, 
maintaining the temperature of rooms at a predetermined figure, there 
are some manually controlled installations. In order to overcome 
effectively the starting load and losses in piping, a manually-controlled 
gas boiler should have an output as much as 100 per cent greater than the 
equivalent standard radiation which it is expected to serve. 

Boilers under thermostatic control, however, are not subject to such 
severe pick-up loads and consequently, it is possible to use a lower selec- 
tion factor. For a gas-fired boiler or furnace under thermostatic control 
a factor of 20 to 25 per cent is usually sufficient for pick-up allowance. 
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• ^ In those installations, in mild climates where 100 per cent outside air 
is used, furnaces should be of larger size in order to provide adequate 
capacity and quick pick-up under intermittent heating conditions. 

The factor to be allowed for loss of heat from piping will vary some- 
what, the proportionate amount of piping installed being greater for 
small installations than for large ones. For selection factors to be added 
to installed radiation under thermostatic control see Chapter 18. 

Appliances used for heating with gas should bear the approval seal 
of the A.G.A. Testing Laboratories on the manufacturer’s nameplate, 
together with the official input and output ratings. It is not permissible 
to operate a gas heating unit above its stated rating. It may be necessary 
to operate below this rating at elevations above 3,000 ft. 

Installations should be made in accordance with recommendations 
shown in the publications of the American Gas Association. 

Controls 

Temperature controls for gas burners are described in Chapter 34. 
Some central heating plants are equipped with push-button or other 
manual control. The main gas valve may be of either the snap action 
or throttling type. Automatic electric ignition is available. 

FUEL BURNING RATES 

The burning rate for automatic fuel burning devices is determined by 
the gross heat output required of the boiler, or furnace, to carry the net 
heating load plus allowances for system losses, and pick-up. General 
values for these allowances previously have been noted. Detailed infor- 
mation for piping and pick-up allowances for steam, and hot water systems 
is given in Chapter 18 and for warm air systems in Chapters 21 and 22. 

When the gross output, operating efficiency, and heat value of the fuel 
are known, the required rate of burning can be determined by means of 
Figs. 21, 22 and 23 for the several fuels. 
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Fig. 22. Oil Fuel Burning Rate Chart® 

•This chart is based upon No. 3 oil having a heat content of 143.400 Btu per gallon. If other grades of 
oil are used multiply the value obtained from this chart by the following factors: No. 1 oil (139,000 Btu 
per gallon) 1.032; No. 2 oU fUl.OOO Btu per gallon) 1.017; No. 4 oU (144,500 Btu per gallon) 0.992; No. 6 
oil (146,000 Btu per gallon) 0.982; and No. 6 oil (150,000 Btu per gallon) 0.956. 
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Fig. 23. Gas Fuel Burning Rate Chart 

As the rate of fuel burning is directly proportional to the load for a 
given efficiency, these charts can be extended by moving the decimal 
points the same number of digits in both vertical and horizontal scales. 
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* The correct fuel burning rate can be determined directly from the 
several charts for oil or gas burning installations, as these customarily 
operate on a strictly intermittent basis. These fuel burning devices 
usually introduce the fuel at a single fixed rate during the on periods and 
this rate should be sufficient to carry the gross load. In the case of coal 
stokers, which are usually capable of variable rates of firing, it is desirable 
to operate at as low a rate as weather conditions will permit, but the maxi- 
mum firing rate of the stoker should be sufficient to carry the gross load. 
This rate may be determined by the same method as used for oil or gas. 
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BOILERS: Constructian, Types^ Design Considerations, Testing and Rating 
Codes, Efficiency, Rating, Selection, Space Limitations, Connections and 
Fittings, Erection, Operation and Maintenance, FURISACES: Types, 
Materials and Construction, Ratings, Testing and Rating Codes, 
Efficiency, Design Considerations, Humidification Equipment 


I N presenting the subject of Boilers and Furnaces this chapter is 
divided into two parts; the first dealing with boilers and the second 
treating warm air furnaces. 

HEATING BOILERS 

Steam and hot water boilers for low pressure heating are built in a 
wide variety of types and sizes, many of which are illustrated in the 
Catalog Data Section, They are made of steel or cast-iron. 

CONSTRUCTION 

The only code governing the construction of low-pressure heating steel 
and cast-iron boilers that has gained recognition on a national basis is 
the ASME Boiler Construction Code for Low Pressure Heating Boilers. 
Some states and municipalities have their own codes which apply locally 
but these are usually patterned after the ASME Code. 

The maximum allowable working pressures are limited by the ASME 
Code to 15 psi for steam and 30 psi for hot water heating boilers. Hot 
water boilers may be used for higher working pressures, for heating 
purposes, or for hot water supply when designed and tested for the 
higher pressure. 


TYPES OF HEATING BOILERS 

Heating boilers are classified in a number of different ways, such as: 

(a) According to materials of construction. These are steel and cast-iron. Very few 
non-ferrous boilers are made. 

(h) According to the fuels for which the boilers are designed. These are coal, hand 
fired or stoker fired; oil; gas; or wood. Some boilers are designed specifically for one fuel 
but many boilers are designed for more than one fuel. 

{c) According to the specific purpose or application for which the boiler is used, such 
as space heating or domestic hot water supply. 

(d) According to the design or construction of the boiler such as, sectional, round, 
fire-tube, water-tube, magazine feed, Scotch, etc. 

Cast-Iron Boilers 

Cast-iron boilers are generally classified as: 

(a) Square or rectangular boilers with vertical sections and rectangular grates 
commonly known as sectional boilers. 

(5) Round boilers with horizontal pancake sections and circular grates. 

Cast-iron boilers are usually shipped in sections and assembled at the 
place of installation. In the majority of boilers the sections are assembled 
with push nipples and tie rods. Many sectional boilers are provided with 
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large push nipples at top to permit the circulation of water between 
adjacent sections at both the water line and bottom of the boiler, which 
is necessary to enable the use of an indirect water heater with the boiler 
for summer-winter hot water supply. Round and sectional boilers may 
be increased in size by the addition of sections and corresponding plate 
work. 

Small sectional type boilers are available with wet-base construction, 
wherein the ashpit or combustion chamber sides and bottom are sur- 
rounded by extensions of the water legs of the boiler sections and thus 
no separate base is required. This type of construction permits the 
boiler to be set directly on a wood or composition floor without danger 
of fire. The wet-base also provides some additional heating surface. 

Capacities of cast-iron boilers range generally from capacities required 
for small residences up to about 12,000 sq ft of steam radiation. There 
are a few boilers made with capacities up to 18,000 sq ft of steam radia- 
tion. For larger loads, boilers must be installed in multiple. 

Steel Boilers 

Steel boilers may be of the fire-tube type, in which the gases of com- 
bustion pass through the tubes and the boiler water circulates around 
them, or of the water-tube type, in which the gases circulate around the 
tubes and the water passes through them. 

Either the fire-tube or water-tube type may be designed with integral 
water jacketed furnaces or arranged for refractory lined brick or refractory 
lined jacketed furnaces. Those with integral water jacketed furnaces 
are called portable firebox boilers and are the most commonly used type. 
They are usually shipped in one piece, ready for piping. Refractory 
furnaces are usually installed in refractory lined furnace boilers after 
they are set in place. 

Capacities of steel boilers range from those required for small residences 
up to about 35,000 sq ft of steam radiation. 

Boilers for Special Applications 

One of these is known as the magazine feed boiler developed for the 
burning of small sizes of anthracite and coke and has a large fuel carrying 
capacity which results in longer firing periods than would be the case 
with the standard types burning coal of buckwheat size. Special atten- 
tion must be given to proper chimney sizes and connections when in- 
stalling in order to insure adequate draft. 

Boilers for hot water supply are classified as direct, if the water heated 
passes through the boiler, and as indirect, if the water heated does not 
come in contact with the water or steam in the boiler. 

Direct heaters are built to operate at the pressures found in city supply 
mains and are tested at pressures from 200 to 300 Ib per square inch. 
The life of direct heaters depends almost entirely on the scale-forming 
properties of the water supplied and the temperatures maintained. If 
low water temperatures are maintained the life of the heater will be much 
longer due to decreased scale formation and minimized corrosion. Direct 
water heaters in some cases are designed tcfburn refuse and garbage. 

Indirect heaters generally consist of steam boilers in connection with 
h^t exchangers of the coil or tube types which transmit the heat from the 
steam to the water. This type of installation has the following advantages : 
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1. The boiler operates at low pressure. 

2. The boiler is protected from scale and corrosion. 

3. The scale is formed in the heat exchanger in which the parts to which the scale 
is attached can be cleaned or replaced. The accumulation of scale does not affect 
efficiency although it will affect the capacity of the heat exchanger. 

4. Discoloration of water may be prevented if the water supply comes in contact 
with only non-ferrous metal. 

Where a steam or a forced circulation hot water heating system is 
installed, the domestic hot water may be heated by an indirect heater 
attached to the boiler. For most satisfactory performance in the steam 
system, this heater is placed just below the water line of the boiler. In a 
forced circulation hot water system, it should be located as high as 
possible with respect to the boiler. 

BOILER DESIGN CONSIDERATIONS 
Furnace Design 

Good efficiency and proper boiler performance are dependent on 
correct furnace design. There must be sufficient volume for burning the 
particular fuel which is used, and means to obtain a thorough mixing of 
air and gases at a high temperature and at a velocity low enough to 
permit complete combustion of all the volatiles. For hand fired boilers, 
the furnace volume should be large enough to hold sufficient fuel for 
reasonably long firing periods. (See Chapters 16 and 17.) 

Heating Surface 

Boiler heating surface is that portion of the surface of the heat transfer 
apparatus in contact with the fluid being heated on one side and the gas or 
refractory being cooled on the other side. Heating surface on which the 
fire shines is known as direct or radiant surface and that in contact with 
hot gases only as indirect or convection surface. The amount of heating 
surface, its distribution, and the temperatures on either side thereof 
influence the capacity of any boiler. 

Direct heating surface is more valuable than indirect per square foot 
because it is subjected to a higher temperature and also, in the case of 
solid fuel, because it is in position to receive the full radiant energy of the 
fuel bed. 

The effectiveness of the heating surface depends on its cleanliness, its 
location in the boiler, and the shape of the gas passages. The area of the 
gas passages must not be so small as to cause excessive resistance to the 
flow of gases where natural draft is employed. Inserting baffles so that 
the heating surface is arranged in series with respect to the gas flow 
increases boiler efficiency and reduces stack temperature, but increases 
the draft loss through the boiler. 

Heat Transfer Rale 

Practical average over-all heat transfer rates expressed in Btu absorbed 

C er square foot of surface per hour will average about 3300 for hand fired 
oilers and 4000 for mechanically fired boilers when operating design 
load. When mechanically fired boilers are operating at maximum load 
as defined in this chapter under heading Selection of Boilers, these values 
will run between 5000 and 6000. Boilers operating under favorable 
conditions at these heat transfer rates will give exit gas temperatures that 
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are considered consistent with good practice, although there are boilers 
which have high efficiencies and also operate at higher transmission rates. 

TESTING AND RATING CODES 

The Society has adopted four solid fuel testing codes, a solid fuel 
rating code, and an oil fuel testing code. 

ASHVE Standard and Short Form Heat Balance Codes for Testing 
Low-Pressure Steam Heating Solid Fuel Boilers — Codes 1 and 2 — 
(Revision of June, 1929) S are intended to provide a method for con- 
ducting and reporting tests to determine heat efficiency and performance 
characteristics. 

ASHVE Performance Test Code for Steam Heating Solid Fuel Boilers 
— Code No. 3 — (Edition of 1929)^ is intended for use with ASHVE 
Code for Rating Steam Heating Solid Fuel Hand-Fired Boilers^. The 
object of this test code is to specify the tests to be conducted and to 
provide a method for conducting and reporting tests to determine the 
efficiencies and performance of the boiler. 

The ASHVE Standard Code for Testing Steam Heating Boilers Burn- 
ing Oil Fuel (Adopted June, 1932), is intended to provide a standard 
method for conducting and reporting tests to determine the heating 
efficiency and performance characteristics when oil fuel is used with steam 
heating boilers. 

In 1938 the Society adopted a Standard Code for Testing Stoker-Fired 
Steam Heating Boilers ^ (Adopted June, 1938), which is intended to 
provide a test method for determining the efficiency and performance 
characteristics of any stoker and boiler combination burning any type 
of solid fuel such as anthracite or bituminous coal. 

The Steel Boiler Institute, Inc, has adopted (June 12, 1945) a Rating 
Code for Commercial Steel Boilers and Residential Steel Boilers and for 
Testing Oil-Fired Residential Steel Boilers. The commercial boilers 
(defined as those having 129 to 2500 sq ft of heating surface) are rated in 


Table 1. SBI Net Rating Data for Residential Steel Boilers — Oil Fired^ 


SBI Net Rating 

Minimum 
Furnace 
Volume Cu Ft 

Heating 
Surface Sq Ft 

Sq Ft Steam 

Sq Ft Water 

Btu 

275 

440 

66000 

2.5 

16 

320 

510 

77000 

2.9 

19 

400 

640 

96000 

3.6 

24 

550 

880 

132000 

5.0 

32 

700 

1120 

168000 

6.4 

41 

900 

1440 

216000 

8.2 

53 

1100 

1760 

264000 

10.0 

65 

1300 

2080 

312000 

11.8 

77 

1500 

2400 

360000 

13.6 

88 

1800 

2880 

432000 

16.4 

106 

2200 

3520 

528000 

20.0 

129 

2600 

4160 

624000 " 

23.6 

153 

3000 

4800 

720000 

27.3 

177 


^toker>fired and Gas-fired SBI Net Rating not greater than Oil-fired. Hand-fired. SBI Net Rating 
(Steam) not greater than 14 times the square feet of heating surface. 
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square feet (steam) on the basis of heating surface with limitations set 
for grate area, furnace volume, and furnace height. The residential 
boilers (define^ as those having not more than 177 sq ft of heating surface) 
are rated on t^sts for oil-fired boilers, with limitations in relation to heat- 
ing surface and testing conditions. Stoker-fired and gas-fired residential 
boilers are rated (55/ Net Rating) not in excess of the oil-fired rating. 
Hand-fired residential boilers are rated {SBI Net Rating) not greater 
than 14 times the heating surface. 

Tables 1 and 2 show the SBI ratings of residential and commercial 
steel boilers respectively. 

The Institute of Boiler and Radiator Manufacturers has adopted a Code ® 
for rating cast-iron heating boilers based upon performance obtained 
under controlled test conditions. This Code applies to all sectional cast- 
iron heating boilers except those of magazine feed type. 

The Gross I = B — R Output is obtained by test and is subject to certain 
limiting factors. For hand fired boilers, the number of boilers of a series to 
be tested, the minimum over-all efficiency, the minimum time limit (the 
time an Available Fuel Charge will last when burned at a rate which will 
produce the Gross I = B=R Output), the chimney area and height, and 
the draft in the stack are all subject to the limits established in the Code. 
Tests are run using anthracite coal of standard specification. Bituminous 
coal and coke ratings are the same as for anthracite coal. 

For automatically fired boilers, the number of boilers of a series to be 
tested, the flue gas temperature and analysis, the minimum over-all 
efficiency, the draft loss through the boiler, and the heat releavSe in the 
combustion chamber are subject to limitation by the Code Auto- 
matically fired boiler ratings are established by oil fired tests using gun 
type oil burners and commercial grade No. 2 fuel oil. Stoker fired and 
gas fired ratings (where no A.G.A. Rating is published) are based on the 
Gross I = B = R Output obtained by oil fired tests. 

The Net I = B = R Rating is determined from the Gross I — B = R 
Output by applying specified Piping and Pickup Factors which range 
from 2.36 to 1.40 for hand fired boilers and from 1.56 to 1.288 for auto- 
matically fired boilers. In both cases, the factor decreases as the boiler 
size increases. Table 3 is abstracted from the 7 = 5 = Rating Tables 
in the Code and illustrates the relationship between Net I = B = R Rating 
and Gross I=B = R Output, 

The American Gas Association has adopted a method of rating gas 
designed boilers based upon performance under tests. This is described 
in Approval Requirements for Central Heating Gas Appliances, 

The Heating, Piping and Air Conditioning Contractors National As- 
sociation has adopted a method of rating boilers based on their physical 
characteristics for those boilers that are not rated in accordance with the 
SBI or I^B—R Codes. Ratings are expressed on a Net Load basis 
in square feet of steam radiation. 

BOILER EFFICIENCY 

The term efficiency as used for guarantees of boiler performance is 
usually construed as follows: 

1. Solid Fuels, The efficiency of the hoUer alone is the ratio of the heat absorbed by 
the water and steam in the boiler per pound of combustible burned on the ^te to the 
calorific value of 1 Ib of combustible as fired. The combined efficiency of hauler ^ furnace 
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Table 3. Rating Table 
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and grate is the ratio of the heat absorbed by the water and steam in the boiler per pound 
of fuel as hred to the calorific value of 1 lb of fuel as fired. 

2. Liquid anh Gaseous Fuels. The combined efficiency of boiler, furnace and burner 
is the ratio of the heat absorbed by the water and steam in the boiler per pound or cubic 
foot of fuel to the calorific value of 1 lb or cubic foot of fuel respectively. 

The following efficiencies apply to current designs of boilers operated 
under favorable conditions at their gross output ratings. Some older 
boilers designed primarily for hand firing may have lower efficiencies 
when automatically fired. 


Anthracite, hand fired 60 to 75 per cent 

Bituminous Coal, hand fired 50 to 65 per cent 

Stoker fired 60 to 75 per cent 

Oil and Gas fired 70 to 80 per cent 


Higher efficiencies for hand fired bituminous coal may be obtained by 
careful firing of either a regular or a smokeless boiler. 

RATING OF BOILERS 

In referring to boiler rating it is necessary to know the basis on which 
the rating has been established in order to understand the exact meaning 
of the term. The following example will illustrate the meaning of three 
ratings which might be established for the same boiler. 

Assume that an installation has the following loads determined in accordance with 
the section Selection of Boilers: 

Net Load 1000 sq ft of steam radiation 

Piping Tax 200 sq ft of steam radiation 

Design Load 1200 sq ft of steam radiation 

Pickup Allowance.- 240 sq ft of steam radiation 

Maximum or Gross Load 1440 sq ft of steam radiation 

A boiler that is just large enough to carry this system might be said 
to have a net load rating of 1000 sq ft, a design load rating of 1200 sq ft, 
or a gross load rating of 1440 sq ft, depending on the basis on which the 
boiler is rated. 

On a net load basis the boiler would be rated 1000 sq ft of steam radia- 
tion and would have sufficient excess capacity to supply the normal 
piping and pickup load. Net I = B = R Ratings, SBI Net Ratings, and 
Net Load Ratings of the Heatings Piping ai^ Air Conditioning Con- 
tractors National Association are established on this basis. 

On a design load basis the boiler would be rated 1200 sq ft of steam 
radiation and would have sufficient excess capacity to supply the pickup 
load. It would be of adequate size for a system in which the sum of the 
net load and the piping heat loss did not exceed 1200 sq ft of steam radi- 
ation. The SBI Ratings shown in columns 1, 2, 3, 10, 11 and 12 of 
Table 2 (not to be confused with SBI Net Rating) are established on a 
design had basis. 

On a gross output basis of rating the boiler would be rated 1440 sq ft 
of steam radiation and would be of adequate size for a system in which 
the sum of the net had, piping had, afid pickup had did not exceed 
1440 sq ft of steam radiation. Gross I^B^R Output and A.G.A. 
Ratings are established on a gross output basis. 

In the determination of boiler ratings, the Gross Output is the quantity 
of heat available at the boiler nozzle with the boiler normally insulated 
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and when operating under limitations stipulated in the code or method by 
which the boiler is rated. The boiler may be capable of producing a 
greater nozzle ou1?put but in doing so would exceed some of these 
limitations. 


SELECTION OF BOILERS 
Factors Involved in Boiler Selection 

The Maximum Load or Gross Load on the boiler is the sum of the four 
following items. 

The Design Load is the sum of items 1, 2, and 3. 

The Net Load is the sum of items 1 and 2. 

1. Radiation Load. The estimated heat emission in Btu per hour of the connected 
radiation (direct, indirect, or forced convection coils) to be installed. 

The connected radiation is determined by calculating the heat losses for each room in 
accordance with data given in Chapters 6, 8, and 14. The sum of the calculated heat 
losses for all the rooms represents the total required heat emission of the connected radia- 
tion expressed in Btu per hour. As practically all boilers are now rated on a Btu basis, 
it is unnecessary to convert the radiation load to equivalent square feet of equivalent 
radiation. 

2. Hot Water Supply Load. The estimated maximum heat in Btu per hour required 
to heat water for domestic use. 

When the hot water supply is heated by the building heating boiler, this load must 
be taken into consideration in sizing the boiler. A common practice is to add 240 Btu 
per hour to the radiation load for each gallon of storage tank capacity. For more specific 
information see Chapter 50. 

3. Piping Tax. The estimated heat emission in Btu per hour of the piping con- 
necting the radiation and other apparatus to the boiler. 

As the heating industry as a whole is not entirely agreed upon piping tax allowances 
for different sizes of installations it is better to compute the heat emission from both 
bare and covered pipe surface in accordance with data in Chapter 28. In average house 
heating systems, it is common practice to consider the piping tax to be equal to 25 per 
cent of the Net Load, In determining Net 1^B==R Ratings from Gross I — B — R 
Output, the piping factor allowed varies from 30 per cent for small boilers to 12 per cent 
for larger boilers. 

4. Warming-Up or Pick-Up Allowance. The estimated increase in the normal load 
in Btu per hour caused by the heating up of the cold system. 

The warming-up allowance represents the load due to heating the boiler and contents 
to operating temperature, and heating up cold radiation and piping. The factors to be 
used for determining the allowance to be made should be selected from Table 4. 

Other items to be considered in boiler selection are: 

(a) Efficiency with hard or soft coal, gas, or oil firing, as the case may be. 

(b) Grate area with hand fired coal, or fuel burning rate with stokers, oil, or gas. 

(c) Combustion space in the furnace. 

(d) Type of heat liberation, whether continuous or intermittent, or a combination of 
both. 

(tf) Convenience in firing and cleaning. 

O’) Adaptability to changes in fuel and kind of attention. 

(g) Height of water line. 

(W Miscellaneous items such as draft available, possibility of future extension, pos- 
sibility of break-down, and head room in the boiler room. 

(♦) The most economical size of boiler is usually one that is just the right size for the 
load. Either larger or smaller boilers may be less economical. 

Selection of Cast-Iron Boilers 

Net load ratings of cast-iron boilers are usually available from manu- 
facturers* catalogs. They may also be obtained conveniently from 
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published tables of I^B^R ratings®, or from recommendations of the 
Heating, Piping and Air Conditioning Contractors National Association^ 
and can be used in selection of boilers, unless the heating system contains 
an unusual amount of bare pipe, or the nature of the connected load is 
such that the normal allowances for pipe loss and pickup do not apply. 
In such a case, the selection must be based on the gross output. 

Selection of Steel Heating Boilers 

SB I catalog ratings in accordance with the previously mentioned Steel 
Boiler Institute, Inc. code are intended to correspond with the estimated 
design load. When the heat emission of the piping is not known, the net 
load to be considered for the boiler may be determined from Tables 1 and 
2. The difference between design load and net load represents an amount 
which is considered normal for piping loss of the ordinary heating system. 

Boilers with less than 177 sq ft of heating surface and having SB I net 
ratings (steam) of not more than 3,000 sq ft if mechanically fired and 
2,480 sq ft if hand fired, are classified as residence size. An insulated 
residence boiler for oil, gas, or stoker firing may carry a net load expressed 
in square feet of steam radiation of not more than 17 times the square 
feet of heating surface in the boiler, provided the boiler has been tested 
in accordance with the SBI Code for Testing Oil-Fired Steel Boilers at 
output rates of 125, 150, and 175 per cent of the SBI Net Rating. The 
SBI Net Rating (square feet steam) for hand-fired residence boilers is 
not greater than 14 times the heating surface. If the heat loss from the 
piping system exceeds 20 per cent of the installed radiation, the excess 
is to be considered as a part of the net load. 

Selection Based on Heating Surface and Crate Area 

Where neither the net load nor gross output ratings based upon per- 
formance tests are available, a good general rule for conventionally 
designed boilers is to provide 1 sq ft of boiler heating surface for each 
14 sq ft of equivalent radiation (240 Btu per square foot) represented by 
the design load. This is equivalent to allowing 10 sq ft of boiler heating 
surface per boiler horsepower. In this case it is assumed that the maoci- 
mum load including the warming-up allowance will be provided for by 

Table 4. Warming-up Allowances for Hand-Fired Low-Pressure Steam 
AND Hot Water Heating Boilers 


Design Load (RxpaasaifTnro Sumanoif or Itsus 1, 2, ajw 3) 

PiBciHTAOi CaPAcrrT to Add 
roa WaRMZi«o-UF« 

Bin per Hour 

Equifaleat Square Feet of RadiatioDd 

Up to 100,000 

Up to 420 

65 

100,000 to 200,000 

420 to 840 

60 

200,000 to 600,000 

840 to 2500 

55 

600,000 to 1,200,000 

2500 to 5000 

50 

1,200,000 to 1,800,000 

5000 to 7500 

45 

Above 1,800,000 

Above 7500 

40 


•This table is taken from the A.S.H.V.E. Code of Minimum Requirements for the Heating and Venti- 
lation of Buildings, except that the second column has been added for convenience in interpreting the design 
load in terms of equivalent square feet of radiation. 

bSee also Time Analysis in Starting Heating Apparatus, by Ralph C. Taggart (A.S.H,V.E. TaiNSao 
TxoNS, Vol. 19. 1913, p. 292): Report of A.S.H.V.E. Continuing Committee on Codes for Testing and luting 
Steam Heating Solid Fuel Boilers (A.S.H.V.E. Transaction8, Vol. 36, 19^. p. 36); Selecting the Right 
Slae Heating Boiler, by Sabin Crocker {HeaUng. Piping and Air CondUioning, March, 1932). 

•This table refers to hand-firedf solid fed boilers. A factor of 20 per cent over design load Is adequate 
when automaticaUy-fired fuds are used. 

d2i0 Bttt per square foot. 
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Operating the boiler in excess of the design loadt that is, in excess of the 
100 per cent rating on a bojler-horsepower basis. SBI ratings for hand 
firing are based on 10 sq ft of heating surface per boiler horsepower. 

Due to the wide variation which may be encountered in manufacturers’ 
ratings for boilers of approximately the same capacity, it is advisable to 
check the grate area required for heating boilers burning solid fuel by 
means of the following formula: 

^ " CX FXE 

where 


G “ grate area, square feet. 

H « required gross output of the boiler, Btu per hour (see Selection of Boilers). 

C ** desirable combustion rate for fuel selected, pounds of dry coal per square foot 
of grate per hour (see Table 5). 

F *« calorific value of fuel, Btu per pound. 

E * efficiency of boiler, usually taken as 0.60. 

Example 1. Determine the grate area for a required gross output of the boiler of 
500,000 Btu per hour, a combustion rate of 6 lb per nour, a calorific value of 13,000 Btu 
per pound, and an efficiency of 60 per cent. 


G 


500,000 

6 X 13,060 X 0.60 


10.7 sq ft 


The boiler selected should have a grate area not less than that deter- 
mined by Equation 1. With small boilers, where it is desired to provide 
sufficient coal capacity for approximately an eight-hour firing period plus 
a 20 per cent reserve for igniting a new charge, more grate area may be 
required depending upon the depth of the fuel pot. 


Table 5. Practical Combustion Rates for Coal-Fired Heating Boilers Oper- 
ating AT Maximum Load on Natural Draft of from H in. to in. Waters 


Kind of Coal 

Sq Ft Gratb 

Lb of Coal per Sq Ft 
Grate per Hour 


Up to 4 

3 


5 to 9 

m 

No. 1 Buckwheat Anthracite 

10 to 14 

4 


15 to 19 



20 to 25 

5 


Up to 9 

5 

Anthracite Pea 

10 to 19 



20 to 25 

6 

! 

1 

Up to 4 

8 


5 to 9 

9 

Anthracite Nut and Larger 

10 to 14 

10 


15 to 19 

11 


20 to 25 

13 


Up to 4 

9.5 

Bitutninoua 

5 to 14 

12 


15 and above 

15.5 


•Steel boS«n Hioatty have tilgher combuitioti rmtea for imte areai esoeedlng 15 eq ft than those Indicated 
In this table. 
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’Selection of Gas-Fired Boilers 

After detfsrmining the net load for the installation, gas designed 
boilers can usually be selected from manufacturers' tables of net load 
ratings which are based on piping and pickup allowances varying from 
56 per cent for boilers of 200 sq ft and less to 35 per cent for boilers of 
4000 sq ft and larger. If the piping and pickup load or other factors 
create an unusual load, a boiler should be selected which has an A.G.A. 
output rating equal to the maximum output required. Detailed recom- 
mendations for selection of gas designed boilers are given in the A.G.A. 
publication, Comfort Heating®. 

SPACE LIMITATIONS 

Boiler rooms should, if possible, be situated at a central point with 
respect to the building and should be designed for a maximum of natural 
light. The space in front of the boilers should be sufficient for firing, 
stoking, ash removal and cleaning or renewal of flue tubes, and should 
be at least 3 ft greater than the length of the tubes. 

A space of at least 3 ft should be allowed on at least one side of every 
boiler for convenience of erection and for accessibility to the various 
dampers, cleanouts, and trimmings. The space at the rear of the boiler 
should be ample for the chimney connection and for cleanouts. With 
large boilers the rear clearance should be at least 3 ft in width. 

The boiler room height should be sufficient for the location of boiler 
accessories and for proper installation of piping. In general the ceiling 
height for small steam boilers should be at least 3 ft above the normal 
boiler water line. With vapor heating, especially, the height above the 
boiler water line is of vital importance. 

When steel boilers are used, space should be provided for the removal 
and replacement of tubes. 

CONNECTIONS AND FITTINGS 

Steam outlet connections should be the full size of the manufacturers' 
tappings in order to keep the velocity of flow through the outlet reasonably 
low and to avoid fluctuation of the water line and undue entrainment of 
moisture, and should extend vertically to the maximum height available 
above the boiler. A steam velocity in boiler outlets not exceeding 25 to 
30 fps at maximum load is recommended unless data are available to 
show that a higher velocity is satisfactory. 

Particular attention should be given to fitting connections to secure con- 
formity with the ASME Boiler Construction Code for Low Pressure 
Heating Boilers. Attention is called in particular to pressure gage piping, 
water gage connections, and safety valve capacity. 

Where a return header is used on a cast-iron sectional boiler to distribute 
the returns to both rear tappings, it is advisable to provide full size 
plugged tees instead of elbows where the branch connections enter the 
return tappings. This facilitates cleaning sludge from the bottom of the 
boiler sections through the large plugged openings. An equivalent clean- 
out plug should be provided in the case of a single return connection. 

Blow-off or drain connections should be mnde near the boiler and so 
arranged that the entire system may be drained of water by opening the 
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drain cock. In the case of two or more boilers separate blow-off connec- 
tions must be provided for each boiler on the boiler side of the stop valve 
on the main return connection. 

Water service connections must be provided for both steam and water 
boilers, for refilling and for the addition of make-up water to boilers. This 
connection is usually of galvanized steel pipe, and is made to the return 
main near the boiler or boilers. 

For further data on pipe connections for steam and hot water heating 
systems, see Chapter 23 and 24 and the AS ME Boiler Construction Code 
for Low Pressure Heating Boilers. 

Smoke Breeching and Chimney Connections, The breeching or smoke 
pipe from the boiler outlet to the chimney should be air-tight and as short 
and direct as possible, preference being given to long radius and 45-deg 
instead of 90-deg bends. The breeching entering a brick chimney should 
not project beyond the flue lining and where practicable it should be 
grouted from the inside of the chimney. A thimble or sleeve usually is 
provided where the breeching enters a brick chimney. 

Where a battery of boilers is connected into a breeching each boiler 
should be provided with a tight damper. The breeching for a battery 
of boilers should not be reduced in size as it goes to the more remote 
boilers. Good connections made to a good chimney will usually result in 
a rapid response by the boilers to demands for heat. 

ERECTION, OPERATION, AND MAINTENANCE 

The directions of the boiler manufacturer should always be read before 
the assembly or installation of any boiler is started, even though the 
contractor may be familiar with the boiler. All joints requiring boiler 
putty or cement which cannot be reached after assembly is complete 
must be finished as the assembly progresses. 

Five precautions that should be taken in all installations to prevent 
damage to the boiler are: 

1. There should be provided proper and convenient drainage connections for use if 
the boiler is not in operation during freezing weather. 

2. Strains on the boiler due to movement of piping during expansion should be 
prevented by suitable anchoring of piping and by proper provision for pipe expansion 
and contraction. 

3. Direct impingement of too intense local heat upon any part of the boiler surface, 
as with oil burners, should be avoided by protecting the surface with firebrick or other 
refractory material. 

4. Condensation in steam systems must flow back to the boiler as rapidly and uni- 
formly as possible. Return connections should prevent the water from backing out of 
the boiler. 

6. Automatic boiler feeders and low water cut-off devices which shut off the source 
of heat if the water in the boiler falls below a safe level are recommended for mechanically 
fired boilers. 

Boiler Troubles 

A complaint regarding boiler operation generally will be found to be 
due to one of the following: 

1. The boiler fails to ddiver enough heat. The catue of this condition may be: (a) poor 
draft; (b) poor fuel; (c) inferior attention or firing; (<f) boiler too small; (e) improper 
piping; (f) improper arrangement of sections; (g) heating surfaces covered with soot; 
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(h) insufficient radiation installed; and (f) with mechanical firing, fuel burning equip- 
ment too small. 

2. The water li%e is unsteady. The cause of this condition may be: (a) grease and dirt 
in boiler; (6) water column connected to a very active section and, therefore, not 
showing actual water level in boiler; and (c) boiler operating at excessive output. 

3. Water disappears from gage glass. This may be caused by: (a) priming due to 
grease and dirt in boiler; (6) too great pressure difference between supply and return 
piping preventing return of condensation; (r) valve closed in return line; (d) connection 
of bottom of water column into a very active section or thin waterway; and (e) improper 
connections between boilers in battery permitting boiler with excess pressure to push 
returning condensation into boiler with lower pressure. 

4. Water is carried over into steam main. This may be caused by: (a) grease and dirt 
in boiler; (b) insufficient steam dome or too small steam liberating area; (c) outlet con- 
nections of too small area; (d) excessive rate of output; and (e) water level carried 
higher than specified. 

5. Boiler is slow in response to operation of dampers. This may be due to: (a) poor 
draft resulting from air leaks into chimney or breeching; {b) inferior fuel; (c) inferior 
attention; (d) accumulation of clinker on grate; and (e) boiler too small for the load. 

6. Boiler requires too frequent cleaning of flues. This may be due to: (a) poor draft; 
(^>) smoky combustion; (c) too low a rate of combustion; and (d) too much excess air 
in firebox causing chilling of gases. 

7. Boiler smokes through fire door. This may be due to: (a) defective draft in chimney 
or incorrect setting of dampers; (b) air leaks into boiler or breeching; (c) gas outlet from 
firebox plugged with fuel; (d) dirty or clogged flues; and (e) improper reduction in 
breeching size. 

8. Low carbon dioxide. This may be due on oil burning boilers to: (a) improper ad- 

i 'ustment of the burner; (6) leakage through the boiler setting; (c) improper fire caused 
>y a fouled nozzle; or (d) to an insufficient quantity of oil being burned. 

Cleaning Boilers 

All boilers are provided with flue clean-out openings through which the 
heating surface can be reached by means of brushes or scrapers. Flues 
of solid fuel boilers should be cleaned often to keep the surfaces free of 
soot or ash. Gas boiler flues and burners should be cleaned at least once 
a year. Oil burning boiler flues should be examined periodically to deter- 
mine when cleaning is necessary. 

The grease used to lubricate the cutting tools during erection of new 
piping systems serves as a carrier for sand and dirt, with the result that 
a scum of fine particles and grease accumulates on the surface of the 
water in all new boilers, while heavier particles may settle to the bottom 
of the boiler and form sludge. These impurities tend to cause foaming, 
preventing the generation of steam and causing an unsteady water line. 

This unavoidable accumulation of oil and grease should be removed 
by blowing off the boiler as follows: If not already provided, install a 
surface blow connection of at least in. nominal pipe size with outlet 
extended to within 18 in. of the floor or to sewer, inserting a valve in line 
dose to boiler. Bring the water line to center of outlet, raise steam pres- 
sure, and while fire is burning briskly open valve in blow-off line. When 
pressure r^des, close valve and repeat process adding water at intervals 
to maintain proper level. As a final oi>eration bring the pressure in the 
boiler to about 10 lb, close blow-off, draw the fire or stop burner, and open 
drain valve. After boiler has cooled partly, fill and flush out several times 
before filling it to proper water level for normal service. The use of soda, 
or any alkali, vinegar or any add is not recommended for cleaning heating 
boilers because of the difficulty of complete removal and the possibility 
of subsequent injury, after the cleaning process has been completed. 

Insoluble compounds have been developed which are effective, but 
^dal instructions on the proper deaning compound and directions for 
its use, as given by the boiler manufacturer, should be carefully followed. 
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Care of Idle Heating Boilers 

Heating boilers are often seriously damaged during summer months 
due chiefly to corrosion resulting from the combination of sulfur in 
the soot with the moisture in the cellar air. At the end of the heating 
season the following precautions should be taken; 

1. All heating surfaces should be cleaned thoroughly of soot, ash and residue, and the 
heating surfaces of steel boilers should be given a coating of lubricating oil on the fire 
side. 

2. All machined surfaces should be coated with oil or grease. 

3. Connections to the chimney should be cleaned and in case of small boilers the pipe 
should be placed in a dry place after cleaning. 

4. If there is much moisture in the boiler room, it is desirable to drain the boiler to 
prevent atmospheric condensation on the heating surfaces of the boiler when they are 
below the dew-point temperature. Due to the hazard that some one may inadvertently 
build a fire in a dry boiler, however, it is safer to keep the boiler filled with water, par- 
ticularly in residential installations. Air can be excluded from a steam boiler by raising 
the water level into the steam outlets. A hot water system usually is left filled to the 
expansion tank. 

6. The grates and ashpit should be cleaned. 

6. Clean and repack the gage glass if necessary. 

7. Remove any rust or other deposit from exposed surfaces by scraping with a wire 
brush or sandpaper. After boiler is thoroughly cleaned, apply a coat of preservative 
paint where required to external parts normally painted. 

8. Inspect all accessories of the boiler carefully to see that they are in good working 
order. In this connection, oil all door hinges, damper bearings, and regulator parts. 

WARM AIR FURNACES 

Warm air heating furnaces of a number of types and a wide range 
of sizes are listed and illustrated in the Catalog Data Section. 

TYPES OF FURNACES 

Warm air furnaces may be classified in several different ways: 

a. According to method of heat distribution — these are either gravity or mechanical 
(blower) furnaces. 

h. According to fuels for which the furnaces are designed — these are coal hand-fired 
or stoker-fired, oil, gas, or wood. 

c. According to materials of construction — they are cast-iron, low carbon steel, and 
occasionally high temperature steel alloys. 

d. According to design or construction, such as drum and radiator, tubular, hori- 
zontal, etc. 

Gravity Warm Air Furnaces 

A gravity furnace is one in which the motive head producing air flow 
depends upon the difference in density between the heated air leaving 
the top of the casing and the cooled air entering the bottom of the casing. 
Since this gravity head is relatively low, the furnace must have low in- 
ternal resistance to the flow of air and relatively large areas must be 
available for free circulation within the furnace casing. It is common 
practice to provide approximately 60 per cent free air area through 
gravity type furnaces. 

Furnaces for gravity type systems! are available in designs suitable for 
central heating, pipeless fumaae, or unit floor furnace installations. 
Booster fans are sometimes tised in conjunction with gravity design 
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systems, to increase air circulation. Where a fan is to be used with a 
furnace casing sized for gravity air flow, some form of baffling must be 
employed to restrict the free area within the casing and to force impinge- 
ment of the air against the heating surfaces. Where square casings are 
used, the corners must be baffled. 

Mechanical Warm Air Furnaces 

Mechanical or forced warm air furnaces include fans or blowers as 
integral parts for the purpose of circulating the air and usually include air 
filters. 

Fans and Motors 

Centrifugal fans with either backward or forward curved blades are 
the type most commonly used. Motors may be mounted on the fan 
shaft or connected to the fan by a belt drive. Adjustable pulleys are 
desirable to provide means of regulating the quantity of air distributed 
to the heated spaces. Either the motor load or the noise may limit the 
maximum operating fan speed. Two-speed motors have given successful 
operating results and are recommended. Motors and mountings must be 
carefully selected for quiet operation. Electrical conduit and water piping 
must not be fastened to, nor make contact with the fan housing. 

Filters 

Several types of filters are available for mechanical warm air furnace 
applications and are discussed in Chapter 33. F'or maximum efficiency 
and life under operating conditions, filters should not be subjected to a 
temperature in excess of 150 F. Filters should have at least 80 per cent 
average efficiency on an 8-hr test at a maximum resistance of 0.25 in. of 
water. Filter resistance rises rapidly with the accumulation of dirt, 
and may reduce the air circulation over heating surfaces. In domestic 
furnaces, the maximum velocity, based on nominal filter area, should not 
exceed 300 fpm. 

Fuel Utilization 

A combustion rate of from 5 to 8 Ib of coal per (square foot of grate) 
(hour) is recommended for residential furnaces. A higher combustion 
rate is permissible with larger furnaces for buildings other than residences, 
dep)ending upon the ratio of grate surface to heating surface, firing period, 
and available draft. 

In residential furnaces for coal burning, the ratio of heating surface 
to grate area will average about 20 to 1; in commercial sizes the ratio 
may be as high as 50 to 1, depending on fuel and draft. Furnaces may be 
installed singly, each furnace with its own fan, or in batteries of a number 
of furnaces, using one or more fans. 

Where oil fuel is used, care must be exercised in selecting the proper 
size and type of burner for the particular size and type of furnace used. 
Furnaces for burning oil fuel are usually designed for blow-through 
installations so that the pressure in the air space is higher than that in 
the combustion chamber or flues. The National Warm Air Heating and 
Air Conditioning Association has prepared % Tentative Code for Testing 
and Rating of Oil-Fired Furnaces. Compact fan-furnace-burner units 
are available, suitable for basement, closet, or even attic installations. 

Gas-fired forced air furnaces should conform in construction and 
performance to A.G A. Approval Requirements. 
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Heavy Duty Fan Furnaces 

Fan furnaces for large commercial and industrial buildings, churches, 
schools, etc., are available in sizes ranging from 300,000 to 6,000,000 Btu 
per (hour) (unit). Heavy duty furnace heaters may be arranged in 
battery combinations of one or more units. 

Most manufacturers of heavy duty furnaces rate their furnaces in Btu 
per hour and also in the number of square feet of heating surface. Con- 
servative practice indicates that at no time in the heating-up period 
should the furnace surface be required to emit more than an average of 
3500 Btu per square foot. A higher rate of heat emission tends to increase 
the heat loss up the chimney, and raise fuel consumption, to shorten the 
life of the furnace, and to overheat the air. The ratio of heating surface 
to grate area of furnaces for this type of work should never be less than 
30 to 1 and as indicated previously may run as high as 50 to 1. 

Control of temperature is secured through (1) controlling the quantity 
of heated air entering the room, (2) using mixing dampers, or (3) regu- 
lating the fuel supply. 

The design of heavy duty fan furnace heating systems is in many 
respects similar to that of the central fan heating systems described in 
Chapter 43. Ducts are designed by the method outlined in Chapter 41. 

MATERIALS AND CONSTRUCTION 
Cast-Iron Furnaces 

Cast-iron furnaces are made in a multiplicity of designs or shapes. For 
solid fuels they are generally of round sectional construction, the sections 
being cemented or bolted together. Various types of radiators for second- 
ary convection heat transfer are employed. Such radiators are of the 
circular, doughnut type, or tubular type. 

Cast-iron is frequently used in the construction of gas or oil-fired 
furnaces, designs varying considerably with two general types in common 
use: multi-sectional type and those with single combustion chambers 
having auxiliary secondary surface. 

Cast-iron furnaces are made in capacities ranging from those for small 
insulated residence application with inputs of 40,000 Btu per hour or 
less, to capacities as large as 600, OOO Btu per hour. 

Cast-iron furnaces are usually constructed with a minimum sectional 
thickness of 14 in. and effectively resist high temperatures and corrosion. 
They usually have a fairly large heat capacity because of their mass, 
which provides a distinct //y wheel or carry-over heating effect. 

Steel Furnaces 

Formed sheet steel construction is frequently used in furnace design. 
Welding, riveting, or both are used to join the formed metal. The use 
of steel castings, however, is rare, because of the cost, and because high 
stresses are not encountered in normal furnace construction. Types of 
design employed vary greatly, although perhaps the most common type 
consists of a drum and circumferential or rear radiator. Steel gas fur- 
naces may also be sectional in design or may be combinations of common 
combustion chambers and sectional or tubular radiation surfaces con- 
nected to a flue gas collector. 

Steel furnaces are made iil capacities ranging from those for small 
insulated residence application with inputs of 40,000 Btu per hour to 
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capacities as large as 600,000 Btu. Steel furnaces have low heat capacities 
as a result of their relatively low mass and, therefore, deliver heat 
rapidly on d^and. 

RATING OF FURNACES— TESTING AND RATING CODES 

Warm air furnaces are generally rated in Btu per hour output at 
the bonnet (point of heat generation) or at the register (point of heat 
delivery). 

Rating Equations for Gravity Warm Air Furnaces® 

Until a method of testing and rating gravity warm air furnaces has 
been developed, the following empirical rating equations are recom- 
mended by the National Warm Air Heating and Air Conditioning Asso- 
ciation. 

Gravity warm-air furnaces of conventional design, having ratios (of 
heating surface to grate area) of 15 to 1 or greater, and having a ratio of 
casing area to face area not less than 0.4, are rated by the following 
equations: 

a. Hand-fired furnaces Converted to Stoker ^ Cas^ or OH Firing, 

Bonnet Capacity in Btu per hour = 1785 x 5 x 1.333 (2) 

b. Hand-fired furnaces, with ratios of heating surface to grate area greater than IS to 1 
and less than 25 to 1, 

Bonnet Capacity in Btu per hour =» 1785 x 5 x 1.333 (3) 

c. Hand-fired furnaces with ratios of heating surface to grate area in excess of 25 to 1, 

Bonnet Capacity in Btu per hour « 1785 x 25 x G x 1.333 (4) 

where 

S = heating surface, in square feet. 

G = actual grate area, in square feet. 

The Register Delivery Rating is equal to 0.75 x {Bonnet Capacity). 
The Leader Pipe Rating in square inches, formerly used as a rating unit, 
may be found by dividing the Register Delivery Rating by 136. 

Heating Surface of Furnace 

Prime heating surface is defined as surface above the top of the grate 
having hot gases or live fuel on one side and circulating air over the other y and 
in all cases is measured on the exterior or air side. The areas of the outer 
casing, the inner liner, and any radiation shields shall not be con- 
sidered as heating surface. 

In determining the amount of heating surface, extended surfaces are 
considered to be prime heating surface subject to the following limitations: 

a. Extended heating surface may consist of fins, ribs, webs, lugs, or other projections 
from the prime heating surface. Projections less than ^ in. thick at the base and 
extending more than 1 in. from the prime surface are classified as fins. 

b. Integral fins are continuously welded to, or cast as a part of, the prime heating 
surface. Both sides are included as heating surface, subject to the following allowances: 

Ist inch 2nd inch 3rd inch 
0.40 OM 0.20 


Over 3 in. 
None 


Distance from Prime Surface 

Ratio of Effective Area to Total Area.. 
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c. Non-integral fins are spot welded to, or otherwise held in line contact with the 
prime heating surface. Both sides are included as heating surface, subject to the fol- 
lowing allowances: 


frnm Prim«» Siirfar^ 

1st inch 

2nd inch 

3rd inch 

Over 3 in. 


Ratio of Effective Area to Total Area 

0.30 

0.20 

0.16 

None 


d. in the case of ribs, webs, or lugs more than in. thick at the base and extending 
less than 1 in. from the prime surface, the entire surface in contact with circulating air 
is included as heating surface. 

e. In the case of ribs, webs, or lugs more than in. thick at the base and extending 
more than 1 in. from the prime heating surface the areas of both sides of the first inch 
are included as prime heating surface. The portions projecting beyond 1 in. are treated 
as integral fins. 

Grate Area 

Grate area is defined and treated for purpose of rating as follows: 

a. 'I'he nominal grate area is defined as the total cross-sectional area of the bottom of 
the firepot. In steel furnaces the nominal grate area is the cross-sectional area inside 
the firebrick lining. 

b. Tlie actual grate area, used for calculating the ratios of heating surface to grate 
area, is the nominal grate area minus certain areas that cannot be considered as part of 
the grate itself. The following rules govern these deductions: (1) If a solid, con- 
tinuous ledge extends around the grate and inside the firepot, any area of this ledge 
extending inside of a circle, the diameter of which is 1 in. less than the diameter of the 
bottom of the firepot, shall be deducted. (2) If separate, solid projections extend from 
the firepot towards the grate, the areas of any portions of these projections extending 
inside of a circle, the diameter of which is 3 in. less than the diameter of the bottom of 
the firepot, shall be deducted. (3) In the case of grates which are inclined, or are conical, 
the projected area is the same as the nominal grate area. The latter should, therefore, 
be used after making any necessary deductions. 

Ratings for Forced Air Furnaces 

For solid fuel burning, forced air furnaces having bonnet capacities 
between 80,000 and 250,000 Btu per hour, no standard method of test 
has been accepted, although eventually such codes will be developed. 
The National Warm Air Heating and Air Conditioning Association 
recommends empirical equations similar to Equations 2, 3, and 4 for 
gravity furnaces, except that a constant of 2265 is used in place of 
the 1785. 

The following testing and rating codes have been generally accepted 
in the industry: 

Commercial Standards CS-J09-44 for rating solid fuel-burning, forced-air furnaces 
having bonnet outputs of 80,000 Btu per hour or less. This provides a method of rating 
small coal-fired forced-air furnaces by test. 

A Tentative Code for Testing Oil-Fired Furnaces* This code has been adopted by the 
National Warm Air Heating and Air Conditioning Association for rating oil-fired fur- 
naces by test. 

The American Gets Association method of rating gas-fired furnaces based upon per- 
formance under tests. This is described in the Approval Requirements for Central 
Heati^ Gas Appliances. 

Commercial Standards IIS-44 is a method of rating oil-burning floor furnaces by test. 

Commercial Standard CS I04-4S is a method of rating warm air furnaces equipped 
with pot-type oil burners by test. 

Various codes covering the construction and performance of applianoes as rdated to 
fire hazards have been developed by Underwriter Laboratories, Inc. In addition, there 










362 


CHAPTER 18 


1948 Guide 


are many municipal codes which regulate construction and installation of furnace 
equipment. 

The Yardstick of the National Warm Air Heating and Air Conditioning Association 
provides criteria! for evaluating a furnace design and installation against industry 
accepted standards. 


FURNACE EFFICIENCY 

Rating formulae of the National Warm Air Heating and Air Conditioning 
Association are based on 55 per cent efficiency for gravity coal furnaces 
and 65 per cent efficiency for forced air coal furnaces. In the tentative 
Oil Testing Code the contemplated minimum efficiency is 70 per cent 
for oil fired forced air furnaces. Gravity gas furnaces approved by the 
American Gas Association are assigned a rating based on 75 per cent 
efficiency. All forced air gas-fired furnaces approved by American Gas 
Association are assigned a rating based on 80 per cent efficiency. 

DESIGN CONSIDERATIONS 

Considerations of prime importance in the design of warm air fur- 
naces and some general suggestions to be observed in connection with 
each are as follows : 

1. Adequate heat transfer surface, 

a. Heat transfer rates of 2,000 to 4,500 Btu per (hour) (square foot) of heating 
surface may be obtained without unduly high metal temperatures. 

b. Fins, pins and bosses are frequently used to add surface and to break down 
superficial gas films, both on gas-to-metal and metal-to-air surfaces. 

c. Surface and stack (flue gas) temperatures are good indications of the amount 
and effectiveness of the heating surfaces. 

2. Safe and efficient combustion of fuel, 

a. Proper mixture of fuel and air is necessary for efficient combustion. This 
necessitates careful attention to the design of grates, nozzles, burners, air inlet 
areas and location, and combustion chamber baffling. 

b. Regulation of the quantity and the distribution of the air for combustion 
should be provided by use of check dampers, draft regulators, draft hoods, air 
shutters and air orifices. 

c. Total draft loss through appliances should not exceed that available from 
chimneys which would normally be obtainable in the size of building which the 
appliance will supply with heat. 

d. The use of ignition safety devices such as safety pilots, hold-fire controls, and 
the like is recommended. 

3. Fuel Capacity of Appliance, 

a. With solid fuels adequate coal capacity should be provided for at least 5 hr of 
operation at the maximum rated combustion rate. 

4. Adequate circulation of air over heating surface, 

a. In gravity furnaces, free air space between casing and heat exchanger should 
be great enough to permit free flow over all surfaces. 

b. Forced air furnace design must include fans having proper capacity and suitable 
performance characteristics. Internal static pressures must be minimized without 
losing the advantages of high velocity circulation over the heat exchanger surfaces. 

c. '^e air flow over the heating surface mu8| be directed to obtain maximum 
efficiency and to eliminate hot spots and air noises. 

d. Air velocities at bonnet should not be much in excess of 1,000 fpm and air 
temperature distribution at the furnace outlet should be uniform within approxi- 
mately ds 30 deg. 
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5. Durability, 

a. A minimum metal weight for gas-fired heat exchangers is established as No. 20 
U. S. Gage for plain carbon steel by the A.G.A. Approval Requirements for Central 
Heating Gas Appliances with some municipal codes specifying 18 gage. Cast-iron 
sectional thicknesses of in- to % in. are recommended. 

b. Added strength and reinforced designs may be required to preclude damage 
in shipment, burning out from overfiring, or corrosion from condensation. 

c. Maximum heat exchanger surface temperatures which may be used vary with 
the metal. The American Gas Association Approval Requirements for Central 
Heating Gas Appliances specify a maximum oi 875 F for cast-iron or steel gas 
furnaces, and the Bureau of Standards CS 109-44 Code for Forced Air Solid 
Fuel-Burning Furnaces specifies 1000 F as a maximum surface temperature. 
These temperatures define the range in which oxidation of non-alloy ferrous metal 
begins. 7'he use of proper alloy additions increases the temperature resistance 
properties of metals. 

d. Casing temp)eratures should be controlled so that they do not become hazards 
to burn those w’ho touch them, or to create fires. 

6. Serviceability. 

a. Those parts of the furnace which may be subject to soot, fly-ash, or conden- 
sation deposits should be accessible for cleaning. 

b. Parts which may require adjustments or replacements, such as grates, baffles, 
liners, controls, should be removable. 

c. Furnaces should be so designed that they can be installed with a minimum 
of difficulty. 

7. Control. 

a. Thermostatic controls of various types should be used to correlate space tem- 
peratures with unit operation. 

b. Controls should be provided wherever possible, to prevent the occurrence of 
excessive temperatures or other conditions in any part of the unit which might 
cause unsafe operation. 

8. General design considerations. 

a. Furnace casings are normally constructed of formed and painted sheet steel or 
of galvanized iron. The casing should be protection from excessive radiation losses 
and temperatures by use of insulation or sheet steel air space liners. Liners 
should extend from the grate level to the top of the furnace and should be spaced 
from 1 in. to 1J4 In. from the outer casing. 

b. The hood or bonnet of the casing above the furnace should be as high as base- 
ment conditions will allow, to form a plenum chamber over the top of the furnace. 
This tends to equalize the pressure and temperature of the air leaving the bonnet 
through the various openings. It is generally considered advisable to take off 
the warm air pipes from the side of the bonnet near the top, as this method of 
take-off allows the use of a higher bonnet and thus provides a larger plenum 
chamber. 

c. Warm air outlet and return air connections should be designed so that the 
ductwork may be easily attached. A in. flange is normally used for this purpose. 

d. Suitable provision shall be made in appliances so that the controls and humidi- 
fiers may be installed in the proper location. When these auxiliary units are 
installed in the ductwork, detailed instructions should be provided to insure 
their proper location. 

e. The flue connection should be of integral flue pipe size and provision should 
be made to attach the flue pipe to the flue outlet of the furnace. 

HUMIDIFICATION EQUIPMENT FOR FURNACES 

Water evaporating pans are usually located in air which has been 
heated by contact with the heating surfaces. To change water into vapor 
capable of being carried in an air stream as part of the mixture, about 
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1000 Btu per pound are required. There is a trend in present practice 
toward heating the water in addition to heating the air. Equipment for 
doing this maf make use of sprays, or it may take the form of water 
circulating coils placed within the combustion chamber and connected 
by pipes to the humidifier pans where a constant water level is maintained 
by some separate float device. 

Sprays are usually controlled by solenoid valves wired in parallel 
with the fan motor. The water supply may, in turn, be controlled by a 
humidity-controlling device located in one of the living rooms, so that the 
washer will operate at all times when the fan is in operation, unless the 
relative humidity should rise be 3 'ond a desirable percentage. Sprays 
used in connection with commercial or heavy duty plants should be a 
regulation type of commercial spray. In all cases provision must be made 
to flush out accumulation of lime and dirt. 
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Chapter 19 

CHIMNEYS AND DRAFT CALCULATIONS 


Theoretical and Available Drafts Determining Chimney Siaetf Factors Affecting 
Required Drafts Domestic Chimneys^ Observed Test Performance, Draft 
Requirements of Domestic Appliances, Chimneys for Gas Heating, 
Construction Details, General Considerations 


A DRAFT, in the older sense, is a current of air and the draft of a 
furnace or boiler is that air current which flows through the fire-box 
and furnishes the oxygen for combustion. In engineering, however, the 
word draft has come to mean that pressure difference which causes this 
air current to flow and the word will be used in this sense in this chapter. 

Draft is usually measured in inches of water and it is proper to speak 
of the draft in the fire-box or in the smoke breeching, etc., meaning the 
difference in pressure between the gases within and the air without those 
parts of a system. Draft is called positive when the pressure within such 
a part is less than that outside. 

Draft is classified as natural and mechanical, depending on whether it 
is produced by a chimney or by a blower, and mechanical draft is further 
classified as induced or forced, depending on whether the air is drawn 
through or forced through the combustion chamber. 

Chimneys can serve both to create a draft and to dispose of combustion 
products at a desirable height. For the latter purpose, chimneys, stacks, 
or, in the case of ships, funnels, are used in conjunction with mechanical- 
draft systems. 


THEORETICAL DRAFT 

If the air in one of two equal chimneys is heated while that in the other 
is not, the air in the heated chimney will be less heavy than that in the 
other chimney and a manometer or other pressure gage connecting the 
two at the bottom will indicate a pressure difference, called natural draft. 
The pressure of the air at the tops of the two chimneys will be equal, so 
that the pressure difference between them at the bottom will depend only 
on their height and the difference in density of the air they contain. The 
density of the air in either chimney is inversely proportional to its absolute 
temperature, so that the difference in pressure between them at the 
bottom will be proportional to their height and to the difference between 
the reciprocals of the absolute temperatures within them. 

The pressure at the bottom of an unheated (and uncooled) chimney 
will be the same as that of the air outside, so that the unheated chimney 
can be dropped from the foregoing illustration. The manometer reading 
will be the same if its free connection is left open to the atmosphere. 

These considerations in conjunction with those of barometric pressure 
and the difference in density of flue gases from that of air lead to the 
following formula: 

Dt - 2.96 - ^) (1) 

where 

H height of diuntiey, feet. 

Bo existing barometric pressure, inches of mercury. 

Wo density of sir at 0 F and 1 atmosphere pressure, pounds pfst cubic foot. 

Wo density ctf flue gas at 0 F and 1 atmosphere pressure, pounds per cubic foot. 

36$ 
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To « temperature of air surrounding the chimney, Fahrenheit degrees absolute. 

Tc =» average or effective temperature of the gases in the chimney, Fahrenheit de- 
grees ^jibsolute. 

The quantity Du yielded by the formula, is the pressure difference 
between the gas inside and air outside of the chimney, in inches of water, 
when no flow occurs in the chimney. The quantity is variously known 
as the theoretical draft, the static draft or the computed draft. It is very 
useful in predicting and analyzing chimney performance, but it is seldom 
if ever attained in an actual chimney because of the friction incident 
to gas flow, wind effects, etc. 

AVAILABLE DRAFT 

The available draft, D^^^for large chimneys and stacks has been estimated 
with apparent satisfaction in the past by means of formulas which in 
effect deduct an estimated friction loss from a theoretical draft deter- 
mined as in Equation 1. The friction loss can be estimated by means 
of one of the formulas available for ducts, such as the Fanning equation. 
This procedure results in formulas for the available draft as follows: 


For a cylindrical stack: 


Da « 2.96 HBo 

(f:- 

TFc\ 0.00126 lF»rc/L 

Tc) D^BoWc 

(2) 

and for a rectangular stack : 




Ka “ 2.96 HBo 

Tc) 

0.000388 TcfL (x + y) 

’ ^ Bo Wc 

(3) 


where Da = available draft, inches water gage. 

H = height of chimney above grate, feet. 

Bo = existing barometric pressure, inches of mercury. 

Wo *= density of air at 0 F, 1 atmosphere pressure. 

Wc * density of flue gas at 0 F, 1 atmosphere pressure. 

To = temperature of atmosphere, Fahrenheit degrees absolute. 

Fc = temperature of flue gas, Fahrenheit degrees absolute. 

W *= flue gas flow rate, pounds per second. 

/ = coefficient of friction. 

L *= length of friction duct { » H approximately), feet, 

D = minimum diameter of round chimney, feet, 

X and y length and width of cross-section of rectangular chimney, feet. 

The following notes facilitate the use of Equations 2 and 3. 

1. The barometric pressure, represented by Bo, is the actual pressure at the site of the 
chimney and not the pressure reduced to sea level datum. 

In general, the barometric pressure decreases approximately 0.1 in. Hg per 100 ft 
increase in elevation. 

2. The unit weight of a cubic foot of chimney gases at 0 F and sea level barometric 
pressure is given by the equation: 

Wc - 0.131 Cft + 0.0950, + 0.083iV, (4) 

In this equation COt, 0% and N% represent the percentages of the parts by volume of the 
carbon dioxide,^ oxygen and nitrogen content, respectively, of the gas analysis. For 
ordinary operating conditions, the value of Wq may be assumed at 0.09. 

The density effect on the chimney gases due t^ superheated water vapor resulting 
from moisture and hydrogen in the fuel, or due to any air infiltrations in the chimney 
proper is disregarded. Though water vapor content is not disclosed by Orsat analysis, 
Its presence tends to reduce the actual weight p^ cubic foot of chimney gases. 

3. The atmospheric temperature is the actual observed temperature of the outside air 





CHAPTER 19 


1949 Guid€ 




m 


Fig. 1. 



Amount of Gases Ffowing and Discharged, lb. per sec., W 


Typical Set of Operating Characteristics of a Natural Draft Chimney 


Fig. 2 is a typical chimney performance chart giving the available draft 
for various gas flow rates and sizes of chimney. This chart is based on an 
atmospheric temperature of 62 F, a chimney gas temperature of 500 F, 
a unit chimney gas weight of 0.09 lb per cubic foot, sea level atmospheric 
pressure, a coefficient of friction of 0.016, and a friction duct length equal 
to the height of the chimney above the grate level. These curves may be 
used for general operating conditions. For specific conditions, a new chart 
may be prepared from Equation 2 or 3. 


DETERMINING CHIMNEY SIZES 

If the required performance for a proposed chimney is known and if 
a chimney-gas velocity is assumed. Equation 2 can be transposed to yield 
the necessary height and an equation can be developed for the required 
diameter. These operations result in the following equations; 


H 


2.96Bo(-^ 


Dr 

Tc) fcD 


( 6 ) 


The weight of gas per second, W = 12.075 from which 


where 


D « 0.288 


V 


JFTc 

BoW^V 


(7) 


H required height of chimney above grate, feet. 
D » required minimum diameter of diimney.. feet. 
V chimney gas velocity, feet per second. 

Dr * total required draft, inches of water. 


For large chimneys, it is usual to assume that total construction cost 
is least when the product HD (height X diameter) is minimam. Cki tlds 
assun^ition, the product of Equations 6 and 7 can be differentiated and 
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Fig. 2. Chimney 
Performance Chart 


To solve a typical example: Pro- 
ceed horizontally from a Weight 
Flow Rate point to intersection 
with diameter line; from this inter- 
eection follow vertically to chimney 
height line; from this intersection 
follow horizontally to the right to 
Available Draft scale. Starting 
from a point of Available Draft, 
take steps in reverse order. 


the differential set equal to zero to find the minimum. Solution for 
velocity then yields the following equation : 



where * economical chimney gas velocity, feet per second. 

Equations 6, 7 and 8 can of course be simplified if values are assumed 
for some of the factors in it. Some typical figures for boiler plants are: 

Average chimney gas temperature 500 F — Tc «= 960 F absolute 

Average atmospheric temperature 62 F.~ To « 522 F absolute 

Average coefficient of friction 0.016 j » 0.016 

Average chimney, gas density, 0 F, 1 Atmosphere .....IFc ** 0.09 lb per cubic foot 

Barometer reading, sea level Bo ■* 29.92 in. Hg 

When these values are substituted in Equations 8, 7 and 6 resj^ctively, 
the results are: 

Vt - (9) B - 1.6»P« (10) H - 190Dr Vl) 

Fig. 3 gives the economical chimney sizes for various amounts of gases 
flowing and for required draft intensities computed from Equatimis 9, 
10 and 11. They are based on the operating factors used in reducing 
Equations 6, 7 and 8 to dieir simpler form. The sizes shown by th^ 
curves in the clwt ^uld be used km: general <^ating conditions only. 
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or where the required data necessary for an exact determination are 
difficult or impossible to secure. Whenever it is possible to secure accurate 
data, or the anticipated operating conditions are fairly well known, the 
required size should be determined from Equations 6, 7 and 8. 

FACTORS AFFECTING REQUIRED DRAFT 

The foregoing considerations deal with chimney size selection when the 
required draft and flue gas volume and temperature are known. The 


Height of Chimney, ft. 



Diameter values also for gas temperatures of 400. 500 and 600 F. 

Fig. 3, Economical Chimney Sizes 


required draft is, of course, equal to the sum of all the resistances to gas 
flow from the ash pit door to and including the chimney connection. 

Fig. 4 presents information on the fuel-bed draft loss for various kinds 
of coal burned at different rates and rough generalizations can be given 
for the losses in the flue passages of boiler or furnace, but, on account of 
the great differences in such devices, more reliable data on their flue gas 
volume temperature and flue resistance should be obtained for design 
purposes from their respective manufacturers. 

Flue gases encounter resistance to flow in breechings or smoke pipes 
and this can probably be treated with sufficient accuracy by means of the 
method used for air ducts. (See Chapter 41.) The friction in straight 
ducts can be estimated by means of the l^t terms of Equations 2 and 3. 

Also, the temperature of flue gases falls during passage through breech- 
ii^ or flue pip». For uninsulated surfaces ti^s probatfly can be ade- 
quately estimated by asmuning a loss of beat from the flue gas of 8 Btu per 
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hour per square foot for each Fahrenheit degree temperature difference 
between the gases and surrounding air. 

DOMESTIC CmMNEYS 

The height of a chimney for a residence or apartment is generally 
limited by the height of the building since it is desirable to have the 
chimney architecturally congruous with the building. The height desir- 
able from an architectural viewpoint and the location of the chimney 
may be disadvantageous to the operation of the boiler or furnace and it is 
therefore important that the manufacturer of the fuel burning appliance 
to be installed be consulted in regard to the adequacy of the chimney. 



POUNDS OF COAL BURNED PER SQ FT OF GRATE SURFACE PER HOUR 

Fig. 4. Draft Required at Different Rates of Combustion 
FOR Various Kinds of Coal 


A chimney in order to provide satisfactory performance must have 
adequate height and area, be of permanently tight construction and 
should be as smooth internally as practicable. 

It should be remembered that mechanically fired devices, oil burners 
and stokers, are equipped with blowers so that, with these devices, the 
chimney is not required to overcome the resistance of a fuel bed. Never- 
theless, a draft in the fire box, of about 0.03 in. of water is considered 
desirable so that any small openings in the fire box or flue passages will 
result in leakage of air inward, and not leakage of combustion products 
outward. This is not to be taken to condone leaks in fire boxes. Such 
leaks adversely affect plant efficiency. 

OBSERVED TEST PERFORMANCE 

The observed performances of some brick chimneys* are given in 
Tables 1 and 2, 

The tests on which these data are based were made at various outside 
temperatures as shown and, to make them comparable among themselves, 
the observed drafts were corrected to 32 F, 1 atmosphere pressure, by 
the formula: 





Table 1. Tbiipbeature and Draft in 9 in. by 9 in. Masonry Chimney^ 
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Table 2. Temperature and Draft in 9 in. by 13 in. Masonry Chimney^ 
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O, » Oi + 5, - Sx (12) 

where 

Si » computed static (theoretical) draft, experimental conditions. 

S% « computed static (theoretical) draft, standard conditions. 

01 = observed draft, experimental conditions. 

02 ” observed draft corrected to standard conditions. 


It will be noted that the observed draft exceeded the computed static 
draft during some observations on the shorter chimneys. This is mainly 
attributed to the draft producing effect of the hot gases immediately 
above the chimney. 

By means of a manom- 
eter it was found that 
a measurable draft ex- 
isted in this gas column 
for some distance above 
the chimney top. How- 
ever, the temperatures 
in the chimney were 
measured with un- 
shielded thermocouples 
and the actual gas tem- 
peratures may have 
been higher for this rea- 
son than the observed 
temperatures on which 
the computations of 
draft were based. The 
tests were made in calm 
weather. 

Tests were made at 
the National Bureau of 
Standards to find the 
draft produced by 
round, metal smoke 
pipe set in vertical 
position to act as chim- 
neys. Curves are pre- 
sented in Fig. 5 show- 
ing the computed static 
or theoretical draft for 
peratures. 



Effective Chimney Temperefur? -Degrees F 
Fig. 5. Computed Static Draft for Short Chimneys 


short chimneys for various heights and tem- 
For this purpose, the density of chimney gases was assumed 
to be the same as that of air at the same condition, since the error thus 
introduced was not considered important in this case. The results of the 
tests showed that the following procedures would yield the available draft 
for 6-in. flue pipe used as a chimney within 10 per cent for the range 
shown and for fuel burning rates from about one-quarter to three- 
quarters of a gallon of oil per hour. 

Using the temperature at the smoke collar of the heater, find the static 
draft corresponding to the available chimney height. Then : 


1. If the chimney is bare, multiply the static draft by 0.76 to find the available draft. 

2. If the chimney is insulated with 1 in. of air-cell material with a ^^-in. air space, 
multiply the static draft by 0.85 to find the available draft. 

8. If the chimney is insulated with 1 in. of air-cell material with a 1-in. air space, open 
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at top and bottom for ventilation, multiply the static draft by 0.81 to find the available 
draft. 

4. If the chimney is insulated with 1 in. of air-cell material and has a 1-in. air space 
closed at top and bottom to prevent ventilation, multiply the static draft by 0.85 to find 
the available draft. 

The use of the 1-in. air-cell asbestos insulation in the tests discussed is 
not to be construed as an approval of such insulation in all cases in regard 
to fire resistance. Several laboratories are working on the fire resistance 
aspects of the problem but definite rules are not yet available. For coal- 
or oil-burning devices, a bare smoke pipe is probably safe if kept 2 ft or 
more from any woodwork and the better the pipe is insulated, or the lower 
its temperature, the nearer it can be placed to combustible materials. 

DRAFT REQUIREMENTS OF DOMESTIC APPLIANCES 

Typical flue-gas temperatures and drafts required at rated output for 
several kinds of domestic heating appliances^ are contained in Table 3. 


Table 3. Drafts Required by Typical Domestic Heating Devices or Appliances 


Device 

Draft, 

Inches 

Water 

Stack 

Temperature 

F Deg 

Space Heater, Oil Burning, Pot Burner 

0.06 to 0.08 

1000 

Warm Air Furnace, Oil Burning, Pot Burner 

0.06 

860 

Warm Air Furnace, Hand Fired 

0.06>> 

900 

Floor Furnace, Oil Burning, Pot Burner 

0.06 

860 

Mechanical Oil Burner, Less than 5 gph- 

0 . 03 a 

Mechanical Oil Burner, More than 5 gph.^ 

0.05® or less 


Cooking Stove, Solid Fuel 

0 . 04 b 

400 

Space Heater, Coal Burning 

o.oeb 

900 



"Draft In fire-box. *>For chestnut sized anthracite. 


CHIMNEYS FOR GAS HEATING 

Heating appliances designed to burn gas as well as appliances converted 
to gas burning, except those equipped with power type burners and 
excepting conversion burner installations in excess of 400,000 Btu per 
hour input in large steel boilers, are always equipped with a draft hood 
attached to the flue outlet of the appliance. This draft hood is required 
if the appliance is to meet the approval requirements of the American 
Gas Association and the American Standards Association and is essential 
for safe operation. It is designed to prevent excessive chimney draft 
which would lower appliance efficiency, to prevent a blocked flue or a 
down draft in the chimney from impairing combustion, to provide a relief 
opening for the products of combustion during down draft or blocked flue 
conditions, and to prevent spillage of the products of combustion to the 
space surrounding the appliance if there is a chimney dr^t equivalent 
to that provided by a 3-ft chimney. As the draft hood is designed without 
moving parts, the relief opening is always open and consequently some 
air is drawn into the chimney. While the air drawn in lowers the gas 
temperature in the chimney, it also lowers the dew-point of the gases and 
tends to prevent condensation. 

The installation of conversion burner equipment in large boilers is 
usually made in accordance with regulations of the local gas company. 
In such installations a definite chimney draft may be required for proper 
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combustion and consequently the foregoing reference to the use of draft 
hoods would not apply. 

The produ(!its of complete combustion of gas are water vapor (II 2 O) 
and carbon dioxide (CO 2 ). In the case of manufactured gas, the presence 
of organic sulfur compounds, generally between 3 and 16 grains per 
hundred cubic feet, gives rise to minute percentages of sulfur dioxide 
and sulfur tri-oxide. 

The volume of water vapor in the flue products from natural or coke 
oven gas is about twice the volume of carbon dioxide. It is extremely 
important that the chimney be tight and resistant to corrosion not only of 
moisture, but also of dilute sulfur trioxide. 

Vitreous tile linings with joints which prevent retention of moisture 
and linings made of non-corrosive materials are advantageous. The 
protection of unlined chimneys has been investigated and the results 
indicate that after the loose materia! has been removed, the spraying with 
a water emulsion of asphalt chromate will provide excellent protection. 

Advice regarding recommended practice and materials for flue con- 
nections and chimney linings can usually be obtained from the local gas 
company and should be given careful consideration. 

Since a gas designed appliance must be able to operate at rated input 
(plus 10 or 15 per cent) without chimney connection, and without pro- 
ducing carbon monoxide, the only function of the chimney is to remove 
the products of combustion from the room. The chimney provides draft 
to overcome the friction in the flue pipe and chimney, but does not draw 
air into the appliance. 

Chimneys for venting appliances designed for burning gas can there- 
fore be low in height, but must have adequate area. The height is usually 
established by the building height. Chimney sizes are usually selected 
on the basis of Btu input of the appliance. One chart* designed to 
facilitate selection is shown in Fig. 6. The assumptions made in preparing 
the chart as well as its limitations should be noted carefully. 

Since Fig. 6 has been prepared for circular flues, relative capacities for 
rectangular and semi-elliptical flues ® are shown in Fig. 7. 

When a flue is connected to several appliances, the number of hori- 
zontal runs of various sizes which may be substituted for the single run 
having a diameter equal to that of the flue may be obtained from Table 4. 

CONSTRUCTION DETAILS 

For general data on the construction of chimneys reference should be 
made to the Building Code recommended by the National Board of Fire 
Underwriters, Article XI, Sections 1101 to 1105, in which the following 
are some of the important provisions listed in the 1943 edition: 

(a) Chimneys erected within or attached to a structure shall be constructed of brick, 
of solid block masonry, or of reinforced concrete. 

(h) Chimneys shall extend at least 3 ft above the highest point where they pass 
through the roof of the building and at least 2 ft higher than any ridge within 10 tt of 
such diimney. 

(r) Every such chimney shall be properly capped with brick, terra cotta, stone, 
cast-iron, concrete or other approved non-combustible, weatherproof material. 

(d) Chimneys shall be wholly supported on aj^roved masonry or self-supporting 
fireproof construction. 

(a) No such chimney shall be corbeled from a wall more than 6 in.; nor shall such 
chimney be corbeled from a wall which is less than 12 in. in thickness unless it fmoieCts 
eqiially on each side of the wall; provided that in the second story of two-story dwetliii^s 



Allowable input in thousands of bt.u per hour 



corbeling of chimneys on the exterior of the enclosing walls may equal the wall thickness. 
In every case the corbeling shall not exceed 1 in. projection for each course of brick 
projects. 

(f) No change in the size or shape of a chimney, where the chimney passes through 
the roof, shall made within a distance of 6 in. above or below the roof joists or rafters. 

(g) Smoke flues for warm air, hot water and low pressure steam heating furnaces 
shall have walls not less than 8 in. thick; the walls may be of solid masonry using brick, 
stone or concrete, or of solid moulded or solid cast chimney units of concrete, or of burned 
clay, or of suitably reinforced solid concrete cast in place; provided that for stone 
masonry, other than sawed or dressed stone in courses, the thickness shall be not less 



INNER DIAMETER OF FLUE IN INCHES 


Fig. 6 . Allowable Btu Input to Circular Flues for Domestic Gas Appliances 

WITH Draft Hoods 

Notes Applying to Fig. 6: 

1. Chart if based on: average flue temperature of 160 F, outside temperature of 60 F, barometric 
pressure of 30 In. Hg. 100 per cent excess air and 100 per cent dilution at draft hood. 

2. Based on terra«cotta lined flues. With rough brick flues, capacities are 16 per cent lees. 

3. Based on condition that horizontal run Is not greater than 20 ft except for a flue height less than 
20 ft, in wUch case the horizontal run is not to have greater length than the height of the flue. 

4. Two long radius elbows are included in the horizontal run. the diameter of which is equal to that 
of the flue. 

6. Bach adtUtional elbow reduces the allowable horizontal run by a length in feet equal to the diameter 
ia Inches. 

(t, When the hoiiaontal ntn has an effective length la e n c e st of that given (or additloiial dhows) the 
next larger^ of flue e^old be chosen. It is dedmfaie that long horizontal runs be Insulated to reduce 
heat loss it Hue fuodnoli and to conserve draft. 

7. Capadttes should he lednced 3,5 per cent for each 1000 It above tea levd. 
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than 12 in. The walls shall be properly bonded, or tied with non-corrosive metal 
anchors. In dwellings and buildings of like heating reouirements the thickness of the 
chimney walls may be reduced to not less than 3?^ in. when lined with a flue lining con- 
forming to the Code requirements. 

{h) Required flue linings shall be made of fire clay or other refractory clay to with- 
stand the action of flue gases and to resist, without softening or cracking, the tempera- 
tures to which they will be subjected, but not less than 2,000 F, or of cast-iron of ap- 
proved quality, form and construction. Approved corrosion resistant linings may be 
used in flues for gas appliances. 

(») Required clay flue linings shall be not less than % in. thick for the smaller flues 
and increasing in thickness for the larger flues. 

(j) Flue linings shall be built ahead of the construction of the chimney as it is carried 
up, carefully bedded one on the other in mortar as hereinafter specified with close fitting 
joints left smooth on the inside. 

{k) Flue linings shall start from a point not less than 8 in. below the intake. They 



Fig. 7. CAPAcm' of a Rectangular Flue or a Semi -Elliptical Flue, with Semi- 
Circular Ends Having Its Minimum Width Equal to the Diameter of a Circular 
Flue, Compared with the Capacity of the Circular Flue 


shall extend, as nearly vertically as possible, for the entire height of the chimney. It is 
recommend^ that flue linings be extended 4 in. above the top or cap of the chimney. 

(I) Only Portland cement mortar, cement lime mortar or fire clay mortar shall be 
used in setting flue linings. 

For gas appliances the Building Code specifies lined chimneys and 
metal smoke stacks for all appliances which may be converted readily 
to the use of solid or liquid fuel and also for all boilers and furnaces 
except those having a flue gas temperature not exceeding 550 F at the 
outlet of the draft hood when burning gas at the manufacturer’s rating 
and which may therefore be connected to Type B vent piping. Approved 
Type B vent piping is non-combustible, corrosion resistant piping of 
adequate strength and heat insulating value, and having bell and spigot 
or other acceptable joints. Fig. 6 may be used for selection of vent pipe 
size. 

Important points to be considered in the use of TypeB vent piping are: 

1. Type B flues must be plainly and permanently marlied. at the point where the vent connection 
enters the flue: Bor uh gas appliances only, 

2. Type B vent material should not be used for estemal chimney flues and eactemal runs of it should 
not txcM 3 ft outside the building loof. When this requirement makes it necessary to cross over through 
attic space* the piping shootd be pitched not less than 45 deg* 

3. Because of the small size and low temx>e];ature. Type B vents should be provided with a vent cap 
with wife screening to prevent building of bltfls* nests. 



Chimneys and Draft Calculations 


S79 


4. Each appliance should have the equivalent of a 4 In. diameter Type B vent, even though the appliance 
may have a 3 in. flue collar. A typical minimum vertical flue size for a frame dwelling is 6 in. in diameter 
or equivalent. 

5. When several floor furnaces are to be vented, it is acceptable practice to connect each of these by 
means of 4 in. vents to a common 6 in. vertical vent. Lateral piping must have adequate pitch, H in. per 
foot, and should not exceed 20 ft in horizontal length. 

6. An alternate method of connecting several appliances is to run separate Type B vents to the attic 
and then to connect them by means of cross-over piping and Y fittings to a common vertical vent passing 
through the roof. This reduces the number of holes in the roof. 

All flue mortar for flues or vent pipes from gas burning appliances 
shall be acid resisting. 

GENERAL CONSIDERATIONS FOR CHIMNEYS 

The draft of domestic chimneys may be subject to a variety of influences 
not usually encountered in power chimneys^. Horizontal winds have an 
aspirating effect as they cross the chimney and are an aid to draft. 
However, surrounding objects, such as trees or other buildings, may 

Table 4. Equivalent Flue Pipe Sizes^ 


Diameter 

OF 

Horizontal 

Runs 

Size of Flub 

3 

4 

5 

6 

8 

10 

12 

3 i 

1 

2 

3 

5 

9 

12 

22 

4 


1 

2 

3 

5 

7 

11 

5 1 



1 

2 

3 

4 

7 

6 




1 

2 

3 

5 

8 i 





1 

2 

3 


•Comfort Heating {American Gas Association). 


affect the direction of the wind at the chimney top and may even direct 
it down the chimney, tending to reduce the draft or even to cause it to be 
negative. Although the chimney should extend well above the highest 
part of the roof, it is impracticable to carry it much beyond this point. 

It is also important to consider the source of the air supply for proper 
combustion. Usually the boiler or furnace is located in the basement. 
When the furnace room has windows or doors opening to the outside on 
two or more sides of the house, the leakage of air will be sufficient for 
combustion, even though the windows and doors may be shut. If, 
however, the leakage is not sufficient to prevent an appreciable drop of 
pressure in the furnace room below that of the air outside, the chimney 
draft will be reduced by the difference between the atmospheric pressure 
outside and that inside the boiler room. In case the boiler room is fairly 
tight and is open to the outside on only one side of the house, then the 
draft will be affected in windy weather even with windows or doors open. 
If the wind is blowing toward the boiler room the draft will be increased, 
but if blowing in the opposite direction the draft may be decreased. 

It is not to be assumed that increasing the cross-section area of a 
chimney will always effect a cure for poor draft. The opposite result may 
be experienced because of the cooling effect of the larger area. This 
reduces the theoretical draft and the velocity of the gases, and affords a 
greater opportunity for counter currents in the chimney. Sometimes the 
only practical remedy for a chimney with bad draft, when the chimney is 
of the proper size and is affected by conditions beyond control, is to resort 
to mechanical draft. This can often be done at small expense and the 
arrangement can such that the fan or blower need be operated only 
when conditions are bad. 
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Two or more chimneys, either large or small, should never be connected 
together. If connected at the bottom, hot gases in the inverted U-tube 
thus formed ^would be in unstable equilibrium. Cold air would descend 
through one such chimney, from the top, and drive the hot gases out of 
the other and thus annul the draft. 

More than one device can be served by one chimney. Batteries of 
boilers are commonly connected to a single chimney in power plants. 
However, if two or more chimneys are used, each chimney should be used 
separately for part of the boilers, and not connected in manifold with 
another chimney, in order to avoid the difficulty described previously. 

In domestic installations it is sometimes necessary to serve a space 
heater or cooking stove and a water heater with the same chimney flue. 
This is not desirable, especially for low chimneys, since doors left open on 
one device while it is un-fired will tend to annul the draft on another 
device. Gas burning devices, with their draft hoods and lack of draft 
dampers, are especially bad in this respect. The traditional method of 
avoiding this with brick chimneys has been to construct multiple-flue 
chimneys, so that each fuel-burning device could be served by a separate 
opening. If two devices must be served by one flue-opening in a chimney, 
their connections to the chimneys should not be located opposite each 
other. The connection from the larger device should be reasonably low 
down and that from the smaller, up near the ceiling, so that each device 
can be serviced as well as possible, regardless of the treatment of the other. 

Excessive height in a chimney does no harm but means for controlling 
the draft are more than ordinarily essential if the chimney is too large in 
capacity. Coal-burning devices often have air leaks around the fire-box 
and the draft doors sometimes fit poorly so that the fire cannot be con- 
trolled at a low rate. Perhaps the simplest remedy for such cases is the 
barometric damper which admits air into the flue pipe and thus reduces 
the draft. 

Directions for building chimneys for fireplaces are contained in Depart- 
ment of Agriculture Farmers' Bulletin No. 1889. 

It is considered bad practice to connect any heating device to a fireplace 
flue unless the fireplace is effectively sealed. 

REFERENCES 

* —Notes on Power Piant Design, by E. F. Miller and James Holt (Massachusetts Institute of Technology, 
1930). 

*— A.S.H.V.E. Research Report No. 1105 — Frictional Resistance to the Flow of Air in Straight Ducts, 
by F. C. Houghten. J. B. Schmieler, J, A. Zalovdk and N. Ivanovic (A.S.H.V.E. Transactions, Vol. 
45, 1939, p. 35) and for more complete discussion see Flow of Fluids in Closed Conduits, by R. J, S. Plgott 
(Mechanical Engineering, August. 1933). 

•—Observed Performance of Some Experimental Chimneys, by R. S. Dill, P. R. Achenbach and J. T. 
Duck (A.S.H.V.E. Transactions, Vol. 48, 1942, p. 351). 

•— Noitoim/ Bureau of Standards Commercial Standards: CSlOl-43 Oil- Burning Srace Heaters Equipped 
With Vaporizing Pot-Type Burners. CS7542 Automatic Mechanical OU Burners Designed for Domestic 
Installations, CS(EH04-43 Warm Air Furnaces Equipped With Vaporizing Pot^Type Bumets; and Trade 
Standards: TS3536a Solid-Fuel Burning Forced Air Furnaces, TS3518 Oil-Burning Floor Furnaces Equip- 
ped With Vaporizing Pot-Type Burners. 

•-Comfort Heating. 1938, p. 71 (American Cos Auoeiation). 

•-Comfort Heating, 1938, p. 74 (American Gas A$$ociatUm)> 

Chimneys and Draft (Chapter 32 in Winter Air Condltioniiig, by S. IConao. published by national 
Warm Air Heating and Air Conditioning Association, 1089). 



Chapter 20 


ESTIMATING FUEL CONSUMPTION 
FOR SPACE HEATING 

Fuel Consumption Records, Calculated Heat Loss Method, Degree^Day 
Method, Estimating Fuel Consumption, Degree^Day as an 
Operating Unit, Maximum Demands and Load 
■ Factors, Seasonal Efficiency 


M any methods are in use for estimating in advance of actual oper- 
ation the anticipated heat or fuel consumption of heating plants 
over long or short periods. With suitable modification in procedure these 
same general methods are frequently useful in checking the degree of 
effectiveness with which heat or fuel is utilized during plant operation. 

In applying any of these estimating methods to the consumption of a 
particular building plant it should be noted that (a) reliable records of 
past heat or fuel consumptions of the building under consideration will 
usually produce more trustworthy estimates of future consumptions than 
will any data obtained by averages or from other similar buildings; (b) 
where no past records exist useful data can sometimes be obtained from 
records of similar types of buildings with similar plants in the same 
locality; {c) records of consumption, which are averages from many types 
of plants in many types of buildings in various localities, can produce no 
better than an average estimate which may be far from accurate; {d) 
estimates based on computed heat losses without the benefit of operating 
data are wholly dep>endent on how w^ell the computation represents the 
actual facts. 

Estimates based on computed heat losses alone are especially necessary 
where unusual operating conditions are encountered such as excessive 
ventilation, abnormal inside temperatures, heat gains from external 
sources, etc., or where no information is available as to former con- 
sumption as in the case of proposed buildings of unusual design. 

In interpreting and evaluating heat or fuel consumption estimates as 
well as in their preparation, it is well to realize that any estimating method 
used will produce a more reliable result over a long period operation than 
over a short period. Nearly all of the methods in common use will give 
trustworthy results over a full annual heating season, and in some cases 
such estimates will prove consistent within themselves for monthly periods. 
As the period of the estimate is shortened there is more chance that some 
factor not allowed for in the estimating method will become controlling 
and thus give discrepant and even ridiculous results. 

Of the various estimating methods in use attention is directed in this 
discussion to but two as they are illustrative of all, viz: (1) calculated 
heat loss method, and (2) degree-day method. 

CALCULATED HEAT LOSS METHOD 

This method is theoretical and assumes constant temperatures for very 
definite hours each day throughout the entire heating season. It does not 
take into account factors which are difficult to evaluate such as opening 
of windows, abnormal heating of the building, poor heating systems, 
winter heat gains, such as sun effect, and many others. In order to apply 
this method the hourly heat loss from the building under maximum load. 
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or design condition, is computed following the principles discussed in 
Chapters 6 and 8 and the method described and illustrated in Chapter 14. 

In predicting fuel consumption for heating a building by the Calculated 
Heat Loss Method, the general equation is: 


where 


H(t - t^) N 
E (td ““ to) C 


( 1 ) 


F = quantity of fuel or energy required (in the units in which C is expressed). 

H = calculated heat loss, Btu per hour, during the design hour, based on to and /d 

^generally H — Ht -{- Hi but may on occasion equal Ht -f 

t = average inside temperature maintained during heating period, Fahrenheit degrees. 
= average outside temperature through estimate period, Fahrenheit degrees 
(for cities with an Oct. 1-May 1 heating season, see Table 1, Chapter 14). 

/d = inside design temperature, Fahrenheit degrees (usually 70 F). 
to = outside design temperature, Fahrenheit degrees (see Table 1 in Chapter 14). 
N = number of heating hours in estimate period (for an Oct. 1 — May 1 heating 
season, 212 days X 24 hr = 5088). 

E = efficiency of utilization of the fuel over the period, expressed as a decimal; not 
the efficiency at peak or rated load condition. 

C = heating value of one unit of fuel or energy. 


Although the assumption of an Oct. 1-May 1 heating season is reason- 
ably accurate in the well-populated New York-Chicago zone, it is not 
valid as far north as Minneapolis nor farther south than Washington, 
D. C. and St. Louis. Consequently, it is suggested that allowance be 
made for this variation, especially in the far north or southern cities. 


Example 1. A residence building is to be heated to 70 F from 6 a.m. to 10 p.m 
and 55 F from 10 p.m. to 6 a.m. The calculated hourly heat loss is 120,000 Btu per hour 
based on 70 F inside at — 10 F outside. If the building is to be heated by metered steam, 
how many pounds would be required during an average heating season? 

Solution, The heating value of steam may be taken as 1000 Btu per pound, and since 
it is purchased steam, the efficiency can be assumed as 100 per cent. Assume average 
outside temperature as 36.4 F. The average inside temperature is: 


(16 X 70) 4- (8 X 55) 
24 

Substituting in Equation 1: 

P _ 120,000 (65 - 36.4) 5088 
1.00 (70 - (-10) J 1000 


65 F. 

* 218,275 Ib. 


Example 2, How much would the fuel cost to heat the building in Example 1 during 
an average heating season with coal at $8 per ton and with a calorific value of 11,000 
Btu per pound, assuming that the seasonal efficiency of the plant was 55 per cent? 

c 7 c u • c* 1 I? 120,000 (65 - 36.4) 5088 

Solution, Substituting in Equation I: F « ^^ 55 [jq ' Z ' ( Z lo^ 11 000 * 

« 18 tons, which, at $8 per ton, costs $144. 

Example S. What will be the estimated fuel cost per year of heating a building with 
assuming that the ^Iculated hourly heat loss is 92,000 Btu based on 0 F, which 
includes 26,000 Btu fpr infiltration? The design temperatures are 0 F and 72 F. The 
normal heating season is 210 days, and the average outside temperature during the 
hating season is 36.4 F. The seasonal efficiency will be 75 per cent. The heating plant 
will be thermostatically controlled, and a temperature of 55 F will be maintained from 
11 P.M. to 7 A.M. Assume that the price of gas is 7 cents per 100,000 Btu of fuel con- 
sumption, and disregard the loss of heat through op^n windows and doors. 

SohHon, The average hourly temperature is; 

(72 X 16) + (55 X 8 ) 

24 




66.8 F. 
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The maximum hourly heat loss will be: 

H = 92,000 - = 79,000 Btu. 


M 


79,000 (66.3 - 36.4) X 24 X 210 
lOO.ObO X 0.75 ~X (72' - 0) 


2204.6 hundred thousand Btu. 


2204.6 X $0,07 = $154.32 = estimated fuel cost per year of heating building. 


Several time-saving procedures have been devised for quickly esti- 
mating the hourly Btu loss of one and two-story residences in order that 
fuel estimates can be predicted more quickly from Equation 1. A 
graphical method of calculating heat losses has been developed ^ which 
makes possible a quick solution if the gross wall, ceiling, or floor areas and 
resp)ective transmission coefficients are known. 

The Federal Housing Administration has originated a short-cut formula 
for residential heat loss determinations which makes use of the floor area 
and three selected transmission coefficients. The formula was developed 
to apply to detached houses appjroximately rectangular in shape with 
total exterior door and window areas equal to about 25 per cent of the 
floor area and with a floor area not greater than about 1500 sq ft. Equa- 
tion 2 is for a one-story residence and Equation 3 is intended for two- 
story structures. 

Hi ^ A (G Uyf 4* + Vi) (/d ■“ fo) (2) 

77, = /I (G -f 1.2 C/w + 0.5 Uc -b 0.5 Ui) (M - to) (3) 

where 

Hi = heat loss from one-story residence, Btu per hour. 

Ih = heat loss from two-story residence, Btu per hour, 

A = floor area, square feet, measured to the inside faces of enclosing walls and is the 
sum of the following areas: (1) all the area on each principal floor level; 
(2) the area of all finished habitable attic rooms, including bathrooms, 
toilet compartments, closets, and halls; (3) all other areas intended to be 
heated and not located in the basement. 

G = glass and infiltration factor for ordinary construction: (0.45 for no weather- 
stripping or storm windows), (0.40 for weatherstripping), (0.30 for storm 
windows with or without weatherstripping), 

Fw = coefficient of transmission for outside wall. 

Uq *= coefficient transmission for ceiling. 

Ui « coefficient of transmission for floor. 

/d = inside design temperature, Fahrenheit degrees. 

“ outside design temperature, Fahrenheit degrees. 

Notes for application of Equations 8 and S, 

1. The calculation of heat loss from heated spaces into adjacent spaces such as attics, 
basementless areas, and heated or unheated garages shall be based on the assumption 
that the temperature of such adjacent spaces is. the same as the outside design tem- 
perature. 

2. For all floors over basements or other warmed spaces assume Vi « 0. 

3. For structures having concrete slab floors laid on the ground a modified applica- 
tion of the formula may be made. Assume T/f = 0 and calculate the heat loss in accor- 
dance with the check formula. Then add the slab loss determined in accordance with 
the procedure developed by the National Bureau of Standards and described in BMS 
Report 103. 

4. No basement area is to be included in the formula calculation. If finished habi- 
table rooms in the basement are to be heated, the additional heat loss should be calcu- 
lated separately and added to the amount obtained by the formula. 

Both the graphical method and short-cut formulas, when used within 
the limitations established, have been found to give reasonably accurate 
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results for the average residence, but if precise estimates are required, the 
procedure outlined in Chapter 14 should be used. 

In the casfe of gravity warm air heating installations, the load was 
formerly expressed in square inches of leader pipe which can be converted 
into Btu per hour by multiplying the square inches of leader area by 
111, 167, and 200 for first, second, and third floor respectively. 

Example 4* What would be the total gas consumption over a full heating season of a 
gaS'fired gravity warm air furnace designed according to the Code*, and with four 12 in. 
and two 8 in. round leaders to the first floor and si.x 10 in. leaders to the second floor, if 
the gas has a heating value of 500 Btu per cubic foot, the plant operates at a 70 per cent 
seasonal efficiency and is designed to maintain an average inside temperature of 65 F 
when it is 10 F outside in a city where the average outside tempt^rature is 45 F and the 
heating season is 5088 hr long? 

Solution, The area of the round leaders is: 12 in., 113 sq in.; 10 in., 79 sq in.; and 
8 in., 50 sq in. The total Btu transmitted is: 

First Floor; [(4 X 113) -}- (2 X 50)] X 111 — 61,272 Btu per hour. 

Second Floor: (6 X 79) X 167 = 79,158 Btu per hour. 


Total 140,430 Btu per hour. 

Substituting this total heat loss value as tl in Equation 1 gives: 


J[40,4^(65 -^45) 5^ 
0.70 (70 10r50b 


680,483 cu ft gas. 


DEGREE-DAY METHOD 

This method is based on consumption data which have been taken from 
buildings in operation, and the results computed on a degree-day basis. 
While this method may not be as theoretically correct as the Calculated 
Heat Loss Method, it is considered by many to be of more value for 
practical use. 

The amount of heat required by a building depends upon the outdoor 
temperature, if other variables are eliminated. Theoretically it is pro- 
portional to the difference between the outdoor and indoor temperatures. 
The American Gas Association * determined from experiment in the 
heating of residences that the gas consumption varied directly as the difr 
ference between 65 F and the mean outside temperature. In other words, 
on a day when the mean temperature was 20 deg below 65 F, twice as 
much gas was consumed as on a day when the temperature was 10 deg 
below 65 F. For any one day, when the mean temperature is less than 
65 F, there are as many degree-days as there are degrees difference in 
temperature between the mean temperature for the day and 65 F. 
Degree-days may be calculated on other than the 65 F base but are 
seldom used and are of little value except where the inside temperature 
to be maintained as, for example, in warehouses, differs greatly from the 
usual inside temperature range of 68 F to 72 F. 

Table 1 lists the average number of degree-days, which have occurred 
over a long period of years, by months and the yearly totals for various 
cities in the United States, Canada and Newfoundland. The values for 
United States cities were cdculated by taking the difference between 66F 
and the daily mean temperature computed as the total of the daily 
maximum and the dedly minimum tempeQatures. The monthly averages 
were obtained by adding daily degree-days for each month each year and 
dmding by the number of days in the month; then totaling the respective 
calendar monthly averages fot the number of years indica^ and dividing 
by the nufhber of years. The total or long term yearly average degree-day 
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value is the summation of the 12 monthly averages. Degree days for 
Canadian cities were supplied by the Canadian Meteorological Division 
of the Department of Transport and were computed from the mean 
temperature normals on record for the various stations. 

Any attempt to apply the degree-day method of calculating fuel con- 
sumption for less than one month would be of very little value. It should 
be noted that this method of calculation is based on a long term average 
and cannot be expected to coincide with any single year in calculating fuel 
requirement as individual yearly degree-day calculations will vary as 
much as 20 per cent above and below the long term average. 

If the degree-days occurring each day are totaled for a reasonably long 
period, the fuel consumption during that period as compared with another 
period will be in direct proportion to the number of degree-days in the 
two periods. Consequently, for a given installation, the fuel consumption 
can be calculated in terms of fuel used per degree-day for any sufficiently 
long period and compared with similar ratios for other periods to deter- 
mine the relative operating efficiencies with the outside temperature 
variable eliminated. 

Studies made by the National District Heating Association^ of the 
metered steam consumption of 163 buildings located in 22 different cities 
and served with steam from a district heating company substantiate 
the fact that the 65 F base originally chosen by the gas industry is approxi- 
mately correct. 

Formula for Degree-Day Method 

The general equation for calculating the probable fuel consumption by 
the degree-day method is: 

F U X N X D (4) 

where 

F = fuel consumption for the estimate period. 

r « unit fuel consumption, or quantity of fuel used per (degree-day) (building 
load unit). 

X c* number of building load units (when available use calculated hourly heat loss 
instead of actual amount of radiation installed). 

D number of degree-days for the estimate period. 

Values of N depend on the particular building for which the estimate is 
being prepared and must be found by surveying plans, by observation, or 
by measurement of the building. Values of U for use in this equation are 
the unit fuel consumptions per degree-day and are obtained as a result 
of the collection of operating information. Certain of this information is 
presented later but before referring to these data attention is directed to 
the nature of the unit. 

Unit Fuel Consumptions per Degree-Day 

The quantity of fuel used per degree-day in a given heating plant can 
be reduced to a unit basis in terms of quantity of fuel or steam per degree- 
day per square foot of radiation, per cubic foot of heated building space, 
or per thousand Btu hourly heat loss at design conditions. A less fre- 
quently used basis is quantity of fuel per (degree-day) (square foot of floor 
area). In fact any convenient unit can be used to relate the consumption 
to tne degioe-day and to the building. 
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CHAPTER 20 
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Table 1. Average Monthly and Yearly Degree-Days for Cities in the 
United States, Canada and Newfoundland a. b (Base C5F) 


State 

Station 

Years 

No. of 
Sea- 
sons 

Julj 

' Aug 

. Sept 

. Oct, 

. Nov, 

.Dec, 

. Jun, 

. Feb. 

, Mar, 

Apr. 

, May 

’ June 

Yearly 

Total 

Ala. 


05/06-40/41 

36 

t 

1 ( 

) 10 

135 

1 388 

601 

) 609 

1 513 

1 361 

152 

1 37 

1 

2806 


Birmingham., A 

L 98/99-45/46 

48 

f 

> 1 

1 10 

111 

348 

58(: 

. 591 

497 

313 

13G 

1 23 

1 

2611 


Mobile 

. 98/99-45/46 

48 

(] 

1 C 

1 1 

44 

203 

377 

■ 397 

314 

175 

12 

3 

0 

1566 


Montgomery 

. 98/99-45/46 

48 

C 

1 ( 

) 4 

71 

279 

48-1 

494 

405 

239 

85 

10 

1 0 

2071 

Aru..,. 

. Flagstaff. 

98/99-40/41 

43 

43 

i 7C 

) 244 

573 

i 847 

nil 

1167 

970 

1 889 

668 

469 

190 

7241 


Phoenix 

. 98/99-45A6 

48 

0 

1 (i 

1 0 

18 

166 

384 

402 

263 

154 

47 

7 

0 

1441 


Yuma 

. 98/99-40/41 

















45/46 

44 

fl 

1 € 

1 0 

9 

113 

306 

, 318 

182 

8.5 

22 

1 

0 

1036 

Ark. ... 

. BentonviUc 

06/07-40/41 

35 

1 

1 

38 

216 

516 

81G 

879 

716 

519 

247 

86 

7 

4036 


Fort Smith A 

98/99-45/46 

48 

0 

1 0 

1 12 

128 

410 

717 

763 

615 

390 

154 

M> 

1 

3226 


Little Rock..... A 

98/99-45/46 

48 

0 

(1 

• 11 

120 

383 

668 

704 

579 

367 

145 

31 

1 

3009 

Calif 

Eureka. 

98/99-45/46 

48 

281 

269 

' 274 

344 

411 

518 

541 

478 

504 

440 

391 

307 

4758 


Fresno A 

98/99-45/46 

48 

0 

tl 

1 5 

77 

309 

562 

57 4 

380 

289 

152 

52 

4 

2403 


Independence 

98/99-40/41 

43 

0 

0 

1 28 

216 

512 

778 

799 

619 

477 

267 

120 

18 

3834 


Los Angeles 

98/99-45/46 

48 

1 

0 

' 5 

43 

110 

i )!; 

272 

23.5 

212 

1.58 

103 

27 

1.391 


Needles 

17/ 18-38/59 

22 

0 

0 

0 

19 

217 

416 

447 

243 

124 

26 

3 

0 

1495 


Point Reyes 

98/99-40/41 

43 

3.^0 

336 

263 

282 

317 

425 

467 

40<') 

4.47 

413 

415 

363 

4474 


Red Bluff A 

98/99-33/34 

















38/39-40/41 

















44/45-45/46 41 

0 

0 

12 

97 

345 

.592 

601 

419 

328 

178 

72 

9 

2653 


Sacramento 

98/99-45/46 

48 

2 

1 

15 

98 

332 

582 

595 

405 

326 

202 

101 

21 

2680 


San Diego A 

98/99-45/46 

48 

5 

1 

9 

oO 

143 

252 

3(K) 

257 

230 

172 

118 

49 

1596 


San Francisco 

98/99-45/46 

48 

19f. 

179 

121 

139 

241 

420 

460 

340 

317 

272 

255 

197 

3137 


San Jose 

06/07-40/41 

35 

21 

21 

52 

151 

329 

512 

527 

383 

.436 

249 

167 

72 

2823 

Colo 

Denver..^ 

98/99-45/46 

48 

8 

8 

126 

411 

716 

UK)5 

1023 

897 

790 

516 

275 

64 

5839 


Durango.. 

04/05-40/41 

37 

25 1 

37 

201 

535 i 

861 

I2f)4 

1271 

1002 

859 1 

615 

394 

D9 

7143 


Grand Junction. 

98/99-45/46 

48 ; 

1 

1 

59 

347 i 

743 

1138 

1218 

88.4 

671 

377 

1.52 

2.i 

.5613 


Loadville 

07/08-40/41 

34 ! 

280 

332 

.509 

841! 

11139 

1413 

1470 

,1285' 

1245 

990 

740 

434 

10678 


Pueblo „-..A 

98/99^5/46 

48 

3 

4! 

91 

377 

1 730 

1042 

1042 

8751 

724 

446 

1951 

29 

5.558 

Conn..., 

Hartford A 

04/05-45/46 

42 

3 

; 1(> 

10^ 

370 

692 

1065 

1157 

1062 

859 

524 

2131 

47 

t 6113 


New HaveiL A 

98/99-45/46 

48 

3 

11 

88 

341 

i 658 

1017 

110<)'1024 

840 

522 

22 li 

47 

I 5880 

D.C.._. 

Washinjjton 

98/99-45/46 

48 

0 

2 

42 

251 

553 

872 

928 8.44 

624 

340 

1 101 i 

14 

! 4561 

Fla. . 

Apalachicola 

> 13/14-45/46 

33 

0 

0 

1 

23 

154 

3(X) 

323i 

1 252 

! 159 

38 

i 2 

0 

1252 


Jacksonville. 

98/99-45/46 

48 

0 

0 

0 

25 

144 

J 294 

302 

244 

1 131 

42 

! 3 

0 

1185 


Key West 

98/99-45/46 

48 

0 

0 

1 

0 

2 

! 141 

21 

1 15 

7 

Oi 

0 

0 

59 


Miami. 

11/12-45/46 

35 

0 

0 

0 

0 

15 

41 

53 

I 45 

‘ 28 

3| 

0 

0 

185 


Pensacola. 

13/14-45/46 

33 

0 

0 

i 0 

25 

159 

305 

332 

1 255 

162 

39 

4 

: 0 

1281 


Tampa A 

98/99-45/46 , 

48 

0 

0 

0 

6 

60 

149 

1.57 

126 

62 

11 

0 

0 

571 

Ga 

AtJAntA 

98/99-45/46 1 

48 

0 

0 

12 

! 128 

392 

644 

1 6ti0 

563 

382 

169 

33 

1 ') 

2985 


Augusta 

98/99-45/4'6 

48 

0 

0 

4 

85 

312 

529 

533 

448 

274 

107 

1 

1 1 

2306 


Macon 

99/00-45/46 

47 

0 

0 

5 

91 

322 

532 

538 

449 

278 

108 

14 

1 

2338 


Savannah A 

98/99-45/46 

48 

0 

0 

1 

45 

206 

390 

.495 

332 

194 

66 

6 

0 

1635 


Thomasville 

05/06-40/41 

36 

0 

0 

2 

48 

208 

361 

359 

299 

178 

52 

5 

1 

1513 

Idaho.. 

Boise .A 

98/99-45/46 

48 

9 

17 

136 

385 

717 

1025 

1077 

840 

688 

440 

2.52 

92 

5678 


Lewistown 

00/01-32/33 

33 

5 

9 

107 

378 

688 

932 

992 

779 

60,4 

371 

193 

52 

5109 


Pocatello 

98/99-45/46 

48 

12 

21 

176 

475 

821 

1159 

1224 

1004 

845 

550 

330 

124 

6741 

Hi 

Cairo 

98/99-45/46 

48 

0 

0 

26 

181 

493 

823 

878 

748 

512 

232 

60 

4 

3957 


Chicago... 

98/99-45/46 

48 

6 

7 

88 

337 

712 

1116 

1218 

1080 

861 

531 

259 

67 

6282 


Peoria A 

05/06-45/46 

41 

4 

8 

88 

350 

730 

1126 

1231 

1035 

790 

436 

178 

28 

6004 


Springfield 

98/99-45/46 

48 

0 

3 

65 

286 

664 

10.56 

1151 

977 

719 

377 

132 

16 

5446 

Ind..„. 

Evansville— ..A 

98/99-45/46 

48 

0 

1 

35 

211 

544 

888 

948 

822 

582 

288 

85 

6 

4410 


Fort Wayne A 

11/12-45/46 

35 

0 

13 

106 

374 

737 

1107 

1211 

1052 

864 

504 

217 

41 

6232 


Indianapolis.... 

98/99-45/46 

48 

1 

4 

66 

297 

660 

1032 

1102 

973 

737 

410 

1.54 

22 

5458 


Royal Center. 

18/19-31/32 

14 

11 

19 

116 

373 

740 

1104 

1239 

976 

860 

502 

245 

54 

6239 


Terre Haute 

12/13-45/46 

34 

0 

3 

62 

270 

627 

993 

1072 

897 

687 


133 

15 

5117 

Iowa... 

Charles City 

04/05-45/46 

42 

8 

24 

164 

480 

906 

1362 

1535 

1281 

995 

552 

255 

62 

7624 


Davenport 

98/99-45/46 

48 

2 

6 

91 

344 

748 

1176 

1291 

nil 

835 

448 

171 

29 

6252 


Dee Moines 

98/99-45/46 

48 

1 

6 

102 

354 

767 

1204 

1320 

1132 

843 

446 

171 

29 

6375 


Dubuque 

98/99-45/46 

48 

3 

12 

123 

402 

808 

1249 

1380 

1190 

915 

49.1 

204 

41 

6820 


Koekuk.. 

98/99-41/42 

44 

1 

3 

71 

303 

680 

1077 

U91 

1025 

761 

.397 

136 

18 

5663 


Sioux City A 

98/99-45/46 

48 

3 

11 

128 

402 

844 

1273 

1402 

1206 

909 

485 

202 

40 

6905 

Kan.... 

ConcordiiL 

98/99-45/46 

48 

1 

3 

68 

288 

670 

1060 

1144 

954 

712 

365 

142 

18 

5425 


Dodge City A 

98/99-45/46 

48 

1 

3 

59 

275 

641 

998 

1046 

868 

668 

351 

139 

20 

5069 


lohL 

05/06-40/41 

36 

0 

1 

40 

2.36 

579 

930 

1026 

817 

599 

282 

98 

8 

4616 


Topeka. 

98/99-45/46 

48 

0 

2 

56 

254 

623 

1013 

1096 

917 

659 

326 

116 

13 

5075 


Wichita A 

98/99-45/46 

48 

0 

1 

41 

221 

576 

947 

1016 

836 

604 

290 

103 

9 

4644 

Ky 

TiOiiuiville 

98/99-45/46 

48 

0 

1 

35 

217 

549 

881 

931 

816 

588 

298 

93 

8 

4417 



98/99-40/41 

43 

1 

3 

48 

258 

601 

916 

964 

862 

650 

352 

123 

14 

4792 

La 

New^^rleans 

98/99-45/46 

48 

0 

0 

0 

2.3 

145 

304 

323 

247 

129 

31 

1 

0 

1203 


Shreveport... A 

98/99-45/46 

48 

0 

0 

4 

71 

275 

506 

531 

415 

241 

79 

10 

0 

2132 

Me. 

Eastport 

98/99-45/46 

48 

158 

146 

271 

528 

827 

1224 

1364 

1238 

1080 

778 

530 

301 

8445 


Greenville. 

07/08-40/41 

















42/43-45/46 

38 

69 

113 

315 

643 

1012 

1464 

1625 

1443 

1251 

842 

468 

194 

9439 


Portland A 

98/99-45/46 

48 

28 

48 

182 

.466 

794 

1182 

1309 

1188 

997 

671 

376 

136 

7377 


Baltimore 

98/99-45/46 

48 

0 

1 

3.3 

227 

526 

855 

921 

837 

637 

343 

95 

12 

4487 


•Computed from daily temperaturea recorded by United States Weather Bureau stations in cities over 
a varied number of seasons as indicated in the 3rd and 4th cdHimn of the table. Degree-day data for airport 
actions are not included in this table. The data for United States cities were computed by the United States 
Weather Bureau in 1&46 and 1047 in accordance with the requirements of the National Joint Committee on 
Weather Statistics. The data for a number of the cities listed are based on readinim taken at more than one 
OlQ&da) dty weather station during the periods of analysis but the slight difference In the readings would not 
appreciaDly affect the resultant. Draxee-das^ for cities in Canada and Newfoundland were sailed by the 
Canadian' Meteorological Division, Department of Transport and were computed from mean temperature 
normals. * Indicates actual degree days for 1647. 

»>Letter A after station indicates city office and airport records combined. 
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Tablp: 1. Average Monthly and Yearly Degree- Days for Cities in the 
United States, Canada and Newfoundland ^ (Continued) 


1 

State 

Station 

Years 

No. of 
Stio- 
Bons 

July 

Aug. 

Sept. 

Oct. 

Nov. 

Dec. 

Jan. 

Feb. 

Mar. 

Apr. 

May 

June 

Yearly 

Total 

Mass.. 

Boston 

A 

98/99-45/40 

48 i 

7 

15 

98 

5.58 

M7 

1008 

1108 

1025 

841 

558 

245 

66 

5956 


Fitchburg 


98/99-40/41 

45 ! 

12 

29 

144 

432 

774 

1159 

1240 

11157 

940 

572 

1 254 

70 

6743 


Nantucket 


98/99-45/46 

48 

15 

15 

87 

515 

590 

904 

1010 

! 967 

866 

619 

566 

121 

5875 

Mich . 

Alpena 


98/99-45/46 

48 

55 

79 

255 

548 

874 

1258 

1588 

11521 

1162 

764 

448 

168 

8278 


Uotruit 

.A 

98/99-45/46 

48 

7 

15 

111 

388 

749 

1124 

1250 

|1134 

927 

566 

255 

56 

6560 


Eflcanat)a 


98/99-45/46 

48 

54 

84 

256 ! 

■ 572 

927 

1529 

1499 

1582 

'1219 

808 

477 

170 

8777 


Grand Rapids. .. 


05/04-45/46 

45 

8 

20 

128 j 

422 

764 

1156 

1248 

1145 

944 

569 

265 

57 

6702 


Houghton 


00/01-40/41 


















42/4.M5/46 

45 

70 

94 

268 ' 

.582 

965 

13.55 

1535 

1421 

il251 

820 

474 

195 

9050 


Lansing 


10/11-45/46 

56 

18 

56 

167 

467 

818 

1190 

1506 

1178 

995 

600 

294 

80 

7149 


Ludington 


12/15-40/41 

29 

41 

55 

182 

472 

794 

115.5 

1271 

1185 

10.56 

698 

418 

153 

7458 


Martiuctle 


98/99-45/46 

48 

86 

99 

2.='8 

555 

926 

1.50() 

1465 

1549 

1195 

794 

494 

220 

8745 


Sault Sto. Marie 

A 

98/9<M5/46 

48 

91 

no 

285 

616 

965 

1579 

1572 

1470 

1291 

826 

487 

215 

9307 

Minn.. 

Duluth 


98/99-45/46 

48 

80 

97 

292 

651 

1066 

1.559 

1714! 

1497 

1254 

804 

515 

234 

9723 


MjniuiaiKths 


98/99-45/46 

48 

8 

25 

167 

481 

942 

141.S 

1587 

1572 

1072 

577; 

260 

62 

7966 


Morchcad 


98/99-40/41 

45 

20 

47 

240 

W)7 

1105 

1609 

1815 

1555' 

122.S 

679 

527 

98 

9327 


St. Paul 


98/99-52/55 


















57/.18-40/41 

59 

11 

24 

169 

488 

942 

1412 

1589 

1571 

1078 

575 

258 

60 

7975 

Mi88,... 

Corinth 


09/10-40/41 

52 

0 

1 

15 

142 

418 

m 

696 

570 

596 

149 

32 

1 

3087 


Meridian 


fMVOl-45/46 

46 

0 

0 

6 

99 

522 

525 

5.59 

440 

274 

107 

17 

1 

2530 


Vicksburg 


98/99-45/46 

48 

0 

0 

5 

76 

267 

485 

503 

407 

236 

82 

10 

0 

2069 

Mo. 

Columbia 


98/99-45/46 

48 

0 

.1 

62 

266 

621 

1000 

1076 

916 

655 

557 

120 

14 

5070 


Hannibal 


98/99-40/41 

45 

1 

5 

66 

288 

652 

1057 

1159 

980 

710 

374 

128 

15 

5595 


Kansas City . 

A 

98/99-45/46 

48 

0 

2 

51 

259 

598 

995 

1077 

909 

651 

522 

108 

12 

4962 


Saint Jjouis ... 


98/99-45/46 

48 

0 

1 

38 

215 

558 

925 

998 

855 

607 

500 

91 

8 

4596 


Springfield 

.Al 

98/99-45/46 

48 

1 

2 

48 

252 

561 

908 

971 

827 

596 

502 

109 

12 

4569 

Mont. 

Billings . 

A 

09/10-45/46 

57 

14 

31 

223 

550 

889 

1215 

1510 

1102 

923 

555 

515 

106 

7213 


Havre 


98/99-45/46 

48 

27 

54 

275 

592 

1012 

1576 

1552 

1558 

1102 

614 

341 

153 

8416 


Helena 

.A 

98/99-45/46 

43 

45 

66 

291 

596 

944 

1252 

1547 

1157 

990 

659 

415 

192 

7950 


Kahsptdl 


99/00-45/46 

47 

{>6 

102 

552 

6 56 

9r,8 

1255 

1559 

1135 

956 

630 

415 

220 

8032 


Miles City._ 

A 

98/99-45/46 

48 

7 

20 

188 

510 

918 

1522 

1461 

1267 

997 

545 

275 

81 

7591 


1 Missoula 


92/9t-45/46 

H 

37 

56 

27.5 

6(K> 

051 

1255 

15.>1 

1072 

905 

590 

569 

179 

7604 

Neb. .. 

■ Drcxel 


15/ 16-25/ 26 

11 

4 

6 

95 

405 

788 

1271 

1555 

1096! 

84t 

495 

219 

38 

6611 


Lincoln 


98/99-45/46 

48 

] 

5 

85 

525 

752 

1144 

1242 

1056 

792 

407 

166 

25 

5980 


North Platte 


98/99-45/46 

48 ‘ 

4 

9 

131 

410 

799 

1163 

1227 

1039 

846 

480 

227 

49 

6.t84 

i 

Omaha 

.A 

98/99-45/46 

48 1 

1 

4 

84 

524 

744 

1169 

1280 

1088 

810 

410 

157 

24 

6095 


Valentine . .. 


98/99-45/46 

48 1 

8 

19 

167 

479 

877 

1246 

1549 

1160 

962 

565 

287 

74 

7197 

Nev 1 

Rono 

A 

05/()t>-45/46 

41 I 

8 

18i 

140 

407 

697 

959 

1007 

791 j 

702 

498 

301 

93 

5621 


'ronopah.„. . .. 


14/1.5-40/41 

27 ! 

5 

7i 

105 

.588 

715 

1010 

1075 

870! 

749 

522 

286 

82 

5812 


WinneinuccH . 


98/99-45/46 

48 

IQl 

25] 

188 

494 

801 

1090 

1128! 

884 

768 

556 

321 

114 

6357 


(Ymeord . .. . 

A 

05/04-45/46 

45 

18i 

49 

189 

497; 

825 

1228 

1545] 

1215 

995 

657 

308 

100 

7400 

N.J.. 1 

Atlantic (hty 


9H/0945/40 

48 

1 

2 

59 

247 i 

546 

867 

9461 

887 

7.50 

485 

208 

37 

5015 


Cajw May 


98/99-51/52 

54 

1 

2 

58 

221 

527 

852 

936 

876 

757 

459 

188 

33 

4870 


Newark 

A 

98/99-25/24 
















m 


5.5/,5(>-4()/41 

52 

] 

6 

65 

29,5 

655 

980 

1083 

1002 

794 

448 

162 

29 

5500 


Sandy IRwk .. .. 


15/16-40/41 

26 

1 

2 

40 

2681 

579 

921 

1016 

975 

855 

499 

206 

31 

5369 


Trenton 


U/15-45/4<i 

52 

1 

6 

65 

5011 

604 

957 

1055 

925 

748 

441 

154 

25 

5256 

N. M 

.Vlbuquerque .. 

A 

19/20-45/46 

27 

0 

0 

27 

2581 

646 

913 

955 

708 

592 

322 

91; 

5 

4517 


1 Roswell 


0.5/06-45/46 

41 

0 

0 

26 

191 

512 

781 

775 

585 

459 

199 

so' 

2 

3578 


Santo Fe 


98/99-45/46 

45 

12 

15 

129 

45 1| 

772 

1071 

1094 

892 

786 

544 

297 1 

60 

6123 

N. Y. 

AUiany 


98/99-45/46 

48 

4 

15 

117 

411{ 

753 

1145 

1271 

1169 

948 

.551 

220 

46 

6648 


Binghamton 


98/99-45/46 

48 

15 

37 

148 

4481 

767 

1137 

12.56 

1155 

950 

584 

267 

74 

6818 


Buffalo 


98/99-45/46 

48 

15 

24 

126 

415 

745 

1110 

1226 

1165 

995 

668 

548 

90 

6925 


Canton 


(K*/(»7-45/46 

40 

27 

61 

219 

5.50 

898 

1368 

1516 

1385 

1159 

695 

340 

1071 

8305 


Ithaca._ 


99/00-42/45 

44 

17 

40 

1.56 

451 

770 

1129 

fl256 

1156 

978 

606 

292 

83 

6914 


New York 


98/99-45/46 

48 

I 

4 

50 

272 

594 

940 

1028 

955 

771 

465 

172 

30 

5280 


Oswego 


98/99-4.5/46 

48 

20 

35 

147 

440 

762 

1151 

1275 

1188 

1015 

665 

366 

124i 

7186 


! Rochester 

A 

98/99-15/46 

48 

10 

26 

152 

423 

1 751 

1125 

1227 

1155 

967 

605 

282 

71 

6772 


Syracuse 

A 

05/04-45/46 

45 

15 

32 

146 

457 

760 

1147 

1255 

1167 

972 

611 

283 

76i 

6899 

N.O. .. 

Ashville 


02/05-45/46 

44 

2 

3 

49 

279 

.565 

800 

817 

719 

558 

515 

114 

15 

4256 


Charlotte 


98/99-45/46 

48 

0 

1 

17 

148 

420 

684 

[ 700 

600 

413 

198 

39 

4 

3224 


Haticros. 


98/99-45/46 

48 

0 

0 

1 

61 

273 

500 

570 

550 

391 

195 

34 

1 

2554 


Manteo 


04/05-28/29 

i 25 

0 

0 

7 

113 

358 

595 

i 642 

594 

469 

249 

75 

7 

3109 


Raleigh.... 


98/99-45/46 

! 48 

' 0 

1 

17 

155 

415 

681 

702 

i 615 

429 1 

210 

46 

6 

3275 


Wiiiuington 


98/99-45/46 

48 

0 

0 

5 

90 

506 

520 

551 

479 

320 

144 

24 

1 

2420 

N. D. 

Bismarck 


98/99-45/46 

48 

21 

44 

244 

595 

1057 

1520 

1704 

1479 

1181 

643 

340 

109 

8937 


Devils Lake 


04/0.5-45/46 

42 

42 

76 

295 

687 

1186 

1676 

1906 

1615 

1313 

752 

411 

145 

10104 


Grand Forks . . .. 


12/15-40/41 


















42/4.M5/46 

55 

32 

60 

274 

665 

1160 

1681 

1895 

1608 

1298 

718 

359 

123 

9871 


Willis too 


98/99-45/46 

48 

28 

61 

*285 

657 

1104 

1545 

1735 

1513 

1226 

671 

368 

130 

9301 

Ohio... 

Cincinnati 


98/99*45/46 

48 

1 

3 

53 

273 

611 

960 

1008 

898 

668 i 

369i 

130 

16 

4990 


Clevelands 


98/99-45/46 

48 

7 

14 

93 

354 

684 

1045 

1145 

1067 

876 

553; 

252| 

56 

6144 


Coluinbiis.„„ 


98/99-45/46 

48 

2 

6 

68 

314 

670 

1019 

1081 

975 

749 1 

432; 

165 

25 

5506 


Dayton.- 


11/12-42/43 











416^ 







45/46 

33 

2 

6 

71 

309 

660 

992 

1079 

939 

752 


163 

23 

5412 


Sandusky. 


98/99-45/46 

48 

3 

8 

82 

347 

695 

1067 

1155 

1066 

862 

536i 

232| 

42 

6095 


Toledo 


98/99-15/46 

48 

5 

13 

100 

370 

718 

1097 

1189 

1083 

887 

533; 

227 

47 

6269 

Okla.„. 

Broken Arrow.... 


18/I9-;10/31 

13 

0 

0 

28 

169 

513! 

805 

881 

646 

506 

212 

61 

5 

3826 


Oklahoma City.. 


98/99-45/46 

48 

0 

0 

22 

153 

455 1 

792 

846 

684 

457 

200 

58 

3 

3670 


Balmr 


98/99-45/46 

48 

54 

72 

259 

534 

848 ! 

1161 

1222 

984 

827 

601 

418 

217 

7197 


Medford 

.A 

11/12-40/41 












1 






45/46 

31 

7 

10 

99 

345 

632 

837 

844 

636 

556 ' 

387; 

223 

74 

4650 




98/^5/46 

48 

27 

28 

106 

292 

538 

725 

775 

616 

533 1 

368! 

237! 

108 

4353 


Eosaburg 

98/99-45/46 

48 

23 

26 

116 

316 

541 

714 

730 

582 

530! 

1 

386| 

257 

111 

4332 
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Table 1. Average Monthly and Yearly Degree-Days for Cities in the 
United States, Canada and Newfoundland » (Concluded) 


State 

Station 

Pa.„... 

Erie. 

Harrisburg A 

Philadelphia 

Pittsburgh 

Reading 

r. L... 

s. a... 

ScrantoliL 

Block Island 

Narramnsett Pier.. 

Providenoe- 

Charleston 

Cohimbia. 

5. D.... 

Due West.- 

Greenville A 

Huron 


Pierre 

Tenn... 

Rapid City 

Chattanooga 

Knoxville A 

Memphis.- A 

Nashville 

Texas.. 

Abilene. A 

Amarillo A 

Austin A 

Brownsville. .A 

Corpus Christi 

D^_ A 

Del Rio,_ 


El Paso A 

Fort Worth.- A 

Galveston.- 

Houston..- 

Palestine 

1 Point Arthur 

! San Antonio A 

Taylor 

Utah.... 

Modena 

Vt 

Va 

Salt Lake City 

Burlington 

NOTtbfieid 

Cape Henry .. 

Lynchburg. A 

I^rfolL- 


Richmond 

Waeh... 

W. Va. 

W 3 rtheville 

North Head.- 

Seattle 

^)kane A 

Tacoma. ..» 

Tatoosb Island 

Walla Walla. 

Yakima. 

Elkins A 

Parkersburg. 

Green Bay 

La CrosBeL— 

Madison 


Milwaukee. 

Wausau 

Wyo.... 

Chcyfmne- A 

lAnniv 


Yellowstone Park- 


Years 

No. of 
Sea- 
sons 

98/99-45/46 

48 

98/99-15/46 

48 

98/99-45/46 

48 

98/99-45/46 

48 

12/13-45/46 

34 

00/01-45/46 

46 

98/99-45/46 

48 

98/99-17/18 

20 

04/05-45/46 

42 

98/99-45/46 

48 

98/99-45/40 

48 

21/22-31/32 

11 

17/18-45/46 

29 

98/99-45/46 

48 

98/99-40/41 


42/43-45/46 

47 

98/99-45/46 

48 

98/99-45/46 

48 

98/99-45/46 

48 

98/99-45/46 

48 

98/99-45/46 

48 

98/99-45/46 

48 

98/99-45/46 

48 

26/27-45/46 

20 

08/09-45/46 

38 

98/99-45/46 

48 

13/14-45/46 

33 

05/06-45/46 

41 

98/99-45/46 

48 

98/99-45/46 

48 

98/99-45/46 

48 

09/10-45/46 

37 

98/99-45/46 

48 

17/18-45/46 

29 

98/99-45/46 

48 

01/02-40/41 

40 

00/01-45/46 

46 

98/99-45/46 

48 

06/07-45/46 

40 

98/99-42/43 

45 

98/9945/46 

48 

98/9945/46 

48 

98/9945/46 

48 

98/9945/46 

48 

02/0.3-40/41 

39 

02/0345/46 

44 

98/9945/46 

48 

98/9945/46 

48 

98/9945/46 

48 

98/9945/46 

48 

98/9945/46 

48 

09/1045/46 

37 

98/9945/46 

48 

98/9945/46 

48 

98/9940/41 

48 

98/9945/46 

48 

04/0S45/46 

42 

98/9945/46 

48 

15/1640/41 

26 

98/9945/46 

48 

98/9945/46 

48 

04/0540/41 

37 


Alta... 
B. C... 


N.B.. 


N.8. ^ 


PJBJL- 




Calgary 



Edmonton 








— 

Prinee Rupert 


Chtimbtll " 



Winnipiff 



MoxteiooL 



Saint Jolin 



Ha.ltfac 



Fort WllliAtn 



Hamilton . 





. 



888m 


088 jl( 88 l( 8 t 80 llli 

mm 


SbBmSBmi 

SB 






fUjUmi 



MMI 



mm 


BBBmmm 

Ihm 



— J 


Julj 

Aug 

Sept 

Oct 

Nov 

Dec 

Jan 

Feb 

Mar 

Apr 

May 

June 

Yearly 

Total 

f 

i; 

101 

367 

692 

1049 

1159 

1105 

922 

591 

284 

68 

6363 



67 

314 

637 

990 

107' 

973 

757 

425 

146 

23 

5412 

t 


36 

235 

544 

88^ 

962 

881 

685 

37f 

115 

17 

4739 

3 

7 

69 

322 

651 

982 

1042 

96^ 

751 

444 

166 

29 

5430 


5 

69 

301 

606 

957 

1038 

929 

736 

42i 

144 

23 

5232 

C 

22 

117 

400 

717 

107^ 

1162 

1071 

862 

523 

213 

51 

6218 

1C 

11 

79 

313 

596 

919 

1030 

m 

875 

618 

354 

108 

5897 


2t 

121 

366 

691 

1012 

1113 

1074 

916 

622 

342 

113 

6397 

6 

U 

101 

358 

668 

1020 

1106 

1027 

847 

538 

237 

60 

5984 

0 

0 

1 

47 

225 

428 

452 

384 

239 

83 

7 

0 

1866 

G 

0 

6 

95 

327 

560 

568 

482 

305 

126 

18 

1 

2488 

C 

c 

9 

142 

393 

594 

651 

491 

411 

158 

39 

2 

2890 

0 

1 

13 

127 

410 

6.S0 

m 

551 

403 

179 

40 

1 

3059 

10 

20 

159 

502 

962 

1409 

1572 

1353 

1039 

573 

271 

70 

7940 

4 

11 

1.36 

4.38 

887 

1317 

1460 

1253 

971 

516 

238 

52 

7283 

15 

28 

192 

49.^ 

842 

1178 

1280 

1140 

981 

598 

339 

109 

7197 

0 

0 

13 

150 

432 

691 

711 

604 

412 

185 

39 

1 

3238 

0 

0 

20 

189 

498 

756 

774 

666 

470 

226 

56 

3 

3658 

0 

0 

14 

126 

387 

670 

716 

600 

386 

157 

33 

1 

3090 

0 

0 

20 

170 

469 

748 

788 

675 

467 

218 

55 

3 

3613 

0 

0 

10 

96 

332 

601 

619 

483 

296 

110 

23 

1 

2573 

1 

2 

42 

221 

548 

854 

861 

719 

546 

284 

107 

n 

4196 

0 

0 

2 

31 

227 

410 

458 

315 

185 

46 

5 

0 

1679 

0 

0 

0 

8 

65 

176 

191 

111 

65 

11 

1 

0 

628 

0 

0 

0 

11 

102 

255 

282 

204 

93 

17 

1 

0 

965 

0 

0 

6 

70 

293 

574 

600 

437 

281 

91 

15 

0 

2367 

0 

0 

2 

35 

203 

413 

413 

262 

139 

31 

3 

0 

1501 

0 

0 

6 

88 

366 

615 

615 

432 

291 

104 

14 

1 

2532 

0 

0 

5 

79 

285 

553 

586 

463 

270 

97 

16 

1 

2355 

0 

0 

0 

14 

12.3 

290 

334 

255 

130 

27 

1 

0 

1174 

0 

0 

1 

27 

160 

331 

361 

247 

150 

36 

2 

0 

1315 

0 

0 

4 

67 

261 

496 

512 

401 

236 

80 

li 

0 

2068 

0 

0 

1 

27 

177 

3 28 

375 

254 

151 

37 

2 

0 

1352 

0 

0 

1 

31 

171 

366 

390 

287 

148 

37 

4 

0 

1435 

0 

0 

2 

56 

234 

4t)2 

494 

375 

214 

64 

8 

0 

1909 

6 

11 

156 

499 

832 

1142 

1190 

944 

816 

567 

338 

97 

6598 

3 

5 

98 

371 

712 

1033 

1093 

871 

716 

446 

236 

66 

5650 

23 

51 

209 

530 

870 

1313 

1467 

1338 

1111 

694 

339 

106 

8051 

62 

112 

283 

602 

947 

1389 

1524 

1384 

1176 

754 

405 

166 

8804 

0 

0 

7 

125 

398 

676 

731 

682 

526 

301 

86 

6 

3538 

1 

2 

37 

230 

521 

799 

829 

732 

537 

287 

81 

12 

4068 

0 

0 

9 

129 

1 392 

1 668 

I 712 

650 

483 

254 

62 

5 

3304 

0 

1 

27 

196 

486 

780 

' 814 

722 

538 

278 

72 

8 

3922 

7 

13 

82 

352 

662 

916 

945 

836 

677 

410 

168 

35 

5103 

251 

229 

255 

350 

491 

642 

697 

597 

610 

505 

428 

312 

5367 

67 

69 

170 

365 

554 

704 

759 

637 

595 

1 4.J6 

299 

160 

4815 

20 

37 

i 184 

480 

817 

1061 

1139 

931 

756 

490 

285 

118 

6318 

71 

75 

190 

390 

581 

737 

786 

658 

612 

455 

313 

! 171 

50,39 

301 

29.5 

‘ 325 

421 

534 

6.54 

716 

627 

643 

537 

454 

350 

5857 

5 

10 

90 

315 

6f)2 

910 

981 

770 

571 

354 

186 

56 

1 4910 

8 

17 

124 

395 

778 

10.50 

1125 

837 

624 

I 374 

193 

60 

1 5585 

15 

23 

115 

403 

722 

1003 

1033 

947 

763 

489 

229 

58 

5800 

1 

3 

56 

286 

617 

930 

977 

882 

660 

369 

129 

18 

1 4928 

17 

38 

179 

494 

889 

1329 

1493 

1329 

1087 

658 

327 

91 

7931 

7 

22 

157 

454 

864 

13.39 

1492 

1281 

990 

531 

232 

52 

7421 

8 

20 

145 

452 

857 

1296 

1451 

1246 

1002 

588 

274 

66 

7405 

1.3 

17 

124 

41) 

786 

1203 

1329 

1177 

959 

617 

341 

102 

7079 

26 

58 

216 

568 

982 

1427 

1594 

1381 

1147 

680 

315 

100 

8494 

40 

46 

251 

587 

876 

1144 

1187 

1064 

996 

720 

460 

165 

7536 

27 

43 

265 

623 

1021 

1400 

1427 

1197 

1006 

669 

410 

155 

8243 

125 

173 

424 

759 

1079 

1386 

1464 

1252 

1165 

841 

603 

334 

9605 

108 

167 

4.32 

722 I 

1122 

1426 

I 6 O 9 I 

13551 

1215 

750 

480 

264 


70 

167 

441 


1224 

1593 

[ME 

[ED 

1299 

777 

428 

222 


43 

65 

234 

459 

657 

818 

893 

736 

682 

498 

326 

162 

5,573 

155 

158 

264 

446 

462 

738 

815 

689 

651 

504 

366 

217 

5,465 

282 

229 

342 

546 

702 

893 

933 

804 


645 

521 

357 

7,063 


391 

696 

1187 

1773 

2356 


2288 

FwYH 

1530 

1097 

672 

17,148 

27* 

34 

330 

744 


1829 

2111 

1775 

1531 

822 

397 

78 

10,^ 

8* 

56 

282 

595 

936 

1373 

1528 

1392 

1190 

798 

474 

180 

SA12 

124 

112 

270 

558 

870 

1271 

1417 

1266 

1132 

mM 


261 

8,578 

22 

12 

189 

493 

783 

1141 

IWill 

1168 



ESi 

EIE 

7,614 

62 

155 

354 

722 

1143 

1596 

1807 

isu 

1386 

888 

567 

234 

10,496 

3* 

9* 

108 

471 

816 

1178 

1305 

1187 


■Afll 

322 

6 

7,119 

34* 

11* 

126 

508 

Em 


1336 

1240 

1073 

ES 

EI^I 

lOS 

7*425 

29* 

22* 

204 

595 

984 

lcv*i 

1646 

1459 

1256 

726 

310 

91 

8*816 

16 

35 

168 

504 

817 

[iiin 



iuyn 


341 

87 

7J74 

19* 

5* 

54 

425 

795 

U72 

12S3 

1148 



251 

73 


5* 

57* 

222 

539 

858 

1246 

1463 

1338 



536 

213 

8,538 

7* 

20* 

urn 


918 

1407 

1587 

1392 



298 

88 

8*399 

17* 

43 

m 

651 

1050 

1534 

1696 

1481 

lytiB 


wm 


9,438 

16* 

68 

396 

781 


mil 

2027 

1«3S 

144$ 

Ifra 

397 

138 

»,N0 

167 

122 

687 

1209 

1906 ^ 

244a{ 

2666 

2159 

1879 

1O02| 

$60| 

246 

15,31$ 
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Estimating Fuel Consumption for Space Heating 3S9 

The choice of these units requires explanation and some discrimination 
and judgment. If the volume basis is used, the net heated space is prefer- 
able to the gross building cubage since gross cubage includes outer walls 
and certain portions of attic and basement space which are usually un- 
heated. In the absence of data on net heated volume a figure of 80 i>er 
cent of the gross volume may be used to obtain the estimated net heated 
volume. The volume basis has been rather widely used primarily because 
of its facility in application. In industrial buildings it is usually easier to 
obtain the correct volume of a given building than to measure and 
evaluate the heating capacity of its heating system or calculate its 
maximum hourly Btu loss. The comparison of buildings on a straight 
volume basis does not allow for variation in exposure, type of construe* 
tion, ratio of exposed area to cubical contents, and type of occupancy. 
It is considered inaccurate for purposes of estimating fuel consumption 
unless the buildings are of very similar nature. 

The calculated heat loss or its equivalent square feet of calculated 
radiator surface may be used as the unit. The use of the unit equivalent 
direct radiation is of questionable value when referring to heat transfer 
surfaces used in warm air furnace or central air conditioning systems. 
Where steam or hot water radiation is already installed, care should be 
exercised in using the unit equivalent direct radiation basis for estimating, 
since actual installed radiation may differ considerably from the exact 
radiation requirements. In view of all these considerations it is believed 
that the unit based on thousands of Btu of hourly calculated heat loss for 
the design hour is probably the most desirable, although the one most 
widely used seems to be units of fuel per degree-day per square foot of 
equivalent direct radiator surface. The equivalent heating load for the hot 
water supply is not included in the latter unit, but it generally includes 
the piping load. 

Since this unit is the one most widely used at present the unit fuel con- 
sumptions given in succeeding paragraphs of this chapter make use of this 
unit to a considerable extent, although it should be understood that most 
of these units of consumption can be transposed as desired. 

Estimating Gas Consumption 

Values of the Unit Fuel Consumption Constant (U) for gas are given 
in Table 2 for various gas heating values, and different types and sizes of 
heating plants. They are based on an inside design temperature of 70 F 
and an outside design temperature of 0 F and apply only to these con- 
ditions. For other outside design conditions corrections must be made as 
given in Table 5. 

The factors in Table 2, as corrected if necessary, are satisfactory for 
regions having 3500 to 6500 degree«days per heating season. In regions 
with less than 3600 degree-days the unit gas consumption is higher than 
given; where over 6600, the unit is less than given. Ten per cent addition 
or deduction in these cases is recommended by i4.Cj.i4. publications. Esti- 
mates for industrial buildings where low inside temperatures are main- 
tained cannot be made from this table. 

For gas heating values other than those given in Table 2, simply inter- 
polate or extrapmate. It will also be noted that Table 2 applies only to 
small installations. In general the larger the installation the smaller the 
unit gas consumption b^mes and the values in the table should be used 
witib care, if at all in large gas-burning installations. 
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Table 2. Unit Fuel Consumption Constants (U) for Gas® 

Based on 0 F Oikside Temperature, 70 F Inside Temperature, and 8-Hour Reduction to €0 F. 


Heating V'alue 
OF Gas 

Btct per Cv Ft 

1 

Hot Water 

Steam 

Warm Air 

Cu Ft Gaa per Degree- Day 
per Sq Ft Radiator 

1 

Cu Ft Gas per Degree-Day 
per Sq Ft Radiator 

Cu Ft Gas per Degree- Day 
per 1000 Btu Hourly 
Design Heat Loss 

Gravity | Fan SystemB 

Up to 
500 
SqFt 

500 to 
1200 

Sq Ft 

Over 

1200 

SqFt 

Up to 
300 
SqFt 

300 to 
700 
SqFt 

Over 

700 

SqFt 

500 

0.142 

0.135 

0.128 

0.242 

0.231 

0.220 

0.855 

i 0.820 

535 

0.132 1 

0.126 

0.120 

0.226 

0.215 

0.206 1 

0.800 

! 0.766 

800 

0.089 

0.085 

0.081 

0.151 

0.144 

0.137 : 

0.534 

i 0.513 

1000 

0.071 

0.068 

1 

0.065 

0.121 

0.115 

0.110 1 

1 

0.428 

! 0.410 

1 Therm 

Gas Consumption in Therms per Degree- Day 

100,000 

Btu 

o.ooo'osj 

0.000675 

0.000642 jo.OOl 21 

0.00115 I 

1 

0.00110 j 

0.00428 

0.0(3409 


'^Abstracted from Comfort Heating, American Gas Association, 193S. 


Table 3. Unit Fuel Consumption^ Constants ( U ) for Oil^ 

Based onO F Outside Temperature, 70 F Inside Temperature, and 8-Hour Reduction to 55 F 


Unit« 

ErrictBNcy in Per Cent 

40 

50 

60 

70 

80 

Gal Oil per Sq Ft Steam Radiator.. 

0.00172 

0.00137 

0.00114 

0.00098 

0.00086 

Gal Oil per Sq Ft Hot Water 
Radiator 

0.00108 

i 

0.00086 

0.00072 

0.00062 j 

0.00054 

Gal Oil per KXK) Btu per Hour 
Heat Loss 

0.00715 

0.00571 

j 

0.00476 

1 

i 

0.00409 1 

i 

0.00358 

1 


A Based on a heating value of 140,000 Btu per gallon. 

bAbstracted by permission from Degree-Day Handbook (Second Edition, 1937), by C, Strode and 
C. H. B. Hotchkiss, 
ePer degree-day. 


Table 4. Unit Fuel Consumption^ Constants (£/) for Coal^ 

Based on 0 FOtUside Temperature, 70 F Inside Temperature, and 8- Hour Reduction to 65 F. 


UNire 

EmcDNCT IN PiB Cent 


40 

so 

60 ' 1 

70 

80 

Lb Coal per Sq Ft Steam Radiator.. 

0.0200 

0.0160 

0.0133 


0.0100 

Lb Coal per Sq Ft Hot Water 
Radiator 

0.0125 

0.0100 



0.0063 


Lb Coal per 1000 Btu per Hour 
Heat Loss .. 

0.0825 

(K0666 

0.0660 

0.0471 

0.0412 



* Based on a beating value of 12^000 Btu per pound. 

« iAjMittacted by permission from thir$e~Day Ben^ook (Second BditUm, 1927), by C. Strode and 
C. H. B. Hotchkiss. 

«Per degree-day. 
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Example 5. Estimate the gas required to heat a building located in Chicago, III., 
which has 6282 degree-days and a gas heating value of 800 Btu per cubic foot. The 
calculated heating surface requirements are 1000 sq ft of hot water radiation based on 
design temperature of — 10 F and 70 F. 

Solution, From Table 2, the fuel consumption for a design temperature of 0 F with 
800 Btu gas is found to be 0.085 cu ft of gas per (degree-day) (square foot of hot water 
radiation). From Table 5, the correction factor is 0.875 for — 10 F outside design tem- 
perature, hence 0.875 X 0.085 = 0.07438. By Equation 4, 

F - 0.07438 X 1000 X 6282 =• 467,255 cu ft. 

Estimating Oil Consumption 

Unit fuel consumption factors for oil, similar to those for gas in Table 2, 
are given in Table 3. The factors in Table 3 apply only to an inside 
design temperature of 70 F and an outside design temperature of OF. For 
other outside design temperatures, the constants in Table 3 must be 
multiplied by the values in Table 5 as explained under Estimating Gas 
Consumption. 

Values given in Table 3 assume the use of oil with a heating value of 

140.000 Btu per gallon. F'or other heating values, multiply the values in 
Table 3 by the ratio of 140,000 divided by the heating value per gallon 
of fuel being used. 

Example 6, Estimate the seasonal oil consumption of an oil-fired boiler in a building 
located in Minneapolis having a calculated heat loss of 192,000 Btu per hour, burning 

144.000 Btu per gallon oil and operating at a seasonal efficiency of 60 per cent. The out- 
side design temperature for Minneapolis is —20 F, and the inside design temperature 
is 70 F. 

Solution. From Table 3, under 60 per cent efficiency and opposite the bottom column, 
the value of U is found to be 0.00476 gal per 1000 Btu hourly heat loss for 0 F outside 
temperature. 

The correction factor for —20 F outside design temperature from Table 5 is 0.778. 
Solving, 0,778 X 0.00476 « 0.00370. Making a further correction for the heating value: 

1 An non 

0.0037 X Y‘ 44 ’qqq “ 0,0036 gal per 1000 Btu per hour calculated heat loss per degree- 
day. 

From Table 1, the normal degree-days for Minneapolis are 7966. Since U is ex- 
pressed in 1000 Btu, N is equal to 192. Substituting in Equation 4; 

F « 0.0036 X 7966 X 192 « 5506 gal. 

Estimating Coal or Coke Consumption 

Coal or coke consumption estimates are made in exactly the same 
procedure as for oil. Values of U are given in Table 4 which only apply 
to an inside design temperature of 70 F and an outside design temperature 
of 0 F. A correction must be made for other conditions by use of the mul- 
tiplying factors in Table 6. Data in Table 4 are based on 12,000 Btu per 


Table 6. Correction Factors for Outside Design Temperatures^ 


OuTsipB Design Tkmp. F Deg...... 

-20 

-10 

0 

+ 10 

20 

Correction Factor. 

0.778 

0.876 

1.000 

1.167 

1.400 


•The multipUert in Table 5, which are high for mild climates and low for cold regions are not in error 
M might appear. The unit figures in Tables 2. 3, and 4 are per square foot of radiator or thousand Btu heat 
Ip** per de^ee^y. For equivalent buildings and heating seasons, those in warm climates have lower 
design heat losses and smaller radiator quantities than those in cold cities. ConsequenUy. the unit fiimue 
m quantity of fuel per (square foot of radiator) (degree-day), is larger for warm localities than for colder 
tttfons. BInct the northern cities have more radiator surface per given building and a higher seasonal 
^l^R>^C)-day total than dUes in the south, the total fuel per season will be larger for the northern dty. 
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pound coal and for other heating values of coal they must be multiplied 
by the ratio of 12,000 divided by the heating value of fuel used. 

Example 7, A building in Marquette, Mich., has an hourly heat loss at design con- 
ditions of 240,000 Btu per hour. Based on an inside design temperature of 70 F and an 
outside design temperature of —20 F, what will be the estimated normal seasonal coal 
consumption for heating if 12,000 Btu per pound fuel is burned at a 50 per cent seasonal 
efficiency, and what part of the total will be used during November, December, and 
January? 

Solution, From Table 4, U is 0.0666 lb of coal per 1000 Btu per hour heat loss. Cor- 
recting for the outside design temperature of —20 F from Table 6, the value of U is 
0.778 X 0.0666 *= 0.0518. From Table 1, D is 8745 and from the problem, iVis240. 

Substituting in Equation 4: 

F - 0.0518 X 240 X 8745 « 108,718 lb. 

Fuel used over any period is, according to the theory of the degree-day, proportional to 
the number of dc^ee-days during the period. From Table 1, the average numbers of 
d^ree-days for November, December, and January in Marquette are 926, 1306, and 
1465, a total of 3697. The yearly total is 8745, so that during these three months the 
estimated consumption is: 

X 108,718 = 45,961 Ib. 


Estimating Steam Consumption 

In estimating steam consumption the efficiency is generally assumed at 
100 per cent. If for low pressure steam an average heating value of 
1000 Btu per pound of steam is used no correction is necessary. In com- 
paring values from different cities, correction should be made for design 
temperature (see Table 5) when the unit figures are in terms of square feet 
of radiation but not when the values are in terms of building volume or 
floor space. 

Where the heat loss is calculated in Btu per (hour) {degree difference in 
temperature) the simple Equation 5 may be used : 


F 


HX2AXD 

1000 


(5) 


ivhere 

F =*= pounds of steam required for estimate j>eriod. 

H =» calculated heat loss, Btu per (hour) (degree difference). 

D » number of degree days for the period of estimation. 

1000 » Btu delivered per pound of steam condensed. 

In this method the number of degree-days automatically takes care of 
average inside and outside temperature difference. When degree days 
are taken from Table 1, an average inside temperature of approximately 
66 F is assumed throughout the period. If an average inside temperature 
other than approximately 65 F is to be used, the number of degree^days 
should be obtained for the new baise. 

Example 8, An eight story building in Pittsburgh maintains daytime temperatures 
of 70 F but allows n^ht temperature to drop to not lower than 60 F. Its calculated heat 
loss is 10,500 Btu per (hour) (degree temperature difference). What is the estimated 
average yearly steam consumption for building heating? 

Solution. Since the average inside temperature is approximately 65 F, the degree- 
days from Table 1, based on 65 F may be used. Tberetore, from Table 1, Pittsburgh 
has 5430 degrte^ye per normal season. Inserting m Equation 5 

p « 5480 ^ i8g 830 3 , ^eam. 
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Consideration has been given to the difference in steam utilization of 
different types of buildings and Table 6 shows actual average units for 
these various types. These figures were obtained from operating results 
in 896 buildings located in all sections of the United States, Being 
averages, and for small groups in each type, the figures may need con- 
siderable modification to allow for local variations. It should be especially 
noted that the steam used for heating hot water is not included in the 
values given in Table 6. 

Example 9, A store in Philadelphia with a heating system designed to maintain 70 F 
inside in 0 F weather has 250,000 cu ft of heated space. What would be the estimated 
average yearly steam consumption of purchased steam for heating? 


Table 6. Steam CoNstJMPTioN of Buildings with Various Types of Occupancy^ 


Type of Building 

No. 

Blogs. 

Average 

Volume 

Heated 

Space 

1000 Cu Ft 

Steam for 
Heating 

Average 
H oims of 
Occupancy 

Lb per DD 
per 1000 

Cu Ft 

Office 

334 

2160 

0.685 

12.1 

Office and Bank— 

49 

3000 

0.577 

13.1 

Office and Printing 

8 

1895 


17.7 

Office and Theater 

7 

4950 


12.9 

Office and Stores or Shops 

26 

1615 


13.2 

Bank 

16 

806 

0.786 

11.7 

Department Store. 

63 

3400 

0.385 

11.1 

Stores 

73 

310 

0.624 

10.4 

Loft 

63 

865 

0.588 

10.0 

Warehouse 

24 

2230 

0.459 

9.4 

Hotel and Club 

73 

1795 

0.990 

22.3 

Apartment or Residence 

51 

1425 

0.962 

21.8 

Theater 

22 

1240 

0.482 

12.9 

Garage..... 

13 

1540 

0.202 

21.4 

Manufacturing— 

19 

1350 

0.808 

9.5 

Church 

9 

i 656 

0.532 

7.9 

Hospital 

4 

3306 

1.194 

22.0 

School — 

8 

1115 


11.5 

Municipal or Federal 

15 

3215 


15.6 

Lodge, Gym, Hall or Auditorium 

12 

880 

0.390 

12.4 

Miscellaneous... 

7 

1 1387 

1 

0.479 

21.4 


^Prindplei of Economical Heating, National Association of Building Ovmers and Managers, 


Solution, According to Table 6, a store would use 0.624 lb of steam per degree-day 
per 1000 cu ft heated space. From Table 1, Philadelphia has 4739 degree-days per 
normal year. Inserting in Equation 4: 

F - 0.624 X 250 X 4739 « 739,284 lb of steam. 

Degree>Day as an Operating Unit 

The degree day is also widely used as a means of comparing the 
efficiency of the fuel consumption of one period with another /or the same 
building. Since the fuel consumption is proportioned to the weather 
(degree-days) and since the pericds to be compared may not have the 
same weather conditions, the comparison can be made only after the fuel 
pnsumpdcMis have been computM on a comparable weather basis, that 
is, upon the actual number of d^ee days occurring for a given month 
and year in the city under consideration. Since fuel consumption is 
proportional to ^e number of degree-days, plant operators frequently 
compute month the fuel burned ptf d^iree-day 1:^ the hearing 
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plant. The resulting unit figure, by eliminating the outside temperature 
variable, indicates whether the operating efficiency of the plant is above 
or below the^ previous month or year. 

The figures in Table 7 illustrate a typical example of a method of 
using the degree-day for making heating comparisons for one building for 
two consecutive heating seasons. The heat quantity figures inserted are 
pounds of steam, but a similar comparison could be made using pounds 
of coal, gallons of oil, or cubic feet of gas. 

For such a comparison, a two-year record is often used, as shown in 
Table 7. The year under consideration may then be compared, month 
by month, with the previous year. Column 3, Consumption for Heating, 
would be used if the same fuel is used for heating and process steam. 


Table 7. Heat Consumption Record for Comparison 



Col. 1 

Col. 2 

Col. 3 

Col. 4 

Col. 5 

Col 6 

Col. 7 



Total 

Consumption 

Avg 

Deg Days 

Lb/ Deg 

Lb/Deg 



Consumption 

For Heating 

Mean 

f)5 F 

Day 

Day/ 





Temp. 

Base 


M Cu Ft 


Sept 

337,500 

170,500 

65 

146 

1,170 

0.575 


Oct. 

834,200 

667,200 

53 

339 

1,966 

0.970 


Nov 

1,446,600 

1,279,600 

44 

641 

1,990 

0.982 

TT 

Dec 

2,176,400 

2,009.400 

25 

1,233 

1,630 

0.804 

CnI 

Jan..„^ 

2,332,200 

2,165,200 

22 

1,297 

1,670 

0.822 


Feb 

2,131,100 

1,964,100 

28 

1,106 

1,775 

0.888 


Mar 

2,021,900 

1.854,900 

31 

1,032 

1,799 

0.885 


Apr - 

1,241,500 

1,074,500 

43 

647 

1,660 

0.818 


Mav 

672,500 

505,500 

55 

303 

1,670 

0.822 


June 

258,600 

91,600 


50 

1,830 

0.905 


July 

188.400 






180,100 














Total 

13,821,000 














Sept 

330,200 

146,200 

61 

167 

875 

0.431 


Oct. 

887,100 

703,100 

52 

i 410 

1,718 

0.845 


Nov 

1,525,200 

1,341,200 

39 

812 

1,653 

0.815 


Dec 

2,045,500 

1,861,500 

28 

1,120 

1,660 

0.817 

03 

Jan....» 

1,933,400 

1,749,400 

30 

1,044 

1,670 

0.825 


Feb 

1,990,200 

1,806,200 

30 

1,111 

1,624 

0.800 


Mar 

1,984,100 

1,800.100 

31 

1,021 

1,760 

0.868 


If, for example, the heat consumption in March, 1943, is compared with that in March, 1944, it will be 
found that in the latter the steam consumption is 1799 — 1700 — 39 lb less which is a decrease of 2.2 
per cent. 


Some reasonable figure must be assumed for the process requirement and 
should be deducted from the amount shown in column 2. This would 
leave in column 3 only the fuel chargeable to heating. The degree-day 
values in column 5 are obtainable from the local Weather Bureau. 
Figures in column 6 are obtained by dividing corresponding values in 
column 3 by the degree days in column 5. The heating index in column 6 
is, then, a figure of heat consumption, corrected for outdoor temperature, 
and should be relatively constant month by month. Column 7 in 
Table 7 may be used if the heat consumption is to be compared on a 
building volume basis with average values shown in Table 6. 


MAXIMUM DEMANDS AMf LOAD FACTORS 

In one form of district heating rates, a portion of the charge is based 
vtpon the maximum demand of the building. The maximum demand may 
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be measured in several different ways. It may be taken as the instan- 
taneous peak or as the rate of use during any specified interval. One 
method is to take the average of the three highest hours during the 
winter. These figures are available for a number of buildings in Detroit, 
as shown in Table 8®. 

These maximum demands were measured by an attachment on the 
condensation meter and therefore represent the amounts of condensation 
passed through the meter in the highest hours, rather than the true rate 
at which steam is supplied. There might be slight differences in these 
two quantities due to time lag and to storage of condensate in the system, 
but wherever this has been investigated it has been found to be negligible. 

The load factor of a building is the ratio of the average load to the 
maximum load and is an index of the utilization. Thus, in Table 8, the 
theaters, operating for short hours, have a load factor of 0.126 as 
compared with the figure of 0.318 for clubs and lodges. 


Table 8. Building Load Factors and Demands of Some Detroit Buildings 


BuILDINO CLABfliriCATION 

IvOAD Factor 

, Lb of Demand per (Hour) 
(8q Ft op Equivalent In- 
stalled Radutor Surface) 

Clubs and Lodges 

0.318 

0.184 

Hotels 

0.316 

0.207 

Printing 

0.287 

0.217 

Offices 

0.263 

0.209 

Apartments 

0.255 

0.225 

Retail Stores 

0.238 

0.182 

Auto Sales and Service— ^ 

0.223 

0.248 

Banks 

0.203 

0.158 

Churches i 

0.158 

0.152 

Department Stores 

0.138 

0.145 

Theaters 

0.126 

0.151 



SEASONAL EFFICIENCY 

The task of predicting fuel consumption within reasonably accurate 
limits is a simple one where sufficient experience data are available for 
the fuel in question. Such data can be analyzed to the point where 
average unit factors can be determined and expressed in such terms as, 
for example, cubic feet of gas actually burned per (square foot of calcu- 
lated steam radiator surface) (degree-day). The unit U can be inserted 
directly in Equation 4 without reference to efficiency. Such experience 
factors are available for gas (see Table 2) and for district steam (Table 6), 
but not for coal or oil. 

Since values of U are not available for oil or coal, an assumed seasonal 
efficiency E must be used. Selection of a value for this E must be made 
with caution, for its use implies a meaning not commonly associated with 
the word efficiency and consequently is frequently misleading. 

The input of heat to a building consists not only of the energy in the 
fuel but that from occupants, the sun, appliances, processes,* and all 
other sources. In many cases these make up, over a period, an important 
percentage of the total heat required, and if they are not taken into 
account a calculation of efficiency can show a figure over 100 per cent. 

For this and other reasons the actual seasonal efficiency is a difficult 
thing to determine. Published data are widely scattered and insufficient. 
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From the available published material it is found that the seasonal effi- 
ciency varies ovef a wide range, depending on the fuel used, emd it varies 
widely even for a given fuel. For example, in a recent survey of 30 
houses in one locality there was found a variation of from 45 to 75 per cent 
in the utilization efficiency depending on the fuel 
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GRAVITY WARM AIR SYSTEMS 


Warm Air Leader Stacks^ and Regiaters; Return Air Grillea^ Ducta, and Shoe 
Connections; Outline of Design Procedure 


W ARM air heating systems of the gravity type are described in this 
chapter ^ In these systems the motive head producing flow depends 
upon the difference in weight between the heated air leaving the top of 
the casing and the cooled air entering the bottom of the casing, while in 
the mechanical type a fan may supply all or part of the motive head. 

A gravity warm-air furnace heating plant consists of a fuel-burning 
furnace or heater, enclosed in a casing of sheet metal, which is placed in 
the basement of the building. The heated air, taken from the top or sides 
near the top of the furnace casing, is distributed to the various rooms of 
the building through sheet metal warm-air pipes. The warm-air pipes in 
the basement are known as leaders, and the vertical warm-air pipes which 
are run in the inside partitions of the building are called stacks. The 
heated air is finally discharged into the rooms through registers which 
are set in register boxes placed either in the floor or in the side wall, 
usually at or near the baseboard. A sectional view of a typical plant 
showing good installation practice is given in Fig. 1. 

The air supply to the furnace is usually taken entirely from inside the 
building through one or more recirculating ducts, although in some cases 
an outside air supply duct is provided. 

WARM AIR LEADERS, STACKS, AND REGISTERS 

In a gravity circulating warm-air furnace system, the size of the leader 
pipe to a given room depends upon the length of the leader and the tem- 
perature of the warm air entering the room at the register. For most 
successful operation, the furnace should be centrally located with resp)ect 
to register and stack positions so that the leaders will be of uniform length 
and as short as possible, in which case the frictional resistance to air flow 
and the temperature loss from the ducts will be about the same for all runs. 

In the Standard Code for Installation of Gravity Warm Air Heating 
Systems, the design was originally based on the heat carrying capacities 
per square inch of leader pipe area with register air temperatures of 175 F. 
In a recent revision of the entire design procedure, as shown in the section 
entitled Outline of Design Procedure, the carrying capacities of leader pipes 
have been expressed directly in terms of Btu per hour. 

In general it is advisable to use two or more leader pipes to rooms 
requiring more than the capacity of a 12 in. round pipe. The tops of all 
sizes of leader pipes should be cut into the furnace bonnet at the same 
elevation, and from this point there should be a uniform upgrade of at 
least 1 in. per foot of run. Leaders over 12 ft in length, or having a large 
number of elbow fittings should be avoided if possible. In cases where 
such leaders are necessary, it is recommended that smooth transition 
fittings be used, and that duct insulation be applied. Asbestos paper, 
unless ^of the corrugated type, should not be considered as insulation. 
To assist in balancing the air distribution of the system, a damper should 
be plac^ in each leader pipe except one, this latter leader preferably 
being connected to a room heated at all times, such as a living room. 

m i 
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In a gravity circulating system, the ratio of stack to leader area is 
quite important, although little is gained by providing wall stacks with 
areas in exdess of 75 per cent of their connected leader pipe area. In 
most cases a 334 in. X 12 in. stack is the largest which can be installed 
in normal wall construction. Hence, any room having a heat loss much 
in excess of 9000 Btu per hour, will require two or more stacks, or one 
oversized stack built into a 6 in. studding space, providing the design 
register temperature is to be retained at the value of 175 F as recommended. 



Fig. 1. A Sectional View of a Tyfical Plant Showing 
Good Installation Practice^ 


A. House chimney, no bends nor offsets. 

B. Top of chimney at least 2 ft above ridge of 
roof. 

C. Flue lining, fireclay. 

D. All joints air tight. 

E. At least 8 in. brick. 

F. No other connection beside that to furnace. 

G. Cleanout frame and door, airtight. 

H. Smoke pipe, end flush with inner surface of flue. 

I. Draft door. 

J. Use flue thimble. 

K. Casing body. 

L. Casing hood or bonnet, top of all leader collars 
on same level. 

M. Round leader, pitch 1 in. per foot. 


N. Sleeve with air space around leader where 
passing through wall. 

O. Dampers in all leaders, except one. 

P. Transition fittings. 

Q. Rectangular wall stack. 

R. Baseboard register. 

S. Distribute pipes equally around bonnet. 

T. Floor register. 

U. Return air face. 

V. Panning under joist. 

W. Transition collar. 

X. Round return pipe. 

Y. Transition shoe. 

Z. Top of shoe at casing not above grate level. 


^Frorn N,W,A.H.&i’A.C. Assn. Standard Code Application Manual. 


Registers used for discharging warm air into rooms should have a net 
area not less than the area of the leader pipe to which the registCT is 
attached. First story registers should be connected through boot and 
register box extensions having areas at least equal to leader areas. Upper 
story registers should be of the same width as the wall stack, and should 
be plac^ either in the baseboard or sidev^all, preferably without offsets. 
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First story registers may be of the baseboard or floor type, with the 
former location preferred. High sidewall registers in gravity systems 
deliver more warm air into the room than do baseboard registers, but most 
of the additional air merely results in high temperatures at the ceiling. 

RETURN AIR GRILLES, DUCTS, AND SHOE CONNECTIONS 

The placement and number of return grilles will depend upon the size, 
details, and exposure of the house. Small compactly built houses may be 
adequately served by a single return grille effectively placed in the central 
hall. It is usually desirable to have two or more returns, provided that 
in two-story residences one return is placed to effectively receive the 
return air at the foot of the stairs. A return air connection must be 
carried to any room whose floor level is below that of adjacent rooms. 

The return air grilles should have free areas at least equal to the ducts 
to which they connect and should be installed in the floor, or in the base- 
board with the top edge of the grille not more than about 14 in. above the 
floor line. Frictional resistance in the return air system is as detrimental 
as is resistance in the warm-air system, so that care should be exercised 
in locating return air grilles which require long return ducts. 

Where a divided system of two or more returns is used, the grilles must 
be placed to serve the maximum area of cold wall or windows. Thus, in 
rooms having only small windows the grille can be brought as close to 
the furnace as pos.sible, but if the room has large window exposure the 
grille should be located near the exposure. The frictional resistance of the 
long ducts used in parallel with short return ducts must be reduced to 
compensate for the length. Return ducts from upstairs rooms may be 
necessary in spaces which are closed off from the rest of the house or which 
have much outdoor exposure. Return grilles on different floor levels 
should not be connected to the same vertical return duct. 

The ducts through which air is returned to the furnace should be 
designed to minimize resistance to air flow. They should be of ample 
area, in excess of the total area of warm-air pipes, and should be stream- 
lined. Horizontal ducts should pitch at least Yi in. per foot downward 
toward the furnace, avoiding fittings which would require lifting of the 
return air after the duct has passed under some obstacle. 

Ducts returning air to the furnace should avoid heat sources which 
tend to reheat the return air. If the duct must be run over the top of the 
furnace, or above the vent pipe from the furnace, insulation should be 
interposed between the heat source and the duct. 

Circulation of air is facilitated if the air can slide down a pipe inclined 
at approximately 45 deg and into a furnace shoe connection having a 
cross-sectional area equal to that of the pipe. The top of the return shoe 
should enter the casing below the level of the grate in the case of a coal 
furnace, and not more than 14 in. above the floor in the case of oil or gas 
furnaces. In order to accomplish this the shoe is made wide. 

OUTLINE OF DESIGN PROCEDURE 

The data underlying the desi^ jjrocedure are given in detail in a circular® 
issued by the University of Illinois. In this procedure the design of the 
warm-air duct system is considered as an entire unit, so that for a given 
heat loss the sizes of leaders, stacks, boots, stackheads, and registers are 
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all correlated. Similarly in the case of return ducts, the selection specifies 
a complete unit consisting of return grille, return duct, and shoe connection. 

i 

Recommended Standard Sizes 

For the purpose of simplification and standardization, selected com- 
binations of commercial sizes of warm air pipes, return air pipes, ducts, 
grilles, fittings, and registers are designated as Combination Numbers. 
The numbers assigned and the combinations selected as standard are 
listed in the following tables *. 

Table 1 — Combination Numbers 1 to 5 — First Story Warm Air Ducts and Registers. 

Table 2 — Combination Numbers 11 to 16 — Second Story Warm Air Ducts, Single 
Wall Stacks, Fittings, and Registers. 

Table 3 — Combination Numbers 21 to 24 — Second Story Warm Air Ducts, Double 
Wall Stacks, Fittings, and Registers. 

Table 4 — Combination Numbers 31 to 38 — Return Air Ducts, Fittings, and Grilles. 


Table J. First Storv Warm-Air Dccts^ 


Combination 

No. 

Leader Pipe 
Diameter. In. 

Register Size, In. 

Floor 

1 Baseboard 

Size 

Extension 

1 

8 

8x 10 

10 x 8 

2H 

2 

9 

9x 12 

12 X 8 

2H 

3 

10 

10 X 12 

12 x 9 

SH 

4 

12 

12x14 

1 13x11 

oH 

5 

14 

14x16 

I 



•When the calculations indicate a requirement for a given room greater than Combination No. 4, two or 
more smaller units totalling the required capacity are recommended. 


Table 2. Second Story Warm- Air Ducts —Single Wall Stacks and Fittings 


Combi- 

nation 

No. 

Leader 

Pipe 

Diameter, 

In. 

Stack 

Size 

In, 

1 Register Size, I.n. 

Floor 

1 Baseboard 

Sidewall 

Size 

Extension 

11 

8 

lOxSH 

8x 10 

10 X 8 

2 H 

10x8 

12 

9 

l 2 x 3 H 

9x 12 

12 X 8 

2 H 

12 X 8 

14 

! 10 

14 X 3 H 

10 X 12 

12 X 8 

2 H 

12 X 8 

15 

12 

12 X 


12 X 9 

314 


16 

12 

Ux 5 H 


13x11 




bRecom mended stack siases. Tables may also be applied to 3 in. and 3H in. stack depths. 


Table 3. Second Story Warm-Air Ducts — Double Wall Stacks and Fittings 


Combi- 

nation 

No. 

Leader 

Pipe 

Diameter, 

In. 


Register Size, In. 

|BB9 


Floor 

Baseboard 

Sidewall 

Size 

Extension 

21 

8 

X 10 


8 X IQL 


2H 


22 

8 

3 xlO 

9H ^lOH 



2Ji 


23 

9 

2H*'xl2 


9x12 


2H 


24 

9 

3 xl2 

3 % 

9x 12 

12x8 

2H 

IB99 


deM vary H In. from vaJuai Miown. 
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Table 4. Return Air Ducts 


Combi- I 

NATION 

No. 

! 

Duct 

Dia. 

In. 

Area at 
Shoe Con- 
nection, 
Sq In. 

Metal Grille Sizes 

When Joist Lining 

IS USEpd 1 

When Duct is 
Used 

Choose One 

No. of 
Joists 
Lined 

Minimum® 

Depth, 

In. 

Clioose One 

A 

B 

1 

c 

31 

10 



8x14 

10 X 12 

1 

7 

14 x 6 

12 X 8 

32 

12 


6 X 30 

8x24 

12x14 

1 

9 

22x 6 

16 X 8 

33 

14 

170 

8x30 

10x24 

14x16 

1 

12 

28 X 6 

22x 8 

34 

16 

220 

10x30 

12x24 


2 

8 

28 X 8 

22x10 

35 

18 

280 

12x30 

14x24 


2 

10 

36 X 8 

28x10 

36 

20 

340 

14x30 

18x24 


2 

12.5 

36x 10 

30x12 

37 

22 

420 

18x30 


1 

2 

15.0 

42x10 

36x12 

38 

24 

500 

20x30 



2 

18.0 

42 X 12 

36x14 


dBawd on 14 in. space between joists. 

•lJ.se full depth of joist except when joist depth is less than minimum depth required, wh^n pan must 

bf Wued. 


The selected types of boots are shown in F'ig. 2 and their resistances 
expressed in equivalent elbows are shown in Table 5. It is essential that 
free areas be maintained throughout fittings. 




W 


rioor 







r 


c H I 

Fig. 2. Typical Warm Air Boots 


Table 5. Resistances of Warm Air Boot Combinations 
Expressed in Elbow Equivalents 


Warm Air Boot 

Name of Combination 

EqxnvALBNT No. of 
90-Dbg Blrows 

A 

45-Deg Angle Boot and 45*Deg Elbow 

1 

B 

C 

90-Deg Aiwle Boot 

Universal Boot and 90-Deg Elbow 

1 

1 

D 

End Boot 

2 

E 

Offset Boot 

2K 

F 

G 

45^0eg Angle 

Floor Kegister — ^Second Story 


H 

Offset 

3 

I 

Offset 

2 
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Fig. 3. Details of Furnace Bonnet, Casing, and Foundation 
(From Gravity Code and Manual) 




Support to JQf5t or 
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/iasonry wall 


■V/ ^/, 

Petal thimble 

J 
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Fig. 4. Details of Bonnet and Leader of Gravity Warm-Air Furnace 
(From Gravity Code and Manual) 


Figs. 3 and 4 show recommended practice as given in the N,W,A.H. 
&A!c, Assn. Gravity Code and Manual. For construction, design 
features, and ratings of gravity furnaces see Chapter 18. 


Carrying Capacity 

The Btu carrying capacities of the selected warm air and return air 
combinations are shown in Tables 6, 7 and 8: 

Table 6r~Combination Numbers 1 to 5 — Warm Air Carrying Capacities to first story 
registers with 1 to 5 elbows and with leaders 4 to 24 |t tong. 

Table 7 — Combination Numbers 11 to 16 and 21 to 24 — ^Warm Air Carrying Capaci- 
ties to second story registers with 1 to # elbows with leaders 4 to 24 ft long. 

Table frf-Combihation Numbers 81 to ^ — Return Air Carrying Capacities for types 
At B, C, E, and F return combinations. 
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Table 6. Warm Air Carrying Capacity, Btu Delivered, First Story Registers^ 

Length of Leader Pipe — in Feet 


CoMin- 

NATION 

No. 

No. OF 
Elbows 

4 Ft 

0 Ft 

8 Ft 

10 Ft 

12 Ft 

14 Ft 

10 Ft 

18 Ft 

20 Ft 

22 Ft 

24 Ft 

1 


(1,020 

5.850 

5,080 

5,510 

5,340 

5,170 

5,000 

4,830 

4,660 

4,490 

4,320 



7.020 

7.400 

7,180 

0,970 

(i.7(>0 

6,540 

(5,320 

0,110 

5,890 

5,680 

5,460 

a 

1 

9,400 

9,140 

8,870 

H.fKK) 

8,340 

8,070 

7,810 

7,540 

7,270 

7,010 

6,740 

4 


13,350 

12,970 

12,590 

12,210 

11,830 

11,450 

11,080 

10,700 

10,320 

9,9.50 

9,560 



17,520 

17,020 

10,530 

10,040 

15,550 

15,050 

14,550 

14,0.50 

13,560 

13,060 

12.560 

1 


5,850 

5,(>(v0 

5,490 

5,330 

5.100 

5,000 

4,840 

4,070 

4.510 

4,340 

4,180 



7,300 

7.150 

0,940 

0.730 

0,520 

0,320 

0,110 

5,910 

5,700 

5,500 

6.290- 

a 

2 

9,090 

8,840 

8.580 

8,320 

8,000 

7,800 

7.550 

7,290 

7,040 

6,780 

6,520 

4 


12,910 

12,540 

12,170 


11,430 

11,0(50 

10.(590 

10,320 

9,9.50 

9.580 

9.210 

5 


1(5,940 

10,450 

15,990 

15,500 

15,040 

14,550 

14.080 

13,000 

13,120 

12,6.50 

12,150- 

1 


5.020 

5.400 ! 

5,310 

5.150 

4.9iK) ! 

4.830 ! 

4,070 

4,510 { 

4,350 

4,190 

4,030 

2 1 


7,120 

0.910 

0,710 

0,510 

(5.310 

6,110 

5.900 

5.7(X) 

5.. 500 

5,300 

.5.1(X) 

.'•5 ! 

3 

8.780 

8,530 : 

8,280 

8,030 

7.780 

7.530 

7,290 

7,040 

6,800 

(5,550 

6,300 

■1 i 


12,450 

12.HK) , 

11,750; 

1 1 .400 

11,050 

l(),7fH) 

10,350 

10, (XX) 

9, (>.50 

9.3(K) 1 

8.950 


1 

16.3(M) 

15,900 

15,440 

14,970 

14,510 

14,050 

13,000 

1.3,130 

12,660 

12,200 I 

11,750 



1 


5,420 

1 5.2(K) 

5,110 

4.9(i0 

4.8(K) 

4,050 

4,500 

4,350 

4.1901 

4,040 

3,890 

2 


(),8(>0 

0.000 

0.400 

(5.270 

0.080 

5.890 

5,(590 

5..500 

5,300 

5,110 1 

4,910 

3 

A 

i 8,4(i0 

8,200 

7,980 

7,740 

i 7,500 i 

7,2(50 

7,020 

(5,780 

6,550 

6,310 1 

6,070 

4 


12,010 

11,070 

11,330 

10.990 

10,050 ! 

10,310 i 

9,970 

9,030 

9,290 

8,9.50 

8.610 

! 


15,770 

15,320 

14,880 

14,420 

13,990 ! 

13,540 j 

13,100 

12,(550 

12,200 

11,750 

11,310 

1 


5.240 

5.000 

4.940 

4,790 

4,040 ! 

4,5(X) 1 

4.350 

4,200 

4,0.50 

3.910 

3.760 

2 


(>.0,30 

0.440 

1 0,250 

0.0(‘>0 

5,880 1 

5,090 ! 

5,500 j 

5,320 

5,1.30 

4,940 

4.750 

;} 


8.180 

7,950 

! 7.720 

7.490 

7,2(50 

7,030 

0,800 1 

0,5(50 

0,330 

O.KX) 

5,860 

1 


11.010 

1 1 .290 ! 

! 10,950 

10,020 

10,300 

9,970 

9,(540 

9,320 

8.990 

8,6(50 

8,320 

5 


15,250 1 

14,800 

1 1,380 1 

i j 

13,950 

13.520 

13.090 

12.(550 

1 

12,2.30 

1 

11,800 

1 

11,370 

10,940 


aAdditional values for (1 and 7 elbows arc given in oiiginal Manual. 


I'ahle 7. Warm Air Carrying Capacity, Btu Delivered, Second Story Registers® 

Length of Leader Pipe — in Feet 


CcJMHl - 

NATION 

No . 

No . OF 

Elbows 

1 Ft 

6 Ft 

8 Ft 

10 Ft 

12 Ft 

14 Ft 

1 (‘> Ft 

18 Ft 

20 Ft 

22 Ft 

24 Ft 

11-22 

12-24 

14 

15 

16 

1 

8.370 

10,040 

11,710 

16.200 

18,920 

8,140 

9 . 7(50 

11,380 

15.750 

18,390 

7.900 

9,470 

11,050 

15,300 

17.850 

7,070 

9,190 

10.720 

14,840 

17,310 

7,430 

8,900 

10 , 31 X ) 

14,380 

16,780 

7,190 

8,620 

10,060 

13.920 

16,240 

6.950 

8,330 

9,720 

13,460 

15,710 

(>.710 

8,050 

9,390 

13,000 

15,180 

6,470 

7,770 

9,060 

12,550 

14,640 

6,240 

7,480 

8,730 

12,100 

14,100 

6,000 

7,200 

8,400 

11,640 

13,570 

11-22 

12-24 

14 

15 

16 

2 

7,940 

9,.540 

11,120 

15,400 

17,980 

7,720 

9,270 

10,810 

14,970 

17,470 

7,500 
9,000 
10 . .500 
14,530 
16,960 

7,280 

8,730 

10.180 

14.100 

18.450 

7,050 

8,460 

9,870 

13,670 

15,960 

6.830 

8,190 

9,550 

13,230 

15,430 

6,600 

7,920 

9,230 

12,800 

14.830 

6,370 

7,650 

8,920 

12,360 

14,420 

6,150 

7,380 

8,610 

11,930 

13,910 

5.930 

7,110 

8.290 

11,500 

13,400 

6,700 

6,840 

7,980 

11,070 

12,890 

11-22 

12-24 

14 

15 

16 

3 

7.530 

9,030 

10..530 

14,580 

17,040 

7,320 

8,780 

10,240 

14,180 

16,550 

7.110 

8,520 

9,940 

13,780 

16,070 

6,900 

8,270 

9,650 

13,370 

15.580 

6,680 

8,010 

9.350 

12.950 

16,110 

6,470 

7,750 

9,050 

12,630 

14,620 

6.250 

7,500 

8.750 

12,120 

14,140 

6.040 

7,240 

8.450 

11,710 

13,660 

5,830 

6,990 

8,160 

11,300 

13,180 

5,620 

6,730 

7,860 

10,890 

12,700 

5,400 

6,470 

7,560 

10.480 

12,210 

‘ 11-22 
12-24 

14 

15 

16 ‘ 

4 

7,120 

8,530 

9,950 

13.780 

16,080 



6,520 

7.810 

9.110 

12,610 

14,710 

6,310 

7,570 

' 8,830 

12,220 

14,260 

‘ 6,110 
7,330 
8,550 
11,830 
18,810 


5,700 

6,840 

7,980 

11,050 

12,900 

6,500 

6,600 

71700 

10,670 

12,440 

5,300 

6,360 

7,420 

10,280 

11,980 

5,100 

6,120 

7,140 

9,890 

11,530 

11-22 
, 12 r ^« ' 

„ : . T 4 . . 

15 ’ , 

■ 16 

' ! ■ i ■ 



6,320 

7,580 

8,850 

12,240 

14,280 

6,130 
< 7.360 
8,580 
11,870 
18,860 



5,560 
6,670 
7,780 
10.770 
12,870 
^ ^ 

■ 

5,180 

6,220 

m 

ll’.TlD 

4.990 

6.990 
6,980 
. 9,680 

4,800 

6,760 

6.720 

9,310 

10,850 


»When Boor registers are used, see Fig. 2. “ ’ 

BUi rvalues tmiltiply 11^22 vmi. <' ’/t;; 

oNo. 23 for Btu values multiply 12*24 values by 0.83. .. . y* ‘ Jr, < f. ; 
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Table 8. Return Air — Carrying Capacity — Btu Serviced 


Return 
Air Com- 
bination 
N o. 

Ducf 

Dia 

In. 

Type A 
Btu per 
Hr 

Types B 
AND C Btu 
PER Hr 

Type D 
Btu per 
Hr 

Type E 
Btu per 
Hr 

Type F 
Btu per 
Hr 

Return 
Air Com- 
bination 
N o. 

31 

10 

11,300 

0,500 

7,800 

5,000 

7,800 

31 

32 

12 

16,300 

13,700 

11,300 

7,200 i 

11,300 

32 

33 

14 

22,200 

18,700 

15,300 

9,800 

15,300 

33 

34 

16 

29,000 

24,400 

20,000 

12,800 

20,000 

34 

35 

18 

36,700 

30,800 

25,300 

16,200 

25,300 

35 

36 

20 

45,300 

38,000 

31,300 

20,000 

31,300 

36 

37 

22 

54,800 

46,000 

37,800 

24,100 

37,800 

37 

38 

24 

65,200 

54,800 

45,000 

28,700 

45,000 

38 


The selected types of return air ducts and fittings are shown in Fig. 5. 


jT Air rr/oor 

fVa a 

—Tronsifton 
Colfor 
Metol 
Cas / ry ^ 



rypt A 
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Up to 20' 
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except that col* 
Ur and shoe are 
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A. 


Typ. 0 Typt £ Typp f 

NoU: For Types C, D. E, and F retum'iir duct ayttems, reduce the carrying capacitiet shown in T able 8 
by 1 per cent for each 4 ft additional length in the horizontal run. 

Fig. 5. Typical Arrangements of Return-Air Duct Systems 


Design Proi^ure 

The steps to be taken in designing a gravity warm air duct system are : 

1. Calculate the heat loss from each room as explained in Chapters 6, 8 and 14. 

2. Prepare a layout showing (a) furnace, (h) chimney connection, (c) warm air 

registers {whether floor, baseboard or waU)i return air grilles. t 

S. Indicate on each warm air run (ustngisymbds shown in 6): (a) whether the 
room to be heated is on the first or second stof^ (M the approximate lenjfth of leader 
pipe in die beeement, (c) the number of right an^ elbows r^uired, includinjir the elbow 
at the boot connection (eee Fk. 2), (d) whether the register is to be located in the floor, 
in the baseboard, or in the wml. 

4. Show the number and pn^ioied locations of return air grilles and the type oi 
laturU air system (see 6). 
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5. From Table 6, for first story, or from Table 7 for second story, select the combi- 
nation number for the warm air system which will supply the heat required to each room, 
with the number of elbows and length of leader pipe previously determined. Then, using 
the combination number as found, read directly in Tables 1, 2, or 3 the leader, stack, and 
register sizes required. 

6. From Table 8 select the combination number for the return air system to correspond 
with the Btu serviced and the type of return air system. Then from Table 4 select the 
duct and grille sizes, etc., corresponding to the same combination number. 

7. Select a furnace having a register delivery, in Btu per hour, equal to the total heat 
loss from the structure. 

Design Examples 

Examples 1 and 2 will illustrate the use of the tables in selecting warm 
air and return system sizes. 

Example 1. For a room which has a heat loss of 22,500 Btu per hour select the size 
of first story warm air system. There are three elbows and the leader is approximately 

10 ft long. 

Solution: Since 22,500 Btu is beyond the capacities shown in Table 6, it is necessary 
to select two units of 11,250 each. From Table 6 in 10 ft leader column and in section 
for three elbows find 11,400 as nearest capacity which corresponds to Combination Num- 
ber 4 in first column. Refer to Combination Number 4 in Table 1 and find that the 
leader should be 12 in. in diame- 
ter and should be used with a 
12 X 14 in. floor register or a 13 x 

11 in. baseboard register with a 
5K in. extension. 

Example What is the size 
of a return system of Type D 
which is to service 35,000 Btu 
per hour? 

Solution: From Table 8 find 
Combination Number 37 which 
will service 37,800 Btu per hour. 

Refer to Table 4 to find that 
Combination Number 37 will 
require a 22-in. diameter duct, a 
shoe area of 420 sq in., a metal 
p*ille 18 X 30 in,, a duct 42 x 10 
m. or 36 x 12 in. If joist lining 
is used the minimum depth 
should be 15 in. for two 2-joist 
spaces 14 in. wide, or 10 in. for 
three joist spaces. 

REFERENCES 

i~The engineering data were obtained from University of lUinoif. Rnginetrini Ex^imeni Station 
BuUetims Not. 141. 1S8. 189 and 246: Warm Air Furnaces and Heating Syatema, by A. C. Willard. A. P. 
Ktata. V. S. Day. and S. Konao. m also Gravity Code and Manual for Gravity Warm Air Heating 
Syatema. pubtlabed by the National Warm Air HtoHng and Air CondUioning Asaoeiation. 

*~*SimpUfied Procedure for Selecting Capadtiea of Duct Syatema for Gravity Wann«»A!r Heating Planta, 
by A. P. Krats and S. Konao (University of Illinois, Engineering Experiment Station CP^enlar 45. Dec., 
1942). 

^'^Gravi^ Code and Manual for Gravity Warm Air Heating Syatema, Second Edition. I945» Nationat 
Warm Air Heating and Air Conditioning Assodaiion, 
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MECHANICAL WARM AIR SYSTEMS 

■ ' I 

Air Distribution 9 Standard Combinations of Parts, Simplified Design of Heating 
System, Automatic Controls, Cooling Methods, Procedure for Larger Systems 


I N mechanical warm air or fan furnace heating systems the air circu- 
lation is effected by motor-driven fans instead of by the difference in 
weight between the heated air leaving the top of the casing and the cooled 
air entering the bottom, as in gravity systems described in Chapter 21. 
The advantages of mechanical systems, as compared with gravity systems, 
are: 

1. The furnace need not be centrally located but may be placed in any part of the 
basement. 

2. Basement distribution piping can be made smaller and can be so installed as to 
give full head room in all parts of the average basement, or be completely concealed 
from view where desired. 

3. Circulation of air is positive, and in a properly designed system can be balanced in 
such a way as to give a greater uniformity of temperature distribution. 

4. Humidity control is more readily attained. 

t5. The air may be cleaned by sprays or filters, or both. 

6. The fan and duct equipment may be utilized for a complete cooling and dehumidi- 
fying system for summer, using either ice, mechanical refrigeration, or low temperature 
water for cooling and dehumidifying, or adsorbers for dehumidifying. 

7. The use of the fan increases the volume of air which can be handled, thereby 
increasing the rate of heat extraction from a given amount of heating surface and 
insuring sufficient air volume to obtain proper distribution in a large room. 

8. Ventilation air may be positively introduced and heated. 

The construction features of mechanical warm air furnace units and 
discussions of the function and selection of the various parts, such as the 
furnace, casings, motors, filters and controls are included in Chapter 18. 

AIR DISTRIBUTION 

The conditions of comfort obtained in a room are greatly influenced 
by the type of register used and the locations of the supply registers and 
return grilles. In general it has been found that changes in the type, air 
velocity, and location of the supply register affect the room conditions 
much more than the changes in the location of the return grilles. One 
method is to locate the supply register near the floor so that the warm air 
from the register blankets a cold wall, and mixes with the cold air dropping 
off from the exposed walls and glass. Another method is to locate the 
supply openings near the floor on the inside wall and the return openings 
near the greatest outside exposure. In any case the warm air registers 
should be located so that the air stream never discharges directly into 
space that will normally be occupied by people at rest. Te$t 9 in the 
Warm Air Research Residence* have indicated that continuous fan 
operation provided better results than intermittent fan operation. 

Register and GrUle Openings 

Supply registers located in the floor require attention to keep them clean 
and are usually avoided. Tests conducted in the Warm Air Research 

m 
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Residence have indicated that comparable results are obtainable with 
either high side wall or baseboard registers, if proper registers and air 
velocities are selected. Baseboard registers should be of a deflecting- 
diffuser type which throw the air downward toward the floor and diffuse it 
at the same time. For baseboard registers air temperatures under 125 F 
and air velocities over 500 fpm should be avoided as they may cause drafts. 

High side wall registers must be of such type that the air is delivered 
horizontally or in a slightly downward direction, and must be so located 
as to avoid impingement of air on ceiling or wall. Directional flow 
diffusing type should be used to insure best results. Register air velocities 




Fig. 1. Recommended Type of Base- Fig. 2. Recommended Type of High 
BOARD and Low Sidewall Registers® Sidewall REGisTERst> 

aVertJcal bars with adjustable deflection, or fixed vertical bars with deflections to right and left hot 
exceeding about 22 deg. For low sidewall location, the deflection for horizontal, multiple valve, registers 
should not exceed 22 deg. For baseboard locations, the deflection for horizontal, multiple valve, registers 
should not exceed about 10 deg. 

bllorizontal valves, in back or front, to give downward deflections not to exceed from* 1.5 to 22 deg* 


should be such that the air stream carries to the opposite exposure. 
Velocities under 500 fpm are not recommended. Basic rules for the 
location and selection of registers are given in Section C of the Code and 
Manual (Textbook Section 7) of the National Warm Air Heating and, Air 
Conditioning Association. 

Registers should be well proportioned and decorated to harmonize with 
the trim. Air supply registers should be equipped with daiiipers and all 
registers should be sealed against leakage around edges. The register 
types shown in Figs. 1 and 2 have been recommended as standard by the 
National Warm Air Heating and Air Conditioning Association. 

Velocities through registers may be reduced by the use of registers 
larger than the connecting ducts. Diffusers should be used to spread the 
air uniformly over the register face. 

Return air grilles may be located in hallways, near entrance doors, 
under windows, in exposed comers, or inside walls, 4epepding on location 
of supply registers. Ba^board r'eturns are preferable t6' floor grilles. 

Dampers • ■ ■ 

Suitable dampers for air direction or volume control am essential to any 
trunk 6r individusd duct system. Special care must be used hi the 
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Table 1. Warm Air Duct System Combinations of Parts Selected as Standard 


Combi- 

nation 

No. 

1 

Stack 

Size 

In. 

Branch Pipe 
Size, In. 

Register Size, In. 

(See Pigs. 1 and 2) 

Required 
Increase 
IN Width 
OF Trunk 
Duct, In. 

Round 

Rec- 

tangular 

Base- 

board 

OR Low 
Sidewall 

1 High Sidewall 

Floor 

Regis- 

ters* 

For throws 
less than 
13 ft 

For throws 
more than 
13 ft 

1 


Bi 

4 

5 

6 

7 

8 

9 

41 


6 

4x8 

10 X 6 

10 x 6 

10x4 

8x lOa 

1 

42 

10 X Zli 

6 

4x8 

10 X 6 

10x6 

10x4 

8 x 10® 

2 

43 

l2xZH 

7 

5x8 

12x6 

12 x 6 

12x4 

9x 12a 

3 

44 

14 X ZH 

8 

6x8 

14 X 6 

14 X 6 

14 X 4 

9 X 12a 
or longer 

4 

45 

lOxZH 

(2-Stacks) 

9 

8x8 

(2) 10x6 
or 

(1)24x6 

(2) 10x6 
or 

(1)24x6 

(2) 10x4 
or 

(1)24x4 

10 X 12® 

6 

46 

12 xZH 
(2-Stacks) 

10 

10 X 8 

(2) 12x6 
or 

(1)30x6 

(2)12x6 

or 

(1)30x6 

(2) 12x4 
or 

(1)30x4 

12 X 14a 

7 


*Uic these items only when the building construction or cai>acity requirements necessitate the use of 
floor registers. The sixes listed for floor registers correspond to the standard sixes for gravity warm-air 
systems, except for the sixes of the floor box collars. The use of standard blind boxes is suggested. 


of any system to avoid turbulence and to minimize resistance. Sharp 
elbows, angles, and offsets should be avoided. Three types of dampers 
are commonly used. Volume dampers are used to completely cut off or 
reduce the flow through pipes. Splitter dampers are used where a branch 
is taken off from a main trunk. Squeeze dampers are used for adjusting 
the volume of air flow and resistance through a given duct. It is essential 
that a damper with positive locking device be provided for each main 
or duct branch. Labels placed on ducts should indicate the room being 
served. Damper positions should be marked for summer and winter 
operation, and to avoid tampering. 

Dncts 

The ducts may be either round or rectangular in cross section. The 
radii of elbows should preferably be not less dian one and one-half times 
the pipe diameter for round pipes, or the equivalent round pipe size in the 
case of rectangular ducts. Warm air ducts passing through cold spaces, 
or where loca^ in exposed walls, should have to 2 in. of insulation. 

Spedal attention should be given to the problem of noise elimination. 
The metal duct connection to and from the furnace casing and fan housing 
should be broken by strips of canvas. Motors and mountings must be 
carefully selected for quiet operation. Electrical conduit and water piping 
must not be fastened to, nor make contact with fan housing. Installation 
of a fan directly under a cold air grille is usually not recommended. 

STAIWABD COMBHUnOl^ OF PARTS 

The combinations of parts selected as standard by the National Warm 
Air Heating and Air Conditioning Association are shown in TaUes 1 and 
2. r A method for selecting these combinations is indicated in the following 
wpc^ikait ^npdified M^kod of. HeH&w^g Domestic Forc^Air Systems^ 
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Table 2. Return-Air Duct System Combinations of Parts Selected as Standard 


Combi- 

nation 

No. 

Return-Aib Intake 
Size, In. 

Riser Size, 
In. Where 
Stack is 
Used in 
Stud Space 

Branch Pipe 
Size, In. 

When Joist Lining 
IS Used»> 

Number of Joist 
Spaces Lined and 
Minimum Depth of 
Space Required 

Required 

Increase 

IN Width 
OF Trunk 
Duct (for 
8 In. Depth 
of duct), 
In. 

Base- 

board 

Floor** 

Round 

Rec- 

tangular 

1 

2 

3 

4 

5 

1 6 

7 

8 

51 



10 x 

6 

4x8 

1 Space of 3 in. 
depth 

1 

1 

1 

52 

10x6 

6x 10 
or 

4 X 14 

10 X 

6 

4x8 

t 

1 space of 3 in. 
depth 

2 

53 

12x6 

6 X 12 

or 

6x 14 

12 X 

1 

5x8 

1 space of 4 in. 
depth 

3 

54 

B 

6 X 14 



6x8 

1 space of 5 in. 
depth 

4 

55 

1 

24 X 6 
or 

30 X 6 

6x30 

Two 

stacks 

each 

10 X 

9 

8x8 

1 space of 6 in. 
depth or 2 spaces 
of 3 in. depth 

6 

56 

30 X 6 

6 X 30 

Two 

stacks 

12 X ZH^ 

10 

10x8 

1 space of 7 in. 
depth or 2 spaces 
of 4 in. depth 

7 

57 

m 

8x30 


12 

15 X 8 

1 space of 9 in. 
depth or 2 spaces 
of 5 in. depth 

11 


•Use theee items only when building construction, or capacities, require the use of floor intakes. The 
sizes listed correspond to standard sizes for gravity installations, except floor box collars. The use of 
standard blind boxes is suggested. 

hBased on 14 in. space between joists. Use full depth of joist, except when joist depth is less than mini- 
mum depth required, in which case a drop pan must be uaed. This may occur when two or more return 
ducts are connected to the same joist space. 

elf it is desired to use 14 in. z 3H stud space, it makes no difference whether this space has pro> 
truding keys or not. 

4 If it is desired to use 14 in. x 3H in. stud space, the plaster base must be smooth, without any pro- 
truding plaster keys to interfere with the flow of air. 


SIMPUFIED METHOD OF DESIGNING DOMESTIC 
FORCED-Am SYSTEMS 

A simplified method for selecting the combinations of branches, boots, 
stacks, and rasters, is given in the Code and Manual (Textbook section 
No. 7) of the National Warm Air Heating and Air Conditioning Associa- 
tion. In this method the sizes of the branch ducts are obtained from two 
tables giving their Btu capacities. The proper combination of parts for 
each branch can be determined if the following information is available. 

a. IxMstion of room, that k, whether on firet or second story. 

h. Actual length of basement duct from bonnet to boot, in feet. 

c. Btn loas from room to be heated. 

4* EttahttleatlangtlM in fett of all fittingsand of the register. F%. 8 shows die values 
of cqnmdent ki^ths or fittings oMomoniy used for domestic systems. 




















































Fig. 3. Equivalent Length of Fittings 


This simplified method is applicable to structures having heat losses 
not in excess of approximately 150,000 Btu per hour. The capacities 
shown in Tables 3 and 4 are based upon the most reliable data pertaining 
to friction losses and temperature drops in ducts. They are also based 
upon a 100 deg temperature rise of the air, and a static pressure available 
for overcoming friction losses in the external duct system alone of 0.20 in. 
water gage. The use of this method assumes that the fan in the fan- 
furnace assembly will be capable not only of overcoming the resistance of 
the external duct system alone, but also the resistances imposed by the 
blower inlet, the filter, and the furnace casing. The combination numbers 
shown in the right hand column of Tables 3 and 4 correspond to those 
^ven in Tables 1 and 2. Tables 3 and 4 are also applicable for the 
selection of the return air branches.. A depth of 8 in., has been adopted as 
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QrOUP 5 Branch Ang/es anB £/hoH/s (not fnctudJng hoots) 



G^OUP io Boot from Branch to Stack.. 



Croup 7. Pegist^rs (Inc/uding tosses /n stack head and \/e/oc/ty pressure) 


TABLE 7. 

Equiva teni Length for Re gis ters. 

{See UfCf..]r(^rr)s at rtqht) 



Deflec- 

tion 

Angle 

Of 

Baseboard 
or Lev/ 
Sidetuail 
Register 

High Sidewall Register 
Tor throw of air of- 

/ess than 

13 feet 

over 

13 feet 

0’ 

35EqFt 

35 5^. Ft 

70 Eg Ft 

15’ 

40 ■ " 

40 . - 

SO - ' 

zz° 

45 ' ■ 

45 - •• 

40 - •• 

30’ 

60 ■■ - 

60 ■■ • 

US ■■ - 

45’ 

115 • ■ 

115 ■ - 

Z30- ' 


Notes for Toh/e 7 

a) fVhen turn/ng yarns are used tn stack- 
head use 0 7 of vatues m cotumns 7 to 4 

d) Vatues sho^n in 2nct and 3rd 
co/umns in Table are for ^in 
he/ght registers (Standard height), 
and those in 4 th cotumn are for 
4 in height reg/siers. 

For 5 m height registers, mattip/g 
ya/ues in Cot 2 and 3 bg 13 
For Sin height registers, muttiptg 
vatues in Co? 2 and 3 big 0,B 

For 2' wait def feet ion registers, add the 
vertical arid horizontal deflection angles 
together and multiply by 0.7 Select 
closest angle a" in Col [ of Table 7 


Fig. 3. Equivalent Length of Fittings (Continued) 

the standard for the trunk ducts. The width of a trunk duct serving two 
branches is determined by adding to the width of the remote branch the 
value shown in column 9 of Table 1, or column 8 of Table 2. 

AUTOMATIC CONTROLS 

Air stratification, high bonnet temperatures, excessive flue gas tem- 
peratures, and heat overrun or lag in a properly designed system can be 
largely eliminated through proper care in the planning and installation 
of the control system desirable controls usually employed are: 

1:‘’A in a living room where maximtim fluctuation in temperature 

can e^^peeted; ii^ c»der to aeeiire frequent operation of fans, draftsv and burners. 
The thermostat location should not be on an outside wall, in a bed room, batlt room or 
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Table 3. Capacity Tables for Warm-Air and Return-Air BRANCHEsa*b 


FIRST STORY 


For 

UNINSULATED 

Metal Ducts 

ACTUAL LENGTH 

rpROM BONNET TO BOOT) OR. 

(PROM RETURN PLENUM TO BOOT) IN FEET 

Warm 

Air 

Combi- 

nation 

No. 

Re- 

turn 

1 TO 

7ft 

8 TO 
12 FT 

13 TO 
17 FT 

18 TO 
24 FT 

25 TO 
34 FT 

35 TO 
44 FT 

45 TO 
54 FT 

55 TO 
64 FT 

Air 

Combi- 

nation 

No. 


Col. a 

Cou B 

Col. c 

Col. d 

Col. e 

Col. f 

Col. g 

Col. h 


Section A. 

7200 

6700 

6100 

5600 

4800 

4100 

3500 

3000 

41 

51 


12500 

11700 

10800 

9900 

8500 

7400 

6400 

5500 

42 

52 

40 to 69 

16000 

15000 

14000 

13000 

11300 

9900 

8700 

7700 

43 

53 

Equivalent 

Ft for 

Fittings 

19100 

18000 

17000 

16000 

14200 

12500 

11000 

9600 

44 

54 

25000 

23400 

21600 

19800 

17000 

14800 

12800 

11000 

45c 

55 

and 

32000 

30000 

28000 

26000 

22600 

19800 

17400 

15400 

46C 

56 

Register 

80000 

75000 

70000 

65000 

56500 

49500 

43500 

38500 

.... 

57c 

Section B. 

5500 

5100 

4800 

4500 

3900 

3400 

3000 

2600 

41 

51 


9900 

9200 

8600 

8100 

7100 

6200 

5400 

4600 

42 

52 

70 to 99 

13100 

12300 

11600 

10900 

9700 

8500 

7500 

6500 

43 

53 

Equivalent 

Ft 

16300 

15400 

14500 

13700 

12200 

10800 

9500 

8300 

44 

54 

19800 

18400 

17200 

16200 

14200 

12400 

10800 

9200 

45c 

55 


26200 

24600 

23200 

21800 

19400 

17000 

15000 

13000 

46^ 

56 


65500 

61500 

58000 

54500 

48500 

42500 

37500 

32500 

.... 

57c 

Section C. 

4400 

4200 

3900 

3700 

3200 

2900 

2600 

2300 

41 

51 


8100 

7600 

7100 

6600 

5800 

5100 

4500 

4000 

42 

52 

100 to 139 

10800 

10100 

9600 

9000 

8000 

7100 

6200 

5400 

43 

53 

Equivalent 

Ft 

13700 

12900 

12100 

11300 

10000 

8900 

7900 

7000 

44 

54 

16200 

15200 

14200 

13!^ 

11600 

10200 

9000 

8000 

45c 

55 


21600 

20200 

19200 

18000 

16000 

14200 

12400 

10800 

46C 

56 


54000 

50500 

48000 

45000 

40000 

35500 

31000 

27000 

: •••• 

57*: 

Section D. 

3900 

3700 

3500 

3300 

2900 


2200 


41 

51 




6100 

■yWOl 

5100 

k|$j1 

glllllil 


42 

52 


KkViI 

8700 

i 8100 


6800 


5300 


43 

53 

Equivalent 

Ft 




1^1 

8700 


6800 


44 

54 



12200 




Ki!i!!l 


45 c 

55 


itASlil 

irZifM 

16200 


13600 

[lAVif 



46C 

56 


46500 

ll^ 

40500 




26500 


.... 

57 c 

Section £. 

n 


2900 

2700 

2500 


1900 


41 

51 


5700 

5400 



4300 


3400 

Kuiil 

42 

52 



7300 



5700 


4400 

KKlTlJ 

43 

53 

Equivalent 

Ft 



8600 

8100 

7300 


5800 


44 

54 





8600 


6800 


45 c 

55 



ilRVilj 



11400 


8800 



56 


m 

By 

34500 

32500 

28500 

25000 

22000 

10500 

.... 

57 c 


For 

Col. a 

Col. b 

Col. c 

Col. d 

Col. b 

Col. r 

FO« DUCTS THAT AHC OOM> 

PLETELY INSULATED 

INSULATED 

1 TO 


18 TO 

26 TO 

85 TO 

66 TO 

ariTH H W. TRICK mSULA- 

Ducts 

9 FT 

17 ft 

24 FT 

84 ft 

64 ft 

74 FT 

TiON FROM BoRRirr TO Boots 
USB THBSB COLUIIR RKAOIKdS. 


•TlMMe tablet for use In eizing lioth cho w arm air ami tbo ratarn air brancface. 


bFtictioaal reditaaoet and tanperatare drope ia dacta hava boUi beta aeecmattd for fa tkm lablm. 

«liie tlieoe Iteaio oaly wliea tlio buildiaf oooetnictloa. or cafiaolir rooaireaioaii, n e o Bt rftd t o Hit M 
of #«o a4Mr^ itackaor floor 
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Table 4. Capacity Tables for Warm-Air and Return Air Branches^ ^ 


SECOND STORY 


For 

UNINSULATED 

Metal Ducts 

ACTUAL LENGTH { 

PROM BONNET TO BOOT) OR. 

FROM RETURN PLENUM TO BOOT) IN FEET 

Warm 

Air 

Combi- 

nation 

No. 

Re- 

turn 

1 TO 

7 FT 

8 TO 

12 FT 

13 TO 

17 FT 

18 TO 
24 FT 

25 TO 
34 FT 

35 TO 
44 FT 

46 TO 
64 FT 

56 TO 
64 FT 

Air 

Combi- 

nation 

No. 


Col. a 

Col. b 

Col. c 

Col. d 

Col. e 

Col. f 

Col. g 

Col. h 


Section A. 

6300 

5700 

5200 

4800 

4100 

3500 

3100 

2800 

41 

51 


10900 

10000 

9200 

8500 

7300 

6400 

5600 

5000 

42 

52 

40 to 69 

14000 

13000 

12100 

11400 

10000 

8800 

7800 

6800 

43 

53 

Equivalent 

Ft for 

17000 

15900 

14900 

13900 

12400 

11100 

9900 

9000 

44 

54 

Fittings 

21800 

20000 

18400 

17000 

14600 

12800 

11200 

10000 

45 c 

55 

and 

28000 

26000 

24200 

22400 

20000 

17600 

15600 

13600 

46<= 

56 

Register 

70000 

65000 

60500 

57000 

50000 

44000 

39000 

34000 

.... 


Section B. 

5000 

4600 

4300 

4000 

3400 

3000 

2700 

2300 

41 

51 


9000 

8200 

7600 

7100 

6200 

5400 

4700 

4200 

42 

52 

70 to 99 

11900 

11000 

10300 

9600 

8400 

7500 

6700 

6000 

43 

53 

Equivalent 

Ft 

14800 

13900 

13000 

12200 

10800 

9600 

8500 

7500 

44 

54 

18000 

16400 

15200 

14200 

12400 

10800 

9400 

8400 

45 = 

55 


23900 

22000 

20600 

19200 

16800 

15000 

13400 

12000 

46C 

56 


59500 

55000 

51500 

48000 

42000 

37500 

33500 

30000 

.... 

57 c 

Section C. 

4100 

3800 

3600 

3400 

2900 

2600 

2300 

2000 

41 

51 


7400 

6900 

6400 

6000 

5200 

4600 

4000 

3600 

42 ‘ 

52 

100 to 139 

10000 

9300 

8700 

8100 

7100 

6200 

5500 

4800 

43 

53 

Equivalent 

Ft 

12500 

11600 

10800 

10100 

9000 

8000 

7200 

6500 

44 

54 

14800 

13800 

12800 

12000 

10400 

9200 

8000 

7200 

45<^ 

55 


20000 

18600 

17400 

16200 

14200 

12400 

11000 

9600 

46<^ 

56 


50000 

46500 

43500 

40500 i 

35500 

31000 

27500 

24000 

.... 

57 c 

Section D. 

3700 








41 

51 










42 

52 

140 to 189 









43 

53 

Equivalent 

Ft 









44 

54 









45 c 

55 









KtAjI 

46C 1 

56 









yjgjiJ 


67C 

Section E. 

3200 

2900 

2700 

2500 

2200 

1900 

1700 

1500 

41 

51 


5500 

5200 

4800 

4400 

3900 

3400 

3100 


42 

52 

190 to 250 









43 

53 

Equivalent 

Ft 








4700 

44 

54 


10400 

9600 

8800 

7800 

6800 

6200 

5600 

45 c 

55 



13600 

12600 

11800 

10200 

9000 

7800 

7000 

46C 

56 



34000 

31500 

29500 

25500 

22500 

19500 

17500 

.... 

57 c 






i 




For DUCT* that arx 

_ Foa 

Col. a 

Col. b 

COL.C 

COL.D 

Col. b 

C 0 L.F 

Col. 0 

COMPLETELY IN- 
SULATBD WITS H 

INSUIATBD 

1 TO 

R to 

16 TO 

Rl TO 

28 TO 

43 TO 

66 TO 

IN. THICB tNVULATiON 

Dvcn 

8rr 

14 ft 
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sun room, or in a location where it will be affected by direct radiant heat from the sun 
or from a Replace, or by direct heat from any warm air duct, register or chimney. 

2. A fan switch ^ntrol located in the bonnet to start blower operations at tempera- 
tures between 1 10 and 130 F, and to stop the blower at about 25 to 30 deg below the cut-in 
point. The lower settings are used for high side wall register installations, and the higher 
settings for baseboard register installations. For most satisfactory results these settings 
should be as low as is feasible. 

3. A protective high limit switch located in the bonnet to stop the system independently 
of the thermostat if the bonnet temperature exceeds 175 F. 

4. On oil and gas burner installations, a protective control should be included which 
will stop the system if the fire is extinguished or if there is a failure of the ignition system. 

5. On automatic stoker installations, a control is usually included which will start 
the operation regardless of thermostat settings whenever the bonnet temperature 
indicates that the fire is dying, or a time interval contactor is used that will start the 
stoker to run a few minutes out of each hour. 

6. A humidistat to regulate the moisture supplied to the rooms, located either in one 
of the rooms or in the main return duct near the furnace. 

COOLING METHODS 

A slight cooling effect may be obtained under certain conditions by the 
use of the cooler basement air. A more positive cooling effect may be 
obtained by the use of an air washer where the temperature of the city or 
well water is sufficiently low (55 F or lower), and where a sufficient 
volume of water can be provided. Unless the temperature of the leaving 
water is below the dew-point temperature of the indoor air at the time 
the washer is started, both the relative and absolute humidities will be 
somewhat increased. 

Coils of copper finned tubing through which cold water is pumped are 
available for cooling. They require less space than air washers and have 
the advantage that no moisture is added to the air when the temperature 
of the water rises above the dew-point. Ample coil surface and fan 
capacity are necessary with this type of cooling. 

It is thoroughly feasible to use ice or mechanical refrigeration in con- 
nection with a warm air system and to cool the building by this method, 
provided the building is reasonably well constructed and insulated. 
Windows and doors should be tight, and awnings should be supplied on 
the sunny side of the building. (See also Chapters 38, 39 and 43.) 

Conclusions drawn from studies * conducted in the University of 
Illinois Research Residence, subject to the limitations of the test are: 

1. An uninsulated building of ordinary residential type may require the equivalent of 
three tons of ice in 24 hr on days when the maximum outdoor temperature reaches 
100 F if an effective temperature of approximately 72 deg is maintained indoors. 

2. The use of awnings at all windows in east, south, and west exposures may result in 
savings of from 20 to 30 per cent in the required cooling load. 

3. The cooling load per d^ee difference in temperature is not constant but increases 
as the outdoor temperature increases. 

4. The heat lag of the building complicates the estimation of the cooling load under 
any specified conditions and makes such estimates, based on the usual methods of 
computation, of doubtful value. 

5. The seasonal cooling requirements are extremely variable from year to year, and 
the ratio between the degree-hours of any two seasons occurring within a 10-year period 
may be as high as 7:5 to 1. Hence an average value of the degree-hours cooling per 
season is comparatively meaningless. 

6. The duct S 3 ^tem in a forced-air heating installation can be successfully converted 
to a system for conveying cool air for the purpose of cooling the structure. No conden- 
sation of moisture waa oDserved'when the duct H^f^eratures wore not kssithamfih F. 

- 7. Goc^dg by meins of watfer at a‘ 60 F is not SatfiMI^^ an 
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8. In the selection of cooling coils, the additional frictional resistance of the coil to 
flow of air must be given consideration. 

9. Cooling the structure by introducing large quantities of air from outdoors at ni|^ht 
tended to reduce the amount of cooling required on the following day and was a practical 
means of providing more comfortable conditions in those homes where cooling systems 
were not available. 

DESIGN PROCEDURE FOR LARGER SYSTEMS* 

For buildings having a heat loss in excess of 150,000 Btu per hour the 
design procedure given in Manual No. 9, Technical Code, of the National 
Warm Air Heating and Air Conditioning Association, may be used. 
This procedure follows a general outline given below: 

1. Calculation of design heat losses from individual spaces in the structure. (See 
Chapter 14.) 

2. Location of registers and return intakes on floor plan, types of registers, with 
throws and deflections of registers desired. 

3. Laying out a proposed duct system for both warm air and return air sides of the 
system including details of types of fittings and the actual and equivalent lengths of 
each branch line from bonnet to register, without sizes. 

The following items are determined from tables in Manual No. 9: 

4. Determination of bonnet temperature. 

5. Determination of air volume to be delivered through each register and the re- 
spective register air temperatures. 

6. St‘lection of register sizes and pressure losses to produce necessary throw, for the 
air volumes handled. 

7. Design of duct system. 

a. Warm air branches, 

b. Return air branches. 

c. Trunk ducts for warm air and return air sides of system. 

8. Stdection of blower and furnace. 
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STEfM HEATING SYSTEMS AND PIPING 

Cla3$ification of Steam Heating Systems by Types; One^pipe; Two^pipe, 
Sub^tmospheric and Orifice Systems; Sizing Piping for Steam 
Heating Systems; Pressure Reducing Valves; Boiler Connect 
tions; Condensate Return Pumps; Vacuum Heating Pumps; 
Traps; Drips; Connections to Heating Units; 

Control Valves 


S TEAM heating systems may be classified according to any one of, 
or combination of, the following features: (1) by the piping arrange- 
ment, (2) by the pressure or vacuum conditions obtained in operation, 
(3) by the method of returning condensate to the boiler. 

1. By Piping Arrangement. A steam heating system is known as a one-pipe system 
when a single main serves the dual purpose of supplying steam to the heating unit and 
conveying condensate from it. Ordinarily to each heating unit there is but one connec- 
tion which must serve as both the supply and the return, although separate supply and 
return connections may be used. 

A steam heating system is known as a two-pipe system when each heating unit is pro- 
vided with two piping connections and when steam and condensate flow in separate 
mains and branches. 

Heating systems may also be described as up-flow or down-flow depending on the 
direction of steam flow in the risers; and as a dry-return or a wet-return depending on 
whether the condensate mains are above or below the water line of the boiler or conden- 
sate receiver. 

2. By Pressure or Vacuum Conditions. Steam heating systems may also be classified 
as high pressure, low pressure, vapor, and vacuum systems, depending on the pressure 
conditions under which the system is designed to operate. 

A system is known as a high pressure system when the operating pressures employed 
are above 15 psi; as a low pressure system when pressures vary from 0 to 15 psi ; as a vapor 
system when the system operates under both vacuum and low pressure conditions with- 
out the use of a vacuum pump; and as a vacuum system when the system operates under 
vacuum and low pressure conditions with the use of vacuum pump. 

When automatic controls are employed to vary the pressure conditions in the system 
in accordance with outside weather conditions, the system may be known as a sub- 
atmospheric, differential, or synchronized system. These latter classifications are pro- 
prietary designations. 

When orifices are employed on the inlets to the heating units the system may be 
known as an orifice system. 

3. By Method of Returning Condensate. When condensate is returned to the boiler by 
gravity, the system is known as a gravity return system. In this system all heating units 
must be elevated sufficiently above the water line of the boiler, so that the condensate 
can flow freely to the boiler. Elevation of the heating units above the water line must 
therefore be sufficient to overcome pressure drops due to flow as well as pressure differ- 
ences due to operation. 

Referring to Fig. 1 it will be noted that the boiler and wet return form a U-shaped 
container, with the boiler steam pressure on the top of the water at one end and the 
steam main pressure on the top ot the water at the other end. The difference between 
these two pressures is the pressure drop in the system, i.e., the friction and resistance to 
the flow of steam in passing from the boiler to the far end of the main and the pressure 
reduction in conseouence of the condensation occurring in the system. The water in the 
far end will rise suniciently to overcome this difference in order to balance the pressures, 
and it will rise far enough to produce a flow through the return pipe and overcome the 
resistance (A check valves if installed. . 

If a one-pipe steam system is designed, for example, for a total [M’essure drop of H 
and utilizes a Hartford return connection instead of a check valve on the return, tne rise 
in the water level at the far end of the return due to the difference in steam pressure 
would be ^ of 28 in. (28 in. head being equal to one pound per ^uare inch), or BH in. 
Adding 3 in. to overcome the redistance of the return main and 6 in. as a factor safety 

did 
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for heating up gives 12 in. as the distance the bottom of the lowest part of the steam 
main and all heating units must be above the boiler water line. The same system, how- 
ever, installed and sized for a total pressure drop of psi, and with a check in the return, 
would require H o( 28 in., or 14 in. for the difference in steam pressure, 3 in. for the flow 
through the return, 4 in. to operate the check, and 6 in. for a factor of safety, making a 
total of 27 in. as the required distance. Higher pressure drops would increase the distance 
accordingly. 

When conditions are such that condensate cannot be returned to the boiler by the 
action of gravity, and either traps or pumps must be employed, the system is known as a 
mechanical return system. There are three general types of mechanical condensate return 
devices in common use: (a) the alternating return trap (b) the condensate return pump, 
and (c) the vacuum return pump. 

In systems where pressure conditions in the system vary between that of a gravity 
return and a forced return system, a boiler return trap or alternating receiver is employed 
and the system may be known as an alternating return system. 

When condensate is pumped to the boiler under pressures of the atmosphere or above, 
the system is known as a condensate pump return system. 

When condensate is pumped to the boiler under vacuum conditions, the system is 
known as a vcLcuum pump return system. 

In either the condensate or vacuum pump systems it is highly desirable to arrange for 
gravity flow to a receiver and to the pump. The pump then forces condensate into the 
boiler against its pressure. 
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Fig. 1. Difference in Steam Pressure Fig. 2. Typical Two-Pipe Connections 
ON Water in Boiler and at End to Unit Heaters in One-Pipe 

OF Steam Main Air Vent Systems 


ONE-PIPE SYSTEMS 

One-pipe systems, as previously defined, are systems in which steam and 
condensate flow in the same pipe. Radiators and other heating units, 
in general, have only one piping connection from main to unit, although 
it is possible to employ two connections to the same main as indicated 
in Fig. 2. Unit heaters in one-pipe systems may also have separate 
connections to the wet return as shown in Fig. 5 Chapter 26. 

There are several variations in the piping arrangement of a one-pipe 
system as follows : 

1. Up-feed one-pipe systems where the radiators and other heating units are located 
above the supply mams. The mains in this instance convey both steam and condensate. 
Such a system Is illustrated in Fig. 3. Typical connections to radiator or risers are 
illustrated in Fig. 4 and method of changing sizes of mains in Fig. 5. 

2. Up-feed one-pipe systems where the radiators and other heating units are located 
above t£e mains am the mains are dripped at each radiator connection to a wet return, 
80 that the steam main carries a minimum of the condensate. This system is illustrated 
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f'lG. 3. Typical Up-pEitD Gravity One-Pipe Air-\ ent System 


in Pig. 6. Typical connections to radiators and risers are illustrated in I"ig. 7. I p-feed 
systems are not recommended for systems higher than four stories. 

3. Down-feed one-pipe systems, where the radiators and other heating units are 
located below the supply main. In this arrangement only risers and connections to 
heating units conveys both steam and condensate, and both are flowing in the same 
direction. The steam main is kept relatively free of condensate by dripping through 
the drop risers. 

Each radiator or heating unit in a one-pipe system must be supplied 
with a thermostatic air valve which functions to relieve air from the 
heating unit under pressure, and to close when steam itself heats the ther- 
mostatic clement of the valve. 

To improve steam circulation in one-pipe systems quick vent air valves 
should be provided at the ends and at intermediate points where the 
steam main is brought to a higher elevation or where dropped below the 
water line. It is desirable to install the air- vent valves about a foot ahead 
of the drips, as indicated in Fig. 6, to prevent possible damage to their 
mechanisms by water. 

Air valves are of two general types, the pressure and the vacuum types. 
The pressure type permits the inflow of atmospheric air to the system 
when the steam pressure in the system falls below atmospheric pressure. 
The vacuum type, which contains a small check valve, prevents the air 
from flowing back to the system and thereby maintains vacuum condi- 



Fig. 4. Typical Steam Runout where 
Risers are Not Dripped 


Fig. 5. Method of Changing Size of 
Steam Main when Runouts 
ARE Taken from Top 
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tions in the system, and a consequent evaporation or generation of steam 
or vapor at sub-atmospheric pressures, and at consequent lower tempera- 
tures. Systems which use vacuum valves are known as vapor or vacuum 
one- pipe systems. The vapor or vacuum systems will maintain a more 
uniform temperature condition than the pressure systems. 

Each heating unit in a one-pipe system may also be provided with a 
valve on the connection to the unit, although this is not essential except 
to shut the unit off in case it is not desired for heating. Valves on one- 
pipe systems must be either fully opened or fully closed. No throttling 
or modulating position can be maintained, since if a valve is partially 
closed condensate will not drain from the unit. This condition is dan- 
gerous because it may create a low water condition in the boiler with 
consequent burning or cracking of the boiler, or of creating a hazard 
due to the freezing of the water logged heating unit itself. 

TWO-PIPE SYSTEMS 

Two-pipe systems, as previously defined, are systems in which steam 
and condensate flow in separate pipes. Two-pipe systems operate under 



Fro. 7. Typical Steam Runout where 
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either high pressure, low pressure, vapor, or vacuum conditions. Either 
the up-flow or ti^ie down-flow arrangement of mains may be employed. 

Two-Pipe High Pressure Systems 

Two-pipe high pressure systems operate at pressures above 15 psi, 
usually from 30 to 150 psi. Large industrial type buildings, which are 
equipped with unit heaters or large built up fan units, usually use high 
pressure steam systems. 

Fig. 8 illustrates a typical high pressure system. Because of the high 
pressures and the great differential between steam and return mains, it 
is possible to locate returns above the heating units and lift the conden- 
sate to these returns. 

The condensate can be flashed into steam in low pressure mains if an\' 
are available or passed through an economizer heater before being dis- 
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Fig. 8. Typical High Pressure Heating System 


charged to a vented receiver. It is of course necessary to provide for the 
elimination of air from high pressure systems, the same as in low pressure 
systems. 

Return traps used on high pressure systems are usually of the bucket, 
inverted bucket, float or impulse type. 

Two-Pipe Low Pressure Systems 

Low pressure systems operate at pressures of 0 to 15 psi. The piping 
arrangement of both up-feed and down-feed low pressure systems is iden- 
tical with these of two-pipe vapor systems described in the following sec- 
tion. The only difference between the two systems is in the type of air valve 
used. The air valves used in low pressure systems do not contain the 
check discs and hence the S 3 r 8 tem cannot operate under vacuum condi- 
tions. The low pressure systems are not as popular as the vapor systems, 
because they have the dis^vantage of not holding heat when the rate of 
steam generation is diminishing. They also have the disadvantage of 
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corroding to a greater extent than vapor systems due to the continued 
presence of new air in the system. 

Low pressure systems have the advantage however of returning con- 
densate to the boiler readily and not retaining it in the piping as may 
be possible in vapor systems. 

Fig. 9 illustrates a typical low pressure system with condensate pump. 

Two-Pipe Vapor Systems 

Two-pipe vapor systems operate at pressures varying from 30 in. 
vacuum to 15 psi without the use of a vacuum pump. A typical two- 



Fig, 10. TywcAi^ Up-Feed Two-Pipe System with Automatic Return Trap* 

*Proi>er pipixm are eMential with spedal appliancea for preMoire eawOlaing air elimination. 
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pipe up-feed vapor system is shown in Fig. 10, and a typical two-pipe 
down-feed system is illustrated in Fig. 11. The method of dripping drop 
risers in a down-feed system is illustrated in Fig. 12. Radiators dis- 
charge their condensate and air through thermostatic traps to the dry 
return main. Air is eliminated, when the system is under pressure, at 
the ends of the supply and return mains just before they drop to the wet 
return. The air valves are of the float and thermostatic type which 
opens when cool air contracts the thermostatic element and closes when 
steam expands the element. The float element of the valve closes the 
valve when, due to pressure diflferences, water rises to the point of over- 
flow in the main. The air valves are also provided with a small check 



Fig. 12. Detail of Drip Connec- 
tions AT Bottom of Down-Feed 
Steam Drop 


Non Return 



Fig. 13 . Typical Connections for 
Automatic RExiniN Trap 
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disc which closes to prevent the inflow of air to the system when the pres- 
sure drops below atmospheric pressure. This enables the system to op- 
erate under vacuum conditions at lower steam temperatures for a period 
of four to eight hours depending on the tightness of the system. 

Vapor systems may also be provided with an automatic return trap 
or alternating receiver which automatically returns condensate to the 
boiler when the boiler is steaming under pressure conditions which would 
prevent the return of condensate by gravity. The typical connections for 
an automatic return trap arc illustrated in Fig. 13. 

Each heating unit in a vapor system, as in all two-pipe systems, is pro- 
vided with a graduated or modulating valve which permits the control 
of heat in the radiator by varying the opening of the valve. 



Two-Pipe Vacuum Systems 

Vacuum systems operate under conditions of both low pressure and 
vacuum, but employ the use of a vacuum pump to insure maintenance 
of sub-atmospheric pressures. 

A typical two-pipe up-feed vacuum system is illustrated in Fig. 14, 
and a down-feed arrangement in Fig. 15. 

The return risers are connected in the basement into a common return 
main which slopes downward toward the vacuum pump. The vacuum 
pump withdraws the air and water from the system, separates the air 
from the water and expels it to atmosphere and pumps the water back to 
the boiler, or other receiver, which may be a feed-water heater or hot 
well. It is essential that no connection be made from the supply side to 
the return side at any point except through a trap. The desirable practice 
demands a return flowing to the vacuum pump by an uninterrupted down- 
ward slope. In some instances local conditions make it necessary to drop 
the return below the level of the vacuum pump inlet, before the pump can 
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be reached. In such an event one of the advantages of the vacuum 
system is the ability to raise the condensate to a considerable height by the 
suction of the vacuum pump by means of a lift connection or fitting 
inserted in the return. The height the condensate can be raised depends 
on the amount of vacuum maintained. It is preferable to limit lift con- 
nections to a single lift at the vacuum pump. A still more preferable 
arrangement is the use of an accumulator tank, or receiver tank, with a 
float control for the pump, at the low point of the return main located 
adjacent to the vacuum pump. 



When the vertical lift is considerable, several lift fittings should be used 
in steps as shown in Fig. 16. This permits a given lift to be secured with a 
somewhat lower vacuum than where the vertical distance is served by a 
single lift. Where several lifts are present in a given system at different 
locations, the lifting cannot occur until the entire system is filled with 
steam. A lift connection for location close to the pump, where the size 
may be above the commercial stock sizes, is shown in Fig. 17. It is 
desirable that means be provided for manually draining the low point of 
the lift fittings to eliminate danger of freezing. 

TWO-PIPE SUB-ATMOSPHERIC SYSTEMS 

Sub-atmospheric systems are similar to vacuum systems but, in con- 
trast, provide control of building temperature by variation of the heat 
output from the radiators. The radiator heat emission is controlled by 
varjdng the pressure, temperature and specific volume of steam in circu- 
lation. These systems differ from the ordinary vacuum system in that 
^ey maintain a oontrdilable partial vacuum on both the supply and 
return ddes of the system, instead of only on the return side. In die 
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vacuum system, steam pressure above that of the atmosphere exists in 
the supply mains and radiators practically at all times. In the sub- 
atmospheric system, atmospheric pressure or higher exists in the steam 
supply piping and radiators only during severe weather. Under average 
winter temperature the steam is under partial vacuum which in mild 
weather may reach as high as 26 in. Hg, after which further reduction 
in heat output is obtained by restricting the quantity of steam. 

The rate of steam supply is controled by a valve in the steam main or 
by thermostatically controlling the rate of steam production in the boiler. 
The control valve may be of the automatic modulating or floating type 
governed thermostatically from selected control points in the building, or 
it may be a special pressure reducing valve which will maintain the 
desired sub-atmospheric pressures by continuous flow into the heating 
main. In some systems radiator supply valves include adjustable orifices 




Fig. 16 . Method of Making Lifts Fig. 17 . Detail of Main Return 

ON Vacuum Systems when Distance Lift at Vacuum Pump 

IS Over 6 ft 

or are equipped with regulating orifice plates. The sizes of orifices used 
are larger than for other types of orifice systems because for equal radiator 
sizes the volume flowing is larger. Orifices are omitted on some systems. 
Radiator traps and drips are designed to operate at any pressure from 
16 lb gage to 26 in. Hg. A vacuum pump capable of operating at high 
vacuum is preferable to promote accuracy in the distribution of steam 
throughout the system, particularly in mild weather. This vacuum is 
partially self-induced by the condensation of the steam in the system 
under conditions of restricted supply for reduction of the radiator heat 
emission. 

The returns must grade downward constantly and uninterruptedly from 
the radiator return outlets to the inlet of the receiver of the vacuum pump. 
One radical difference between this and the ordinary vacuum system is 
that no lifts should be made in the return line, except at the vacuum 
pump. The receivers are placed at a lower level than the pump and 
equipped with float control so that the pump may operate as a return 
pump under night conditions. The system may be operated in the same 
manner as the ordinary vacuum system when desired. 

Steam for heating domestic hot water should be taken from the boiler 
header bai;:k of the control valve so that pressures sufficiently high for 
heal^ the water teay be maintained on the heata*. The sub^atmos^ 
pberic nitethod of heati^ can be used for ^e heai^g coils of vmtilating 
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and air conditioning systems. The flexible control of heat output secured 
by this method materially reduces the required size of by-pass around the 
heaters. Son^ applications of sub-atmospheric systems are proprietary. 

TWO-PIPE ORIFICE SYSTEMS 

Orifice steam heating systems may have piping arrangements identical 
with vacuum systems. Some of these omit the radiator thermostatic 
traps but use thermostatic or combination float and thermostatic traps 
on all drip points. A return condensate pump with receiver vented to 
atmosphere, a return line vacuum pump, or a return trap, is generally 
used to return the condensate to the boiler or place of similar disposition, 
such as a feed-water heater or hot well. The heat emission from the 
radiators is controlled by varying the pressure differential maintained. 

The principle on which these systems operate is based on the fact that 
the steam flow through an orifice wdll vary when the ratio of the absolute 
pressures on the two sides of the orifice exceeds 58 per cent. If the abso- 
lute pressure on the outlet side is less than 58 per cent of the absolute 
pressure on the inlet side, no further increase in flow' w ill be obtained as a 
result of the increased pressure difference. If an orifice is so designed in 
size as to exactly fill a radiator wdth 2 psi gage on one side and 3^ psi gage 
on the other, the absolute pressure relation is: 

II y ^ 2 0 ^ 

Should the steam pressure be dropped to 34 Jb on the supply pipe, the 
pressure on each side of the orifice would be balanced and no steam flow 
would take place. From this it will be apparent that if an orifice of a 
given diameter will fill a given radiator with steam when there is a given 
pressure on the main, reducing this steam main pressure will permit filling 
various desired portions of the radiator down to the point where the main 
pressure equals the back pressure in the radiator provided the supply pipe 
pressures may be controlled sufficiently close. If orifices are designed on 
a similar basis for a given system and proportioned to the heating capacity 
of the radiators they serve, all radiators will heat proportionately to the 
steam pressure. The range of pressure variation is limited by the per- 
missible noise level of the steam flowing under the pressure difference 
required for maximum heat output. The control of the steam supply is 
obtained by a valve placed in the steam main, which maintains a deter- 
mined pressure by varying the vacuum in the return lines, or by varying 
the pressure in the supply lines and the vacuum in the returns. The 
valves are frequently manually set from a remote location, guided by tem- 
perature indicating stations in the building; or thermostatically controlled 
from a thermostat on the roof, which automatically measures the dif- 
ferential of outside and inside temperatures. Since the range through 
which the pressures may be varied is usually from 0 to 4 psi gage, the 
control should be capable of maintaining close regulation to maintain the 
desired space temperatures, particularly in mild weather. 

A recommended orifice schedule is shown in Table 1. Some systems 
use orifices not only in radiator inlets but also at different points in the 
steam supply piping for the purpose of balancing the system to a greater 
extent. In this manner the difference between the initial and terminal 
pressure in the steam main may be compensated to a great extent. For 
mcample, if the initial pressure was 3 psi gage and the pressure at the end of 
the main was 2 psi, an orifice could be u^ in each branch for the purpose 
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Table 1. Orifice Capacities for Low Pressure Steam Systems 

This table is based on data from actual tests* 


Orifice 
Diameter 
64ths of 

AN Inch 

0 IN. Hg 
Differential 

5 IN. Hg 
Differential 

4 IN. He; 
Differential 

2 IN. Hg 
Differential 

1 IN. Hg 
Differential 


Capacity Expressed in Square Feet E D R 

7 

18-23 

16-21 

15-19 

10-13 


8 

23-29 

21-27 

19-25 

13-17 

8-11 

9 

29-36 

27-33 

25-30 

17-21 

11-14 

10 

36-44 

33-40 

30-37 

21-26 

14-17 

11 

44-52 

40-48 

37-^4 

26-31 

17-20 

12 

52-62 

48-57 

44-51 

31-37 

20-24 

13 

62-72 

57-66 

51-59 

37-43 

24-28 

14 

72-83 

66-76 

59-67 

43-49 

28-32 

15 

83-94 

76-86 

67-76 

49-56 

32-37 

16 

94-106 

86-97 

76-86 

56-64 

37-42 

17 

106-119 

97-109 

86-97 

64-72 

42-47 

18 

119-133 

109-122 

97-108 

72-80 

47-52 

19 

133-148 

122-135 

108-120 

80-88 

52-58 

20 

148-163 

135-149 

120-133 

88-98 

58-64 

21 

163-179 

149-164 

133-145 

98-107 

64-71 


Capacity Expressed in Pounds per Hour 

7 

4.5-5.8 

4.0-5.3 

3.8-4.8 

2.5-3.3 


8 

5.8-7.3 

5.3-6.8 

4.8-6.3 

3.3-4.3 

2.0-2.8 

9 

7.3-9.0 

6.8-8.3 

6.3-7.5 

4.3-5.3 

2.8-3.5 

10 

! 9.0-11.0 

8.3-10.0 

7.5-9.3 

5.3-6.5 

3.5-4.3 

11 

11.0-13.0 

10.0-12.0 

9.3-11.0 

6.5-7.8 

4.3-5.0 

12 

13.0-15.5 

12.0-14.3 

11.0-12.8 

7.8-9.3 

5.O-6.0 

13 

i 15.5-18.0 

14.3-16.5 

! 12.8-14.8 

9.3-10.8 

6.a-7.0 

14 

18.0-20.8 

16.5-19.0 

14.8-16.8 

10.8-12.3 

7.0-8.0 

15 

20.8-23.5 

19.0-21.5 

16.8-19.0 

12.3-14.0 

8.0-9.3 

16 

23.5-26.5 

21.5-24.3 

19.0-21.5 

14.0-16.0 

9.3-10.5 

17 

26.5-29.8 

24.3-27.3 

21.5-24.3 

16.0-18.0 

10.5-11.8 

18 

29.8-33.3 

27.3-30.5 

24.3-27.0 

18.0-20.0 

11,8-13.0 

19 

33.3-37.0 

30.5-33.8 

27.0-30.0 

20.0-22.0 

13.0-14.5 

20 

37.0-^0.8 

33.8-37.3 

30.0-33.3 

22.0-24,5 

14.5-16.0 

21 

40.8-44.8 

37.3-41.0 

33.3 36.3 

24.5-26.8 

16.0-17.8 


Note . — The radiator orifice plates recommended in this table are made of brass stampings 0.023 in. thick 
cup-shaped to be inserted in radiator valve unions. 

•Flow of Steam Through Orifices into Kadiators. by S. S. Sanford and C. B. Sprenger (A.S.H.V.E. 
Transactions. Vol. 37, 1931, p. 371). 


of obtaining a more uniform pressure throughout the system. Such a 
provision may be particularly useful in this system for branches close 
to the boiler where the drop in the main has not yet been produced. 
Some orifice systems are proprietary. 


SIZING PIPING FOR STEAM HEATING SYSTEMS 

The functions of the piping system are the distribution of the steam, 
the return of the condensate and, in systems where no local air vents are 
provided, the removal of the air. The distribution of the steam should be 
rapid, uniform and without noise, and the release of air should be facili- 
tated as much as possible, as an air lx>und system will not heat readily 
nor properly. In designing the piping arrangement it is desirable to 
maintain equivalent resistances in the supply and return piping to and 
from a radiator. Arranging the piping so the total distance from the 
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boiler to the radiation is the same as the return piping distance from the 
heating unit, back to the boiler tends to obtain such a result. The 
condensate Which occurs in steam piping as well as in radiatora must 
be drained to prevent impeding the ready flow of the steam and air. The 
effect of back pressure in the returns and excessive revaporization, such 
as occurs where condensate is released from pressures considerably 
higher than the vacuum or pressure in the return, must be avoided. 

It is important that steam piping systems distribute steam not only at 
full design load but during excess and partial loads. Usually the average 
winter steam demand is less than half of the demand at the design outside 
temperature. Moreover, in rapidly warming up a system even in moder- 
ate weather, the load on the steam main and returns may exceed the 
ma xim um operating load for severe weather due to the necessity of raising 
the temperature of the metal in the system to the steam temperature and 
the building to the design indoor temperature. Investigations of the 



Fig. 18 . Relation Between Elasped Time, Steam Pressube, Condensate and 

Air Elimination Rates 

return of condensate have revealed that eis high as 143 per cent of the 
design condensation rate may exist under conditions of actual operation. 

The piping design of a heating system is greatly influenced by its 
operating characteristics. Heating systems do not operate under constant 
conditions as they are continually changing due to variation in load. As 
the system is b«ng filled with steam the pressures existing in various 
locations may be different from those which exist for appreciable periods 
at other locations although at equilibrium conditions the pr^ures are 
approximately the same. In designing piping it is of espedm importance 
to arrange the system to preclude trouble caused by such pressure dif- 
ferences. The systems which readily release the air permit unifonn 
pressures to be attained in much shorter time intervals than those which 
are sluggish. Results are given in Fig. 18 from investigations ‘ to deter- 
mine the rate cd condensate and air return from a two-pipe gravity heating 
system. Variations in the steam pressure during the warming-up period 
when the rate of air elimination and condensation is high are clearly 
indicated in tiiese curves. « 

It is evident that the ccmdensate flow during the initial warming-up 
period readies a peak which is greater than the constant ocmdenmi^ 
rate eventually reached when the presMire becmnes uniform. MoreoveTt 
the peak oondim«ng rate is obtained when the i^rstem steam presshre it 
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Table 2. Flow of Steam in Pipes 


P = loss in pressure in pounds per square inch. 

D = inside diameter of pipe in inches. 

L =“ length of pipe in feet. W 

d = weight of 1 cu ft of steam. 

W “ pounds of steam per hour. 

P = 0.0000000367 ( 1 + ) 


PBBBBTnUD 

Col 1 

Pips Sizx 

INTSRNA.L 

Col. 2 

Avo 

Col. 3 

Length 

Col. 4 

Loss 


II 


Area op 
ftPE 


Steam 

Press. 


OP Pipe 


IN 

^ l~P' 

1 

Actual 

1 ^ 

- 


/Too 

OlTNCBS 


Nominal 

Internal 

Diameter 

8q Inches 


PSIO 


Feet 

V-r 

0.25 

65.28 

1 

1.049 

0,864 

0.536 

-l.Oa 

0.187 

20 

2.240 

0.50 

92. is 

m 

1.380 

1.496 

1.178 

~0.5a 

0.190 

40 

1.580 

1.00 

130.5 

m 

1.610 

2.036 

1.828 

0.0 

0.193 

60 

1.290 

2 

184.6 

2^ 

2.067 

3.356 

3.710 

0.3 

0.195 

80 

1.120 

3 

226.0 

m 

2.469 

4.788 

6.109 

1.3 

0.201 

100 

1.000 

4 

261.0 

1 ^ 

3.068 

7.393 

11.183 

2.3 

0.207 

120 

0.912 

5 

291.8 

3M 

3.548 

9.887 

16.705 

5.3 

0.223 

140 

0.841 

6 


D 

4.026 


23.631 

10.3 

0.248 

160 

0.793 

7 

345.3 

4^ 



32.134 

15.3 

0.270 

180 

0.741 

8 

369.1 

5 

5.047 

20.006 

43.719 

20.3 

0.290 

200 

0.710 

10 

412.7 

6 

6.065 

28.886 

71.762 

30.3 

0.326 

250 

0.632 

12 

452.0 

7 

7.023 

38.743 

106.278 

40.3 

0.358 

300 

0.578 

14 

488.3 

8 

7.981 

50.027 

149.382 

50.3 

0.388 



16 

522.0 

9 

8.941 

62.786 

201.833 

60.3 

0.415 

400 

0.500 

20 

583.6 



78.854 

272.592 

75.3 

0.452 

450 

0.477 

24 

639.3 


12.000 





500 

0.447 

28 

690.5 

14 


137.880 

566.693 

125.3 

0.557 

600 

0.407 

32 

738.2 

16 

15.250 

182.655 

816.872 



700 

0.378 

40 

825.4 

Column 1 X 2 .X^3 X 4 - lb of st^m | 

175.3 

0.645 

800 

0.354 

48 

904.1 

per hour that will flow through a straight 
pipe for a given condition. 

200.3 

0.685 

900 

0.333 

80 

1167.2 

Example 1: 1 oz drop — 2 in. pipe " 
— 1.3 lb press. — 100 ft equivalent length: 




0.316 

160 

1650.7 

130.5 X 3.710 X 0.201 X 1 - 97.2 lb per hour. 

07.2 X 4h * 388.8 sq ft equivalent miation. 

1200 

0.289 

320 

23.34.5 

Table 1 does not allow for entrained water in low-pressure 
steam, condensation in covered pipe and roughness in com- 

1500 

0.258 


2859.1 

merdal pipe as found in practice. 


1 

2000 

0.224 


Apottndt per SQiiare inch gage >■ 2.04 in. Vacuum, Mercury Column. 

t»Tlie factor 4 b the approximate equivalent in square feet of steam radiation of 1 lb of ateam per hour. 



Vj^L 

dD^ 
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Maximum Velocity 

The capacity of a steam pipe in any part of a steam system depends 
upon the quantity of condensate present, the direction in which the 
condensate is flowing, and the pressure drop in the pipe. Where the 
quantity of condensate is limited and is flowing in the same direction as 
the steam, only the pressure drop need be considered. When the con- 
densate must flow against the steam, even in limited quantity, the ve- 
locity of the steam must not exceed limits above which the disturbance 
between the steam and the counter-flowing water may produce object- 
ionable sounds, such as water hammer, or may result in the retention of 
water in certain parts of the system until the steam flow is reduced 
sufficiently to permit the water to pass. The velocity at which such 
disturbances take place is a function of (1) the pipe size, whether the pipe 


Table 3. Comparative Capacity of Steam Lines at Various Pitches for Steam 
AND Condensate Flowing in Opposite Directions® 

Pitch of Pipe in Inches per 10 Ft. Velocity in Ft per Sec. 


Pitch 
OF Pipe 

H IN’. 

H IN. 

1 IN. 

IH IN. 

2 IN. 

3 IN. 

4 IN. 

5 IN. 

Pipe 

Size 

Inches 

’u 

a 

rt 

O 

> 

IS 

>. 

V 

o 

a 

ca 

U 

X' 

> 

Capacity 

13 

> 

K 

a 

'o 

at 

a 

ca 

U 

K 

CC 

'u 

ca 

a 

CO 

U 

’S 

> 

*0 

ca 

a 

ca 

U 

Max. Vel. 

Capacity 

t 

i 

12; 

Capacity 

Max. Vel. 



% 

25.0 

12 

30.3 

14 

37.3 

18 

40.4 

19 

42.5 

20 

46.1 

21 

47.5 

22 

49.3 

23 

1 

45.8 

12 

52.0 

15 

63.0 

17 

70.0 

20 

75.2 

22 

83.0 

23 

KMIII 

25 

90.2 

26 

IH 

101.9 

18 

117.2 



23 

144.5 

25 

IS'l.O 

27 


28 

172.6 

29 

178.2 

31 

13^ 

142.0 

18 

159.0 

21 

181.0 

23 

190.5 

26 


27 


28 

234.8 

30 

242.6 

31 

2 

230.0 

19 

263.5 

20 


23 

325.5 

25 

340.5 

27 

371.5 

28 

388.4 

29 

401.1 

30 



H 

6.3 

12 


14 

9.3 

18 

10.1 

19 

10.6 

20 

11.5 

21 

11.9 

22 

12.3 

23 

1 

11.6 

12 

13.2 

15 

15.8 

17 

17.5 

20 

18.8 

22 

20.8 

23 

22.0 

25 

22.6 

26 

IM 


18 

29.3 


33.3 

23 

36.1 

25 

38.5 

27 

41.3 

28 

43.2 

29 

44.6 

31 


85.7 

18 

39.8 

21 

45.3 

23 

49.1 

26 

52.3 


56.0 

28 

68.7 

Eia 

60.7 

31 

2 

69.0 

19 

65.9 

20 

74.9 

23 

81.4 

26 


27 

92.4 

28 

97.1 

29 


30 


•Data from American Society of Heating and Ventilating Engineers Research Laboratory. 


runs horizontally or vertically, (2) the pitch of the pipe if it runs hori- 
zontally, (3) the quantity of condensate flowing against the steam, and 
(4) freedom of the piping from water pockets which under certain con- 
ditions act as a restriction in pipe size. 

Reaming Important 

Three factors of uncertainty always exist in determining the capacity 
of any steam pipe. The first is variation in manufacture, which appar- 
ently cannot be avoided. The second is the care used in reaming the ends 
of the pipe after cutting. The effect of both of these factors increases as the 
pipe size decreases. According to A.S.H.V.E. Research Laboratory tests, 
either of these factors may affect the capacity of a 1-in. pipe as much as 
20 per cent. The third factor is the uniformity in grading the pipe line. 
All of the capacity tables given in this chapter include a factor of safety. 
However, the factor of safety referred to does not cover abnormal defects 
or constrictions nor does it cover pipe not properly reamed. 
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Equivalent Length of Run 

All tables for the flow of steam in pipes, based on pressure drop, must 
allow for the friction offered by the pipe as well as for the additional 
resistance of the fittings and valves. These resistances generally are 
stated in terms of straight pipe; in other words, a certain fitting will 
produce a drop in pressure equivalent to so many feet of straight run of 
the same size of pipe. Table 4 gives the number of feet of straight pipe 
usually allowed for the more common types of fittings and valves. In all 
pipe sizing tables in this chapter the length of run refers to the equivalent 
length of run as distinguished from the actual length of pipe in feet. The 


Table 4. Length in Feet of Pipe to be Added to Actual Length of Run- 
Owing TO Fittings — to Obtain Equivalent Length 


Size of Pipe 
Inches 

Length in Feet to be Added to Run 

Standard Elbow 

Side Outlet Tee 

Gate Valve* 

Globe Valve* 

Angle Valve* 

H 

1.3 

3 

0.3 

14 

7 

H 

1.8 

4 

0.4 

18 


1 

2.2 

5 

0.5 

23 

12 

IH 

3.0 

6 

0.6 

29 

15 

IH 

3.5 

7 

0.8 

34 

18 

2 

4.3 

8 


46 

22 


5.0 

11 

1.1 

54 

27 

3 

6.5 

13 

1.4 

66 

34 


8 

15 

1.6 



4 

9 

18 

1.9 

92 

45 

5 

11 

22 

2.2 

112 

56 

6 

13 

27 

2.8 

136 

67 

8 

17 

35 


180 

92 

10 

21 

45 

4.6 

230 

112 

12 

27 

53 

5.5 

270 

132 

14 

30 

63 

6.4 

310 

152 


ftValve in full open position. 

Example of length in 
feet of pipe to be added 
to actual length of run. 


• 132 - 0 ' 


Measured Length 182.0 ft 
4 in. Gate Valve *■ 1.9 ft 

4—^ in. Elbows 36.0 ft 

i Equivalent Length «• 169.0 ft 




length of run is not usually known at the outset; hence it may be necessary 
to assume some pipe size at the start. Such an assumption frequently is 
considerably in error and a more common and practical method is to 
assume the length of run and to check this assumption after the pipes are 
med. For this purpose the length of run usually is taken as double the 
actual length of pipe. 

TABLES FOR PIPE SIZING FOR LOW PRESSURE SYSTEMS^ 

Tables 5, 6, and 7 are based on the actual inside diameters of the inpe 
and the condensation of lb (4 oz) o£ steam per square foot of ^uivsuent 
direct radiation (abbreviated EDR) per hour. The drops indicated are 
drops in pressure per 100 ft of equivxdent Icmgth of run. The mpe is 
assumed to be urell reamed and without unusual or noticeaNe dcaects. 
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Table 5. Steam Pipe Capacities for Low Pressure Systems 

(Reference to this table will be by column letter A through L) 

This table is based on pirn sise data developed through the research investiga- 
tions of the American ^ciety of Heating and Ventilating Engineers. 


CAPACITIES OF STEAM MAINS AND RISERS 


SraciAL Capacitiss for 


Plpl 

Sna 

Im. 

DmacTioN or CoNDBNSATa Flow im Pipb Lma 

Omb-Pxpb Sraraus Onlt 

With the Steam in One-Pipe and Two-Pipe Systems 

Ajuunst tile Steam 
Two-Pipe Only 

Supply 

Rim 

Up- 

Feed 

Radiator 

Valves 

and 

Vertical 

Con- 

nections 

Radiator 

and 

Riser 

Run- 

outs 

V^pai 

or 

HOi 

Drop 

Vwpai 

or 

«Os 

Drop 

Viipei 

or 

iOs 

Drop 

or 

2 0* 
Drop 

M PSJ 
or 

40s 

Drop 

Hpe 

or 

80s 

Drop 

Vertical 

1 

Hori- 
sontal j 

A 

B 

C 

D 

B 

F 

G 


/• 


K 



Capacity Expressed In Square Feet £ D R 





30 




30 


25 



1 

39 

46 

56 

79 

111 

157 

56 

34 

45 

28 

28 


87 

100 

122 

173 

245 

346 

122 

75 

98 

62 

62 

1^ 

134 

155 

190 

269 

380 

538 

190 



93 

93 

2 

273 

315 

386 

546 

771 

1,091 

386 

195 

m8M 

169 

169 

2 ii 

449 

518 

635 

898 

1,270 

1,800 

635 

395 

464 


260 

3 

822 

948 

1,160 


2,330 

3,290 

1,130 

Wllil 

800 


475 

3H 


1,420 

msm 

2,460 

3,470 

4,910 


1,150 

1,140 


745 

4 


BEm 

2,460 


4,910 

6,950 


1,700 

1,520 


mm 

5 

KlBn 

3,710 

4,550 


9,090 

12,900 


3,150 



2,180 

6 

5.280 

6,100 

E CKJ 


14,900 

21,100 






8 

IHIXI 

12,700 


21,970 

31,070 

43,900 


. . 




10 

'fiJloV 

23,100 

R ffrj 


56,700 

80,200 







12 

•VJtiVi' 

37,100 



91,000 

129,000 






16 


69,700 

Hg 



242,000 



i 




Capacity Expressed in Pounds per Hour 


H 



8 




8 


6 


7 

1 

10 

12 

14 

20 

28 

40 

14 

9 

11 

7 

7 

iM 

22 

25 

31 

43 

61 

87 

31 

19 

20 

16 

16 

1^ 

34 

39 

48 

67 

95 

135 

48 

27 

38 

23 

23 

2 

68 

79 

97 

137 

193 

273 

97 

49 

72 

42 

42 

2 H 

112 

HIS 

159 

225 

318 

449 

159 

99 

116 


65 

3 

206 

237 

291 

411 

581 

822 

282 

175 

200 


119 

3 H 

307 

355 

434 

614 

869 

1,230 

387 

288 

286 


186 

4 

435 

503 

614 

869 

1,230 

1,740 

511 

425 

380 


278 

5 

806 

928 

1,140 

1,610 

2,270 

3,210 


788 



545 

6 

1,320 

1,520 

1,870 


3,730 

5,280 






8 

2,750 

3,170 

3,880 

5,490 


11,000 






10 

5,010 

5,790 



14,200 

20,000 






12 

8,040 

9,290 

11,400 

16,100 


32,200 






16 

15,100 


21,200 



60,500 







1 

All Horiaootal Males and DowihFaed Biaan 

Up- 

Feed 

Riaeia 

Maba 

and Du- 
dripped 
Run- 
onta 

Up- 

Peed 

Riaert 

Radiator 

Con- 

neetiona 

Rud- 

mita 

Not 

Dripped 


. gt avertge preitiire of t ps( ia uaed at g baait for caicuiatiag capadtiea. All drops 

•howtt are sa pai SMT 100 ft of equhralent nm—Daaed on bipa prolMdy teajiied. 

tm nae Cotimm B tot dropa of Vn or </a pal; aubatitute Colttmii C or Gohima B aa required. 
bDoaottiaaC^tonii Jfordros>ofV«P*ittBoeptonaiaasSin.aiidovar; below Bln. aubatitute Column B. 
*0 b tadlater nmouta over 0 ft long Incrtaae one pipe alet over that ehowa in Table 4. 













































Table 6. Return Pipe Capacities for Low Pressure Systems 
Capacity Expressed in Square Feet of Equivalent Direct Radiation 

(Reference to this table will be by column letter M through EE) 

Thit table is based on pipe size data developed through the research investigations of the American Society of Heating and Ventilating Engineers. 



175,000 















LE 7. Return E^pe Capacities for Low Pressure Systems 

Capacity Expressed in Pounds per Hour 

(Reference to this table will be made by column letter M through EE) 
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Table 5 may be used for sizing piping for steam heating systems by 
pre-determining the allowable or desired pressure drop per 100 equivalent 
feet of run and reading from the column for that particular pressure drop. 
This applies to all steam mains on both one-pipe and two-pipe systems, 
vapor systems, and vacuum systems. Columns B to G, inclusive, are used 
where the steam and condensate flow in the same direction, while 
Columns H and I are for cases where the steam and condensate flow in 
opposite directions, as in risers and runouts that are not dripped. Cqlumns 
J, K, and L are for one-pipe systems and cover riser, radiator valve and 
vertical connection sizes, and radiator and runout sizes, all of which are 
based on the critical velocities of the steam to permit the counter flow of 
condensate without noise. 

Return piping may be sized with the aid of Tables 6 and 7 where pipe 
capacities for wet, dry, and vacuum return lines are shown for the pres- 
sure drops per 100 ft corresponding to the drops in Table 5. is cus- 
tomary to us^ the same pressure drop on both the steam and return sides of 
a system. 

Example 2. What pressure drop should be used for the steam piping of a system if 
the measured length of the longest run is 500 ft and the initial pressure is not to be over 
2-psi gage? 

Solution. It will be assumed, if the measured length of the longest run is 500 ft, that 
when the allowance for fittings is added the equivalent length of run will not exceed 
1,000 ft. Then, with the pressure drop not over one half of the initial pressure, the drop 
could be 1 psi or less. With a pressure drop of 1 psi and a length of run of 1,()00 ft, the 
drop per 100 ft would be psi, while if the total drop were ^ psi, the drop per 100 ft 
would be 3^0 Psi* In the first instance the pipe could be sized according to Column D for 

psi per 100 ft, and in the second case, the pipe could be sized according to Column C 
for 3^4 psi. On completion of the sizing, the drop could be checked by taking the longest 
line ana actually calculating the eouivalent length of run from the pipe sizes determined. 
If the calculated drop is less than that assumed, the pipe size is all right; if it is more, it is 
probable that there are an unusual number of fittings involved, and either the lines must 
be straightened or the column for the next lower drop must be used and the lines resized. 
Ordinarily resizing will be unnecessary. 

TABLES FOR PIPE SIZING FOR fflGH PRESSURE SYSTEMS 

Many of the recent installations of heating systems for large industrial 
type buildings have been designed for the use of high pressure steam, 
that is, without the use of pressure reducing valves. Such systems usually 
involve the use of unit heaters or large built-up fan units with blast 
heating coils. Pressures on these systems vary from 30 to 150 psi. Tem- 
peratures are controlled by a modulating or throttling type thermostatic 
valve controlled by the air temperature in the room, fan inlet or outlet. 

Tables 8 to 11 may be used for the sizing of steam and return piping for 
systems of 30 and 150 psi pressure at various pressure drops. These 
tables are based on Babcock’s formula, and have been used as the basis 
of design for a number of years. 

SIZING PIPING FOR ONE-PIPE GRAVITY SYSTEMS 

Gravity one-pipe air-vent systems in which the equivalent length of run 
does not exceed 200 ft should be sized by means of Tables 5, 6 and 7 
as follows: 

1. For the steam main and dripped runouts to risers where the steam and condensate 
flow in the same direction, use ns”Pn drop (Column D). 

2. Where the riser runouts are not dripped and the steam and condensate fiow in 
mipodte directions, and also in the radiator runouts where the same condition occurs, use 
Column L, 
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Taqlb 8. Stbam Pipe Capaotibs for 30 psi Steam Systems* 
Capacity Expressed in Pounds per Hour 
(Steam and Condensate Flowing in Same Direction) 


Pipe Size 
Inches 

Drop in Pressure — Pounds per 100 Ft in Length 

H 



Va 

1 

2 


15 

22 

31 

38 

45 

63 

1 

31 

46 

63 

77 

89 

125 

IVi, 

69 


141 

172 

199 

281 


107 

154 

219 

267 

309 

437 

2 

217 

313 

444 

543 

627 

886 


358 

516 

730 

924 

1,030 

1,460 

3 

651 

940 

1,330 

1,630 

1,880 

2,660 


979 

1,410 


2,450 


4,000 

4 

1,390 


2,830 

3,460 


5,660 

5 

1 2,560 

3,640 

5.230 

6,400 

7,390 

10,500 

6 

4,210 

6,030 

8,590 

10,400 


17,200 

8 

I 8,750 



21,900 



10 

16,300 






12 








•Note: Steam at an average pressure of 30 psi is used as the basis for calculating the above table. 


3. For up-feed steam risers carrying condensate back from the radiators, use Column J, 

4. For down-feed systems the main risers of which do not carry any radiator con- 
densate use Column H. 

5. For the radiator valve size and the stub connection^ use Column K, 

6. For the dry return main^ use Column U, 

7. For the wet return main use Column F. 

On systems exceeding an equivalent length of 200 ft, it is suggested that 
the total drop be not over psi. The return piping sizes should corres- 
pond with the drop used on the steam side of the system. Thus, where 
H 4 -psi drop is being used, the steam main and dripped runouts would be 
sized from Column C; radiator runouts and undripped riser runouts from 
Column L] up-feed risers from Column J\ the main riser on a down-feed 
system from Column C (it will be noted that if Column H is used the 
drop would exceed the limit of 3^4 psi); the dry return from Column R\ 
and the wet return from Column Q, 

With a M 2 -psi drop the sizing would be the same as for H 4 psi except 
that the steam main and dripped runouts would be sized from Column J5, 

Table 9. Steam Pipe Capacities for 150 psi Steam Systems* 

Capacity Expressed in Pounds pet Hour 
(Steam and Condensate Flowing in Same Direction) 


Drop in Pressure — P si per 100 Ft in Length 


INCliSS 



H 

H 

1 

2 

5 

K 

29 

41 

58 

71 

82 

116 

184 

1 

58 

82 

117 


165 

233 

369 


130 

185 




523 

827 

m 

203 

287 




813 

1,290 

2 

412 

583 

825 

1,010 


1,650 


2H 

683 

959 


1,650 

1,920 

2,710 

4,290 

3 

1,240 

1,750 

2,480 

3,020 

3.500 

4,940 

7,820 

3H 

1.860 

2,630 

3,720 

4,550 

5,250 

7,420 

11,700 

4 

2,630 

3,720 

5,260 


7.430 

10,500 

16,600 

5 

4,860 

6,880 

9,730 

11,900 


19,500 

■ 1 1 M 

6 

7,960 

11,300 


19,500 

22.600 

31,900 

50.400 

8 

16,600 

23,500 


40,600 


66,400 

105,000 

10 

30,800 

43,400 


75,600 




12 

48,600 

68,800 


119,000 


194,000 

307,500 


•Note: Steam at an average preasure of 150 psi is need as the baeis for calculating the above table* 
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Table 10. Return Pipe Capacities for 30 psi Steam Systems^ 
Capacity Expressed in Pounds per Hour 


1 

Pipe Size 
Inches 

Drop in Pressure — Pounds per 100 Ft in Length 


H 


H 

1 

H 

115 

170 

245 

308 

365 

1 

230 

340 

490 

615 

730 


485 

710 

1,025 

1,290 

1,530 

m 

790 

1,160 

1,670 

2,100 

2,500 

2 

1,580 

2.360 

3,400 

4.300 

5,050 

2K 

2,650 

3,900 

5,600 

7,100 

8,400 

3 

4,850 

7,100 

10,300 

12,900 

15,300 

3M 

7,200 

10,600 

15,300 

19,200 

22,800 

4 

10,200 

15,000 

21,600 

27,000 

32,300 

5 

19,000 

27.800 

40.300 

55,500 

60,000 

6 

31,000 

! 45,500 

65,500 

83,000 

98,000 


•Note: The above table is based on steam at pressures of 0 to 4 psi. 


the main riser on a down-feed system from Column B, the dry return from 
Column 0, and the wet return from Column N, 

Notes on Gravity One-Pipe Air-Vent Systems 

1. Pitch of mains should not be less than in. in 10 ft. 

2. Pitch of horizontal runouts to risers and radiators should not be less than in. 
per foot. Where this pitch cannot be obtained runouts over 8 ft in length should be one 
size larger than called for in the table. 

3. In general, it is not desirable to have a main less than 2 in. The diameter of the 
far end of the supply main should not be less than half its diameter at its largest part. 

4. Supply mains, runouts to risers, or risers, should be dripped where necessary. 

5. Where supply mains are decreased in size they should be dripped, or be provided 
with eccentric couplings, flush on bottom. 

Example 4- Size the one-pipe gravity steam system shown in Fig. 19 assuming that 
this is all there is to the system or that the riser and main shown involve the longest run 
on the system. 

Solution, The total length of run actually shown is 215 ft. If the equivalent length 
of run is taken at double this, it will amount to 430 ft, and with a total drop of psi 
the drop per 100 ft will be slightly less than He Psi. It would be well in this case to use 
^4 psi, and this would result in the theoretical sizes indicated in Table 12. These theo- 


Table 11. Return Pipe Capacities for 150 psi Steam Systems* 
Capacity Expressed in Pounds per Hour 


Drop in Pressure~Psi per 100 Ft in Length 


Pipe Size 


Inches 



H 

H 

1 

2 

Va. 

156 

232 

360 

465 

560 

890 

1 

313 

462 

690 

910 

1,120 

1,780 

IH 

650 

960 

1,500 

1,950 

2.330 j 

3.700 

IH 

1,070 

1,580 

2,460 

3,160 

3,800 

6,100 

2 

2,160 

3,300 

4,950 

6,400 

7,700 

12,300 


3,600 

5,350 

8,200 

10,700 

12,800 

20,400 

3 

6,500 

9,600 

15,000 

19,500 

23.300 

37,200 

m 

9,600 

14,400 

22,300 

28,700 

34,500 

55,000 

4 

13,700 

20,500 

31,600 

40,500 

49,200 

78,500 

5 

25,600 

38,100 

58,500 

76,000 

91,500 

146,000 

6 

42,000 

62,500 

1 96,000 

125,000 

150,000 

238,000 


•Note: The above table is based on steam at pressures of 1 to 20 psi. 
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Table 12. Pipe Sizes for One-Pipe Up-Feed System Shown 
IN Fig. 19 


Part or Ststbm 

Section 
or Pipe 

Radiation 

Supplied 

EDR 

8q Ft 

1 HEORBTICAL 
I^IPB SIZE 

(Inches) 

Practical 
Pipe size 
(Inches) 

Branches to radiators.. 


100 

2 

2 

Branches to radiators.. 


50 

VA 


Riser 

a to b 

200 

2 

2 

Riser 

b to c 

300 

2H 

2H 

Riser 

cto d 

400 

2H 

214 

Riser 

d to e 

500 

3 

3 

Riser 

e to f 

600 

3 

3 

Runout to riser. 

/tog 

GOO 

3H 


Supply main 

gtoh 

600 

3 

3 

Branch to supply main 

h toj 

GOO 

2H 

3 

Dry return main 

f to k 

GOO 

1^ 

2 

Wet return main 

k to m 

GOO 

1 

2 

Wet return main 

m to n 

600 

1 

2 

Wet return main 

n to p 

600 

1 

2 


lZL:J3..n 


Fig. 19. Riser, Supply 
Main and Return Main 
OF One- Pi PE System 



retical sizes, however, should be modified by not using a wet return less than 2 in. while 
the main supply, g-h, if from the uptake of a boiler, should be made the full size of the 
main, or 3 in. Also the portion of the main k-m should be made 2 in. if the wet return 
is made 2 in. 

SIZING PIPING FOR ONE-PIPE VAPOR SYSTEMS 

Piping for one-pipe vapor systems is sized so as to permit only a few 
ounces pressure drop in the system. Otherwise, the method follows that 
outlined for sizing one-pipe gravity systems. 

SIZING PIPING FOR TWO-PBPE ffiGH PRESSURE SYSTEMS 

Steam piping for two-pipe high pressure can be sized for greater 
pressure drops than that of the return piping. For a system using steam 
at 30 psi, the total pressure drop can be 5 to 10 psi and for 150 psi systems, 
25 to 30 psi. 

It has been observed that the maximum total pressure in the returns of 
a 30-psi system is about 5 psi, and that of a 150-psi system is about 20 psi. 
The pressure in the return mains is, of course, caused by the discharge of 
traps, or by leaky traps and by flashing of condensate into steam due to 
the lower pressure in the return line. The usual practice in the sizing of 
high pressure returns has been to size on the basis of 34 psi per 100 ft of 
pipe for 30-psi systems, and 1 psi per 100 ft for 150-psi systems. This is 
an average figure which corresponds generally to several of the previously 
published tables for the design of high pressure return piping. 

Notes on Two-Pipe High Pressure Systems 

Pitch of mains should not be less than inch in 10 feet# 

Pitch of horizontal runouts to risers and heating units should be not less than H inch 
per foot. 
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SIZING PIPING FOR TWO-PIPE LOW PRESSURE SYSTEMS 

Piping for two-pipe low pressure systems is sized in the same manner as 
for two-pipe vapor systems, except that the pressure drop throughout 
the system can be based on 3^ psi to 1 psi drop. 

SIZING PIPING FOR TWO-PIPE VAPOR SYSTEMS 

While many manufacturers of patented vapor heating accessories have 
their own schedules for pipe sizing, an inspection of these sizing tables 
indicates that in general as small a drop as possible is recommended. The 
reasons for this are: (1) to have the condensate return to the boiler by 
gravity, (2) to obtain a more uniform distribution of steam throughout 
the system, especially when it is desirable to carry a moderate or low 
fire, and (3) because with large variations in pressure the value of gradu- 
ated valves on radiators is destroyed. 

For small vapor systems where the equivalent length of run does not 
exceed 200 ft, it is recommended that the main and any runouts to risers 
that may be dripped should be sized from Column £>, Table 5, while riser 
runouts not dripped and radiator runouts should employ Column I. The 
up-feed steam risers should be taken from Column H, On the returns, 
the risers should be sized from Tables 6 and 7, Column U, (lower portion) 
and the mains from Column U (upper portion). It should again be 
noted that the pressure drop in the steam side of the system is kept the 
same as on the return side except where the flow in the riser is concerned. 

On a down-feed system the main vertical riser should be sized from 
Column jHT, but the down-feed risers can be taken from Column D al- 
though it so happens that the values in Columns D and H for small 
systems correspond. This will not hold true in larger systems. 

For vapor systems over 200 ft of equivalent length, the drop should not 
exceed 3^ psi to ^ psi, if possible. Thus, for a 400 ft equivalent run the 
drop per 100 ft should be not over 3^ psi divided by 4, or H 2 psi. In this 
case the steam mains would be sized from Column JS, the radiator and 
undripped riser runouts from Column I; the risers from Column B, 
because Column H gives a drop in excess of H 2 psi. On a down-feed 
system, Column B would have to be used for both the main riser and the 
smaller risers feeding the radiators in order not to increase the drop over 
H 2 psi. The return risers would be sized from the lower portion of Column 
0 and the dry return main from the upper portion of the same column, 
while any wet returns would be sized from Column N, The same pressure 
drop is applied on both the steam and the return sides of the system. 

Notes on Vapor Systems 

1. Pitch of mains should not be less than ^ in. in 10 ft. 

2. Pitch of horizontal runouts to risers and radiators should not be less than in. 
per foot. Where this pitch cannot be obtained runouts over 8 ft in length should one 
size larger than called for in the table. 

8. In general it is not desirable to have a supply main smaller than 2 in. 

4. When necessary, supply main, supply risers, or runouts to supply risers should be 
dripped separately into a wet return, or may be connect^ into the dry return through 
a thermostatic drip trap. 

SIZING PIPING FOR TWO-PIPE VACUUM SYSTEMS 

Vacuum, atmospheric, sub^tmospberic and orifice systems are usually 
employed in large installations and have total drops varying from H to 
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1^2 psi» Systems in which the maximum equivalent length does not exceed 
200 ft preferably employ the smaller pressure drop, while systems over 
200 ft equivalent length of run more frequently are designed for the higher 
drop, owing to the relatively greater saving in pipe sizes. For example, a 
system with 1200 ft longest equivalent length of run would employ a drop 
per 100 ft of 3^ psi divided by 12, or V 24 psi. In this case, the steam main 
would be sized from Column C, Table 5, and the risers also from Column 
C (Column i? could be used as far as critical velocity is concerned but the 
drop would exceed the limit of V 24 psi). Riser runouts, if dripped, would 
use Column C but if undripped would use Column /; radiator runouts. 
Column /; return risers, lower part of Column 5, Tables 6 and 7; return 
runouts to radiators, one pipe size larger than the radiator trap con- 
nections. 

Notes on Vacuum Systems 

1. It is not generally considered good practice to exceed 3^ psi drop per 100 ft of 
equivalent run nor to exceed 1 psi total pressure drop in any system. 

2. Pitch of mains should not be less than }4. in. in 10 ft. 

3. Pitch of horizontal runouts to risers and radiators should not be less than 3^ in. 
per foot. Where this pitch cannot be obtained runouts over 8 ft in length should be one 
size larger than called for in the table. 

4. In general it is not considered desirable to have a supply main smaller than 2 in. 

5. When necessary, the supply main, supply riser, or runout to a supply riser should 
be dripped separately through a trap into the vacuum return. A connection should not 
be made between the steam and return sides of a vacuum system without interposing a 
trap to prevent the steam from entering the return line. 

6. Lifts should be avoided if p^ible, but when they cannot be eliminated they 
should be made in the manner described in this chapter. 

7. No lifts can be used in orifice and atmospheric systems. In sub-atmospheric 
systems the lift must be at the vacuum pump. 


SIZING PIPING FOR INDIRECT HEATING UNITS 


Pipe connections and mains for indirect heating units are sized in a 
manner similar to radiators, but the equivalent direct radiation must be 
ascertained for each row of heating unit stacks and then must be divided 
into the number of stacks constituting that row and into the number of 
connections to each stack. 


pdr - Q X 60 X (/I - <e) Q X (/I - ^) 
^ 55.2 X 240 220.8 


( 1 ) 


where 

EDR » equivalent direct radiation, square feet. 

Q volpme of air, cubic feet per minute. 

tt the temperature of the air entering the row of heating units under con^ 
sideration, Fahrenheit degrees. 

h « the temperature of the air leaving the row of heating units under considera- 
tion, Fahrenheit d^ees. 

60 "* the humber of minutes in one hour. 

55.2 <» the number of cubic feet of air heated I Fahrenheit degree by 1 Btu. 

240 Btu equivalent of 1 sq ft of EDR. 

5* Assume that a 8-row heating wit shown in d^is diapter in Fig. 38 is 
h^mdling 50|000 cfm of ak and that the nse hi the first row is fwm Q to ^ 1% in the 
second tow from 40 to 06 F. and In the third row ftoio €5 to 80 F. What is the load 
la SDR on oudk iui^pty and mtm 




442 


CHAPTER 23 


1948 Guide 


Solution. For row 1, 

R 

i 

For row 2, 

R 


50.000 X (40 - 0) 
220.8 


« 9058 sq ft. 


50.000 X (65 - 40) 
220.8 


5661 sq ft. 


For row 3, 

R 


50,000 X (80 - 65) 
220.8 


3397 sq ft. 


Each row of heating units consists of four stacks and each stack has two connections 
so that the load on each stack and each connection of the stack is as follows: 


Row 

Total Load 
(EDR) 

Stack Load* 

(EDR) 

Connection LoA»b 
(EDR) 

1 

9058 

2265 

2265 or 1132 

2 

5661 

1415 

1415 or 708 

3 

3397 

849 

849 or 425 


"One quarter of total row load. 

bOne half of stack load if two steam connections are made: otherwise, same as stack load. 


The pipe sizes would then be based on the length of the run and the pressure drop 
desired, as in the case of radiators. It generally is considered desirable to place the in- 
direct heating units on a separate system and not on supply or return lines connected to 
the general heating system. 

Most manufacturers of heating coils now publish condensing capacities of their coils 
for all common operating conditions in pounds of steam per hour per square foot of face 
area (or free area for some designs). These rates may be used in connection with Tables 
5 to 7 to size the piping. 

PRESSURE REDUCING VALVES 

While the illustrations ^ven in Figs. 2 to 17 inclusive indicate the 
various systems to be supplied by separate boiler plants, it is also possible 
to have steam supplied at high pressure by a boiler plant remotely located. 
In this case steam is supplied directly to the system or through a pressure 
reducing valve. Condensate can either be returned to the boiler plant or 
wasted to the sewer. The general arrangement of the systems fed through 
a pressure reducing valve will not vary from those illustrated with a 
boiler supply. 

When high pressure steam is being supplied and lower steam pressures 
are required for heating, for domestic hot water, for utility services, etc., 
one or more pressure reducing valves (pressure regulators) are required. 

These are used in two classes of service, one where the steam must be 
shut off tight to prevent the low pressure building up at time of no load, 
and the other where the low pressure lines will condense enough steam to 
offset normal leaking through the valve. In the latter ceise, double seated 
valves may be used in a manner that reduces the work required of the 
diaphragm in closing the valve and consequently the size of the dia> 
phragm. These valves also control the low pressures more closely under 
conditions of varying high pressures. * 

Valves that shut off all steam are called dead end type. They are single 
seated, and some of them have pilot operation that provides close control 
of the reduced pressure. If a thermostatically controlled valve is installed 
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after, and near, a reducing valve in such a manner as to cut off the 
passage of steam, the dead end type should be used. 

It is common practice when the initial steam pressure is 100 psi or 
higher to install two-stage reduction. If the radiation served is cast-iron, 
the A.S,M,E, code requires two reducing valves when the inlet pressure 
exceeds 50 psi. This makes a quieter condition of steam flow, as it is 
apparent that with one reduction, as for example from 150 to 2 psi, there 
is a smaller opening with greater velocity across the reducing valve and, 
consequently, more noise. A two-stage reduction also introduces a 
source of safety, since if one reducing valve were to build up its discharge 
pressure, this excess pressure would not be so great as the case might be 
in a one-stage reduction. 

If an installation requires single seated valves and the pilot type 
cannot be used, it is necessary to use two-stage reduction, as single seated 
valves require sufficient diaphragm area to overcome the unbalanced 
pressure underneath the single valve. In many cases the large diameter 
of diaphragm required would make it impractical in construction. With a 
two-stage reduction the diaphragm diameter required would be reduced. 
If a one-stage reduction is desired, it is necessary to use a pilot controlled 
pressure reducing valve, where low pressures are to be maintained closely. 

In making a two-stage reduction, allowance for expansion of steam on 
the low pressure side of the valve should be made by increasing the pipe 
size. This also allows steam flow to be at a more nearly uniform velocity. 
Separating the valves by a distance up to 20 ft is recommended to reduce 
excessive hunting action of the first valve. 

When the reduced pressure is approximately 15 psi or lower, the weight 
and lever diaphragm valve gives the best results with minimum main- 
tenance. Above 15 psi, spring loaded diaphragm valves should be used, 
because of the extra weights required on weight and lever type. Pressure 
equalizing lines should not be connected too close to the valve. They 
should be connected into the bottom of the reduced pressure steam main, 
to allow maximum condensate to exist in the equalizing lines, or the 
connection can be made into the top of the main if a water accumulator 
is used to reduce the variation of the head of water on the diaphragm. 

Care should be exercised in selecting the size of a reducing valve. The 
safest method is to consult the manufacturer. It is essential that sizes 
of piping to and from the reducing valve be such that they will pass 
the desired amount of steam with the maximum velocity desired. A 
common error is to make the size of the reducing valve the same size as 
that of the service, or outlet pipe size. Generally, this will make the 
reducing valve oversized, and bring about wire-drawing of valve and seat, 
due to small lift of the valve seat. 

On installations where the steam requirements are relatively large and 
variable in mild weather or reduced demand periods, wire-drawing may 
occur. To overcome this condition, two reducing valves are installed in 
parallel, with the sizes selected on a 70 and 30 per cent proportion of 
maximum flow. For example, if 50,000 lb of steam per hour are required, 
the size of one valve is on the basis of 0.7 X 50,000 lb, or 35,000 lb, and 
the other on the basis of 0.3 X 50,000 lb, or 15,000 lb. During the mild 
or reduced demand periods, steam will flow through the smaller valve 
only. During the remainder of the season, the larger valve is set to control 
at whatever low pressure is desired, and the smaller one at a somewhat 
lower pressure. Thus, when steam flow is not at its maximum, the 
smaller valve is closed, but it opens automatically when the maximum 
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steam demand occurs, because this maximum demand creates a flight 
pressure drop in the service line. 

The installation of reducing valves in pipe lines requires detailed 
planning. ^ They should be installed to give ease of access for insi>ection 
and repair, and wherever possible with diaphragm downward, except 
in cases of pilot operated valves. 

There should be a by-pass around each reducing valve of size equal to 
one-half the size of reducing valve. The globe valve in by-pass line should 
be of a better type of construction, and must shut off absolutely tight. 
A steam pressure gage, graduated up to the initial pressure, should be 
installed on the low pressure side. Safety valves located on the low 
pressure side should be set 5 psi higher than the final pressure but may be 
10 psi higher than the reduced pressure if this reduced pressure is that of 
the first stage reduction of a double reduction. Strainers are sometimes 
installed on the inlet to the reducing valve but are not required before a 
second-stage reduction. If a two-stage reduction is made, it is well to 
install a pressure gage immediately before the reducing valve of the 
second-stage reduction also. In sizes 3 in. and above, it is advisable to 
install a drip trap between the two reducing valves. 

BOILER CONNECTIONS 

Steam 

Cast-iron, sectional heating boilers usually have several outlets in the 
top. Two or more outlets should be used whenever possible to reduce the 
velocity of the steam in the vertical uptakes from the boiler and thus to 
prevent water being carried over into the steam main. 

Return 

Cast-iron boilers are generally provided with return tappings on both 
sides, while steel boilers are generally equipped with only one return 
tapping. Where two tappings are provided, both should be used to effect 
proper circulation through the boiler. The return connection should 
include either a Hartford return connection or a check valve to prevent 
the accidental loss of boiler water to the returns with consequent danger 
of boiler damage. The Hartford return connection is to be preferred over 
the check valve because the latter is apt to stick or not close tightly and, 
furthermore, because the check valve offers additional resistance to the 
condensate coming back to the boiler, which in gravity systems would 
raise the water line in the far end of the wet return several inches. 

In order to prevent the boiler from losing its water under any circum- 
stances, the use of the Hartford return connection is recommended. 
This connection for a one- or two-boiler installation is shown in Fig. 20. 
The essential features of construction of a Hartford return connection are : 
(1) a direct connection (made without valves) between the steam side 
of the boiler and the return side of the boiler, and (2) a close nipple, or 

P referably an inverted Y-fitting connection about 2 in. below the normal 
oiler water line from the return main to the boiler steam and return 
pressure balance connection. Equalizing pipe connections between the 
steam and return are given in Fig. 20, based on grate areas, but in no case 
shall this pipe size be less than the main return piping from the system. 

Sizing Boil^ ConneeliaiiB 

Little information is available on the sizing of boiler runouts and steam 
headers. Although some engineers prefer an enlarged steam header to 



Staam Heating Syatema and Piping 


44S 


serve as additional steam storage space, there ordinarily is no sudden 
demand for steam in a steam heating system except during the heating-up 
period, at which time a large steam header is a disadvantage rather than 
an advantage. The boiler header may be sized by first computing the 
maximum load that must be carried by any portion of the header under 
any conceivable method of operation, and then applying the same 
schedule of pipe sizing to the header as is used on the steam mains for the 
building. The horizontal runouts from the boiler, or boilers, may be sized 
by calculating the heaviest load that will be placed on the boiler at any 
time, and sizing the runout on the same basis as the building mains. The 
difference in size between the vertical uptakes from the boiler, which 
should be of same size as the boiler outlet tapping, and the horizontal 
main or runout is compensated for by the use of reducing ells. 

Return connections to boilers in gravity systems are made the same 
size as the return main itself. Where the return is split and connected to 



two tappings on the same boiler, both connections are made the full size 
of the return line. Where two or more boilers are in use, the return to 
each may be sized to carry the full amount of return for the maximum load 
which that boiler will be required to carry. Where two boilers are used, 
one of them being a spare, the full size of the return main would be carried 
to each boiler, but if three boilers are installed, with one spare, the return 
line to each l^iler would require only half of the capacity of the entire 
system, or, if the boiler capacity were more than one-half the entire system 
load, the return would be sized on the basis of the maximum boiler 
capacity. As the return piping around the boUer is usually small and 
short, it should not be sized to the minimum. 

With^ returns pumped from a vacuum or receiver return pump, the size 
of the line may be c^culated from the water rate on the pump discharge 
when it is operating, and the line sized for a very small pressure drop. 
The relative boiler loads should be considered, as in the case of gravity 
return connections. Boiler header and piping siz» should be b^ed on 
the total load. 
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CONDENSATE RETURN PUMPS 

Condensate return pumps are used for gravity systems when the 
local conditions do not permit the condensate to return to the boiler 
under the existing static head. The return of the condensate permits the 
water to repeatedly go through the cycle of vaporization, with subsequent 
condensation and return to the boiler. During such repeated cycles any 
incrustants or other substances in solution are precipitated and the water 
de-activated to a considerable extent so that corrosion of a serious nature 
is seldom ever encountered where the condensate is repeatedly used. 
Serious corrosion is more frequently found in systems in which the con- 
densate is wasted and fresh make-up water is continually being intro- 
duced. 

The most generally accepted condensate pump unit for low pressure 
heating systems consists of a motor-driven centrifugal pump with receiver 
and automatic float control. Other types in use include rotary, screw, 
turbine and reciprocating pumps with steam turbine or motor drive, and 
direct-acting steam reciprocating pumps. 

The receiver capacities of these automatic units should be sized so as 
not to cause too great a fluctuation of the boiler water line if fed directly 
to the boiler and at the same time not so small as to cause too frequent 
operation of the unit. The usual unit provides storage capacity between 
stops in the receiver of approximately 1.5 times the amount of condensate 
returned per minute and the pump generally has a delivery rate of 3 to 4 
times the normal flow. This relation of receiver and pump size to heating 
system condensing capacity takes account of the peak condensation rate. 

A typical installation of a motor driven automatic condensate unit 
is illustrated in Fig. 9. 

VACUUM HEATING PUMPS 

On vacuum systems, where the returns are under a vacuum, and sub- 
atmospheric systems, where the supply piping, radiation and the returns 
are under a vacuum, it is necessary to use a vacuum pump to discharge the 
air and non-condensable gases to atmosphere and to dispose of the 
condensate. Direct-acting steam-driven reciprocating vacuum pumps 
are sometimes used where high pressure steam is available or where the 
exhaust steam from the pump can be utilized. In general, however, these 
have been replaced by the automatic motor-driven return line heating 
pump especially developed for this service. Steam turbine drive is also 
frequently used where steam at suitable pressures is available, the steam 
being us^ afterward for building heating. The usual vacuum pump 
unit consists of a compact assembly of exhausting unit for withdrawing 
the air-vapor mixture and discharging the air to atmosphere and a water 
removal unit which discharges the condensate to the boiler. They are 
furnished complete with receiver, separating tank and automatic controls 
mounted as an integrated unit on one base. There are also special steam 
turbine driven units which are operated by passing the steam to be used 
in heating the building through the turbine with only a 2 to 3 psi drop 
across the turbine required for its operation. Under special conditions 
such as installations where it is necessary to return the condensate to a 
high pressure boiler, auxiliary water pumps may be supplied. In some 
instances separate air and water pumps may be used. 

For rating purposes * vacuum pumps are classified as low vacuum and 
high vacuum. Low vacuum pumps are those rated for maintaining in. 
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Hg vacuum on the system, and high vacuum pumps are those rated to 
maintain vacuums above 534 in. 

Manufacturers of vacuum pumps specify that the standard capacity of 
pumps shall be 0.3 to 0.5 cfm of air removal and 0.5 gpm of water per 
1000 EDR vserved. This capacity is at 534 in. of vacuum and with con- 
densate at 160 F. The larger air capacity is for smaller systems and the 
smaller capacity for the larger systems. 

Some manufacturers, however, specify more air capacity than standard 
where higher vacuums are desired and where air leakage is suspected. 

The vacuum that can be maintained on a system depends upon the 
relationship of the air leakage rate into the system to the operating air 
capacity of the hydraulic evacuator when operating at any given return 
line temperature. The hotter the returns, the lower will be the possible 
vacuum for a given air leakage rate into the system. It is particularly 
essential on high vacuum installations to see that the entire system is 
tight in order to reduce the amount of inward air leakage and, further- 



Fic. 21. Method of Discharging High-Pressure Apparatus into Low-Pressure 
Heating Mains and Vacuum Return Mains through 
A Low-Pressure Trap 

more, to see that relatively higher temperature steam is prevented from 
entering the vacuum return lines through leaky traps, high pressure 
drips, etc. It is for this reason that the condensate from equipment using 
steam at high pressures should not be connected directly to a vacuum 
return line, but should drain to a receiver through a high pressure trap. 
The receiver should have an equalizing connection to a low pressure steam 
main and drain through a low pressure trap to the vacuum return main as 
indicated in Fig. 21. 

Vacuum Pump Controls 

In the ordinary vacuum system, the vacuum pump is controlled by a 
vacuum regulator which cuts in when the vacuum drops to the lowest 
point desired and cuts out when it has been increased to the highest pointy 
these points being varied to suit the particular system or operating 
conditions. In addition to this vacuum control, a float control is included 
which will start the pump whenever sufficient condensate accumulates in 
the receiver, regardless of the vacuum on the system, A selector switch 
is usually provided to allow operation at night as a condensate pump only, 
also to give manual or continuous operation when desired^ 
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There are several variations in the control of the vacuum maintained on 
the system |by the pump. In some sub-atmospheric systems where 
orifices are used, the vacuum pump control maintains a pressure difference 
between the supply and the return piping, which is held within relatively 
close limits. There are other sub-atmospheric systems which utilize 
special temperature-pressure actuated controls for maintaining the desired 
conditions in the return lines. Where various zones are connected to the 
same return main, the return vacuum must be controlled to meet the 
requirements of the zone operating at the lowest steam supply pressure. 

Piston Displacement Vacuum Pumps 

Piston displacement return vacuum heating pumps may be either elec- 
tric or steam driven. Their piston speed in feet per minute should not 
exceed 20 times the square root of the number of inches in their stroke. 
They are usually supplied with an air separating tank, open to atmos- 
phere, placed on the discharge side of the pump and at an elevation 
sufficiently high to allow gravity flow of the condensate to the boiler. If 
the boiler pressure is too high for such gravity feed, then an additional 
steam pump for feeding the boiler is desirable. The extra pump is some- 
times avoided by using a closed separating tank with a float controlled 
vent. In both arrangements, the air taken from the system must be 
discharged against the full discharge pressure of the vacuum pump. In 
the case of high or medium pressure boilers, it is better to use the atmos- 
pheric separator and the second pump. 

In figuring the required displacement for such pumps, a value of from 
6 to 10 times the volumetric flow of condensate is used for average 
vacuums and systems. 

TRAPS 

The fundamental principle upon which the operation of practically all 
traps depends is that the pressure within the trap at the time of discharge 
shall be equal to, or slightly in excess of^ the pressure against which the 
trap must discharge, including the friction head, velocity head and static 
head on the discharge side of the trap. 

Traps are generally classified as to function as (a) separating traps, 
(6) return, lifting or vacuum traps, and (c) air traps. 

Separating traps may be eithi^r float operated, thermostatically operated, or float and 
thermostatically op>erated. Separating traps are used to release water of condensation 
but to retain steam. The thermostatic, and float and thermostatic types release both 
condensate and air but retain steam. Separating traps are used for draining condensate 
from radiators, indirect air heaters, steam piping systems, kitchen equipment, laundry 
equipment, hospital equipment, drying equipment and many other kinds of apparatus. 

Return traps are used for returning condensate either by gravity, by steam pressure, 
or by both, to a boiler or other point of disposal, and for lifting condensate from a lower 
to a higher elevation, or for handling condensate from a lower to a higher pressure. Re- 
turn traps for low pressure service are referred to later as aUernattng receivers in this 
chapter. Return traps may also operate to receive condensate under a vacuum and 
return it to atmosphere or a higher pressure. 

AiUomaiic return traps^ sometimes called aUernaiing receivers^ may be of the counter- 
balanced, tiltiqg type, or spring actuated. The^ consist of a small receiver with an 
internal float, and when the condensate will not flow into the boiler under pressure, it 
wHl feed into the receiver of the trap, and in so doing, raise or tilt the float or mechanism 
which actuates a eteam valve automatically. This admits steam to the receiver, at boiler 
preissure, and the equalizing of die pressures whicll follows allows the water to flow into 
the boiler. 

In the general heating plant, where thermostatic traps are installed on the heating 
units, it b^mes necessary to provide a means for returning the water of condensation 
to the boiler, if a condensate or vacuum pump is not us^. When the return main can 
be kept sufliciently high above the boiler water line for all operating conditions, the water 
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of condensation will flow back by gravity, and no mechanical device is required. But 
actually this does not work out in practice. It follows, therefore, that a direct-return 
trap is needed for the handling of the condensate even though it may not be called into 
action except under some operating condition where the pressure differential exceeds the 
static head provided. The installation of a direct-return trap assures safety for such 
systems, and guarantees the operation of the plant under varying conditions. 

Air traps release air but retain water. Devices known as air vents are, in principle, 
traps which allow the passage of air but prevent the passage of either water or steam. 
Air traps are generally float operated. 

Traps may also be classified according to the principle of operating 
device which supplies the power to cause them to function as (1) float, (2) 
bucket, (3) thermostatic, (4) float and thermostatic, (5) impulse, or 
(6) tilting traps. 

Float T raps. A discharge valve is operated by the rise and fall of a float due to the 
chan^je of water level in the trap. When the trap is empty the float is in its lowest 
position, and the discharge valve is closed. A gage glass may be used to indicate the 
neight of water in the chamber. 

Unless float traps are well made and proportioned there is danger of considerable steam 
leakage through the discharge valve due to unequal expansion of the valve and seat and 
the sticking of moving parts. The discharge from a float trap is usually continuous since 
the height of the float, and consequently the area of the outlet, is proportional to the 
amount of water present. 

Bucket Traps. Bucket traps are of two types, the upright and inverted, and although 
they are both of the open float construction, their operating principle is entirely different. 
In the upright bucket trap, the water of condensation enters the trap and fills the space 
between the bucket and the walls of the trap. This causes the bucket to float and forces 
the valve against its seat, the valve and its stem usually being fastened to the bucket. 
When the water rises above the edges of the bucket it flows into it and causes it to sink, 
thereby withdrawing the valve from its seat. This permits the steam pressure acting on 
the surface of the water in the bucket to force the water to a discharge opening. \A^en 
the bucket is emptied it rises and closes the valve and another cycle begins. The dis- 
charge from this type of trap is intermittent. 

In the inverted bucket trap, steam floats the inverted submerged bucket and closes the 
valve. Water entering the trap fills the bucket, which sinks and through compound 
leverage opens the valve, and the trap discharges. It is impossible to install a water gage 
glass on an inverted bucket trap, but if visual inspection is necessary, a gage glass can be 
placed on the line leading to the trap. No air relief cocks can be used, but they are un- 
necessary, as the elimination of air is automatically taken care of by air passing through 
the vent in the top of the inverted bucket regardless of temperature. 

Thermostatic Traps. Thermostatic traps are of two types, those in which the dischan^e 
valve is operated by the relative expansion of metals, and those in which the action of a 
volatile liquid is utilized for this purpose. Thermostatic traps of large capacity for 
draining blast coils or very large radiators are called blast traps. 

Float and thermostatic traps have both a thermostatic element to release air and a 
float element to release the water. 

Impulse traps operate with a moving valve actuated by a control cylinder. When 
the trap is handling condensate, the pressure required to lift the valve is greater than the 
reduced pressure in the control cylinder and consequently the valve opens allowing a 
free discharge of condensate. As the remaining condensate approaches steam tempera- 
ture, flashing into steam results, flow through the valve orifice is choked and the pressure 
builds up in the control chamb^ closing the valve. 

Tilting Traps. With this type of trap, water enters a bowl and rises until its weight 
overbalances that of a counter-weight, and the bowl sinks to the bottom. As the bowl 
sinks, a valve is opened, thus admitting live steam pressure on the surface of the water, 
and trap then discharges. After tne water is discharged, the counter-weight sinks 
and raises tne bowl, which in turn closes the valve and the cycle begins again. Tilting 
traps are necessarily intermittent in operation. They are not ordinarily equipped with 
glass water ga|^, as the action of the trap shows when it is filling or emptying. The 
air relief of Biting traps is taken care of by the valves of the trap. 

DRIPS 

A •team main in any tyjpe of steam i^ating system may be drcq^ied to a 
loiwn* level without drippii^ if the pitdi is downward wi^ the direction of 





450 


CHAPTER 23 


1948 Guide 


Steam flow. Any steam main in any heating system can be elevated if 
dripped. Fig. 22 shows a connection where the steam main is raised and 
the drain is to a wet return. If the elevation of the low point is above a 
dry return, it may be drained through a trap to the dry return in two-pipe 
vapor, vacuum and sub-atmospheric systems. Horizontal steam pipes 
may also be run over obstructions without a change in level if a small pipe 
is carried below the obstruction to care for the condensate (Fig. 23). 
Horizontal return pipes may be carried past doorways and other ol> 



Fig. 22. Dripping Main 
Where it Rises to 
Higher Level 



Fig. 23. Looping Main 
Around Beam 



Acceptable method Preferred method 



To firid length C-muitiply A 
by constant for angle B 


Fig. 25. Methods of 
Taking Branch from 
Main 


Fig. 26. Constants for 
Determining Length of 
Offset Pipe 



Fig. 24. Looping Dry 
Return Main Around 
Opening 



Fig. 27. Dirt Pocket 
Connection 



OF Main into Wet 
Return 



Fig. 29. Dripping End Fig. 30. Dripping Heel 
OF Main into Dry of Riser into Dry 

Return Return 


structions by using the scheme illustrated in Fig. 24. It will be noted 
that the large pipe, in this case, runs below the obstruction and the 
smaller one over it. 

Branches from steam mains in one-pipe gravity steam systems should 
use the preferred connection shown in Fig* 25, but where radiator conden- 
sate does not flow back into the main the acceptable method shown in the 
same figure may be used. This acceptable method has the advantage of 
giving a perfect swing joint when connected to the vertical riser or radia- 
tor connection, whereas the preferred connection does not give this swing 
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without distorting the angle of the pipe. Runouts are usually made about 
5 ft long to provide flexibility for movement in the main. 

Offsets in steam and return piping should preferably be made with 
90-deg ells but occasionally fittings of other angles are used, and in such 
cases the length of the diagonal offset will be found as shown in Fig. 26. 

Dirt pockets, desirable on all systems employing thermostatic traps, 
should be so located as to protect the traps from scale and muck which 
will interfere with their operation. Dirt pockets are usually made 8 in. 
to 12 in. deep and serve as receivers for foreign matter which otherwise 
would be carried into the trap. They are constructed as shown in Fig. 27. 

On vapor systems where the end of the steam main is dripped down 
into the wet return, the air venting at the end of the main is accomplished 



PLAN 




Fig. 32. Typical Connections for 
Two-Pipe System 


Fig. 31. One-Pipe Radiator 
Connections 


by an air vent passing through a thermostatic trap into the dry return 
line as shown in Fig. 28. On vacuum systems the ends of the steam mains 
are dripped and vented into the return through drip traps opening into 
the return line. The same method may be used in atmospheric systems. 
A float type trap is preferable to a thermostatic trap for dripping steam 
mains and large risers. If thermostatic traps are used, a cooling leg 
(Fig. 29) should always be provided. The cooling leg is for cooling the 
condensate sufficiently before it reaches the trap, so the trap will not be 
held shut by too high a temperature. On down-feed systems of atmos- 
pheric, vapor, and vacuum types, the bottoms of the steam^ risers are 
dripped in the manner shown in Fig. 30. On large systems it is desirable 
to install a gate valve in the cooling leg ahead of the trap. 

CONNECTIONS TO HEATING UNITS 

Riser, radiator and convector connections must not only be properly 
pitched at the time they are installed but must be arrang^ so that the 
pitch will be maintain^ under the strains of ^pansion and contraction. 
These connections may be made by swing joints which permit the ex- 
pansion or contraction to occur under heating and cooling without bending 
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of pipes. To take care of expansion in long risers, either expansion joints 
of commercial construction or pipe swing joints are used. Anchoring of 
pipes between expansion joints is desirable. , 

Two satisfactory methods of making runouts for one-pipe systems for 
either the up-feed or the down-feed type are shown in Fig. 31. Where 
the vertical distance is limited and the runouts must run above the floor, 
the radiator may be set on pedestals or raised by means of high legs. Two 
methods of connecting a unit heater to a one-pipe steam heating system 
are illustrated in Fig. 2 and also in Fig. 5 of Chapter 26. 

Typical two-pipe radiator or convector connections are shown in Figs. 
32, 33 and 34. While the top is the preferred location for the control 
valve, it may be located at the bottom. Short radiators may be top 
supply and bottom return on same end. With convectors the control 





Fig. 38. Typical Piping for Atuosphbric and Vacuum Systems with 
Thermostatic Control (Central Fan System) 

valve is sometimes omitted and a damper in outlet grille used for heat 
control. The typical method of connecting pipe coils is shown in Fig. 35 
and is suitable for atmospheric, vapor, vacuum, sub-atmospheric, and 
orifice systems. 

Typical pipe connections for indirect radiators and tempering or heating 
stacks are shown in Figs. 36, 37, 38, 39, 40, 41, and 42. 

Where a building is served by a vacuum system or a sub-atmospheric 
83rstem the stacks should be pip^ in the usud manner and traps of large 
capacity, preferably of the combination float and thermostatic type, 
should be used. In the orifice and cfored two-pipe systems, traps diotfld 
be used on the returns so that a pressure above that of the atmosphere 
may be secured on the heaters. 

Eadbi stack should have a separate steam and return connection and 
trap. Wide stacks are more evenly heated if divided and supplied with 
two steam connections, one at each end, and a return connection for rach 




454 


CHAPTER 23 


1948 Guide 




Fig. 39. Typical Connections to 
Cast Iron Blast Heaters Less 
Than 12 Sections Long 


Fig. 40. Typical Connections to 
Cast Iron Blast Heaters More 
Than 12 Sections Long 




Fig. 41. Typical Connections to Fig. 42. Typical Return Connection 
Finned Tube Blast Heaters with From Finned 1'ube Blast Heaters 

Low Pressure Steam with High Pressure Steam 


steam connection. For stacks of large capacity it is sometimes desirable 
to run a separate steam main direct from the boiler to the stacks. 


CONTROL VALVES 

Gate valves are recommended in all cases where service demands that 
the valve be either entirely open or entirely closed, but they should never 
be used for throttling. Angle globe valves and straight globe valves 
should be used for throttling, as done on by-passes around pressure 
reducing valves or on by-passes around traps. 
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A HEATING system is called a hot water system if water is used to 
convey heat by flowing through pipes connecting a boiler or water 
heater with radiators, convectors or other suitable heat dispensing means. 
There are two types: the gravity system in which the water flows by 
virtue of thermo-syphon action, and the forced system in which a pump, 
usually driven by an electric motor, sometimes by a steam turbine or 
other means, maintains the necessary flow. Most panel heating systems 
(see Chapter 31) fall into the category of forced hot water systems, and 
the design procedures pertaining to pipe sizing and friction contained in 
this chapter are largely applicable to such systems. 

Historically, the gravity system is much the older, and many such 
systems have been in satisfactory operation for several decades. Oper- 
ation depends on the difference in density of the water due to difference 
in temperature in the flow and return pipes. The available head is 
therefore limited and the pipes must be ample in size to permit adequate 
flow of water. In the forced system, the pipes, valves and fittings can be 
much smaller, with a resultant saving in the cost of installation, since the 
available head is limited only by consideration of economy in pumping 
the water. With the forced system, higher boiler temperatures and 
automatic control of the pump or circulator make possible the use of 
indirect water heaters with hot water systems when that is desirable. 
(See Chapter 50). 

AVAILABLE CIRCULATION HEAD 

The available head in a gravity circulation system may be found from 
the equation : 

Aa “ ^ ^ 

where 

ha. =» available head per foot of height, milinches (1 milinch « 1/1000 of 1 in. 
of water). 

Pi “ average density of flow water, pounds per cubic foot, 
ps “ average density of return, pounds per cubic foot. 

144 — square inches per square foot. 

2.31 « height of water column equivalent to 1 psi, feet. 

12,000 « milinches equivalent of 1 ft of water column. 

The available head may also be found from Fig. 1. For example, at a 
flow temperature of 200 F and a 35 deg drop, and with the mains located 
4 ft above the top of the boiler, a head of 600 milinches is obtained. This 
is found by following the 200 F flow riser line in Fig. 1 to where it inter- 
sects the 165 F return riser line and reading horizontally a head of 150 
milinches per foot or 600 milinches for 4 ft. If the first floor radiators 
are located 3 ft above the mains, second floor radiators 12 ft above the 
mains, third floor 21 ft, and fourth floor 30 ft, the heads are 450, 1800, 
3150, and 4500 milinches respectively. 
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Fig. 1. Heads Resulting from Temperature Difference (Gravity Systems) 


lation system, and, consequently, it is easier to design a satisfactory 
forced circulation system than a satisfactory gravity circulation system. 

FRICTION LOSS ^ 

Vdues of friction loss due to flow of water in the various parts of a 
heating system must be known in order to design either gravity or forced 
circulation systems. % 

The friction loss of fittings is custcanarily expressed ih equivalent 
number of elbows of the same pipe »ze wmch would have ^ same 
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Table 1. Iron and Copper Elbow Equivalents® 


Fitting 

Iron 

Pipe 

Copper 

T USING 

Fitting 

1 

Iron 

Pipe 

Copper 

Tubing 

Elbow, 90-deg 

1.0 

1.0 

Anglp rfidiator valvp* 

2.0 i 

3.0 

Elbow, 45-deg 

0.7 

0.7 

Radiator or convector 

3.0 

4.0 

Elbow, 90-deg long turn.... 

0,5 

0.5 

Boiler or heater... 

3.0 

4.0 

Elbow, welded, 90-deg 

0.5 

0.5 




Reduced coupling 

0.4 

0.4 

Tee, per cent flowing 



Open return band 

1.0 

1.0 

through branch: 



Open gate valve 

! 0.5 

0.7 

100 

1.8 

1.2 

Open globe valve 

12.0 

17.0 

.^iO 

4.0 

4.0 


1 


25. 

16.0 

20.0 


■The friction in one 90 deg standard elbow is approximately equal to the friction of a length of straight 
pipe of the same nominal size and 25 diam long. Hence one elbow equivalent in feet of pipe equals 25 diam 
(in inches) divid^ by 12. 



FLOW IN POUNDS OF WATER PER HOUR ^ 

Fig. 2. Friction in Black Iron Pipes Based on Flow in Pounds per Hour 


friction loss. An elbow is assumed to have the same friction loss as a 
straight pipe having a length equal to 25 diameters (nominal) of the elbow. 

The resistance of various types of fittings expressed in equivalent 
elbow resistance is shown in Table 1. 

The friction loss in black iron pipes for a determined weight of water 
may be obtained from Fig. 2. For the frequently used temperature drop 
of 20 deg the friction loss may be determined directly from the heat 
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Table 2. Heat-carrying Capacity of Standard Black Pipes 
WITH Temperature Drop of 20 DEca 

Nominal Ripe Sizes ^ in. to 18 in., and Friction 4 to 800 milinches per foot {A ^ Capacity, 
Mhh. B «= Velocity, inches per second) {One milinch equals 0.001 in.) 


Miuncb Fbio 


Nominal Pipe Sizx, Inchbs 



•For other ttmpemtare drop# the pipe capadUee may be changed correapondlngly. For examptte, with 
n temperature drop of 30 deg the capadtiei abown in thii table are to be multiplied by 1.3. 
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FLOW OF WATER IN GALLONS PER MINUTE 
6 6 10 15 M 40 60 100 150 ZOO 400 600 1000 



6 t \0 15 20 »40 6080100 150200 400 600 KXX) 

HEAT CONVEYED PER HOUR IN 1000 Bru 

THE DIFFERENCE IN TEMPERATURE OF THE WATER IN THE FLOW AND RETURN RISERS BEING EOF 

Fig. 3. Friction in Black Iron Pipes 

To find friction when temperature drop is other than 20 deg, multiply the actual heat conveyed by 

( ^ and read the corresponding friction. 

Vactual temp drop/ 


requirement by means of Table 2 or Fig. 3 for black iron pipes, or by 
means of Table 3 for copper tubing. 

Orifices drilled in plates inserted in pipe unions are convenient means 
for introducing friction, where required to balance various circuits. The 
friction losses caused by various sizes of orifices are given in Table 4. 

CLASSIFICATION OF SYSTEMS 

Gravity or forced systems of piping may be classified according to piping 
arrangement and type of circulation as shown in Table 5. Flow and 
return main piping (gravity systems) for one-pipe, two-pipe direct return, 
and two-pipe revers^ return systems are shown in Figs. 4, 6, and 6 
re^Ctively. These Figures would also illustrate forced circulation if a 
pump or drculator were shown in the return line at the boiler. 






Fig. 4. One-Pipe System Fig. o. A Two- Pipe Fig. 6. A Two-Pipe 

Direct Return System Reversed Return System 


One-pipe gravity systems require very precise design owing to the small 
circulating head available. Also, circulation in them is slow, and tem- 
perature drop is large toward the end of the main, and consequently 
these systems are usually considered impractical. 

One-pipe forced systems compared with gravity systems provide more 
rapid circulation with consequent smaller temperature drop in mains 
and more uniform water temperature in all radiators and are therefore 
preferred. Special flow and return fittings are available for improving 
the circulation to risers. 

Two-pipe systems have separate flow and return mains. If the return 
main is direct as shown in Fig. 5 the radiator at the end of the system has 
the longest supply and longest return piping. The lengths of circuits to 
the various radiators may be equalized by using a reversed return main, 
(see Fig. 6). In some cases reversed return mains require no more piping 
than direct return systems. 


Table 3. Heat-carrying Capacity of Type L Copper Tubing 
w’lTH Temperature Drop of 20 Deg^ 

Nominal Tube Sizes in. to 4 Friction 60 to 720 milinches per foot. (A = 

Capacity y Mhh. B = Velocity y inches per second) {One milinch equals 0.001 in.) 



»For other temperature drops the pipe capacities may be changed correspondingly. For example, with 
temperature drop of 30 deg the capacities shown in this table are to be multiplied by 1.6. 
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Table 4. Friction (in Milinches) of Central Circular 
Diaphragm Orifices in Unions 

(One milinch equals 0.001 in.) 


Diamvtbr 
» ov 
OKiricBS 
Hnohks) 

VBLOcrrr or Wa.tsb in Pipx in Inchxb per Sbcono 

2 I 3 ■ 4 1 

6 

8 

10 

12 18 

24 * 36 

1 


%~in. Pipe 


0.25 

1300 

2900 

5000 

11,300 

20,800 

32,000 

45,000 


I : 


0.30 

650 

1450 

2500 

5700 

10,400 

16,000 

23,000 

57,000 



0.35 

330 

740 

1300 

2900 

5200 

8000 

12,000 

26,000 

47,000 


0.40 

170 

380 

660 

1500 

2600 

4000 

6800 

13,000 

24,000 

53,000 

0.45 


185 

330 

740 

1300 

2000 

2900 

6500 

12,000 

27,000 

0.50 



155 

350 

620 

970 

1400 

3200 

5700 

13,000 

0.55 



75 

170 

300 

480 

700 

1600 

2800 

6400 


1-in. Pipe 


0.35 

900 

2000 

3500 

7800 

14,000 

22,000 

32,000 




0.40 

460 

1000 

1800 

4000 

7200 

12,000 

17,000 

37,000 

65,000 


0.45 

270 

570 

1000 

2300 

4100 

6400 

9300 

21,000 

37,000 


0.50 

160 

330 

580 

1400 

2300 

3700 

5400 

12,000 

22,000 

50,000 

0.55 


190 

330 

750 

1300 

2200 

3000 

7000 

13,000 

28,000 

0.60 



200 

440 

800 

1300 

1800 

4200 

7400 

17,000 

0.65 



120 

260 

460 

720 

1100 

2400 

4300 

10,000 


ll/ 4 -in. Pipe 


0.45 

1000 

2250 

4000 1 

8900 

16,000 

25,000 

36,000 




0.50 

660 ! 

1450 

2600 

5800 

10,400 

16,400 

23,000 

53,000 



0.55 

430 

950 

1700 

38(X) 

6800 

10,500 

15,000 

34,000 

60,000 


0.60 

280 

630 

1100 

2500 

4400 

6900 

10,000 

22,000 

40,000 


0.65 

190 

420 

750 

1700 

3000 

4700 

6700 

15,000 

27,000 

60,000 

0.70 


285 

510 

1150 

2000 

3100 

4500 

10,000 

18,000 

40,000 

0.75 


190 

330 

750 

1300 

2100 

3000 

6700 

12,000 

26,000 


H^-in. Pipe 


0.55 

850 

1900 

3300 

7400 

13,000 

21,000 

30,000 




0.60 

600 

1300 

2300 

5400 

8600 

16,800 

21,000 

50,000 



0.65 

400 

850 

1500 

3600 

72aj 

10,400 

14,000 

30,000 

53,000 


0.70 

260 

600 

1100 

2600 

4400 

7000 

10,000 

21,000 

39,000 


0.75 

180 

400 

760 

18a) 

3000 

5000 

7000 

14,000 

28.000 


0.80 


300 

540 

1200 

2200 

3200 

5000 

10,200 

19,000 

45,000 

0.85 


200 

380 

860 

1600 

2300 

3000 

7800 

13,000 

30,000 


2-in. Pipe 


0.70 

890 

1850 

3500 

7400 

14,000 

22,300 

33,000 




0.80 

470 

975 

1800 i 

3900 1 

7400 

11,700 

17,000 

37,000 



0.90 

255 

560 

1000 

2200 

4200 

6500 

9500 

20,500 

38,000 


1.00 

160 

340 

610 

1320 

2520 

4000 

5800 

12,500 

23,000 

49,000 

1.10 


214 

375 

850 

1600 

2500 

3700 

7900 

14,000 

30,000 

1.20 



195 

460 

950 

1360 

1910 

4200 

8100 

16,800 

1.30 




275 

525 

980 

1375 

3100 

4400 

8850 


Nate . — The loMes of head for the orifices in the IK-in* and 2-ln. pipe were calculated from those in the 
smaller pipes, the calculations being based on the assumption that, for any given velocity, the loss of head 
it a function of the ratio of the diameter of the pipe to that of the orifice. This had been found to be 
pTactically true in the testa to determine the losses of head in orifices in K*in.« 1-in., and l|i-in. pipe, con* 
fiucM by the Texas Engineering Experiment Station, and also in the tests to determine the losses of head 
in wfices in 4-in., 6>in., and 12-in. pipe, conducted by the Engineering Experiment Station of the University 
of lUinois. iButtHin 100. Table 6, p. 38, Davis and Wan), 
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Table 6. Classification of Hot Water Heating Systems 


Piping Arrangement 

Type of Circulation 

Expansion Tank 

One-Pipe 

Gravity 

Forced 

.... 

Open 

Open 

Closed 

Closed 

Two-Pipe 

Direct Return 

Gravity 

Forced 

Open 

Open 

Closed 

Closed 

Two- Pipe 

Gravity 

Open 

Closed 

Reversed Return 

Forced 

Open 

Closed 


With gravity circulation and direct return piping it is necessary to 
design the longest circuit for the available circulating head and to obtain 
the same resistance in all other circuits by proper selection of pipe sizes, 
by addition of fittings, or by use of orifices. When a reversed return 
system is used, it is usually found that but little adjustment is required 
to attain uniform distribution to all radiators. 

Forced circulation in two-pipe systems, because of increased available 
circulating head, permits design for higher velocities with a consequent 
reduction in pipe sizes. The increased velocity also shortens the heating- 
up period and facilitates control of circulation. Reversed return mains 
are also advantageous in forced circulation systems in equalizing piping 
resistance to all heating units. 

PIPING SYSTEM DESIGN 

In designing hot water heating systems certain assumptions are usually 
made for the purpose of simplification as follows: 

1. Water temperature drop is assumed to be 30 to 35 deg for gravity systems and 20 
deg for forced circulation systems. These values usually result in economical design 
but, particularly in large forced circulation systems, it is necessary to take into account 
the cost of pumping the water required at various velocities in relation to the annual 
charges in the capital cost of the system. 

2. Water velocities in forced systems in excess of 4 fps are likely to cause disturbing 
noises in buildings other than factories. 

3. Design outlet water temperatures in gravity systems are generally selected between 
140 and 200 F (with the average approximately F); while forced circulation design 
temperatures vary from 170 to 220 F, although higher temperatures can be used if the 
pressure in the system corresponds. 

4. For forced circulation systems, the allowable friction loss, which is based upon 
the available circulating head, is determined partially by the characteristics of the pumps 
available. 

6. Forced hot water system friction should usually be held between 600 and 250 
milinches per foot. Above 600 milinches high velocities would be encountered and below 
260 milinches circulation would become too slow so that much of the rapid response 
expected from forced circulation would be lost. 

The water to be circulated is 

W-H/(,CM) (2) 

where W •» weight of water, pounds per hour [ gallons per hour »■ 1^/(8 X 60) ]. 

H heat required, Btu per hour. 

C - specific heat of water (=• 1). 

At » drop in temperature between suii^ly and return, Fahrenheit degrees. 

The following graded series of examples of the design of hot water 
p^ing systems will illustrate the fundamental principles and methods. 
The differences between reversed return and direct return systems are 












Mot Water Heating Systems and Piping 


463 


shown, and the methods of balancing the several radiators or circuits are 
illustrated. A simple gravity system is shown in Fig. 7 and an elementary 
forced circulation system is diagrammed in Fig. 8. 

Elementary Gravity System 

Example 1. A simple gravity-circulation system is illustrated in Fig. 7 with one 
radiator that is giving oflf heat at the rate of 20,000 Btu per hour or 20 Mbh. The boiler 
imparts heat to the water at the same rate, and the water circulates at a uniform velocity. 
This uniform velocity is such that the friction of the circuit is equal to the head develops 
by the difference in density between the supply and return water and the height of the 
system. The circuit consists of 1 boiler, 1 radiator, 2 ells, 1 radiator valve and a total 
of 24 ft of pipe. 

Solution, With the average water temperatures of 200 and 180 F in the supply and 
return risers, respectively, the head will be 90 milinches per foot of water column. This 
head may beiound from Fig. 1. Since the center of the radiator is 10 ft above the center 
of the boiler, the total head of the circuit is 10 x 90, or 900 milinches, or 0.9 inches of 
190 F water. The friction of the circuit must then also be 900 milinches. The friction 
of 1 ft of 1 in. pipe is found from Fig. 3 to be about 46 milinches at 20 Mbh, and the 



Fig, 7. Gravity 
System 



Fig. 8. Forced 
Circulation System 
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Fig, 9. Determination 
OF Required Tempera- 
ture Difference 


corresponding velocity 9 in, per second. (Note that all values in Fig. 3 are based on a 
temperature difference of 20 deg). 

Similarly, if a 1 in. pipe were to be used, the friction head would be about 12 mil- 
inches per foot and the corresponding velocity about 6 in. per second, from Fig. 3. 

To find the friction in the elbows, boiler, radiator, and valve, Table 1 is used, and the 
entire circuit is found to be equal to 10 elbow -equivalents plus 24 ft of pipe. Each elbow- 
equivalent is equal to a pipe length of 25 times the nominal diameter. Then the equi- 
valent lengths of straight pipe are 46 ft of 1 in. pipe or 50 ft of 1J4 in, pipe. In many 
cas^, it is sufficiently accurate to add 60 per cent to the total pipe length to correct for 
resistance of fittings. 

Hence, if 1 in. pipe is used, the friction of the circuit will be 45 x 46, or 2070 milinches, 
and if IJi in. pipe is used, the friction will be 50 x 12, or 600 milin^es. A 1 in, pipe 
would, therefore, be too small and a 1 in. pipe too large to permit the desired circulation 
with a flow-return temperature difference of 20 deg. 

If the circuit is of 1 in. pipe, the circulation will take place with a temperature differ- 
ence greater than 20 deg. and if the circuit is of 1 in. pipe, the circulation will take place 
with a temperature difference smaller than 20 deg. To find, for example, the temperature 
difference at which a circuit of 1 in. pipe would transmit the required 20 Mbh> assume the 
difference to be 40 deg. 

From Fig. 1, the head available for producing circulation would be 175 milinches per 
foot or 1750 for the system for a temperature drop from 200 to 160 F. The friction of the 
system may be found from Fig. 3; the chart Of this figure is based on a temperature 
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difference of 20 deg; if the temperature difference were 40 deg, the heat conveyed would 
be twice that shown in the chart. Hence, find 10 Mbh on the lower scale, proceed 
vertically upward to the intersection with the 1 in. line, and from there to the left scale 
read 13 milifches per foot. Note that the velocity would then be only about 5 in. per 
second. The total friction would then be 45 x 13 or 585 milinches. Since the head 
would be 1750, circulation would take place with a temF>erature difference less than 
40 deg. The required temperature difference may be determined by constructing the 
diagram of Fig. 9, from which it appears that the temperature difference with which 
the 1 in. pipe circuit would function is about 30 deg. Hence, if the flow riser temperature 
is 200, the return riser temperature will be 170, and the average water temperature in 
the radiator about 185 F. 

Elementary Forced Circulation System 

Example 2, Design a system for the piping arrangement shown in Fig. 8, according 
to one of the outlined procedures. The procedure may be as follows: Assume the head 
developed by the circulating pump and the pipe size and find the flow-return tempera- 
ture difference; or, assume the head developed by the pump and the flow-return tem- 



Fig. 10. One-Pipe Gravity Circulation Fig. 11. One-Pipe Forced Circulation 
System (Example 3) System (Example 4) 


perature difference and find the pipe size; or, assume the pipe size and the flow-return 
temperature difference and find the head which the circulating pump must develop. 

Solution. Assume that the circulating pump will develop a head of 2 ft or 24,000 
milinches and that a 1 in. pip>e is to be used. The equivalent length of the circuit will 
then be 45 ft, as in Fig. 7, and the available head will be 24,000/45, or 533 milinches per 
foot. In Fig. 3, find 533 on the left scale, move horizontally to the intersection with 
the 1 in. pipe line, and read about 77 Mbh delivered by the pip>e (with a velocity of about 
35 in. per second) for a temperature difference of 20 deg. Since the circuit is to deliver 
only 20 Mbh, the temperature difference will be 20 divided by 77 and multiplied by 20, 
or 5.2 deg. Hence, if the flow riser temperature is 200, the return riser temperature will be 
about 195, and the average water temperature in the radiator about 197.5 F. 

If a H iri. pipe were used instead of a 1 in., the equivalent length of circuit would be 
35 ft instead of 45; the unit head, 686 milinches instead of 533; the velocity, 27 in. per 
second instead of 35; the temperature difference, 19.5 instead of 5.2; and the average 
water temperature in the radiator, about 190,5 instead of 197.5 F. 

If the 1 in. pipe is used for the circuit, the gravity head will be 22 milinches per foot, 
or 220 for the circuit (Fig. 1, 200 to 195). Since this is only 1 per cent of the pump head 
(24,000 milinches), it may be neglected in the calculation, as was done previously. 
However, there are cases in which the gravity head is so large compared with the pump 
head that it should be included in the calculation. 

The methods just described for the design of the two elementary 
systems are fundamental and apply to tlie design of all hot water heating 
systems. In every system, howeveiv large and complicated, the pipe 
system must be such that the head forcing the water from the boiler to 
any one radiator is equal to the friction in that radiator’s circuit when the 
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radiator is receiving its proper quantity of hot water and the system is 
functioning at a steady rate. 

Other examples illustrating design of various systems follow. 

One-Pipe Gravity Circulation System 

Example S, Select pipe sizes for the one-pipe gravity system having a total load of 
67,500 Btu, shown in Fig. 10. Assume: flow temperature 190 F, return temperature 
160 F, mains 5 ft above datum plane of boiler, center plane of radiators 4 ft above the 
mains, length of main 100 ft. 

Solution: From Fig. 1 the available circulating head for 190 F flow and 160 F return 
temperature is 126 milinches per foot of height. The available circulating head for 
design of the main is therefore 5 x 126 == 630 milinches. The measured length of main 
plus 50 per cent added for resistance of fittings equals 150 ft equivalent length. 

'I'he main can then be designed for a friction loss of 630 150 == 4 milinches per foot. 

From Table 2 at 4 milinch friction loss, a 2 in. pipe will supply 33 Mbh and a 234 in. 
pipe will supply 53.1 Mbh at 20 deg drop. This is equivalent at 30 deg drop to 49.5 
Mbh for 2 in. and 79.6 Mbh for 234 in. pipe. A 234 in. main will therefore be selected 
and the pressure drop will be somewhat less than 4 milinches per foot. 

The piping from main to radiators is sized in a similar manner. Assume that water 
reaches point B, Fig. 10, at 190 F and has a 30 deg drop in the radiator circuit. From 
F'ig. 1 the available head is 126 milinches per foot of height or a total of 4 X 126 = 504 
milinches for the circuit (with the radiator 4 ft above the main). 

The measured length of piping is 11 ft and the fittings add 14 elbow equivalents (which 
would be equivalent to 22 ft if the pipe size is assumed to be in.); the equivalent length 
is therefore 33 ft. The circuit can therefore be designed for a friction loss of 504 33 = 

15 milinches per foot. 

f'rom Table 2 by interpolation a 54 in. pipe would supply 5.85 Mbh at 20 deg drop 
or 8.78 Mbh at 30 deg drop. Since the load is 9 Mbh the % in. size will be satisfactory. 

The remaining radiator circuits may be sized in a similar manner. Allowance should 
be made in one-pipe gravity systems for the drop in temperature which occurs in the 
supply main as the cooler water returns from the radiators. The drop will be in the 
same proportion to the total drop of 30 deg which the load supplied to any point in the 

( 9000 
d7,5UU 

30^ = 186 F. At point F the temperature will be 190 — ^ ^ 

= 181 F. 

One-Pipe Forced Circulation System 

Example 4-, Select pipe sizes for the one-pipe forced circulation system having a load 
of 67,500 Btu shown in Fig. 11. Assume a water temperature drop of 20 deg. The 
water temperature does not affect the size of piping but does affect the radiator sizes 
required. 

Solution: The water to be circulated at 20 deg drop will be 67,500 -i- 20 = 3375 lb 
3375 

per hour or g = 7 gpm. 

By reference to manufacturers’ pump capacity charts, such as illustrated in Fig. 12, 
it will be found that a 1 in. pump will deliver 7 gpm against a head of 434 ft (54,000 
milinches). 

Since the main from A to O has an equivalent length of 150 ft (100 ft actual length 
plus 50 per cent added for friction loss in fittings), the main may be sized for 54,000/150 
~ 360 milinches per foot. 

From Table 2 by interpolation at 360 milinches friction loss and at 20 deg drop a 1 in. 
pipe would supply 62,600 Btu per hour and a 1 in., pipe would supply 131,600. Since 
the 1 in. pipe is too small, a 1 in. pipe will be used. 

Since the 1 J4 in. pipe offers less than 360 milinches resistance per foot, the velocity of 
water will increase until the output of the pump and the friction loss are in equilibrium 
at some j^int on the pump performance curve, for instance, at 10 gpm and a head of 
4 ft or 4S,(XK) -s- 160 *« 320 milinches per foot of pipe. The friction loss in the main 
between flow and return connections to radiators will be assumed to be 320 milinches 
per foot. 
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Fig. 12. Performance Chart for Circulating Pump 


In determining sizes for the piping from the main to any radiator, the resistance in the 
radiator circuit such as B-C (which has a load of 9 Mbh) is made equal to the resisUnce 
in the main from B to C which, if there are 3 ft of main between connections, is 3 x 
320 ■“ 960 milinches. If the total equivalent length of the radiator circuit determined 
by use of Table 1 is 32 ft, the radiator circuit B-C will be sized for a friction loss of 960 4- 
32 « 30 milinches per foot, for which in Table 2 a in. pipe is found to supply 8560 
Btu per hour and will be considered ample. 

Other radiator circuits such as D-E, F-G etc. can be sized in a similar manner. 


Two-Pipe Gravity System (with Reversed Return) 

Example 6, Select pipe sizes for the two-pipe gravity system shown in Fig. 13. The 
center plane of the highest radiator is 8 ft above the center plane of the boiler. Assume 
a 180 F flow temperature and a 150 F return temperature. 

Solution* The piping should be sized so that the frictional resistance at the desired 
rate of flow is equal to the available circulating head. 

From Fig. 1 at 180 F flow and 150 F return temperature the available head is 118 mil- 
inches per foot of height or 8 X 118 « 944 milinches total for the highest radiator. The 
longest circuit from boiler to radiator and back to boiler must therefore have a resistance 
of 944 milinches. The longest circuit (see Fig. 13) is A-D + D-H -f H-N containing 38 
ft of pipe and, if 50 per cent is added for equivalent length of fittings, the equivalent 
length is 57 ft. 

The circuit should then be designed for a friction loss of 944 4- 57 « 16 milinches per 
foot (approximately). 

The pipe size may be found from Table 2 at 16 milinches per foot as follows: 


SsenoN 

Load Mbh 

Size of Pipe for 16 
Milinches per Foot 

Section 

Load Mbh 

Size of Pipe for 16 
Milinches per Foot 

A-B 

68 

2 

G-H 

11 

1 

B-C 

31 


H-K 

19 


C-D 

20 


K-U 

26 



10 

1^ 

L-M 

31 

In 

• jB-F 

6 


M-N 

58 

2 


Pipe si^ to the radiators may be sized fbr the same resbtance .per foot. From Table 
2 at 16 milinch per foot the sizes will be selected as follows: . ; . 


rntML 


Pipe ite, In.. 


#1 

11 

1 


#2 

8 

1 


#8 

e 

H 


#4 

d 

H 


#5 

24 

IH 


*1 

u 
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Fig. 13. Two-Pipe Reversed Return Fig. 14. Forced Circulation Two-Pipe 
Gravity System (Example 5) Reversed Return System 


A hot water heating system will adjust its rate of flow until the friction loss balances 
the available head. It is therefore self-correcting in regard to small errors made in 
selection of pipe sizes. 

Two-Pipe Forced Circulation System 

Eocample 6, Select pipe sizes for the two-pipe forced circulation reversed return 
system having a total load of 159 Mbh shown in Fig. 14. Assume a difference of 20 d^ 
in supply and return water temperature. The total equivalent length of the longest 
circuit is 180 ft. The gravity circulating head due to difference in temperature may be 
disregarded in design. 

7QV) 

Solution, The water to be circulated is 159,000 -f- 20 » 79,500 lb per hour or^^^r — ^ 

vO X o 

* 16.5 gpm. From a pump performance chart such as Fig. 12 it is found that 16.5 gpm 
will be delivered by a 1 in. pump against a 3 ft head (36,000 milinches) or a 1}^ in. pump 
against a 4.5 head (54,000 milinches). 

The longest circuit including the supply and return main and the longest radiator 
circuit is 120 ft and, if 50 per cent is added for friction loss in fittings, the equivalent 
length is 180 ft. If the 1 in. pump is used, the piping will be sized for 36,000/180 **200 
milinches per foot, resulting in selection from Table 2 of a 2 in. main for the S^tion A-B 
which supplies 159 Mbh. The large difference in pump and main size, as well as the 
low velocity resulting from the 200 milinch per foot friction loss, indicates that the 1}^ in. 
pump should be considered. The design friction loss, if the 1 in. pump is used, can be 
54,000/180 « 300 milinches per foot and at this friction loss Table 2 will indicate the 
pipe sizes for the various sections in Fig. 14 as follows: 


Supply 

Return 

Section 

Mbh 

Pipe Siae, In. 

Section 

Mbh 

Pipe Sice. In. 

A-B 

169 

IH 

J-K 

16 


B-C 

91 

IM 

K-L 

28 

H 

C-D 

76 

] w 

L-M 

42 

1 

D-E 

63 


M-N 

64 

1 

E-F 

49 

1 

N-0 

76 


F-G 

87 

1 

OP 

91 


G-H 

16 

H 

P-Q 

160 

iS 


The radiator circuits may also be sized for the same friction loss, 800 milinches per 
foot, using Table 2 as follows: 


Radiator.. 


Load. mSI: 
Pipe tliie. In,. 


Id 

H 


#2 

12 


#a 

H 

H 


#4 

12 

H 


#5 and #6 
21 


#7 

16 

H 


*Whettt drenit divides, uas 94 in. branch to #5 and >4 la* to #6 radiator. 
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EXPANSION TANKS 

Water heated from 40 F to 200 F expands about 0.04 of the original 
volumel The expansion tank permits the change in volume of the water 
in the heating system to take place without producing undesirable stresses 
due to pressure in any part of the system. Expansion tanks may be open, 
as illustrated in Fig. 15, or closed as shown in Fig. 16. An open expansion 
tank has free vent to the atmosphere and consequently the pressure on 
the surface of the water is always that of one atmosphere. The minimum 
contents of an open tank should be 0.06 of the volume of the water in the 
system including that in the boiler, heat transmitters, pipes, etc. This 
capacity is 50 per cent in excess of the actual increase in volume of water 



due to increase in temperature from 40 F to 200 F. The tank should be 
located at least 3 ft above the highest radiator. Provision must be 
made to prevent freezing of the water in the tank as well as in the pipe 
leading to the tank. 

When the vent from an open expansion tank is extended through the 
roof, it should be not less than 4 in. in diameter from a point below the 
roof, through and beyond the roof line. This will prevent vapor, which 
sometimes rises from an expansion tank, from closing the vent during 
outside freezing temperatures. 

In a gravity circulation system, the pipe to the open expansion tank 
should be connected to the supply riser from the boiler, so that the air 
liberated from the water in the boiler will enter the expansion tank. 

In a forced circulation system, the pipe to an open expansion tank 
should be connected on the suction side of the circulating pump. 

A closed expansion tank is sealed against free venting to the atmos- 
phere. The tank may be above the highest radiator or heat transmitter, 
or may be below the lowest one. iThe minimum contents of a closed 
expansion tank must be such that the expansion of the water due to 
increase in temperature will be cushioned against a reservoir of compressed 
air above the water level in the expansion tank. The tank must provide 






Hot Water Heating Systems and Piping 


469 


space not only for the change in water volume, but also for variations in 
air volume within the tank due to changes in air pressure. If the closed 
expansion tank is below the heat transmitters, the tank should be larger 
than if it is above them, and the higher the building, under such circum- 
stances, the larger should be the air capacity in excess of that required 
for increase in water volume due to temperature rise. 

The size of an expansion tank for installation in a closed system may 
be determined by the following formula: 


where 
V - 
E =- 
= 

J^s ~ 
II = 


V = 


E 

Pi 

Pi + 0.434 H 




(3) 


required tank capacity, gallons. 

expansion of water from cold system to flow riser temperature, gallons, 
atmospheric pressure, psia. 

maximum tank pressure specified for heated system, psia. 

height of top of filled system above tank, feet. (Note: Top of system open 

to atmOvSphere when system is filled.) 


Example 7. Select a closed expansion tank for basement installation on a system 
containing 6000 gal and operating at 200 F flow temperature. The static head due to 
the height of the system is 70 ft. 'i he maximum pressure should not exceed 100 psig. 

Solution. Assume that the system is filled at 40 F. Then 


E - 0.04 X 5000 = 200 gal 
Pi = 14,7 psia 

Pa = 100 -f 14.7 = 114.7 psia. 


Substituting these values in Equation 3: 


V 


200 

14.7 14.7 

14.7 4- 0.434 (70) 114:7 


200 

0.327 - 0.128 


1000 gal. 


The size of a basement- located closed expansion tank should be at least 
equal to the following: 

One story buildings: x « 0,10 V Three story buildings: x « 0.17 V 

Two story buildings: * « 0.13 V Four story buildings: x «■ 0.23 V 

where x « expansion tank size in gallons. 

V « water volume in heating system in gallons. 

This condition favors, especially in tall buildings, the placing of the 
closed expansion tank above the highest heat transmitter. 

It is common practice to make multiple tank installations on large 
systems in lieu of having a tank made where the capacity required is 
beyond commercially manufactured sizes. 

Any closed expansion tank located above the heat transmitters of a 
hot water heating system should be connected by a direct pipe with the 
flow main leaving the boiler, in order to enable the air to pass easily to the 
expansion tank. In a closed hot water heating system the water under 
pressure tends to absorb air at a rate increasing with pressure increase 
and decreasing with temperature increase. 

Means must be provided to adjust and to observe the proportion of air 
within any closed expansion tank. This involves the provision of an air 
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inlet valve, a water gage, and a relief valve. A source of supply of com- 
pressed air for renewing the air cushion is highly desirable, especially in 
large, high pressure, hot water heating systems where it is inconvenient, 
if not inipracticable, to drain down the water in the system so as to permit 
introduction of atmospheric pressure air. 

For every hot water heating system the designer should calculate the 
volume of water contained in the radiators, piping system, boiler, etc., 
in order to select the proper size of expansion tank. The water content 
of the piping can be obtained from Table 6. For a rough selection of size, 
however, it is sometimes assumed that 50 per cent of the volume of water 
is contained in the radiators, and that the water content per square foot 
of radiator heating surface is 0.2 gal for column radiators and 0.13 gal 
for tube type radiators. 

Another rough method for determining the size of an expansion tank 
to be located above the highest radiator is to divide the square feet of 
radiation by the factor 40 to obtain the required capacity in gallons of 
the expansion tank. 

Table 6. Volume of Water in Standard Pipe 


Pipe Size, 

Lineal Ft of Pipe 

Pipe Size, 

Lineal Ft of Pipe 

In. 

Containing 1 Gal 

In. I 

Containing 1 Gal 

H 

63.1 

2 

5.75 

H 

36.1 

2H 

4.02 

1 

22,2 

3 

2.60 


12.8 

4 

1.52 

9.47 

5 

0.96 


6 

0.67 


INSTALLATION DETAILS 

Items that should be considered in the design of this type of system are: 

All piping must be so pitched that all air in the system can be vented either through 
an open expansion tank, radiators or automatic relief valves. When piping must be 
run around an obstacle such as a beam, it is advisable to drop the piping below the beam. 
If looped over the beam, it becomes necessary to provide for venting of air from the 
high point of the pipe. 

When changing the size of horizontal runs of pipe, eccentric fittings should be used 
to keep the tops of the pipes in line to permit free passage of air along the pipe. 

All piping must be arranged so that the entire system can be drained. Sections of 
piping individually valved shall have corresponding drain valves. 

In lai^e buildings, the piping may be zoned according to exposure of building, usage 
of building, or method of control. 

All piping must be installed so that it is free to expand and contract with changes of 
temperature without producing undue stresses in the pipes or connections. For this 
purpose it is generally sufficient to allow for a variation in length of 1 in. for 100 ft of pipe. 

The pipe system should be designed so that each circuit has its correct friction for 
balanced water distribution. This may be done by change of pipe size or change in pip- 
ing detail. 

The connections from the boiler to the mains should be short and direct, to reduce the 
friction and should allow for expansion. 

The mains and branches should pitch up and away from the heater, generally not 
less than 1 in. in 10 ft. 

Tlie connections from mains to branches ind to risers should be such that circulation 
through the risers will start in the right direction. Hence, in a one-pipe system the flow 
coiliiection must be nearer the heater than the return connection. In a correctly- 
designed two-pipe system, the pressure in the flow main is higher than that in the return 
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main, and a slight variation in the distances of the flow and return connections from the 
h^ter is not material; but it is generally best to have the two connections about equally 
distant from the heater. 

Generally, connections to risers or radiators are taken out of the top of mains either 
45 or 90 deg. 

Supply connections are usually made at the bottom of radiators so that circulation 
will not be stopped by accumulation of air, as would be the case with a top supply 
connection. Short radiators are sometimes connected for top supply and bottom re- 
turn on the same end. When so connected, attention must be given to venting of air 
from the top of the radiator somewhat oftener than when bottom connections are used. 

Unless used as heating surface, all piping, both flow and return, should be insulated. 

All large systems should be provided with extra stop and drain valves, suitably located 
so that parts of the system may be isolated for repairs without making it necessary to 
drain the water from the entire system. 



Fig. 17. Illustration of Vertical Zoning in Hot Water 
Heating System in a 12-Story Building 


ZONING 

In large hot water systems improved control and economy can be 
achieved by separating the systems into sections or zones (vertical or 
horizontal) which can be operated independently of each other. Vari- 
ations in heat requirement of the different zones as influenced by the 
exposure of the building, solar heat, weather conditions, heat from 
processes, type of occupancy, building chimney effect, etc. can readily be 
compensated for when heat can be supplied only where needed. 

In tall buildings, vertical zoning such as shown in Fig. 17 not only 
provides the advantages of control and economy, but also reduces the 
water pressure in the system to that caused only by the number of floors 
served by each section. As shown in Fig. 17 a steam boiler can conr 
veniently be used to supply steam to the heat exchangers supplying 
heated water to each zone. 
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RADIATORS, CONVECTORS, COILS 


Heat Emission of Radiators and Convectors^ Types of Radiators^ Convectors, 
Radiator and Convector Ratings, Effect of Operating Conditions, Heating 
Effect, Heating lip the Radiator and Convector, Enclosed Radiators, 
Coils, Coil Construction and Arrangement, Steam Coils, Water 
Coils, DirecuExpansion Coils, Flow Arrangement, Applica- 
tions, Heat Transfer and Air Flow Resistance, Coil 
Selection 


R adiators and convectors are primarily used for heating- and, 
since their performance is affected by many of the same conditions, 
they will be considered together, while coils will be treated separately 
in the latter part of the chapter. 

HEAT EMISSION OF RADIATORS AND CONVECTORS 

Most heating units emit heat by radiation and convection. An exposed 
radiator emits roughly half of its heat by radiation, the amount depending 
upon the size and number of sections. When the radiator is enclosed or 
shielded, the proportion of radiation is further reduced. The balance of 
the emission occurs by conduction to the air in contact with the heating 
surface, and the resulting circulation of the air warms by convection. A 
convector emits practically all of its heat by conduction to the air sur- 
rounding it and this heated air is in turn transmitted by convection to the 
rooms or spaces to be warmed, the heat emitted by radiation being 
negligible. 

The output of a radiator can be measured only by the heat it emits 
and is generally expressed in units of: Btu per hr; Mbh (1000 Btu per 
hour); or in equivalent direct radiation (240 Btu per hour for steam or 
150 for water radiation). 

TYPES OF RADIATORS 

Present day radiators may be classified as tubular, wall, or window 
type and are generally made of cast-iron. Only the small-tube type of 
tubular radiators with a spacing of 1^ in. per section are now available. 
Small-tube radiators occupy less space and are particularly suited for 
installation in recesses. 

Baseboard radiation consists of long, low units which are made to 
resemble conventional baseboards and are installed along the outside 
walls of rooms in place of the usual wooden baseboard. Units are made 
either of hollow cast-iron panels (with, or without fins on the back) or of 
ferrous or non-ferrous finned tubing installed behind a metal enclosure. 
They are suited for use on hot water systems, but may also be used on 
two-pipe steam systems. Ratings are expressed in Btu per (hour) 
(linear foot) and must be obtained from the manufacturer as there is 
not yet a standardization of outputs for radiation of this type. 

Among the advantages claimed for baseboard radiation are that it is 
inconspicuous; clean in operation; offers a minimum of interference with 
furniture placement; distributes the heat near the floor, thus preventing 
cold floors sometimes experienced-^specially in basementless houses; 
and blankets exposed walls with a film of warmed air. This reduces floor 
to ceiling temperature gradient to about 2 F and tends to produce uniform 
temperatures throughout the room. 

472 
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Table 1. Small-Tube Cast-Iron Radiators 


Section Dimensions 


Number 

OF 

Tubes 

PER 

Section 

Catalog 

Rating 

PER 

Section® 

A 

Height® 

Width 1 

i 

C 

Spacingh 

D 

Leg 

Height® 

Minimum 

Maximum 


Sq Ft 

In. 

In. 

In. 

In. 

In. 

3d 

1.6 

25 


33^ 


2H 


1.6 

19 

4% 

4% 

IH 

2H 

4d 

1.8 

22 

4% 

4'% 

iH 

2H 


2.0 

25 

4% 

4*% 

m 



2.1 

22 

5ys 

65f6 

IK 

234 

O'-* 

2.4 

25 


m 

m 

2^ 


1.6 

14 


8 


234 


2.3 

19 

6‘% 

8 


234 


3.0 

25 


8 

iH 

234 


3.7 

32 

6‘K6 

8 


234 


|-*-1 


1 



T 

0 

LiJ 


•The square foot of equivalent direct steam radiation is defined as the ability to emit 240 Btu per hour, 
with steam at 215 F*, in air of 70 F. These ratings apply only to installed radiators exposed in a normal 
manner; not to radiators installed behind enclosures, grilles, etc. (See A.S.H.V.E. Code for Testing Radi- 
ators adopted January, 1927.) 

^Length equals number of sections times in. 

cOver-all height and leg height, as produced by some manufacturers, are one inch (1 in.) greater than 
shown in Columns A and D. Radiators may be furnished without legs. Where greater than standard leg 
heights are required this dimension shall be in. 

dOr equal. 

After a study of the demand for various sizes of radiators, the Insiitute'of 
Boiler and Radiator Manufacturers, in cooperation with the Division of 
Simplified Practice, National Bureau of Standards, established Simplified 
Practice Recommendation R174-43 for small-tube cast-iron radiators. 
Table 1 shows the size and dimensions now being manufactured. 

Wall radiators are now rated in terms of equivalent square feet, the 
same as small-tube radiators. Tests have shown that the heat emitted 
from a wall-type radiator may be reduced from 5 to 10 per cent if the 
radiator is placed near the ceiling with the bars horizontal and in an air 
temperature exceeding 70 F. When radiators are placed near the ceiling, 
there is usually such a large difference in the temperature between the 
door level and the ceiling that it becomes difficult to heat the living zone 
of the room satisfactorily. 

Pipe coils are assemblies of standard pipe or tubing (1 in. to 2 in.) which 
are used as radiators. In older practice these coils were commonly used 

Table 2. Heat Emission of Pipe Coils Placed Vertically on a Wall (Pipes 
Horizontal) Containing Steam at 215 F and Surrounded with Air at 70 F 
Btu per linear foot of coil per hour {riot linear feel of pipe) 


8m OP Pm 

llN. 

IK In. 

IK In. 

Single row . 

132 

162 

185 

J wo 

252 

312 

348 

Four 

440 

545 

616 

Siv 

567 

702 

793 

Eight 

651 

796 

907 

Ten 

732 

907 

1020 

Twelve...... 

812 

1005 

1135 
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in factory buildings, but now wall-type radiators are most frequently used 
for this service. When coils are used, the miter type assembly is prefer- 
able as it readily permits expansion in the pipe. Cast manifolds or 
headers, known as branch tees, are available for this construction. 

The heat emission of pipe coils placed vertically on a wall with the 
pipes horizontal is given in Table 2 which has been developed from avail- 
able data and does not represent definite results of tests. For such coils 
the heat emission varies as the height of the coil. The heat emission of 
each pipe of ceiling coils, placed horizontally, is about 126 Btu, 156 Btu, 
and 175 Btu per linear foot of pipe, respectively, for 1-in., lj<^-in., and 
13^-in. coils. 


CONVECTORS 

Cast-iron radiators may be concealed in a cabinet or other enclosure for 
appearance. In such cases a greater percentage of heat is conveyed to 



the room by convection thereby resulting in a form of gravity convector. 
A typical recessed convector is shown in Fig. 1. The heating element 
consisting of a large percentage of fin surface is usually shallow in depth 
and placed low in the enclosure in order to produce maximum chimney 
effect in the enclosure. The air enters the enclosure near the floor line 
just below the heating element, is moderately heated in passing through 
the core and is delivered to the room through an opening near the top of 
the enclosure. This air movement accomplishes a reduction in tempera- 
ture differentials and assures maximum comfort in the living zone. 

Concealed heaters or convectors are generally available as completely 
built-in units. Combinations are available in several styles for instal- 
lations, such as the wall-hung type, free-standing floor type, recess type 
set flush with wall or offset, and the completely concealed type. Most of 
these types may be arranged with a top outlet grille in a plane parallel 
with the floor, although the front outlet is practically standard. In 
cases where enclosures are to be used^but are not furnished by the heater 
manufacturer, it is important that the proportions of the cabinet and 
the grilles be so designed that they will not impair the performance of the 
assembled convector. It is desirable that the enclosure or housing for the 
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convector fit as snugly as possible so that the air to be heated cannot 
by-pass the heating element in passing through the enclosure. 

The output of a convector, for any given length and depth, is a function 
of the height. Published ratings are generally given in terms of equiva- 
lent square feet, corrected for heating effect. However, an extended 
surface heating unit is entirely different structurally and physically from 
a direct radiator and, since it has no area measurement corresponding to 
the heating surface of a radiator, many engineers believe that the per- 
formance of convectors should be stated in Btu. For steam convectors, 
as for radiators, 240 Btu per hour may be taken as an equivalent square 
foot of radiation. When more than one heating unit is used, one mounted 
above the other in the same cabinet, the output of the upper unit or 
units will be materially less than that of the bottom unit. 

RADIATOR AND CONVECTOR RATINGS 

A standard method of testing radiators was adopted by the A.S.H.V.E. 
in 1927 ^ This Code provides for a standard test room, the temperature 
of which is to be maintained at 70 F, measured in the center of the room at 
an elevation of 5 ft above the floor. The steam temperature in the radi- 
ator is to be 215 F, which corresponds to 15.6 lb per square inch absolute. 
The weight of condensate per hour, under these standard conditions, 
multiplied by the difference in the enthalpy of the steam entering the 
radiator and that of the condensate leaving the radiator, gives the radiator 
output in Btu per hour. This output divided by 240 gives the steam 
rating of the radiator in equivalent square feet. 

Similar test methods for convectors are the A.S.H.V.E. Codes for 
Testing and Rating Concealed Gravity Type Radiation *, (Steam Code 
1932 and Hot Water Code 1933). These Codes recognize a different type 
of test booth, and the air temperature used is that of the air entering the 
convector casing instead of the temperature in the center of the room. 
The entering air temperature for standard test conditions is 65 F. For 
hot water the standard test conditions call for a mean temperature of the 
water in the convector of 170 F. 

The Convector Manufacturers Association has adopted the A.S.H.V.E. 
standard in the formulation of its ratings and has compiled a tentative 
standard of heating effect allowances for various enclosure heights to be 
included in the ratings by its members. 

All published ratings bearing the title C.M,C. Ratings {Convector Manu- 
facturers Certified Ratings) indicate that the convectors have been tested 
in accordance with the A.S.H.V.E. Code by an impartial and disinterested 
laboratory and that the ratings have been approved by the Standardiza- 
tion Committee of the Convector Manufacturers Association. 

Effect af Operating Conditions 

The beat output of a radiator is proportional to the 1.3 power of the 
temperature difference between the air in the room at the 60 in. level and 
the heating medium in the radiator. The heat output of a convector is 
proportional to the 1.5 power of the temperature difference between the 
air entering the convector and the heating medium, steam or hot water, 
within the convector*. For hot water the arithmetical average between 
entering and leaving water temperatures is used. These laws may be 
expressed as correction factors to change from output under standard 
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Table 3. Correction Factors for Direct Cast-Iron Radiators and Convectors^ 


Stsam 

Pitsaa, 

Approx. 


HRATINoj 

Msdium 
Tkmp F 
Stxaii 


Factors por Dirbct 
Cast-Iron Raoutobs 


Factors pob Conviotors 


Room Txmpiraturx F 


Vacuum 
In. Eg. 

Lb per 
Sq In. 

OR 

Water 

80 

75 

70 

65 

60 

55 

50 

80 

75 

70 

65 

60 

55 

50 

22.4 

3.7 

150 

2.58 

2.36 

2.17 

2.00 

1.86 

1.73 

1 62 

3.14 

2.83 

2.57 

2.35 

2.15 

1.98 

1.84 

20.3 

4.7 

160 

2.17 

2.00 

1.86 

1.73 

1.62 j 

1.52 

1.44 

2.57 

2.35 

2.15 

1.98 

1.84 

1.71 

1.59 

17.7 

6.0 

170 

1.86 

1.73 

1.62 

152 

1.44 

1.35 

1.28 

2.15 

1.98 

1.84 

1.71 

1.59 

1.49 

1.40 

14.6 

7.5 

180 

1.62 

1.52 i 

1.44 

1.35 

1.28 

1.21 

1,15 

1.84 

1.71 

1..59 

1.49 

1.40 

1.32 

1.24 

10.9 

9.3 1 

190 

1.44 

1..15 

1.28 

1.21 

1.15 

1.10 

1.05 

1.59 

1.49 

1.40 

1.32 

1.24 

1.17 

l.U 

6.5 

11.5 

200 

1.28 

1.21 

1.15 

1.10 

1.05 

1.00 

0.96 

1.40 

1.32 

1.24 

1.17 

1.11 

1.05 

l.OO 

LbperSqln 

1 

15.6 

215 

1.10 

1.05 

1.00 

0.96 

0.92 

0.88 

0.85 

1.17 

i.n 

1.05 

1.00 

0.95 

0.91 

0.87 

6 

21 

2. J 0 

0.96 

0.92 

0.88 

0.85 

0.81 

0.78 

0.70 

l.fX) 

0.95 

0.91 

0.87 

0.83 

0,79 

0.76 

15 

.30 

250 

0 81 

0.78 

0.76 

i 0.73 

0.70 

0.68 

0.66 

0.83 

0 79 

0.76 

0.73 

0.70 

0.68 

0.6.5 

27 

42 

270 

0.70 

0 68 

0.66 

0.64 

0.62 

060 

0.58 

0.70 

0.68 

: 0.65 

0.63 

0.60 

0.58 

0.. S 6 

52 

67 

300 

0.58 

0.57 

0.55 

0.53 

0.52 

0.51 

0.49 

0 56 

0.. S 4 

0.53 

0.51 

0.49 

0.48 

0.47 


Inlbt Air Tbmpsraturb F 


•To determine the size of a radiator or a convector for a given space, divide the heat loss in Btu per hour 
by 240 and multiply the result by the proper factor from the above table. 

To determine the heating capacity of a radiator or a convector under conditions other than the basic 
ones with the heating medium at a temperature of 215 F, and the room temperature at 70 F in the case of a 
radiator, and the inlet air temperature at 65 F in the case of a convector, divide the heating capacities at the 
basic conditions by the proper factor from the above table. 


rating-test conditions to output under other operating conditions. Such 
factors are given in Table 3. 

When it is desired to change the output under any test conditions to 
the corresponding output under standard Code test conditions, the 
reciprocal form of correction factor may be derived. The equations for 
steam units are: 

For radiators: For convectors: 

<■> 

The output under standard conditions will be: 

H , = C, Ht (3) 

where 

Cs correction factor. 

« steam temperature during test, Fahrenheit degrees. 
tr * room temperature during test, Fahrenheit degrees. 
t\ * inlet air temperature during test, Fahrenheit degrees. 

Hn * heat emission rating under standard conditions, Btu per hour. 

Hi ~ heat output under test conditions, Btu per hour. 

The relation between the size of the radiator or convector and the size 
of the test room will affect the results obtained in a capacity-rating test.^ 
The height and location of the radiator and the insulation of the test room 
are other important factors that are not specifically regulated by the Code. 

For a radiator, the finish coat of paint affects the heat output. Oil 
paints of any color will give about the same results as unpainted black or 
rusty surfaces, but an aluminum or a bronze paint will reduce the heat 
emitted by radiation. The net effect may be a reduction of 10 per cent 
or more in the total heat output of thf radiator 

Radiator enclosures and convector casings affect the heat distribution 
within the room as well as the total amount of heat supplied by the steam 
or hot water * 
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Heating Effect 

For several years the term heating effect has been used to designate the 
relation between the useful output of a radiator, in the comfort zone of a 
room, and the total input as measured by steam condensation or water 
temperatures*’ The application of such a heating effect factor is a recog- 
nition that some radiators and convectors use less steam than others for 
producing equal comfort heating results in the room. 

No standard method for evaluating the heating effect of radiators and 
convectors and correlating it with comfort has yet been accepted. One 
method, with test data on radiators and convectors, and making use of 
the eupatheoscope for evaluating the environment produced, has been 
suggested by the University of Illinois. The principle underlying the 
eupatheoscope involves the measurement of the heat loss from a sizable 



2 3 4 5 6 7 

HEIGHT ABOVE FLOOR IN FEET 


Fig. 2. Temperature Gradients and Equivalent Temperatures for Radiator 
AND Convectors with Common 30 in. Level Temperature 


body by radiation and convection, when the surface is maintained at 
some constant temperature. Through the use of this instrument and its 
calibration curve, non-uniform environments may be referred to uniform 
environments in which the air and all surrounding surfaces are at the 
same temperature. The temperatures of the uniform environments are 
referred to as equivalent tempieratures. 

The Kata thermometer the thermo-integrator and the globe 
thermometer are other instruments which have been used to measure 
the influence of air temperature, air movement and radiation in an 
environment. 

Data given in Fig. 2 show that while the air temperature at the 30-in. 
level is the same for the three convectors and the one large-tube cast-iron 
radiator, in position No. 3 in the test room, the equivalent temperature 
is 1.5 F lower than the air temperature in the case of the three convectors, 
and the same as the air temperature in the case of the radiator. The 
difference between the minimum and the maximum amount of heat 
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required to maintain the common air temperature at the 30-in. level is 
of the order of 13 per cent. 

In Fig. 8 are shown the results of tests made with the same three 
convectors and the one large- tube cast-iron radiator, so adjusted in size 
that each gave approximately the same equivalent temperature in the 
No. 3 position in the test room. The difference between the minimum 
and the maximum amount of heat required to maintain the common 
equivalent temperature is of the order of 7 per cent. 

The following statements applying to the use of radiators are based on 
experience and test results: 

1. The heating effect of a radiator cannot be judged solely by the amount of steam 
condensed within the radiator. 
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2. Smaller floor-to-ceiling temperature differentials can be maintained with long, low, 
thin, direct radiators, than is possible with high, direct radiators. 

3. The larger portion of the floor-to-ceiling temperature differential in a room of 
average ceiling height heated with direct radiators occurs between the floor and the 
breathing level. 

4. The comfort level (approximately 2 ft-6 in. above floor) is below the breathing line 
level (approximately 6 ft-0 in. above floor), and temperatures taken at the breathing 
line may not be indicative of the actual heating effect of a radiator in the room. The 
comfort-indicating temperature should be taken below the breathic^^ line level. 

5. High column radiators placed at the sides of window openings do not produce as 
comfortable heating effects as long, low, direct radiators placed beneath windows. 


HEATING UP THE RADIATOR AND CONVECTOR 

The maximum condensation occurs in a heating unit when the steam 
is first turned on. Tests on an old-style column-type cast-iron radiator 
indicated that in the first 10 min the condensation rate reached a peak of 
0.96 lb per square foot of radiator per hour and 10 to 16 min laterdropped 
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to a rate of 0.24 lb. In practice the rate of steam supply to the heating 
unit, while heating up, is frequently retarded by controlled elimination of 
air through air valves or traps. Automatic control valves may also retard 
the supply of steam. Vacuum types of air venting valves may be used 
to reduce the length of the venting periods. 


ENCLOSED RADIATORS 

The general effect of an enclosure placed about a direct radiator is to 
restrict the air flow, diminish the radiation and, when properly designed, 
improve the heating effect. Investigations “ indicate that in the design 
of the enclosure three things should be considered : 

1. There should be better distribution of the heat below the breathing line level to 
produce greater heating comfort and lowered ceiling temperatures. 



Fig. 4. Steam Consumption of Exposed and Concealed Radiators 


2. The lessened steam consumption may not materially change the radiator heating 
performance. 

3. The enclosed radiator may inadequately heat the space. 

A comparison between a bare or exposed radiator (A) and the same 
radiator with a well-designed enclosure (B), with a poorly-designed 
enclosure (C), and with a cloth cover (D) will illustrate the relative 
heating effects. In Fig. 4 the curve (B) reveals that the enclosed radiator 
used less steam than the exposed radiator, but gave a satisfactory heating 
performance. A well -designed shield placed over a radiator gives about 
the same heating effect. Curve (C) shows the unsatisfactory effects 
produced by improperly-designed enclosures. Curve (D) shows that the 
eff^t of a cloth cover extending downward 6 in. from the top of the 
radiator was to make the performance unsatisfactory and inadequate. 

Some con^merdal enclosures and shields for use on direct radiators are 
quipped with water pans for the purpose of adding moisture to the air 
in the room. Tests " show that an average evaporative rate of about 
0.i235 lb per square foot of water surface per hour may be obtained from 
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such pans, when a radiator is steam heated and the relative humidity in 
the room is between 25 and 40 per cent. This source of supply of moisture 
alone is not adequate to maintain a relative humidity above 25 per cent 
on a zero day. 


COILS 

Coils described in this chapter are used for heating or cooling an air 
stream under forced convection. Surface coil equipment may be made up 
of a number of banks assembled in the field, or the entire assembly may 
be factory constructed. The applications of each type of coil are limited 
to the field within which it is rated. Other limitations are imposed by 
code regulations, by proper choice of materials for the fluids used and 
the condition of the air handled, or by an economic analysis of the possible 
alternates on each installation. 

For heating service, coils are used as preheaters, reheaters or booster 
heaters. The function of the coils is air heating only, but the apparatus 
assembly may include means for humidification and air cleaning. Steam 
or hot water are the usual heating media, although others are used in 
special cases, such as reheating by means of discharge gas from a refriger- 
ating system. 

Coils are used for air cooling with or without accompanying dehumidi- 
fication. Examples of cooling applications without dchumidification are 
precooling coils using well water or other relatively high temperature 
water to reduce the load on the refrigerating machinery, or water cooled 
coils to remove sensible heat in connection with chemical moisture- 
absorption apparatus. By proper coil selection it is possible to handle 
both sensible cooling and dehumidification together as explained later. 
The assembly usually includes air cleaning means to protect the coil from 
accumulation of dirt and to keep dust and foreign matter out of the con- 
ditioned space. Although cooling and dehumidification are the usual 
functions, there are cases of cooling coils purposely wetted to aid in air 
cleaning and odor absorption. 

The usual cooling media used in surface coils are cold water or Group 
I (ASA Classification) refrigerants, but others are used in special cases. 
Brines are seldom required for the range of applications covered by this 
chapter, although there are cases where low entering air temperatures 
with large latent heat loads require a refrigerant temperature so low that 
water becomes impractical, ^metimes, also, brine from an industriaj 
system already installed is the only convenient source of refrigeration 

For combined cooling and dehumidifying, surface coils present an alter- 
nate to spray dehumidifiers. For many applications it is possible, by 
proper selection of apparatus, choice of air velocities, refrigerant tem- 
peratures, etc., to perform the same duty with either. In a few cases 
both sprays and coils are used. The coils may then be installed within 
the spray chamber, either in series with the sprays or below them. In 
making the selection between spray and surface dehumidifiers, certain 
advantages of each should be considered. The fact that a spray dehumi- 
difier is usually designed to deliver nearly saturated air tends to simplify 
the control problem. In this case th^ dry-bulb temperature is also the 
dew-point, and hence a dew-point control can be arranged by using a 
simple duct thermostat. Spray dehumidifiers have an advantage over 
unwetted coils of obtaining some air cleaning and odor absorption. On 
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the other hand, coils make possible a closed and balanced cooling water 
circuit, obviating the unbalanced pumping head, the complication of 
water level control, and danger from possible floods incidental to multiple 
spray dehumidifiers, especially if located on different levels. The use of 
coils often makes it possible for the same surface to serve for summer 
cooling and winter heating by circulating cold water in the one season 
and hot water in the other, with consequent saving in apparatus and 
piping. Another advantage is that where the surface coil system can be 
used with direct expansion of refrigerant, it is comparatively low in initial 
and operating costs. The safety of the occupant must be kept in mind in 
comfort conditioning applications. Some localities have refrigeration 
codes which restrict the use of direct-expansion coils in the air stream, 
and hence local codes should be consulted by the engineer before a system 
employing direct expansion methods is designed. The choice between 
spray dehumidifiers and coils depends upon the necessities and the 
economic aspects of each case and no general rule can be given. There are 
many installations in which either may be used. 

COIL CONSTRUCTION AND ARRANGEMENT 

Coils are basically of two types, those consisting of plain tubes or pipe 
and those having extended surfaces. The former are little used for the 
applications covered by this chapter, but are often employed where condi- 
tions cause frost accumulation, and for cooling within spray dehumidifiers. 

The heat transmission from air passing over a tube to a fluid flowing 
within it is impeded by three resistances. The first resistance is from the 
air to the surface of the tube, usually called the outside surface resistance 
or air-film resistance. Second is the resistance to the flow of heat by 
conduction through the metal itself. F'inally there is another surface or 
film resistance to the flow of heat between the inside surface of the metal 
and the fluid in the tube. For the applications under consideration both 
the resistance of the metal wall to heat conduction, and the inside surface 
or film resistance are usually low as compared with the air-side surface 
resistance. Economy in space, weight and cost makes it advantageous to 
decrease the external surface resistance, where it is proportionately large, 
to approach that of the tube wall, and that from the tube to refrigerant. 
This may be accomplished by increasing the external surface by means of 
fins. Sometimes water spray is applied to the same type surface as would 
have been used without it. The over-all heat transfer is not necessarily 
increased much by such an arrangement, but the water spray may serve 
other purposes than to increase the flow of heat, such as air and coil 
cleaning. (See Chapter 7). 

In fin or extended surface coils the external surface of the tubes is 
known as primary and the fin surface is called secondary. The primary 
surface consists generally of round tubes or pipes. In some cases these 
are staggered and in others in line with respect to the air flow. The 
staggered arrangement gives a somewhat higher heat transfer value but 
also a higher resistance to air flow and in some cases makes the header 
and return bend arrangement more complicated. Numerous types of 
fin arrangement are used, the most common of which are spiral, flat and 
flat-crinkled or corrugated, all as shown in Fig. 5. While the spiral fin 
surrounds, each tube individually in all cases, the flat types may be con- 
tinuous (including several rows of tubes), or they may be round or square, 
with individual fins for each tube. All of these, as well as other less 
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common types, are in use, the selection for a particular installation being 
based on economic considerations, space requirements and resistances of 
individual designs of coils. A most important factor in the performance 
of extended surface coils is the bond between the fin and the tube. An 
intimate contact is assured in a number of ways. The assembled coil may 
be coated with tin, zinc, etc., after fabrication. The spiral type fin may 
be knurled into a shallow groove on the exterior of the tube. The tube 
may be expanded after the fins are assembled, or the tube hole flanges of a 
flat or corrugated fin may be made to override those in the preceding 
fin and so compress them upon the tube. There are also types of con- 
struction where the fin is formed out of the material of the tube itself. 

For heating coils the materials most generally used are copper, steel and 
aluminum. Sometimes aluminum or brass fins are used on copper tubes. 
Some types of heating coils are made of cast-iron. .For equal performance 
brass and aluminum fins must be of greater thickness than copper fins 
because of their lower thermal conductivities. Copper coils are frequently 
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Fig. 5, Types of Fin Coil Arrangement 


tin-dipped and steel coils galvanized to protect them from corrosion and 
to assure a bond between fin and tube. 

Cooling coils for water or for volatile refrigerants most frequently have 
copper fins and tubes, although aluminum fins on copper tubes are also 
used. For brines such as sodium or calcium chloride and for ammonia, 
steel fins and tubes are common. 

Although there are many variations for special cases, tube and fin sizes 
and spacings for air conditioning coils, both heating and cooling, fall 
within fairly narrow limits. The tubes are usually 5^, 3^, 5^, or % in. 
OD, and the fins spaced from 4 to 8 per inch, 7 per inch being a common 
design. The tube spacing generally varies from about to 2 in. on 
centers. Small tube size and close fin spacing give large capacity with 
small space demand, but the resistance, both over the surface and through 
the tubes, is higher than with larger tubes and more widely spaced fins. 
Moreover, too close a fin spacing may result in trouble from dirt accumu- 
lation, especially on dehumidifying coils, and may also cause trouble 
from water held between the fins, particularly with air flow vertically 
upward* This condition increases tfee air resistance and decreases the 
capacity of the coil. Water hold-up sometimes causes flooding trouble in 
vertical air flow units by accumulating too much water for the drain to 
handle all at once when the fan is stopped. 
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Steam Coils 

For proper performance of steam heating coils, condensate and air 
must be continuously eliminated and the steam must be evenly distributed 
to the individual tubes. This distribution is usually accomplished by 
individual orifices in the tubes, by distributing plates and orifices in the 
steam header, or by perforated internal steam-distributing pipes extend- 
ing into the individual tubes. The latter arrangement has the advantage 
of distributing the steam throughout the length of each tube, and is con- 
ducive to uniform temperature of delivered air. The tendency of conden- 
sate to freeze at the bottom of the coil with cold entering air and light 


Water outlet | 




Fig. 6. Various Water Circuit Arrangements 


heating loads is also minimized. This is especially valuable for outside 
air preheaters. Methods of air and condensate elimination are discussed 
in Chapters 23 and 26. 

Water Coila 

The performance of water coils, for heating or cooling, depends on the 
elimination of air from the system and proper distribution of water. Air 
elimination is taken care of in the system piping as described in Chapter 
24. To assure a pressure drop sufficient for adequate distribution but at 
the same time to provide against excessive pumping head where large 
water quantities are handled, water coils are provided with various water 
circuit arrangements., For instance, a typical coil 18 tubes high and 6 
tubes deep in the direction of air flow can be arranged for 6, 9, 18 or 36 
parallel water circuits as conditions may require. Orifices in individual 
tubes are occasionally employed but are usually unnecessary as the 
resistance of individual water circuits is generally sufficient to effect a 
satisfactory distribution. In precooling coils using well water where 
there may be connderable sand and other foreign matter in the water, 
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provision for cleaning of individual tubes is of advantage. It is important 
to arrange water coils for complete drainage if located where they will be 
exposed tp freezing. Fig. 6 shows such construction. The drains may 
be proviaed in the water piping although they are often arranged in 
the coil headers. 

Direct-Expansion Coils 

Coils for volatile refrigerants present more complex problems of fluid 
distribution than do water, brine or steam. It is desirable that the coil 
be effectively and uniformly cooled throughout, and necessary that the 
compressor be protected from entrained, unevaporated refrigerant. There 
are two types; namely, flooded systems, and thermal expansion valve 
systems, as shown in Figs. 7 and 8. In a flooded coil, the circulation is 
similar to that in a water tube boiler. The liquid is maintained at the 
proper level by the action of a float regulator as shown in Fig. 7. The 
thermal expansion valve system depends upon the thermal valve auto- 
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Fig. 8. Direct-Expansion Coil with 
Thermal Valve System 


matically feeding just as much liquid to the coils as is required to main- 
tain the superheat at the coil suction outlet within predetermined limits 
which vary from about 6 to 10 deg. The thermal valve arrangement is in 
common use for the type of coils covered by this chapter, while the 
flooded system is comparatively rare. 

With the flooded system the refrigerant distribution through the tubes 
depends on properly selecting the length of the feeds and the head of 
liquid imposed upon the liquid inlets. No auxiliary distributing devices 
are required. With the thermal valve system there are two factors to 
consider. There must be, generally, more than one refrigerant feed 
through the coil per thermal valve to keep the pressure drop through the 
refrigerant circuit within practical limits and to reduce the corresponding 
penalty in increased evaporating temperature. At the same time the 
coil must be so arranged that the required suction superheat can be 
attained with a minimum sacrifice in the performance of the coil as a 
whole. It is general practice to attain this superheat within the coil 
itself and not by the use of external heat exchangers or other auxiliary 
devices. 

With thermal expansion valves it is advantageous to keep the pressure 
drop through the refrigerant feeds as low as possible. The feeds are laid 
out to expose each to the same mean temperature difference so that it 
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Fig. 9. 1 vpes of Refrigerant Feed Distributing Heads 

handles the same refrigerating load, A distributing means is imposed 
between valve and coil liquid inlets to divide the refrigerant equally 
among the feeds. Such a distributor must be efifective for distributing 
both liquid and vapor, because the entering refrigerant is a mixture of the 
two. Fig. 9 shows three ty[)ical types of distributors. In distributor A 
the liquid and gas mixture from the thermal valve is led tangentially into 
a chamber. The coil feed connections extend outward radially at the top 
of this chamber. In distributor B the refrigerant is discharged at a high 
velocity through a central jet against the end plate, forming a uniform 
mixture of gas and liquid within the distributor, from which individual 
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connections are led as shown. In type C the refrigerant enters at high 
velocity from the thermal valve and is discharged against the end plug 
in which |:he individual liquid feeds are closely arranged. These distribu- 
tors can be used in either vertical or horizontal position. Although there 
are other forms of distributors those mentioned are typical examples. 
The individual liquid connections from the distributor to the coil inlet are 
commonly made of small diameter tubing and are all of the same length 
and diameter in order to impose the same friction between the distributor 
and the coil. Since the thermal valves act in response to the superheat 
at the coil outlet, this superheat should be produced with the least pos- 
sible sacrifice of active evaporating surface. Sometimes a single thermal 
valve is used per coil. In other cases multiple valves are used, with the 
coil divided across the air flow or parallel to the air flow as shown in Fig. 



Fig. 12. Flow of Media in Tubes in Relation to Air Flow 


10. The arrangement of Fig. 11 should be avoided since it offers the 
disadvantage of unequal load on the two parallel circuits. 

Flow Arrangement 

The relative direction of flow of the air outside the tubes and the 
medium within them influence the performance of the surface. There 
are three types of relative flow in common use. Fig. 12A shows parallel- 
flow in which the air and the medium in the tubes proceed through the 
coil in the same direction. Fig. 12B shows counter-flow in which the 
medium in the tubes proceeds in a direction opposite to the flow of air. 
Fig. 12C shows cross-flow in which the air and the medium in the tubes 
pass at right angles to each other. The counter-flow arrangement is 
almost universally used in brine or water coils to take advantage of the 
highest possible mean temperature difference for given entering water 
and air temperatures. It is also commonly used in coils fed with volatile 
refrigerant to take advantage of the higher air temperature for super- 
heating the leaving gas. In deep coHs, however, it is sometimes advan- 
tageous to use parallel flow from second row to last row and then to 
complete the circuit by passing through the first row to take advantage 
of the higher air temperature for superheating. Complete evaporation 
and superheating of the refrigerant are essential to proper operation 
of the thermal expansion valve. Cross-flow is common in steam heating 
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coils, the temperature within the tubes being substantially uniform and 
the mean temperature difference the same whatever the direction of 
flow, relative to the air. Cross-flow is to be avoided in coils with volatile 
refrigerants on account of unequal loading of parallel circuits and the 
danger of short circuiting of liquid refrigerant which disturbs proper 
functioning of the thermal expansion valve. 

Applications 

Heating coils in field assembled banks are used for a number of pur- 
poses as described in Chapter 43. They may be arranged with the air 
flow vertical or horizontal, although the latter is more common. For 
steam heating, the coils may be set with the tubes vertical or horizontal. 
In the latter case the coil should be sloped to provide for condensate 
drainage. Because of the multi-circuit feed arrangement and the neces- 



sity for avoiding air and water pockets, water heating coils are generally 
arranged with the tubes horizontal. Certain precautions must be taken 
against freezing. Where steam coils are used with entering air below 
freezing temperature, throttling the steam supply may result in freezing 
the condensate in the bottom of the coil if the tubes are of the variety not 
provided with internal distributing pipes, or an equivalent arrangement. 
If these are used, there is little danger of freezing the condensate as long 
as the leaving air temperature is not allowed to fall below about 40 F. 
As an added precaution with both steam and water coils the outside air 
inlet dampers are often closed automatically when the fan is stopped to 
avoid trouble caused by very cold outside air drifting in during ojf periods. 

A typical arrangement of cooling coils is shown in Fig. 13. Some means 
should be provided to filter all the entering air to keep dirt ^d foreign 
matter from accumulating on the coils. The assembly is provided with a 
drip-pan to catch the condensate during summer dehumidifying duty and 
to collect the non-evaporated water from the humidifying sprays in 
winter. The drip connection should be made ample in size and liberally 
provided with plugged tees and crosses for clearung. It should not be 
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exposed to freezing temperatures in winter if the apparatus is used on 
winter humidifying duty. Access doors should be provided for servicing 
filters, humidifying nozzles, and fan bearings and for cleaning the coils. 
With certain designs of coils when used for dehumidifying, eliminators 
must be used beyond the coil to catch any water which may be blown 
into the air stream. It is customary to include these eliminators when 
the air velocity exceeds about 450 fpm with the individual fins and about 
600 fpm for the continuous flat fin type. Where a number of coil sections 
are stacked one upon another, and where the velocities are low, so that 
eliminators need not be used, occasional trouble results when water 
splashes down from one coil to the next and blows out into the air stream. 
In such cases drip troughs as shown in Fig. 14 are used to collect this 
water and conduct it to the condensate pan. 

Sometimes finned surface coils on summer cooling and dehumidifying 



Fig. 14 . Coil Arranged with 
Drip Trough 


Fig. lo. Recirculating Spray System 
FOR Cleaning Coils 


duty are provided with water sprays. These sprays are of two types. 
In the first type a set of spray nozzles is arranged for intermittent cleaning. 
These sprays are not operative when the system is in use and no recircu- 
lating pump is provided. The second arrangement requires a collecting 
tank and a recirculating pump. The water is in circulation whenever the 
apparatus is in operation, and assists in keeping the coil clean and in 
absorbing odors. Fig. 15 illustrates such an arrangement. Wherever 
air by-passes are used around a coil on summer duty for control purposes, 
it is advantageous to direct only return air through the by-pass rather 
than a mixture of return and outside air. The casing should be arranged 
accordingly. To maintain the air quantity handled by the fan reasonably 
constant, and to assure the required design quantity of by-passed air 
when the by-pass damper is open, cooling coil banks are frequently 
furnished with both face and by-pass dampers as shown in Fig. 13. 

Although both heating and cooling,j:oils are made of sufficient strength 
to take up expansion and contraction arising within themselves, care 
should be taken to avoid imposing strains from the piping on to the coil 
connections. (See Chapter 23.) 
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HEAT TRANSFER AND AIR FLOW RESISTANCE 

The transfer of heat between the heating or cooling medium and the 
air stream is influenced by several variables: 

1. The temperature difference. 

2. The design and surface arrangement of the coil. 

3. The velocity and character of the air stream. 

4. The velocity and character of the medium in the tubes. 

The driving force is usually taken as the logarithmic mean temperature 
difference for heating or cooling without dehumidification. For combined 
cooling and dehuniidification, the logarithmic difference does not apply 
strictly and such problems should be handled as described in Chapter 7. 
With volatile refrigerants there is often an appreciable pressure drop and 
corresponding change in evaporating temperature through the refrigerant 
circuit. The problem is further complicated by the fact that the refriger- 
ant is evaporating in part of the circuit and superheating in the remain- 
der. In spite of this, heat transfer and ratings for coils using volatile 
refrigerants are usually based on a refrigerant temperature corresponding 
to the average pressure in the coil. 

The design and surface arrangement of the coil include such items as 
materials, type, thickness, height and spacing of the fins, and the ratio 
of this surface to that of the tube, the use of the staggered or in-line tube 
arrangement, and provisions to increase the air turbulence such as the 
use of corrugated as against flat fins. Staggered tubes increase the total 
heat transfer as against the in-line arrangement and corrugated fins may 
be more effective than flat. This design and surface arrangement has 
a large effect on the air film heat transfer resistance. 

The velocity of the air usually considered is the coil face velocity. 
This bears a varied relation to the acttial velocity over the surface, depending 
upon the individual coil design. As long as a fixed design of coil is under 
consideration face velocities may be used, but they may be unsatisfactory 
in comparing different designs, as it is the actual surface velocity that is 
significant. The air volume is often based on standard air at 70 F and 
a barometric pressure of 29.92 in. Hg. The use of air volume in coil 
rating information may be misleading. The significant value is mass 
velocity in pounds per {minute) {square foot of face area) and not cubic feet 
per minute, because for a fixed volume the corresponding weight may vary 
widely, depending upon the temperature and barometric pressure. 

At the same mass air velocity, varying performance can be obtained 
depending upon the turbulence of the air flow into the coil and upon the 
uniformity of distribution of air over the coil face. The latter is very im- 
portant in obtaining reliable test ratings and in realizing rated perform^ 
ance in practical installations. The resistance through the coils will assist 
in distributing the air properly, but where the inlet duct connections are 
brought in at sharp angles to the coil face, the effect is frequently bad 
and there may even be reverse air currents through the coils. This 
reduces the capacity, but can be avoided by proper layout or by the use 
of directing baffles. 

Heat transfer depends also upon the velocity of the medium in the 
tubes and upon its character, whether flowing water, condensing steam or 
evaporating volatile refrigerant. Heat transfer rates expressed as Btu 
per (square foot of internal surface) (degree logarithmic mean effective 
temperature difference between the fluid and tube wall) are, for example: 
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about 150 to 300 for evaporating dichlorodifluoromcthane, about 350 to 
1200 for water at 2 and 6 fps and about 1200 for condensing steam. The 
influence of the medium in the tubes on the over-all heat transfer rate is, 
therefore, apparent. 

Because of these variables, reliable rating and performance information 
for any design of coil must be based on actual tests on that coil under the 
expected conditions of operation. A comparison between the perform- 
ance of two designs, unless based on such tests on each, may lead to 
entirely erroneous conclusions. For details on coil calculation and 
performance see Chapter 7. 

COIL SELECTION 

In the selection of a coil it is necessary to consider several factors: 

1. The duty required — heating, cooling, dehumidifying. 

2. Temperature of entering air — dry-bulb only if there is no dehumidification, dry- 
and wet-bulb if moisture is to be removed. 

3. Available heating and cooling media. 

4. Space and dimensional limitations. 

5. Air quantity limitations. 

6. Allowable resistances in air circuit and through tubes. 

7. Peculiarities of individul designs of coils. 

8. Individual installation requirements, such, for example, as type of automatic 
control to be used. 

The duties required may be determined from information in Chapters 6, 
8, 14 and 15. There may or may not be a choice of cooling and lieating 
media, as well as temperatures available, depending upon whether the 
installation is new or is in combination with present sources of heating or 
cooling. Space limitations are dictated by the requirements of individual 
cases. The air quantity is influenced by a number of considerations. The 
air quantity through heating coils is often made the same as that necessary 
to handle the summer cooling load. The air handled may be fixed by the 
use of old ventilating ducts as an air distribution system for new air 
conditioning apparatus, or may be dictated by requirements of satisfac- 
tory air distribution or ventilation. The resistance through the air 
circuit influences the fan horsepower and speed. This resistance may be 
limited to allow the use of a given size of fan motor, or to keep the opera- 
ting expense low, or it may be limited by the maximum fan peripheral 
velocity which requirements of quietness may permit. The friction 
through the water or brine circuit may be dictated by the head available 
from a given size of pump and pump motor. As the fan and pump motor 
inputs represent a refrigerating load on cooling installations, it is eco- 
nomical to keep them low. 

Proper performance of a surface heating or cooling coil depends upon 
correct choice of the original equipment and upon certain other factors. 
The usual coil ratings are based on a uniform face velocity of air. If the 
air is brought in at odd angles or if the fan is located so as to block part of 
the air flow, the performance as given in the manufacturer’s ratings 
cannot usually be obtained. To obtain this performance it is necessary 
al^ that the air quantity be adjusted on the job to that used in deter- 
mining the coil selection, and must also be kept at this value. The most 
common causes for a reduction of air quantity are the fouling of the filters 
and collection of dirt in the coils. These difiSculties can be avoided by 
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proper design and proper servicing. There are a number of ways in which 
coils may be cleaned. A common method is to wash them off with water. 
They can sometimes be brushed and cleaned with a vacuum cleaner. In 
bad cases of neglect, especially on restaurant jobs where grease and dirt 
have accumulated, it is sometimes necessary to remove the coils and wash 
off the accumulation with steam, compressed air and water, or hot water. 
The most satisfactory solution, however, is to keep the filters serviced, 
and thus make the cleaning of the coils unnecessary. 

The proper selection of coils requires an understanding of the necessities 
of each case and should be based on an economic analysis of the plant 
design as a whole. No general rule can, therefore, be laid down for the 
selection of heating or cooling coils. It is possible, however, to point out 
the limits of usual practice and to indicate the influence of the variables 
involved in the coil selection. 

Heating Coils 

Steam and hot water heating coils are usually rated within these limits: 

Air Face Velocity — 200 to 1200 fpm, sometimes up to 1500 fpm. 

Steam Pressure — 2 to 200 lb, sometimes up to 350 lb per square inch. 

Hot Water Temperature — 150 to 225 F. 

Water Velocity — 2 to 6 fps. 

Individual cases may deviate widely, but the tabulation given here- 
with will serve as a guide to usual heating installation practice: 

Air Face Velocity — 500 to 800 fpm face, 500 being a common figure. 

Delivered Air Temperature — varies from about 72 F for ventilation only to about 
150 F for complete heating. 

Steam Pressure — 2 to 10 Ib, 5 lb being common. 

Hot Water Temperature — 150 to 225 F. 

Water Velocity — 2 to 6 fps. 

Water Quantity — Based on about 20 F temperature drop through a hot-water coil. 

Air Resistance — The total resistance through heating coils is usually limited to from 

to % in. of water gage for public buildings, to about 1 in. for factories. 

The selection of heating coils is relatively simple as it involves dry-bulb 
temperatures and sensible heat only, without the complication of simul- 
taneous latent heat loads, as in cooling coils. For a given duty, entering 
air temperature, and steam pressure, it is possible to select several arrange- 
ments of the same design of coil depending upon the relative importance 
of space, cross-sectional area, and air resistance. 

Cooling Coils 

Cooling and dehumidifying coils are usually rated within these limits: 

Entering Air Dry-Bulb — 60 to 100 F. 

Entering Air Wet-Bulb — 50 to 80 F. 

Air Face Velocities — 300 to 800 fpm, (sometimes as low as 200 and as high as 1200). 

Volatile Refrigerant Temperatures — 25 to 56 F, at coil suction outlet. 

Water Temperatures — 40 to 65 F. 

Water Quantities — 2 to 6 gpm per ton, or equivalent to a water temperature rise of 
from 4 to 12 deg. 

Water Velocity — 2 to 6 fps. 

The ratio of total to sensible heat removed varies in practice from 1.00 
to about 1.65, i.e., sensible heat is from 60 to 100 per cent of total, 
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depending on the application. (See Chapter 43.) Since required ratios 
may demapd wide variations in air velocities, refrigerant temperatures, 
and coil depth, general rules as to their values may be misleading. On 
usual comfort installations air face velocities between 400 and 600 fpm 
are frequent, 500 being a common value. Refrigerant temperatures 
ordinarily vary between 40 and 50 F where cooling is accompanied by 
dehumidification. Water velocities range from 2 to about 6 fps. 

When no dehumidification is desired, for which condition the dew-point 
of the entering air is equal to or lower than the cooling coil surface tem- 
perature, the coil selection is made on the basis of dry-bulb temperatures 
and sensible heat transfer only, the same as with heating coils. It is 
possible also to choose various arrangements of face area, depth, air 
velocity, etc., for the same duty. 

Dehumidifying Coils 

The selection of coils for combined cooling and dehumidifying duty is 
more involved than for heating or sensible cooling and requires con- 


Table 4. Various Cooling Coil Arrangements 


Selection 

1 

2 

3 

4 

Total cooling capacity, tons— 

100 

100 

100 

100 

Sensible cooling capacity, tons ... 

69 

69 

69 

69 

Latent cooling capacity, tons 

31 

31 

31 

31 

Ratio total to sensible heat 

1.45 

1.45 

1.45 

1.45 

Air quantity, cfm- 

47,800 

41,700 

37,100 

46,800 

Cfm per total ton._ 

478 

417 

371 

468 

Face velocity, fpm 

325 

423 

500 

600 

Resistance, in. water... 

0.11 

0.27 

0.51 

0.37 

Coil face area, sq ft 

147 

99.0 

74.2 

! 78.1 

Coil rows deep 

4 j 

6 

8 

4 

Coil evaporator temp. F deg 

45 

45 

45 

38 


sideration of both dry- and wet-bulb air temperatures. (See Chapter 7.) 
It is further complicated by the fact that the proportional amount of 
dehumidification required is also highly variable. The methods outlined 
previously under Heat Transfer and Resistance may be used to determine 
whether it is possible for a coil to perform the duty required. If entering 
and leaving air conditions are arbitrarily specified, the corresponding 
duty sometimes cannot be obtained at all without the use of reheat. As 
with heating and sensible cooling coils, there are combinations of face 
areas, depth, air velocity and refrigerant temperatures which will give 
the required performance. This is illustrated in Table 4. 

It is possible as shown in Table 4 to perform approximately the same 
duty at a given refrigerant temperature with small face area and large 
thickness or vice versa. The large face area coil gives low air velocity and 
resistance but high air quantities per ton. The coil of small face area and 
great depth requires small air quantities per ton of refrigeration, high 
resistance and high air velocities. As shown also in Table 4 the same 
sensible, latent and total cooling capacity may be obtained with various 
refrigerant temperatures by proper choice of coil. This makes it possible 
to keep the evaporating temperature high enough to carry the load with a 
chosen size of condensing unit High evaporating temperatures with 
correspondingly small compressor operating expense can be attained but 
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at the expense of coil surface, air quantity or both. The choice will be 
determined by the necessities of individual installations. 

For a given quantity and condition of entering air the evaporating 
temperature of a volatile refrigerant coil is determined by a balance 
between the condensing unit and the coil. The total, sensible and latent 
cooling capacity can then be determined from the coil rating information. 
If the condensing unit and cooling coil have been properly balanced for 
the required load and, due to miscalculated duct resistance or improper 
choice of fan speed, the air quantity is reduced, the total cooling capacity 
will also be reduced. The decrease is generally in the sensible capacity. 
This is the effect also when the air by-pass or volume control is used. 

It is necessary that not only the total capacity but also the sensible and 
latent cooling requirements both be met. The installation of an excess of 
coil results in an increase in total capacity, but not a proportional gain 
in latent heat capacity. On installations controlled from dry-bulb tem- 


Table 5. Capacity Balances for Maximum and Minimum Load Conditions 


Conditions 

Capacity in Tons 

_ Total 

Ratio = 

Total 

Sensible 

Latent 

Sensible 

Required at peak load conditions 

10.90 

7.90 

3.00 

1.38 

Required at minimum load conditions 

6.62 

3.36 

3.26 

1.98 

Peak load equipment balance .. 

10.90 

7.90 

3.00 

1.38 

Same equipment balanced at minimum load 
conditions .. 

9.85 

6.58 

3.26 

1.50 

Same equipment balanced at maximum load 
conditions with 40 per cent by-pass 

8.38 

5.05 

3.33 

1.66 

Same equipment balanced at minimum load 
conditions with 38,800 Btu per hour reheat 

6.62 

i 

3.36 

3.26 

1.98 


perature the operating time is shortened because of the added sensible 
cooling capacity. This results in less moisture pick-up and higher relative 
humidity than calculated. If an oversize condensing unit is installed, the 
opposite situation occurs. Generally, this is not a disadvantage except 
that it results in a load from outside air greater than calculated, as well as 
in increased power consumption. If oversize equipment is furnished, a 
balance should be made to assure that the ratio of total to sensible capacity 
is the same as in the estimated load. 

Sometimes arbitrary air quantities are specified for ventilation or other 
reasons independent of the selection of the cooilng coil. As shown in 
Table 4, the coil selection can be altered to take care of various air 
quantities for the same duty. 

Where coil and condensing unit are selected for the peak load condition, 
and the sensible load partially disappears due to fall of outside tempera- 
ture or other cause, the condensing unit and coil rebalance. This may 
result in more sensible and less latent capacity than required at the light 
load condition, with an increased relative humidity in the conditioned 
space. Such a condition is shown in Table 5, If approximately 40 per 
cent of the total air is by-passed, the condition is improved as indicated. 
The situation may be entirely avoided by using reheat, where it is possible 
to handle any ratio of sensible and latent loads and maintain the design 
temperature and humidity 

Care should be taken to avoid freezing at light loads. In general, 
freezing occurs when the coil surface temperature falls to 32 F, With 
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usual coils for comfort installations, this does not occur unless the evapo- 
rating temperature at the coil outlet is about 20 to 25 F. The exact value 
depends on the design of the coil and the amount of loading. Although it 
is not customary to choose coil and condensing units to balance at low 
temperatures at peak loads, there is danger of this occurring when the 
load decreases. This is further aggravated if a by-pass is used so that 
less air is passed through the coil at light loads. It may be even worse if 
the control is arranged for decrease of inside temperature with fall of that 
outside. Freezing can be avoided by making the full load balance a high 
evaporating temperature and checking the balance at the minimum 
load. 

Care should be exercised in the design of humidity control to minimize 
the cycling of the refrigerating compressor because of re-evaporation 
of moisture from the fins. It is sometimes necessary to by-pass air 
around a coil when the compressor is not operating. 
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UNIT HEATERS, UNIT VENTILATORS, 
UNIT HUMIDIFIERS 


Definitions; Unit Heaters: Classification^ Application, Outlet Velocities, 
Ratings for Various Types, Temperature, Automatic Control, 
Location, Piping Connections; Boiler Capacity for Steam 
Unit Heaters; Unit Ventilators: Ratings, Applications, 
Location, Exhaust Vents; Window Ventilators; 

Unit Humidifiers 


D escriptions of heating, cooling, ventilating, humidifying, and 
dehumidifying systems are given in other chapters. This chapter 
deals with unit heaters, unit ventilators, and unit humidifiers. Cooling 
units, unit air conditioners, and attic fans are described in Chapter 36. 

Definitions 

The generally accepted meaning of the word unit in the terms unit 
heaters, unit ventilators, and unit humidifiers is that of a factory made, 
encased assembly of the functional elements indicated by its name. 
Such units can be shipped complete or in sections so that the only field 
work necessary is the assembling of the sections, providing proper sup- 
ports and connecting the unit to sources of heat (or fuel), power and 
water supply, and, if necessary, to vent pipes for combustion gases. 

The term unit heater denotes an assembly of elements whose principal 
function is heating. The essential elements of a unit heater are a fan 
and motor, a heater, a housing, and outlet vanes or diffusers. 

The term unit ventilator denotes an assembly whose principal function 
is to ventilate. It may serve to circulate air within the space, or to intro- 
duce air from without the space, or may accomplish both purposes. The 
essential elements of a unit ventilator are a fan and motor, a heater, a 
set of dampers, a housing and outlet vanes or diffusers. 

The term unit humidifier denotes an assembly of elements whose 
principal function is to humidify. The essential element of a unit humid- 
ifier is an atomizer or evaporator. To this may be added a fan, a heater, 
outlet vanes or diffusers, and a housing to enclose the various parts. 

UNIT HEATERS 

Classification 

The various types of unit heaters which are at present available can 
usually be classified according to one of the three following methods; 

1. By type of heater. Under this classification there are three types of 
heating elements to be considered: (a) the steam or hot water type, {b) 
the electric type, and {c) the direct fired type which may be gas, oil, or coal 
fired, 

2. By type of fan. Under this classification there are two types of fans 
to be considered ; (a) the propeller type ^ which may be equipped witli a 
horizontal or vertical shaft, and (6) the centrifugal type which may be 
designed for horizontal or vertical blow, 

3. By arrangement of elements. Under this classification there are two 
types of heaters to be considered : (a) the draw-through type, in which the 

^5 
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fan draws air through, and (b) the blow-through type, in which the fan 
blows airl through the heater. 

Unit heaters are available in any combination of the three preceding 
general classifications. For example, the steam or hot water type may 
be secured with either the propeller or centrifugal type of fans, and in 
either the draw-through or blow-through type. 

Unit heaters also vary in other minor respects. For example, steam 
and return inlets and outlets may be located on the top and bottom 
respectively or on the same side of the unit. Some units are supported 
by the piping and some have independent supports. The heating surface 
of steam or water type units is generally made up of a non-ferrous tube- 
and-fin assembly; or it may be fabricated of steel, or cast in steel. 

Application of Unit Heaters 

Unit heaters are used principally for heating commercial and industrial 
structures such as garages, factories, laboratories, and stores. They may 
also be used for heating finished rooms, if properly applied and concealed 
and if some consideration is given to the problem of noise. 

Unit heaters may also be adapted to a number of industrial processes, 
such as drying and curing, in which the use of heated air in rapid circu- 
lation with uniform distribution is of particular advantage. They may be 
used for moisture absorption, such as fog removal in dye houses, or for the 
prevention of condensation on ceilings or other cold surfaces of buildings 
in which process moisture is released. When such conditions are severe, 
it is necessary that the unit heaters draw air from outside in enough 
volume to provide a rapid air change and that they operate in conjunction 
with ventilators or fans for exhausting the moisture-laden air. See dis- 
cussion of condensation in Chapter 6. 

There are three major factors to consider in the application of unit 
heaters, namely: (1) location of unit, (2) air distribution, and (3) 
heating medium. 

There are a variety of applications which are favorable to the use of 
electric unit heaters. For supplemental heat in residence bath rooms, for 
the heating of ticket booths, watchmen’s offices, factory offices, locker 
rooms and other isolated rooms scattered over large areas, their use is 
peculiarly adaptable. They are particularly useful in isolated and 
untended pumping stations or pits where they may be thermostatically 
controlled to prevent freezing temperatures. 

Gas fired unit heaters find application in industrial plants, offices, stores, 
garages, in fact in almost every location where steam type units are used. 
The installation cost of gas fired units is usually less than that of a type 
requiring that a new boiler be installed. 

Oil fired unit heaters are used in industrial plants, garages and com- 
mercial buildings. 

Coal fired unit heaters are of finned, welded steel, or cast-iron construc- 
tion and equipped with centrifugal blowers. They are usually stoker- 
fired to insure proper firing of fuel. They are used principally in large 
industrial plants such as foundries or assembly plants, and provide a 
very economical source of heat, both from the installation and the 
operating standpoint. 

Outlet Velocities 

Outlet velocities of unit heaters vary from about 400 to 2600 fpm 
depending upon the type of unit and the distance to which the air is to be 
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projected. Noise and drafts must be considered in the choice of air 
velocities, since both increase with increase of air velocity. 

Velocities and decibel ratings for the various types of unit heaters 
illustrated in Figs. 1, 2, 3 and 4 are given in Table 1. (See Chapter 42 
for a discussion of decibel ratings). 

In the selection of unit heaters it is important to ascertain that the 
throw is sufficient. The throw is dependent to a marked degree on the 
temperature of air leaving the heater as well as upon its velocity. See 
discussion under heading of Inlet, Outlet, and Space Temperatures with 
Unit Heaters. 

Air Outlets 

In order to direct the air to points desired and to diffuse the air to avoid 

Table 1. Outlet Velocities, Distance of Blow and Decibel Ratings for 
Various Types of Unit Heaters 


Type of 

Unit Heater 

Outlet 

Velocities FPM 

Distances of 
Blow — Ft» 

Decibel 

Rating 

Centrifugal Fan 

1500-2500 

20-200 

34-90 

Horizontal Propeller Fan 

400-1000 

30-100 

26-84 

Vertical Propeller Fan 

1200-2200 

70 

50-82 



•Refer to manufacturers’ tables for limits of blow and decibel ratings. Values in this table are maxima 
and do not apply to all makes of units. 


drafts, unit heaters are commonly equipped with directional outlets, 
adjustable louvers or fixed types of diffusers. 


RATINGS OF UNIT HEATERS 

It is standard practice to rate unit heaters on the basis of the amount 
of heat delivered by the air in Btu per hour above an entering air tem- 
perature of 60 F. This applies to all types of unit heaters, the steam or 
hot water type, the electric type and the direct fired type. There are, 
however, other factors which must be taken into account, especially 
when an attempt is made to compare one type of heater with another. 
These are the temperature of the heating element and the velocity of air 
through it. Consideration is given to these factors in the discussion of 
ratings for each type of unit heater in the following paragraphs. 

Ratings for Steam Type 

The rating of steam type unit heaters has been standardized by a code * 
in which the following items are the basis of rating: dry saturated steam 
at 2 psig pressure (29.92 in. Hg barometric pressure) at the heater 
coil: air at 60 F entering the heater; and heater operating free of external 
resistance to air flow. 

Thp capacity of a heater increases as the steam pressure increases, and 
decreases as the entering air temperature increases. The heating capacity 
for any condition of steam pressure and entering air temperature other 
than standard may be calculated approximately from any given rating 
by the use of factors in Table 2 for the blow-through or draw-through 
types of units. 
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Table 2. Constants for Determining the Capacity of Unit Heaters 
FOR Various Steam Pressures and Temperatures 
OF Entering Air 

{Based on Steam Pressure of 2 psig and Entering Air Temperature of 60 F) 


100 ® 


0.07 

0.71 

0.76 

0.84 

0.90 

0.95 

1.04 

1.12 

1.19 

1.24 

1.29 

1.32 

1.34 

1.38 

1.42 


0.69 

0.73 

0.77 

0.84 

0.90 

0.94 

1.01 

1.08 

1.15 

1.19 

1.24 

1.27 

1.29 

1.32 

1.36 


Nole! To determine capacity at any steam pressure and entering temperature, multiply constant from 
table by rated capacity at 60 F entering air and 2 psi. 

When increasing steam pressure it is important to determine whether the heater is suitable for 
the increased pressure application and whether the resulting increased outlet temperature is 
satisfactory. 
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1.08 
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ai 

40 

1.86 

1.79 

1.71 

1.64 

1.56 

1.49 

1.42 

1.35 

1.28 

1.22 

1.15 

X 

H 

60 

1.93 

1.85 1 

1.77 

1.70 

1.63 

1.55 

1.48 

1.42 

1.35 

1.28 

1.21 


60 

1.97 

1.90 

1.82 

1.75 

1.67 

1.60 

1.53 

1.46 

1.40 

1.33 

1.26 

< 

Pi 

P 

70 

2.02 

1.94 

1.87 

1.80 

1.72 

1.65 

1.58 

1.51 

1.44 

1.38 

1.31 


75 

2.04 

1.97 

1.90 

1.82 

1.75 

1.68 

1.61 

1.54 

1.47 

1.40 

1.33 


80 

2.06 

1,99 

1.91 

1.84 

1.77 

1.70 

1.63 

1.50 

1.49 

1.42 

1.35 


90 

2.10 

2.03 

1.95 

1,88 

1,80 

1.73 

1.66 

1.59 

1.52 

1.46 

1.39 


100 

2.15 

2.07 

1.99 

1.92 

1.85 

1.77 

1.70 

1.63 

1.66 

1.49 

1.43 
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Ratings for Hot Water Type 

A standard for the rating of hot water type unit heaters has also been 
established by code ® in which the following items are the basis of rating: 
entering water at 200 F; entering air at 60 F (29.92 in. Hg barometric 
pressure); and heater operating free of external resistance to air flow. 
This code also prescribes a method of translating the output in Btu and 
the temperature rise as obtained under test conditions to standard 
conditions of air and water temperature. 

Ratings for Electric Type 

Electric type unit heaters are available in sizes up to at least 60 kw 
capacity. They consist of resistance type heating elements combined 
with fan and motor, together with a* suitable casing. Electric unit 
heaters are made in the built-in-wall model, suspension model, and free- 
standing or portable model. 

Electric unit heaters are rated on the energy input to the heater, 
expressed in terms of kilowatts, Btu or EDR. Quite often all three 
ratings are given in parallel columns in the catalogs. 

Ratings for Gas Fired Type 

Gas fired unit heaters are built in both suspended and floor models with 
either propeller or centrifugal type fans. They are available in a wide 
range of sizes from about 24,000 to over 4,000,000 Btu per hr capacity 
and are usually rated in terms of both input and output according to the 
approval requirements of the American Standards Association. Any gas 
fired unit which is thermostatically controlled and has a pilot must have 
an element in the pilot flame which will automatically close the gas valve 
on pilot failure. 

Ratings for Oil Fired Type 

The oil fired type of unit heater is usually equipped with the centrifugal 
type of fan only and can be obtained in sizes ranging from 125,000 to 

1.650.000 Btu per hour output capacity in standard units. It is furnished 
in either the floor mounted or in smaller sizes in the suspended type. 

Ratings for Coal Fired Type 

The stoker fired type of unit heater can be obtained in ranges of from 

300.000 to 6,000,000 (or more) Btu per hour output capacity. Ratings 
are based upon the delivered output at the heater outlet. 

Effect of Resistance Upon Capacity 

Unit heaters are customarily rated as free delivery type units. If out- 
side air intakes, air filters, or ducts on the discharge side are used with the 
unit, a reduction in air and heating capacity will result because of this 
added resistance. The percentage of this reduction in capacity will 
depend upon the characteristics of the heater and on the type, design and 
speed of the fans, so that no specific percentage reduction can be assigned 
for all heaters at a given added resistance. In general, however, propeller 
fan type units will experience a larger reduction in capacity than housed 
centrifugal fan units for a given added resistance and a given heater will 
have a larger reduction in capacity as the fan spe^ is lowered. The heat 
output to be expected under other than free delivery conditions should 
be secured from the manufacturer. 
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Inlet, Outlet and Space Temperatures with Unit Heaters 

In the selection of unit heaters for any particular design, consideration 
should be given to the temperature of air entering the heaters as well as 
the temperature to be maintained in the working zone of the space. In 
general, the temperature differences per foot of elevation, when using 
unit heaters, are less than corresponding variations when using direct 
radiation^. High velocity units will maintain slightly lower temperature 
differences than low discharge velocity units. Correspondingly, units 
with lower discharge air temperature will maintain lower temperature 
differences than units with higher discharge temperatures. Directional 
control of the discharged air from a unit heater can be an important 
factor, added to qualities of reasonably good outlet velocity and outlet 
temperature, in effecting satisfactory distribution of heat and restraining 
floor-to-ceiling temperature difference. 

When some outside air is introduced, the temperature of the mixture 
of outside and recirculating air must be calculated and used as the 
entering air temperature at the heater. Unit heaters connected in this 
manner perform the function of unit ventilators. For a discussion of this 
function see the section of this chapter entitled Unit Ventilators, 

For recirculating heaters located at the floor or with intakes at the floor ^ 
the temperature of air entering the heater should be assumed to be the 
same as that to be maintained in the room itself. 

Automatic Control of Unit Heaters 

Thermostatic control of unit heaters may be accomplished either by 
starting and stopping the fan or by controlling the flow of the heating 
medium to the heating element. If the fan is controlled, it is advisable 
to provide a temperature-operated switch to prevent the fan from start- 
ing until the heating element is heated throughout. 

Unit heaters may be used in summer as a means of circulating air to 
give some measure of comfort due to air motion. In such cases the heating 
element should be shut off from the source of heat. The thermostat which 
prevents the fan from starting until the heating element is heated, should 
be provided with a by-pass switch, which, upon being closed, will permit 
the fan to be operated independently of the heating element. 

Location of Unit Heaters 

Care should be taken in the location of unit heaters to insure free air 
circulation to the intake. The best arrangement is to locate units so that 
they discharge air nearly parallel to exterior walls, and in a direction which 
will produce a rotational circulation around the room. This is preferable 
to directing the discharge against the outside walls. 

Various types and makes of unit heaters are illustrated in the Catalog 
Data Section of this edition. As hot blasts of air in working zones are 
usually objectionable, heaters mounted on the floor should have their 
discharge outlets above the head line, and suspended heaters should be 
plao^ in such manner and turned in such direction that the heated air 
stream will not be objectionable in the working zone. In the interest of 
economy, however, the elevation of the heater outlet and the direction 
of discharge should be so arranged that the heated air shall be brought as 
dose Ateve the head line as posdble, yet not into the working zone. 
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In connection with the use of vertical type unit heaters, care must be 
exercised in^ the selection of the heater. It has been found that the higher 
the unit is placed above the floor, the lower must be the outlet tempera- 
ture of the air leaving the heater in order that the heated air may be 
forced into the occupied zone. 

Determining Unit Heater Requirements 

The formulas given in the section on Unit Ventilators may be used to 
determine unit heater capacity requirements. 


PIPING CONNECTIONS FOR STEAM UNIT HEATERS 

Piping connections for steam unit heaters are similar to those for other 
types of fan blast heaters. The piping of unit heaters must conform 



Condensation into Dry Return 


strictly to the system requirements while at the same time permitting the 
heaters themselves to function as intended. The basic piping principles 
for steam systems are discussed in Chapter 23. 

Rapid condensation of steam, especially during heating-up periods, is 
characteristic of this type of equipment. The return piping must be 
planned to keep the heating coil free of rapid condensation, while the 
steam piping must be ample to carry a full supply of steam to the unit to 
take the place of that condensed. Adequate sizes of piping are especially 
essential where a unit heater fan is operated under start-and-stop control 
and where all or part of the air is taken from the outside. In such instal- 
lations the condensation rate may vary rapidly and the necessity for 
ample pipe capacity is particularly important. 

A method of connecting a unit heater to a one-pij^ gravity system is 
illustrated in Fig. 6. In cases where the return main is located above the 
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boiler water line, an artificial water line must be created by providing an 
equalizing loop to prevent steam passing into the return and thus into 
other units. 

A piping arrangement where both the air and condensate pass through a 
common return to a boiler, with vent trap or condensate pump and 
receiver, is shown in Fig. 6. The traps must pass air and condensate 
rapidly to keep the return piping partially full of water. 

Since unit heaters are often constructed with sufficient strength, the 
use of high pressure steam in them is a common practice. As shown in 
Fig. 7 the condensate and air reach the return overhead through traps, 
and check valves are located in the return piping. It is, however, prefer- 
able to locate the high pressure return below the heater. 



Fig. 7. Method of Connecting Unit Fig. 8. Method of Connecting Unit 

Heater to High Pressure System Heater to Hot Water System 

For two-pipe closed gravity return systems, the return from each unit 
should be fitted with a heavy duty or blast trap, and an automatic air 
valve should be connected into the return header of each unit heater. 
Provisions must be made to compensate for the pressure drop by elevating 
the unit heater above the water line of the boiler or of the receiver. 

In pump and receiver systems the air may be eliminated by individual 
air valves on the heaters, or it may be carried into the returns as in 
vacuum systems and the entire return system be free-vented to the 
atmosphere, provided all units, drip points, and radiation are properly 
trapped to prevent steam entering the returns. 

On vacuum or open vent systems the return from each unit should 
be fitted with a large capacity trap to discharge the water of condensation 
and with a thermostatic air valve for eliminating the air, or with a heavy- 
duty trap for handling; both the condensation and the air, provided the 
air finally can be eliminated at some other f)oint in the return system. 

For high pressure systems the same kind of traps may be used as with 
vacuum systems, except that they must be constructed for the pressure 
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used. If the air is to be eliminated at the return header of the unit, a 
high pressuije air valve can be used; otherwise the air may be passed with 
the condensate through the high-pressure return trap, and then eliminated 
at some other point in the system. 

Fig. 8 represents the connections to a hot water heating system. The 
air vent is not required if the main is above the heater and air can be 
eliminated through the piping system. 

BOILER CAPACITY FOR STEAM UNIT HEATERS 

The capacity of the boiler should be based on the rated capacity of the 
unit heaters at the lowest entering air temperature and highest fan speed 
that will occur, plus an allowance for pipe line losses. It is unwise to 
install a single unit heater as the sole load on any boiler, particularly if 
the unit heater motor is started and stopped by thermostatic control. 
The wide and sudden fluctuations of load that occur under such con- 
ditions would require closer attention to the boiler than is usually possible 
in a small installation. Where oil or gas is used to fire the boiler, it is 
possible by means of a pressurestat to control the boiler, in response to 
this rapid fluctuation. In most cases, and particularly where the boiler 
is coal-fired, it is advisable to use two or more smaller unit heaters instead 
of one large unit. 

Steam pressures below 5 lb can be used with safety for recirculating unit 
heaters when their heating surfaces are designed for those pressures, and 
when proper provision is made for returning the condensate. If units 
admit air that may be at a temperature below freezing, a steam pressure 
of not less than 5 lb should be maintained on the heating element, or a 
corresponding differential in pressure between the supply and returns 
should be maintained by means of a vacuum. 


UNIT VENTILATORS 

A unit ventilator is essentially a unit heater equipped with dampers for 
introducing outdoor and recirculating air in varying quantities, and 
arranged with a system of control that permits the heating effect to be 
varied with the fans operating continuously. Either steam or forced hot 
water may be employed as the heating medium, although steam is the 
more common. Unit ventilators are intended primarily for use in schools, 
meeting rooms, offices or other applications where the density of occu- 
pancy indicates the need for ventilation. In normal operation, the dis- 
charge air temperature from a unit ventilator is varied in accordance with 
the room demands. Where a heating effect is required, the air delivered 
is above room temperature. Where the heat generated within the room 
by occupants, sun, etc., is sufficient to cause overheating, then the air 
delivery temperature must be below that of the rooms. It is cutomary to 
equip unit ventilators with control devices that prevent the delivery of 
air at a temperature that will cause cold drafts. Unit ventilators may be 
of the radiator or damper controlled type constructed on the blow-through 
or draw-through principle as illustrated in Fig. 9. 

Raliiigs of Unit Ventilators 

Unit ventilators of the steam type are customarily catalwed with two 
imtingSt one theinput and the other the output capacity. The first is the 
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heat input to the unit which is determined by measuring the temperature 
and quantity of condensate and the pressure and quality of the steam. 
The second is the heat output of the unit which is determined by measur- 
ing the quantity of air delivered and the temperature of the air to and 
from the unit. Table 3 shows the air handling capacities by the two 
methods of rating ® and also the approximate heating data. In accordance 
with the A.S.H.V.E. Standard Code for Testing and Rating Steam 
Unit Ventilators the information to be supplied regarding ratings and 
the basis of rating is the following; 

Rating Factors to Be Specified, The rating of the unit ventilator shall specify the 
following; 

a. Final temperature at different entering air temperatures, 
h. Total EDR at different entering air temperatures. 



Fig. 9. Typical Unit Ventilators Showing Two of Many Arrangements 
OF Dampers and Heating Coils 


c. Air delivered by the unit in cubic feet per minute at the standard basis of rating 
with the fans operated at rated speed, with all air being blown through the heating 
unit and with the standard louver and grille on the outlet. 

The Standard Basis of Rating shall be as follows: 

a. Dry saturated steam at a temperature at the unit corresponding to an absolute 
pressure of 16.7 psi (218.5 F). 

b. Entering air temperature of zero Fahrenheit degrees, 

c. Volume delivered in cubic feet per minute converted to standard air at 70 F. 

Rating Tables for unit ventilators shall contain the following data in addition to the 
standard rating, for entering air temperatures from —30 F to -f 60 F: 

a. Inlet temperature, Fahrenheit degrees. 

b Final temperature, Fahrenheit degrees, 

c. Total EDR at the spedhed entering temperature. 

d. Surplus or heating EDR at the specified entering temperature. 
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Surplus or Heating Equivalent Direct Radiation for the purposes of this code shall be 
construed ta mean difference between the total EDR at a specified inlet temperature 
and the EDR required to heat the air from that temperature to 70 F. 

If no direct heating surface (radiation) is installed to take care of the 
normal heat transfer losses, and the unit ventilator is to be used for both 
heating and ventilation, then the combined requirements must be taken 
care of by the unit ventilator. 


Table 3. Typical Capacities of Unit Ventilators 
FOR an Entering Air Temperature of Zero 


Cubic Feet of Air per Minute 

Total Capacity in 
Square Feet, Equiv- 
alent Direct 
Radiation 

Capacity Available for 
Heatino the Room, Square 
Feet Equivalent Direct 
Radiation 

Final Air 
Temperature 
F Deg 

Anemometer 

Rating 

Condensate 
Rating J 

750 

500 

214 

56 

95 

1000 

750 

320 

84 

95 

1260 

1000 

427 

112 

95 

1560 

1250 

534 

141 

95 

j 


Heat Required for Ventilating Only 

When all of the air handled by the unit is taken from the outside, the 
total heat to be supplied is obtained by means of Equations 1, 2, 3, and 4. 


H = 0.24 W (ty - i) (1) 

= 0.24 W(t - to) (2) 

Ht = 0.24 W (ty ^ to) -- H + //v (3) 

W ^ dOOQ (4) 


From 

where 

d == 

H = 
Hv = 
Ht = 

Q = 

t = 

to = 
ty == 

W = 
0.24 = 


Equations 2, 3, and 4: 

Ft = + 0.24 d 60 ~ to ). 


(5) 


density of air, pounds per cubic foot (0.075 Ib per cu ft for Standard Air by 
definition). 

heat loss of room, Btu per hour. 

heat required to w'arm air for ventilation, Btu per hour. 

total heat requirements for both heating and ventilation, Btu per hour. 

- F -f Fv. 

volume of air handled by the ventilating equipment, cubic feet per minute. 

temperature to be maintained in the room, Fahrenheit degrees. 

outside temperature, Fahrenheit degrees. 

temperature of the air leaving tht unit, Fahrenheit degrees. 

weight of air circulated, pounds per hour. 

specific heat of air at constant pressure (approximate value). 


Example 1, The heat loss of a certain room is 24,000 Btu per hour, and the ventilating 
requirements are 1000 cfm. If the room temperature is to be 70 F and all air is taken 
from the outside at zero, what will be the total heat demand on the unit if it is required 
to provide for both the heating and ventilating requirements (combined system)? 


Solution. Substituting in Equation 5: 

Ft « 24,000 + 0.24 X 0.076 X 60 X 1000 (70 - 0) - 09.600 Btu per hour 

Ut * 24,000 -4-70 92 2 F 

^ 0.24 X 0.075 X 60 X 1000 ^ 
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Heat Required for Ventilating and Recirculating 

When part of the air handled by the unit is taken from the room and the 
remainder from the outside, 

Ht » 0.24 H^o (h - to) + 0.24 Wi {ty - /) (7) 

Wo * do 60 Qo (8) 

Wi = di 60 (9) 

^ 0.24 (Wo -^Wi)^ (10) 

/7t - H + 0.24 do 60 Qo (t - to) (11) 

where 

Wo — weight of air, pounds per hour taken from out-of-doors. 

Wi — weight of air, pounds per hour taken from the room. 
do — density of air, pounds per cubic foot at temperature to. 
di = density of air, pounds per cubic foot at temperature /. 

Qo = volume of air taken in from the outside, cubic feet per minute. 

Qi = volume of air taken in from the room, cubic feet per minute. 

Applications of Unit Ventilators 

Items to be considered in the application of unit ventilators are: (1) 
combination with other means of heating, (2) location of units, and (3) 
method of venting or exhausting. 

In a split system the unit is used primarily for ventilation. Air is 
delivered to the room at or slightly above room temperature, and enough 
radiation is installed in the room to take care of the normal heat transfer 
losses. Where the unit ventilator selected has a capacity more than 
sufficient to warm the air needed to meet the ventilating requirements, a 
corresponding reduction may be made in the amount of direct radiation 
installed. The greater the amount of excess capacity of the unit, the more 
efficient will be the temperature regulation of the room. The split system 
permits the heating of the room during failure of electric current, since the 
direct radiators will furnish heat, but it permits a careless operator to 
avoid operating the ventilating equipment. 

The combined system employs a unit ventilator with sufficient capacity 
for both ventilation and the normal heat transfer losses. In such a case 
no direct radiation is required. The necessary operation of the fan when 
the room is being heated also gives assurance that some ventilation is 
being provided, especially if automatic dampers are used in the air intake 
and in the recirculating intake. These dampers are arranged to provide 
a certain quantity of outside air, depending upon the weather conditions. 
The cost of installation of a combined system is usually less than that of 
a split system and there is less danger of overheating, but if the electric 
energy fails there will be available only the heating effect of the units 
acting as convectors. 

Location of Unit Ventilator 

The location of the unit ventilator in a room is important. Wherever 
possible it should be placed against an outside wall and on the center line 
of the room. It is difficult to obtain proper air distribution if the unit is 
installed either on an inside wall or in a corner of the room. Standard 
units discharge the air stream upward, but for special cases units may be 
installed to discharge air horizontally. Units may be set away from the 
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wall or partially recessed into the wall to save space without materially 
affecting tfle results. The air inlet may enter the cabinet at the back at 
any point from top to bottom. 

Air Exhaust Vents and Flues 

The size and location of the air exhaust vent® outlet is important. In 
many cases the sizes for public buildings are regulated by law. 

In cases where no codes govern, the location and size of vents are 
left to the discretion of the engineer. 

Best results have been obtained with a velocity through the vent 
openings nearly equal to that at which the air is introduced into the room, 
thus maintaining a slight pressure in the room. Calculated velocities at 
the vent openings of from 600 to 800 fpm produce the best diffusion 
results from this system. Many states, however, have regulations that 
will not permit velocities as high as 800 fpm. If a vent opening at or 
near the floor is near a desk or place where a person is seated, a velocity 
of 800 fpm in the vent opening will produce an objectionable draft. In 
such a case the velocity in the vent opening should not exceed 400 to 
450 fpm, although duct velocities are maintained at 600 to 800 fpm if 
codes permit. 

In school buildings provided with wardrobes or cloakrooms the vents 
may be so located that the air shall pass through these spaces, ventilating 
them with air which otherwise would be passed to the outside without 
being used to the best advantage. Many state codes for ventilation of 
public buildings make this arrangement mandatory. 

WEVDOW VENTILATORS 

A window ventilator illustrated in Fig. 10 consists of filter and switch 
controlled motor driven fans enclosed in a cabinet to be mounted on the 
windowsill. Such units accomplish ventilation, air cleaning, and air cir- 
culation, but have no means of heating the air. The direction of air 
discharge is manually adjustable for seasonal operation. 

UNIT HUMIDIFIERS 

Unit humidifiers fall into four general classifications, depending on the 
method of causing evaporation. These are as follows: (1) Nozzle Type^ 
(2) Rotary Type, (3) Cascade Type, and (4) Heater Type. 



Fig. 10. Tyfical Wikdow VEimLATOE 
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In the nozzle type of humidifier water is sprayed into the air and 
evaporation is effected by adiabatic exchange of energy. Units of this 
type in simplest form spray a fine mist of water directly into the air in a 
space. They are used to a great extent in the textile industry. 

To the simple type of nozzle unit may be added the following acces- 
sories: a water heater whose function is to increase the vapor pressure, an 
air heater to heat the air either before or after humidification takes place, 
a screen or air filter over which the water is sprayed and through which 
the air is drawn for intimate contact with the water, a fan to create an 
air stream and to deliver air to the space to be humidified, and a housing 
to enclose all the elements. This type of unit has been made in practically 
all of the variations mentioned. It has the disadvantage of clogging the 
nozzles and must be serviced continually. 

F'ig. 11 illustrates a nozzle unit having a humidifying capacity sufficient 
for a residence or small building. These units usually include air filters 
and in some cases provide ventilation air by means of an outside air duct 
connection to the unit. The units are constructed for either floor or ceiling 
mounting and are usually placed in a central location in the basement 
with short supply and return duct connections from the first floor. Room 
air is brought into the unit through the return duct connection, is passed 
over a tempering coil heated by steam or hot water, and is then humidified 
by passing through some type of spray humidifier. Surplus moisture is 
removed by an eliminator and the humidified air is delivered to the room 
through a duct connection. Since a large percentage of the tempering 
coil capacity is transformed into latent heat during the humidifying pro- 
cess, the unit does not generally eliminate any existing steam radiation but 
does tend to improve comfort conditions by supplying heat during the 
off- period of furnace operation’. 

In the rotary type of humidifier the spray is created by rotating vanes 
or discs which throw the water by centrifugal force and in so doing break 
it up into a fine mist. In all other respects, this type of humidifier is 
similar to the nozzle type. It has the advantage over the nozzle type of 
being less liable to become clogged. 

In the cascade type the humidification takes place by water falling 
in sheets over a series of baffles or trays. This type is usually furnished 
with a fan, air heater, and air filter all enclosed in a housing. 

In the heater type of humidifier the water is heated either to the boiling 
point or to a temperature at which the water vapor readily passes into 
the air stream. There are many variations of this type of humidifier. 
In the simplest form the heating element using steam, hot water, gas, oil, 
or electricity is placed in a pan or vessel of water and the vapor passes 
from the surface of the water to the stream of air. 



Fig. 11. Typical Unit Hxjmidifier of the Spray Type with Steam Coil 
TO Preheat the Air for Rksidbnces 
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A modification of this type of humidifier is the combination of spray 
nozzle and heater type in which the water is sprayed over a hot surface 
and evaporated. It has the disadvantage of accumulating scale on the 
surfaces of the vessel or heating surface. 

For a discussion of various methods of humidification see Chapter 37. 
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PIPE, FITTINGS, WELDING 


Pipe Materials, Types of Pipe, Commercial Pipe Dimensions, Expansion and 
Flexibility of Pipe, Pipe Threads and Hangers, Types of Fittings, 

Flange Facings and Gaskets, Welding in Erection of Piping, 

Valves, Corrosion 


I MPORTANT considerations in the selection and installation of pipe 
and fittings for heating, ventilating, and air conditioning are dealt 
with in this chapter. 


PIPE MATERIALS 

Use of corrosion-resistant materials for pipe, including special alloy 
steels and irons, wrought-iron, copper, and brass, has increased con- 
siderably during the past few years. The recent development of copper, 
brass, and bronze fittings which can be assembled by soldering or sweating 
permits the use of thin-wall pipe and thereby has reduced the initial cost 
of such installations. The following brief discussion indicates the variety 
of pipe materials and the types of pipe available. 

Wrought-Steel Pipe. Because of its low price, the great bulk of wrought 
pipe used for heating and ventilating work at the present time is of 
wrought steel. The material used for steel pipe is a mild steel made by 
the acid-bessemer, the open-hearth, or the electric-furnace process. 
Ordinary wrought-steel pipe is made either by shaping sheets of metal 
into cylindrical form and welding the edges together, or by forming or 
drawing from a solid billet. The former is known as welded pipe, the 
latter as seamless pipe. 

Many types of welded pipe are available, although the smaller sizes 
most frequently used in heating and ventilating work are made by the 
lap-weld, resistance-weld, or butt- weld process. While the lap- weld and 
resistance-weld processes produce a better weld than the butt type, 
lap-w^eld and resistance-weld pipe are seldom manufactured in nominal 
pipe sizes less than 2 in. Seamless pipe can be obtained in the small 
sizes at a somewhat higher cost. 

Seamless steel pipe is frequently used for high pressure work or where 
pipe is desired for close coiling, cold bending, or other forming operation. 
Its advantages are its somewhat greater strength which permits use of a 
thinner wall and, in the small sizes, its freedom from the occasional 
tendency of welded pipe to split at the weld when bent. 

Wrought-Iron Pipe. Wrought-iron pipe is claimed to be more corro- 
sion-resisting than ordinary steel pipe and therefore its somewhat higher 
first cost is said to be justified on the basis of longer life expectancy. 
Wrought-iron pipe may be identified by the spiral line marked into each 
length, either knurled into the metal or painted on it in red or other 
bright color. Otherwise, there is little difference in the appearance of 
wrought iron and steel pipe, although microscopic examination of polished 
and etched specimens will readily disclose the difference. 

Cast-Ferrous Pipe. There are now available several types of cast- 
ferrous metal pipe made of a good grade of cast-iron with or without 
additions of nickel, chromium, or other alloy. This pipe is available in 
sizes from 1 in. to 6 in., and in standard lengths of 6 or 6 ft with external 
and internal diameters closely approximating those of extra strong 
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wrought piM« Cast-ferrous pipe may be obtained coupled, beveled for 
welding, orllith ends plain or grooved for the several types of couplings. 
It is easily cut and threaded as well as welded. The fact that it is readily 
welded enables the manufacturers to supply the pipe in any lengths 
practicable for handling. 

Alloy Metal Pipe. Steel pipe bearing a small alloy of copper or other 
alloying element and iron pipe bearing a small alloy of copper and molyb- 
denum have been claimed to possess more resistance to corrosion tlian plain 


Table 1. Dimensions of Schedules 30 and 40 and Standard Weight Pipe® 


Sm 

Diamstsr 

In. 

A 

1 

Wwam 
PRH Ft, 

Lb 

Threads per In. 

ClRCUM- 

rXRSNCB, 

In. 

Transvbrsb Abba. 

Sq In. 

Lbnqtb or 
PiPB, Ft 
PBR Sq Ft 

Lbnoth 
OP PlPB, 
Ft 
Con- 
taining 

1 Co Ft 

Wmiaar 

OF 

Watbb^ 

Lb 

PBB P? 

i 

1 

1 

Plain Ends 

Threads and 
Coupiings 

External 


1 

(3 

1 

.S 

a 

1 

s 

External Surface 

Internal Surface 

*/« 


0.269 

a066 

0.244 

0.245 

27 

1 272 

0.845 


0.057 

0.072 

9.431 

1 14.199 

2533.775 

0.025 

k 


0 364 


0.424 

0.425 

18 

1.696 

1.144 

0.229 

Winn 

0.125 

7.073 

Em] 

1383.789 




Em] 

0.091 

EQIh 

0.568 

18 

2.121 

1.549 

0.358 

0.191 

0.167 

6.6,58 

7.748 

764.360 



ngl 

0.622 

0.109 


0.852 

14 

2.639 

1.954 

0.554 

0.304 

0.250 

4.547 

6.141 


0.132 

K 



0.113 


1.134 

14 

3.299 

2.589 


0.533 

0.333 

3.637 

4.635 

270.034 

0.231 

1 

1.315 

Mlnyn 

0.133 

1.678 

1.684 

liH 

4.131 

3.296 

1.358 

0.864 

0.494 

2.904 

3.641 

166.618 

0.375 

IVi 

1.600 

1.380 

FliLn 

2.272 

2.281 

im 

5.215 

4.335 

2.164 

1.495 

0.669 

2.301 

2.768 

96.275 

0.65 

m 


1.610 

0.145 

2.717 

2.731 

iiH 

5.969 


2.S35 


0.799 


2.372 

70.733 

0.88 

2 

2.375 

2.067 

0.154 

3.652 

3.678 

llH 

7.461 

6.494 

4 430 

3.355 



1.847 

42.913 

1.45 

m 

2.875 

2.409 

0.203 

5.793 


8 

9.032 

7.757 

6.492 

4.788 


1.328 

1.647 


2.07 

3 



lilwn 

7.575 

7.616 

8 

10.996 

9 638 

9.621 

7.393 

2.228 


1.245 

19 479 


3M 


3.548 

0.226 


9.202 

8 

12.566 

11146 

12.566 

9.886 

2.680 


1.076 

14.565 

4.29 

4 


4.026 

0.237 

10.790 


8 

14.137 

12.648 

15.904 

12.730 

3.174 

0.848 

0.948 

11.312 


5 

5.563 

ElilU 

0.256 

14.617 

14.810 

8 

17.477 

15.856 

24.306 


KISSj 

0.686 

0.756 

7.198 

8.67 

« 

6.625 

6.065 

0.280 

18.974 

19.185 

8 

20,813 


34.472 

28.891 

5.581 

0.576 

0.629 

4.984 

12.51 

8C 

8.625 

8.071 

0 277 

24.696 

25.000 

8 


25.356 

58.426 

51.161 

7.265 

0.443 

0.473 

2 815 

22.18 

8 

8.625 


0.322 

28.554 

28.809 

8 

27,096 


58.426 

50.027 

8.399 

0.443 

0.478 

2.878 


IOC 


10.136 

0.307 

34.240 


8 

33.772 

31.843 

90.763 



0.355 

0.376 

1.785 

34.95 

Ea 

[WWjJjj 


a38S 

40.483 

41.132 

8 

33.772 

31.479 

90.763 

78.855 


0.355 

0.381 

1.826 


12C 

12.750 



43.773 

45.000 

8 

40.055 

37.982 

127.676 

114.800 

12 876 

0.299 

0.315 

1.254 


12 

12.750 

H 

0.375 



8 

40.055 

37.699 

127.676 


14.579 

0.299 

0.318 

1.273 



»Standard<weight wrought-iron pipe has approximately the same wall thicknesses and wei^ts as 
contained herein for steel pipe. For exact dimensions, see A merican Standard for Wroughi^Iron and Wrought* 
Sled Pipe, A3.A. B36.10. 

hThicknesses shown in bold face type are identical with thicknesses for Schedule 40 pipe of A.S.A. 
B36.10. 

•Same as Schedule 30. A,S.A, B36.10. 


steel pipe and they are advertised and sold under various trade names. 

Copper Pipe and Fittings, Owing to its inherent resistance to cor- 
rosion, copper and brass pip>e have always been used in heating, venti- 
lating, and water supply installations, but the cost with standard dimen- 
sions for threaded connections has b^n high. The recent introduction 
of fittings which permit erection by soldering or sweating allows the use 
of pipe with thinner walls than are possible with threaded connections, 
thereby reducing the cost of installatioij^s. 

The initial cost of brass and copper pipe installations generally runs 
higher than the corresponding job with steel pipe and screwed connections 
in spite of the use of thin wall pipe, but the corrosive nature of the fluid 
conveyed or the inaccessibility of some of the piping may warrant uise pf 
a more expensive material than plain steel. The advantf^es of corrouon- 
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resisting pipe and fittings should be weighed against the correspondingly 
higher initial cost. 

COMMERCIAL PIPE DIMENSIONS 

The two weights of steel and wrought-iron pipe commonly used are 
known as standard weight and extra strong, which correspond to Schedules 
40 and 80 respectively of the American Standard for Wrought- Iron and 
Wrought-Steel Pipe, A.S,A, B36.10. The same external diameter is used 
for both weights of each nominal size for manufacturing reasons as well 

Table 2. Standard Wehiiits and Dimensions of Welded and Seamless Steel Pipe* 


STANDARD-WliaHT PiP* | ExTRA-StKONQ PlP* i DoUBLB ExTRA- 

I Stbonq PlPBb 


SlZK 

OUTSID* 

Diamk- 
■niH. In. 

N 0 , or 
Threads 
PBB In. 

Schedule 30 

Schedule 40 

Schedule 60 

Schedule 80 


Wall 

TTiick- 

nefls 

In. 

Weight 
per Ft. 
Lb 
Plain 
Ends 

Wall 

Thick- 

in. 

Weight 
per Ft, 
Lb 

TA.C 

Wall 

Thick- 

ness, 

In. 

Weight 
IX'r Ft, 
Lb 

T&C 

Wall 

Thick- 

ness. 

In. 

Weieht 
per Ft, 
Lb 
Plain 
En^ 

Wall 

Thick- 

ness, 

In. 

Weight 
per Ft, 
Lb 
Plain 
Ends 


0 405 

27 


. 

0.068 

0.25 



0.095 

0.31 




0.540 

18 



0.088 

0.43 



0.119 

0..54 




0.675 

18 



0 091 

0.57 



0.126 

0.74 



M 

0.840 

14 




0.85 



0.147 

1.09 

0.294 

1.71 

H 

1.050 

14 



0.113 

1.13 



0 1.54 

1.47 

0.308 

2.44 

1 

1.315 




0.133 

1.68 



0.179 

2.17 

0.358 

3.66 

ih 

1.660 

UH 



0.140 

2.28 



0.191 

3.00 

0.3S2 

6.21 

IH 

1.900 




0.145 

2.73 



0.200 

3.63 

0.400 

6.41 

2 

2,376 




■tiw 

3.68 



0.218 

5.02 

0.436 

9.08 

2H 

2.876 

8 



0.203 

5.82 



0J276 

7.66 

0.552 

13.70 

3 

3.500 

8 




7.62 



0.300 

10.25 

0.600 

18.58 

3H 

4.000 

8 



0.226 

9.20 



0,318 

12.51 

0.636 

22.85 

4 

4.500 

8 



0.237 

10.89 



0.337 

14.98 

0.674 

27.54 

6 

5.563 

8 



0.258 

14.81 



0.376 

20.78 

0.760 

88.55 

6 





0.280 

10.19 



0.432 

28.67 

0.864 

53.16 

8 

8.625 

8 

0.277 

25.00 

0.322 

28.81 



0.600 

43.39 

0.875 

72.42 

10* 


8 


35.00 

miKU^ 

41.13 

a5(X> 

64.74 



. . 1 


12d 

12.750 

8 

0.330 

45.00 

0.375 


0.500d 

6,5.41 ! 







From Standard Specifications for Welded and Seamless Steel Pipe of the American Society for Testing 
Materials, A,S,T.M. Designation A120. 

•Sizes larger than those shown in the table are measured by their outside diameter, such as 14 in. out- 
side diameter, etc. These larger sizes will be furnished with plain ends, unless otherwise specified. The 
weights will correspond to the manufacturers’ published standards although it is possible to calculate the 
theoretical weights for any given size and wall Uiickness on the basis of 1 cu in. of steel weighing 0.2833 lb. 

bTh? American Standard for Wrought-lron and Wrought-Steel Pipe A .S.A, B36.10-1939 has assigned no 
fcbedule number to Double Extra-Strong pipe. 

eA 10 in. Standard Weight pipe is also available with 0.270 in. wall thickness, but this wall is not covered 
by a Schedule Numlier. 

dOwing to a departure from the Standard- Weight and Extra-Strong wall thicknesses for the 12 in. nominal 
size, Schedules 40 and tM), Table 2 of the A,S.A. B36.1O-1930. Standard for Wrought-Iron and Wrought- 
Steel Pipe, the regular Standard and Extra-Strong wall thicknesses (0.375 in. and 0.500 in.) have been 
substituted. 

as to afford interchangeability in threading, and other elements associated 
with fabrication and erection. Hence the difference in wall thickness is 
accompanied by a corresponding change in inside diameter. In sizes up 
to 14 in., pipe is designated by its nominal size which corresponds roughly 
to the inside diameter of Schedule 40 pipe. In sizes 14 in. and upward, 
pipe is designated by its outside diameter (0. D.), and the wall thickness 
is specified. 

While the demands for pipe for the heating and ventilating industry are 
reasonably well served by Schedule 40 (standard weight) pipe, the erection 
of pipe by welding sometimes warrants using lighter wall thicknesses. 
The considerations governing pipe wall, thickness and its relation to joint 
design are covered in the American Standard Code for Pressure Piping, 
A.S.A. B3I.I‘I942, see Section 122. Standard sch^ules of pipe thick- 
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nesses are ^ntained in the American Standard for Wrought- Iron and 
Wrought-Steel Pipe, A,S.A, B36.10, which includes standard-weight and 
extra-strong thicknesses in Schedules 40 and 80, respectively, and eight 
other schedules of varying wall thickness to provide for different service 
conditions. Dimensions and other useful data for Schedules 30 and 40 
pipe are given in Table 1. Table 2 from A.S.T.M. Specifications A53 and 


Table 3. Standard Dimensions and Weights, and Tolerances in Diameter and 
Wall Thickness for Copper Water Tubes^ 

{All tolerances in this table are plus and minus except as otherwise indicated) 


Standard 
Watxr 
Tube 
Size, In. 

Actual 

OUTBIDE 

Dumeteb 

In. 

Averaob Oct- 
6IDB DLAUETER 

Wall Thiceness In. 

Theoretical 

Weight, 

Lb per Ft 

Tolerance. In. 

TtpeK 

T^peL 

Tvpb M 

TypeK 

1-3 

K 

TypeM 
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Drawn 

Temper 

Nominal 

Tolerance 

Nominal 

Tolerance 

Nominal 

Tolerance 

H 

0.250 

0.002 

0.001 

0.032 

0.003 

0.025 

0.0025 

0.025 

0.0025 

0.085 

0.068 

0.068 

H 

0.375 

0.002 

0.001 

0.032 

0.0(H 

0.030 

0.0035 

0.025 

0.0025 

0.1341 

0.126 

0.107 


0.500 

0.0025 

0.001 

0.049 

0-004 i 

0.035 

0.W35 

0.025 

0.0025 

0.269 

0.198 

0.145 

ti 

0.625 

0.0025 

0.001 
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0.004 

0.040 

0.0035 

0.028 

0.0025 

0.344 

0.285 

0.204 

H 

0.750 

0.0025 

0.001 

0.049 

0.004 

0.042 

0.0035 

0.030 

0.0025 

0418 

0.362 

0.263 

H 

0.875 

0.003 

0.001 

0.065 

0.0045 

0.045 

0.004 

0.032 1 

0.003 

0.641 

0.455 

0.328 

1 

1.125 

0.0035 

0.0015 

0.065 

0.0045 

0.050 

0.004 

0.035 

0.0035 

0.H39 

0.655 

0,465 

IH 

1.375 

0.004 

0,0015 

0.065 

0.0045 

0.055 

0.0045 

0.042 

0.0035 

1.04 

0.8S4 

0.682 


1.625 

0.0045 

0.002 

0.072 

0.005 

0.060 

0.0045 

0.049 

0.004 

1.36 

1.14 

0.940 

2 

2.125 

0.005 

0.002 

0.083 

0.007 

0.070 

0.006 

0.058 

0.006 

1 2.06 

1.75 

1.46 


2.625 

0.005 

0.002 

0.095 

0.007 

0.080 

0.(X)6 

0,065 

0.006 

2.93 

2.48 

2.03 

3 

3.125 

0.005 

0.002 

0.109 

0.007 

0.090 

0.007 

0.072 

j 0.006 

4.00 

3.33 

2.68 

3H 

3.625 

0.005 

0.002 

0.120 

0.008 

0.100 

‘ 0.007 

0.083 

0.007 

5.12 

4.29 

3.58 

4 

4.125 

0.005 

0.002 

0.134 

0.010 

O.IIO 

0.009 

0.095 

0.009 

6.51 

6.38 

4.66 

5 

5.125 

0.005 

0.002 

0.160 

0.010 

0.125 

0.010 

0.109 

0.009 

9.67 

7.61 

1 6.66 

6 

6.125 

0.005 

0.002 

0.192 

0.012 

0.140 

0.010 

0.122 

0.010 

13.9 

10.2 

8.92 




+0.002 










8 

8.125 

0.006 

-0.004 

0.271 

0.016 

0.200 

0.014 

0.170 

0.014 

25.9 

19.3 

16.5 




+ 0.002 










10 

10.125 

0.008 

-0,006 

0.338 

0.018 

0.250 

0.016 

0.212 

0.015 

40.3 

30.1 

25.6 




+0.002 










12 

12.125 

0.008 

-0.006 

0.405 

0.020 

0.280 

0.018 

0.254 

0.016 

57.8 

40.4 

36.7 


»From Standard Specificatlona for Copper Water Tube of the American Society for Testing Materials, 
A,S.T.M. Designation B88-41. 

Note 1: — For copper gas and oil burner tubes, the tolerances shown above for various wall thicknesses 
(t 3 rpe K) apply irrespective of diameter. 

Note 2: — For tubes other than round no standard tolerances are established. These tolerances do not 
apply to condenser and beat exchanger tubes. 


A120 combines the schedule thicknesses of A.S.A. B36.10 and the old 
series designations. 

Standard-weight pipe is generally furnished with threaded ends in 
random lengths of 16 to 22 ft, although when ordered with plain ends, 

5 per cent may be in lengths of 12 to 16 ft. Five per cent of the total 
number of lengths ordered may be jointers which are two pieces coupled 
together. Extra-strong pipe is generally furnished with plain ends in 
random lengths of 12 to 22 ft, although <6 per cent may be in lengths of 

6 to 12 ft. 

In addition to IPS copper pipe, several varieties of copper tubing are in 
use with either flared or compression couplings or soldered joints. Dimen- 
sions of copper water tubing intended for plumbing, underground water 
service, fuel-oil lines, gas lines, etc., have b^n standardized by the U. S. 
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Government and the American Society for Testing Materials. There are 
three standard wall-thickness schedules of copper water tubing classified 
in accordance with their principal uses as follows: 

Type K — Designed for underground services and general plumbing service. 

Type L — Designed for general plumbing purposes. 

Type M — Designed for use with soldered fittings only. 

In general, Type K is used where corrosion conditions are severe, and 
Types L and M where such conditions may be considered normal as, for 
instance, in heating work. Types K and L are available in both hard and 
soft tempers; Type M is available only in hard temper. Where flexibility 
is essential as in hidden replacement work, or where as few joints as possible 
are desired as in fuel-oil lines, the soft temper is commonly used. In new 

Table 4 . Thermal Expansion of Pipe in Inches per 100 ft ^ 


{For superheated steam and other fluids refer to temperature column) 


Saturated Steam 

Elongation in Inches per 

100 FT FROM - 20 F UP 

Saturated 

Steam 

Elongation in Inches per 

100 IT FROM — 20 F UP 

Vacuum 

Inches 

ofHg. 

Prespure 

P&ig 

Tem- 

perature 

Fafircn- 

heit 

Degrees 

Cast- 

Iron 

Pipe 

Steel 

Pipe 

Wrought- 

Iron 

Pipe 

Copper 

Pipe 

Pressure 

Psig 

Tem- 

perature 

Fahren- 

heit 

Degrees 

Cast- 

Iron 

Pipe 

Steel 

Pipe 

Wrought- 

Iron 

Pipe 

Copper 

Pipe 



-20 

0 

0 

0 

0 

2.5 

220 

1.634 

1.852 

1.936 

2.720 



0 

0.127 

0.145 

0.152 

0.204 

10.3 

240 

1.780 

2.020 

2.110 

2.960 



20 

0.255 

0.293 

0.306 

0.442 

20.7 

260 

1.931 

2.183 

2.279 

3.189 



40 

0.390 

0.430 

0.465 

0.655 

34.5 

280 

2.085 

2.350 

2.465 

3.422 

29.39 


60 

0.518 

0.593 

0.620 

0.888 

52.3 

300 

2.233 

2.519 

2.630 

3.665 

28.89 


80 

0.649 

0.725 

0.780 

1.100 

74.9 

320 

2.395 

2.690 

2.800 

3.900 

27.99 


100 

0.787 

0.898 

0.939 

1.338 

103.3 

340 

2.543 

2.862 

2.988 

4.145 

26.48 


120 

0.926 

1.055 

1.110 

1.570 

138.3 

360 

2.700 

3.029 

3.175 

4.380 

24,04 

1 

140 

1.051 

1.209 

1.265 

1.794 

180.9 

380 

2.859 

3.211 

3.350 

4.628 

20.27 


1 160 

1.200 

1.368 

1.427 

2.008 

232.4 

400 

3.008 

3.375 

3.521 

4.870 

14.63 


180 

1.345 

1.528 

1.597 

2.255 

293.7 

420 

3.182 

3.566 

3.720 

5.118 

6.45 



200 

1.495 

1.691 j 

1.778 1 

2.500 

366.1 

440 

3.345 

3.740 

3.900 

5.358 


•From Piping Handbook, by Walker and Crocker. This table gives the expansion from — 20 F to the 
temperature in question. To obtain the amount of expansion between any two temperatures take the 
difference between the figures in the table for those temperatures. For example, if a steel pipe is installed 
at a temperature of 60 F and is to operate at 300 F, the expansion would be 2.619 — 0.593 1.926 in. 


or exposed work copper pipe of a hard temper is generally used. All 
three classes are extensively used with soldered fittings. 

Standard dimensions, weights, and diameter and wall -thickness 
tolerances for these classes of copper tubing are given in Table 3. Copper 
pipe is also available with dimensions of steel pipe. 

Refrigeration lines used in connection with air conditioning equipment 
also employ copper tubing extensively. For refrigeration use where 
tubing absolutely free from scale and dirt is required, bright annealed 
copper tubing that has been deoxidized is used. This tubing is available 
in a variety of sizes and wall thicknesses. 

EXPANSION AND FLEXIBILITY 

The increase in temperature of a pipe from room temperature to an 
operating steam or water temperature 100 deg or more above room tem- 
perature results in an increase in length of the pipe for which provision 
must be made. The amount of linear expansion (or contraction in the 
case of refrigeration lines) per unit length of material per degree change in 
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temperature is termed the coefficient of linear expansion, or commonly, 
the coeffixiem of expansion. This coefficient varies with the material. 

The linear expansion of cast-iron, steel, wrought-iron, and copper pipe, 
the materials most frequently used in heating and ventilating work, can 
be determined from Table 4. 

The three methods by which the elongation due to thermal expansion 
may be taken care of are: (1) Expansion joints; (2) Swivel joints; 
(3) Inherent flexibility of the pipe itself utilized through pipe bends, 
right-angle turns, or offsets in the line. 

Expansion joints of the slip-sleeve, diaphragm, or corrugated types 
made of copper, rubber, or other gasket material are all used for taking 
up expansion, but generally only for low pressures or where the inherent 
flexibility of the pipe cannot readily be used as in underground steam or 
hot water distribution lines. 

Swivel joints are used to some extent in low-pressure steam and hot- 



4 fittings 2 fittings 

Fig. 1, Measurement of L on Various Pipe Bends 


water heating systems, and in hot-water supply lines. Since swivel joints 
permit the expansive movement of the pipe by turning of threaded joints, 
which may ultimately result in a leak, it is preferable to provide sufficient 
flexibility without resorting to swiveling in the threads. 

Probably the most economical method of providing for expansion of 
piping in a long run is to take advantage of the directional changes which 
must necessarily occur in the piping and proportion the offsets so that 
sufficient flexibility is secured. Ninety-degree bends with long, straight 
tangents in either a horizontal or a vertical plane are an excellent means 
for securing adequate flexibility with larger sizes of pipe. When flexi- 
bility cannot be obtained in this manner; it is necessary to make use of 
some type of expansion bend. The exact calculation of the size of ex- 
pansion bends required to take up a given amount of thermal expansion 
is relatively complicated^ The following approximate method, however, 
has been found to give reasonably go^ results and is deemed to be 
sufficiently accurate for most heating installations. 

Fig* 1 shows several types of expansion bends commonly used for 
taking up thermal expansion. The amount of pipe, L, required in each of 
these bends may be computed from Equation 1. 

L - 6.16 (1) 

where 

L *» length of pipe, feet. ^ 

D outside diameter (rf the pipe used, inches. 

A » the amount of expanmon to be taken up, inches. 

This formula, based on the use of mild-steel jMpe with wall thicknesses 
not heavier than mctra-strong, assumes a maximum safe value fiber 
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stress of 16,000 psi. When square type bends are used, the width of the 
bend should not exceed about twice the height, since for a given total 
length of pipe in the bend, the height of the bend becomes progressively 
less with increase in width until the height approaches zero and no 
flexibility exists. Actually, wide bends utilize to best advantage the 
inherent flexibility of the line, but such bends cannot be proportioned on 
the basis of Equation 1. For such applications, more accurate methods ^ 
should be employed. It is further assumed that the corners are made with 
screwed or flanged elbows or with arcs of circles having radii five to six 
times the pipe diameter. Use of welding elbows with radii of times 
the pipe diameter will decrease the end thrusts somewhat but will raise 
the fiber stress correspondingly. 

All risers must be anchored and safeguarded so that the difference in 
length when hot from the length when cold shall not disarrange the 
normal and orderly provisions for drainage of the branches. 

Proper anchoring of piping is especially necessary with light-weight 
radiators, to allow for freedom of expansion in order that no pipe strain 
will distort the radiators. When expansion strains from the pipes are 
permitted to reach these light metal heaters, they usually emit disturb- 
ing sounds. 


HANGERS AND SUPPORTS 

Heating system piping requires careful and substantial support. Where 
changes in temperature of the line are not large, such simple methods of 
support may be utilized as hanging the line by means of rods or perforated 
strip from the building structure, or supporting it by brackets or on piers. 

When fluids are conveyed at temperatures of 150 F or above, however, 
hangers or supporting equipment must be fabricated and assembled to 
permit free expansion or contraction of the piping. This can be accom- 
plished by the use of long rod hangers, spring hangers, chains, hangers or 
supf)orts fitted with rollers, machined blocks, elliptical or circular rings of 
larger diameter than the pipe giving contact only at the bottom, or trolley 
hangers. In all cases, allowance should be made for rod clearance to 
permit swinging without setting up severe bending action in the rods. 

For pipes of small size, perforated metal strip is often used. For 
horizontal mains, the rod or strip usually is attached to the joists or steel 
work of the floor above. For long runs of vertical pipe subject to con- 
siderable thermal expansion, either the hangers should be designed to 
prevent excessive load on the bottom support due to expansion, or the 
bottom support should be designed to withstand the entire load. 

THREADING PRACTICE 

In all threaded pipe for heating and ventilating installations the 
American Standard taper pipe thread, A.S.A, B2. 1-1942 is used. This 
thread is cut with a taper of 1 in 16 measured on the diameter of the pipe 
so as to secure a tight joint. The number of threads per inch varies with 
the pipe size. Threads for fittings are the same, except that it is regular 
practice to furnish straight tapped couplings for Schedule 40 pipe 2 in. 
and smaller. For steam pressures in excess of 25 psi, it is recommended 
that taper-tapped couplings be used to obtain a tight joint. These may 
be secured by ordering line pipe* which is used for oil piping, the couplings 
of which are provided with taper-topped threads and may be used with 
rc^lar miU-tnreaded standard wei^t pipe. Thread lengths should be 
in accordance with A.S.A. B2.1. Riight-hand threads are used unless 
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Otherwise ordered. To facilitate drainage, some elbows have the thread 
tapped at an angle to provide a pitch of the connecting pipe of 34 in. to 
the foot. These elbows are known to the trade as pitch elbows and are 
commercially available. All threaded pipe joints should be made up 
with a thread paste suitable for the service for which the pipe is to be used. 

TYPES OF FITTINGS 

Fittings for joining the separate lengths of pipe together are made in a 
variety of forms, and are either screwed or flanged, the former being 
generally used for the smaller sizes of pipe up to and including 3J4 in., 
and the latter for the larger sizes, 4 in. and above. Screwed fittings of 
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WFRIGERATOn TYPE FURED-TUBING FITTINGS 



SAE COMPRESSION TUBING FIHINGS 



FLAREO-TUBING FITTINGS 


Fig. 2. Copper or Brass Tubing Fittings 

large size as well as flanged fittings of small size are also made and are 
used for certain classes of work at the proper pressure. 

The material used for fittings is generally cast-iron, but in addition to 
this, malleable-iron, steel and steel alloys are also used, as well as various 
grades of brass or bronze. The material to be used depends on the 
character of the service and the pressure. Malleable iron fittings, like 
brass fittings, are cast with a round instead of a flat band or bead, or with 
no bead at all. Fittings are designated as male or female, depending on 
whether the threads are on the outside or inside, respectively. Screwed 
galvanized fittings are made according to the 150 lb American Standard. 

As in the case of pipe, several weights of fittings are manufactured. 
Recognized American Standards for the various weights are as follows: 

Cast-iron pipe flanges and flanged fittings for 26 lb (sizes 4 in. and larger), 125 lb, and 
250 lb maximum saturated steam pressure, A.SA. B16b2, Bl6a, and Bl6b respectively. 

Malleable iron screwed fittings for 150 lb maximum saturated steam pressure, A,S.A, 
B16c. 

Cast-iron screwed fittings for 125 and 250 lb maximum saturated steam pressure, 
A.S.A. Bl6d. 

Steel flanged fittings for 150 and 300 lb maximum steam service pressure, A,S.A. B 16 e« 

The allowable cold water working pressures for these standards vary from 43 lb for 
the 25 lb standard to 500 lb for the 300 lb steel standard. 
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War standard ratings in effect for the duration of the emergency per- 
mitted higher ratings for certain sizes of the 125 lb cast-iron flanged 
fitting standard, and for 300 lb steel flanges and flanged fittings than 
those shown in the regular American Standards mentioned previously. 

Screwed fittings include: nipples or short pieces of pipe of varying 
lengths; couplings of steel or wrought-iron; elbows for turning angles 
of either 45 deg or 90 deg; return bends, which may be of either the close 

Table 5. American Standard Dimensions of Elbows, Tees, Crosses, and 45 Deg 
Elbows, Soldered-Joint Fittings, A.S.A. A40.3-1941 



1 Cast Biu^b : 

WROtJQHT 
Metal I 


Nominal 

Ikying 

Laying 

Iveiigth, 

Laying 

Laying 

Length. 

Inside 

Diameter 


Metal 

Bore 

OF 

Fittikos 

SiZGA 

Length, 
Tee. Ell, 

Aud Croaah 

Ell With ; 
External j 

Length, 
4S Deg 
Ell 

45 Ell 

External 

of 

Fittings,® 

Metal 

Thickness*^ 

Thickness® 

Min.* 



H 

1 


H 

H 


% 

hi 


Hi 

He 


•46 

‘Hi 


H 

Vs 


Vs 

1 


1 

IVs 



iHs 



iVs 

! 

IH 

IVs 


2 

2K 


2H 

2y8 


SVs 


1 

3H 

— 

i; 


T and R 

E, Min. 

0.030 

0.035 

0.040 

0.045 

0.378 

0.503 

0.628 

0.878 

■ 

1.128J 

1.378J 

1.629 

0.070 

0.080 

0.090 

0.100 

0.110 

0.125 

0.140 

2.129 

2.629 

3.129 

3.629 

4.129 

5.129 

6.129 


All dimensions given in inches. 

ftThis size is the nominal bore of the tube. 

bThese dimensions may be used for wrought-metal fittings as well as for cast-brass fittings at manu- 
facturer’s option. 

•This dimension is the same as the inside diameter Class L tubing (American Standard Specifications for 
Copper Water Tube. A.S.A. H23.1-1939 {A.S.T.M. B88). 

dPattems shall be designed to produce body thicknesses given in the table. Metal thickness at no point 
shall be less than 90 per cent of the thicknesses given in the table. 

•This dimension has the same thickness as Type L tubing. 

fThese dimensions are minimum, but in every case the thickness of wrought fittings should be at least 
as heavy as the tubing with which it is to be used. 

Note 1: — Wrought fittings, as well as cast fittings, must be provided with a shoulder or stop at the 
bottom end of socket. 

Note 2: — Street fittings with male ends are for use in connection with other fittings illustrated. 


or open pattern, and may be cast with either a back or side outlet; tees; 
crosses; laterals or F branches; and a variety of plugs, bushings, caps, 
lock-nuts, flanges and reducing fittings. Reducing fittings as well as 
bushings, both of which are used in changing from one pipe size to another, 
may have the smaller connection tapped eccentrically to permit free drain- 
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age of t^e water of condensation in steam lines or free escape of air in 
water lines. 

Fittings for copper tubing are available in the soldered, flared, or com- 
pression types. Illustrations of each of these types are shown in Fig. 2. 
Fittings for copper pipe of IPS dimensions are available in screwed or 
soldered types of connection. Table 5 from A.S.A, Standard A40.3-1941 


Table 6. American Standard Dimensions of Elbows, 45-Deg Elbows, 
Tees, and Crosses (Straight Sizes) for Class 125 Cast- 
Iron Screwed Fiitings, ^4.5.4. B16a-1939 



Nominal 

IhPM 

Soi 

A 

c 

B 

E 

F 

a 

H 

ClNTUl 

TO End. 
Elbows. 
Tbbb and 
Cbossks 

OlNTU 

TO End. 

45 Dbo 
Elbows 

Lbnoth 

Of Thbaad, 
Min. 

Width 
or Band. 
Min. 

Inbidb Diamstbb 

Of Fitono 

Metal 

Tbicknebs,* 

Min. 

Outside 

Dumbtbb 

Of Band. 
Min. 

Min. 

Mbx. 

H 

0.81 

0.73 

0.32 

0.38 

0.540 

0.584 

0.110 

0.93 


0.95 

0.80 

0.36 

0.44 

0.675 

0.719 

0.120 

1.12 


1.12 

0.88 

0.43 

0.50 

0.840 

0.897 

0.130 

1.34 

H 

1.31 

0.98 

0.60 

0.66 

1.050 

1.107 

0.165 

1.63 

1 

1.50 

1,12 

0.58 

0.62 

1.315 

1.385 

0.170 

1.95 


1.75 

1.29 

0.67 

0.69 




2.39 

IH 

1.94 

1.43 

0,70 

0.75 




2.68 

2 

2.25 

1.68 

0.76 

0.84 

2.375 

2.446 

0.220 

3.28 

2H 

2.70 

1.95 

0.92 

0.94 

2.875 

2.975 

0.240 

3.86 

3 

3.08 

2.17 

0.98 

1.00 



0.260 

4.62 

3H 

3.42 

2.39 

1.03 

1.06 



0.280 

6.20 

4 

3.79 

2.61 

1.08 

1.12 

4.500 


0.310 

6.79 

5 

4.60 

3.05 

1.18 

1.18 

6.563 

5.663 

0.380 

7.06 

6 

5.13 

3.46 

1.28 

1.28 

6.626 

6.725 

0.430 

8.28 

8 

6.56 

4.28 

1.47 

1.47 

8.625 

8.726 

0.560 

10.63 

10 

8.08»> 

6.16 

1.68 

1.68 

10.750 

EE^l 

0.690 

13.12 

12 

9.60 b 

5.97 

1.88 

1 1,88 

12.760 

12.850 


15.47 


All dimensions given in inches. 

^Patterns shall be designed to produce castings of metal thickness given in the table. Metal thickness 
at no point shall be less than 90 per cent of the thickness given in the table. 
hApplies to elbows and tees only. 


contains dimensions for soldered joint elbows, tees, crosses, and 46 deg 
elbows. 

The compression type fitting is gtnerally limited to smaller size tubing 
while the flared and soldered t 3 ^pes are us^ in both large and small sizes. 
An American Standard, A.S.A. A40.2-193d has been prepared to stand* 
ardize dimensions for brass fittings for flared copper water tubes. Flared 
tube fittings are widely used in refrigerating work where S.A.E. dini«i> 
dons and a 45-deg flare render most fittings interchangeable, althou{^ 
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Table 7. American Standard Dimensions of Tees, Crosses^ 
(Straight Sizes), and Elbows for Class 125 Cast-Iron 
Flanged Fittings, A,SA, B16a-1939 



Nominal 
Pips Size**-* 

A 

AA 

B 

c 

Diameter 

or 

Flange 

Thickness 
or Flange. 
Mm 

MSTALh 
Thickness 
or Boot 

CZNTZH TO 
Face Tkbs, 
CnoasEso-d 

ANt) PjLHOWfl 

Face to 
Face Tees 

AND 

Cr088E8«-<1 

Center to 
Face Long 
Radius 

ELBOw«*r.#t 

CijmjR TO 
Face 45 Dkg 
Elbows 

1 

3H 

7 

5 


4M 

% 

Hi 

IH 

3H 

7H 

5J4 

2 



Hi 

VA 

4 

8 


2H 

5 

Jfe 

5^6 

2 

4H 

9 

6H 

2H 

6 


Hi 

2H 

5 

10 

7 

3 

7 

‘Hi 

Hi 

3 

5^ 

11 

IH 

3 

7A 


H 

m 

6 

12 

8H 

3A 

8H 

‘Hi 

Hi 

4 


13 

9 

4 

9 

‘Hi 

H 

5 

lYi 

15 

lOH 

4H 

10 

‘Hi 

H 

6 

8 

16 

iiH 

5 

11 

1 

Hi 

8 

9 

18 

14 

5H 

13Y 

iVs 

H 

10 

11 

22 

16H 

eA 

16 

iHi 

H 

12 

12 

24 

19 

7H 

19 

IH 

‘Hi 

14 O.D. 


28 

21A 

7H 

21 

m 


16 O.D. 

15 

30 

24 

8 

23H 

iHi 

1 

18 O.D. 

16H 

33 

26M 

8H 

25 

m 


20 O.D. 

18 

36 

29 

9H 

27M 


lA 

24 O.D. 

22 

44 

34 

11 

32 

m 


30 O.D. 

25 

1 50 

41H 

15 

SSH 

2H 


36 O.D. 

28 

1 56 

49 

18 

46 

2H 

IH 

42 O.D. 

31 

62 

56H 

21 

53 

2H 

m 

48 O.D. 

34 

68 

64 

24 

59Y 

2H 

! 

2 


All dimensions given in inches. 

sCrosses both straight and reducing sizes 18 in. and larger shall be reinforced to compensate for the 
Inherent weakness in the casting design. 

hSize of all httings listed indicates nominal inside diameter of port. 

•Tees, side outlet tees, and crosses, 16 in. and smaller, reducing on the outlet, have the same dimensions 
center to face, and face to face as straight size fittings corresponding to the size of the larger opening. 
Sizes 18 in. and larger, reducing on the outlet, are made in two lengths, depending on the size of the outlet. 

dTeea and crosses, reducing on run only, carry same dimensions center to face and face to face as a 
straight size fitting ot the larger opening. 

•Reducing elbows and side outlet elbows carry same dimensions center to face as straight size elbows 
corresponding to the size of the larger opening. 

^Special degree elbows, ranging from 1 to 45 deg, inclusive, shall have the same center to face dlmensiotis 
aa given for 45-deg elbowa and those over 45 deg and up to 90 deg. Inclusive, shall have the same center to 
faee dlmeosiona aa given for 90^eg dbowa. The angle designation of hn dbow is its defiection from straight 
line Bow and is the angle fietween the flange faces. 

iStde outlet elbows shall have all openings on intersecting center^^Unes. 

hUody thiekiieas at no point sl^ be less than 8TM per cent of the dbnenstons giv«i In the table. 
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for refrigeration use, thread fits and tolerances on thread gages must be 
maintained within close limits. Brass fittings with S,A,E. dimensions are 
not interchangeable with the American Standard fittings for water tubes. 

Ammonia pipe fittings made of cast-iron were formerly used extensively 
in handling refrigerants in large installations. Replacement of ammonia 
by other refrigerants operating at lower pressures has seriously curtailed 
the market for these fittings. For this reason formulation of an American 
Standard for these fittings was abandoned by the A,S,A, in 1936. 

FLANGE FACINGS AND GASKETS 

A number of different flange facings in common use are plain face, 
raised face, tongue and groove, and male and female. Cast-iron fittings 
for 125 psi and below are normally furnished with a plain face, while the 
250 lb cast-iron fittings are supplied with a raised face. The 

standard facing for steel flanged fittings for 150 and 300 psi is a 
raised face although these fittings are obtainable with a variety of 
facings. The gasket surface of the raised face may be finished smooth 
or may be machined with concentric or spiral grooves often referred to as 
serrated face or phonograph finish, respectively. 

The dimensions of elbows, tees, and crosses for 125 lb cast-iron screwed 
fittings are given in Table 6, whereas the dimensions for 125 lb cast-iron 
flanged fittings are given in Table 7. 

For low temperature service not to exceed about 220 F, a number of 
paper or vegetable fiber gasket materials will prove satisfactory; for plain 
raised face flanges, rubber or rubber inserted gaskets are commonly 
employed. Asbestos composition gaskets are probably the most widely 
used, particularly where the temperature exceeds 250 F. Jacketed 
asbestos and metallic gaskets may be used for any pressure and tem- 
perature conditions, but preferably only with a narrow recessed facing. 

WELDING 

Erection of piping in heating and ventilating installations by means of 
fusion welding has been commonly accepted in the past few years as an 
alternate method to the screwed and flanged joint. Since the question 
of economy of welding as against the use of screwed and flanged fittings 
is dependent on the individual job, the use of welding is generally recom- 
mended on the basis of a greatly reduced cost of maintenance and repair, 
of less weight resulting from the use of a lighter-weight pipe, and of 
increased economy in pipe insulation, hangers, and supports rather than 
on the basis of any economy that might be effected in actual erection by 
welding on low to medium pressure heating jobs. 

Fusion welding, commonly used in erection of piping, is defined as the 
process of joining metal parts in the molten, or molten and vapor states, 
without the application of mechanical pressure or blows. Fusion welding 
embraces gas welding and electric arc welding, both of which are com- 
monly used to produce acceptable welds. Welding processes and pro- 
cedure are described in various publications. 

Welding application requires the same basic knowledge of design as do 
the other types of assembly, but, in addition, requires a generous know- 
ledge of the sciences involved, particularly as to welding qualities of 
metal, their reaction to extremely high temperatures, and the ability to 
determine and use only the best quality welding rods. This requirement 
applies equally to employer and employee with the employer accepting 
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all of the responsibility. Thus the employer should select his welding 
mechanics with good judgment, provide them with first-class equipment 
and tools, arrange for their training and use of acceptable workmanship 
standards, and at regular intervals subject their work to prescribed tests. 

Rules for fusion welding of pipe joints, the qualification of welding 
operators, welding procedures and the testing thereof, are contained in 
the Standard Manual on Pipe Welding of the Heating, Piping & Air 
Conditioning Contractors National Association, and other nationally 
recognized groups^’ In general, the wall thickness and chemical 
analyvsis of the pipe are the governing factors, not the working pressure. 
There are a number of safety codes which govern the installation of welded 
piping in many cities and states. Some of the more prominent are listed 
at the end of this chapter 


Table 8. American Standard Dimensions for Butt-Welding Elbows, Tees, 
Caps, and Lapped-Joint Stub Ends, B16.9-1940 



1 

Nominal 

Pffi 

SlZB 

OCTSIOR 

Dumrtkr 

Crntkr-to-End ! 

1 

Caps 

j 

i 

Lapped-Joint Stub Ends 

99-Deg 

Elbows 

A 

45-Dcg 

Ehwws 

B 

Of Run 
Toe 

C» 

LeQ|:th 

Radius of 
Fillet 

Diam. of 

1 

1.315 


H 

IH 


4 

Vb 

2 


1.660 

m 

1 ; 

iVi 

I'A 

4 

He 

2H 

lyi 

1.900 

2H 

iH 


IH 

4 

H 

2yB 

2 

2.375 

3 

m 

2H 


6 

He 

m 


2.875 



3 

IH 

6 

He 


3 

3.500 


2 

35^ 

2 

6 

H 

5 

3H 

4.000 


2H 

3M 

2H 

6 

Hb 

5H 

4 

4.500 

6 

2H 

iVB 

2H 

6 

He 

6^6 

5 

5.563 

7H 

3^ 


3 

8 

He 

7He 

6 

6.625 

9 


5H 

3H 

8 

H 

8Hi 

8 

8 625 

12 

5 

7 

4 

8 


10^ 

10 

10.750 

15 

6*4 

8H 

5 

10 

H 

12H 

12 ! 

1 

12.750 

18 

7H 

10 

6 

10 


15 


All dimensions siiven in inches. 

«The dimensions of welding tees cover those which have side outlets from one size less than half the size 
of the run- way opening of the tecs to full size, 

bDimensions E and F are applicable only to these fittings in schedules up to and including Schedule 80. 
A.S.A. Standard B:36.10-1939. 

oThe shape of these caps shall be ellipsoidal and shall conform to the requirements of the AuS.lf.fi. 
Boiler Construction Code. 

dThis dimension is for standard machined facings in accordance with American Standard for Steel Pipe 
Flanges and Flanged Fittings {A.S.A. B16e-1939). The back face of the lap shall be machined to conform 
to the surface of the flange on which it seats. Where ring joint facings are to be applied, use dimension K 
as given in A.S.A. Blde-1939. 


A complete line of manufactured steel welding fittings is now available 
and a dimensional standard has been prepared under the procedure of the 
American Standards Association to unify heretofore divergent dimensions 
for the same type welding fittings as produced by different manufacturers. 
Standard dimensions for steel butt-welding elbows, tees, caps, and lapped- 
joint stub ends are given in Table 8. Dimensions for eccentric and con- 
centric reducers, and 180-deg return bends are not shown in Table 8 but 
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are included in the American Standard. Larger sizes also are available 
in some tfypes of fittings. The welding bevel which is a straight 37J4-deg 
V for wall thickness ^ in. and below, and a U-bevel for thicknesses 
heavier than ^ in., conforms to the recommended practice of A,S.A, 


Table 9. American Standard Dimensions of Steel Welding Neck and Slip-on 
Welding Flanges for Steam Service Pressure Rating of 150 PSI (Gage) at a 
Temperature of 500 F, and 100 PSI (Gage) at 750 F, A,S.A. B16e-1939 


“I 

Y 

-i. I 

0 


WELDING NECK SLIP-ON WELDING 


Nominal 

Pipe 

Size 

Diameter 

or 

Flange 

Thickness 

OP 

Flo.» 

Min. 

Dl\ METER 

or 

Hub 

Hub Diam. 
Beginning 
OP 

CHAMFE!lb-e 

Length 

1 HBD 

Hub* 

Inside Diam. 

or Pipe 
Schedule 40c 

Bore op 
Slip-on 
Flanges 
Min 

Diam of 
Bolt 
Circle 

1 

No. 

OP 

Bolts 

Size 

or 

Bolts 

1 

0 

Q 

X 

H 

1 

J 

W 


314 

% 

ihe 

0.84 

m 

0.62* 

0.88 

2?i 

4 

54 

H 

Ws 


lA 

1.05 

25f6 

0.82* 

1.09 


4 

54 

1 


% 

1*5(6 

1.32 

2% 

1.05* 

1.38 

354 

4 

54 


Ws 

Vb 

25(6 

1.66 

25^ 

1.38* 

1.72 i 

3*4 

4 

54 


6 


2% 

1.90 

2% 

1.61* 

1.97 ! 

354 

4 i 

54 

2 

6 


35(6 

2.38 

25^ 

2.07* 

2.44 

454 

4 1 

54 

2H 

7 

Vb 

3% 

2.88 

2H 

2.47* 

2.94 

554 

4 i 

54 

3 

m 

*54 

45^ 

3.50 

2^ 

3.07* 

3.56 

6 

4 1 

54 

ZM 1 


*5(6 

4*% 

4.00 

2*5(6 

3.5.5* 

4.06 

7 

8 

54 

4 I 

9 

*% 

55(6 

4.50 

3 

4.03* 

4..56 

754 

8 

54 

5 

10 

*5^6 

6% 

5.56 

354 

5.05* 

5.66 

854 

8 

H 

6 

11 

1 

7% 

6.63 

354 

6.07* 

6.72 

954 

8 

54 

8 

13J^ 

m 

9*5(6 

8.63 

4 

7.98* 

8.72 

1154 

8 

54 

10 

16 

15(', 

12 

10.75 

4 

10.02* 

10.88 

1454 

12 

54 

12 

19 

Ui 

14^ 

12.75 

454 


12.88 

17 

12 

54 

14 O.D. 

21 

IVb 

15i4 

14.00 

5 

To Be 

14.19 

1854 

12 

1 

16 O.D. 

23H 


18 

16.00 

5 

Speci6ecl 

16.19 

2154 

16 

1 

18 O.D. 

25 

m 

19J4 

18.00 

654 

by 

18.19 

2254 

16 

154 

20 O.D. 

27>^ 


22 

20.00 

5*54, 

Purchaser 

20.19 

25 

20 

154 

24 O.D. 

32 

VA 

265^ 

24.00 

6 


24.19 

2954 

20 

154 




All dimensions given in inches. 

•A mlsed face of Vfi in. is included in thickness cf flange minimum and in length through hub. 
hThe outside surface of the welding end of the hub shall be straight or tapered at not more than 0 deg. 
•Dimensions ff and J correspond to the outside and inside diameters of pipe as given in A, S. A. B36.10> 
1039. Schedule 40. 

♦These diameters are identical with the diameters of what was formerly designated as Standard Weight 
Pipe of the corresponding sizes. 


Standard B16e-1939, American Standard for Steel Pipe Flanges and 
Flanged Fittings. The latter also contains dimensions for steel welding 
neck flanges for pressures up to 2500 psi, and slip-on welding flanges for 
150 and 300 psi. Table 9 gives the^ dimensions for welding-neck and 
slip-on welding flanges suitable for 150 psi gage pressure. 

Socket-wel^ng fittings also^ are commerciallx available. These fittings 
have a machined recess fen* inserting the pipe which is attadied by a 
fillet weld between the pipe wall and socket end. Use of socket-weldii^ 
fittings gen^-ally is restricted to nominal pipe sizes 3 in. and smaller in 
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which range commercial fittings are available. This type of fitting has 
gained rapid acceptance owing to its ease of installation, low cost, and 
ability to make a pressure tight joint without weakening the pipe as is 
the case with threading. Dimensions for socket-welding fittings as 
offered by most manufacturers of the product are given in Table 10. 

VALVES 

Valves are made with both threaded and flanged ends for screwed and 
bolted connections just as are pii^e fittings. 

The material used for valves of small size is generally brass or bronze 
for low pressures and forged steel for high pressures, while in the larger 


Table 10. Proposed American Standard Dimensions of Socket-Welding Elbows, 
Tees, Crosses, 45-Deg Elbows, and Couplings 



Centbh to Bottom op Socket 


_ CouPLiNOS Bore 


Minimum Socket 
Wall TmcKNEes 


Bore Diameter op 
FrmNoa 


Fff* 

90-L>e 
Tees, ( 

sElls. 

>08808 

45-Deg Ells 

Between 

Bottom 

Sockets 

Socket, ' 
Minimum 

Sched. 

40 

Sched. 

80 

Sched. 

160 

Sched. 

40 

Sched. 

80 

Sched. 

160 

SllB 

or 

Socket 

Sched. 
40 A80 

tidied. 

160 

Sebed. ! Sched. 
40A80i 160 




\ 

A 

E 

. 

B 


C» 



D 


H 




. ! 

H 

H 

0.565 

0.156 

0.156 


0.364 

0.302 



H 



i "to i ' 

0.690 i 

0.156 

0.158 


6.493 1 

0.423 



1 

il 

H 

H 


1 Jfs i H 

H i 

0.555 i 

0 156 

0.184 

0.234 

0.622 

0.546 

i 0.466 

H 



^'8 - 

\ H % 

H 1 

1.065 i 

0.156 

0.193 

0.273 ! 

0.824 

0.742 i 

0.614 

1 

^4 i 

u 

1‘m 

% % 

! H 1 

! 1.330 

0.166 

0.224 

0.313 

1.049 

0.957 I 

0A15 

iH ! 

i H 


IH 

1 % 1 ‘■’is 

1 H 

1.675 1 

0.175 

0.239 

0.313 1 

1.380 

1.278 

1.160 

IH 

\ H 

IH 


1 ‘As j 1 

1 

1.915 i 

0.181 

0.250 

0.351 1 

1.610 

1.500 

ijm 

2 1 


IH 

IH 

1 1 m 


2.406 I 

0 193 

0J273 

0.429 1 

2.067 

1.9.19 

1.639 

2H j 

H \ 

m 

2H 1 

i iH IH 

H 

2.006 

0.254 i 

0.346 

0.469 i 

; 2.469 

2.323 

2.13S 

^ 1 


2H 

2H ' 

1 

j ik iH 

* 1 

8A35 

1 ! 

0.270 1 

0.375 

0.546 

3.068 

2.900 

2.636 


AU dimeniiont are given in inches. 

•Dimension C is IH times the nominal pipe thickness, minimum, but not less than ^ in. 

Reducing sUes have same center to bottom of socket dimension as the largest size of reducing fitting. 


sizes either cast-iron, cast-steel or some of the steel alloys are employed. 
Practically all iron or steel valves intended for steam or water work are 
bronze-mounted or trimmed. 

Brass, bronze, and iron valves are generally designed for standard or 
extra heavy service, the former being used up to 125 lb and the latter up 
to 250 lb saturated steam working pressure, although most manufacturers 
also make valves for medium pressure up to 175 lb steam working pres- 
sure. The more common types are gate valves or straightway valves, 
globe valves, angle valves, check valves and automatic valves, such as 
reducing and back-pressure valves. 

Gate valves are the most frequently used of all valves since in their open 
position the resistance to flow is a minimum, but they should not be used 
where it. is desired to throttle the flow; globe valves should be used foi 
this purpose. Gate verves may be secured with either a rising or a non- 
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rising stem, although in the smaller sizes the rising stem is more commonly 
used. The rising stem valve is desirable because the positions of the 
handle and stem indicate whether the valve is open or closed, although 
space limitations may prevent its use. The globe valve is less expensive 
to manufacture than the gate valve, but its peculiar construction offers 
a high resistance to flow and may prevent complete drainage of the pipe 
line. These objections are of particular importance in heating work. 

An American Standard, A.S,A, B16.10-1939, has been prepared giving 
the face-to-face dimensions of ferrous flanged and welding-end valves. 
The following types are covered: wedge gate, double disc gate, globe and 
angle, and swing check. One purpose of establishing these dimensions is 


Table 11. American Standard Contact Surface to Contact Surface Dimensions 
OF Cast-Iron and Steel Flanged Wedge Gate Valves. A.S.A. B 16. 10- 1939 


Contact Surface to Contact Surface Dimensions, (2 X AA) 


Pipe 

Size 

Cait-Irona 

Steel 

125 

175bc 

250b 

150b 

300b 

1 














1 



74 

2 

7 

74 

84 

7 

84 


7H 

8 

94 

74 

94 

3 

8 

94 

114 

8 

114 

3.4 

84 

10 

114 

Sli 

114 

4 

9 

104 

12 

9 

12 

5 

10 

114 

1.5 

10 

15 

6 

103^ 

13 

l^Vs 

104 

154 

8 


144 

16 H 

iiH 

164 

10 

13 

164 

18 

13 

18 

12 

14 

174 

19M 

14 

194 

14 O.D. 

15 


22H 

15 

30 

16 0.D. 

16 


24 

16 

33 

18 O.D. 

17 


26 

17 

36 

20 O.D. 

18 


28 

18 

39 

24 0 D. 

20 


31 

20 

45 



lirn} 



All dimensions given in inches. 

aThese dimensions are the same for Cast-Iron Double Disc Flanged Gate Valves. 

hThese are pressure designations which refer to the primary service ratings in pounds per square inch 
of the connecting end flanges- 

cThe connecting end flanges of 175 Ib valves are the same as those on 260 lb valves. 

Note 1: — Where dimensions are not given, the sizes either are not made or there is insufficient demand 
to warrant the expense of unification. 

Note 2: — Female and groove joint facings have bottom of groove in same plane as flange edge, and center 
to contact surface dimensions for tht?se facings are reduced by the amount of the raised face. 


to insure that gate valves of a given rating and flange dimension of either 
the wedge or double disc design will be interchangeable in a pipe line. 
Contact surface to contact surface dimensions of cast-iron and steel 
flanged wedge-gate valves are given in Table 1 1. End-to-end dimensions 
for steel butt-welding valves in sizes up to 8 in., inclusive, are the same 
as those given in Table 11 for steel valves. 

Check valves are automatic in operation and permit flow in only one 
direction, depending for operation on the difference in pressure between 
the two sides of the valve. The two principal kinds of check valves are 
the swing check in which a flapper is hinged to swing back and forth, and 
the lift check in which a dead weight disc moves vertically from its seat. 

Valves commonly used for controlling steam or water supply to radi- 
ators constitute a special class since they are manufactured to meet 
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heating system requirements. These valves are generally of the angle 
type and are usually made of brass. Graduations on the heads or lever 
handles are often supplied to indicate the relative opening of the valve. 

Automatic control of steam supply to individual radiators can be 
effected by use of direct-acting radiator valves having a thermostatic 
element at the valve, or near to it. The direct-acting valve is usually an 
angle-type valve containing a thermostatic element which permits the 
flow of steam in accordance with room temperature requirements. These 
valves usually are capable of adjustment to permit variation in room 
temperature to suit individual taste. 

Ordinary steam valves may be used for hot water service by drilling a 
Vfe-in. hole through the web forming the seat to insure sufficient circulation 
to prevent freezing when the valve is closed. Valves made for use in hot 
water heating systems are of simpler design, one type consisting of a simple 
butterfly valve, and another of a quick opening type in which a part in the 
valve mechanism matches up with an opening in the valve body. 

In one-pipe steam-heating systems, automatic air valves are required 
at the radiators. Two common types of air valves available are the 
vacuum type and the straight-pressure type. Vacuum valves permit the 
expulsion of air from the radiators when the steam pressure rises and, in 
addition, act as checks to prevent the return of air into the radiator when 
a vacuum is formed by the condensation of steam after the supply pressure 
has dropped. Ordinary air valves permit the expulsion of air from the 
radiator when steam is supplied under pressure, but when a vacuum 
tends to be formed the air is drawn back into the radiator. 

REFERENCES 
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i PIPE INSULATION 

Heat from Bare and insulated Pipes^ Low Temperature Pipe Insulation^ 

insulation of Pipes to Prevent Freezings Economical Thickness 
of Pipe insulation. Underground Pipe insulation 


T he heat loss from uninsulated pipes may be of considerable magni- 
tude if the temperature of the surrounding medium differs appre- 
ciably from that of the fluid conveyed. Losses are increased by rapid 
motion of the surrounding air or by contact of the pipe with bodies of 
high conductivity. Careful consideration must, therefore, be given to 
this factor in a properly designed system and adequate insulation pro- 
vided, if necessary. 


HEAT LOSSES FROM BARE PIPES 

Heat losses from horizontal bare steel pipes, based on tests at Mellon 
Institute and calculated from the fundamental radiation and convection 
equations (Chapter 5), are given in Table 1. Heat losses from horizontal 
copper tubes and pipes with tarnished surfaces, are given in Table 2 ^ 

Heat losses from bare pipe of materials having lower emissivities may 
be calculated from data appearing in Chapter 5. 

The area in square feet per linear foot of pipe is given in Table 3 for 
various standard pipe sizes, and Table 4 for copper tubing, while Table 5 
gives the area in square feet of flanges and fittings for various standard 
pipe sizes. These tables can be used to advantage in estimating the 
amount of insulation required. 

Very often, when pipes are insulated, flanges and fittings are left bare 
so as to allow for easy access to the fittings in case of repairs. The fact 
that a pair of 8-in. standard flanges having an area of 2.41 sq ft would 
lose, at 100 lb steam pressure, an amount of heat equivalent to more than 
a ton of coal per year shows the necessity for insulating such surfaces. 

Examples 1 and 2 show how the annual heat loss from uncovered pipe 
and its dollar value may be computed from the data in Table 1. 

Example 1. Compute the total annual heat loss from 165 ft of 2 in. bare pipe in 
service 4000 hr per year. The pipe is carrying steam at 10 lb pressure and is exposed to 
an average air temperature of 70 F. 

Solution. The pipe temperature is taken as the steam temperature, which is 239.4 F, 
obtained by interpolation from Steam Tables. The temperature difference between 
the pipe and air = 239.4 — 70 « 169.4 F. By interpolation of Table 1 between tem- 
perature differences of 157.1 and 227.7 F, the heat loss from a 2-in. pipe at a temperature 
difference of 169.4 F is found to be 1,624 Btu per (hour) (linear foot) (Fahrenheit degree). 
The total annual heat loss from the entire line « 1.624 X 169,4 X 165 (linear feet) 
X 4000 (hours) « 181,600 Mb. (Mb « 1000 Btu.) 

Example 2. Coal costing $11.50 per ton and having a calorific value of 13,000 Btu 
per pound is being burned m the furnace supplying steam to the pipe line given in the 
previous example. If the system is operating at an over-all efficiency of 55 per cent, 
determine the monetary value of the annual heat loss from the line. 

SoluHm, The cost of heat per 1000 Mb supplied to the system 1,000,000 X 11.5 
(dollars) -f- [13,000 (Btu) X 2000 (Ib) X 0.55 (efficiency)] $0,804. The total cost of 
heat lost per year ** 0.804 X 181.6 (thousand Mb) «■ $146.00. 

SU 
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PIPE INSULATIONS 

Pipe insulations are of several general forms and are made of various 
types of material. The most common form is the rigid sectional covering 
either split longitudinally into halves or cut through on one side and 
scored on the other, to facilitate assembling on pipes. Preformed ma- 


Table 1. Heat Losses from Horizontal Bare Steel Pipes 

Expressed in Btu per {hour) {linear foot) {Fahrenheit degree difference 
between the ^pe and surrounding still air at 70 F) 


Nominal 

PlPB 

Hot Water 

Steam 

120 F 

' 150 F 

180 F 

210 F 

227.1 F 
(5 Lb) 

299.7 F 
(50 Lb) 

337.9 F 
(100 Lb) 

Size 








(Inches) 











Temperature Difference 




50 F 

80 F 

no F 

140 F 

157.1 F 

227.7 F 

267.9 F 

34 

0.455 

0.495 

0.546 

0.584 

0.612 

0.706 

0.760 

H 

0.655 

0.605 

0.666 

0.715 

0.748 

0.866 

0.933 

1 

0.684 

0.743 

0.819 

0.877 

0.919 

1.065 

1.147 

IK 

0.847 

0.910 

1.014 

1.086 

1.138 

1.324 

1.425 

IK 

0.958 

1.041 

1.148 

1.230 

1.288 

1.492 

1.633 

2 

1.180 

1.281 

1.412 

1.512 

1.578 

1.840 

i 1.987 

2K 

1.400 

1..532 

1.683 

1.706 

1.883 

2.190 

2.363 

3 

1.680 I 

1.825 

2.010 

2.153 

2.260 

2.630 

2.840 

3K 

' 1.900 

2.064 

2.221 

2.433 

2.552 

2.974 i 

3.216 

4 

2.118 i 

2.302 1 

2.534 

2.717 

2.850 

3.320 I 

; 3.590 

5 

2.580 

2.804 

3.084 

3.303 

3.470 

4.0.50 

4.385 

6 

; 3.030 1 

3.294 

3.626 

3.886 

4.074 

4.765 

5.160 

8 

3.880 

4.215 

4.638 

4.960 

5.210 1 

6.100 

6.610 

10 

4.760 

5.180 

5.680 

6.090 

6.410 1 

7.490 

8.115 

12 

5.590 

6.070 

6.670 

7.145 

7.500 

8.800 

9.530 


Table 2, Heat Loss from Horizontal Tarnished Copper Pipe 

Expressed in Btu per {hour) {linear foot) {Fahrenheit degree difference 
between the pipe and surrounding still air at 70 F) 



Hot Water (Type K Copper Tube) 

Steam (Standard Pipe Si*e Pipe) 

Nominal 

Pipe 

120 F 

150 F 

180 F 

I 210 F 

i 

227.1 F 
(5 Lb) 

! 297.7 F 

1 (50 Lb) 

337.9 F 
(100 Lb) 

Size 

(Inches) 

’ 



Temperature Difference 



1 

50 F 

80 F 1 

no F 

140 F 

157.1 F 

227.7 F 

267.9 F 

H 

0.250 

0.287 

0.300 

0.321 

0.433 

0.500 

0.530 

H 

0.340 

0.381 

0 409 

0.429 

0.633 

0.643 

0.654 

1 

0.440 

0.475 

0.509 

0.536 

0.636 

0.746 

0.803 


0.600 

0.559 

0.618 

0.622 

0.764 

0.878 

0.934 

IK 

0.580 

0.656 

0.710 

0.760 

0.904 

1.053 

1.120 

2 

0.730 

0.825 

0.890 

0.967 

1.101 

1.273 

1.364 

2K 

0.880 

1.000 

1.091 

1.143 

1.305 

1.490 

1.605 

8 

1.040 1 

1.175 

1.272 

1.343 

1.560 

1.800 

1.940 

SK 

1.180 

1.350 

1.454 

1.535 

1.750 

2.020 

2.170 

4 

1.460 

1.500 

1.635 

1.715 

1.941 

2.131 

2.240 

2.465 

2.430 

2.650 

1.600 

1.812 

1.980 

32.071 

2.387 

2.770 

2.990 

6 

1.840 

2.126 

2.270 

2.430 

2.740 

3.210 

3.440 

8 

2.400 

2.685 

2.910 

3.110 

3.310 

4.050 

4.870 


terials are supplied in segments for assembly on large pipes. The sectional 
coverings are generally supplied with a pasted on canvas jacket. Blanket 
insulations are sometimes used for wrapping large pipes, particularly 
where removal for frequent servicing of the pipe is necessary. Fittings 
and bends are commonly covered with portions of standard preforms 
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Table 3. External Surface per Linear Foot of Pipe 


Nominal 
Pipe SI^E 

j SifRFACE Area 

: Nominal 

' Pipe Size 

Si^RKACF Area 

Nominal 
Pipe .Size 

vS UR FACE Area 

(Inches) 

1 (Sq L t) 

; (Inches) 

(Sg I* 1) 

(Inches) 

(Sq hT) 


j 0.:!2 j 

' 2 

().r>22 

i 

1 .450 

H 

j 0.275 1 


0.758 

i (* 

1.7.84 

1 

0..3t4 ' 

' A 

0.917 

i s 

i 2.2.")7 

IM 

: o.4;jr> 

m i 

1.047 : 

i 

2.K17 


j 0.49S ; 

4 

1.17<S i 

12 

.8..8;is 


insulation or, when irregular in contour, with plastic materials known as 
insulating cements. Insulation is secured to pipes with staples which are 
used to bridge the joint between half sections, and with metal pipe covering 
bands or rings of wire which secure individual sections and effect a junc- 
tion between abutting sections. Surface finishes used over pi[)e insulation 
depend upon the service encountered and appearance desired. Canvas 
jackets are most common although asb(‘stos paper or asbestos finishing 
cements are sometimes employed. Insulation outdoors should be water- 
proof and is generally j^rotected with an asphalt felt for piping and 
asphaltic cements for fittings. Insulation on lines carrying cold water, 
brine, or other cold fluids is carefully finished to obtain adequate sealing 
against the penetration of water vapor. 

The selection of pipe insulation for a particular service condition must 
be made with full consideration of a number of properties in addition to 
thermal conductivity. Factors which may be of more im[)ortancc than 
the thermal conductivity are: ease of application, fire resistance, heat 
stability, weathering stability, resistance to damage by physical abuse, 
and others which may apply to a particular installation. A complete 
evaluation of pipe insulation cannot be included here. Insulation manu- 
facturers should be consulted in regard to the selection of insulation 
which is to meet specific requirements. 

HEAT LOSSES FROM INSULATED PIPES 

The conductivities of various materials used for insulating steam and 
hot water systems are given in Table 6. They arc given as functions of 
the mean temperatures or the arithmetic mean of the inner and outer 
surface temperatures of the insulations. It should be emphasized that 
they are the average values obtained from a number of tests made on 
each type of material, also, that in the use of conductivity all variables due 
to differences in thickness, pipe sizes, and air conditions are eliminated. 
Individual manufacturer’s materials will, of course, vary in conductivity 
to some extent from these values. 

The heat losses through 1, IJ^, and 2-in. thick 85 per cent magnesia 
type of insulation for temperature differences between the pipe and the 


Table 4. External Surface per Linear Foot of Copper Tubing 
Outside diameter Fs in. greater than nominal size 


Tube Size 
(inches) 

Surface Area 
(SqFt) 

Tube Size 
(Inches) 

Surface Area 
(Sq Ft) 

Tube Size 
(Inches) 

Surface Area 
(Sq Ft) 


0.164 

2 

0.550 

5 

1.342 

H 

0.229 

2H 

0.687 

6 

1.604 

1 

0.296 

3 

0.818 

8 

2.128 

IH 

0.360 

3H 

0.949 



IH 

0.426 

4 

1.080 
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Tahle 5. Area of Flanged Fittings, Square Feet^ 


Nominal 
Pipe Size 
(Inches) 

Flanged 

Coupling 

90 Deg Ell 

Long Radius 
Ell 

Tee ^ 

i 

Cross 

Standard 

Extra 

Heavy 

Standard 

Extra 

Heavy 

Standard 

Extra 

Heavy 

Standard 

Extra 

Heavy 

Standard 

Extra 

Heavy 

1 

0.: i 2() i 

0.438 

0.795 

1.015 

0.892 

1 .083 

1.235 

1.575 

1.022 

2.07 


0.388 

0.510 

0.057 

1.008 

1.084 

1.340 

1.481 

1.925 

1.943 

i 2.53 

m 

0.477 I 

0.727 

1.174 

1.3.32 

1 .337 

1.874 

1.815 

2.08 

2.38 

' 3.54 

2 i 

0. fi 72 

0.848 

1.65 

! 2.01 

1.84 

2.10 

2.54 

3.09 

3.32 

4.00 


0.811 1 

1.107 

2.09 

2.57 

2.32 

2.70 

3.21 

4 .05 

4.19 

5.17 

3 

0.04.1 i 

1.481 

2.38 

3.40 

2.08 

3.74 

3.00 

5.. 33 

4.77 

0.95 

.'iH 

1.122 1 

l .( U 4 

2.08 

3.00 

3.28 

4.28 

4.48 

0.04 

5.83 

, 7.89 

4 

1.344 

1.011 

3.53 

4.01 

3.90 

4.99 

5.41 

7.07 

7.03 

9.24 


1.474 ) 

2.04 

3.05 

5.02 

4.43 

5.40 

0.07 

7.72 

7.87 

, 10.07 

r> 

1.022 

2.18 1 

4.44 

5.47 

5.00 

0.02 

0.81 

8.52 

8.82 

: 10.97 

6 

1.82 

2.78 

5.13 

0.09 

5.99 

7.70 ' 

7.84 

10.04 

10.08 

1 13.75 

8 

2.41 

3.77 

O.OH 1 

9.70 

8..50 

1 1 .09 

10.55 

14.74 

13.44 

18.97 

10 

3.4.3 

1 5.20 

10.18 

13.. 58 

12.35 

1.5.00 

15.41 

20.41 

19.. 58 

20.20 

12 

4.41 

' 0.71 

13.08 

17.73 

10.35 

18.70 

19.67 

20.05 

24.87 

34.11 


“Including areas of accompanying flanges bolted to the fitting. 


surrounding atmosphere up to 280 F are shown in Figs. 1, 2, and 3. 
Standard thicknesses of 85 per cent magnesia pipe covering are not 
exactly 1 in. However, the loss through any given thickness of insulation 
can he obtained by interpolation. Also, the losses through any of the 
insulations given in Table 6 can be obtained by multiplying the losses 
obtained from Figs. 1 , 2, or 3 by the factors given in Table 7. 

rARLi' 6. I hermal Conductivity of Various Type Pipe Insulations for 
Medium and High Temperature Pipe^ 

Expressed in Btu per {hour) {square foot) {Fahrenheit degree 
temperature difference per inch) 


Types of Insui.atinc; Materials 

i 

Density 
I.R/Cu Fr 

i 

Temp. Range 

OI- ACt EPTEl) 

! Mean Temperature, F Deg 


Use 

, 1 

1(K) 

200 

} 3(K) 

400 

500 

85% Magnesia — T'vpe 

1.3-15 

Up to GOO F 

0.41 

0.45 

0.48 

0.52 : 


Corrugated Asbesto.s — Type 







4 Ply per 1 in 

11-13 

Up to 300 F 

0.57 

0.08 

0.80 

i 


0 Ply per 1 in . i 

15-17 

Up to 300 F 

0.51 

0.59 

0.69 



8 Ply per 1 in | 

18-20 

Up to 300 F 

0.49 

0.57 

0.65 



Laminated Asbestos — Type i 







(35--40 laminations per 1 in.) ! 

30-35 

Up to 700 F 

0.39 

0.44 

0.49 

0.54 


Mineral Wool — Type.. 

10-15 

Up to 800 F 

0.40 

0.45 

0.50 i 

0.55 


Diatomaceous Silica — Type 

1 25-30 

Up to 1900 F 

0.03 

0.06. 

i 0.69 

0.72 

0.76 

Brown Asbestos Fiber — Type 

13-15 

Up to 1200 F 

0.34 

0.39 

1 0.44 

0.49 

0.54 


^Average values from various laboratories for insulating materials of various manufacturers. 


Table 7. Pipe Covering Factors 


Temperature Difference, Pipe to Air, F Dbg 


Types of Insualting Materials 



100 

200 

300 

400 i 

1 

500 

Corrugated Asbestos — Type 

4 Ply per 1 in. 

1.30 

1.36 

! 

1.42 




1.19 

1.23 

1.27 



8 Ply i^r 1 In 

1.15 

1.19 

1.23 



Laminated Asbestos— Type... 

0.96 

0.98 

1.00 

1.02 i 

1.04 

Mineral Wool— Type 

0.98 

1.00 

1.02 

1.05 1 

1.07 

Diatomaceous Silica — Type 

1.37 

1.36 

1.35 

1.35 j 

1.34 

Brown Asbestos Fiber'— ^lype ., .r + -rr 

0.86 

0.88 

0.91 

0.93 

0.96 
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Fic. 1. Hbat Loss Trkovcb 1 In. Thick 85 pek cent 
Magnesia Type Covering 


Pipes operating at high temperatures are frequently insulated to the 
best advantage by combining a high temperature insulation near the 
pipe with a moderate or low temperature insulation around it as an outer 
layer. By this method an efficient material may be used for each of the 
two temperature ranges encountered. In calculating the heat loss 
through such a combination the mean temperature of each layer must be 
determined along with the thicknesl of each. This is readily done in 
three or four calculations performed as a series of approximations in 
which assumptions of thickness and mean temperature are adjusted as 
indicated in the discussion which follows. 

In the case of a single thickness of pipe covering, the quantity of heat 



Pipe Insulation 


SS$ 



Fig. 2, Heat Loss Through In. Thick 85 per cent 
Magnesia Type Covering 


transferred per square foot of outer surface of the insulation is given 
by the equation: 

k {tx - k) 

r% logc II 

ri 

where 

qo «= Btu per (hour) (square foot of outer surface of insulation), 
f 1 « outer radius of pipe or inner radius of insulation, inches, 
f* « outer radius of insulation, inches. 

k * thermal conductivity of insulation, Btu per (hour) (square foot) 
(Fahrenheit degree per inch). 

ti s= temperature of inner surface of insulation, Fahrenheit degrees, 

/i «« temperature of outer surface of insulation, Fahrenheit d^ees. 

It is convenient to work from the outer surface of the insulation^ since 
the loss through the covering must be determined from the outer surface 
loss by means of surface loss curves such as given in Fig, 4. 
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After the true heat loss is obtained, the loss per square foot of pipe 
surface cap be calculated from the relationship: 

gi = go (ri/n). 

where 

gi = Btu per (hour) (square foot outer surface of pipe). 

The heat loss through two or more thicknesses of insulation applied to 
a pipe can be calculated by means of the equation : 



Fig. 3. Heat Loss Through 2 In. Thick 85 per cent 
Magnesia Type Covering 


go = 


t\ — I2 



iL 

^8 loge r, 

k2 


( 2 ) 


where 

ft = outer radius of second layer of insulation, inches, 
fa = outer radius of last layer of insulation, inches. 


The method of solving Equation 2, which is the most difficult of the 
two, is given in Example 3. 

ExQ,mple 3, Compute the heat loss per linear foot of pipe surface per hour from a 6*in. 
pipe, insulated with a 3>in. thickness of diatomaceous silica, and a 2<in. thickness of 
85 per cent magnesia. The pipe is operating at a temperature of 1200 F and is exposed 
to a room temperature of 80 F* 
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Solution. In figuring the heat loss from Equation 2, it is necessary to first make an 
assumption for the outer surface temperature ^2 and the temperature between the 
diatomaccous silica and 85 per cent magnesia insulation, so that the mean temperature 
of each material can be obtained and the thermal conductivity corresponding to the 
mean temperature of each material substituted in the formula. First assume an outer 
surface temperature of 140 F and a temperature of 570 F between the two material’s 
corresponding to a mean temperature of (1200 -h 570) 2 or 8S5 F for the diatomaceous 

silica and (570 -f 140) 2 or 355 F for the 85 per cent magnesia insulation. The 

conductivities of these two materials at mean temperatures of 885 and 355 F interpolated 
from Table G are 0.865 and 0.5 Btu respectively. 



Kk;. 4. Hi:at Loss from Canvas-Covi:red Cylindrical Surfacp:s of 
X’arious Diameters 


fheM* values are substituted in Equation 2 and a trial calculation made. For a 
nominal 6-in. steel pipe r\ = 3.312, — 6.312 and fa == 8.312 then, 


1200 - 140 

8.312 1o6e 3 3,2 8.312 loge ^ 3^2 

0.865 " 0.5 


1060 

6.2 + 4.58 


= 98.3 Btu. 


The tempt'rature drop from the outer surface of the insulation to the surrounding air 
for a heat loss of 98.3 Btu is found from Fig. 4 to be 57 F for a 16-in, O.D, cylindrical 
surface, or 57 -f- 80 F room temperature » 137 F surface temperature. Since a surface 
tempcTature of 140 F was assumed, it is evident that a temperature closer to 137 F, or, 
for instance, 138 F should be used for recalculation: 




1200 - 138 
6.2 -h 4.58 


98.4 Btu. 


Since the temperature drop through each material is equal to the heat flow times the 
actual resistance of each material tne temperature drop through the diatomaceous silica 
is 98.4 X 6.2 610 F or the temperature between the two insulating materials is 
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(1200 — 610) 590 F. Since a temperature of 570 F between the two materials was 

assumed, iris obvious that a temperature closer to 590, or for instance 586 F may be 
selected. The mean temperatures of the two insulations corresponding to the new 
assumptions are (1200 -|- 586) -f- 2 « 893 and (586 -f 138) 4- 2 « 362 and the inter- 
polated conductivities corresponding to the new mean temperatures are 0.87 and 0.505 
for the diatomaceous silica and 85 per cent magnesia respectively. By substituting in 
Equation 2: 


1200 - 138 
“ 5.36 2.29 

0.87 0.505 


1062 

6.16 + 4.53 


~ 99.3 Btu 


Again referring to Fig. 4, it is seen that the temperature drop from the outer surface 
of the insulation to the surrounding air for a heat loss of 99.3 Btu =* 38 F which cor- 
responds to the surface temperature of 138 F last assumed. The temperature drop 
through the diatomaceous silica is 99.3 X 6.16 = 612 F, corresponding to a temperature 
of 588 F between the two materials which checks very closely with the temperature of 
585 F last assumed. The heat loss is therefore 99.3 X 8.312 4- 3.312 or 249 Btu per 
square foot of pipe surface. Since the surface area per linear foot of 6-in. pipe is 1 734 
sq ft (Table 5), the heat loss per linear foot of pipe will be 249 X 1.734 « 432 Btu 
per hour. 


The rate of heat loss from a surface maintained at constant temperature 
is greatly increased by air circulation over the surface. In the case of 
well-insulated surfaces, the increases in losses due to air velocity are very 
small as compared with increases from bare surfaces, because of the fact 
that air flowing over the surface of the insulation can increase only the 
conductance of heat from surface to air, and cannot change the internal 
conductance of the insulation itself. The maximum increase in heat loss 
due to air velocity ranges from about 15 per cent in the case of 1-in. thick 
insulation, to about 5 per cent in the case of 3-in. thick insulation, pro- 
vided that the insulation is thoroughly sealed so that air can flow only 
over the surface. If the conditions are such that the air may circulate 
through cracks and crevices in the insulation, the increases may be far 
greater than those given. Therefore, it is essential that insulation be 
applied in such a manner that air circulation within it or between it and 
the pipe is avoided. 

Fig. 4 shows the loss of heat from canvas-covered, cylindrical surfaces 
of various outside diameters when the surface to air temperature difference 
is low. The data are from tests made at Mellon Institute. 

The frequent practice of omitting insulation on that portion of a pipe 
which passes through a masonry wall or which may be in contact with 
other metals should be avoided. Physical contact between the pipe 
surface and other structural materials of high thermal conductivity will 
result in heat transfer much greater than that shown in Tables 1 and 2 
for transfer from bare pipe to air. 

The saving due to use of insulation on piping is illustrated in Example 4 . 

Example 4* II the steam line given in Examples 1 and 8 is covered with 1 in. thick 
85 per cent magnesia, determine the resulting total annual loss through the insulation. 
Also compute the monetary value of the annual saving and the percentage of saving 
over the neat loss from the bare pipe. 

Solution, By referring to Fig. 1, the coefKcient for 1 in. magnesia on a 2-in. pipe is 
found to be 0.300 Btu per (hour) (linear foot of pipe) (degree temperature difference) 
at a temperature difference of 169.4 F. The total hourly loss per linear foot of pipe will 
then be 0.300 X 169.4 « 50.8 Btu. The total annual loss through the insulation « 
50.8 X 165 (linear fe^) X 4000 (hours) » 33,500 Mb. The annual bare pipe loss as 
determined in the solution of Example 1 was found to be 181,600 Mb* The saying due 
to insulation !s then 181,000 $3,500 • 148,100 Mb per year. 
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From the solution of Example 2, it was found that the heat supplied to the system 
cost $0,804 per thousand Mb. Therefore, the monetary value of the saving « 0.804 
(dollars) X 148.1 (thousand Mb) « $119.07, or 81.5 per cent of the cost when using 
uninsulated pipe. 

LOW TEMPERATURE PIPE INSULATION 

Surfaces maintained at temperatures lower than the surrounding air 
are insulated to reduce the flow of heat and to prevent condensation. 
The insulating material should absorb a minimum amount of moisture, 
because the absorption of moisture substantially increases the con- 
ductivity of the material. This property is particularly important in the 


Table 8. Heat Gains for Insulated Cold Pipes 

Rates of heat transmission given in Btu per {hour) {Fahrenheit degree temperature 
difference between fluid in pipe and surrounding still air) 

Based on materials having conductivity^ k *= 0,30 


Nominal | 
Pipe 
Size 

(Inches) 

Ice Water Thickness 

Brine Thickness 

Heavy Brine Thickness 

Thickness 

of 

Insulation 

(Inches) 

Btu Per 
Linear 
Foot 

Btu Per 
Sq Ft 
Pipe 
Surface 

Thickness 

of 

Insulation 

(Inches) 

Btu Per 
Linear 
Foot 

Btu Per 
Sq Ft 
Pipe 
Surface 

Thickness 

of 

Insulation 

(Inches) 

Btu Per 
Linear 
Foot 

Btu Per 
Sq Ft 
Pipe 
Surface 


1.5 

0.110 

0.502 

2.0 

0.098 

0.446 

2.8 

0.087 

0.394 

H 

1.6 

0.119 

0.431 

2.0 

0.111 

0.405 I 

2.9 

0.094 

0.340 

1 

1,6 

0.139 

0.403 

2.0 

0.124 

0.352 i 

3.0 

0.104 

0.294 

IK 

1.6 

0.155 

0.357 

2.4 

0.131 

0.300 

3.1 

0.113 

0.260 

IK 

1.5 

0.174 1 

0.351 

2.5 

0.134 

0.270 

3.2 

0.118 

0.238 

2 

1.5 

0.200 

0.322 

2.5 

0.151 

0.244 

3.3 

0.134 

0.214 

2K 

1.5 

0.228 

0.303 

2.6 

0.170 

0.226 

3.3 

0.147 

0.197 

3 

1.5 

0.269 1 

0.293 

2.7 

0.186 

0.202 

3.4 

0.162 

0.176 

3K 

1.5 

0.295 

0.282 

2.9 

0 191 

0.183 

3.5 

0.176 

0.167 

4 

1.7 

0.294 : 

0.248 

2.9 

0.209 

0.176 

3.7 1 

0.182 

0.154 

6 

1.7 

0.349 i 

0.239 

3.0 

0.241 

0.165 ; 

3.9 ! 

0.202 

0.138 

6 

1.7 

0.404 

0.233 

i 3.0 

0.259 1 

0.150 

4.0 1 

0.228 

0.130 

8 

1.9 

0.456 

0.201 

3.0 

0.318 1 

0.140 1 

4.0 I 

0.263 

0.116 

10 

1.9 

0.559 

0.198 

3.0 

0 383 

0.135 

4.0 

0.309 

0.110 

12 

1.9 

0.648 

0.194 

3.0 

0.438 

0.131 

4.0 

0.364 

0.108 


insulation of surfaces that are below the dew-point of the surrounding air. 
In such cases, due to vapor pressure difference, it is necessary to seal the 
surface of the insulating material against the penetration of water Vapor 
which would condense within the material, causing a serious increase in 
heat flow, possible breakdown of the material, and corrosion of metal 
surfaces: An insulating material with a high degree of moisture absori> 
tion might pick up moisture before application and then, when the seal is 
in place and the temperature of the insulated surface reduced, release that 
moisture to the cold surface. There are a number of methods of pro- 
ducing vafK)r seals, some of which have been worked out by insulation 
manufacturers to suit their products and others by applicators and users. 
Unless time proven methods are known, specifications of insulation 
manufacturers should be obtained and followed carefully. 

The thickness of insulation required to prevent condensation on the 
outer surface is that thickness which will raise the temperature of the 
outer surface of the insulation to a point slightly higher than the dew- 
point of the surrounding vapor. The dew-point for various humidities 
can be readily ascertain^ from a psychrometric chart. 

The approximate required thickness of insulation to prevent <»nden- 
sation oi;i pipes and flat metallic surfaces may be obtains from Fig. 5 in 
which a surface rmstance of 0.606 corresponding to a film conductance of 
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1.65, was used in calculating the curves. This value provides a slight 
factor of ‘Safety and its use is known to give satisfactory field results. 
In using the chart it is advisable to specify the next thicker, rather than 
the next thinner, commercial insulation in cases where an intermediate 
thickness is indicated. 

Heat gains for pipes insulated with a material having an installed 
conductivity of 0.30 Btu per (square foot) (hour) (F'ahrenheit degree per 
inch) are given in Table 8. This table may be used for any of the com- 
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INSULATION OF PIPES TO PREVENT FREEZING 

If the surrounding air temperature remains sufficiently low for an ample 
period of time, insulation cannot prevent the freezing of still water, or of 
water flowing at such a velocity that the quantity of heat carried in the 
water is not sufficient to take care of the heat losses which will result and 
cause the temperature of the water to be lowered to the freezing point. 
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Insulation can materially prolong the time required for the water to give 
up its heat, and if the velocity of the water flowing in the pipe is main- 
tained at a sufficiently high rate, freezing may be prevented. 

Table 9 may be used for making estimates of the thickness of insu- 
lation necessary to take care of still water in pipes at various water and 
surrounding air temperature conditions. Because of the damage and 
service interruptions which may result from frozen water in pipes, it is 
essential that an efficient insulation be utilized. This table is based on 
the use of a material having a conductivity of 0.30. The initial water tem- 
perature is assumed to be 10 F above, and the surrounding air temperature 
50 F below the freezing point of water (temperature difference, 60 F). 

The last column of Table 9 gives the minimum quantity of water at 
initial temperature of 42 F which should be supplied every hour for each 


Table 9. Data for Estimating Requirements to Prevent 
Freezing of Water in Pipes with Surrounding Air at — 18 F 


Nominal j 

Pipe 

Size 

(Inches) 

Ncmher of IIoi’Rs TO Cool 42 F | 

Water to F'khi,ziN<; Point ; 

j 

1 Water Flow Reql'irkd at 42 F to 
{ Prevent FkEEziNf., Poilvds per 

j Linear Foot of Pipe per Hour 

1 

1 Thicknesii^ of Insulation in 

Inches (Conductivity, k * 0..'I0) 



2 

3 


2 

3 

4 



o.r>o 

0..^7 

0.54 

O.l.l 

0.40 

1 


1 .02 

1.10 

0.08 

0.55 

0.48 


1.40 

1.74 

2.02 

0.84 

0.08 

0.58 


l.OI 

2. IS 

2.00 

0.05 

0.75 

o.m 


•L2o 

4.27 

n.OS 

1.24 

O.OI 

0.79 

4 1 

j 4.:>:i ! 

li.Oi 

7.20 

1.47 

1.11 

1 0.03 

1 

r).!)2 

7.00 

0.00 

1.73 

1.20 

i 1.00 

<) i 

7.35 

O.HS 

12.20 

1.08 

1.40 

1.19 

s 1 

lO.On 

13.00 

17.2.'> 

2.40 

1.78 

1.43 

10 

13.00 

i IH.IO 

22.70 1 

2.00 

2.12 

1.70 

12 1 

1 

l.-).H0 

22.20 

1 

28.10 

3.43 

2.45 

1.93 


linear foot of pipe, in order to prevent the temperature of the water from 
being lowered to the freezing point. The weights given in this column 
should be multiplied by the total length of the exposed pipe line expressed 
in feet. As an additional factor of safety, and in order to provide against 
temporary reductions in flow occasioned by reduced pressure, it is ad- 
visable to double the rates of flow listed in the table. It must be empha- 
sized that the flow rates and periods of time designated apply only for the 
conditions stated. To estimate for other service conditions the following 
method of procedure may be used. 

If water enters the pipe at 52 F instead of 42 F, the time required to 
cool it to the freezing point will be prolonged to twice that given in the 
table, or the rate of flow of water may be reduced so that the quantity 
required will be one-half that shown in the last column of Table 9. 
However, if the water enters the pipe at 34 F it will be cooled to 32 F in 
one-fifth of the time given in the table. It will then be necessary to 
increase the rate of flow so that five times the specified quantity of water 
will have to be supplied in order to prevent freezing. 

If the minimum air temperature is —38 F (temperature difference 80 F) 
instead of — 18 F, the time required to cool the water to the freezing point 
will be 60/80 of the time given in the table, or the necessary quantity of 
water to be supplied will be 80/60 of that given. 
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In making calculations to arrive at the values given in Table 9, the 
loss of heat stored in the insulation, the effect of a varying temperature 
difference due to the cooling of pipe and water, and the resistance of 
the outer surface of the insulation to the transfer of heat to the air have 
all been neglected. When these factors enter into the computations it is 
necessary to enlarge the factor of safety. Also as stated, the time shown 
in the table is that required to lower the water to the freezing point. A 
longer period would be required to freeze the water but the danger point 
is reached when freezing starts. The flow of water will stop and the entire 
line will be in danger as soon as the water freezes across the section of the 
pipe at any point. 

When water must remain stationary longer than the times designated 
in Table 9, the only safe way to insure against freezing is to install a 
steam or hot water line or to place an electric resistance heater along the 
side of the exposed water line. The heating system and the water line are 
then insulated so that the heat losses from the heating system are not 
excessive, and the heating effect is concentrated against the water pipe 
where it is needed. For this form of protection 2 in. of an efficient insu- 
lation may be applied. 


Table 10 . Thickness of Pipe Insulation Ordinarily Used Indoors ^ 


Steam Pressure 

PSIG 

OR Condition 

Steam Temperature 
Fahrenheit 
Degrees 

Thickness of Insulation 

! 

Pipes Larger 
Than 4 In. | 

Pipes 

2 In. to 

4 In. 

Pipes 

H In. 
to In. 

0 to 26 

212 to 267 i 

1 in. 

1 in. 

1 in. 

26 to 100 

267 to 338 

IH in. 

1 in. 

1 in. 

100 to 200 i 

338 to 388 

2 in. 

in. 

1 in. 

Low Superheat 

388 to 500 

2H in. 

2 in. 

IH in. 

Medium Superheat 

600 to 600 

3 in. 

2H in. 

2 in. 

High Superheat 

600 to 700 

3H in. 

3 in. 

2 in. 


*A11 piping located outdoors or exposed to weather is ordinarily insulated to a thickness H in. greater 
than shown in this table, and covered with a waterproof jacket. 


ECONOMICAL THICKNESS OF PIPE INSULATION 

The thicknesses of insulation which ordinarily are used for various 
temperature conditions are given in Table 10. Where a thorough analysis 
of economic thickness is desired this may be accomplished through the 
use of the chart, Fig. 6. 

The dotted line on the chart illustrates its use in solving a typical 
example. In using the chart, start with the scale at the left bottom 
margin representing the given number of hours of operation per year; 
then proceed vertically to the line representing the given value of heat; 
thence horizontally to the right, to the line representing the given tem- 
perature difference; thence vertically to the line representing the con- 
ductivity of the given material; thence horizontally, to the left, to the line 
representing the given discount on that material; thence vertically to 
the curve representing the required per cent return on the investment; 
thence horizontally to the right, to the curve representing the given pipe 
size; thence vertically to the scale at the top right margin where the 
economical thickness may be read off directly. 

UNDERGROUND PIPE INSULATION 

Underground steam distribution lines are carried in protective struc- 
tures cjf various types, sizes and shapes (See Chapter 29). Detailed data 
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Table 11. Thickness of Loose Insulation for Use as 
Fill in Underground Conduit Systems 


Steam 

Prebsure 

Psio 

OR CoNDITfON 


Hot Water, 
or 0 to 25 
25 to 125 
Above 125, or 
superheat 



Minimum Thickness of Insulation in Inches 

Minimum 

Distance 

Between 

Steam 

Steam 

Temperature 

Fahrenheit 

Deorkeb 






Steam Lines 

Return Lines 






A.NIi 


Pip(!8 Loss 
than 4 In. 

Pipes 4 In. 
to 10 In. 

Pipes Larner 
tlian 12 In. 

Pipes Less 
than 4 In. 

Pipes 4 In. 
an<i Larger 

Return 

212 to 267 
267 to 352 

1'2 

2 

2 

21 .> 

2 ].. 

3 

yu 

I'i 

1U» 

1 

1*4 

352 to 500 

•2 •2 

3 

3^2 

lU 

1)2 

l‘-2 


on commonly used forms of tunnels and conduit systems have been 
published by the National District Heating Association ^ 

Pipes in tunnels are covered with sectional insulation to provide 
maximum thermal efficiency and are also finished with good mechanical 
protection in the form of metal or waterproofing membrane outer jackets. 
In some instances, where actual submersion of hot lines may occur it has 
been found good practice to firmly secure the covering with corrosion 
resistant wire, then sew on a wire-inserted asbestos fabric jacket with 
wire. This jacket is porous. The principle of withstanding submersion 
is that water may enter as water, then actually boil at the pipe surfaces 
and escape as steam without rupturing the insulation or jacket. Conduit 
systems are in more general use than tunnels. Pipes carried in conduits 
may be insulated with sectional insulation; however, the more usual 
practice is to fill the entire section of the conduit around the pipes with 
high quality, loose insulating material. The insulation must be kept dry 
at all times, and for this purpose effective waterproofing membranes 
enclose the insulation. A drainage system is also provided to divert water 
which may tend to enter the conduit. 

The economical thickness of insulation for underground work is difficult 
to determine accurately due to the many variables which have to be 
considered. As a result of theories ^ previously developed, together with 
other experimental data which have been presented, the usual endeavor 
is to secure not less than 90 per cent efficiency for underground piping. 
Table 11 can be used as a guide in arriving at the minimum thickness of 
loose insulation fills to use for laying out conduit systems. Other factors 
such as the number of pipes and their combination of sizes, as well as the 
standard conduit sizes, are primary controlling factors in the amount and 
thickness of insulation for use. 

When sectional insulation is applied to lines in tunnels or conduits, 
usual practice is to apply the most efficient materials 3^ in. less in thick- 
ness than that determined by the use of Fig. 6. The data in Fig. 6 are 
based on conditions of insulation exposed to the air, whereas normal 
ground temperature is substituted for air temperature in determining the 
temperature difference for use with the chart when applying it for under- 
ground pipe line estimates. 
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DISTRICT HEATING 


Steam DUtrihution Pipings Selection of Pipe Sizes^ Conduits for Piping, Pipe 
Tunnels, Overhead Distribution, Inside Piping, Metering, Steam 
Requirements, Rates, Utilization, Automatic Temperature Control 


T HM term district heating refers to the heating of several buildings 
from a central plant as in the heating of portions of cities, and is also 
used in connection with the heating of groups of buildings as in institu- 
tions and factories. It is usually preferable, in a group of industrial or 
institutional buildings, that they be heated from a central plant rather 
than by individual jdants. Fuel can generally be burned more efficiently, 
less labor is required, and often a central plant is cheaper to install. 
Those phases of district heating which frequently fall within the province 
of the heating engineer are outlined here with data and information for 
solving incidental problems in connection with institutions and factories. 
Some data are included to covcm* the piping i)eculiar to heating systems 
which are to bt‘ supplied with purchased steam. A complete district 
heating installation should not be attempted without a thorough study of 
the cm tire j:)roblem by men competent and experienced in that industry. 

STEAM DISTRIBUTION PIPING 

Tlu' methods used in district heating work for the distribution of steam 
are applicable to any problem involving the suppl>' of steam to a group of 
buildings. The first step is to (establish the route of the pipes, and in this 
matter since the local conditions control the layout little can be said 
regarding it. 

Having established the route of the pipes, the next step is to calculate 
the }>ipe sizes. In district heating work it is common practice to design 
the piping system on the basis of pressure drop. The initial pressure and 
the minimum permissible terminal pressure are specified and the pipe 
sizes are so chosen that the required amount of steam, with suitable 
allow^ances for future increases, will be transmitted without exceeding 
this pressure drop. The steam velocity is therefore almost disregarded 
and may reach a very high figure. Velocities of 35,000 fpm are not con- 
sidered high. By the use of this method the pipe sizes are kept to a 
minimum with consequent savings in investment. 

The steam flowing through any section of the piping can be computed 
from a study of the requirements of the several buildings served. In 
general a condensation rate of 0.25 lb per (hour) (square foot of equiva- 
lent direct radiation) is a safe figure. This allows for line condensation 
which, however, is a small part of the total at times of maximum load. 
Miscellaneous steam requirements such as laundry, cooking, or process 
should be individually calculated. The steam requirements for water 
heating should be taken into account, but in most types of buildings this 
load will be relatively small compared with the heating load and will 
seldom occur at the time of the heating peak. Unusual features such as 
large heaters for swimming pools should not be overlooked. 

The pressure at which the steam is to be distributed will depend upon 
(1) boiler pressure, (2) whether exhaust or live steam, (3) pressure require- 
ments of apparatus to be served. If steam has been passed through 
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Fig. 1. CoMSTKucTioN Details of Conduits Couuonly Used 


a reducing valve; but with pressures higher than 50 psi a second reducing 
valve or some form of emergency relief is usually desirable to prevent 
excessive pressures in the radiators. 

The advantages of high pressure distribution are (1) smaller pipe sizes 
and (2) greater adaptability of the steam to various operations other than 
building heating, (3) wider flexibility as to allowance for maximum 
pressure drop and ability to serve equipment requiring higher pressures. 

Frequently the (Afferent kinds of apparatus which must served 
require various minimum pressures. lutchen equipment requires from 
5 to 16 psi, the higher pressures bein^ necessary for apparatus in which 
water is boiled, such as stock kettles and coffee urns. An increased 
amount of heating surface, which is ea^ly obtained in some kinds of 
apparatus, results in quicker and more satisfactory operation at low 
(treasures. For laundry equipment, particularly the ihangle, a pressure 
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of 75 psi is usually demanded although 30 psi is sufficient if the flat work 
ironer is equipped with a large number of rolls and if a slower rate of 
operation is permissible. Pressing machines and hospital sterilizers 
require about 50 psi. Where pressures are not as high as desired higher 
pressures can be obtained by a steam compressor. 

PIPE SIZES 

The lengths of pipe, steam quantities, and initial and terminal pressures 
having been chosen, the pipe sizes can readily be calculated by means of 
Babcock’s pressure drop formula: 

P - 0.0000000367 ^ 1 + 



Numerical values of the various factors are given in Table 2, Chapter 23. 

CONDUITS FOR PIPING 

Conduits for steam pipes buried underground should be reasonably 
waterproof, able to withstand earth loads and to take care of the expan- 
sion and contraction of the piping without strain or stress on the couplings, 
or without affecting the insulation or conduit. Expansion of the piping 
must be carefully controlled by means of anchors and expansion joints 
or bends so that the pipes can never come in contact with the conduit. 
Anchors can be anchor fittings or U-shaped steel straps which partially 
encircle the pipes and are firmly bolted to a short length of structural or 
cast steel set in concrete. In general, cast steel is preferable to struc- 
tural steel. 

Important points in laying out underground conduits are: 

1. The depth of the buried conduit should be kept at a minimum. Excavation costs 
are a large factor in the total cost. 

2. An expansion joint, offset, or bend should be placed between each two anchors. 
Advantage should be taken of the flexibility of piping to absorb expansion wherever 
possible. Information on provisions for expansion will be found in Chapter 27, 

3. A proper hydrostatic test should be made on the assembled line before the insula- 
tion and the top of the conduit are applied. The hydrostatic test pressure should be 
one and one-half times the maximum service pressure and it should be held for a period 
of at least two hours without evidence of leakage. 

There are many types of conduits, some of which are manufactured 
products and some of which are built in the field. Some of the more 
common forms are illustrated in Fig. 1. 

The conduit (A) is of a wood casing construction which has been widely 
used in the past. The wood casing is segmented, lined with tin, and 
bound with wire. The outside of the conduit is coated with asphaltum. 
It is not suitable for high temperatures or poorly drained soils. 

In Fig. 1 (B), (C), (D), (H) and (I) are patented forms of conduits. 
The insulation is sometimes a loose filler packed into the conduit. Con- 
duits (H) and (I) are prefabricated. Both of these conduits are enclosed 
in metal jackets. 

At (C) and (E) are shown two tile conduits using sectional insulation. 
In these particular designs the space surrounding the pipe is filled par- 
tially or wholly with a loose insulating material. The addition of this 
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loose insulating material to the sectional insulation is, of course, optional 
and is justified only where high pressure steam is used. 

(E) and (F) are conduits used by two district heating companies, and 
have the advantage of being constructed of common materials. 

Conduit (G) is of cast-iron construction, assembled with lead joints 
and is water-tight, if properly laid. It is obviously expensive and is 
justified only in exceptional cases. 

Since it is difficult to make a concrete or masonry conduit absolutely 
water-tight, provision should be made for some seepage. The pipe should 
be protected by a waterproof jacket over the insulation and the seepage 
drained from the inside of the conrluit. Underdrainage of the conduit is 
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generally provided for by a tile drain laid in crushed stone or gravel under- 
neath the conduit. The tile underdrain should be carried to the sewer or 
some other drainage point. Manholes are required at intervals for access 
to valves, traps, and some types of expansion joints. 

Where steam and return piping are installed in the same conduit, the 
return piping usually follows the same grade as the steam piping. In 
general, the condensation is pumped back under pressure. 

Where it is possible to use basement or sub-sidewalk space for the 
distribution piping the cost of installation and maintenance is greatly 
reduced. 

PIPE TUNNELS 

Where steam heating lines are installed in tunnels large enough to 
provide walking space, the pipes are supported by means of hangers or 
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roller frames on brackets or frame racks at the side or sides of the tunnel. 
The pipes are insulated with sectional pipe insulation over which is 
placed a sewed-on, painted canvas jacket or a jacket of asphalt-saturated 
asbestos water-proofing felt. The tunnel itself is usually built of concrete 
or brick and water-proofed on the outside with membrane water-proofing. 

Because of their relatively high first cost as compared with smaller 
conduits, walking tunnels are sometimes omitted along heating lines 
unless they are required to accommodate miscellaneous other services 
or provide underground passage between buildings. 

OVERHEAD DISTRIBUTION 

In some industrial and institutional applications, the distribution 
piping may be installed, entirely or in part, above ground. This method 
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of construction has the advantage of requiring no excavation and being 
easily maintained. 


INSIDE PIPING 

Figs, 2 and 3 show typical service connections used for low pressure 
steam service. 

Fig. 2 shows installation of a reducing valve without a bypass, which 
is usually omitted in the case of smaller size valves. 

Fig. 3 illustrates the use of a reducing valve, with a bypass which is 
generally provided for larger installations. This latter construction 
permits the operation of the line in case of failure in the reducing valve. 
In the smaller sizes, the reducing valve can be removed, a filler installed, 
and the house valve used to throttle the flow of steam until repairs are 
made. 

Fig. 4 shows a typical installation used for high pressure steam service^. 
The first reducing valve effects the initial pressure reduction. The 
second reducing valve reduces the steam pressure to that required. 

In a heating system the pipes carrying condensate are more subject to 
corrosion than other parts of the system. Care must be taken to give 
proper pitch to the pipes and provide proper venting of non-condensable 
gases. (&e Chapter 61, Corrosion). 

Most district heating companies enforce certain regulations regarding 
the consumer’s installation, partly to safeguard their own interests but 
principally to insure satisfactory and economical service to the consumer. 
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There are, certain fundamental principles that should be followed in the 
design of k building heating system which is to be supplied from street 
mains. Although some of these apply to any building, they have been 
demonstrated to be especially important when steam is purchased. 

1. Provision should be made for conveniently shutting off the steam supply at night and at 
other times when heat is not needed. 

It has been thoroughly demonstrated that a considerable amount of heat can be 
saved by shutting off steam at night. Although there is, in some cases, an increased 
consumption of heat when steam is again turned on in the morning, there is a large net 
saving which may be explained by the fact that the lower inside temperature maintained 
during the night obviously results in lower heat loss from the building, and less heat need 
therefore be supplied. 

Steam can be entirely shut off at night in most buildings even in very cold weather 
without endangering plumbing. It is necessary, however, to have an ample amount of 
heating surface so that the building can be quickly warmed in the morning. Where the 



Fig. 5. Method of Installing a Water Heater and Economizer in a 
Gravity Heating System 


hours of occupancy differ in various parts of the building, it is good practice to install 
separate supply pipes to the different parts. For example, in an omce building with 
stores or restaurants on the first floor which are open in the evening, a separate main 
supplying the first floor will permit the steam to be shut off from the remainder of the 
building in the late afternoon. The division of the building into zones each with a 
separately controlled heat supply is sometimes desirable, as it permits the heat to be 
adjusted according to variations in sunshine and wind. 

f. Residual heat in the condensate should be salvaged. 

This heat may be salvaged by means of a cooling coil, or as is more frequently done, 
by a water heating economizer (see Fig. 5) which preheats the hot water supply to the 
building. 

The condensate from the heating system, after leaving the trap, passes through the 
economizer. The supply to the hot water heater passes through the economizer, ab- 
sorbing heat from the condensate. If the hot water system in the building is of the 
redrcmating type, the recirculating connection should be tied in between the economizer 
and the water heater proper, not at the economizer inlet, because the recirculated hot 
water is itself at a high temperature. 

Because of the lack of coinddeace between the heating system load and the hot water 
ifemaud* a Sweater amount of heat can be extracted from the condensate if storage cajpa** 
ciity is pi^dwed for the prdheated water. Frequently a type of economizer is used ta 
wimdt die coils are subnmrged in a storage tank. 






District Heating 549 

S, Heat supply should he graduated according to variations in the outside temperature. 

The maximum in economical operation and satisfactory heating can only be obtained 
by the use of some automatic temperature control system. 

METERING 

The perfection of fluid meters has contributed as much to the advance- 
ment of district heating as any other one thing. Meters are classified 
into two groups: Condensate Meters and Rate of Flow Meters. 

Condensate Meters 

The one type of quantity meter used is the condensate meter, which 
may be of the tilting bucket or revolving drum type. 

The condensate meter is a popular type for use on small and medium 
sized installations, where all the condensate can be brought to a common 
point for metering purposes. Its simplicity of design, ease in testing, 
accuracy at all loads, low cost, and adaptability to low pressure distribu- 
tion has made it standard equipment with many heating companies. 



Fig. 6. Gravity Installation for Condensation Meter 
Using Vented Receivers 


Condensate meters should not be operated under pressure; they are 
made for either gravity or vacuum installations. Where bucket traps 
are used, a vented receiver is essential ahead of the meter. Where con- 
tinuous flow traps are used, a vented receiver is not necessary, but is 
desirable. Fig. 6 illustrates a gravity condensate meter installation 
using a vented receiver. 

Rate of Flow or Flow Meters 

Flow meters used for district heating work are of three types: Area 
Meters, Head Meiers and Velocity Meters. (See Chapter 4, Fluid Flow). 

Area meters are those, in the operation of which, a variation in the 
cross-section of stream under constant head is used as an indication of 
the rate of flow. A tapered plug is suspended in an orifice and moves 
axially with the flow, whiph is vertically upward. The weight of the plug 
provides a definite pressure differential and the plug floats at such a 
he^ht as will provide enough orifice area to pass the flow at the pressure 
difference. The position of the plug is transmitted by means of a lever 
and pencil and records the flow on a graduated strip chart. 

Simi meters are those in which the stream of fluid creates a difference 
of pressure, or differential head. This head is crea^ted by an orifice, 
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Venturi ^ube, flow nozzle, or Pitot tube and will depend upon the velocity 
and density of the fluid. The secondary element must contain a differential 
pressure gage, which will translate the pressure difference into rate of flow 
or total flow. This mechanism may be either mechanical or electrical. 
The electric flow meter has the advantage of being able to locate the 
instruments at some distance from the primary element. 

Fig. 7 is a typical example of an orifice-type meter installation. A few 
general points to be considered in installing a meter of this type are: 
(1) It is desirable to place the differential medium in a horizontal pipe in 
preference to a vertical one, where either location is available. (2) 
Reservoirs sliould always be on the same level and installed in accor- 
dance with the instructions of the meter company. (3) The meter body 
should be placed at a lower level than that of the pressure differential 



medium. Special instructions are furnished where the meter body is 
above. (4) Meter piping should be kept free from leaks. (5) Sludge 
should not be permitted to collect in the meter body. (6) The meter 
body and meter piping should be kept above freezing temperatures. (7) It 
is best not to connect a meter body to more than one service. (8) Special 
instructions are furnished for metering a turbulent or pulsating flow. 

Velocity meters are those in which the primary element is some device 
that is kept in continual rotation by the linear motion of the stream. 
The secondary element is, essentially, a revolution counter. The primary 
and secondary elements are combined into one unit. 

For steam metering, the shunt meter is an example of the velocity 
type. This unit is connected directly in 2, 3 and 4 in. pipe lines. Larger 
size mains are metered by installing a 2 in. meter in a bypass with a 
restricting orifice in the main line. 

Selecfton of Meter 

In selecting a meter for a particular installation, the number of different 
makes and types of meters suitable for the job is usually limited by one 
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or more of the following considerations: (1) Its use in a new or an old 
installation. (2) Method to be used in charging for the service. (3) 
Location of the meter. (4) Large or small quantity to be measured. (5) 
Temporary or permanent installation. (6) Cleanliness of the fluid to be 
measured. (7) Temperature of the fluid to be measured. (8) Accuracy 
expected. (9) Nature of flow; turbulent, pulsating, or steady. (10) Cost. 
a. purchase i)rice, b. installation cost, c. calibration cost, d. maintenance 
cost, (11) Servicing facilities of the manufacturer. (12) Pressure at which 
fluid is to be metered. (13) Type of record desired as to indicating, record- 
ing or totalizing. (14) Stocking of repair parts. (15) Use of open jets where 
steam is to be metered. (16) Metering to be done by one meter or by a 
combination of meters. (17) Use as a check meter. (18) Its facilities for 
determining or recording information other than flow. (19) Whether or 
not the condensate can be returned to a central point. 


STEAM REQUIREMENTS 

Methods of estimating steam requirements for heating various types 
of buildings are given in Chapter 20. 

Table 6 in Chapter 20 represents information obtained from all sections 
of the United States, and the group of buildings from which the infor- 
mation was taken represents a cross section of all types of heating systems. 

Steam requirements for water heating can be satisfactorily estimated 
by using a consumption of 0.0025 lb per (day) (cubic foot of heated 
space) for office buildings, without restaurants, and 0.0065 lb per (day) 
(cubic foot of heated space) for apartment buildings. 

Complete information on water heating requirements is given in 
Chapter 50. 

Additional data on steam requirements of various types of buildings in 
a number of cities may be found in the Handbook of the National District 
Heating Association, 


RATES 

Fundamentally, district heating rates are based upon the same princi- 
ples as those recognized in the electric light and power industry, the main 
object being a reasonable return on the investment. However, there are 
other requirements to be met; the rate for each class of service should be 
based upon the cost to the utility company of the service supplied and 
upon the value of the service to the consumer, and it must be between 
these.' two limits. District heating rates should be designed to produce a 
sufficient return on the investment regardless of weather conditions, 
although existing rate schedules do not always conform to this principle. 
Lastly, the rate schedule must be reasonably simple and understandable. 

Glossary of Rate Terms 

Load Factor, The ratio, in per cent, of the average hourly load to the 
maximum hourly load. This is usually based on a one year period but 
may be applied to any specified period. 

Demand Factor, The relation between the connected radiator surface 
or required radiator surface and the demand of the particular installation. 
It varies from 0.25 to 0.3 Ib per (hour) (square foot of surface). 

Diversity Factor, The ratio of the sum of the individual demands of a 
number of buildings to the actual composite demand of the group. 




552 


CHAPTER 29 


1948 Guide 


Types of Rates 

The various types of rates to be found in use in district heating systems 
are: 

1. Straight-Line Meter Rate. I'he price charged per unit is constant* and the con- 
sumer pays in direct proportion to his consumption without regard to the difference in 
costs of supplying the individual customers. 

2. Block Meter Rate. The pounds of steam consumed by a customer are divided 
into blocks of thousands of pounds each, and lower rates are charged for each successive 
block consumed. This type of charge predominates in steam heating rate schedules for it 
has the advantage of proportioning the bill according to the consumption and the cost of 
service. It has the disadvantage of not discriminating between customers having a high 
load factor (relatively low demand) and those having a low load factor (relatively high 
demand). The utility company must maintain sufficient capacity to serve the high 
demand customers and the cost of the increased plant investment is divided equally among 
the users, so the high demand customers are benefited at the expense of the others. 

3. Demand Rates. These refer to any method of charge based on a measured maxi- 
mum load during a specified period of time. 

The flat detnand rate is usually expressed in dollars per thousand pounds of demand 
per month or per annum. It is based on the size of a customer’s installation, and is 
seldom used except where a meter is not practicable. 

The Wright demand rate is similar in calculation to the block rate except that it is ex- 
pressed in terms of hours* use of the maximum demand. It is seldom used but forms 
the basis for other forms of rates. 

The Hopkinson demand rate is divided into two elements: 

(a) A charge based upon the demand, either estimated or measured. 

(5) A charge based upon the amount of steam consumed. 

This rate may be modified by dividing the quantities of steam demanded and con- 
sumed into blocks charged for at different rates. 

The Doherty rate is divided into three elements: 

(a) A charge based upon demand. 

(W A charge based upon steam consumed. 

(c) A customer charge. 

In the Hopkinson rate, the last two elements are combined into one element. 

Demand rates are comparatively new and are not yet widely used; 
though they are equitable and competitive they are difficult for the 
average layman to understand. They are of benefit to utility companies 
and to consumers because the investment and operating costs can be 
divided to suit the particular circumstances into demand, customer, and 
consumption groups through the use of some modification of the Hopkin- 
son rate. Demand rates are an advantage to the customer in that the 
use of such a rate reduces the rate per thousand pounds to the long-hour 
user. 

Fuel Price Surcharge, It is usually desirable to establish a rate upon 
a specified basic cost of fuel to the utility company • Where there are 
wide variations in the price of fuel, it is also desirable to add a definite 
charge per thousand pounds of steam sold for each increment of increase 
in the price of fuel. This surcharge Automatically compensates for the 
variations without necessitating frequent changing of the whole rate 
structure. 

Some utility companies include a labor surcharge as well as a ^1 
a^rdiasge. 
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UTILIZATION 

Considerable savings can be made by the proper and intelligent oper- 
ation of heating systems. It should be borne in mind that a heating 
system is designed to heat a building to 70 F inside when the outside 
temperature is at its lowest point for that particular locality. There is a 
tendency to overheat the building at any time the outside temperature is 
above the design temperature unless some method of regulation is used, 
either automatic or manual. 

The general rules for economical operation^ are as follows: 

1 . Reduce the heat losses from the building to a minimum, 

a. Weatherstrip all windows, and caulk all window frames. 

b. Provide revolving or vestibule doors on all entrances. Separate shipping and 
receiving rooms from the remainder of the building by partitions so that the 
large doors will not ventilate the entire building. 

c. Eliminate all unnecessary ventilation. Ventilating equipment is usually sized 
to meet extreme requirements. In a theater or auditorium, do not supply 
enough ventilation for an audience of 2000 when there are only 200 present. 

2. Limit the hours of heating to those in which the required temperature is necessary, 

a. Determine the hours that heating is required and see that steam is shut off for 
the maximum time when not required, such as nights, Sundays, and holidays. 

b. Shut steam off entirely in unoccupied sections of the building, taking care to 
avoid freezing plumbing. 

c. Install separate lines for those parts of the building that require long-hour or 
24-hour heating. This is much cheaper than heating the entire building. 

d. Control the heat supplied to water storage tanks located on or above the roof. 
Such tanks require heat to prevent freezing when the outdoor temperature is 
below 32 F. 

3. Regulate the amount of heat so as to prevent overheating and to maintain uniform 

temperatures during the hours of occupancy, 

a. Determine the temperature required for the occupancy of a building. Do not 
heat a storage garage or a furniture warehouse to the temperature required in 
a hospital warcT 

b. Shut off steam during the day whenever possible. An automatic control will 
do this, but it can be done by hand, with good results. 

c. Provide some good means of temperature control. 

4. See that the heat input is properly balanced throughout the building, 

a. See that the entire heating system responds rapidly when steam is turned on. 
Locate and eliminate the cause of any sluggish circulation. Balance the radia- 
tion, provide adequate air elimination, and correct any trapped run-outs to 
provide quick system drainage. 

b. Place the radiation near the outside walls under the windows or where the 
exposure occurs, if possible. 

c. Do not obstruct radiators or prevent the free circulation of air around them; 
to do BO seriously reduces the heating capacity of a radiator. 

5. Keep all heating equipment in first class condition, 

a. Keep the system in good repair. This applies to all traps, valves, vents, steam 
and return piping, vacuum pumps, and temperature control apparatus. 

b. In a vacuum system, maintain the degree of vacuum recommended by the 
control manufacturer. If this is not possible, locate and eliminate all leaks. 

c. Insulate all steam pipes not used as heating surface. 

6. Arrange the heating system to obtain from it the highest possible efficiency, 

a. Locate all valves and controb so as to be convenient and accessible. It b only 
human nature to delay or avoid doing that which is unnecessarily inconvenient. 

h. Investigate every complaint of **No Heat;** find the catm and correct it. Do 
not overheat an entire building to correct a local condition. 

c. Extract the heat in the condensate for heating water or for some other useful 
purpose. 
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7. Make a study of the heating system and heating requirements. 

a. P^rovide thermometers and recording pressure pages so that the heating system 
may be operated with full knowledge of what is being accomplished. 

b. Keep daily consumption records and check against the theoretical requirements. 

c. Study the system and understand its functions and its operations. 

AUTOMATIC TEMPERATURE CONTROL 

As stated in Chapter 34, Automatic Control, properly applied to heating, 
ventilating and air conditioning systems, makes possible the maintenance 
of desired conditions with maximum operating economy. The use of ade- 
quate temperature control provides more healthful, comfortable, and 
efficient working conditions in buildings. 

There are three general means of obtaining centralized control of heat 
output of radiators. 

1. Controlling the rate of steam into the radiators. This is accomplished by 
quipping the radiator inlets with orifices and controlling the flow of steam through them 
into the radiator by controlling the difference in pressure between the supply and return. 

2. Controlling the temperature of steam in the radiators by varying its pressure. This 
involves the use of high vacuums to obtain low steam temperatures. This must be sup- 
plemented by some other type of control for low heat output. 

3. Controlling the length of time steam flows into the radiators by admitting steam to a 
heating system intermittently and varying the length of the on and off periods. Two 
types of controls are used. (1) A clock control providing on and off settings of various 
lengths, which can be changed in accordance with outside temperatures. In most cases 
these changes are made automatically by means of a thermostatic bulb, placed out- 
doors. (2) A control, having an outdoor bulb and a bulb attached to the radiator, which 
varies the length and frequency of the on intervals in such a way that the radiator tem- 
perature is varied according to the outside temperature. In some cases heat supply is 
controlled by combinations of the three methods described. 

Before installing any type of modern temperature control equipment, 
it is necessary to see that the heating system is put in good operating 
condition. In general, the heating system in a building is not given the 
attention that other mechanical equipment is given because it will con- 
tinue to function, after a fashion, even though changes in piping, location 
of radiation, settlement of piping, and the normal wear and tear or other 
changes have taken place. Because of this depreciation of the system, 
operation becomes more and more costly and parts of the building have 
to be greatly overheated in order to prevent underheating in other parts. 
Vents, traps, vacuum pumps, and valves should be given a careful in- 
spection and replaced or repaired if required. The piping should be of 
adequate size and graded properly. The return piping should be in- 
spected, and any pockets or lifts removed and properly vented. These 
inspections and repairs are not costly and may prevent a much greater 
outlay in future years. In most cities district heating companies will be 
willing to make a survey of heating systems and offer recommendations 
in regard to operation and changes in piping layout. 

The selection of control equipment depends upon the type and size of 
building and the degree of saving which may be obtainable. 
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E lectric heating deals with the conversion of electrical energy into 
heat and the distribution and practical use of the heat so produced. 
In certain regions, where the cost of electricity is favorable, electric heat- 
ing is used extensively. Its use is also frequently dictated by special 
conditions. 

DEFWnONS 

Definitions of general terms used in fuel heating are given in Chapter 
1. Terms which apply particularly to electric heating are as follows: 

EIttcIric Rcsiiton A material used to produce heat by passing an electric current 
through it. 

Electric Heatins Element: A unit assembly consisting of a resistor, insulated sup- 
ports, and terminals for connecting the resistor to electric power. 

Electric Heater; A complete assembly of heating elements with their enclosure, 
ready for installation in service. 

RESISTORS AND HEATING ELEMENTS 

Solids, liquids, and gases may be used as resistors, but most com- 
mercial electric heating elements have solid resistors, such as metal 
alloys, and non-metallic compounds containing carbon. In some types of 
electric boilers, water forms the resistor which is heated by an alternating 
current of electricity passing through it. One of the more common 
resistors is nickel-chromium wire or ribbon which, in order to avoid 
oxidation, contains practically no iron. 

Commercial electric heating elements are made in many types. Some 
have resistors exposed to the air being heated. The resistors may be coils 
of wire or metal ribbon, supported by refractory insulation, or they may 
be non-metallic rods, mounted on insulators. This type of element is 
used extensively for operation at high temperatures when radiant heat is 
desired, also at low temperatures for convection and fan circulation 
heating, especially in large installations. 

Some elements have metallic resistors embedded in a refractory insu- 
lating material, encased in a protective sheath of metal. Fins or extended 
surfaces may be used to add heat-dissipating area. Elements are made 
in many forms, such as strips, rings, plates and tubes. Strip elements are 
used for clamping to surfaces requiring heat by conduction, and in some 
types of convection air heaters. Ring and plate elements are used in 
electric ranges, wafflle irons, and in many small air heaters. Tubular 
elements may be immersed in liquids, cast into metal, and, when formed 
into coils, used in electric ranges and air heaters. Cloth fabrics woven 
from flexible resistor wires and asbestos thread are used for many low 
temperature purposes such as heating pads, aviators’ clothing and radiant 
panel heating installations. 

S|:^al incandescent lamps are used as heating elements in certain 
applications where radiant heat is desired. These use carbon or tungsten 
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filaments as resistors, and are designed to produce maximum energy in 
the infra-red portion of the spectrum. 

I 

ELECTRIC HEATERS 

Electric heaters may be divided into four groups: conduction, radiant, 
convection, and induction. 

Conduction electric heaters, which deliver most of their heat by actual 
contact with the object to be heated, are used in such applications as 
aviators’ clothing, hot pads, soil heaters, ice mclters, and water heaters. 
Conduction heaters are useful in conserving and localizing heat delivery 
at definite points. They are not suitable for general air heating. 

Radiant electric heaters, which deliver most of their heat by radiation, 
have high temperature heating elements and reflectors to concentrate 
the heat rays in the desired directions. The immediate and pleasant 
sensation of warmth which is caused by radiant heat makes this type 
desirable for temporary use where the heat rays can fall directly upon the 
body. They are not satisfactory for general air heating, as radiant heat 
rays do not warm the air through which they pass. They must first be 
absorbed by walls, furniture, or other solid objects which then give up the 
heat to the air. For a discussion of electrically heated panels as applied 
to radiant heating, see Chapter 31. 

Gravity convection electric heaters, designed to induce thermal air circu- 
lation, deliver heat largely by convection, and should be located and used 
in much the same manner as steam and hot water radiators or convectors. 
They generally have heating elements of large area, with moderate surface 
temperature, enclosed to give proper stack effect to draw cold air from 
the floor line. The flexibility possible with electric heating elements 
should discourage the use of secondary mediums for heat transfer. Water 
and steam add nothing to the efficiency of an electric heater and entail 
expensive construction and maintenance. 

Induction Heaters are described in the section on Electronic Heating 
by Induction and Electronic Means. 

UNIT HEATERS 

Electric unit heaters include a built-in fan unit which circulates room 
air over the heating elements. They are adapted to the same uses as 
other types of unit heaters where conditions are favorable to electric 
heating. They are very adaptable for heating of small offices, locker 
rooms, etc., in otherwise unheated buildings. In small unattended equip- 
ment rooms, thermostatically controlled electric unit heaters are fre- 
quently used to maintain a temperature above freezing. 

The best location for electric unit heaters depends upon local conditions. 
Various designs and arrangements are available, as with steam unit 
heaters. See Chapter 26. 

The arrangement of the wiring circuits is very important for electric 
unit heaters. In principle they are all the same and include as essential 
elements an automatic control panel, a thermostat, and a master hand 
^itch. All heaters should be design^ with a safety thermal trip wired 
in series with the magnet coil of the control panel and with the hand 
switch and thermostat. A typical wiring diagram is shown in Fig. 1. This 
applies to a single phase power supply, but for 3-phase the only difference 
in to have a 3-pole panel and a heater arrangement for 3-phase connection* 
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CENTRAL FAN HEATING 

Electric heating elements can be used for the prime source of heat in a 
central fan electric heating system or in the heating phase of a complete 
air conditioning system. They can be used in the same manner as steam 
heating units for tempering, preheating or reheating the air at the main 
supply fan location and as booster heaters at the delivery terminals of the 
duct system. In the humidification phase of air conditioning electric 
heating elements can be used to provide moisture by the evaporation 
of water, or for controlling air washer dew-point temperatures when 
mounted as preheating units on the intake side of the air washer. (See 
Chapter 43.) 

In coordinating the input of heat energy and the volume of air circu- 
lation, a basic difference between electric heating and steam heating 
enters into the problem. Steam is approximately a constant-temperature 
source of heat for any given pressure and a change in air volume flowing 


Power supply 



Fig. 1. Wiring Diagram for Unit Heater 


over steam coils does not greatly affect the temperatures of the delivered 
air. The amount of steam condensed (heat input) varies in proportion to 
the air volume, but the surface temperature of the steam coils remains 
about the same. Electric heat is quite different, having a constant input 
of energy. If the volume of air flow over electric heating elements is 
changed, and no change is made in the electrical power connections, there 
will be a corresponding change in the temperature of the air delivered. 
This occurs because the electrical energy input remains constant and the 
surface temperature of the heating elements will vary as is necessary to 
force the air to accept all the heat. With electric heat the total heat is 
constant unless some compensating action is performed by control. Auto- 
matic variation of the electrical heat input synchronized properly with 
the air flow can be successfully accomplished by various special methods 
of control. By-pass dampers as used in steam units will not control 
electric heat. 

Electric heaters are useful in balancing the heat distribution in central 
fan heating systems. Even in those instances where steam is the principal 
heat source, the temperature of individual rooms can be control!^ locally 
by separate electric booster heaters. These heaters can be installed in 
brantm. ducts or behind the air outlet grilles in each room. With this 
arrangement, the central heating unit distributes air at an average temper- 
ature, controlled from a thermostat centrally located, such as.in the main 
return duct. The electric booster heaters nmy be controlled by thermo- 
stats mounted in each individu&l room which permit occupwt to 
ffiaiab^ any (l^red temperature independent of the rest d the building. 
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ELECTRIC BOILERS 

Steam ojf hot water generating boilers using electric energy are entirely 
automatic and are well adapted to intermittent operation. Small electric 
boilers usually have heating elements of the enclosed metal resistor type 
immersed in the water. Boilers of this construction may be used either 
with direct or alternating current since the heat is delivered to the water 
by contact with the hot surfaces. To lessen the likelihood of the heating 
elements burning out, they should be of substantial construction, with a 
low heat density per unit of surface area and provision should be made for 
cleaning off deposits of scale which restrict the heat flow. A typical 
resistance type of steam or hot water boiler is shown in Fig. 2. 

Large electric boilers are usually of the type employing water as the 
resistor, using immersed electrodes. With this type only alternating 
current can be used, as direct current would cause electrolytic deteriora- 
tion. Such a type of electrode boiler is shown in Fig. 3. 

Electric steam boilers are useful in industrial plants which require 
limited amounts of steam for local processes, and also for sterilizers. 



Fig. 2. Resistance Type Boiler for Steam or Hot Water 


jacketed vessels and pressing machines which need a ready supply of 
steam. It sometimes is economical to shut down the main plant fuel 
burning boilers when the heating season ends, and to supply steam for 
summer needs with small electric steam boilers located close to the 
operation. 


ELECTRIC HOT WATER HEATING 

Electric water heating, using an electric boiler in place of a fuel burning 
boiler, like electric steam heating, is generally confined to auxiliary or 
other limited applications. The use of insulated water storage tanks, in 
which to store heat generated by electricity during off-peak hours at 
extremely low rates, is a development which has some special applications. 

In this system of heating, the primary storage tank is simply a large, 
well-insulated, pressure type steel tank, equipped with electric heating 
elements and automatic time switches, ^^which also have automatic limit 
controls for temperature and pressure. The heating system installed in 
the building may be of any standard, design. A system of this kind 
requires very careful design to avoid excessive over-all radiation losses 
during periods of low heat demand. It is also important to provide for 
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sudden changes in heat demand. A typical hot water heating boiler is 
illustrated in Fig. 2. 

HEATEMG DOMESTIC WATER BY ELECTRICITY ^ 

Electric water heaters of the automatic storage type for domestic hot 
water supply are simple and reliable. In many sections of the country' 
low electric rates have been established by the electric utilities to secure 
this load. In many localities, electric rate schedules divide the current 
used for water heating into two classifications, regular and off-peak. A 
time switch automatically limits use of the off-peak heating element to 
the hours of off-peak load, while the regular heating element is a stand-by 
at all times. Storage of this two-element type of water heater is larger 
than average to carry over the periods when the off-peak element is timed 
out, without too frequent demands on the regular heating element which 
takes the higher domestic lighting service rate. Some utilities now offer 



Fig. 3. Diagrammatic Arrangement of an Electrode Boiler 

a sch^ule which, beyond a stipulated minimum, lowers the rate for all 
electric service if an electric water heater is installed. 

Competition with other fuels, especially gas, seems to be the major 
controlling factor in the use of electricity. The first cost of electric 
storage heaters is greater than for gas, owing to the need for larger tank 
storage due to off-peak service and slower recuperating capacity. 

In residential work, to effect a saving in the cost of operation, it is 
sometimes desirable to use a furnace coil or indirect heater in connection 
with an electric water heater. In this case it is important to make the 
proper connections in order to benefit by any heat obtained from the 
furnace And at the same time to prevent dangerous overheating. The 
proper piping connections are shown in Fig. 4, and in this case the electric 
heater will only furnish heat when insufficient heat is supplied from the 
furnace. This arrangement has a further advantage in die summertime 
in that the bare tank through which the cold water passes on its way to 
Ae electric heater serves as a tempering tank, absorbing heat frcwn the 
basement air and requiring the use of less energy in the electric heater. 
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A typical domestic hot water heater as shown in Fig. 5 is arranged with 
upper and lower heating elements for the usual type of off-peak heating 
service, ipie lower heating element is under the control of the off-peak 
time switcn. However, the upper heating element is usually connected 
to the line so that, in case the supply of hot water in the tank becomes 
exhausted, the top thermostat can turn on the top heater and heat a small 
supply of water. The top heater will not heat the water in the tank 
below its location, but when the off-peak period arrives the lower heater 
is turned on and the entire tank becomes heated. 

HEATING BY REVERSED CYCLE REFRIGERATION 

Reversed refrigeration is frequently referred to as a heat pump since the 
electric motor driving the refrigerating compressor furnishes the motive 
power to transfer heat from one temperature to a higher temperature 



Fig, 4. Piping Arrangement for Fig. 5. Domestic Hot Water 
Connecting Electric Water Heater for Off-Peak 

Heater to Fire-Box Coil Service 


level. The compressor acts as a reversible refrigerating unit to extract 
heat from the outdoor air in winter and deliver it indoors for heating 
purposes, and, by a reversal, to extract heat from the indoor air in summer 
and discharge it outdoors. For details see Chapter 39. 

CALCULATING CAPACITIES 

In calculating electric heating capacity one kilowatt is equal to 3413 
Btu per hour or 14.2 sq ft equivalent direct steam radiation. 

All of the energy applied to an electric resistor is transformed into heat. 
The output of an electric heater is a fixed constant, unaffected by the 
temperature of the surrounding air and the total load on an electric 
heating system is the total wattage of the connected electric heaters. 

RADIANT DRYING 

Lacquers and similar surface films can be very effectively dried by 
radiation. Special electric lamp bulbs h#ve been developed which give off 
a high percentage of infra-red and similar heat rays *. T^ese are mounted 
in very effident reflectors. For continuous manufacturing processes these 
reflectors are mounted in tunnels through which conveyors pai^. For 
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local applications, as for example paint drying in automobile repair shops, 
they may be mounted on portable racks. Objects of relatively large 
surface area in proportion to their weight, and fabricated materials having 
a rather high heat absorption, may be satisfactorily heated by such a 
source. 

In the application of this type of drying the composition of the paint 
or lacquer is important. In general, lacquers and those enamels using 
synthetic resins react most favorably. Other applications include the 
drying of ink, glue, and water, the softening of celluloid and bakelite for 
punching or shearing, and a wide variety of other uses 

ELECTRONIC HEATING BY INDUCTION AND 
ELECTROSTATIC MEANS 

These methods differ radically from resistance heating as they employ 
high frequency radio waves to apply the energy which produces heat. 
High frequency heating has many important industrial uses and opens 
up a whole new field of special applications where extreme accuracy and 
speed are vital. 

Metals can be heated by induction. When the work is placed in a 
magnetic field within a high frequency coil, eddy currents immediately 
produce heat in the body of the metallic piece. The speed and intensity 
of this heating can be regulated by controlling the high frequency cur- 
rents producing the magnetic field and the location of the spot heated 
by the position of the work piece within the coil. Induction heating is 
very useful in special processes such as melting metals, brazing, forging, 
heat treating, etc. It is possible to apply localized heat so rapidly that 
conduction cannot draw the heat away before it has time to accomplish 
the desired purpose at a particular spot. One example is the rapid 
hardening of a tool edge or tip too quickly for scale to form. 

Dielectric materials can be heated internally by introducing them 
into an electrostatic field between high frequency electrode plates. Foods 
can be sterilized, plywoods bonded, plastics heated, granular or crystal- 
line materials dehydrated, and countless other products heated quickly 
and uniformly, although they are poor thermal conductors and resist 
heat applied to their exteriors. Electrostatic heating is ideally suited for 
continuous production processes as the materials can pass through the 
heating field quickly with very short exposures to the high frequency 
radio waves. 


POWER PROBLEMS 

The cost of electric energy varies because of several factors. Distribu- 
tion costs differ for large and small users. The fact that electricity cannot 
be economically stored, but must be used as fast as it is generated, makes 
it impossible to operate electric plants at uniform loads; hence, even the 
time of use may affect the cost of electricity. Special low rates are some- 
times available during certain prescribed hours of use. 

Since the cost of production and distribution depends not only upon 
the quantity of energy used but also upon the maximum rate at which it 
is mtdl electric energy is often sold on a demand rate basis. In some 
cases, the demand charge is based upon the rated connected load, in 
other cases, upon the maximum demand as indicated by a demand meter. 

Homes are almost universally supplied with lighting current of 115 
volts, which can only be used economically for small heaters. Usually 
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the service lines will not permit more than plug-in devices. The Under- 
writers permit approved heaters of 1320 watts or less to be plugged into 
approved baseboard receptacles, but such heaters cannot be served on a 
circuit supplying much other load without overloading the fuses. There 
is an increasing trend toward supplying homes with three wire 115-230 
volt service. Where homes have such service, larger heaters can be 
installed. For industrial purposes, heaters should be designed to use 
polyphase power, which is usually supplied at 208, 220, 440 or 550 volts. 
All polyphase heaters should be balanced between phases. In ordering 
electric heaters the proper voltage must be specified as the heat produced 
will vary as the square of any variation in voltage. 
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PANEL HEATING AND RADIANT HEATING 


Influence of Heat Radiation on Human Comfort^ Objectives of Radiant Heating^ 
Practical Problems of Radiant Heating from a Physiological Standpoint, 
Fundamental Computations, Application Methods, Calculation 
Principles, Measurement and Control 


I T has been pointed out in Chapter 12 that the human body loses heat 
to its environment in three ways; by convection, radiation, and 
evaporation. The Effective Temperature Chart takes account of con- 
vection and evaporation, but does not provide for such radiative effects 
as occur when room air and its surrounding surfaces differ widely in 
temperature. 

INFLUENCE OF HEAT RADIATION ON HUMAN COMFORT 

When, however, the body is exposed to radiation from a hot surface or 
is radiating to a cold surface, the factor of radiative heat gain or heat loss 
may be important. This phenomenon is most marked in the case of 
exposure to the sun’s radiative heat. On a cold day, with no wind blowing, 
while standing in the sunshine, one may feel perfectly comfortable but, 
when a cloud passes over the sun, one may instantly feel much cooler. 
The cloud acts as a shield to interrupt the radiant heat from the sun. 
The change in feeling of comfort is due to the instant change in rate of 
heat loss from the body caused by the shielding effect of the cloud. A 
shielded thermometer under the same condition would register no change 
in temperature. 

The rate of heat loss by convection depends upon the average tem- 
perature difference between the surface of the body and the surrounding 
air, the shape and size of the body, and the rate of air motion over the 
body. 

The rate of heat loss by radiation depends upon the exposed surface 
area of the body, and upon the difference between the mean surface 
temperature of the body and the mean surface temperature of the sur- 
rounding walls or other objects. This latter temperature is called the 
Mean Radiant Temperature (MRT). 

Because these two types of heat loss supplement each other, a required 
rate of total heat loss can result either from a relatively low air tempera- 
ture and a relatively high MRT, or vice versa. 

At the temperature which produces comfort (and at all lower tempera- 
tures) the production of sweat is low and the heat loss by evaporation is 
relatively low and relatively constant, irrespective of the relative humid- 
ity of the atmosphere. Under such conditions the heat loss from the body 
is chiefly related to the combined effect of convection and radiation. For 
unclothed subjects in a reclining posture the heat demand of the en- 
vironment, so far as these two factors of radiation and convection are con- 
cerned, may be measured by Operative Temperature, which is defined 
by the following formula, modifi^ from that of Gagge ^ by the expression 
of air velocity in feet per minute and temperature in Fahrenheit degrees, 
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to - 0.81 /w + 0.136 [ VT/a - ~ 

where ^ 

to =® operative temperature, Fahrenheit degrees. 

/w *== mean radiant temperature, Fahrenheit degrees. 

Ia ** air temperature, Fahrenheit degrees. 

/s == mean skin temperature, Fahrenheit degrees. 

V as air velocity in feet per minute. 

Under comfortable still air conditions during the heating season, the 
mean skin temperature of persons normally clothed is between 90 and 
93 F (with lower values for the extremities), and the mean clothing 
surface temperature is between 82 and 86 F. 

The normal rate of heat production in an average sized sedentary 
individual is about 400 Btu per hour. The heat production for persons 
subjected to various rates of activity is given in Chapter 12. The human 
body is of complicated shape, and radiation takes place freely only from 
the exposed outer surfaces; there are considerable portions of the body 
such as the legs, arms, lower part of the head, etc., which radiate most of 
their heat to other portions. 

It is necessary to determine the equivalent surface of the body from 
which heat is radiated and a similar value for convection. The total 
may be assumed to be about 19.5 sq ft for convection and 15.5 sq ft for 
radiation, in an average sized individual. 

The loss by respiration and by evaporation from the nose and throat 
depends on the temperature and area of the moist surfaces (respiratory) of 
the body, the air temperature, air movement, and humidity. In air at a 
temperature of 70 F, this loss, for a sedentary individual of average size, 
will be approximately 90 Btu per hour; and at 60 F about 70 Btu per hour. 
These values are relative, because the total will vary materially with 
change of position, bodily activity, age, sex, race, etc. 

The balance of the heat generated in the average human body, approxi- 
mately 300 to 320 Btu per hour at about 70 F room temperature, is the 
approximate amount of heat given off by radiation and by convection 
from the external body surfaces. Under normal conditions (in still air), 
the radiation loss will be about 190 Btu per hour; and the convection loss 
about 120 Btu per hour. With an air velocity of 520 fpm, comfort will 
require an increase in Operative Temperature of nearly 12 deg; under such 
conditions the convection loss will rise to 250 Btu per hour but comfort 
may be attained if the subject is surrounded by heated walls which keep 
the radiation loss at about 50 Btu 

It is neither feasible nor desirable to change the relationships of con- 
vection and radiation very greatly in actual heating practice. In the 
laboratory, where the laws of radiative heat loss have been deduced, it 
is necessary to produce wide differences between radiative and convective 
heat loss. This can only be accomplished, however, by elaborate and 
powerful conditioning apparatus which simultaneously neats walls and 
cools air, or vice versa. Such a process^ould be very costly in practipe 
and would not be justified unl^s marked improvement in comfort, 
r^plted from su^h a wnditipn— an assumption which has not been* 
demohstratckl. In practice, where radiant heat is introduced into a room, 
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that heat is absorbed by surfaces, furniture, and the like, and then trans- 
formed into convective heat so that air and surfaces tend to attain a 
generally uniform temperature. 

OBJECTIVES OF RADIANT HEATING 

Under ordinary circumstances the human being, indoors, is not sub- 
jected to marked variations between the factors affecting convection and 
radiation. Air and walls are not commonly very far apart in temperature; 
air movement and relative humidity are usually low. Where such con- 
ditions obtain, the ordinary air thermometer is a good measure of comfort 
— which is the reason why it has enjoyed such universal use. Where con- 
siderable window surfaces create heavy radiation loss, or where stoves or 
open fires, or very hot ceilings contribute to large radiation gain, the 
picture is changed and the air temperature productive of comfort must 
be correspondingly modified. 

In general, however, radiant heating of occupied spaces is not a pro- 
cedure designed to create differences between air and walls, but is merely 
one method of introducing heat into that space. The engineering factors 
used in determining desirable heat input will be essentially the same as 
if the heat were introduced by convection, or in any other way. 

PRACTICAL PROBLEMS OF RADIANT 
HEATING FROM A PHYSIOLOGICAL STANDPOINT 

It is convenient to distinguish two different methods of introducing 
radiant heat into an enclosed space. The first, which may be called 
High-Temperature Radiation, involves direct exposure of the occupied 
parts of the room to radiation emitted from relatively small heating units 
of very high temperatures (perhaps 1,000 F); the second, Panel Heating, 
involves exposure to relatively large surfaces at not over 130 F. 

High-Temperature Radiant Heating may be useful for temporary 
purposes, as in the use of a bathroom heater. It is, however, generally an 
undesirable process (except in rooms of great height) on account of the 
marked unevenness of the effect produced on the human body. Studies 
at the John B. Pierce Laboratory of Hygiene have shown that this type 
of heating produces uncomfortable differences in the temperature of 
different parts of the body (an over- heated head, for example, if the heat 
comes from the ceiling). 

Panel Heating, on the other hand, is advantageous from the standpoint 
of temperature differentials. In actual practice, a well-designed system of 
this sort produces very uniform conditions, the air throughout the room 
differing at various points by only 5 deg. This is desirable from the 
comfort standpoint and may also be a factor in heat economy, since high 
temperatures in the upper part of the room favor excessive heat loss. The 
esthetic value of such a system is also considerable, since it avoids the 
presence of registers or free-standing radiators in the room. 

In the design of Panel Heating, however, careful thought must be given 
to the location of the panels from the standpoint of comfort. The English 
commonly use the ceiling for their panels, but their rooms are generally 
high-studded, and outdoor winter temperatures moderate. With low 
ceilings even panels may produce an excessive directional heating effect 
if all the heat necessary in a cold climate is introduced from above. 
Similarly, if the floor alone is used, it may; — in very cold weather — be 
necessary to make the floor too hot for conafort Wall panels, or a com- 
bination of ceiling and floor panels, will perhaps produce the b^t results. 
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FUNDAMENTAL COMPUTATIONS 

The mean surface temperature of an inert body, which will cause given 
rates of h^at loss by radiation and by convection in a uniform environ- 
ment, having a given air temperature and a given mean wall temperature, 
may be calculated from fundamental equations® for radiation and natural 
convection, with substitution of comparable cylinders for the irregular 
human body. 

where 

Qr =* heat loss by radiation, Btu per (square foot) (hour.) 

qc heat loss by convection, Btu per (square foot) (hour.) 

Tg = absolute temperature of the body surface, Fahrenheit degrees 

Tw == absolute temperature of the walls, Fahrenheit degrees. 

Fa = absolute temperature of the air, Fahrenheit degrees. 

^ _ T's “h Fa 

Im 2 

D *= diameter of cylinder, inches. 

e » the ratio of actual emission to black body emission. 

If it is assumed that an average adult has a height of 5 ft 8 in., a body 
surface of 19.5 sq ft for convection, and 15.5 sq ft for radiation, an equiva- 
lent effect can be worked out for two cylinders, 5 ft 8 in. high by 13.15 in. 
diameter and 10.45 in. diameter, respectively. However, while the effects 
on a cylinder, of a particular size and shape may be used to estimate 
average similar effects on the human body, it should be remembered that 
the heat loss from the body varies greatly. Every movement alters not 
only its shape, but also the heat generated by the body, the velocity 
of the air passing over it and the surface exposed to radiation. This fact 
renders the results of any such computation only approximate. 

APPUCATION METHODS 

The several methods of applying panel and radiant heating to a 
structure are: 

1. By warming the interior wall and ceiling surface of the building. Pipe coils are 
imbedded in the concrete or plaster of the walls or ceilings, the heating medium being hot 
water circulating through the pipe coils. These coils are generally con.<5tructed of small 
pipe H or in. I.D. and spac^ about 6 to 9 in. apart. See Fig. 1. This has the effect 
of warming the entire concrete or plaster surface in which the pipes are imbedded. Since 
the temperature of the heating medium should never exceed about 130 F. due to the 
possibility of cracking the plaster the area of the warmed surface must be sufficient to 
supply the requisite quantity of heat at this low temperature. Normally the hot water 
circulation is maintained by means of a circulating pump and facilities have to be pro- 
vided to eliminate all air at the top of the system. All coils and circulating pipes are 
welded together and tested after erection to a hydraulic pressure of 300 psi, 

2. By circulating warm air through shallow ducts under the floor. In this design the 
entire floor surface of a room is heated as in Fig, 2. This method was used 2000 years 
ago in many parts of the Roman Empire. While this method is more expensive in con- 
struction, it IS effective and quite suitable for cathedrals and large public buildings. 
To provide a uniform floor temperature, one should give special consideration to the 
desi^ of the air ducts so that equal heat distribution is obtained. 
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3. By placing hot water pipes in or under the floor. With this arrangement the whole 
floor surface of a room is raised to a temperature sufficient to give comfortable conditions. 
Floor heating is recommended for schools and hospitals where large quantities of outside 
air are desirable. The floor surface may be of concrete, wood blocks, marble or any other 
material unaffected by heat, and while it is true that heat will be conducted through all 
materials used in floor construction, it is important that due consideration be given to 
the emissivity of the floor. In some cases where pipe coils are installed in the air space 


"Flow supply pipe from above to coils in wall" 



ELEVATION 


Fig. 1. Coils in Wall Surfaces 


Slide adjusting inlet damper 




under the floor, special floors are constructed in sections so that the whole floor can be 
lifted to examine the coils. See Fig. 3. Pipes supported thus may be larger and the 
heating medium maintained at a higher temperature than when pipes are actually 
imbedded in the floor. Pipes may be 1 or 2 in. in the former, but for the latter % or 
1 in. pipes are recommended. See Fig. 4. Where the heat losses from a room are ex- 
ceptionally high it may be necessary to supplement the warm floor by either adding 
some coils in the ceiling or forming heated panels in the side walls. 

4. By attaching separate heated metal plates or panels to the interior surfaces. The% 
plates or panels are placed either in an insulated recess so that the surface of the panel is 
flush with the surface of the walls or ceilings, or they may be secured to the face of the 
wall. They may be covered with wood veneers and decorated to harmonize with other 
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parts of the room» or they may be cast into panels to imitate oak or other wood designs. 
With flat plate panels it is common practice to use a frame of plaster, wood, metal or 
composition to allow for expansion. These plates may be heated with either hot water 
or steam and connected as in an ordinary radiator system* See Figs. 5 and 6. 

5. By electric heated metal plates or panels. These plates or panels are either placed 
in insulated recesses of walls or ceilings or fastened to the construction, as found desirable. 
They should not have a surface temperature much above 200 F. Some have a much 
higher surface temperature but a lower temperature gives a more comfortable condition 
and is more efficient. 

6. By electrically heated tapestry mounted on screens and on the wall. For this purpose 
the screen is woven with an electric continuous conductor. Such screens are useful to 
plug in at any position for emergency local heating without taking care of a large room 
or office. 


Threaded 




Fio. 6. Flat Type Panel Installed in Wall Recess 

Note, If all of a heating panel is installed at one end of a large room there may be 
a marked difference between the equivalent tempierature on the two sides of the body. 
It is usually desirable, therefore, that the heat be distributed at different parts of the 
walls and ceilings so that no uncomfortable effect will be felt from unequal heating. 

CALCULATION PRINCIPLES 
Part I — ^Panel Heating 

The term panel heating, involving both radiation and convection, is 
applied in this chapter to a system in which the heat is transmitted from 
panel surfaces to both air and surrounding surfaces, as is the case under 
indoor conditions. ^ 

Panel hating systems for buildings may be designed as illustrated and 
describ^ in the following design of a panel heating system for the room 
shown in Fig, 7. The design is based on continuous heating. Panel. 
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heating systems should, in general, be operated continuously since the 
panels have large thermal capacities. Where panels are heated by high 
temperature radiation from a heat source directed toward them, this 
qualification does not apply. 

1. Assume the location and the approximate size of the heating panel. 

Heating panels may be located in ceilings or floors or walls. Ceiling panels have the 
advantage that their heat emission is not affected by tapestry or furniture and that they 
can be used, to a limited extent, as cooling panels during the summer months. If used 
in low rooms, however, they may produce an undesirable heating effect upon the head. 
Floor panels have the advantage that they can be easily installed and that much of the 
radiated heat is delivered to the lower portions of the walls; they have the disadvantage 
that their heat emission is rather uncertain, since it may be affected by rugs, .carpets, 
furniture, machinery, etc. 

It is best to make the panels as large as practicable; for example, if the floor or ceiling 
is used as the heating panel, it is best to use the entire floor or the entire ceiling, or both. 
Heating a room by means of panels is very similar to lighting a room. Heat radiation is 
exactly like light radiation, except that it has a longer wave length. If a room is lighted 



Fig. 7. Room Plan Used for Illustration of Method'of 
Designing a Panel Heating System 


by means of a large number of small units distributed uniformly over the ceiling, the room 
is lighted more uniformly than if it is lighted by means of a single unit of equal capacity. 
Similarly, if the entire ceiling is the heating panel, the room is heated more uniformly 
than if only a fractional part of the ceiling is used as the heating panel. 

In the following example, the entire ceiling will be used as the heating 
panel. 

2. Select the desired mean temperature of the air in the room. 

In a panel-heated room, the mean air temperature is a few degrees lower than the 
mean temperature of the surfaces of the enclosing walls, floor, and ceiling. In a room 
heated by introduction of warm air or by means of radiators, convectors, or other 
similar heating appliances, located within the room, the mean temperature of the air is 
a few degrees higher than the mean temperature of the surfaces of the enclosing walls, 
floor, and ceiling. Under ordinary conditions, in a panel-heated room, the mean tem- 
perature of the air ranges from approximately 65 F to 72 F. 

In the following example, 68 F is selected as the mean air temperature. 

3. Determine as accurately as practicable^ the mean temperature of the 
inside surfaces of the enclosing walls ^ floor, and ceiling. 

The two inside walls are assumed to separate rooms, which are filled with 68 F air, 
so that both surfaces of each wall arc in close contact with 68 F air. The surface tem- 
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peratures of these walls, therefore, cannot be lower than 68 F and must actually be 
nigher than F because, in addition to their contact with 68 F air and their contact 
with the heated ceiling, they are exposed to the heat radiation from the ceiling. 

In the following example, 70 F will be selected as the mean surface 
temperature of the inside walls. 

For the two outside walls, the mean inside surface temperature can be calculated 
with fair accuracy. For a heat transmission coefficient of 0.25 and a temperature 
difference of 68 deg, heat flows through the wall at the rate of 17 Btuh per square foot. 
If the indoor film coefficient is 1.65, the temperature difference, indoor air to inside wall 
surface, is 17/1.65 or 10 deg and the wall surface temperature is 68 — 10, or 68 F. This 
value may be taken directly from Fig. 8. However, the film coefficient 1.65 was deter- 



Fig. 8. Chart for Estimating Inside Surface Temperatures of Outside Walls*^ 

•Note: The value of U, the over-all coefficient of heat transmission, cannot exceed 1.29 if the inside 
and outside film coefficients are 1.65 and 6.0 respectively {e.g. jj - “ ‘oT^* Therefore 

U 1J29 maximum). 


mined to represent the sum of the heat flow into the wall, by conduction from the air in 
contact with the wall, and by radiation from the warmer surfaces seen by the wall 
surface. In a panel-heated room, the rate of heat flow into the outside wall by radiation 
is greater than it is in a radiator-heated room; consequently, the film coefficient is higher, 
and the temperature difference, air to wall surface, is smaller, and therefore, the wall 
surface temperature is higher than the calculated ^ F. It is impossible to determine 
accurately how much higher than 58 F the temperature of the wall surface will be until 
the corresponding indoor air film coefficient has been determined accurately. 

In the following example, 60 F will be selected as the probable mean 
inside surface temperature of the outside walls. 

The probable mean inside surface temperaturel of the floor and the glass may be 
determined by calculations and by reasoning similar to that employed to determine 
the inside surface temperature of the outside walls. 

In the following example^ SO F and 70 F will be selected as the probable 
inside surface temperatures of the glass and floor, respectively. 
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Table 1. Calculated Heat Loss of Room 


Surface 

Area 

Sq Ft 

U 

Calculation 

Heat loss 
Btuh 

Outside Walls 

360 

0.25 

360 X 0.25 X 68 

6,120 

filass - 

216 

1.13 

2I6x 1.13x68 

16,597 

TnsiHf^ Walls 

480 


No heat loss 

Ceiling 

480 


Heating Panel 


Floor 

480 

0.10 

480 x 0.10 x 38 

1,824 

Infiltration 



5,760 cu ft X 




1.50x68x0.018 

10,576 




Total 

35,117 


4 . Determine the heat loss of the room. 

In the following example, the heat loss calculation will be based on an outdoor air 
temperature of 0 F. Since the functioning of a panel-heating system differs very little 
from that of a radiator-type heating system, the heat loss shown in Table 1 may be 
calculated according to Chapter 14. 

The heat loss through the outside walls and through the glass is probably a little 
greater than calculated because the calculation is based on an indoor air film coefficient 
of 1.65 Btuh, whereas, for a panel-heated room, this coefficient is a little higher, but the 
difference is probably not sufficiently large to be considered in design calculations for 
a heating system. 

5 . Estimate the Mean Radiant Temperature. 

The Mean Radiant Temperature of the surfaces enclosing the room but not including 
the heating panels may be estimated as follows: 


Surface 

Area 

Fahr Deg 

Product 

Interior Walls 

480 

70 

33,600 

Exterior Walls 

360 

60 

21,600 

Glass— 

216 

30 

6,480 

Floor- 

480 

70 

33,600 


1.536 

1 


95.280 


The sum of these products divided by the sum of the surface areas is: 95,280/1,536 or 
62.03 F, the required mean surface temperature. 

In the following example, 62 F will be selected as the MRT of walls ^ glass and floors, 

6 . Determine the temperature of the ceiling panel. 

Determine the temperature of the ceiling so that the ceiling panel will deliver heat 
to the room at a rate equal to the rate at which the room is calculated to lose heat, 
namely, 35,117 Btuh. 

When a room is heated by means of a panel, air convection currents are developed in 
the room similar to those which are developed when the room is heated by means of a 
free-standing radiator. Consequently, the heating panel delivers heat to the room 
partly by radiation and partly by convection. The proportion of the total heat flow 
delivered by convection varies with the location of the heating panel, with the height of 
the ceiling, and with the size, number, and location of pieces of furniture and other 
articles which interfere with the free flow of air alon^ the floor and along the walls. It is 
f^enerally sufficiently accurate to assume that a ceiling panel will deliver 70 per cent of 
Its heat by radiation and 30 per cent by convection ; a floor panel 55 per cent by radiation 
and 45 per cent by convection; and a wall panel 65 per cent by radiation and 35 per cent 
by convection. 

In the following example, it wiU be assumed that the ceiling pand must 
delioer 70 per cent of its heat or H,68S Btuh by radiation, since the total 
calculated heat loss is 35,117. 
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When two plane surfaces of infinite size* are parallel to each other and their surfaces 
are at different temperatures, the exchange of heat between the two is proportional to the 
difference between the fourth powers of their absolute temperatures. This is also true 
when one surface is completely surrounded by another surface; for example, if one sphere 
is placed within another sphere, the flow of heat between the outer surface of the smaller 
sphere and the inner surface of the larger sphere is proportional to the fourth power of 
the absolute temperatures of the two surfaces. 

In a panel-heated room, the heated panel may be considered to be completely en- 
closed by the remaining surfaces, because all heat radiated by the heated panel is inter- 
cepted by those surfaces. Consequently, the flow of heat from the heated ceiling to the 
room, by radiation, is proportional to the difference between the fourth piowersof the 
absolute temperature oi the ceiling and the absolute mean radiant temperature of the 
remaining surfaces. 

The rate at which a surface emits heat varies with the temperature of the surface 
and with other characteristics of the surface. For ordinary heat flow calculations it is 



TCMKRATUMC Of MCATIMC AANCL - DCG. rAHR. 

Fig. 9. Heat Delivered to Room by Radiation from Panel 


sufficiently accurate to assume that the materials which are commonly used in building 
construction emit heat at a rate of : 

0.156 Btuh per square foot 

where 

T is the absolute temperature of the surface in Fahrenheit degrees. 

On this basis the flow of heat from the ceiling to its surrounding surfaces is at the 
rate of: 

480 X 0.156 [(i)* - (^)‘] B,«h. 

In order that this rate may be equal to 24,582 Btuh, T must be 572 and the ceiling 
temperature about 112 F. 

Instead of calculating this temperature it may be taken from Fig. 9, as follows; The 
ceiling must deliver heat to the room, by radiation, at the rate of 24,582/480 or 61 Btuh 
per square foot. Find 51 on the left margin and move horizontally to the intersection 
with a 62 MRT line, and from the point of intersection to the lower margin and read 
about 112 F. 

With a ceiling temperature of 112 F, the MRT of the room will be 480 X 112 + 
1,686 X 62; the sum divided by 2,016, or 74 F. 

If an air temperature of 68 F and an MRT of 74 F should not produce ^tisfactory 
Opni^tions, the c^eilinp; temperature can easily be changed as necessary by changing the 
t^Mperatiire of the circulating water. 

Cakutatioris like the preceding may also be made with t!^ aid Of Tnbk 2. The rak 
at the ceiling must radiate heat exceeds by 61 Btuh per square foot the at 
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Table 2. Total Heat Emission by Radiation^ 


Body 

OB 

Mban 

Radunt 

TxiiraR- 

Rad'uitioQ in Btu per (square fooi 
emitted to surroundings with a 
tore of absolute sero by bodies a 
temperatures and with emissivitj 

t) (hour) 
tempffla> 
kt various 
f factor e 

Bout 

OR 

Mean 

Radunt 

Temper- 

Radiation in Btu per (square foot) (hour) emitted 
to surroundings with a temperature of absolute 
sero by bodies at various temperaturee and 
with emissivity factor e 

a O 

is 

e 

1.00 

e 

0.95 

« 

0.90 

e 

0.80 

ATURE 

F Dsa 

e 

1.00 

e 

0.95 

e 

0.90 

s 

0.80 

30 

99.7 

94.7 

89.8 

79.7 

71 

137.0 

130.1 

123.3 

109.7 

35 

103.9 

98.7 

93.6 

83.1 

72 

137.9 

131.0 

124.0 

110.3 

40 

108.0 

102.8 

97.2 

86.4 

73 

138.9 

132.0 

124.9 

111.0 

45 

112.5 

106.9 

101.3 

89.0 

74 

140.2 

133.1 

126.1 

112.1 

46 

113.3 

107.7 

102.0 

90.8 

75 

141.6 

134.4 

127.4 

113.2 

47 

114.3 

108.6 

102.9 

91.5 

80 

147.2 

140.0 

132.5 

117.9 

48 

115.2 

109,5 

103.8 

1 92.3 

85 

152.9 

145.2 

137.6 

122.4 

49 

116.0 

110.3 

104.5 

92.8 

90 

158.5 

150.5 

142.7 

126.9 

50 

116.9 

111.0 

105.3 

93.6 

100 

170.3 

161.7 

153.2 

136.2 

51 

117.9 

112.0 

106.4 

94.4 

110 

182.3 

173.2 

164.2 

146.0 

52 

118.8 

112.9 

106.9 

95.1 

120 1 

195.6 

185.7 

176.1 

156.5 

53 

119.8 

113.8 I 

107.8 

95.9 

130 

210.9 

200.4 

189.8 

168.8 

54 

120.6 

114.6 

108.6 

96.6 

140 

224.1 

212.9 

201.8 

179.2 

55 

121.7 

115.5 

109.4 

97.3 

150 

238.0 

226.1 

214.4 

190.5 

56 

122.6 

116.4 

110.3 

98.1 

160 

252.1 

239.8 

226.9 

201.8 

57 

123.5 

117.4 

111.3 

98,9 

170 

271.6 

258.0 

244.5 

217.2. 

58 

124.4 

118.2 

112.0 

99.6 

180 

289.1 

274.9 

260.1 

231.3 

59 

125.3 

119.0 

112.8 

100.3 

190 

307.7 

292.1 

276.9 

246.1 

60 

126.3 

119.9 ! 

113.8 

101.1 

200 

326.5 

310.2 

293.9 

261.3 

61 

127.1 

120.7 

114.4 

101.8 

210 

349.3 

331.9 

314.3 

279.5 

62 

128.2 

121.8 

115.3 

102.6 

220 

373.0 

354.4 

335.7 

298.2 

63 

129.1 

122.6 

116.2 

103.3 

250 

439.5 

417.6 

395.6 

351.6 

64 

130.1 

123.5 

117.1 

104.1 

300 

577.3 

548.2 

519.6 

461.8 

65 

131.0 

124,4 

117.9 

104.8 ! 

350 

743.0 

705.8 

668.6 

594.3 

66 

132.1 

125.5 

118.8 

105.8 

400 

945.8 

898.5 

850.8 

756.5 

67 

133.0 

126.4 

119,7 

106.4 

450 

1181.0 

1121.0 

1063.0 

944.0 

68 

134.0 

127.3 

120.5 

107.2 

500 

1470.0 

1396.0 

1323.0 

1176.0 

69 

135.0 

128,3 

121.5 

108.0 

i 550 

1798.0 

1708.0 

1619.0 

1439.0 

70 

136.0 

129.3 

122,3 

108.8 

600 

2181.0 

2072.0 

1962.0 

1745.0 


»Tbesc factors are calculated from the formula where 

/ 0 173 X T*\ radiation, Btu per (sq ft) (hr) 

* ' '(isooooiooo) , p., 

r — absolute temperature. Fahrenheit degrees. 


which the ceiling receives radiant heat from its surroundinc^. Assuming the emissivity 
of the walls, floor, and ceiling to be 90 per cent of that of a black body, the heat radiated 
to the ceiling, from the surfaces whose MRT is 62 F, is (Table 2) at the rate of 116«3 
Btuh per square foot; the ceiling must therefore radiate heat at the rate of 115,3 plus 
51, or 166.3; its temperature must be (Table 2) between 110 F and 120 F, and, by 
interpolation, 112 F, as calculated. 

7 . Select the medium for heating the ceiling panel. 

The medium may be electricity, steam, air, or water, but usually is air or water. 
If air is used it is generally heated in the basement, passed up throujjh hollow inside 
walls or through ducts in those walls, allowed to flow between the ceiling and the floor 
above, and returned to the basement through hollow outside walls or through ducts 
in those walls. 

If the walls and floors are tonstructed of hollow tile, the cells in the tile can be placed 
so that they will form continuous ducts through which the 'warm air can flow up the 
inside walls, then between the ceiling and the floor abovti, and down the outside walls. 
In this way the walls and ceiling became heating panels. 

If water is used as the medium^ the pipes through which the water circulates — ^almost 
always under fottsrf circulation-— placed ht the loot', WjSlls, or ceiling in such a manner 
that as miKsh as possible of l;he heat emitted by the pipes will be deli'vercd to the space 
tb^be^ted. T'' ‘ ' ' ' 
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Table 3. Highest Safe Surface Temperatures for Heating Panel 


^ Type of Panel 

Surface Temperature 

F Deg 

Pl^»pterf»d Ceiling (Pipes Imhtf^ddpH) , 

115 

Plastered Walls (Pi[)es Imbedded) 

120 

Floor, Any Method 

85 

Floor, Border and Aisles 

120 

Iron, Hot Water Medium®. _ 

160 

Iron, Steam Vapor^ 

180 

Flprtrirally Heat<»H Panels^ 

200 



*kLow surface temperature radiation is recommended regardless of the heating medium employed. 


Practical limits for surface temperatures of heating panels are given in Table 3. 

In this example water will be selected as the medium. 

8. Determine the size, length, and location of the pipe coils in the panels. 

When hot-water pipes are imbedded in concrete slabs or attached to plastered sur- 
faces, their rate of heat emission varies with many factors. If the pipes are imbedded 
in dense concrete slabs, it may be assumed that the rate of heat endssion of H-in. pipe, 
spaced 6 in. on centers; ?i-in. pipe, spaced 9 in. on centers; and 1-in. pipe spaced 12 in 
on centers; per foot of length of pipe and per degree difference between the temperature 
of the water in the pipe and that of the air in the space to be heated, is 0.8, l.O, and 1.2 
Btuh, respectively. If the distance between the pipes is increased, the rate of heat 
emission, per foot of pipe, is also increased; if the distance is doubled, the rate of heat 
emission is increased about 15 per cent. If the pipes are attached to plastered ceilings, 
the rate of heat emission is slightly less, probably about 10 per cent less, than when the 
pipes are imbedded in concrete slabs. The data given regarding heat emission of panels 
are intended as general guides for the designer. Additional experience and research 
are needed to develop definite and complete data. However, after a heating panel has 
been designed and installed, any small error can easily be corrected by modifying the 
temperature of the water circulating through the coils. 

When the heating pipes are attached to a plastered ceiling, a portion of the heat 
emitted by the pipes is delivered to the space below the ceiling and a portion to the 
space above the ceiling. The relative quantities depend on the degree of insulation 
applied above the heating coils. 

When the heating pipes are imbedded in a concrete floor slab a portion of the heat 
emitted by the pipes will flow upward into the space to be heated, and the remainder 
will flow downward into the ground. 

When the heating pipes are placed below the concrete floor slab instead of being 
imbedded in the slab, a larger portion of the heat will flow into the ground, and a smaller 
portion into the space to be heated. 

In the following example it is assumed that the insulation above the pipe 
coils is such that 90 per cent of the heat emitted by the pipe coils will flow into 
the room and 10 per cent into the space above. 

Since the room is to receive 35,117 Btuh, and since the room is assumed to receive 
only 90 per cent of the heat emitted by the coils attached to the plastered ceiling, the 
coils must emit 35,117/0.9 or 39,000 Btuh. If Ji-in. pipe and a mean water temperature 
of 140 F are selected, the heat emitted, per foot of pipe, will be 0.9 (140 — 6S) or 65 
Btuh. The quantity of pipe required will therefore be 39,000/65 600 lineal feet. 

The pipe coils can be arranged in any convenient manner, but should be arranged 
80 that the tempmture of the water in the pipe will vary only slightly; otherwise, the 
temperature distribution over the ceiling will not be uniform. Generally, it is best to 
arrange the pipes so as to form two-pipe reversed-return systems, as suggested by the 
two sketches in Fig. 10. By using 33 runs of H-iv- pipe, welded to two in. mains, 
sufficient pipe surface is secured; the ^^in. pipes will then be spaced about in. on 
centers, which is satisfactory. 

While coils can be designed with pipe and fitting resistances which will insure proper 
distribution to each coil it is advantageous to provide adjustable flow control valves or 
resistances for final regulation of the water temperature or flow to the various coils. It 
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is desirable to divide large heating systems into sections and to install valves so that 
individual sections can be disconnected without interfering with the operation of the 
system as a whole. 

Part II — ^Radiant Heating 

The term radiant heating is applied in this chapter to a system in which 
only the heat radiated from the panel is effective as in outdoor and semi- 
outdoor conditions. 

The outstanding example of radiant heating is the transfer of heat 
from the sun to the earth. The sun radiates large quantities of energy 
of which a very small portion is intercepted by the earth. A part of the 
intercepted radiation is transformed into heat when it strikes the earth’s 



Fig. 10 . Arrangement of Pipe Coil for Even Distribution of Panel Temperature 

surface. In this manner heat is received by the earth from the sun by 
radiation. 

In industry, radiant heating is employed in manufacturing processes, 
particularly in drying, baking, and dehydrating operations; in agricul- 
ture, it is employed to improve living and growing conditions for young 
plants and young animals. 

The heating engineer employs radiant heat primarily in the heating of 
open-air schools and open-air hospitals. When a surface radiates heat, 
and every surface does unless its temperature is absolute zero, every point 
of the surface radiates heat in all directions. The total quantity of heat 
radiated by a point or by an elementary area is x times the quantity of 
heat radiated at right angles to the surface. 

Thus, if in an elementary cube the upper face is the heating panel, the 
lower face would receive only about 32 per cent of the radiated energy 
and the four sides would receive each about 17 per cent. 
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For larger surfaces the conditions are different. If two parallel plane 
surfaces of c<?nsiderable size are near each other, the rate of heat exchange 
between the two can be determined fairly accurately by means of the 
chart of Fig. 9. This is possible because the larger part of the heat 
radiated by one of the surfaces is intercepted by the other surface and 
only a small portion is radiated in such directions that it will not impinge 
upon the opposite surface. 

As the distance between the two surfaces is increased, the proportion 
of the heat radiated by one of the parallel plane surfaces and intercepted 
by the other decreases almost as the square of the distance between the 
surfaces increases, because the intensity of heat radiation, like the in- 
tensity of light radiation, varies inversely as the square of the distance 
from the source of radiation. 

For the purpose of designing radiant heating systems in which the 
healing panel is practically square and is radiating heat toward a parallel 
surface of equal size and shape, as shown in Fig. 11, the rate of heat 
exchange between the two surfaces will be equal to that shown in Fig. 9, 
multiplied by a factor, p, which depends upon the ratio of A to j (Fig. 11) 
as shown in the following table: 

AA « 1 2 3 4 5 

P « 0.200 0.070 0.034 0.020 0.013 

For example, if a panel 3 ft square is located parallel to, and 9 ft above, 
a bed in an open-air hospital, and if the temperature of the panel is 112 F 
and that of the bed is 70 F, the rate of heat transfer from the panel to a 
9 sq ft section of the bed directly beneath the panel, will be 3.4 per cent 
of the rate shown in Fig. 9, or 0.034 X 9 X 44, or 14 Btuh, approximately. 
The rate of heat transfer from the panel to a section of the bed other than 
the 9 sq ft directly beneath the panel will be lower than 14/9 Btuh per 
square foot. 

This is a crude way of designing a radiant heating system for an open- 
air hospital, but it is sufficiently accurate, because the required tempera- 
ture of the bed and the required rate of heat flow into it will vary with 
the temperature of the outdoor air, with the air movement over the bed, 
with the thickness and the character of the bedding, and with the physical 
condition of the patient, 

A radiant heating system for an open-air school may be designed as 
described for the open-air hospital. The heating panel in such a case 
should be almost as large as the ceiling and, in order to keep the heat loss 
by radiation at a minimum, should be placed so that a maximum portion 
of the heat radiated by the panel will be directed toward the pupils and 
a minimum toward the outside walls and particularly the windows. 

MEASUREMENT OF RADIANT HEATING 

Radiant heating is intended to control the rate of radiant heat loss 
from the human body and should be measured by calorimetric methods. 

The apparatus for this purpose consists essentially of a cylinder^ 
maintained at the accepted mean surface temperature of the human body, 
together with an accurate (usually electrical) measuring of the varying 
rate of heat supply required to mauntain this exact temperature. This 
instrument, the eupiUheasc8pe^ is readily adapted to function like a 
thermostat so as to turn heat on or off, when the desired temperature ai 
80 F, or any other predetermined 8urfac?e temperature ol the cyliod^v 
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decreases or increases as a result of changes in the Operative Temperature. 

For testing work, the globe thermometer is a useful instrument. It 
consists of an ordinary mercury thermometer, with its bulb placed in the 
center of a sphere from 6 to 9 in. in diameter, usually made of thin copper 
and painted black and sometimes covered with cloth. The temperature 
recorded by thermometer with its bulb in the center of the sphere is 
termed the radiation-convection temperature. See Chapter 11. 

COIVIROL OF PANEL AND RADIANT HEATING 

The effectiveness of any type of control will depend largely on the time 
lag of the system. With warm air passing through floor ducts the time 
lag is usually too long for any kind of room thermostat, in fact a thermo- 



Fig. 11. Effect OF 
Height Upon Radiation 
Received from a Panel 



Fig. 12. Typical Panel and Radiant Heat 
Control System 


atat will not prove suitable with any system if the building is constructed 
with massive brickwork and masonry, unless it operates in conjunction 
with a time control responsive to changes in outside conditions. 

The heat emitted by hot water pipes imbedded in the plaster of the 
ceiling and walls or in the concrete base of a floor can be effectively con- 
trolled by an instrument designed to modulate the temperature of the 
water circulating in the system according to the outside conditions. 
Metal panels which ^n be installed in the ceiling or side walls may be 
either controlled by an instrument responsive to outside weather con- 
ditions or by a specially designed instrument responsive to both air 
temperature and radiation. Any purely on or off control system is not 
recommended for panel heating. 

A typical control system operated from an outside thermostat and 
supplemented with a room heat control instrument is illustrated in Fig. 12. 
The outside thermostat modulates the temperature of the circulating 
water in the coils by mixing some of the hot water leaving the boiler 
with a proportioiiate amount of return water which is diverted to the 
three-way valve* 
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One type of room instrument consists of a blackened copper sphere of 
6 or 8 in. in diameter, in which a cylindrical sump contains a volatile 
liquid. A sniall electric heating coil creates in the sphere a vapor pressure 
which remains constant as long as the total heat loss from the sphere is at 
the desired rate. If the Operative Temperature becomes too high for 
comfort, a greater vapor pressure results from the smaller heat loss from 
the sphere. This acts on a diaphragm and reduces the supply of heat to 
the room. With too low an Operative Temperature the reverse action 
occurs. A similar instrument which has an electric heating element for 
warming the air inside the sphere and the thermostat operated switch is 
also used for controlling room conditions. 

In addition to a thermostatically controlled device for modulating the 
temperature of the circulating water, it is advantageous to insert in each 
coil a locked flow control or adjustable resistance to give uniform con- 
ditions throughout all rooms. Owing to unforeseen difficulties with 
varying frictional losses in pipes, emission factor, and exposures, it is an 
advantage to be able to regulate permanently the flow through each 
circuit by means of a key operated valve as indicated in Fig. 4. 
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Ciassificaiiorif Performance, Fan Efficiency, Characteristic Curves, System 
Characteristics, Election of Fans, Fan Designations, Control, Motive Power, 

Attic Fans 


I N heating, ventilating, and air conditioning practice, fans and blowers 
are used to produce air flow. All fans or blowers are classified according 
to the direction of air flow through the fan with relation to the axis of 
rotation and are either of the (1) axial flow or propeller type, in which 
the flow is parallel to the axis, or (2) radial flow or centrifugal type, in 
which the flow is at right angles to the axis. 

Axial flow fans are made in various designs and sizes. The form and 
number of blades may vary for impellers of the same or different diameters. 
The blades may be of uniform thickness and made of cast or sheet metal, 
and either flat or cambered or of screw form; or they may vary in thick- 
ness. in the latter case usually being designed to conform to so-called 
airfoil sections of known characteristics, similar to those which have been 
developed for airplane propellers. Likewise, blade angle, or the angular 
relation of the blades to the plane of rotation, varies over a wide range. 
For operation against comparatively high pressures, it is customary to 
resort to enlarged hubs in proportion to fan diameter (large hub ratio) 
and correspondingly short blade length. The term disc fan has some- 
times been loosely applied to such large hub fans, though it has long been 
generally used in connection with any propeller fan of comparatively short 
axial length whose blades are relatively flat; in other words, for fan wheels 
which occupy a space which is more or less disc-shaped. Single stage air 
foil axial flow fans can operate at pressures up to 4 in. at a quite low 
noise level and, at considerably higher pressures, they are comparable 
in regard to noise to the centrifugal fan type. 

Radial flow or centrifugal fans used in heating, ventilating, and air 
conditioning practice, are in general of two types; one with forward- 
sloped blades, and the other with backward-sloped blades. Many modi- 
fications may be made in the proportions, the curvature, and the slope 
or angularity of the blades. The slope or angularity of the blades deter- 
mines the operating characteristics of a fan; a forward-curved or sloped 
blade is found in a fan having low speed operating characteristics, while a 
backward-curved or sloped blade is found in a fan having higher speed 
operating characteristics. 

A wide variety of heating, ventilating, and air conditioning systems 
creates a wide variety in the demands that have to be met by the fan 
or blower. The requirement may be to move small or large quantities 
of air against little or no resistance, or to move small or large quantities 
of air against higher resistance. Between the two limits innumerable 
specific requirements must be met. Although fans of any class in either 
of the two general types can in general be made to perform the same duty, 
mechanical difficulties, space and noise limitations, efficiency and power 
limitations usually determine the selection. 

FAN performance 

Fans of all types follow certain laws of performance which are useful 
in predicting the effect upon performance of changes in the conditions erf 
op^tion, tiie duty required of the installation, or the size of the equips 

m 




Fans 


m 


ment due to the space, power, or speed limitations. The following laws 
in which Q == air volume and P = static, velocity or total pressure, 
apply to all types of fans: 

1. Variation in Fan Speed: 

Constant Air Density — Constant System 

(a) Q: Varies as fan speed. 

(b) P: Varies as square of fan speed. 

(c) Power: Varies as cube of fan speed. 

2. Variation in Fan Size: 

Constant Tip Speed — Constant Air Density 
Constant Fan Proportions — Fixed Point of Rating 
(a) Q: Varies as square of wheel diameter. 

ib) P: Remains constant. 

\c) RPM: Varies inversely as wheel diameter. 

(d) Power: Varies as square of wheel diameter. 

3. V'ariation in Fan Size: 

At Constant RPM — Constant Air Density 
Constant Fan Proportions — Fixed Point of Rating 

(а) Q: Varies as cube of wheel diameter. 

(б) P: Varies as square of wheel diameter. 

(c) Tip Speed: Varies as wheel diameter. 

(d) Power: Varies as fifth power of diameter. 

4. Variation in Air Density: 

Constant Volume — Constant System 
Fixed Fan Size — Constant Fan Speed 
(a) Q: Constant. 

S P: Varies as density. 

Power: Varies as density. 

5. Variation in Air Density: 

Constant Pressure — Constant System 
Fixed Fan Size — Variable Fan Speed 
(u) Qi Varies inversely as square root of density. 

{bS P: Constant. 

(c) RPM: Varies inversely as square root of density. 

(d) Power: Varies inversely as square root of density. 

6. Variation in Air Density: 

Constant Weight of Air — Constant System 
Fixed Fan Size — Variable Fan Speed 
(a) O: Varies inversely as density. 

(Jb) P: Varies inversely as density, 

tc) RPM: Varies inversely as density. 

(a) Power: Varies inversely as square of density. 

Elxamples 1 to 4 illustrate the application of the preceding fan laws. 

Example 1, A certain fan delivers 12,000 cfm at a static pressure of 1 in. of water 
when of:^ating at a speed of 400 rpm and requires an input of 4 hp. If in the same 
installation 15,000 cfm are desired, what will be the speed, static pressure, and power? 

Speed - «0 X - «K) rpm 

Static preasure <■ 1 X ■■ “>• 

Power * 4 X "■ 7.81 hp. 

Example i. A certain Ian delivers 12,000 cfm at 70 F and normal barometric pnMaze 
(idhesaky 0.075 lb per cubic foot) at a statfe pressure of 1 in. of water wh^ ppeiwhg at 
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400 rpm, and requires 4 hp. If the air temperature is increased to 200 F (density 0.0602 
lb) and the spe^ of the fan remains the same, what will be the static pressure and 
power? 

Static pressure « 1 X 


Power — 4 X 


3.20 hp 


Example S. If the 8p>eed of the fan of Example f is increased so as to produce a static 
pressure of ) in. of water at the 200 F temperature, what will be the speed, capacity, 
and power? 


Speed « 400 X 


446 rpm 


Capacity — 12,000 X 


13,392 cfm (measured at 200 F) 


Power — 4 X 


4.46 hp. 


Example 4* If the speed of the fan of the previous examples is increase 
deliver the same weight of air at 200 F as at 70 F, what will be the speed 
static pressure, and power? 


increased so as to 
e speed, capacity. 


Speed - 400 X 


= 498 rpm 


Capacity — 12,000 X 


14,945 cfm (measured at 200 F) 


Static pressure — 1 X 


1.25 in. 


Power - 4 X 


/ 0.075 y 
V 0.06027 


6.20 hp. 


Law of Homologous Fans 

The laws applying to different sizes of homologous fans are as follows: 

Capacity varies as the ratio of size cubed, times the ratio of the rpm. 

Pressure varies as the ratio of size squared, times the ratio of the rpm squared. 

Horsepower varies as the ratio of the size to fifth power, times the ratio of the rpm 
cubed. 

Example 6, Assuming that a fan with a 36 in. diameter blast wheel will deliver 
12,000 cfm at 70 F at 1 in. static pressure, requiring 4.0 brake hp when operating at 400 
rpm, what is the capacity, pressure and horsepower of a homologous fan having a 45 in. 
wheel at the same speed? 

Capacity - (~y X (^) X 12,000 - 23,400 cfm 

Static Pressure - ('H')^ ^ ( 4 ^)^ X 1 = 1.56 in. 

Horsepower - (-g)" X (^)® X 4 - 12.2 hp 


FAN EFnCIENCY 

The efficiency of a fan may be dehned as the ratio of the horsepower 
oiittput to the horsepower input. 

Tlie horsqxiwer output is expressed by the formula; 
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Air Horsepower ^ 


cfm X total pressure in inches of water 
6556 


( 1 ) 


When the static pressure is used in the computation in place of total 
pressure it is assumed that this represents the useful pressure and that 
the velocity pressure is lost in the piping system and in the air which 
leaves the system. Since in most installations a higher velocity exists at 
the fan outlet than at the point of delivery into the atmosphere, some of 
the velocity pressure at the fan outlet may be utilized by conversion to 
static pressure within the system, but, owing to the uncertainty of friction 
losses which occur at the places where changes in velocity take place, the 
amount of velocity pressure which is actually utilized is seldom known, 
and the static pressure alone may best represent the useful pressure. 
In the standards for published capacity tables as adopted by the National 
Association of Fan Manufacturers, the term static pressure refers to the 
true resistance to air flow. Such tables charge both the inlet and outlet 
velocity of the fan to the fan performance, and may be used directly 
where the static pressure of the system as calculated represents only the 
actual resistance to flow of the air. 

The efficiency based upon static pressure is known as the static efficiency 
and may be expressed as follows: 


Static Efficiency ^ 


cfm X static pressure in inches of water 
6356 X Horsepower input 


( 2 ) 


Different fans may develop the same capacity against the same static 
pressure and with the same power input, and therefore operate at the 
same static efficiency, while maintaining different outlet velocities. Where 
a high outlet velocity is desirable or can be utilized effectively, the static 
efficiency fails to be a satisfactory measurement of the performance. In 
many applications of propeller fans, air is circulated without encountering 
resistance and no static pressure is developed. The static efficiency is 
zero and its calculation is meaningless. Because of such situations where 
the static efficiency fails to indicate the true performance, many engineers 
prefer to base the calculation of efficiency upon the total pressure. This 
efficiency is variously known as the total, or mechanical efficiency, and 
may be expressed as follows: 


Mechanical or Total Efficiency ‘ 


cfm X total pressure in inches of water 
6356 X Horsepower input 


(3) 


CHARACTERISTIC CURVES 

In the operation of a fan at a fixed speed the static and total efficiencies 
vary with any change in the resistance which is imposed. With different 
designs the peak of efficiency occurs when the fans deliver different per- 
centages of their wide-open capacity. Variations in efficiency accompany 
variations in pressures and power consumption which are characteristic of 
the individual designs and which are influenced particularly by the shape 
and angularity of the blades. Such variations in pressure, power, and 
efficiency are shown by characteristic curves. 

Characteristic curves of fans based upon tests performed in accordance 
with the Standard Test Code for Centrifugal and Axial Fans * prepared 
jointly by the American Society of Heating and Ventilating Engi- 
neers and the National Association of Fan Manufacturers are generally 
plotted to show total and static pressure, mechanical and static efficiency, 
and horsepower in relation to air delivery as a basis. Results may also 
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be plotted against per cent of wide open volume or discharge. Examples 
of fan performance curves are shown in Figs. 1, 2 and 3. 

In the selection of all but very small fans, power consumption is usually 
a major consideration. It must be borne in mind that the horsepower at 
peak efficiency alone may be misleading, as actual operation is apt to 
occur at some point on the pressure-volume curve varying considerably 
from that specified, due to inaccuracies of the estimated system resistance 
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or to fluctuating resistance caused by damper or louver adjustments. To 
cope with such variations a fan should be selected having a high efficiency 
over a wide range, that is, a flat or broad efficiency curve is more desirable 
than a sharp or narrow curve which, though reaching a high peak, falls off 
rapidly to either side of a narrow range. When the point of operation 
varies only within narrow limits and both volume and pressure require- 
ments are accurately known in advance, the designer can select a fan 
operating at maximum efficiency, irrespective of performance over the 
entire range. 

Generally, fans are selected either at the peak of the static efficiency or 
to the right of the peak depending on the requirements of the particular 
installation. Fans selected to the right of the peak will be smaller but will 
require more power, run at higher speeds and may have a higher sound 
rating. Where first cost is important and added horsepower and noise are 



PER CENT OF WIDE OPEN VOLUME 

Fig. 3. Operating Characteristics of a Fan with Blades Curved Backward 


not important, smaller fans may be used. Where efficient and quiet opera- 
tions are most important, fans are selected at or near the peak of the static 
efficiency curve. Fans are not ordinarily selected to the left of the peak 
of the static efficiency curve as this results in larger, more costly fans, 
requiring more power and in some cases producing objectionable noise. 

The curves in Figs. 1, 2, and 3 show operating characteristics for axial 
flow and two classes of centrifugal fans, namely, forward-curved multiple 
blade and backward-inclined blade design, for comparison purposes. 
These curves are not applicable for rigid comparison or actual selection, 
but are shown to indicate variations in operating characteristics. 

The curves in Fig. 1 of a typical axial flow fan show characteristics 
of non-overloading horsepower and high efficiency. These results are 
obtained by producing a more uniform pressure throughout the blade 
annulus, so that back flow does not occur except at high pressures. This 
avoidance iu turbulen<^ has a tendency to r^uce noise. Fans of this 
type are operating against static pressures as high as 4 in. water. The 





CHAPTER 32 


1948 Guide 


586 


capacity and efficiency of axial flow fans when operating above the low 
pressure range can be improved by the use of either inlet or outlet guide 
vanes or both. The effect of such vanes is to increase the level of the 
pressure volume curve, and properly designed vanes on the discharge 
side of the fan have the advantage of eliminating the rotational component 
of the air stream, thus restoring uniform axial flow. As high pressures 
usually require large hubs in proportion to the fan diameter, performance 
is improved by the use of round-nosed or conical forms mounted co- 
axially with the direct-connected fan (sometimes partly or wholly en- 
closing the motor) so as to make the changes in velocity to and from the 
fan blade annulus as uniform as space conditions permit. When axial 
flow fans are installed in ducts, provisions may be made to install the 
driving motor outside by employing slots in the duct to f>ermit a belt 
drive from motor to fan sheave, or by extending the shaft for a direct- 
connected motor placed outside of a Y fitting or elbow in the duct system. 

The forward-curved multiblade fan and the backward-curved type are 
used extensively in heating, ventilating, and air conditioning work. The 
forward-curved type has a low peripheral speed and a large capacity. 
(See Fig. 2.) The point of maximum efficiency for this fan occurs near the 
point of maximum pressure. The static pressure drops consistently from 
the point of maximum efficiency to full open operation. The power 
curve rises continuously from low to peak capacity and, if reasonable 
care is exercised in calculating resistance, a moderate reserve in power 
in the motor selection will prevent overloading. 

The backward-sloped type includes the full backward-curved blade and 
the double-curved blade having a forward-curved heel and a backward- 
curved tip. This type has steep pressure curves, non-overloading power 
characteristics, and relatively high speed (see Fig. 3). This fan operates 
at a peripheral speed approximately 175 to 200 per cent of that of the 
forward-curved multiblade fan for like performance. Pressure curves for 
this type begin to drop at very low capacity, with the most rapid drop 
beginning at about 60 per cent of wide open volume. The steep portions 
of the pressure curves tend to produce nearly constant capacity under 
changing pressures. Where wide fluctuations in demand occur, especially 
where the regulation is obtained by damper control and particularly 
through by-passes, this type of fan is desirable to prevent overloading of 
motor. The maximum power requirement occurs at about the maximum 
efficiency. Consequently a motor selected to carry the load at this point 
will be of sufficient capacity to drive the fan over its full range of capacities 
at a given speed. The high speed of this type makes it adaptable for 
direct connected electric motor drives. 

Between the extremes of the forward and backward curved blade type 
centrifugal fans there exists a number of modified designs differing in 
angularity and in the shape of the blades. Characteristic curves of these 
types show varying degrees of similarity to the curves in Figs. 2 and 3. 

SYSTEM CHARACTERISTICS 

Any ventilating system consisting of duct work, heaters, air washers, 
filters, etc., has a system characteristic which is individual to that system 
and is independent of any fan which may be applied to the system. This 
characteristic may be expressed in curve form in exactly the same manner 
that fan characteristics may be shown. Typical system characteristic 
curves are shown as B and C in Fig. 4. These curves are drawn to 
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follow the simple parabolic law in which the static pressure or resistance 
to flow of air varies as the square of the volume flowing through the 
system. Heating and ventilating systems follow this law very closely and 
no serious error is introduced by its use. 

When a constant speed fan curve for a given size fan is super-imposed 
upon a system characteristic curve, the relation between the two is at 
once apparent. The only point common to the two curves is the point at 
the intersection of the system characteristic curve and the fan character- 
istic curve, and it is at this point that the combination will operate. In 
Fig. 4, system characteristic curves A. B and C cross the fan character- 
istic curve at points X, Y and Z. The fan whose curve is shown, when 
applied to systems having characteristic curves A, B and C, will deliver 
10,000, 13,000 or 16,400 cfm respectively. 



Fig. 4. Parabolic System Characteristic Curves 


The curves in Fig. 4 also illustrate the effect of errors which may be 
made in calculating the resistance of a ventilating system. For instance, 
if a given system requires 13,000 cfm and the resistance to flow of the 
system has been computed as 1.25 in. static pressure, such a system 
would be represented by system characteristic curve B in Fig. 4. If a 
100 per cent error had been made and the resistance were 2.5 in. instead 
of 1.25 in., then the system characteristic would be as shown in curve 
A and would cross the fan curve at 10,000 cfm. Such an error would 
cause the flow of air to be decreased from a design volume of 13,000 cfm 
to 10,000 cfm. If the resistance to flow had been over estimated and 
the resistance actually were 0.625 in., the system characteristic curve 
would be as shown in curve C and the fan would deliver 16,400 cfm to 
the system instead of the design volume of 13,000 cfm. 

In this example extreme errors have been selected to emphasize the 
effect the square function of the system characteristic has in maintaining 
the fan performance within comparatively narrow limits. In the first 
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example a system estimated at half what it should have been, resulted in 
a drop of|23 per cent in volume; and in the second example, a system 
estimated at twice what it should have been resulted in an increase of 
26 per cent in volume. 

In some instances fans may be applied to variable flow systems. In 
such cases the limiting systems may be plotted and the effect on fan 
performance examined. For instance, a system might have a character- 
istic curve between A, shown in Fig. 4, as one limit, and B as the other 
limit. The fan performance will then fall between points X and Y on 
the fan curve at a point determined by the system characteristics at that 
particular time. If A and B are the limiting characteristic cur\^es of the 
systems, the fan performance will never be outside the points X or Y. 

SELECTION OF FANS 

The following information is required to select the proper type of fan: 

1. Cubic feet of air per minute to be mov^ed. 

2. Static pressure required to move the air through the system. 

3. Density of air to be moved. 

4. Type of motive power available. 

5. WTiether fans are to operate singly or in parallel on any one duct. 

6. What degree of noise is permissible. 

7. Nature of the load, such as variable air quantities or pressures. 

In order to facilitate the choice of apparatus, the various fan manu- 
facturers supply fan tables or curves which usually show the following 
factors for each size of fan operating against a wide range of static pres- 
sures: (1) volume of air in cubic feet per minute (68 F, 50 per cent 
relative humidity, 0.075 lb per cubic foot), (2) outlet velocity, (3) revo- 
lutions per minute, (4) brake horsepower, (5) tip or peripheral speed, and 
(6) static pressure. The most efficient operating point is usually shown 
by either bold-face or italicized figures in the capacity tables. 

Other important factors to be considered in selecting fans are: (1) 
efficiency, (2) space occupied, (3) sound emission, (4) first cost, and 


Tablb 1. Good Operating Velocities and Tip Speeds for Multiblade 

Ventilating Fans 


Static Prbssvsi 
iNCHas or Watxr 

F<»twARD Cxjvm Bladi Fans 

Backward Tippbd and Docbli Curvid 
Bladc Fans 

Outlet Velocity 
Foet per Minute 

Tip Speed 

Feet per Minute 

Outlet Velocity 
Feet per Minute 

Tip Speed 

Feet per Minute 

M 

1000-1100 

1520-1700 

800-1100 

2600-3100 

H 

1000-1100 

1760-1900 

800-1160 

3000n3500 


1000-1200 

1970-2150 

900-1300 

3400^000 

H 

1200-1400 

2225-2450 

1000-1500 

3800-4500 

H 

1300-1500 

2480-2700 

1100-1650 

4200-5000 

y % 

1400-1700 

2660-2910 

1200-1750 

4500-5300 

1 

1600-1800 

2820-8120 

1200-1900 

4800-5750 


1600-1900 

3162-3450 

1300-2100 

5300-6350 


1800-2100 


1400-2300 

5760-6960 


1900-2200 

3760-4205 

1500-2500 

6200-7550 

2 

2000-2400 

4000-1500 

1600-2700 

6650-8050 

2H 

2200-2600 

4250-4740 

1700-2800 

7050-8650 

2J4 

2300-2600 

4475-4970 

1800-2960 

7450-9000 

8 

2500-2800 

4900-5365 

2000-8200 

8200^850 








(6) speed (both peripheral and revolutions per minute). These factors 
are not necessarily shown in the order of importance. In some instal- 
lations space occupied may be of first importance. In others lowest 
power consumption is desirable. In many cases quietness of operation 
of the entire system is essential. Practically all fans operate at their 
lowest sound level when selected at or near the peak of the static efficiency 
so that in selecting a fan for highest static efficiency the quietest operating 
range of the fan will also be obtained. Table 1 shows desirable outlet 
velocities and tip speeds, or peripheral velocities, for various static 
pressures. Fans selected accordingly will operate at or near the peak of 
the static efficiency with resulting low power consumption and noise 
levels. Smaller fans with higher outlet velocities may be used if the 
conditions are such as to warrant the additional power and increased 
sound level. When space for duct expansion from a fan outlet is not 
available there may be advantages in selecting a larger fan for reducing 
duct noises, although lower outlet velocities generally result in lower fan 
efficiencies which cannot always be justified on the basis of Increased cost 
and space. Fans for schools, churches, residences, and all public buildings 
should be selected for lower outlet velocities and tip speeds than would 
be required for other types of installations. 

Having selected a fan for its quietest operating point consistent with 
the requirements of the installation (note sound level curves on Figs. 1, 2 
and 3), it must be recognized that ventilating fans, even so selected, emit 
noise and precautions must be taken in the installation of the fans to 
prevent this noise from being transmitted to occupied portions of the 
building. Fans operating against high static pressures produce more 
noivse than fans operating against low static pressures. Consequently, 
from a noise standpoint, the system should be designed to operate against 
the lowest static pressure possible. In many modern air conditioning 
systems it is necessary to introduce devices into the air stream for con- 
ditioning the air in various ways, the result of which is to set up a rather 
high static pressure against which the fan must operate. In such cases 
the sound level at the fan may be too high to be neglected and special 
sound treatment of the installation must be considered. When a fan is 
operating against higher pressures it should be located in a room either 
removed from the occupied areas, or in a room which has been acoustically 
treated to prevent sound being carried through the walls to adjoining 
spaces. The fan should be mounted on a resilient base along with its 
driving motor to absorb any noise or vibration which might be trans- 
mitted to the floor and thence to the building structure. All ducts should 
be connected to fans with unpainted canvas, or other flexible material, to 
prevent any vibrations being transmitted to the duct work. Ducts 
leading into the fan room or from the fan should be acoustically treated 
on the interior and in special cases should be provided with sound traps 
or filters. Many ventilating systems encounter noises which are con- 
nected with the fan in no way. Noises due to high duct velocities, abrupt 
turns, grilles, etc., may be present. Treatment of such problems is 
covered in Chapter 42. 

If double width, double inlet fans are selected, care must be taken that 
both inlets have the same free area. If one inlet of a fan is obstructed 
more than the other, the fan will not operate properly, as one half of the 
wheel will deliver more air than the other half. Proper installation and 
location are as important as the selection of the size of fan for that part- 
icular installation. All fans will work according to their characteristic 
curves if properly selected and properly installed and operated. 
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FAN DESIGNATIONS 

Fig. 5 shows the names and definitions of types of fans recently dis- 
tributed by the National Association of Fan Manufacturers 

In order to prevent misunderstandings, which may cause delays and 
losses, the arrangements and designations adopted by the National 
Association of Fan Manufacturers^ and indicated in Figs. 6 and 7 should 
be used. 

FAN CONTROL 

In some heating and ventilating systems it is desirable to vary the 
volume of air handled by the fan, and this may be accomplished by a 
number of methods. Where the change is made infrequently, the pulley 
or sheave on the driving motor, or fan, may be changed to vary the speed 
of the fan and alter the air volume. Dampers may be placed in the duct 
system to vary the volume. Variable speed pulleys or transmissions, such 
as fan belt change boxes, electric or hydraulic couplings, may be used to 
vary the fan speed. Variable speed motors and variable fan inlet vanes 
may also be used to adjust the fati volume. All of these methods will give 
control. From a power consumption standpoint, a reduction of the fan 
speed is most efficient. Inlet vanes save some power and dampers save 
the least. From the standpoint of first cost, dampers usually are the 
lowest in cost. In some installations adjustments of volume are desirable 

Fig. 5. Names and Definitions of Types of Fans 





Propeller Fan 

A propeller fan consists of a propeller or disc type wheel 
within a mounting ring or plate and including driving mecha- 
nism supports either for belt drive or direct connection. 


Tubeaxlal Fan 

A tubeaxial fan consists of a propeller or disc type wheel 
within a cylinder and including driving mechanism supports 
either for belt drive or direct connection. 


Vaneaxial Fan 

A vaneaxial fan consists of a disc type wheel within a cylinder, 
a set of air ^uide vanes located either before or after the wheel 
and including driving mechanism supports either for belt 
drive or direct connection. 



Gentiifuftal Fan 

A centrifugal fan consists of a fan rotor or wheel within a 
scroll type of housing and including driving mechanism sup- 
ports either for belt drive or direct connection. 
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Fig. 6. Arrangement of Fan Drives 
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Fig. 7. Designation of Direction of Rotation and Discharge 

Note: Direction of Rotation is determined from the drive side for either single or double width or single 
or double inlet fans. (The driving side of a single inlet fan is considered to be the side opposite the inlet 
regardless of the actual location of the drive.) 


at various times during the day or continuously. In others an increased 
supply of air in summer over that needed in winter is demanded. The 
demands of each case will dictate which type of control is most desirable. 
Where noise is a factor, lowering the fan speed if possible is preferred as a 
control means, because of the resulting reduction in sound level. 

MOTIVE POWER 

Heating, ventilating and air conditioning fans are usually driven by 
electric motors, although other prime movers may be used. The small 
sizes of fans, and especially those operating in the higher speed range, are 
equipped with direct-connected motors. For larger size fans and those 
operating at lower speed V-belt drives are generally used. 

In selecting the size of motor for orating a fan, it is advisable to 
select at least the standard size next latter than the fan requirements. 
Direct-connected motors do not require so great a safety factor as belted 
units. ^ Justification for liberal power provision exists only in systems 
where it is possible that larger volumes of air may be requir^ at intervals 
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and made available by use of by-pass dampers, thus greatly reducing the 
system resistance. If such a system includes a fan with forward-curved 
blades, it would be necessary that the motor be sized for the maximum 
volume and duty. If such a system includes fans with backward-curved 
blades, the volume peak would not make it necessary to provide addi- 
tional motor power. In selecting fans for such a system, sound ratings 
should be given careful consideration. 

Where a system is constant, and has no provision for volume change 
that would materially reduce the resistance, and when the resistance 
calculations are reasonably accurate, there is no necessity for too liberal 
a motor allowance, even where fans with forward-curved blades are used, 
if the fan has been properly selected. Fig. 4 shows that the system 
resistance varies as the square of the volume and the fan static pressure 
varies approximately inversely as the volume, thus greatly offsetting the 
trend toward both increase in air delivery and motor load. Reference to 
Fig. 4 indicates that there is no justification for allowing large spare 
motor capacity, and it is generally more economical to operate motors 
well loaded. 


ATTIC FANS 

Attic fans are used during the warm months of the year to draw large 
volumes of outside air through a house and offer a means of using the 
comparative coolness of outside evening and night air to lower the inside 
temperature. 

Because the low static pressures involved are usually less than 3^ in. 
of water, disc or propeller fans are generally used instead of the blower 
types. The fans should have quiet operating characteristics, and they 
should be capable of giving 20 to 30 room air changes per hour in northern 
areas. In the South the usual specification requires one air change per 
minute which provides appreciable air movement in addition to lowering 
the inside air temperatures 

Types 

Open attic fans are units in which the fan is installed in a gable or 
dormer of the attic and one or more grilles are provided in the floor of the 
attic, permitting air to flow from the hall below. Outdoor air, which 
enters the house through open windows, is drawn into the attic through 
the grilles, and is discharged outside by the fan. An attic stairway may 
be used in place of the grilles. It is essential that the roof and the attic 
walls be free from air leaks. 

Boxed-infans are units in which the fan is installed within the attic in 
a box or housing directly over a central ceiling grille, or in a bulkhead 
enclosing an attic stair. The fan may be connected by a duct system to 
the grilles in individual rooms. Outdoor air entering through the windows 
of the rooms below is discharged into the attic space and escapes to the 
outside through louvers, dormer windows, or screened openings. 

Another version of the attic fan is the window fan for use when attic 
application is not feasible or no attic is available. Supplied with a 
perforated or expanded metal enclosure and mounted in either the upper 
or lower window section, this fan is easy to install or transfer. 

The locations of the fan, the outlet opening, and grilles should be 
selected after consideration of the room and attic arrangements in order 
to give uniform air distribution in the individual rooms served. If the 
outlet for the air is not on the side away from the direction of the pre- 


S94 


CHAPTER 32 


1948 Guide 


vailing wind as in the case of the boxed-in fan, openings should be provided 
on all sides. Kitchens should be separately ventilated because of the fire 
hazard, and to prevent the spread of cooking odors. 

The window fan may be located in a hall or an unused bedroom. Noise 
of operation is more of a problem with the window fan than with the attic 
type, although care should be taken to locate either type of fan so that 
occupants are not disturbed. 

These fans range in capacity from 3,000 to 30,000 cfm. The window 
type usually does not exceed 8000 cfm, while the most generally used attic 
type ranges from 8000 to 16,000 cfm. Power consumption is under 50 
watts an hour per 1000 cfm of rated output for the 8000 cfm fan and 
larger, while the watts input for smaller fans is greater than this figure. 
Improved results can be secured with the window fan by closing off 
parts of the house where ventilation is not desired. 
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AIR CLEANING DEVICES 


Dust and Lint^ Classification of Air Cleaning Media^ Viscous Impingement Type 
Cleaners^ Automatic Viscous Filters^ Dry Air Filters^ Electric Precipitators^ 
Performance and Testings Selection and Maintenance^ Methods of 
Installation^ Safety Requirements, Adsorption of Vapors 


A n air cleaner is a device for rcmovinj^ solid matter from a stream of 
air. This solid matter includes fibrous material such as lint, hair, 
dust, fumes, smoke, cinders, etc. The character of these airborne solids 
varies with the locality, as wind direction and velocity, industrial activity, 
etc. Information on air pollution and purification will be found in 
Chapters 10 and 12 and air sterilization in Chapter 13. In general, air 
cleaners are installed in ventilating systems to remove the airborne dusts 
which tend to settle out in the still air of the ventilated space and become 
a nuisance. Such dust comes under the classification of temporary 
atmospheric impurities listed in Fig. 1, Chapter 10, and includes most of 
the pollens, house dust, and similar allergens which motivate attacks 
upon persons of allergic sensitivity b 

The air filters classified as viscous impingement types are widely used 
in general ventilating systems and will usually justify their cost through 
a reduction in housekeeping costs in the ventilated space. 

For industrial applications and in locations where the larger part of 
the atmospheric impurities are of fine particle size such as smoke and 
fumes, more effective dry filters and electric precipitators are proving 
economical. By use of combinations of filters advantage may be taken 
of specific characteristics of the various types of filters. In at least one 
industrial application the air is passed through a series of filters, con- 
sisting of a bank of viscous impingement filters followed by an electric 
precipitator, which in turn is followed by a dry type filter using wool felt 
as a filter medium and, for absorbing certain gases, an activated carbon 
filter. Installations of this t>"pc which have been in operation for several 
years have proved to be economical on the basis of a reduction in cost of 
maintenance of the electrical equipment housed in the ventilated space. 

There is at the present time no recognized standard test guide or 
method for measuring the cleaning efficiency of an air filter and expressing 
the efficiency in terms of the economic value which would result from the 
use of the filter. Air filters are usually selected on the basis of experience 
or judgment guided by the results of various test procedures. 

A description of various types of air cleaners available commercially 
will be found under air filters in the catalog section of The Guide. 

DUST AND UNT 

Airborne solid matter from the viewpoint of air cleaning is considered 
as lint and dust. Some lint originates outdoors, as animal hair, vegetable 
fibers, etc., but much is generated within buildings by the wear and 
brushing of fabrics in the form of clothes, draperies, carpets, etc. Lint is 
comparatively easy to capture in an air filter because of its comparatively 
great length. So far as air filter performance and testing are concerned, 
lint is chiefly important because of its tendency to impede or stop the flow 
of air through the filter. In general, lint, if not captured, will accumulate 
in corners and under furniture in a building in areas of slight air motion 
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and in some cases may seriously obstruct heating and cooling coils. Dust 
settles, oilis precipitated by heat or air motion, upon furniture, fixtures 
and walls and the only satisfactory treatment is washing or re-painting. 
Dust is more difficult to capture than lint, and, obviously, small particles 
are more difficult to capture than large ones. The air cleaning problem is 
complicated by the vast difference in size of dust particles, the range of 
which is shown in Fig. 1, Chapter 10. 

Even if the discussion is limited to the range from 0.1 micron to 50 
microns, that is, between the smallest particle observable in the micro- 
scope and the smallest particle distinguishable to the naked eye, this 
range is so far outside the usual experience that it is difficult to visualize. 
If particles could be examined through a super microscope having a 
magnification of 250,000 diameters, a tobacco smoke particle of 0.1 
micron would appear to be 1 in. in diameter, or approximately the size of 
a golf ball; a soft coal smoke particle 0.3 micron in diameter would appear 
like a baseball; a ragweed pollen grain 20 microns in diameter would 
appear 16.5 ft in diameter, while the 50 micron particle, just visible to the 
naked eye and able to pass through a 270 mesh screen, would appear to 
be 50 ft in diameter. Picturing this range in particle size from a golf ball 
to a sphere 50 ft in diameter will emphasize the difficulty of cleaning air 
or of devising any single test to adequately measure the performance of 
air cleaning devices under all conditions of service. 

As a general rule, the removal of the coarser dust particles and lint 
from the ventilating air produces tangible results in so far as cleanliness 
in a house or building is concerned, because much of the finer dust remains 
suspended in the air and is removed from the building by the circulating 
air. However, since some of the fine dusts are undoubtedly deposited by 
means other than settling, such as electrical or thermal precipitation * 
and by contact, the ability to remove small particles is desirable in an air 
cleaner if it can be obtained at not too great a cost. 

CLASSIFICATION OF AIR CLEANING MEDIA 

Considering the wide diversification of materials and particle sizes to 
be removed and the varying requirements which have to be met in the 
field, it is obvious that many kinds of air cleaning devices used cannot be 
shown satisfactorily in a simple outline. Classifications on three different 
bases are enumerated as follows: 

(A) Principle of air cleaning; 1. Viscous-impingement filters, 2. Dry 
filters, 3. Washers, 4. Centrifugal devices, 5. Electrical precipitators, 
(B) Methods of servicing; 1. Automatic, 2. Non-automatic, (a) Throw- 
away (replaceable elements), (b) Manually cleaned in place (including 
one type of electrostatic), (c) Removable for cleaning. (C) Classification 
according to applications; 1. General air conditioning — (a) Central clean- 
ing system, (b) Unit ventilator, (c) Window installation, (d) Warm air 
furnace, 2. Removal of smoke and fumes from stack gases, 3. Collection 
of dusts from exhaust systems. 

VISCOUS IMPINGEMENT TYPE CLEANERS 

The medium in a viscous impingement type filter is usually a fiber pack 
for non-automatic tyfws or a series of metal plates for automatic self- 
cleaning typ^. In either case, the medium is treated with a viscous 
substance, often an oil or grease, called the adhesive or the saturant, 
intended to retain dust particles which come in contact with it. Also, in 
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either case, the arrangement is such that the air stream is broken up into 
many small air streams and these are caused to change direction abruptly 
a number of times in order to throw the dust particles, by momentum, 
against the adhesive. Several desirable characteristics of an adhesive for 
air cleaners of this type are: (1) Its surface tension should be such as to 
produce a homogeneous film or coating on the filter medium, (2) The 
viscosity should vary only slightly with normal changes of temperature, 
(3) It should prevent the development of mold spores and bacteria on the 
filter medium, (4) The liquid should have high capillarity, or ability to 
wet and retain the dust at all operating temperatures, (5) Evaporation 
should be slight, (6) It should be fire resistant, (7) It should be odorless. 

Various fibrous materials have been used as filtering media in unit 
filters of the viscous impingement type. These include glass fiber, steel 
wool, similar wool of non-ferrous metals, wire screen, animal hair, hemp 
fibers, and other materials. In such filters, the medium is often packed 
more densely on the discharge than on the approach-side in order to 
increase the dust holding capacity. This results in a selective arrestance 
of dust with the larger particles nearer the approach face. The arrange- 
ment also permits some penetration of lint into (but not through) the 
filter, so that the amount of lint which can be tolerated on the filter is 
also increased. Due to plane surface area the viscous impingement tyf)e 
filter, however, may be inferior to some dry types if the air carries a high 
percentage of lint. 

The resistance of air filters obviously increases with the air flow through 
them. Face velocities of about 300 fpm and resistances in the range from 
0.1 to 0.2 in. water, when the device is new and clean, are usual for venti- 
lation system filters. Special filters with low resistances are available 
for use with gravity warm air furnaces and for other applications where 
only low pressure is available. 

The resistance of these filters increases with dust or lint loading and it 
is the resistance due to this cause which ordinarily necessitates servicing. 
The rate of loading obviously depends upon the amount as well as the 
kind of dust in the air and for this reason periods between servicing 
cannot be predicted. Manometers are often installed to indicate the 
pressure drop across filter banks and they serve to indicate when the 
filter requires cleaning. The pressure drop tolerated differs between 
operators and system designs. The resistance of a filter bank can be kept 
desirably low by periodically servicing some but not all of the units in the 
bank at one time, providing the difference in resistance between the clean 
and dirty filters is small. 

The method of cleaning viscous impingement unit filters differs for 
different types of filters and kinds of dust. Much dry dust or lint can 
often be removed by rapping the filter. 

Throw-away filters are constructed of inexpensive materials and are 
designed to be discarded after one use. The frame is frequently a com- 
bination of cardboard and wire. 

Cleanable types usually have metal frames. Various cleaning methods 
have been recommended including: air jet, water jet, steam jet, washing 
in kerosene, and dipping in an oil. The latter may serve both to clean 
the filter and add the necessary adhesive. 

Automatic Viscous Filters 

In an automatic air filter, means are provided to remove the dust from 
the medium mechanically. Automatic filters with moving cloth media 



S98 


CHAPTER 33 


1948 Guide 



Fig. 1. Diagrammatic Cross-Section of Electrostatic Precipitator 


have been constructed. The media are supported on rollers and move 
slowly and continuously across the air stream and then through some 
cleaning mechanism, such as a beater, a vacuum cleaner, or a brushing 
arrangement. Such filters, however, are not now in wide use, possibly 
because of mechanical difficulties and the rapid and sometimes permanent 
increase of resistance caused by oily matter present in the air. 

The medium in a typical automatic filter at present consists of a series 
of specially formed metal plates mounted on a pair of chains. The chains 
are mounted on sprockets located at the top and bottom of the filter 
housing, so that the filter medium can be moved as a continuous curtain 
up one side and down the other side of the sprockets. The arrangement 
is such that, at the bottom, the medium passes through a bath of special 
oil which both serves to remove the dirt from the plates and acts as an 
adhesive when the cleaned plates next pass through the air stream. The 
plates forming the filtering medium or curtain usually overlap each other 
and due to their special shape many small air passages are formed be- 
tween them. These air passages turn abruptly one or more times in 
order to give the impingement effect. 

An electrically driven rotating device is usually supplied with an auto- 
matic filter. The device may be set to move the curtain periodically, or a 
special switch, actuated by pressure drop, may be used to govern its 
motion. Such a switch will cause the gear to move the curtain when the 
resistance of the filter to air flow becomes excessive and will stop it when 
the resistance becomes sufficiently low. 

In op)eration, the resistance of an automatic filter will remain approxi- 
mately constant as long as proper operation is obtained. A resistance of 
5^ in. water at a face velocity of 500 fpm is typical of this class. 

DRY Am FILTERS 

As the name implies, adhesives are not used on dry air filters. The 
media in such filters are usually fabrics or fabric-like materials. Media of 
wool felt, cotton batting (both glazed and unglazed), cellulose fiber and 
other materials have been used commercially. The medium in a filter of 
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this class is usually supported by a wire frame in the form of pockets or 
V-shaped pleats in order to increase the area exposed to the passage of 
air. A 2 ft square unit may contain from 15 to 30 sq ft of medium. 

Dry air filters are likely to have a comparatively high lint-holding 
capacity on account of the large area of medium used. Wool felt media 
are troublesome to clean when impregnated with greasy dust and they 
are too expensive to discard frequently. Both vacuum cleaning and dry 
cleaning have been used for reconditioning wool felt filters. 

ELECTRIC PRECIPITATORS 

The fact that a particle exposed to an electric field will assume a charge 
and migrate toward one of the electrodes has been utilized for some years 
in boiler plants as a means of smoke abatement. The same principle has 
been used in equipment developed for air cleaning in air conditioning 
without generating ozone in intolerable quantities. The air stream in 
a precipitator passes first through a relatively high-tension electric field, 
known as the ionizing field, and then through a secondary field where the 
precipitation of the dust occurs. The arrangement is as shown in Fig. 1. 

In a typical case, a potential of 12,000 volts may be used to create the 
ionizing field, and some 5000 volts between the plates upon which the 
precipitation of dust occurs. These voltages, which are capable of shock 
to personnel similar to that of a spark plug, necessitate some safety 
measures. A typical arrangement provides means for automatically 
making the unit inoperative when a door to the precipitator is opened. 
To resume operation the procedure necessitates closing the door and 
turning an electric switch, the latter of which should be located at a 
reasonable distance from the equipment. The voltages necessary for the 
operation of the precipitator are usually obtained from an alternating 
current building service line by means of a step-up transformer. Precipi- 
tation with alternating current is possible but is not nearly so effective; 
so the current is usually rectified by means of vacuum tubes. The trans- 
former and tubes are collectively termed the power pack. 

Only a very small amount of electric energy is necessary to operate an 
electric precipitator and the resistance to air flow through the device is 
practically negligible. Some care is necessary in arranging the duct 
approaches on the entering and leaving sides of precipitators to assure 
that the air flow is distributed uniformly over the cross-sectional area. 
The efficiency of the precipitator is sensitive to air velocity and the 
device itself has much less tendency to rectify the air stream than filters, 
which have much higher resistances. 

Electric precipitators are available in both automatic and non-auto- 
matic types. The plates of non-automatic precipitators are commonly 
coated with a light oil as an adhesive. Cleaning is accomplished with a 
water hose and, for this reason, the bottom of the equipment is made 
water tight and provided with a drain. In one automatic type, precipita- 
tion units are mounted on chains and are alternately dippkl in oil and 
exposed to the air stream with an action similar to that of an automatic 
impingement filter. An arrangement of sliding contacts maintains the 
necessary electric circuits. 

PERFORMANCE AND TESTING 

The rating of an air cleaner is the air flow for which it is designed 
expressed in cubic feet per minute. Face velocity is defined as the average 
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velocity of the air entering the cleaner, and it is determined by taking the 
air flow an^ dividing it by the area of the duct connection to the cleaner 
in square f^t. Cleaners are often rated at a face velocity in the range 
of 250 to 500 fpm. The resistance of an air cleaner to air flow is usually 
measured in inches water. The resistances of filters when new and clean 
and when operated at rated capacity are generally available from the 
manufacturer (see Catalog Data Section), 

The ability of air cleaners to clean air is called the efficiency or the 
arrestance, and may be denoted by the symbol E, The efficiency of an 
air cleaner differs with the size and nature of the dust on which the 
cleaner operates. Obviously, large particles and lint are more easily 
captured than minute particles which are small in all dimensions. The 
efficiency of an air cleaner, algebraically expressed, is: 



where 

Di *= amount of dust per unit volume in uncleaned air. 

Dt =» amount of dust per unit volume in cleaned air. 

Several methods have been investigated for evaluating Di and D 2 . 
The particle count method is not used for efficiency evaluation except 
in investigation of filter performance on specific particles such as pollen 
or on certain industrial dusts harmful to health. Dust particles can be 
captured on microscope slides by means of one of the various kinds of 
impingement devices. The process is useful if an inspection and analysis 
of dust is desired, but particle counting is not sufficiently precise for evalu- 
ating the efficiency of a cleaner operating on a heterogeneous dust. 

The weight method of evaluating efficiency has found wide utility and 
was recognized by the American Society of Heating and Ventilating 
Engineers and incorporated in a code For this test, a known weight of 
a prepared dust is injected into air supplied to the filter and the quantity 
of dust in the cleaned air is determined by extracting and weighing the 
dust from a known volume of the cleaned air. Dust extraction from the 
air is accomplished by drawing the air through a porous crucible or 
thimble by means of a high vacuum. 

The dust-spot or blackness test for cleaner efficiency was developed at 
the National Bureau of Standards^, The test consists of drawing samples 
of cleaned air and of uncleaned air through filter papers simultaneously. 
The ratio of the areas of paper through which the air samples are drawn 
and the ratio of the amount of air drawn through the papers are adjusted 
during successive trials to yield spots of approximately equal blackness 
on the papers. The ratios of the areas and of the volumes of the air 
samples are then indicators of the filter effectiveness. A special photo- 
meter is provided for comparing the blackness or opacity of the papers 
by transmitted light. For tests of ordinary air filters by this method, a 
dust is injected into the air stream. The dust consists of precipitated 
smoke particles from a Cottrell precipitator used in a local power plant 
for smoke abatement. For tests of electrostatic air cleaners, no dust is 
added to the air. Tests are commonly mide with the dust existing in the 
air at the location of the installation on a clear day. Some specifications 
for this type cleaner have required that in dust spots of equal area the 
downstream spot shall not be any dirtier than the upstream spot when 
10 times as much air is drawn through it as is drawn through the upstream 
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spot. When this condition is met the cleaner is said to have an efficiency 
or arrestance of 90 per cent or better on atmospheric air. 

Dust-holding capacity is defined as the amount of dust which a filter 
can retain and have a resistance less than some arbitrary value. The term 
applies only to non-automatic air cleaners. Determination of dust- 
holding capacity is an objective of each test under the A.S.H.V.E. 
Standard Code Curves are obtained during such tests to show the 
relation between dust load and resistance. Typical curves are shown in 
Fig. 2. Type A is a dense pack used in bacterium control; Type B is a 
medium pack used for general ventilation work; and Type C is a low 
resistance unit, for use where low resistance is the important factor and 
maximum cleaning efficiencies are not essential. 

At the National Bureau of Standards two injectors are provided on the 
air cleaner testing apparatus. One injector is used to contaminate the 
air stream with Cottrell precipitate, previously described. This dust is 
used to make both efficiency determination and dust-holding capacity 
tests. The other injector contaminates the air stream with cotton linters 
with which lint-holding capacity tests are made. The curves in Fig. 3 



Fig. 2, Resistance to Air Flow of Typical Unit Air Filters 

illustrate the difference in the characteristics of two filters, one a viscous- 
impingement type and the other a dry filter with a cellulose fiber medium. 
The two injectors can be operated either separately or simultaneously. 
A total dust deposit of 4 per cent cotton linters and 96 per cent Cottrell 
precipitate gives a deposit on a filter closely resembling those that occur 
in Washington, D. C. 

SELECTION AND MAINTENANCE 

For removing fine dust or liquid particles which show no gravitational 
settling tendency electrical precipitators are highly effective in air cleaning 
applications. The electrostatic equipment is comparatively expensive to 
install and maintain. However, in many applications where the cleanest 
air possible is needed, this expense is justified by the results obtained with 
properly installed and operated electrostatic air filters. 

The advantage of the automatic impingement type filter consists in the 
small amount of attention which it requires. Such devices are therefore 
to be recommended where labor is scarce or where reliable and frequent 
attention to filters cannot be assumed. This type of equipment is not any 
better in dust arrestance than some unit filters, and it ranks next to 
precipitators in first cost. 
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Unit filters constitute the majority of air cleaners now in use, and some 
choice is possible between the types available. Where lint in an eminently 
dry state predominates, a dry filter obviously may be preferable to other 
types on account of its lint-holding capacity. If the lint is greasy or if 
oil vapor exists in the air, the dry filter, if it is of the cleanable type, may 
be troublesome, since grease tends to make it difficult to clean. The 
cleaning difficulty is avoided if a throw-away type of medium is used. 
Some dry filters are capable of high efficiencies, compared to other unit 
filters on fine particles, but their dust-holding capacity for such dust may 
be inferior to that of the viscous impingement type. 

Viscous impingement unit filters represent the general type of air 
cleaner now in use. They have approached standards in size and their 
over-all dimensions are small when compared with their ratings. 

Throw-away units are often installed in series so that the one in front, 
which usually becomes plugged with lint, can be discarded after which 
the downstream unit is moved to the front and replaced by a new unit. 



Fig. 3. Dust and Lint Holding Capacity of Two Filters 


Viscous impingement unit filters do not have efficiencies as high as can 
be expected with some other types of unit filters, but their first cost and 
upkeep are generally lower, whether of the cleanable or the throw-away 
type. They require more careful attention than the automatic oil type 
if the resistance is to be maintained within reasonable limits. 

METHODS OF INSTALLATION 

Many air cleaners are available in units of convenient size for handling 
when installing, cleaning or replacing. Such units are usually designated 
as filters or unit filters. A typical unit filter may be 20 in. square and 
from one to several inches thick, depending on the manufacture and 
proposed use. In large systems, a number of such units are installed 
adjacent to each other and collectively ^lled a bank of filters. 

Air cleaners are commonly installed in the outdoor air intake ducts of 
buildings and, often, in the recirculating air ducts as well. Cleaners are 
logically placed ahead of heating or cooling coils and other air conditioning 
equipment in the system to protect them from dust. The character of the 
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dust arrested by the filters in an air intake duct is likely to be mostly 
particulate matter of a greasy nature, while lint may predominate in dust 
from within the building. 

The published performance data for all air filters are based on straight 
through unrestricted air flow. Filters should be installed so that the face 
area is at right angles to the air flow whenever possible. Eddy currents 
and dead air spaces should be avoided and air should be distributed 
uniformly over the entire filter surface, using baffles or diffusers if neces- 
sary. 

Failure of air filter installations to give satisfactory results can in most 
cases be traced to faulty installation or improper maintenance or both. 

The most important requirements of a satisfactory and efficiently 
operating air filter installation are; 

1. The filter must be of ample size for the amount of air it is expected to handle. An 
overload of 10 to 15 per cent is regarded as the maximum allowable. When air v^olume is 
subject to increase, a larger filter should be installed. 

2. The filter must be suited to the operating conditions, such as degree of air clean- 
liness required, amount of dust in the entering air, type of duty, allowable pressure drop, 
operating temperatures, and maintenance facilities. 

3. The filter type should be the most economical for the specific application. 7'he 
first cost of the installation should be balanced against depreciation as well as expense 
and convenience of maintenance. 

The following recommendations apply to filters and washers installed 
with central fan systems: 

1. Duct connections to and from the filter should change size or shape gradually to 
insure even air distribution over the entire filter area. 

2. Sufficient space should be provided in front as well as behind the filter to make it 
accessible for inspection and service. A distance of two feet may be regarded as the 
minimum. 

3. Access doors of convenient size should be provided in the sheet metal connections 
leading to and from the filters. 

4. All doors on the clean air side should be lined with felt to prevent infiltration of 
unclean air. All connections and seams of the sheet metal ducts on the clean air side 
should be as air-tight as possible. 

5. Electric lights should be installed in the chamber in front of and behind the air filter. 

6. Air washers should, whenever possible, be installed between the tempering and 
heating coils to protect them from extreme cold in winter time. 

7. Filters installed close to air inlet should be protected from the weather by suit- 
able louvers, in front of which a large mesh wire screen should be provided. 

8. Filters should have permanent indicators to give a warning when the filter re- 
sistance reaches too high a value. 

Safety Requirements 

An investigation of safety ordinances should be made by the engineer 
when the installation of an air cleaner of any considerable size is con- 
templated. It is possible that a combustible filtering media may not be 
permitted in accordance with some existing local regulations. Combus- 
tion of dust and lint on a filtering medium is possible, though the medium 
itself may not burn. 

ADSORPTION OF VAPORS OTHER THAN WATER 

Many of the foreign gases in the atmosphere are selectively adsorbed 
by charcoal. Included are many of the organic gases, such as those 
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emanating from animals and people, some of the gaseous constituents of 
combustion! alcohols, ketones, esters, and gaseous products of putre- 
faction. The selective action of charcoal with a mixture of water vapor 
and organic gases is shown in Fig. 4. 

Charcoals differ widely in their adsorptive capacity. Those which have 
marked adsorption characteristics, such as properly prepared coconut 
shell charcoals, are sometimes called activated charcoals or activated carbon. 
These materials can adsorb approximately 50 per cent of their own weight 
of many organic gases at 70 F. The charcoal may be used for a long time 
by reactivation at high temperatures, under which condition it gives up 
the adsorbed gases. Temperatures of approximately 1000 F are desirable 
for reactivation. Charcoals for use in air handling systems should be 
able to stand physical handling, including reactivation, without excessive 
loss by breakage or dusting. 



Fig. 4. Adsorption at Relative Pressures by Charcoal of a Typical Organic 
Gas (A) and Water Vapor (B) 


As applied in air handling systems, the charcoal is placed in perforated 
metal containers which are grouped in frames and set in the air stream. 
The percentage removal of an organic gas, such as carbon tetrachloride, 
IS 96 per cent or above when placed in intimate contact with the carbon 
at 70 F. In commercial apparatus there may be a by-pass effect which 
depends on the physical arrangement of the charcoal containers. This 
by-passing reduces the percentage removed in the total gas passing 
through the adsorber. Resistance to air flow is usually selected within 
the general range of resistance of impingement filters. 

The required quantity of recirculated air to be treated is determined 
by the requirements for contaminant-free air, minus the outdoor air, 
divided by the fraction denoting the pewcentage removal of the gas in 
question in the adsorber bank which is to be us^. 

Adsorbers may be applied to reduce objectionable gases entering 
through the outdoor air inlet. They may also be used to reduce the 
odors caused by exhausts from processing. Adsorber beds, in all cases, 
should be protected from dust, free oil and grease. 
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T he function of atitomatic control, as applied to the heating, venti- 
lating and air conditioning industry, may be broadly subdivided 
into the maintenance of temperature, humidity, and pressure, within pre- 
determined ranges. It automatically coordinates the operation of the 
various controlled devices in proper sequence to produce the desired result. 

BASIC TYPES OF CONTROL 

Available automatic control equipment may be divided into four main 
groups depending on the primary source of power and can be classed as: 

1. A self -actuated regulator is one in which all the energy necessai^ to operate a valv^e 
or damper motor is supplied by the responsive element or bulb. Temperature changes 
at the bulb result in pressure changes of an enclosed fluid which are transmitted directly 
to the valve or damper motor. Instruments of this type are available either with a 
rigid bulb or with flexible tubing from the bulb to the op)erating motor. The flexible 
tubing may be furnished in varying lengths and is generally protected by a flexible 
metal armor. 

2. Electrically operated equipment utilizes electric current as a primary source of 
energy, its flow being regulated as required to operate motors, relays, or other controlled 
items, 

3. In pneumatically operated equipment the primary source of energy is compressed 
air usually at a pressure of 15 to 25 psig. The flow of this air is proportioned as required 
to operate valves, dampers, relays, or other controlled devices. 

4. In hydraulically operated equipment the primary source of power is a suitable 
liquid at a pressure of 15 to 25 psig or higher which is handled in the same manner as 
compressed air. 


TYPES OF CONTROLLERS 

The basic types of controllers which are available may be classed as : 

1. Two position or on-off controllers are the simplest type and are clearly described 
by the name. With controllers of this type the valve or damper motor can assume only 
two positions, either open or shut, 

2. Proportional or gradual acting controllers function to re-position the controlled 
device by small increments of travel to regulate the flow as the controller senses a 
slight change in the controller condition. 

3. Floating controllers act to produce valve or damper movement whenever there is a 
deviation from the control point. Whenever the condition to be controlled is above the 
control point, the valve closes at a constant rate, and continues to close until the tem- 
perature returns to the control point. Below the control point the valve reverses its 
action and moves in the other direction until the control point is again reached. 

4. Automatic reset {or proportional plus reset) controllers function to reposition a valve 
or damper by small increments of travel as in a proportioning controller. In addition, 
a mechanical device in the controller automatically and constantly resets the instrument 
to offset the normal drift (inherent in a proportional controller) between maximum and 
minimum load. The rate of reset is manually a^ustable and must be set to meet the 
load requirements of the individual system. This type of controller provides the accu- 
racy of high sensitivity adjustment with a minimum of hunting. 

Controllers may also be designated by types as: (1) a non-indicating 
controller, when it does not indicate the controlled condition and performs 

606 



Automatic Control 


m 


the control function only; an indicating controller, when fitted with a 
pointer, thermometer, or gauge which indicates the controlled condition; 
a recording controller, when it is combined with a clock mechanism and 
chart which records the controlled condition. 

ACTUATING DEVICES 

The starting point of any control system is the thermostat, hygrostat, 
pressure regulator, or other mechanism which is sensitive to a change and 
responds in the desired manner. 

Thermostats are usually of the room, duct or immersion types. Various 
types of thermostats found in common use are defined in the following 
paragraphs. 

J. A thermostat is an instrument which is responsive to changes in temperature and 
initiates a force that respositions valves, dampers, etc. to maintain selected temperatures. 

2. A room thermostat is usually mounted on the wall of the space to be controlled, with 
the measuring element arranged so that it is affected by the room temperature. 

3. A duct thermostat is provided with fittings suitable for installation in duct work, 
'fhe insertion type is equipped with a rigid bulb and is arranged so that the temperature 
responsive element or bulb extends through the wall of the duct. The remote bulb type 
is arranged so that the bulb and instrument head are connected by means of a flexible 
tube of the desired length. The bulb is inserted in the duct, and the head is located 
where it is accessible for adjustment and inspection. 

4. An immersion thermostat is provided with fittings suitable for installation in a pipie 
line or tank where a fluid tight connection is required. Both insertion and remote bulb 
types are available. A union connection and separable socket when used permit removal 
of the bulb without draining the line or tank. The sockets may be of copper, stainless 
steel or other materials. 

5. A day-night or two-tefnperaiure thermostat controls a heating or cooling source to 
maintain either of two selected temperatures. They may be indexed (set at desired 
control temperature) individually or in groups from a remote point by means of a manual 
or time switch. 

6. A summer-winter or heating-cooling thermostat is similar to the Day-Night type 
except that both the temperature setting and action are changed by the indexing means. 
Such a thermostat could open a volume damper on a rise in temperature in summer and 
close the sam^ damper on a rise in temperature in winter. 

7. A submaster thermostat has its temperature setting raised or lowered a pre-deter- 
mined amount for a given change in some other variable. For example, the water 
temperature on a heating system may be raised as the outdoor temjjerature drops. A 
master instrument is used to reset a submaster thermostat and may be a switch, pressure 
controller, thermostat, or similar device. In the foregoing example the master thermostat 
would be located where it w'ould respond to outdoor temperature and the submaster 
thermostat would be located in the pipe line of the heating system. 

A hygrostat is a controller which is sensitive to changes in relative 
humidity, and is available in room and duct types. Where the controlled 
condition is below 20 per cent or above 80 percent, or the temperature is 
above 100 F, selection of a suitable type and kind of hygroscopic element 
is essential. 

A pressure regulator is a device which is sensitive to changes in pressure. 
It is available in types which control a single pressure or the differential 
type which maintains a pre-determined difference between two pressures. 
For pressures in duct work, static pressure regulators are available in the 
differential type. They are sensitive to changes of 1/100 in. of water. 

ACTUATED CONTROLS 

Thermostats, hygrostats, pressure regulators and other actuating 
devices obtain control of heating and cooling mediums, fuels, liquids, 
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etc., by actuating various control devices such as control valves, dampers, 
damper motors, relays, controllers defined in the following paragraphs. 

A control valve is designed to control the flow of fluids, and may be con- 
sidered as a variable orifice which is repositioned by a motor operator as 
directed by a thermostat, or other controlling device. 

1. A normally open or direct acting valve will assume an open position when all oper- 
ating power is removed. 

2. A normally closed or reverse acting valve will assume a closed position when all 
operating power is removed. 

3. Single seated valves are designed for tight shut-off using appropriate disc materials 
for various pressure ranges. 

4. Pilot piston valves serve a similar function on high pressure installations. 

5. Double seated or balanced valves are designed for applications where tight shut-off is 
not required. They are not affected by varying inlet pressures or pressure differentials, 
and thus are widely used where these conditions exist. 

6. A three-way mixing valve is fitted wdth a double faced disc, operating betw'een 
two ports, and functioning to close one port as the other is opened. It is used to mix 
two fluids as required. 

7. A three-way diverting valve is fitted with two discs which act to close one outlet 
port as another outlet port opens, and thus diverts the flow from the inlet port to either 
of the outlet ports. 

Valve discs, poppets, and seats are available in various shapes to meet 
any desired flow characteristics with various materials as required by 
service conditions. 

A damper is designed to control the flow of air or gases and is similar 
to a valve in this respect. Single blade dampers are generally restricted 
in size because of the difficulty of securing proper operation with high 
velocity air. Multi-blade or louver dampers can be furnished so that 
adjacent blades move in the same direction or in opposite directions. The 
opposed blade type gives better directional and flow characteristics than 
the parallel blade type. 

For long life and trouble free operation, dampers should be constructed 
with heavy metal frames, blades of iron adequately braced, and ample 
bearing surfaces of non-corrosive materials. When fairly tight closing is 
desired felt may be glued and riveted on the edges and ends of the blades. 
Other materials for blades and frames are also used for special services. 

A damper motor is repositioned by a controlling instrument, and is 
connected to the damper blades as required to give the desired movement. 
It can be mounted on the damper frames or mounted outside the duct 
and connected to an extended shaft on one or more damper blades. Suitable 
brackets are available for floor, wall, or duct mounting of the motor. 

A relay is a device which uses an auxiliary source of energy to amplify 
or convert the force of a controller into available energy at a valve or 
damper motor. Various types of relays are designated as follows: 

1. An electro-pneumatic relay when electrically energized starts or stops the flow of 
air as required. 

2. A pneumatic-electric relay when affected by different air pressures starts or stops 
the flow of electrical energy as required. 

3. A switching relay or pilot valve may be used to switch the operation of a controlled 
device from one controller to another; or to reversfthe action of a controlled device in 
response to an impulse from a controller. 

4. An averaging relay is affected by the forces front two or more controllers, and the 
resulting flow of energy is in accordance with the average of these forces. 

5. A positioning relay has a direct connection to a valve or damper motor lever, and 
Is afect^ by both valve or damper position and controller demand. It is repositioned 
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by a thermostat or other controlling device, and is arranged to give a definite motor 
position for a given force from the thermostat without regard for motor hysteresis, 
friction, or pressure variations of the controlled fluid. 

A sequence controller is used to operate two or more devices in a pre- 
arranged sequence. It is generally used in connection with refrigeration 
compressors, and may be arranged to prevent simultaneous starting in 
the event of temporary electrical shutdown or control medium failure. 

Manual switches are available in the two-position or proportional 
types. Two-position switches change the flow of energy from one line to 
one or more other lines; or from one pair of lines to another pair of lines. 
Proportioning switches vary the flow of energy as determined by the 
manual setting of the switch. 

RESroENTIAL CONTROL SYSTEMS 

The control equipment function in a residence may vary from the 
regulation of a coal-fired heating plant to the completely automatic 
control of an all year air conditioning system. Regardless of the type of 
heating or air conditioning system used, the control system should be 
selected to insure safety and comfort of the occupants as well as economy 
of operation. 

Appliance Controls 

Typical controls for the appliances used to supply heat in residences 
are as follows: 

1. Hand Fired Coal Burners, I'he control of a hand fired coal burner for a boiler or 
furnace normally consists of a room thermostat operating a two position electric control 
motor which in turn opens the draft damper and closes the check damper on a demand 
for heat. The motor then closes the draft damper and opens the check dami>er when the 
thermostat is satisfied. A limit control on the boiler or furnace should be connected to 
the motor so that it may check the fire whenever a predetermined temperature or pres- 
sure has been exceeded. A manually operated basement switch is usually includ^ on 
the motor so that the draft may be opened and the check closed when the boiler or 
furnace is being filled with coal. 

2. Coal Fired Stokers. Domestic stokers are usually controlled by a room thermostat, 
a limit control, and a stoker relay. When the thermostat calls for heat, the relay causes 
the stoker motor to increase the flow of fuel and air to the burner to its maximum rate. 
When the thermostat is satisfied, the relay provides for a minimum flow of fuel and air 
to the burner to maintain the fire at its minimum rate. The limit control prevents the 
continuance of the maximum fuel rate if the temperature or pressure in the boiler or 
furnace exceeds a predetermined point and also stops all fuel feed if the fire goes out. 
Automatic ignition usually is not available and the firing of a stoker is normally on or off. 

3. Automatic Oil Burners. Automatic oil burner controls normally consist of a 
room thermostat, a limit control, a combustion safety control, and a control relay. On 
a call for heat by the thermostat, the relay starts the oil burner motor which supplies oil 
and air to the burner. An ignition device consisting of an electric spark or a gas flame 
ignites the oil automatically. If for any reason the oil and gas mixture does not ignite, 
a time delay mechanism in the relay is operated by the combustion safety control after 
a predetermined length of time to cause the oil and air supply to be shut off. If the 
oil and air mixture ignites properly the burner continues to run until the thermostat is 
satisfied or until the limit control affected by the temperature or pressure in the boiler 
or furnace, stops the burner. 

4. Automatic Gas Burners. The controls for an automatic gas burner usually include 
a room thermostat, a limit control, a safety pilot, gas pressure regulator and a gas valve 
(solenoid, motoriz^ or diaphragm type). Upon a demand for heat at the thermostat, 
the gas valve is opened, aclmitting gas to the burner. The safety pilot ignites the gas 
whidi continues to bum until the thermostat is satisfied or until the limit control shuts 
off the gas valve. The limit control may abo reduce (throttle) the gas flame as required 
to maintain a desired temperature or pressure of the heating medium. If the pilot flame 
is extinguished for any reason either before or after the main gas valve is turned on, the 
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safety pilot closes the gas valve, thus eliminating the danger of delivering gas to the 
burner without ignition. 

5. Electric Heating. Electric heating has become popular in those areas where 
electric power is plentiful and inexpensive. The electric heating elements may be 
located in each individual room and turned on and off by thermostats in each room or 
the heat may be supplied by a central heating system. In the case of a central heating 
system the control is usually of the proportioning type which energizes from five to ten 
heating elements in sequence according to the demand for heat by means of a sequence 
controller consisting of a series of switches operated by a proportioning motor. A limit 
switch recycles the sequence controller if the furnace or boiler exceeds a predetermined 
temperature. 

Limit Controls 

A high limit control for steam consists of a pressure control having 
bellows, responsive to the boiler pressure, which breaks an electric contact 
when the steam pressure exceeds a predetermined point, thereby pre- 
venting the burner from delivering additional heat to the boiler. A low 
water cutoff should also be used to stop the burner if the water in the 
boiler drops to a dangerous level. 

A high limit control for a hot water boiler consists of an immersion 
thermostat (usually equipped with a bi-metal helix) inserted in a well in 
the boiler. This control stops the burner when a predetermined water 
temperature has been reached in the boiler. 

In a warm air system the high limit control is a thermostat including 
a bi-metal helix inserted in the bonnet of the furnace. It will shut off 
the source of heat when a predetermined furnace temperature is exceeded. 

System Control 

There are several types of system control in common use for residential 
applications. They are usually of the two position (on-off) type or of the 
proportioning type. 

1. Two Position {On-Off) Control. The most simple type of domestic control is the 
type in which the room thermostat starts the burner or other source of heat when the 
temperature of the air at the thermostat falls below the thermostat setting and stops 
the source of heat when the air temperature rises above the setting. If forced warm air 
or forced hot water is used, the fan or circulator may be turned on and off at approxi- 
mately the same time as the source of heat. 

2. Proportioning Control. When a proportioning typ)e of control is used, the flame of 
the burner may be varied or the burner may be cycled (started and stopped) frequently 
to provide for time modulation so that the heat input to the home is proportioned con- 
tinuously to the heat loss from the home. 1 he fan of a forced warm air system or the 
circulator of a forced hot water system may be run almost continuously, thereby pro- 
viding for the constant flow of heat into the home. Such operation eliminates the cold 
drafts on the floor as caused by cold air dropping from cool walls and windows during 
the off period of an on-off system. 

Room Thermogiats 

Room thermostats usually employ a bi-metal element or a vapor filled 
bellows as the temperature sensitive element. They may be of the plain 
or single temperature type, or of the day-night type providing for auto- 
matic night lowering and morning increase of the control point. The 
automatic setback type usually includes a clock mechanism which accom- 
plishes this result. , 

In locating a room thermostat the following rules should be observed : 

1. It should always be located towards the center of a relatively open room on the 
coolest rather than the warmest side of the building. 

2. It should never be mounted on an outside wall or other cold surface, or where it 
is exposed to cold drafts from an outside door. 
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3. It should never be mounted where it will be affected by heat from a nearby warm 
surface such as chimneys, pipes or ducts in a wall, radiators; or by direct currents from 
a warm air register. 

4. It should never be located where normal circulation of air is impeded by furniture 
or an opened door. 

5. It should be located where it is safe from mechanical injury. 

In a typical home, a satisfactory location for the thermostat can usually 
be found on an inside wall of the living room or dining room. 

Air-Conditioning Systems 

Year-round residential air-conditioning systems which provide for 
heating in winter and cooling in summer should be given the same con- 
sideration in selecting the control system as required for commercial air- 
conditioning systems described later in this chapter since the basic 
principles are the same and the final results must provide for the comfort 
of the occupants. Economy in first cost may result in both lack of eco- 
nomical operation and discomfort. 

ZONE CONTROL 

In residential heating, it is often desirable to divide the house into two 
or more zones for greatt^r accuracy of control and comfort. Each zone 
may then be maintained individually at the desired temperature level. 
The division by zones should be based upon exposure and occupancy and 
the most common division is usually found to be: 

1. Living section (Living room, dining room, den, etc.) 

2. Sleeping section 

3. Service section (Kitchen, pantry, serv^ant*s quarters, etc.) 

Zone control for steam and hot water heating systems is employed 
where it is desired to control the heating effect of a multiplicity of radi- 
ators or convectors, located in various heated spaces, through the use of a 
single regulator. Under certain conditions, particularly in buildings of 
limited size, it is possible to consider the entire building as a single heating 
zone. In such cases, the zone regulator, or master controller, may operate 
directly the automatic firing equipment of the boiler or the reducing valve 
in the street steam main. In large buildings the demands of satisfactory 
temperature control, however, will make it necessary to sub-divide the 
heating system into suitable zones. 

There are a number of factors to be considered in zoning, in order that 
heating requirements in a single zone will be approximately consistent 
throughout its extent. 

1. Exposure may be a factor to be considered, with particular reference to prevailing 
winds, sun effect, and the shelter afforded by surrounding structures and topographical 
features. 

2. Occupancy may be a determining factor, in that the indoor temperature require- 
ments for the activities carried on in various portions of the building may vary and the 
hours of occupancy likewise may differ. 

3. The physical characteristics of the building will enter into the sub-dividing of the 
heating system into zones by reason of the fact that satisfactory temperature conditions 
throughout a single zone of given extent may not be enjoyed equally in buildings of dis- 
similar types of construction. Also, the height of the building and its horizontal extent 
and form are considerations which must be borne in mind. 

4. The cost of the zone control equipment for such additional zones as might seem 
otherwise desirable often will influence tne decision as to the final number of zones to be 
employed. In buildings of considerable size, accepted practice dictates that there shall 
be at least one zone for each exposure, although each exposure very possibly should be 
sub-divided vertically into two or more zones, for the higher structures. Also, the 
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presence of two or more wings, having the same general exposure, may suggest the 
desirability of more restrictive zoning. In smaller buildings, and in those of larger 
extent where c6st and other conditions limit the number of zones, a common compromise 
is to combine the North and West exposures in one zone, and the E^st and South ex- 
posures in a second zone. Frequently, when the street floor level is given over to public 
spaces or to activities which are markedly different from those carried on in the re- 
mainder of the building, it is advisable to provide a separate steam main, with convent- 
ional room thermostats in each individual area. 

For steam heating systems, the radiator output may be varied pro- 
portionately to the changes in outdoor temperature, by any of a number 
of general methods. Those in most common use are : 

1. Turning the steam on and off at appropriate intervals as dictated by temperature 
or time considerations, proportioned to the need for heating. 

2. Varying the pressure of steam in the system in accordance with the demand 
for heat. 

3. Throttling the steam pressure, at the demand of the controller, to allow flow 
through orifices in proportion to the heating requirements. 

In hot water heating, the accepted practices are (1) to vary the tem- 
perature of the hot water supplied to the system or, (2) to vary the flow 
of hot water, both proportionately to the heating requirements. 

The regulator for each zone usually is of a type which in some manner 
responds to the outdoor temperature and effect of sun and wind for the 
zone. Many of the available zone controllers are arranged in such a 
way as to be affected also by the temperature of the heating system and 
the indoor temperature in the zone. Whatever the mechanical features 
of the regulator, its function is to dictate the flow impulse, or rate of flow, 
in such a W’ay as to maintain the desired indoor temperature in the zone, 
regardless of the fluctuations in the outdoor temperature. Provisions 
also may be made to maintain a predetermined low economy temperature 
in each zone during periods of non-occupancy; to facilitate quick warming- 
up following such periods; and to follow those portions of the daily cycle 
of control with normal heating effect during the occupancy period. 

A control panel, at a central location, may be arranged so that manual 
switches for each zone may raise or lower the operating temperature, and 
time switches, if desired, may be provided for obtaining, automatically, 
any day-night or other predetermined control program which the oper- 
ators of the building may desire. The characteristics of the regulators 
which are operated by the zone controllers depend upon which of the 
basic systems of zone control is employed in a given installation. Shut- 
off, mixing or throttling valves and various forms of devices to reset or 
pilot the action of reducing valves and to control firing means, are some 
of the more common regulators which are used to control the flow of 
steam or hot water, under the command of zone controllers. The char- 
acteristics of these regulators usually are determined by the manufacturer 
of the type of controller which is selected. 

AUTOMATIC CONTROL APPUCATION 

Some of the considerations affecting the selection of automatic controls 
for applications are given in the following paragraphs which describe 
controls and operation for various types df units, 

Unit Heater Control 

Two-position (on-off) control by means of a room thermostat is the 
standard method of control for unit heaters, A limit control should be 
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incorporated to prevent operation of the unit heater fan motor when 
steam or hot water is not available. The limit control can be a surface 
thermostat or pressure control. Where there is no possibility of drafts 
and continuous air circulation is required, the unit heater fan motor 
may operate continuously. In this case, a room thermostat controls a 
valve (two-position or proportioning) in the steam or in the hot water 
supply line. 

Unit Ventilator Control 

Various makes of unit ventilators are designed for different control 
cycles. Selection of automatic temperature control for unit ventilators 
is largely determined by the design of the particular unit. The choice of 
control cycle may also be determined by local and state ventilating codes, 
particularly where units are installed in school rooms. It is desirable to 
coordinate the selection of control cycle with the unit ventilator manu- 
facturer since, in many cases, modifications of the unit are required for 
the installation of the control equipment; and, in some cases, it is desirable 
to have the equipment factory-mounted. Two typical control cycles 
are: (1) Variable Outdoor Air with Fixed Minimum; and (2) Variable 
Outdoor Air without Fixed Minimum. 

Control Cycle No. 1. In full heating position, the outdoor air damper is closed, the 
recirculating air damper is open, and the supply valve is open. 

In full cooling position the outdoor air damper is open, the recirculating air damper 
is closed and the supply valve is closed or at a minimum position to maintain a minimum 
discharge air temperature. 'I'he sequence of control operations is: On call for cooling, 
under control of a room thermostat, outdoor air damper opens to minimum setting. 
The supply valv^e then closes gradually, after which the outdoor air damper gradually 
opens to the maximum position and, simultaneously, the recirculating air damper 
closes. A low limit thermostat mounted above the coil prevents the discharge tempera- 
ture from dropping below a predetermined minimum. 

Control Cycle No. 2. In full heating position the outdoor air damper is closed, the 
recirculating air damper is open and the supply valve is open. 

In full cooling position the supply valve is closed, the outdoor air damper is op>en and 
recirculating air damper is closed or at any position required to maintain a minimum 
discharge air temperature. I'he sequence of control operations is: On call for cooling, 
under control of a room thermostat, the valve gradually closes. As the valve leaves 
full-open position, control of the recirculated air and outdoor air dampers is transferred 
to a thermostat installed ahead of the heating coil to maintain a minimum air tem- 
perature. On continued call for cooling, the valve gradually closes. 

If direct radiation is used, it is desirable that it be controlled in sequence with what- 
ever control cycle is adapted for the unit ventilators. 

Unit Coolers 

Although most unit coolers can be adapted to any control cycle, continuous fan 
operation is recommended to avoid stratification and wide fluctuations in space tem- 
perature. Should the unit be completely self-contained, control of the direct expansion 
refrigeration unit may be obtained from the temperature of the recirculated air and 
from suction pressure. In the case of multiple unit systems supplied with refrigerant or 
chilled water from a central source, a valve in the supply to each cooling coil may be 
controlled thermostatically from space temperature. 

Refrigeration and Dehumidification Equipment 

Typical control equipment and its functions are described in the 
following paragraphs. 

WeU Water, Where well water is used directly in air washers or cooling coils, control 
of temperature or humidity is usually obtained by thermostats or humidistats operating 
valves (two-f>08ition or proportioning). The two-position valve will provide better 
dehumidiflcation since a lower coil temperature will be maintained but the temperature 
of the discharge air will fluctuate* With proportioning control, better control of dis^ 
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charge air temperatures will be maintained. In both cases the sensible-latent ratio is 
basically a master of coil design rather than automatic control. Proportioning three-way 
valves may bemused as mixing or diverting valves for better pump performance and may 
also be applied to an air washer used with a recirculating pump to control water tem- 
perature rather than volume. 

Ice Bunkers. Where water is sprayed over the ice in bunkers and circulated to air 
washers or cooling coils control is obtained by a thermostat in the water line from the 
bunker. The thermostat proportions a three-way valve to by-pass enough return water 
around the ice bunker to maintain a constant discharge temperature. 

Compressors. Compressors may supply refrigerant to direct expansion cooling coils 
in air conditioning units or to direct expansion coils in water-chilling units. In either 
case, the compressor motor may be started and stopped directly by a room or duct 
thermostat or a pressure controller may be used to regulate the suction pressure of the 
compressor. In the latter Ciise, a room or duct thermostat may be used to control a 
solenoid valve in the refrigerant supply line to the cooling coil. A high and low pressure 
cut-out is standard safety equipment on most compressor installations. Reduced 
capacity of the refrigerating unit may be obtained by means of temperature or pressure 
controlled unloading devices which vary the capacity of the compressor in some pro- 
portion to variations of cooling load. Program or step controllers, actuated by tern- 
perature or pressure, are commonly used in multiple compressor installations. It is 
desirable in such installations to return the program or step controller to the off position 
when the system is shut down to prevent the full electrical load of multiple compressors 
from being thrown across the line at the same time. Thermostatic control of water 
supply to water-cooled condensers may be achieved by means of self-contained con- 
trollers or valve and thermostat application. 

Steam Jet. A steam jet refrigeration system is commonly controlled by means of a 
thermostat in the chilled (secondary) water. The thermostat operates a two-position 
valve in the steam line to the jet. In the case of multiple jet units, program or step 
control can be achieved by controlling the jets in sequence. As in the case of direct 
expansion refrigeration units, a system of control is advisable for the watercooled- 
condensing unit. 

Centrifugal Units. The control of centrifugal refrigeration units or other types of 
vacuum systems is customarily achieved by means of a thermostat in the chilled water 
to control the operating cycle of the equipment at full or reduced capacity. 

Adsorption Units, Control of adsorption units consists of a damper control which, in 
response to humidity, controls the air flow through or around the activated bed of 
adsorption material. Standard controls for cooling are used to reduce the dehumidified 
air to a desired drybulb. 

Absorption Units. Since at constant density, the absorption solution will extract 
water from the treated air in an amount proportional to the solution temperature, the 
moisture content of the air leaving an absorption unit is regulated by solution tempera- 
ture. Solution density is held constant by a combination of float control and steam valve 
controlling the solution regenerator. Two basic methods of control are standard: 

1. Constant solution temperature where the solution temperature is set so that, 
at the full load for which the unit is designed, the discharge air will have the 
desired moisture content. Proportioning control of the water and two-position 
control of the steam is recommended to maintain constant temperature. 

2. Control by varying the solution temperature so that the moisture content of the 
discharge air remains constant regardless of load variation. Basically, this 
control is similar to the constant solution temp>erature control with the addition 
of a hygrostat or wetbulb controller controlling the water valve from space 
conditions. In order to secure a constant discharge drybulb temperature, a 
coil is provided with proportioning valve controlled by a proportioning ther- 
mostat in the unit discharge. 

CONTROL FOR CENTRAL FAN SYSTEMS 

Automatic temperature control for central fan heating, cooling, venti- 
lating and air conditioning systems involves the proper application of 
various types of controlling instruments and associated regulators such 
as valves, dampers and damper operators, relays and other auxiliary 
equipment which are described in earlier sections of this chapter. In 
central fan systems the conditions required dictate the type of built up 
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control system to be used. Otherwise, some arrangement of available 
package equipment probably would be used. For that reason, it is im- 
possible to state in detail the control apparatus which will be required 
in even the most representative applications. 

In general, in so far as automatic temperature and humidity control 
equipment is concerned, central fan systems may be divided into certain 
broad classifications, as follows: 

1. Heating 

2. Humidifying 

3. Ventilating and Atmospheric Cooling 

4. Cooling and dehumidifying 

5. Control of Zone Temperatures 

6. Year-round air conditioning with automatic change-over 

7. Constant temperature and humidity 

The apparatus which enters into the automatic maintenance of tem- 
peratures and humidities for central fan systems which are designed to 
produce each of the effects listed in items 1 to 7 is indicated in the 
following paragraphs: 

1 . In heating control, there are three considerations to be borne in mind : (1 ) to control 
space temperature, (2) to prevent drafts, (3) to guard against freezing. Usually in 
central fan systems, suitable thermostats operate valves in the steam or hot water 
supply to heating coils or face dampers across such coils and bypass dampers around 
them. If the heating coils arc sub-divided into two or more groups, such as preheaters 
and reheaters, a duct thermostat following the preheaters, and located in the entrance 
to the chamber between the groups of coils, controls the preheaters, but it is essential 
that the preheater coils be of the steam distributing type. Similarly, a duct thermostat 
in the fan discharge, where any effect of stratification has been dissipated, operates the 
valves and dampers associated with the reheaters. In some cases, where there is more 
than one bank of preheaters, the practice is to place a freeze protection thermostat in 
the outdoor air intake to control the valve on the first bank of heaters, which is designed 
so that the heat-rise through it will not cause overheating. A room thermostat in the 
heated space may serve as the controlling instrument, with a thermostat in the fan dis- 
charge serv ing to prevent the delivery of air at a temperature which might cause drafts. 
If desired, similar action may be obtained from a thermostat in the return air connection. 
When there is only one heating coil, a limit thermostat in the fan discharge accomplishes 
the control, in conjunction with a thermostat in the heated space or in the return air. 

2. Humidity control may be obtained by means of a hygrostat, usually located in the 
conditioned space or in the return air. Such controlling instruments may operate steam 
supply valves to humidifiers, mixing valves to control the temperature of the water to 
sprays, or a system of dampers to regulate the quantity of air passed through the humi- 
difying chamber or bypassed around it. The control of humidity according to dew-point 
temperature is sometimes accomplished by means of a thermostat in the outlet of the 
humidifying chamber. However, the setting of the dew-point thermostat may have to 
be changed as the humidity in the conditioned space varies. 

3, The control of ventilating and cooling by the use of outdoor air consists of an arrange- 
ment of dampers, usually determining the relative quantities of outdoor air and return 
air which are to be delivered to the conditioned space. The damper positions are regu- 
lated by proper types of thermostats, located in the minimum outdoor air intake, the 
fan discharge, the conditioned space or the return air. Instruments are available which, 
with an adequate arrangement of dampers, will cause a maximum quantity of outdoor 
air to be handled until it becomes more economical to utilize return air. 

4, Cooling and dehumidifying may be controlled by means of thermostats, and hygro- 
stats or dew-point thermostats, which regulate dampers and mixing valves to maintain 
air of the proper temperature and humidity in the discharge from the central fan plant. 
Such controlling instruments normally are located in the fan discharge or in the return 
air, or both, and they may be associated with thermostats or hygrostats in the con- 
ditioned spaces. 

6. Where a separate duct serves each zone of an area with which a central fan system is 
associated, a room thermostat in each zone may operate mixing dampers in the inlet to 
each zone duct, determining the quantity of warm air which is required from that portion 
of a plenum cham^r into which heated air is delivered and the quantity of cool air which 
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should be taken from the other portion of the double plenum chamber. In many in- 
stances, separate zone heating and zone cooling coils are employed, instead of mixing 
dampers. 

6. The control hook-up for a typical year Wound air conditioning system, including 
automatic change-over from heating to cooling, is indicated in Fig. 1 and described 
as follows: 

Whenever the fan is started, solenoid air valve or relay E-1, actuated by the fan motor 
starter, opens minimum outdoor air damper D-1, places hygrostat H, in service, and 
allows duct thermostats T-3 and T-4 to control the maximum outdoor air damper D-2 
and the return air damper D-3. 

When the fans stop, E-1 is de-energized, to close the outdoor air dampers and also 
to close humidifier valve V-4. 

Thermostat T-1 positions steam valve V-3 on the reheater coil, to maintain a constant 
space temperature. As the space temperature rises, T-1 positions reheater valve V-3 
to a closed or to a minimum open position, as determined by low limit discharge ther- 
mostat T-5. Duct thermostat T-6, in the preheater discharge, positions preheater coil 
valve V-1, to maintain a constant preheater discharge temperature. 


TO 



Fig. 1. Control Diagram for Year 'Round Air Conditioning System 


On rising outdoor temperature, between 30 F and 65 F, duct thermostat T-3, located 
in the outdoor air intake, moves maximum outdoor air damper D-2 toward the open 
position. At 65 F, outdoor, D-2 will be fully open and return air damper D-3 will be 
fully closed. 

As the outdoor air temperature rises above 65 F, duct thermostat T-3 positions V-5 
in such a way as to by-pass low limit thermostat T-5, so that reheater coil valve V-3 is 
operated directly from thermostat T-1. As outdoor air temp)erature rises from 65 F 
to 75 F, duct thermostat T-4 gradually closes maximum outdoor air damper D-2 and 
opens return air damper D-3. 

Cooling thermostat T-2 positions cooling coil valve V-2, to admit more chilled water, 
as the space temperature rises. 

Hygrostat H positions humidifier valve V-4 to maintain the desired humidity in the 
conditioned space. 

7. ^ The wangemcnt of automatic control for a constafU temperature and constant 
humidity air conditioning system, using 100 per cent outdoor air, is shown in Fig. 2, and 
the control description follows: 

Whenever the fan is running, relay or solenoid air valve E-1, actuated by the fan 
motor circuit, is energized, opens outdoor air damper D-1, and abo permits hygrostat H, 
in the conditioned space, to control humidifier valve V-2. 

When the fan stops, E-1 closes outdoor air damper D-1 and humidifier valve V-2. 
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Remote bulb thermostat T-2, with bulb located in preheater discharge, operates 
valve V-3 on the preheater coil, to maintain a constant pweheater discharge temperature. 

On rising temperature, thermostat T-1, in the conditioned space, closes reheater 
valve V-1 and, tnrough relav C-1, opens face damper D-2, for cooling. On rising 
humidity in the conditioned space, hygrostat H closes humidifierl valve V-2, and 
likewise, through C-1 may open face damper D-2 for dehumidification. 

For closer control, the face and by-pass dampers should be eliminated and cooling 
means continuously provided whenever the outdoor dew-point rises above a predeter- 
mined maximum. Reheating and humidifying may be required to provide the desired 
conditions. However, such a system will be less economical in operation. 

PANEL HEATING CONTROL 

Automatic controls for radiant and convective heating differ some- 
what due to the thermal inertia characteristics of the panel heating 
surface, and the increase in the mean radiant temperature within the 
space under increasing loads for panel heating. 


THtHMOSTAT HYGROSTAT DISTRIBUTION 



Fio. 2. Constant Temperaturb and Humidity Control for Year ’Round 
System Using 100 Per Cent Outdoor Air 


Effect of Inertia of Panel 

If a panel has considerable heat storage capacity (as compared with a 
convector or conventional radiator) it will continue to emit heat for some 
time after the room thermostat has become satisfied and shut off the 
supply of heating medium. This will cause uncomfortably warm con- 
ditions to exist m a space. Also, there will be a considerable delay 
between the time the thermostat calls for heat and the time heat is 
actually delivered to the space (because of the large part of the heat that 
must first be stored in the thermally "heavy” radiant surface). When- 
ever inertia exists in the source of heat supply, uncomfortable cycling of 
space conditions will result unless means of anticipating load changes 
before they occur in the space, or means of setting the basic energy supply 
rate from load conditions, is provided. 

If a thermally heavy radiant surface is used the primary control should 
be actuated by outdoor temperature (load) to determine the baac tem- 
perature of the heating medium supplied to the radiant surface. To 
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allow for variations in internal load, an inside thermostat should be used 
as a high limit to reduce further the heat input if necessary. If a thermally 
light radiant surface is used, controls may be applied in the same manner 
as for typical convection heating. 

The terms thermally heavy and thermally light, referring to capacity for 
heat storage, are comparative and descriptive rather than exact. For 
example, a concrete floor panel in a frame structure without insulation 
would represent a heavy panel in a light structure. A frame type (metal 
lath and plaster) panel in a concrete structure would represent a light 
panel in a heavy structure. As indicated previously a heavy panel in a 
heavy structure provides comfortable conditions if outside controls are 
used in addition to the inside thermostat. But if a heavy panel is used in 
a light structure, rapid changes in outdoor conditions may cause dis- 
comfort in spite of outdoor controls, because the structure reacts so much 
more rapidly than the radiant heating surface. 

Compensation for Increase of MRT 

In order to maintain comfort, the air temperature in a panel heated 
space should be lowered as the heating load increases. Usually the 
required reduction in air temperature is not great and a conventional 
fixed control point room thermostat may be used unless a rather large 
infiltration load exists, or if untempered mechanical ventilation is used. 
Because of the relationships existing between MRT (mean radiant 
temperature) and air temperature in the space (and the variable MRT 
from point to point in the space), a conventional type of room thermostat 
(either fixed or variable control point as previously determined) may 
provide simple and satisfactory control. 

Lowered Night Temperature 

In general, lowered night temperature control is not recommended with 
heavy panels though it may be satisfactory with light panels. Best 
practice indicates continuous circulation of the heat in a medium with 
control provided to vary the temperature of the medium. 

INDICATING AND RECORDING EQUIPMENT 

In addition to the automatic control of temperature and humidity con- 
ditions, visual indication and permanent chart records of the variables 
involved are desirable. They provide an accurate check on the per- 
formance of the system both from the standpoint of conditions main- 
tained and cost of operation. Instruments are available to provide 
accurate records of these variables, such as pressure, temperature, 
humidity, flow and CO2, which go to make up a complete heating or air 
conditioning system. In some cases the control equipment is provided 
with indicating or recording mechanisms by means of which the perform- 
ance of the controls may be observed or recorded and in other cases sepa- 
rate instruments are used for the purpose. 




Chapter 3S 

MOTORS AND MOTOR CONTROLS 


Motor Rating; Functionu of Motor Control Equipment; Direct Current MotorSf 
Types^ Control Equipment and Specification; Alternating Current 
Motors^ Type$9 Control Equipment and Specifications; Gear 
Motors; Glossary of Motor Terms^ Enclosures^ 

Speed Classification and Mounting 


T he electric motor, available in many different types suitable for 
various services, is now the most widely used form of prime mover. 
The equipment for starting, controlling and protecting these motors varies 
with the type and with the functions it is desired to attain. Motors are 
divided into two general classifications, alternating-current or direct- 
current, depending on the power source to be used. 

In selecting a motor for a particular application consideration must 
first be given to the type of power supply available. All machinery has 
certain load characteristics which may vary with speed. Some types 
may have a constant torque over wide ranges of speed, while others 
may have changing torques with changing speed. Consideration should 
be given to selecting the motor and the motor control which best suit the 
requirements of the drive. 


MOTOR RATING 

The rating of an electric motor depends upon the total temperature 
which the motor attains under operating conditions. This total tem- 
perature depends on both the ambient temperature and the temperature 
rise of the motor. As motor temperature rise is in turn determined by 
the ability of the motor to dissipate heat, circulation to the motor should 
not be restricted. Improper selection of motors with regard to tem- 
perature ratings may result in high motor operating temperatures with 
accompanying reduction in motor life. 

In general, the electrical insulation is the portion of the motor most 
susceptible to injury from high operating temperatures. Of the several 
types of insulation which are available, the most common type, specified 
as Class A by the National Electrical Manufacturers Association, consists 
of cotton, felt, paper or similar organic materials and permits a 55 C rise 
in temperature over a 40 C ambient temperature. Class B insulation 
consists of mica, asbestos, fiber glass, or similar inorganic materials and 
permits a 75 C rise in temperature over the 40 C ambient temperature. 
Other types of insulation such as silicone resin are available and permit 
extremely high operating temperatures. 

The mechanical construction of the different types of motor enclosures 
and the rise in temperature with Class A insulation for each type are 
enumerated in the glossary at the end of this chapter. Since the dif- 
ference in temperature between the hottest spot and the nominal tem- 
perature, as measured by a thermometer, is greater for a completely 
unprotected machine than it is for an enclosed machine, the permissible 
temperature rise is smaller for an open motor. 

FUNCTIONS OF CONTROL EQUIPMENT FOR MOTORS 

In general, control equipment for all types of motors should provide: 
(1) means of disconnecting the motor from the power supply; (2) means 
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Table 1. Classification of Motors 


Power 

Supply 

— T” 


Speed 

Finx Volta* ;e 

HP 

Range 

I 

Type of 


Type 

Charac- 

teristics 

Starting 

Torque 

Starting 

Current 

Application 

See Footnote t 


Constant Speed Drives 



1. Shunt 

Constant 

1 Normal 

1 Normal 

All 

(a) Fans and 




(with controller) 


(c) centritugal pumps 







and centrifugal 
compressors 

d-c 

2. Compound 

Variable 

High 

Normal 

All 

(b) (c) (e) Reci procat- 




i (with controller) 


ing pumps and fre- 







quent or hard 
starting 


3. Series 

Variable 

High 

Normal 

Small 

(d) Fans direct con- 




(with cc 

mtroller) 


nected 


4. Squirrel-Cage 

Constant 

Normal 

High 

All 

fa) Fans and 


General Purpose 


O.g-1.5 

6-8 times 


(c) centrifugal pumps 


Class A 


times 



and centrifugal 
compressors 


5. Squirrel-Cage 

Constant 

Normal 

Normal 

Medium 

(a) Fans and centri- 


Class B 


0.8-1 .6 
times 

5-6 times 

Small 

fugal pumps and 
centrifugal com- 







pressors 


6. Squirrel-Cage 

Constant 

High 

Normal 

Medium 

1 (5) Reciprocating 


Class C 


2-2.6 

5-6 times 

Small 

pumps 




times 

1 


(e) and compressors 







started loaded 

Poly- 







PHASB 

7. Wound Rotor 

Constant 

High 

Low 

AU 

fa) Hoists 

•-C 


or 

1-2.5 

1-3 times 


i (b) reciprocating 



Variable 

times 



pumps and com- 




(with secondary i 


pressors 




control) 1 


(c) and frequent 







(e) or hard start 


8. S3mchronous 

Exactly 

Normal 

Normal 

Medium 

(a) Fans and cen- 


High Speed 

Constant 

0.75-1.75 

5-7 times 

Large 

trifugal pumps and 



1 times 


centrifugal com- 
pressors 




9. Synchronous 

Exactly 

Low 

Low 

Medium 

(a) Reciprocating 


Low Speed 

Constant 

0.3-0.4 

3-4 times 

Large 

compressors start- 



times 


ing unloaded 


10. Capacitor 

Constant 

High 

Normal 

Small 

(5) Pumps and 





compressors 


11. Capacitor Fan 

Constant 

Norma] 

Normal 

Small 

(a) Fans, centrifugal 







pumps 


12. Capacitor Start 
Induction Run 

Constant 

High 

Normal 

Small 

fa) Fans 

Single 



Fractional 

(b) pumps and 

PHASE 






compressors 

a-c 

23. Repulsion 
Induction 

Constant 

High 

Normal 

Medium 

Small 

fa) Fans 
(b) pumps and 







compressors 


14. SpUt Phase 

Constant 

Normal 

Normal 

Fractional 

J«) Pant 



and 




(b) pumps and 



Adjust* 




compressors 



able 




(d) fans^irect 


fAsyplfcatloiii: 

a. Drives having medium or low starting torque andjnertia (WR>) «uch as fans and centHfugal pomps 
or reciprocating pumps and compressors started unloaded. 

b. Drives having high starting tearques. such as reciprocating pumps and compressors started loaded 
e. Similar to (a) except where frequent or hard starting (large WfP) requires a higher starting and 

accdeimting torque. 

d Fans direct connected. 

#. Stoker drives. 
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Table 1. Classification of Motoks — (Concluded) 


Power 

Supply 


Speed 

Full Voltage 

Hp 

Range 

Type of 

Type 

Charac- 

teristics 

Starting 

Torque 

Starting 

Current 

Application 

See Footnote t 


Adjustable Speed Drives 


d-c 

15. Shunt Field 
Adjustment 

16. Armature 
Resistance 
Adjustment 

17. Variable Voltage 
Control 

Constant 

Variable 

Constant 

Normal i 
(with coi 

Normal 
(with co: 

j 

Normal j 
(with coi 

1 Normal 
ntroller) 

1 Normal 
ntroller) 

Normal 

ntroller) 

All 

All 

All 

(a) Fans and 

(e) centrifugal pumps 

(a) Fans and 

(«) centrifugal pumps 

(d) Fans and 

centrifugal pumps 


18. Squirrel-Cage 
High Slip. 
Transformer 
Adjustment 

Variable | 

Normal 

Normal 

Medium 

Small 

(a) Fans 


19. Squirrel-Cage 

Constant 

Normal 

Normal 

All 

(o) Fans 

(b) pumps and 

(r) compressors 

Poly- 

phase 

a-c 

Separate Wind- 
ing or Regrouped 
Poles 

Multi- 

Speed 

or High 

or Low 



20. Wound Rotor 

Variable 

High 

(with 8C< 
cont 

Low 

Mmdary 

rol) 

All 

i (a) Fans 

1 (b) centrifugal pumps 
and compressors 


21. Repulsion 

Variable 

High 

Normal 

Ix)w and 
Fractional 

(a) Fans — centrifugal 
pumps 

(b) compressors 

Single 

Phase 

22. Capacitor Low 
Torque Tapped 
Winding 

Variable 

Two 

Speed 

Low 

i 

Normal 

Fractional 

(d) Fans, direct 

1 

a-c 

23. Capacitor Low 
Torque Trans- 
former Adjust- 
ment 

Variable 

i 

Low 

1 

Low 

Fractional 

(d) Fans 


24. Split Phase 
Regrouped Poles 

Constant 

i Normal 

Normal 

Fractional 

(d) Fans 


for starting the motor; (3) overload protection for the motor; (4) pro- 
tection against low voltage; and (6) means for varying the motor speed. 

Full voltage starting for motors is preferable because of its lower first 
cost and simplicity of control. Except for d-c machines, most motors are 
mechanically and electrically designed for full voltage starting. The 
starting inrush current, however, is limited in many cases by regulations 
of power companies because of the voltage fluctuations which may be 
caused by heavy current surges. It is therefore often necessary to reduce 
the starting current below that obtained by across-the-line starting. 
The power supplier should be consulted to determine the allowable 
inrush current^or any given location. 

The choice between full voltage and reduced voltage starting is 
governed almost entirely by inrush current limitations. The starting 
torque of all motors varies with the starting current and it is therefore 
necessary to insure that the motor is supplied with sufficient current to 
develop enough torque to accelerate the load. 

In present practice overload protection of motors is obtained by use 
of thermal overload inverse time limit type protection. The usual setting 
of such protection devices is at 125 per cent overload, the element trip- 
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ping after a definite interval of time. The National Electric Code requires 
the addition of fuses or circuit breakers to protect the overload elements 
from severe short circuit currents. 

Two types of protection are available against low voltage at the motor 
terminals. One type, called low voltage release, permits the motor line 
contactor to drop out on low voltage and to close again when the voltage 
returns to normal, thereby restarting the motor when the abnormal 
condition is ended. The second type, called low voltage protection, 
causes the motor line contactor to drop out on low voltage but prevents 
restarting when the voltage returns to normal except by the action of an 
operator. This latter type of protection is desirable where it is necessary 
for the operator to make initial starting adjustments on the machine. 

Manual control for an alternating or a direct current motor is usually 
located near the motor. When so located an operator must be present 
to start and stop or change the speed of the motor by operating the 
control mechanism. Manual control is sometimes employed only as a 
device to give overload protection and another device is employed to 
start and stop the motor. Manual control is used particularly on small 
motors which operate unit heaters, small blowers, and room coolers in an 
air conditioning system. In other cases manual control in the form of 
drums, when used with multi-speed motors, is only used as a speed setting 
device while the starting and stopping functions operate automatically 
through thermostats and pressure switches. 

Because of the increasing complexity of air conditioning systems, the 
equipment is operated preferably by automatic control and less depen- 
dence is placed on manual operation and regulation. 

Automatic control of motor starters may be accomplished by the use 
of remote push button stations, by a thermostat, float switch, pressure 
regulator, or other similar pilot devices. An added advantage of auto- 
matic control is that the main wiring for the starter may be installed 
near the motor, while the starter may be operated by a control device 
located elsewhere. 


DIRECT CURRENT MOTORS 

Direct current motors are classified (see Table 1) according to type of 
winding as: shunt wound, compound wound, and series wound. 

Shunt Wound motors, being suitable for application to fans, centrifugal 
pumps, or similar equipment where the amount of starting torque 
required is relatively small, are used for the majority of direct current 
applications in the field of heating, ventilating, and air conditioning. 
They may be used on reciprocating pumps and compressors if started 
under unloaded conditions. 

Without auxiliary control the shunt wound motor is designated as 
constant speed,* Fig. 1 illustrates the characteristics of direct current 
motors, showing speed, horsepower, and torque as a function of current. 
The speed regulation* of small size shunt wound motors from % hp to 
5 hp is 12 per cent as specified by t|ie NEMA while on larger motors it 

10 per cent. 

Compound Wound motors are required for application to reciprocating 
compressors, stokers, reciprocating pumps when started under loaded 


*2Ltier to Glottary at end of chapter. 
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conditions, and other similar equipment requiring high starting torque. 
The characteristics of this type of motor are such that for starting torques 
above full-load torque the starting current required is somewhat less 
than for the shunt wound motor. Compound wound direct current 
motors are normally used whenever frequent starting makes high 
starting and accelerating torque desirable. Without auxiliary control, 
compound wound motors are designated as varying speed * and have a 
speed regulation of 25 per cent. 

Series Wound motors find only limited application in a few special 
cases and are available in a limited range of sizes. The motors are used 
where extremely high starting torques are required and must be applied 
only to direct coupled continuous loads due to the fact that the speed 



SHUNT SERIES COMPOUND 

Fig. 1, Characteristics of Direct Current Motors 


of the motor becomes dangerously high when the motor is operated at 
a light load. 

Typical d-c motor specifications are shown on page 625. 

DIRECT CURRENT MOTOR CONTROL 

Direct current motors are usually started through starting controllers 
which use a resistance, in series with the motor armature, which is 
gradually cut out as the motor comes up to speed. Motors up to 2 hp 
may be linestarted providing the inrush current causes no serious voltage 
fluctuations in the power supply line. 

Constant Speed and Varying Speed Motors. As shown in Fig. 2, the 
recommended practice for manual starting of motors over hp requires 
the use of a fused safety switch or circuit breaker and a face-plate tyf^ 
starter. For automatic push button starting a safety switch or circuit 
breaker and an automatic starter are recommended. 


*Rcf«r to GloMftfy at tnd of diapter. 
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Adjustable Speed Motors are normally shunt wound and are operated 
at various speeds by varying a resistance connected in series with the 
motor field. A maximum range of speed of about 6 to 1 can be obtained 
by this means. Rated speed regulation is 22 per cent for motors of this 
type from 2 to 6 hp; 15 per cent is standard in larger sizes. The NEMA 
practice on rating adjustable speed d-c motors is defined in the Glossary 
at the end of the chapter. 

The control for the adjustable speed motor consists of the addition of 
a field rheostat for speed control to the equipment specified for the 
constant speed motor. 


UNDER 1^2 HP 


I 



SMALL 

CIRCUIT 

BREAKER 




HP 1 LARGER 


n] sAreTY 
' SWITCH 



^ RHEOSTAT 


MOTOR 


ADJUSTABLE SPEED 


CONSTANT SPEED 
MANUAL STARTING 



CONSTANT SPEED 
PUSH BUTTON STARTING 



Fig. 2. Recommended Controls for d-c Motors 


Adjustable Varying Speed Motors are d-c motors in which the speed is 
varied by the addition of resistance in series with the armature. The 
speed of the motor by this means is always less than the rated full field 
speed and varies widely with a change in load, especially with high series 
resistance. Fig. 3 illustrates typical speed characteristics of this type of 
motor for different values of armature resistance. 

The addition of series resistance in the armature circuit reduces the 
motor speed by lowering the voltage on the armature. At one-half speed 
the voltage is approximately one-half of line voltage. Con^ucntlv, 
with rated full load current the power delivered by the motor will be only 
one-half of the maximum, e.g., it will be 5 hp from a 10 hp motor, because 
the other 5 hp will be lost in the resistance. It is, therefore, evident that 
the efficiency of the motor is reduced at, reduced speeds due to the loss 
in the resistor. 

Control for the adjustable varying speed motor is similar to thit for 
the constant speed motor with the exception that the starting resistor 


10 Gloiiary ot end of chaoter 
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- Hp RPM, {g} Cycles, ^ Volu, g} Phase. 

IssoJ 

Squirrel-Cage Induction Motors of the NEMA 

Class A — Normal Starting Torque, Normal Starting Current 
^ Class B — Normal Starting Torque, Low Starting Current 
Class C — High Starting Torque, Low Starting Current 
Class D — High Slip 

Driving Motor Shall Be Arranged For Mounting 

(Application) \Vertical / 

And Shall Be Provided With A. Typ>e of Enclosure, NEMA 

(Open, Splashproof, etc.) 

{cSS b} And Bearings. 


must be designed for speed regulating duty which means that it must be 
capable of carrying the motor current continuously. Speed controllers 
are available both for constant torque applications and varying torque 
drives, such as required by fans, in which the torque is reduced con- 
siderably at reduced speed. 

The Adjustable Voltage type of speed control is also often known as the 
variable voltage or Ward-Leonard system. For machines requiring a 
wide range in speed control and a large number of steps of control this 
type of system is used most extensively. The drive consists of one or 
more d-c motors, the armatures of which are supplied with power from 
a d-c generator and the fields of all machines are excited from a t^stant 
voltage exciter. A schematic diagram of connections for an adjustable 
voltage drive is shown in Fig. 4. In most cases the d-c generator is a 
part oi a three-unit set including a constant speed a-c driving motor, and 
a constant voltage exciter. As the volts^e on the generator and con- 
sequenriy on t^ d-c motor or motors is adjusted by a rheostat in tibe 
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generator field circuit, a great many steps are thus obtained in an efficient 
manner, With constant field excitation on the motor the speed of the 
motor Will vary approximately as the voltage on the generator. 

Extremely wide speed ranges are possible with the adjustable voltage 
type of drive. Ranges as high as 10 to 1 are common and, by the addition 
of field control on the motors, ranges as high as 40 to 1 are permissible. 
This type of drive provides the advantage of good speed regulation over 
the entire speed range, as shown in Fig. 3 in which this type of drive is 
compared with the adjustable varying speed drive. 

Typical specifications for d-c motor control are shown on page 625. 


Fig. 3. Speed Torque Characteristics 
OF Adjustable Varying Speed Drive 
AND Adjustable Voltage Drive 



PER CENT FULL LOAD TORQUE 

ADJUSTABLE VOLTAGE DRIVE 

ADJUSTABLE VARYING SPEED DRIVE 


ALTERNATING CURREIVT MOTORS 

Alternating current motors are divided into two main classifications: 
polyphase and single phase (see Table 1), according to the type of power 
supply used. They are further subdivided as to the type of motor 
winding. 

When polyphase power is available it is usually found more economical 
to apply polyphase motors in preference to single phase motors. A 
typical 5 hp, 1200 rpm capacitor start-induction run single phase motor, 
for instance, will cost approximately twice as much as the corresponding 
three phase Class B squirrel-cage motor. In addition, the polyphase 
motor has the advantages of higher power factor and higher efficiency. 

Polyphase Motors 

The three types of polyphase motors are: squirrel-cage induction 
motors, wound rotor induction motors, and synchronous motors. 

Squirrel-Cage motors are specified by NEMA in classes providing a 
variety of speed and torque characteristics. Class A motors provide 
normal starting torque at normal starting current and are suitable for 
constant speed application, to equipment such as fans and blowers, in 
which starting current need not be limited. Class B motors provide normal' 
starting torque at low starting current and are used for the same type of 
application as Class A where starting current must be limited. Class C 
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motors provide high starting torque with low starting current and are 
used on compressors, started without unloaders, and on reciprocating 
pumps. Class D motors have high slip* and are used with flywheels for 
widely pulsating loads on equipment such as reciprocating compressors 
and pumps where other motors would draw high peak currents. 

Figs. 5,6, 7, and 8 illustrate the characteristics of squirrel-cage motors. 
It will be noticed by inspection of Fig. 6 that both power factor and 
efficiency are improved if the motors are operating as near rated load as 
possible. In addition, as shown in Fig. 8, power factor and efficiency 
are better for higher speed motors. 

Typical specifications for squirrel-cage motors are shown on page 625. 

Wound Rotor motors are used for applications requiring high starting 
torque at low starting current, because a wound rotor motor with its 


TO A-C 



Fig. 4. Component Parts of an Adjustable Voltage Drive 

controller and resistance can develop full load torque when starting with 
about full load current. For comparison, a squirrel-cage motor would 
require from 3 to 5 times as much current to develop full load torque at 
starting. The wound rotor motor is also used for varying sp)eed service 
to drive fans, blowers, and other continuous duty apparatus. Typical 
specifications for wound rotor motors are shown on page 628. 

The addition of resistance to the secondary winding of the wound 
rotor motor changes the sf>eed torque characteristics as indicated in Fig. 9. 
The motor speed, with the resistance added, is dependent on load and 
consequently the motor has very poor speed regulation when secondary 
resistance is added to reduce the speed to values below 50 per cent. 

Synchronous motors are used for continuous duty applications at con- 
stant speed where efficiency and power factor are important. Another 
advantage of these motors is that of lower initial cost in large sizes and 
for low speeds when compared with squirrel-cage type motors. 

The outstanding advantage of the synchronous motor is that its power 
factor can be changed to compensate for the low power factor of other 
drives in the same location. Lagging power factor is an inherent charac- 
teristic of all induction apparatus, such as induction motors and neon 
signs. Unless synchronous motors or capacitors are installed, the plant 
power factor may be comparatively low. This does not necessarily mean 
that corrective equipment must always be installed, but in most cases 
it is desirable to determine what advantages may be gained by improving 
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i Typical Specifications for Wound Rotor Motors 


(208) 

Hp, RPM, Cycles. Volts, ||| Phase. Wound Rotor 

[550] 


Induction Motors For Driving Motor Shall Be Arranged for 

(Application) 

Mounting And Shall Be Provided With A._ 

^vertical ; Splashproof, etc.) 

Type of Enclosure, NEMA |q^ gj Insulation and Bearings. 


Typical Specifications for Synchronous Motors 


Hp, RPM, Per Cent P.F Volts, ||| Phase. Cycles. 

[Belted ) 

Synchronous Motors of the f Coupled [ Type for Driving 

[Engine J (Application) 

Motor Shall be Arranged for and Shall Be Provided With 

A Type of Enclosure. Motor Shall be Capable 

(Open, Splashproof, etc.) 

of Developing A Starting Torque of Per Cent Full Load Torque, A Pull-In 

Torque of Per Cent Full Load Torque, And A Pull-Out Torque of 

Per Cent Full Load Torque. The Motor Field Shall Be Excited From A 


( Direct Connected Exciter 
Belted Exciter 
M-G Set Elxciter 
d-c Bus 


(ihall Not} Included With The Motor. 


the power factor. With purchased power, if the rates include a clause 
embodying a penalty for low power factor, or a bonus for high power 
factor, the saving in power costs may often make a very good return on 
the investment required for the corrective equipment. 

Synchronous motors are used to drive fans, blowers, pumps, compres- 
sors and other applications. Compressor applications having a high 
peak torque require the use of flywheels to smooth out power peaks; and 
should always be referred to the electrical manufacturer for recommen- 
dations. 

Synchronous motors are provided with built-in damper windings on 
the rotor and operate during the starting period similarly to squirrd-cage 
motors. After the motor is nearly up to speed, field excitation is applied 
and the motor draws into step at syn^ronbus speed. After exdtation is 
applied the motor runs at exactly constant speed and will remain at this 
sp^ uhtil a load approaching the pull-out load is reached, whereupon 
the inotor pulls out of synchronism and Stops. 

In applying synchronous motors consideration must be given to the 
torque the motor can develop on pull-in, that is, at the ihstant when 
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excitation is applied. Table 2 tabulates typical application requirements 
of synchronous motor drives, listing starting, pull-in, and pull-out torques. 

Typical specifications for synchronous motors are shown on page 628. 

Multi-Speed motors provide flexibility in many types of drives. Syn- 
chronous motors can be furnished only with a 2 to 1 ratio in spe^, 
single winding. Squirrel-cage induction motors may be 2, 3 or 4 speed. 
Two-speed induction motors are usually of single winding type, having 
a 2 to 1 speed ratio such as 600 rpm and 1200 rpm, or may be double 
winding. Three-speed induction motors are always two winding, and 
four-sp>eed motors are usually two winding with a 2 to 1 speed ratio 


Table 2. Typical Application Requirements of Synchronous Motor Drives 
Showing Starting, Pull-In and Pull-Out Torques 


1 

Application 

Method of 
Connecting 

^Starting 




Motor to Load 






Eshaott and 
Ventflating 

Coupled 
or Belted 

Usumlly 

Loaded 

50 1 

60-125 

1 

1 150 

! 

WR^ of Fan 

Must be Considered 


Cycloidal 

Poaltive 

Coupled or 

Engine Type 

Unloaded 

40-50 

i 

40-60 

i 

150 

Two-Speed Motors 
Sometimes Used 

1 

Bkming Engifiei 
Radprocatiiig 

Engine Type 

Unloaded 

40 

4040 

150 



Turbo 

High Speed 

Direct Connected 
or Step Up Gear 

CeSSESm 

B 

50 

150 

WR^ of Blower 
Must be Considered 


Air 

Eaglnt Type 

Unloaded 

40 

40 

150 

Flywheel Effect 
Important 

1 

Ammoiiia and 

Amisioiiia 

Booeter 

High Speed—Bdted 

Low Engine Type 

Occaiionaaly Coupled 

Unloaded 
(By Bywpaae) 




Flywheel Effect 
Important 

1 

Frm 

High Speed<-Belted 

Low Speed— JE^iglne 

Unleulitd 
(By By-Fut) 

45 1 

60 

150 

Flywheel Effect 
Important 


9 *!. 

Eedturooitlttf 

Speed— Belted 

Low Speed— Badtot 


" i 

1 

40 

i 

150 

1 

Flywheel Effect 
Important 
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Fig. 6. Variation of Efficiency and Power Factor with Load for a 
Typical 5 Hp, 4 Pole 60 Cycle, Class B, Squirrel-Cage Motor 


in each winding. Motors can be provided in constant torque, varying 
torque or constant horsepower ratings. The constant horsepower type 
of motor is considerably larger than the constant torque motor due to the 
fact that the same horsepower must be developed at either reduced speed 
or high speed. 

In selecting two-speed motors for fan, pump, blower, or compressor 
applications, it is usually found that two winding motors are more 
expensive than the single winding type. The control cost for two-speed, 
two winding motors, however, is more economical, and therefore the 
combined price of both motor and control for the two winding motor is 
only slightly higher. Because of the improved performance of the two 
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Wig. 7. Comparative Performance of Squirrel-Cage Motors of 
30 Hp and Smaller Sizes 
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winding motors and because of the factor of safety provided by two inde- 
pendent windings, the increased cost is frequently worth the difference. 

Single Phase Motors 

Single phase induction motors inherently develop no starting torque 
and are provided with auxiliary windings and devices for starting pur- 



HORSEPOWER RATING 


Fig. 8. Efficiencies and Power Factors for Squirrel-Cage 
Induction Motors 


poses. The motors are classified as to the type of auxiliary winding 
provided. 

Capacitor Start- Induction Run motors develop high starting torque 
with low starting current and are used for all types of constant speed 
heavy duty drives such as compressors, pumps, and stokers. During 
the starting period, a winding with a capacitor in series is connected in 
the motor armature circuit and when the motor comes up to speed a 
centrifugal switch cuts the capacitor and second winding out of the circuit. 

Capacitor motors, which are ideally suited for small fan drives, are 
similar to the capacitor start-induction run type except that the capacitor 
is not cut out when running. 

Repulsion Start-Induction Run motors develop extremely high starting 
torque. They are supplied with a short-circuiting switch which cuts out 
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Typical Specifications for Single Phase Motors 

Hp, RPM, 1^1 Cycles, Volts, Single Phase Motor of 

the Type for Driving Motor Shall 

(Capadtor, Split Phase, etc.) (Application) 

Be Arranged for And Shall Be Provided With 

a Type of Enclosure, NEMA o} Insulation, And 

(Open, Splashproof, etc.) ^ ^ 

{siSve} 


Typical Specifications for Squirrel-Cage Motor Control 

Control for Squirrel-Cage Motors Shall Consist of An Enclosed 

(Fan, Pump, etc.) 

{MaSic} Votege} Providing Overload Protection And 

Low Voltage Shall Include A Safety Disconnect Switch 

Co^Wler. 


Typical Specifications for Wound Rotor Motor Control 

Control for Wound Rotor Motor Control for Applications Shall Consist of a Safety 

(Fan, Pump, etc.) 

Disconnect Switch, a Mounted Across the Line Starter Providing Over- 

load Protection, Low Voltage and a Secondary {ijJS"^egulating} 

Controller for {MKng“Xme*Enclo8ure}- Secondary Control Shall 

Be Interlocked so as to Provide Complete Control from the Rheostat Handle. 


the commutator when the motor comes up to speed. These motors are 
suitable for applications such as industrial compressors where high 
break-away torque is required and where commutator and brush noise 
are not factors. 

Split Phase motors have a high resistance auxiliary winding which is 
in the circuit during starting but is disconnected through the action of a 
centrifup:al switch as the motor comes up to speed. Under running con- 
ditions It operates as a single phase incfuction motor with one winding 
in the circuit. These tmits are available for the small horsepower ratings 
and when equipped with a high slip rotor may be us^ for adjustable 
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Fig. 9 . Performance Characteristics of A Wound Rotor Motor 
WITH External Resistance 


varying speeds through line voltage control. The motors are ideally 
suited for fan duty. 

Speed-torque characteristics of single phase motors are shown in Fig. 10. 

Typical specifications for single phase motors are shown on page 632. 

CONTROL FOR ALTERNATING CURRENT MOTORS 

Squirrel-Cage motors are usually linestarted where power company 
limitations permit. In sizes up to 2 hp the motors are started by means of 
manual switches with an overload current element for motor protection. 



Fio» 10 . Spbbd-Torqub Charactbristics op Single Phase Motors 
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Typical Speclficationa for Synchronous Motor Control 


Synchronous Motor Control for.. 


(Application) 


Motors Shall Provide for 


{RSuKd Voltage} Starting And Shall Be }. (Reduced Voltage 


Starting Shall Be Obtained By Means of 


'Autotransformers 

Resistors 

Reactors 


And Shall Limit 


rhe KVA Inrush to a Maximum of per cent of Full Load KVA.) The Control 


Panel Shall Be For {sS^rd} Assembly And Shall Be of {E^rostd'Side'^} 
Construction. It Shall Provide Overload, Under Voltage Protection And After Pulling 

0“ s“p wi" Kssa'i'f 


Typical Specifications for Single Phase Motor Control 

Control For Single Phase. Motors Shall 

(Fan, Pump, etc.) 


Consist of a 


(Manual ) /Across The Line \ c*. s. o 

iMagnetic/ IReduced Voltage/ Providing Overload Protection (And Low 
Voltage); And A Separate Safety Disconnecting Switch. 


t *‘"estarter is usually provided with either an addi- 
tional safety switch or circuit breaker for disconnecting and short circuit 

"‘"y manual or push 

button controlled magnetic type. In specifying this type of starter con- 
sideration should be given to the fact that starting torque of squirrel- 
cage motors vanes as the square of the applied voltage. For examole a 

starting torque on full voltage would produce 
only 25 Ib-ft torque on starting on half rated voltage. Fig. 11 illustrates 
recommended control practice for squirrel-cage motors. TypicaTsSd- 
fications for squirrel-cage motor controls are shown on page ^2. 

Wound Rotor motors require control of both primary and secondarv 
mo^rn«’ primary* control may be the same as for squirrel-caw 
motors, manual or magnetic, at full voltage. Secondary* control mS 
vides me^s of vaiying secondary redstance for starting and soeed 
OTntrol. The secondary controller should be specified for Starting ^ty 

?on^rnT regulating duty. Fig. 12 illustrates SSended 

control practice for wound rotor motors. Typical specifications for 
wound rotor motor control are shown on page 632 . ^ "carmns for 


*Rttm to Glosiary at end of chapter. 
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Synchronous motor starters should provide pull-out protection, auto- 
matic synchronization or automatic stopping of the motor after pull-out, 
and insurance of complete starting sequence, as well as overload and low 
voltage protection. The control may be either magnetic or semi-magnetic 
at full or reduced voltage. Semi-magnetic starters provide automatic 
field control but require hand operation for closing the line contactors to 
start and transfer to full voltage. 

In applying reduced voltage starters to synchronous motors it should 
be remembered that, since these motors are started on damper windings 
and during the acceleration period function similarly to squirrel-cage 
motors, the starting torque varies as the square of the applied voltage. 


ACROSS THE LINE STARTING 


LINE 


LINE 



LINE 


SAFETY 

SWITCH 


5 


3 



REDUCED VOLTAGE STARTING 


LINE 



LINE 



ArrangemenU 2, 3. 4 and 5 provide automatic push-button starting. 

Fig. 11. Recommended Controls for Squirrel-Cage Motors 


Consideration should be given to insure development of sufficient motor 
torque to accelerate the load. Typical specifications for synchronous 
motor control are shown on page 634. 

Multi-Speed control may be either manual or magnetic, and at full or 
reduced voltage. When using automatic magnetic control with two-, 
three-, and four-speed separate winding or consequent pole motors, 
control may be obtained from a remote point by means of a push button 
master switch. The various speeds of the motor are obtained from the 
master switch by simply depressing the correct push button. This is 
known as selective speed control. It is commonly used in the smaller 
theater installations where the fan and motor are located backstage and 
the speed control is located in the lobby. 

Multi-speed motor controllers may be provided with compelling relays 
which make it necessary for the operator to press the first speed button 
before regulating the motor to the desired speed. This insures that the 
motor is always started at low sfieed before adjusting to a higher speed. 
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COMBINATION 

LINESTARTER 


RHEOSTAT 

^SlSlr MOTOR 
LINE 


LINE 


0 I SPEED 

1 REGULATING 
* CONTROLLER 


MOTOR 

Fig. 12 . Recommended Controls for Wound Rotor Motors 



Timing relays which provide for automatic acceleration may be used 
for control. VVith this feature the motor will always start at low speed 
and automatically accelerate to the desired speed. Decelerating relays 
may be used to reduce the shock effect of the braking action to the motor 
and drive when the speed is reduced from a higher to a lower speed. 

Single Phase motor control usually consists only of a linestarter, either 
manual or magnetic. In some cases it is desirable also to provide a 
disconnect switch. Fig. 13 illustrates the recommended controls. 

Typical specifications for single phase motor control are shown on 
page 634. 


SMALL 

BREAKER 


LINE 
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2 



MANUAL 
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MOTOR 



€S-, 


LINE 



LINE 



SAFETY 

SWITCH 


.NUAL STARTER 
EDUCED VOLTACI^ 


MOTOR 


2» 3 and 4 aave optional for ^Piocofa op to 7^ bp. 220 volta. 
fto. 18. RnaMoaiNDBD C<»ir»ou> for SiSolb Phase Motors 
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GEAR MOTORS 

A gear motor is a self-contained combination of any type of a-c or d-c 
motor and an enclosed speed-reducing gear, providing a more compact 
and readily adaptable unit than is obtained by using a motor coupled to 
a gear reducer. Gear motors are available in sizes up to 75 hp with output 
shaft speeds from about 4 to 1430 rpm, making it possible to couple or to 
connect by gear or chain to nearly any machine. High speed motors are 
used, generally 1800 rpm on 60 cycles, thus obtaining the advantages of 
high motor power factor and efficiency. The gearing efficiency is also 
high, usually about 98 per cent for a single reduction of the helical or 
spur type, that is, a 2 per cent loss for one reduction or 4 per cent loss 
for a double reduction. Consequently, the over-all performance of the 
gear motors is much higher than a combination of open gearing, belting, 
countershaft, or other arrangement, which would otherwise be required- 
Gear motors are used extensively to drive numerous types of slow speed 
drives. Besides being more effective than other combination drives 
in saving space, they are important in reducing maintenance and oper- 
ating hazards. 


GLOSSARY 


General Definitions 

NEMA is the abbreviation for the National Electrical Manufacturers Association . 

Speed Regulation (d-c motors) is the change in speed between no-load and full-load, 
expressed in per cent of full-load speed; for example, a motor having a no-load speed of 
1200 rpm and a full-load speed of 1 140 rpm would have a speed regulation of 5.6 p>er cent. 

Slip (a-c induction motors) is the difference between the motor speed and synchronous 
speed expressed in per cent of synchronous speed, e.g., a 1200 rpm motor operating 
at 1 140 rpm would have a slip of 5 per cent. 

Torque is an expre^ion of the turning effort developed by the motor at the shaft and 
is usually express^ in ounce-feet for fractional horsepower motors and in pound-feet 
for motors of larger ratings. 

Primary is the term usually applied to the high voltage or line side of a transformer or 
motor. In the case of the wound rotor motor the primary is the stator winding. 

Secondary is the term usually applied to the low voltage or load side of a transformer 
or motor. In the case of the wound rotor motor the secondary' is the rotor winding. 

NEMA Classification of Motor Enclosures 

Open motors (40 C rise) are self-ventilated machines having no restriction to venti- 
lation other than that necessitated by mechanical construction. 

Protected motors (50 C rise) have all ventilating openings in the frame protected by 
perforated covers. 

Semi-Protected motors (50 C rise) have the ventilating openings in the top half of the 
frame only protected by perforated covers. 

Drip Proof motors (50 C rise) are so constructed that drops of liquid or solid particles 
falling on the machine at any angle not greater than 15 deg from the vertical cannot 
enter the machine either directly or by striking and running along a horizontal or 
inclined surface. 

Splash Proof motors (50 C rise) are so constructed that drops of liquid or solid par- 
ticles falling on the machine or coming towards it in a straignt line at any angle not 
greater than 100 deg from the vertical cannot enter the madiine either directly or by 
striking and running along the surface. 

Totally Enclosed Non- Ventilated motors (55 C rise) are so constructed as to prevent 
exdiange air between the inside and outside of the case. 

TotaUy Enclosed Fan-Cooled Motors (55 C rise) are similar to totally enclosed, non- 
ventilatra madiines except that exterior cooUng is provided by means of a fan or fans 
integral with the madhlne. 

Explosion Proof motors (55 C rise) have an enclosing case designed to withstand an 
explosion of a gas or vapor which may occur within it, and to prevent the 
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ignition of the gas or vapor surrounding the motor by sparks, flashes, or explosion of 
the gas or vapbr which may occur within the machine casing. 

Water Proof motors (55 C rise) are so constructed as to exclude water applied in the 
form of a stream from a hose. 

Dust Tight motors (55 C rise) are so constructed that the enclosing case will exclude 
dust 

Motor Speed Classifications 

A Constant Speed Motor is one in which the speed remains practically constant with 
changes in load; e.g.^ a d-c shunt wound motor or a-c squirrel-cage motor with low slip. 

A Varying Speed Motor is one in which the speed varies with the load, usually decreas- 
ing when the load increases; e,g,^ a d-c series motor or an induction motor with large slip. 

An Adjustable Varying Speed Motor is one in which the speed can be adjusted gradu- 
ally, but when once adjusted for a given load will vary in considerable degree with 
change in load; e.g.^ a shunt wound d-c motor adjusted by armature resistance control. 

An Adjustable Speed Motor is one in which the speed can be varied gradually over a 
considerable range, but when once adjusted remains practically unaffected by the load; 
f.g., a d-c shunt motor with field resistance control. The standard ratings for open 
type, adjustable speed motors, having a speed range of 3 to 1 and greater are in accor- 
dance with the following: 

(1) A standard continuous horsepower rating at 150 per cent of minimum speed with 
a temperature rise of 40 C. 

(2) 7'he next higher standard continuous horsepower rating at 3 times minimum 
speed with a temi>erature rise of 40 C. 

(3) Between 150 per cent of minimum speed and 3 times minimum sj>eed, the stand- 
ard continuous horsepower rating with a temperature rise of 40 C will vary with 
the speed along a straight line connecting these two horsepower ratings. No 
further increase in horsepower is recognized above 3 times minimum speed. 

(4) Below 150 per cent of minimum speed the lower continuous horsepower rating 
(see preceding item 1) will apply with a temperature rise of 50 C. 

Example: 20/25 hp, 400 to 1600 rpm. 'I'his motor may be rated 20 hp, 40 
C at 600 rpm and 25 hp, 40 C from 1200 to 1600 rpm. Between 600 and 1200 
rpm the rated horsepower increases directly with speed from 20 to 25 hp. 

(5) Motors may also be rated 1 hour with temperature rise of 50 C with the higher 
horsepower rating (see preceding item 2) throughout the entire speed range. 

Example: 20/25 hp, 400 to 1600 rpm. This motor may be rated 25 hp, 50 C, 
400/16(X) rpm; 1 hour. 

Mechanical Modifications 

Vertical Mountings are available for such applications as pumps, agitators, and so 
forth. This type of application may require a special umbrella-type hood to protect 
against dripping liquids. • 

Flanged Mountings are available for use where motors are built in as part of machines. 
Motors may also 1^ supplied with flush plate mountings, suitable tor close coupled 
pump and similar applications. 
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UNIT AIR CONDITIONERS, UNIT AIR COOLERS 


Definitions^ Classification of Unit Type Equipment^ Component Parts of Unit 
Type Equipment^ Sound isolation^ Modification of Remote Units^ 
Rating of Unit Air Conditioners^ Application of Unitary 
Equipment^ Unit Air Coolers 


T his chapter deals with the general characteristics and selection of 
factory produced units for air conditioning, air cooling, and attic 
ventilation, and with the factors involved in their application. In general, 
factory produced unit equipment can be obtained to accomplish all of 
the functions possible from field assemblies, but the advantages of unit 
equipment are most apparent in small and moderate capacities. Above 
12,000 cfm capacity, or approximately 40 tons of refrigeration capacity, 
handling and assembly costs generally favor the use of field assembled 
units. Multiple application of unitary equipment is frequently justified 
for large gross tonnage installations where zoning or a minimum amount 
of air distributing ducts is desirable. 

DEFINITIONS 

The term air coyiditionin^ unit has been loosely used as a name for 
all types of factory produced air handling, cooling, or heating units. The 
code. Standard Method of Rating and Testing Air Conditioning Equip- 
ment^ , defines the various types of unitary equipment: 

1. A Cooling Unit is a specific air treating combination consisting of means for air 
circulation and cooling within prescribed temperature limits. 

2. An Air Conditioning Unit is a specific air treating combination consisting of means 
for ventilation, air circulation, air cleaning, and heat transfer with control means for 
maintaining temperature and humidity within prescribed limits. 

3. A Cooling Air Conditioning Unit is a specific air treating combination consisting of 
means for ventilation, air circulation, air cleaning, and heat transfer with control means 
for cooling and maintaining temperature and humidity within prescribed limits. 

4. A Self Contained Air Conditioning or Cooling Unit is one in which a condensing 
unit is combined in the same cabinet with the other functional elements. Self-contained 
air conditioning units are classified * according to the method of rejc‘Cting condenser heat 
(water cooled, air cooled, and evaporatively cooled), method of introducing ventilation 
air (no ventilation, ventilation by drawing air from outside, ventilation by exhausting 
room air to the outside, or ventilation by a combination of the last tw^o methods), and 
method of discharging air to the room (free delivery or pressure type). 

5. A Free Delivery Type Unit lakes in air and discharges it directly to the space to be 
treated without external elements which impose air resistance. 

G. A Pressure Type Unit is for use wdth one or more external elements which impose 
air resistance. 

7. A Forced- Circulation Air Cooler is a factory encased assembly of elements by which 
heat is transferred from air to refrigerants •. 

CLASSIFICATION OF UNIT TYPE EQUIPMENT 

Field assembled apparatus as described in Chapter 43 can be designed 
in shape, size, and capacity for any application, with the refrigeration and 
heating system exactly balanced to load conditions. To obtain the 
economies of mass production, factory built units must be standardized 
in a few models per manufacturer. Each model covers a range of capa- 
cities within the capacity of its fan to deliver air against the resistance 
of the unit and against the system resistance. For this reason, the unit 
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performance will usually represent a compromise between actual load 
requiremelits and the rated capacity. Within the range of accuracy of 
most load calculations, this compromise is not objectionable. 

If the condensing unit and cooling and heating coil surfaces are care- 
fully selected, and if proper consideration is given to reduction of piping 
losses, the performance of the combined system will compare favorably 
with field assembled apparatus. A system, in which the air handling unit 
is separated from the condensing unit, is called a remote system, and the 
conditioning unit is designated as a remote unit. The economical capa- 
cities of remote units usually range from 10 to 40 tons. 

For applications where load calculations are subject to considerable 
variance and where close control is not considered essential, further econo- 
mies of factory assembly can be obtained by combining the air handling 
and condensing equipment in one unit. This effects another compromise 
between load calculations and equipment selection, since the capacity 
of the combined unit is then dependent on the predetermined balance 
between a particular coil and condensing unit. These combination units 
are called self-contained units and, under the aptly descriptive name store 
conditioners, find economical application in 3, 5, 73^, 10, and 15 ton 
refrigeration capacities. These capacities, or limited multiples thereof, 
meet the load requirements of the majority of small and medium sized 
commercial establishments. With some modifications, these units can 
also be adapted to light industrial work. 

To meet the requirements of individual comfort in small rooms and 
offices, where load calculations are subject to the indefinite design con- 
dition of feeling cool, self-contained units, called room coolers, find exten- 
sive and economical application. These units are usually restricted to 
summer and intermediate season operation, and range from 3^ to 13^2 
tons of refrigeration capacity. 

A special application of remote units is found in the unit air cooler 
which is used extensively in refrigeration work. Its primary function is to 
reduce temperatures in insulated and sealed storage spaces, and humidity 
control is a secondary consideration. Because of the small temperature 
differences between the coil and room temperatures, unit coolers handle 
three to five times as much air per ton as remote units used in air con- 
ditioning. 

The attic fan completes the range of factory produced units for 
cooling. As its name implies, it is usually located at the top of a house 
and arranged to draw cool night air through the house. Its capacity is a 
function of the air changes per hour necessary to provide appreciable 
air movement. 

COMPONENT PARTS OF UNIT TYPE EQUIPMENT 

Units can be obtained for producing any of the required effects on air. 
As they function most satisfactorily when doing the work for which they 
were designed, field modifications are usually unadvisable because of 
expense involved as well as the possibility of causing unexpected diffi- 
culties in operation. The basic design considerations of unitary equip- 
ment follow. 

Remote Units. Remote units can b^‘ obtained in two general classes, 
horizontal as shown in Fig. 1 and vertical as in Fig. 2. Their construction 
is essentially the same, except for the drain pan and filter locations. 

Casings. Casings are generally construct^ of sheet metal with angle 
iron frames and with removable panels for access to coil connections, 
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Fig. 3. Suspended Propeller Fan Type Unit 
Air Conditioner 



Fig. 5. FtxKMt Type Room 

Aie ComutioNER 



Fig. 2. Vertical Remote Type 
Unit Air Conditioner 
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Fig. 4. Spray Type Remote 
Unit Air Conditioner 
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blower beaijings, filters, and drain. Casings should be air tight. Panels 
should be tight fitting with cam or similar fastenings for easy opening. 
Panel openings at coils for heavy units should be large enough to receive 
coils after the casing is suspended. Frames should be fitted with lugs 
strong enough to suspend horizontal units. Non-metallic casings are of 
advantage in small remote units for reducing sound, particularly when 
propeller type fans are used. 

Insulation. Remote units are available with waterproof and vermin- 
proof sound and heat absorbing insulation on the inside of the casing. 
They are also available with flanges and flanged access doors to permit 
insulation after installation. 

Drain Pans. Because of the corrosive effect of mild picric, carbonic, 
and sulfurous acids absorbed by condensate, drain pans are usually made 
of 14 gage or heavier metal. They should be hot dipped galvanized 
after fabrication or otherwise treated to resist corrosion. Some manu- 
facturers extend the drain pan under the entire unit, but in any case it 
should extend far enough to catch any condensate carried over from the 
coils. The drain connection should be readily accessible for cleaning and, 
in air conditioning work, should be generously sized and trapped. Some 
municipal codes require a minimum size of I.P.S. 

Blowers. The usual practice among manufacturers is to use light con- 
struction in the blowers in remote units, although a few are available with 
heavy duty blowers in the larger sizes. These blowers work under almost 
constant conditions without overload or shock and will usually last as long 
as the unit with reasonable maintenance. As lubrication of bearings is 
very important, it is good practice to locate the oil cups conveniently out- 
side of the unit. In any application where considerable dehumidification 
or humidification is involved, such as in a system where the unit is 
handling 100 per cent outside air, it is important that the blowers be 
painted with asphaltum or other corrosion resistant paint to prevent 
excessive oxidation and corrosion of the blowers. 

Some of the smaller suspended type units. Fig. 3, use propeller fans 
with a trailing edge blade in order to obtain required pressure character- 
istics with quiet operation. Since most of the motors driving these fans 
are direct connected and use brushes for starting, adequate access should 
be provided for maintenance and inspection. 

Cooling Coils. The cooling and dehumidifying coils used in unit air 
conditioners are essentially the same as those used in central station units. 
The face area of the coil is usually fixed and the number of rows deep in 
the direction of air flow is the variable that determines capacity. It 
should be remembered, as noted in Chapter 39, that adequate coil surface 
is important for efficient performance of any system and that there is little 
economy in reducing coil depth to less than four rows. 

Where multiple circuits are used in the larger coils, equal distribution 
of the cooling medium to the various circuits is vital in order to develop 
full capacity of the coil. The cooling coils also perform the function of 
dehumidification. To prevent carryover of condensate, eliminator plates 
should be used if face velocities exceed 500 to 530 fpm, unless adequate 
means of catching the droplets are provided. 

When air is drawn upward through dehumidifying coils as in some 
vertical units, water is entrained within the fins and held in suspension. 
This increases the resistance pressure against which the blower operates 
and results in wide variation in air volumes handled between dry and wet 
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coil conditions. Some unit manufacturers have so designed vertical 
units that the air passes through the coils horizontally in order to over- 
come this difficulty. 

Heating Coils, Heating coils of unit air conditioners are usually con- 
ventional blast coils and can be obtained with or without non-freeze steam 
distribution features. They usually match the cooling coils in face area 
and are one or two rows deep depending on the heating requirements. 
Where coils are selected for hot water and have more than two rows of 
tubes, the air resistance and the space requirements of the total number of 
rows of cooling and heating coils should be carefully checked. 

Humidification, Spray type humidifiers are usually used in remote 
systems, but in some cases pan type humidifiers or steam humidifiers 
are also used. Some condensation on the inside of the unit casing may 
occur wdth possible water damage if the unit is located in a cold space 
without adequate insulation. Spray type humidifiers should be located 
so that no carryover of moisture occurs. 

Filters. It is almost axiomatic that all units should have filters. Some 
small suspended units of 1 ton capacity or less with low coil face velocities 
and propeller fans are equipped only with lint screens or operate without 
filters, but in them the coils must be periodically cleaned and there is con- 
stant danger of clogging of the drain wdth the possibility of water damage. 
Filters used are usually of the throw-away type, although cleanable 
filters are available for most of the larger units. Care should be taken to 
insure adequate filter surface, since the cross-sectional area of the unit is 
seldom adequate for filter area. V-shaped or staggered filter arrange- 
ments are quite commonly used to increase filter area. 

Motors, In some units w’hcre the motor is mounted inside, adequate 
access for maintenance and clearance for tightening belts are imperative. 
When motors are mounted in this manner, all of the heat equivalent motor 
input must be added to the heat load to be absorbed by the system and 
this requires a lower exit air temperature at the coils. Usually, however, 
the motor is located outside of the casing wffiere it is readily accessible 
for service. In this case, only the brake horsepower required by the fan is 
transformed into heat to be included in the load calculations. 

In either application, motors should be selected with adequate horse- 
power to handle the design volume of air against the resistance of the 
system when the coils are w^et and then checked against the possible 
horsepower requirements for the increased volume of air when the coils 
are dry. 

SOUND ISOLATION 

Both suspended and vertical floor mounted units can transmit vibra- 
tion through the supports. Wherever such transmission of sound might 
be objectionable, the supports should be isolated through rubber-in-shear 
or other sound deadeners (see Chapter 42). 

MODIFICATIONS OF REMOTE UNITS 

Features of various modifications of remote air conditioners are given 
in the following paragraphs. 

Spray Type Unit 

Fig. 4 shows a spray type unit used by designers who prefer air washing 
and coil wetting features. These units are equipped with a pump that 
sprays water or brine over the coils. Due to the direct mixing of the 
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condensate and the spray, provision must be made for overflow in summer 
and replacement of water evaporated in winter. 

Dehumidifying Units 

In a further modification of spray type units, absorbent brine solutions 
such as lithium chloride are used to remove moisture from the air. As 
explained in Chapter 38, the latent heat of the moisture removed is 
changed to sensible heat, so that coils must be used as after coolers to 
obtain the right dry-bulb temperatures. Factory produced units are also 
available for use with solid adsorbents such as silica gel. These are also 
described in Chapter 38. 



Fig. 6. Self-Contained 
Watef-Cooled Aif 
Conditioner 


Remote Room Units 

For individual rooms, with cooling load requirements of 3^ to 13^ tons, 
remote units are available in attractive casings for installation within the 
room. A suspended type is shown in Fig. 3 and a floor type, such as is 
usually installed in place of an existing radiator, is shown in Fig. 5. 
Furnished with chilled water from a central plant, these units offer a 
satisfactory method of conditioning existing omces, hotel, and apartment 
rooms. These units may be obtained with filters and outside air con- 
nections, but for most satisfactory application are used as supplements to 
central systems that supply properly conditioned and filtered air to the 
areas served. 

Induction type units, using primary conditioned air under pressure to 
induce local circulation, are described in Chapter 43. 

Self-Contained Units 

A typical latge self-contained unit is shown in Fig. 6« It is essentially 
a r^^mOte vertical type conditioner mounted on top of a sound insulatra 
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enclosure containing the condensing unit. Air distribution is obtained by 
means of grilles mounted in the discharge plenum when the unit is located 
in the conditioned area. Duct distribution of conditioned air can be 
obtained by removing the plenum connecting directly to the blower dis- 
charge, and safing the top of the unit. 

^ The heat generated by the compression of refrigerant gases and that 
given off by the electric motor is removed from the compressor compart- 
ment in four ways: by the use of a water coil in the compressor compart- 
ment; by utilizing the cold suction gases; by drawing part of the return air 
through the compressor compartment, and finally by circulating room air 
through the compressor compartment by means of a fan attached to the 
motor shaft. 

The 73 ^, 10, and 15 ton self-contained units usually have horizontal 
type conditioners. The condensing unit enclosures are not completely 
sound insulated, since they are not usually installed in the conditioned 
area. Most units can be divided into two or three sections for ease of 
handling and installation. Although most large self-contained units have 
water-cooled condensers, the 10, and 15 ton units can be obtained for 
operation with evaporative condensers. 

Self-Contained Room Cooling Units 

Small self-contained units can be obtained with water-cooled conden- 
sers but they are generally air cooled. 

The air-cooled types are small in capacity, ranging from to 1 J 2 l^P* 
Their principal application is for conditioning such spaces as hotel rooms, 
offices and residential living quarters. A duct connection between the 
unit and an outside window or ventilated air shaft is required to permit 
disposal of the heat extracted from the conditioned area. The unit may 
stand in front of the window or be mounted on the window sill. Various 
styles and types of windows are encountered which increase the difficulty 
of making the window connections. The evaporation of condensate on 
the condenser coils, as a means of disposing of this moisture, tends to 
increase the condensing capacity and reduce the operating head pressure. 
Some units add supplementary water so that increased capacity may be 
obtained from constantly wetted condenser coil surface. Connections to 
an electrical outlet may be by means of a conventional cord and plug or a 
permanent electrical connection, depending on local code rulings per- 
taining to the installation of small motors. The exterior finish of the unit 
in metal, wood or fabric is decorated to harmonize with office or bed- 
room furnishings. 

A unit of the air-cooled condenser type for floor mounting is shown in 
Fig. 7. Of the two fans shown, the lower one acts as condenser air fan, 
and in some units this fan is arranged with slingers for discharging con- 
densate on the condenser coil while the upp>er fan discharges air into the 
conditioned area. 

A feature of the design shown in Fig. 7 is that the condensate from 
the cooling coil is sprayed over the condenser surface and vaporized, 
thus eliminating the need for drain connections. A simple dampering 
arrangement is generally provided for exhausting some air from the 
room, in addition to introducing outside air and recirculating required 
amounts of air. It is possible to remove the equipment for winter 
atori^ge or utilise the ventilating features for winter op^ation. 
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Controls for Room Cooling Units 

Control devices for self-contained cooling units are generally provided 
to include all necessary means for automatic operation. Provision is 
also made for adding auxiliary external controls when desired. Remote 
units are not generally equipped with controls. Control systems for 
remote units, and auxiliary controls for self-contained units, are covered 
in the general treatment of Controls in Chapter 34. 

RATINGS OF UNIT AIR CONDITIONERS 

There are two codes governing the rating and testing of unit air con- 
ditioners. The first code, Standard Method of Rating and Testing Air 
Conditioning Equipment ^ covers all types of air conditioning units except 
the self-contained type. The latter is covered by the second code, The 
Standard Method of Rating and Testing Self-Contained Air Conditioning 
Units for Comfort Cooling The two codes are necessary because of the 
basic difference caused by the heat given up by the self-contained units. 
The standard rating conditions for self-contained unit air conditioners, 
as given in the code, are set forth in Table 1 . 

The standard rating of a self-contained unit for the conditions specified 
in Table 1 includes all items which apply to the function of a unit as: 
(1) name of unit, (2) functions which unit performs, (3) data on cooling, 
(4) data on heating, (5) data on air flow, and (6) data on humidification. 

The standard rating conditions for unit air conditioners, other than the 
self-contained type, are identical to those in Table 1 except the entering 
wet-bulb temperature for cooling is expressed as 50 per cent relative 
humidity (66.7 F wet-bulb) instead of 67 F wet-bulb temperature. In 
addition, the saturated suction refrigerant temperature for comfort 
cooling is specified at 40 F. This condition is omitted from Table 1 for 
self-contained units as immaterial in the rating of a unit that includes the 
evaporator and condensing unit, 

APPUCATION OF UNITARY EQUIPMENT 

One of the chief advantages resulting from use of factory produced 
units is the saving in installation and field assembly labor, a factor that 
should always be kept in mind when selecting a location for these units. 
Because of their compactness, the tendency exists to put them in closets, 
storage rooms, and other inaccessible places, where installation is so 
difficult that much of this cost advantage is lost. 

Access panels are provided on units for the proper servicing and main- 
tenance of the equipment. Adequate outside clearance at these panels is 
essential. Wherever there is danger of freezing of coils or clogging with 
dirt, sufficient clearance should be available for replacing them without 
removing parts of the building. 

The outstanding source of difficulties in unitary systems is usually dirty 
filters. The characteristics of the light weight fans used are such that air 
volume drops off rapidly with increase in static resistance. Since changing 
filters is an unpleasant duty likely to be neglected unless it can be done 
easily, the operator should be at the same level as the filters, rather than 
under them, when they are being removed. 

Fan speeds should be selected accurately for the system resistance* 
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Table 1. Standard Rating Basis for Self-Contained Air Conditioning Units 


Functions 

Types op Units 

Rating Condition 

1 

Item 

Description 

Value 

Ail 

All 

a 

Barometric Pressure 

29.92 in. Hg. 


Water-Cooled, 
Air-Cooled 
and Evapora- 
tively- Cooled 
Condensers 

b 

Unit Ambient and Air Entering 
Room — Air Inlet 

0) Dry-Bulb 
(2) Wet-Bulb 

80F 

67 F 


c 

Ventilation Air 

See Note 

Cooling 

Water-Cooled 

Condensers 

d 

Water Temperature Entering Unit 

75 F 


e 

Water Temperature Leaving Unit 

95 F 


Air-Cooled 
and Evapora- i 
tively- Cooled 
Condensers 

f 

Air Entering Outside Air Inlet 

(1) Dry-Bum 

(2) Wet-Bulb 

96F 

75 F 


All Types 
Provided 
with Heating 
Function 

g 

Unit Ambient and Total Air Enter- 
ing Unit 

70 F 

Heating 

h 

Heating Medium, Pressure or 
Temperature 

(1) Dry Saturated Steam 

(2) Water In 

(3) Water Out 

16.7 Ib per 
sq in. abs 
180 F 

160 F 


All Ty p e s i 
Provided with 
Humidifying 
Function 

i 

Unit Ambient 

70 F 

Humidifying 

j j 

Total Air Entering Unit 

(1) Dry-Bulb 

(2) Wet-Bulb 

70 F 

53F 

Air 

Circulation 

All j 

k 1 

Filters 

New and 
Clean 


Noltz Rmting tball be based on both ventilation and recirculated room air entering at 80 F dry-bulb 
and 67 F aret-bulb temperature. (The Not$ as given in the code hat been condensed in order to remove 
material not pertinent to this chapter). 


Variable pitch motor pulleys are often used for field adjustments which 
should be made when filters are slightly dirty to obtain average conditions. 

Because varying sizes of coils are used within the same casing, it is 
very important that coil safing be carefully installed to prevent by-passing 
of unconditioned air. If coils are not equipped with individual casings, 
additional safing may be required on top to prevent short circuiting air 
down through the upper edges of the fins. In this same category is 
the need for careful installation of the various sections of sectionalized 
units, using a sealing compound if necessary to prevent air leakage into 
the fan section of the unit. 

Since the drain connection is usually made on the exit side of the coil, 
it is important that the drain line be properly sealed. This seal should 
be at least twice as deep as the suction on die fan in inches of water, 
to prevent gurgling sounds and to insure a positive seal against infiltration 
of odors and moisture laden air. Drain pans should not be used to sup- 
port the coils unless they are designed to hold this weight without sagging. 
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As the mfevement of air draws the condensate or excess humidification 
water toward the fan, drain connections are usually located on the exit 
side of the coil. The advantages of quick drainage are lost if improperly 
supported coils distort drain pans and cause water to accumulate in the 
center or back of the pan. 

When the fans of vertical units are stopped, condensate that has been 
held up in the coils by fan suction drops into the drain pan and splashes 
against the casing. If water damage is to be avoided, flashings should be 
provided to prevent this water from running out of the unit at the seams. 

When locating unitary equipment, floor and beam loadings should be 
carefully checked. Suspended horizontal units can add 50 to 100 lb per 
square foot to the loading on the floor above. Should this floor be already 
heavily loaded, or be a roof structure designed for a 40 lb per square foot 
snow load, excess beam deflection may occur and cause cracking of plaster 
or concrete fire-proofing. A small fire, normally of little consequence, 
may cause a rupture of a heavily loaded structure and permit the equip- 
ment to drop with extensive property damage. Self-contained units 
should be carefully installed since their weights run as high as 200 lb 
per square foot. When they are installed in street floor shops, the extra 
precaution of placing a column beneath them in the basement is an inex- 
j:)ensive method of reducing vibration as well as providing insurance 
against overloaded floor beams. 

The services required for operation of unitary equipment should 
conform to the many restrictive, but necessary, local municipal codes. 
Existing buildings seldom are wired adequately for the electrical load 
imposed by the starting of an air conditioning compressor on any branch 
circuit. Even the smallest room cooler can draw enough current to 
reduce the voltage of a lighting circuit to the point where it is visibly 
apparent. This voltage drop may even affect the life of the unit due to 
the relatively slow starting. The cost of a separate electrical circuit of 
adequate capacity from the main panel is more than justified ; it is a neces- 
sary^ expense in the majority of installations. 

A water supply of adequate capacity and pressure is necessary to 
prevent overloading of electrical equipment by high head pressures. The 
average city water supply pressure is adequate for installations up to the 
third floor. Since most water cooled units require about 20 lb pressure, 
including control valve losses, it is important that any units served by 
gravity from roof tanks be checked carefully if locat^ less than 40 ft 
below the tank. 

Drain connections from condensers should flow to an open and properly 
trapped sink as required by most city codes. This prevents back pres- 
sures on the city water system in the event of condenser failure. A check 
valve should also be installed in the water supply as a further precaution 
against contamination. 

When installing small remote or self-contained units with outside air 
connections in buildings more than 6 stories high, the effect of wintertime 
stack acdon in elevator and stairwells requires special attention. This 
stack adion is the cause of negative pressures on the lower floors, tending 
to draw cold air through the units, and positive pressures on the upper 
floors jprevehting adequate ventilation ana disrupting air distribution. It 
cam also caus^ annoying whistling at door openings that is a sedbus 
soutce of Complaint in hotels and offices. Wherever the removal of micih 
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units is impractical, it is important that carefully fitted, felt-edged damp- 
ers be installed in the outside air intakes with adequate locking devices. 

One further consideration when installing self-contained units in con- 
ditioned areas is that any maintenance or repairs to be required in future 
years must be carried on in occupied space. If this is kept in mind in 
locating units, much inconvenience can be avoided. 

UNIT AIR COOLERS 

This type of unit is primarily intended to perform the main function of 
cooling air, with humidity control a secondary function within the limita- 
tions of the design. The main application of this equipment is in process 
and product refrigeration, such as cold storage warehousing, fruit and 
vegetable packing, in breweries, and in wholesale and retail food markets. 

Application of the unit method of air cooling with mechanical circu- 
lation is comparatively recent, being an improvement over the pipe or 
finned coil, which depended on gravity for circulation. Bunkers were 
sometimes constructed around the coils to direct the air flow and some- 
times fans were used for forcing air over the coils. The location of the 
unit air cooler is usually within the refrigerated area, but the larger, 
blower type models may be remotely located. 

Design and Performance. Greater application and use of commercial 
refrigeration have resulted from the development of the unit air cooler. 
Flexibility of design has permitted almost any condition to be met. Fin- 
ned type coils are usually employed, with continuous fan operation. By 
varying such physical features as tube size, fin spacing, refrigerant circuit- 
ing, the depth of coil rows, and air volume over the coils, the designer is 
able to produce a wide range of performances and to offer many desirable 
features not obtainable with the coil and bunker method. Higher suction 
temperature operation, more uniform temperatures, higher relative humi- 
dities with the defrosting cycle, moderate first cost, and a minimum of 
installation expense are likewise factors in their development. 

New uses have appeared for unit air cooler application in industrial and 
commercial processes involving both the raw materials and finished 
product, where the maintenance of low temperatures is a necessary part 
of these processes. Of particular interest is the new field of extreme low 
temperature application where many new uses for refrigeration are being 
found. 

Types of Units. The two standard types are the suspended or ceiling 
type, and the vertical or floor mounted type. There are variations of 
these such as the panel type which is wall mounted and arranged to take 
in air from the lower section and discharge it from the upper section. 

The ceiling type has the appearance of a unit heater, with its propeller 
type fan blowing air through a bank of coils. Singly or in combination, 
they are easily installed and occupy little or no useful space. Alterations 
may be accomplished with little cost by relocating units or adding 
additional ones for increased capacity. 

The floor mounted types employ blower type fans, as their air deliveries 
are higher and their locations may be remote from the space to be refrig- 
erat^. Air velocities and volumes must be designed for the individual 
application. Due to the small temperature difference between coil and 
air» the air volumes handled are many times greater than in comfort air 
conditioning work. "Wliere a defrosting cycle is not practical, this type of 
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unit ma;^ employ a pump to spray a eutectic solution over the coils for 
the purpose of avoiding frosting. 

Ratings. In order to rate and test equipment of this kind which nor- 
mally operates below the frost temperature, a proposed code, Standard 
Methods of Rating and Testing Forced-Circulation and Natural Con- 
vection Air Coolers for Refrigeration *, has been issued. In this standard, 
the gross cooling effects are taken since the motor power input equivalent 
is to be computed as part of the load. 
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A ir humidification is effected by the vaporization of water and always 
requires heat from some source. This heat may be added to the 
water prior to the time vaporization occurs or it may be secured by a 
transformation of sensible heat of the air being humidified to latent heat 
as the vapor is added to the air. The thermodynamics of the process are 
discussed in Chapter 3. The removal of moisture from air may or may 
not involve the removal of heat from the air-vapor mixture. With spray 
equipment, dehumidification of air always necessitates the removal of heat. 

AIR WASHERS 

An air washer consists essentially of a chamber or casing in which is 
provided a spray nozzle system, a tank at the bottom of the chamber for 
collecting the spray water as it falls, and an eliminator section at the 
leaving end of the chamber for removal of drops of entrained moisture 
from the delivered air. Air is drawn through the casing of the washer, 
where it comes into intimate contact with the spray water. A heat 
transfer takes place between the air and water, resulting in either humi- 
dification or dehumidification of the air, depending upon the method of 
operation and the relative temperatures of air and spray water. 

To prevent backlash of spray ahead of the washer chamber and to aid 
in more uniform air distribution, inlet diffusion plates or eliminator 
baffles, where necessary, are provided in the air entrance end of the air 
washer. Inlet diffusion plates are used when the air flow and water 
spray are in the same direction; eliminator baffles of special design are 
used where one or more of the water sprays opposes the air flow. At the 
outlet end of the washer suitable flooded eliminator plates are used. 
These plates, for the removal of entrained moisture, usually cause four 
to six changes in direction of the air flow. 

Figs. 1 and 2 show the essential construction features of conventional 
air washers. Intimate contact between the air and the water is secured; 
(1) by breaking the water into fine drops, (2) by passing the air over 
surfaces continuously whetted by water, or (3) by a combination of the two. 

The wetted surfaces in an air washer may be of fibre glass, metal or 
scrubber plate construction. Scrubber plate types of washers are 
generally used to wash reclaimable products from the air and are com- 
posed of several baffle type plates located across the air stream. Water 
is supplied at the top of the washer to spray over these plates. In the 
case of the fibre glass or metal surfaces the water spray is usually rather 
coarse and at low pressure. In many cases these sprays are set at an 
angle with the air flow. Air washers of this type not only perform 
necessary heat transfer functions, but also are effective removers of dust 
and dirt from the air stream. 
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Essential requirements in the air washer operation are: uniform distri- 
bution df the air across the chamber section, moderate air velocity of 
from 250 to 600 fpm in the washer chamber, an adequate amount of 
spray water broken up into fine droplets throughout the air stream, at 
pressures of from 15 to 30 psi, sufficient length of travel through the 
water spray and wetted surfaces, and the elimination of entrained mois- 
ture from the outlet air. 

Expected performances, physical size, length, number of sprays, etc., 
vary greatly, depending upon the functions of the installation. In 
general, the width and height of an air washer are dictated by the space 
available. Washers of nearly equal height and width are desirable from 
an air flow and economic standpoint altliough not necessary. The length 



PLAN 





Fig. 1. Typical Single-Bank Air Washer Fig. 2. Typical Two-Bank Air Washer 


of washers varies considerably. A space of approximately 2J^ ft between 
spray banks is used and the first and last banks of sprays are located 
about 1 ft to ft from the entering or leaving end of the washer. In 
addition air washers are very often furnished with cooling coils or heating 
coils within the washer chamber and the use of these coils affects the 
overall length of the washer. 

Where increase of overall heat transfer between the air and water is 
required, multistage washers are used. These washers are equivalent 
to a number of washers in series and the water is often pumped from one 
stage to the other where conditions permit. 

The resistance to air flow through an air washer varies with the tyije 
of eliminator and wetted surfaces, number of banks of spray and their 
direction, air velocity, size and type of other resistances such as cooling 
and beating coils, and other factors such as air density. Resistances vary 
from as low as ^ in. to higher than 1 in. and it is therefore necessary that 
th^ manufacturer be consulted in regard to the resistance of any par- 
ticular washer design involved. 
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HUMIDIFICATION WITH AIR WASHER 

Air humidification can be accomplished in three ways with an air 
washer. These are: (1) use of recirculated spray water without prior 
treatment of the air, (2) preheating the air and washing it with recircu- 
lated spray water, and (3) using heated spray water. In any air washing 
installation the air should not enter the washer with a dry-bulb tempera- 
ture less than 35 F in order to eliminate danger of freezing the spray water. 

Method L Except for the small amount of energy added from outside 
by the recirculating pump in the form of shaft work, and for the small 
amount of heat leak from outside into the apparatus, including the pump 
and its connecting piping, the process would be strictly adiabatic. 
Evaporation from the liquid spray would therefore be expected to bring 
the air immediately in contact with it to saturation adiabatically; and, 
since the liquid is recirculated, its temperature would be expected to 
adjust to the thermodynamic wet-bulb temperature of the entering air. 

It does not follow from the foregoing reasoning that the whole air stream 
is brought to complete saturation, but merely that its state point should 
move along a line of constant thermodynamic wet-bulb temperature as 
explained in Chapter 3. The extent to which the final temperature 
approaches the thermodynamic wet-bulb temperature of the entering air, 
or the extent to which complete saturation is approached is conveniently 
expressed by a ratio known as humidifying effectiveness or saturating 
effectiveness and is defined: 



where 

eh *= humidifying effectiveness, per cent. 

ii « dry-bulb temperature of the entering air, Fahrenheit degrees. 

tt « dry-bulb temperature of the leaving air, Fahrenheit degrees. 

f » thermodynamic wet -bulb temperature of the entering air, Fahrenheit degrees. 

The following may be taken as representative humidifying or saturating 
effectiveness of an air washer for the conditions stated: 


1 bank— -downstream 60-70 per cent 

1 bank — upstream 65-75 per cent 

2 banks— downstream 85-90 per cent 

2 banks — 1 upstream and 1 downstream 90-95 per cent 

2 banks — upstream 90-95 per cent 


The humidifying or saturating effectiveness of a washer is dependent 
upon the essential items of design mentioned under Air Washers. Otlier 
conditions being the same, low velocity of air flow is more conducive to 
higher humidification effectiveness. 

Method 2. The preheating of the air increases both the dry- and wet- 
bulb temperatures, lowers the relative humidity, but does not alter the 
humidity ratio (pound water vapor per pound dry air). At a higher wet- 
bulb temperature but the same humidity ratio, more water can be absorb- 
ed per pound of dry air in passing through the washer, assuming that the 
humidifying effectiveness of the washer is not adversely affected by opera- 
tion at the higher wet-bulb temperature. The analysis of the process 
occurring in the washer itself is the same as that explained under Method 1. 
The final desired conditions are secured by adjusting the amount of pre- 
heating to give the required wet-bulb temperature at entrance to the 
washer. 

^ Metitoi dn Even if heat is added to the spray water, the mixing occur- 
ring in the washer itself may still be regarded as adiabatic. The state 
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Table 1. Average Maximum Water Main Temperatures^ 


State 

City 

Temp. F 

[ State 

City 

Temp. F 

B 

City 

Temp. F 

Ala. 

Birmingham 

- 84 

1 Mass. 

l^nwpll 

. 50 

Pa. 

Altoona 

74 


Mobile 

73 


Lynn . 

. 68 


Erip 

75 

Ariz. 

Phof?nix- 

81 


New Bedford— 

. 70 


Johnstown 

74 


T ucson 

80 


Salem 

. 68 

1 

McKeesport 

82 

Calif. 

Anaheim 

60 


Worcester 

76 


Philadelphia 

83 


Rtf»rk<*lpy 

69 

Mich. 

Detroit 

. 77 

1 

Pittsburgh 

81 


Frp«?no 

72 


Flint 

70 

|R. I. 

Providence.- 

68 


Fullerton..^ 

75 


Grand Rapids. 

84 

S. C. 

Charleston 

80 


Glendale. 

68 


Highland t^ark 

77 


Greenville 

81 


Los Angeles 

75 


Jackson 

56 


Spartanburg 

78 


Oakland 

69 


Kalamazoo 

53 

S. D. 

Rapid City 

55 


Ontarin 

70 


1 4in«ing 

64 

Tenn. 

Chattanooga.... 

84 


Pasadena 

82 


Saginaw 

82 


Knoxville 

89 


Pomona 

75 

Minn. 

D^fliith 

55 


Memphis 

70 


Riv«*rsiHp 

78 


Minneapolis 

80 


Nashville 

90 


Sacramento 

72 


St. Paul 

77 

Texas 

Amarillo.- 

65 


San Bernardino 

65 

Mo. 

Jefferson City.. 

82 


Austin.— 

90 


San Diego 

82 


Kansas City — 

84 


Beaumont 

86 


San Francisco.. 

62 


8t T<v;pph 

84 


Dallas 

86 


Whitfipr 

75 


St. Louis 

85 


Fort Worth 

84 

Colo. 

Denver 

75 i 


Springfield 

70 


Galveston 

90 

Conn. 

Bridgeport 

66 

Nebr. 

I.incnin 

63 


Houston 

84 


Hartford 

73 


Omaha 

87 


Port Arthur 

83 


New Haven 

76 

Nev. 

Reno 

61 


San Antonio 

76 


Waterbury 

72 

N. H. 

Manchester 

76 


Wichita Falls.... 

85 

D. C. 

Washington 

84 

N. J. 

Jersey City— 

63 

Utah 

Logan 

44 

Del. 

Wilmington 

83 

^iewark 

74 


Salt Lake City. 

60 

Fla. 

Jacksonville. 

80 


Patersrin 

78 

Va. 

i Fredericksburg 

75 


Miami 

80 


Trenton 

79 


l.ynrhhiirg 

73 


. Tampa 

77 

N. Y. 

Albany 

68 


Norfolk.— 

80 

Ga. 

Atlanta 

87 


Buffalo 

75 

Wash. 

Olympia 

58 


Macon 

80 


Jamaica 

56 



62 

111. 

Chicago _ _ 

76 


Mt. Vernon 

74 


Spokane 

51 


Cicero 

76 


New Rochelle- 

75 


Tamma 

57 


Evanston 

73 


New York 

72 

W.Va. 

Charleston 

85 


Peoria 

67 


Rochester 

70 


Huntington ... 

78 


Rockford 

59 

! 

Schenectady 

60 


Wheeling 

78 


Springfield 

82 


.Syrariiftf* 

74 

Wis. 

LaCrosse 

54 

Ind. 

Rvanaviiie 

86 


Utica 

69 


Madiann 

58 


Gary 

75 


Yonkers 

70 


Milwaukee.- 

70 


Indianapolis 

80 

N. C. 

Asheville 

74 


Racine 

68 


South Bend 

61 


Charlotte 

85 





Terre Haute 

82 


Winston-Salem 

82 




Iowa 

Cedar Rapids.. 

78 

N. M. 

Albuquerque.... 

65 





Des Moines 

77 

Ohio 

Akron 

76 





Sioux City 

62 


Canton — 

50 




Kans. 

Concordia 

57 


Cincinnati 

84 

Pro- 




Kansas City. 

86 


Cleveland 

74 








/\Iifnnrhtta 

82 





Wichita. 

oo 1 

72 


u in u U9.«« . 

Dayton .... 

60 




Ky. 

Louisville 

85 


Lakewood. 

82 

Alta. 

Calgary 

64 

U. 

Baton Rouge.-. 

85 


^ringfield 

72 

B. C. 

Vancouver 

60 


New Orleans..., 

85 


Toledo 

83 

Ont. 

London,- 

50 

Me. 

Augusta 

60 

Okla. 

Oklahoma City 

82 


Toronto 

63 

Md. 

Baltimore-.—.. 

75 


Tulsa .1 

85 

P.E.I. 

Charlottetown.. 

48 

Mass. 

Boston 

80 

Ore. 

Eugene 

60 

Que, 

Montreal 

78 


Cambridge. 

70 


Portland 

64 


Quebec 

68 


Fall River 

76 








•Tliese averas«8 taken fnom various dty water main locations, with some actual vaities slighUy blahar 
and some tower than values shown. 













point of the mixture should move in a direction determined by the specific 
enthalpy of the heated spray as explained in Chapter 3. It is possible, 
by elevating the water temperature, to raise the air temperature, both 
dry-bulb and wet-bulb, above the dry-bulb temperature of the entering air. 

In each of the methods, 1, 2 or 3, the air leaving the air washer may 
require reheating to produce in the conditioned space the required dry- 
bulb temperature and relative humidity. 

DEHUMIDIFICATION AND COOLING WITH AIR WASHERS 

Cooling of the wet-bulb temperature of an air vapor mixture can be 
accomplished by an air washer if the temperature of the spray water is 
lower than the wet-bulb temperature of the air. Moisture removal is 
obtained when the spray water temperature is lower than the dew-point 
of the entering air. In these cases the final dry-bulb temperature and 
relative humidity of the leaving air are dependent upon the design factors 
of the air washer. 

Both sensible and latent heat arc removed in the process of dehumidi- 
fication by cold spray water. Abstraction of sensible heat occurs during 
the entire time that the air is in contact with the spray medium. Latent 
heat removal takes place as condensation occurs. Therefore, the lower 
the spray temperature the greater the amount of moisture removal per 
pound of dry air, all other conditions remaining the same. 

W^ishers with two or more banks of spray are usually selected for 
dehumidifying installations, whether for comfort or industrial instal- 
lations. Generally such air washers cool the air to within one or two 
degrees (Fahrenheit) of the leaving spray water temperature; this dif- 
ferential will increase somewhat when the difference between the entering 
wet-bulb and leaving dew-point is relatively large. 

Where a limited supply of cold water is available multiple stage washers 
may be used to great advantage. In such washers the cool water is 
pumj^ed through the multiple spray systems in series and counterflow to 
the air flow. Such an arrangement brings the delivery air in contact 
with the coldest water, securing a maximum amount of cooling with 
economy of water. 

When using cold well water or water from city water mains care should 
be used to secure accurate data on the water temperatures. Table 1 lists 
some approximate water main averages which may be used as a guide but 
they should be verified from local records. This is particularly true with 
city water main temperatures. In the case of well water temperatures 
Fig. 3 shows the approximate temperatures of water to be expected from 
wells at depths of 30 to 60 ft. 

Air washers for dehumidifying and cooling usually have separate 
recirculating pumps. These pumps deliver a mixture of cold and re- 
circulated water under the control of a three-way valve. The valve may 
be actuated either by a thermostat in the washer outlet or by a humidity 
or other controller in the space being conditioned. 

Air washers for dehumidifying are very often furnished with direct 
expansion or water cooling coils within the washer space, in which case 
water for the washer sprays is entirely recirculated. 

APPARATUS FOR DIRECT HUMIDIFICATION 

Humidifiers may be divided into the following general types, according 
to the method of opemtion; (1) indirect, such as the air washert which 




Fig. 3. Approxtuatb Well Water Temperatures at Depths of 30 to 60 Ft ‘ 
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introduces moistened air; and (2) direct, which sprays moisture into 
the room or introduces moisture by means of steam jets. 

As in the cases of humidification by use of an air washer, the heat 
necessary for the vaporization of the moisture added to the air by direct 
humidification is secured either from heat stored in the spray water or by 
a transformation of sensible to latent heat in the air humidified. In the 
latter case the enthalpy of the air remains constant but the dry-bulb 
temperature of the air is reduced. 

Direct humidification is usually preferable where high relative humidi- 
ties must be maintained, but where there is little cooling or ventilation 
required. In comfort air conditioning, where both humidification and 
ventilation are required, the indirect humidifier is preferable. In indus- 
trial applications, where the cooling or ventilation load is large and where 
very high relative humidities must be maintained, a combined system 
employing both direct and indirect humidifiers is sometimes used. 

Spray Generation 

Spray generation is obtained by (1) atomization, (2) impact, (3) 
hydraulic separation, and (4) mechanical separation. 

Atomization involves the use of a compressed air jet to reduce the water 
particles to a fine spray. With the impact method, a jet of water under 
pressure impinges directly on the end of a small round wire. Where 
hydraulic separation is employed, a jet of water enters a cylindrical 
chamber and escapes through an axial port with a rapid rotation which 
causes it immediately to separate in a fine cone-shaped spray. In the 
mechanical separation process, water is thrown by centrifugal force from 
the surface of a rapidly revolving disc and separates into particles suf- 
ficiently small to be utilized in certain types of mechanical humidifiers. 

Spray Distribution 

Spray distribution is obtained by (1) air jet, (2) induction, and (3) fan 
propulsion. 

The air jet which generates the spray in atomizers also carries the spray 
through a space sufficient for its distribution and evaporation, and this 
meth(^ of distribution is termed air jet. Where distribution is obtained 
by induction, the aspirating effect of an impact or centrifugal spray jet is 
utilized to induce a current of air to flow through a duct or casing, and 
this air current distributes the spray. Fan propulsion obviously consists 
of the utilization of fans to entrain and distribute the spray. 

Industrial type direct humidifiers are commonly classified as (1) 
atomizing, (2) high-duty, (3) spray and (4) self-contained or centrifugal. 

Atomiziiig Humidifiers 

There are several types of atomizing humidifiers which employ nozzles 
placed within the room and rely upon compressed air to effect complete 
atomization of the water so that it can be converted to vapor by the heat 
of the room air. Some of these nozzles depend upon an aspirating effect 
to draw the water into the nozzle and atomize it, others operate on a 
combined air and water pressure. It is usual for nozzles of the water 
pressure type to be controlled by a diaphragm valve actuated by the 
pressure of the atomizing air. 

Hi|M[>nty Humidifiers 

Water is supplied to high-duty humidifiers under high pressure (usually 
about 150 Ib per square inch) through pipe lines from a centrally-located 
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pumping unit. The spray-generating nozzle which is of the impact type 
is located in a cylindrical casing. A drainage pan provides for the collec- 
tion and return of unevaporated water which flows through a return pipe 
to a filter tank, from which it is recirculated. A powerful air current is 
forced through the humidifier by means of a fan mounted above the unit. 

The air enters from above, is drawn through the head, charged with 
moisture, and cooled. It then escapes from the opening below at a high 
velocity in a complete and nearly horizontal circle. The spray is evapor- 
ated and the resulting vapor diffused. This distribution of fine spray over 
the maximum possible area promotes complete and rapid vaporization. 

Spray Humidifiers 

This type of humidifier consists of an impact spray nozzle in a cylin- 
drical casing with a drainage pan below it. The aspirating effect of the 
spray nozzle induces a moderate air current through the casing which 
distributes the entrained spray. The general method of circulating and 
returning the water is similar to that employed for high-duty humidifiers. 
A suitable pump and centrally-located filter tank are required. 

Self-Contained Humidifiers 

The self-contained or centrifugal humidifier has the ability to generate 
and distribute spray without the use of air compressors, pumps, or other 
auxiliaries. These may be used either singly or in groups. In large 
installations, where suitable connections are provided to permit the 
cleaning and servicing of individual units without affecting the room as a 
whole, group control of the water and power may be employed. 

ATMOSPHERIC WATER COOUNG EQUIPMENT 

In the operation of a refrigerating plant or a condensing turbine, one 
of the main problems is the removal and dissipation of heat from the 
compressed refrigerant or the discharged steam. This is accomplished 
ordinarily by first transferring the heat of the gais to water in a heat 
exchanger, from which water it may then be dissipated in a number 
of ways. If the plant is situated on the banks of a river or lake, an intake 
may be taken up-stream or at a considerable distance from the discharge, 
to prevent mixing of the heated discharged water with the inlet water. 
If the source of cooling water is a city supply or a well, the discharge 
water may be run into the nearest sewer or open waterway. Lacking 
an unlimited water supply, or in cases where purchased water is too 
expensive or where the water available contains diSvSolved salts which 
would form scale on the heat-exchanging apparatus, it is necessary to 
recirculate the water, and to cool it after each passage through the heat- 
exchanger by exposure to air in an atmospheric water cooling apparatus. 

Air has a capacity for absorbing heat from water when the wet-bulb 
temperature of the air is lower than the temperature of the water with 
which it is in contact. The rapidity with which this transfer of heat occurs 
depends upon (1) the area of water in contact with the air, (2) the relative 
velocity of the air and water, and (3) the difference between the wet-bulb 
temperature of the air and the temperature of the water. The rate of 
heat dissipation is influenced further by many small factors* prevailing 
upon these primary ones, and complicating the design. Selection of 
equipment for any specified service must ultimately rest in overfall 
economic considerations established from reliable performance data. 
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As the heat content of the air increases, its wet-bulb temperature lises. 
(See Chapter 3.) Because it is impracticable to leave the air in contact 
with water for a long enough time to permit the wet-bulb temperature of 
the air and the temperature of the water to reach equilibrium, atmos- 
pheric water cooling equipment aims to circulate only enough air to cool 
the water to the desired temperature with the least expenditure of power. 

In an air washer, humidifier or dehumidifier, the air is first conditioned 
by water to change its temperature and moisture content before entering 
the place of use. In water cooling equipment the temperature of the 
water is reduced by air at a lower wet-bulb temperature and the cooled 
water is used for the purpose desired. 

Both types of equipment have a common basis of design in that the 
size of the equipment is determined by the quantity of air to be handled 
as well as the quantity of water required. In atmospheric water cooling 
the purpose is to cool water and the actual quantity of air handled is 
only incidental to this purpose. In the air washer, the purpose is to 
condition a fixed quantity of air and the quantity of water is varied as 
required. 

Selection of Water Cooling Equipment 

The proper size and type of water cooling equipment for a given instal- 
lation cannot be determined accurately without considering the character- 
istics of all types, together with all requirement factors and other matters 
which influence the selection. Very few installations are exactly alike in 
details of requirements, and conditions governing performance and opera- 
tion of the several types of water cooling equipment vary widely with 
geographical location as well as other considerations. It necessarily 
holds, therefore, that requirement factors and equipment characteristics 
are closely interlocked and deserve careful study as a related whole. 

Before the characteristics of a sp)ecific water cooling apparatus can be 
judged desirable or undesirable the survey must conclude definitely the 
importance of each of the following items: first cost including all necessary 
auxiliaries, area, height, weight, effect of wind velocity and direction, 
drift nuisance, make-up water requirements and cost of chemical treat- 
ment if needed, total power for pumping (plus fan operation in the case 
of mechanical draft), maintenance, available locations (with due thought 
to possible future expansion, wind restrictions, space cost, proximity and 
accessibility, etc.), appearance, the equipment’s operating flexibility for 
most economical conformance to varying loads or seasonal changes, and 
other considerations occurring with regard to a specific application. 

Sizes of Equipment 

Assuming a definite quantity of water, the size and design of atmospheric 
cooling equipment are affected by the following primary conditions: 

1. Temperature range through which the water must be cooled. 

2. Number of degrees above the wet-bulb temperature of the entering air to which 
the water temperature must be reduced. 

3. Temperature of the atmospheric wet-bulb at which the required cooling must be 
performed. 

4. Time of contact of the air with the water. (This involves height or length of the 
apparatus and velocity of air.) 

6. Surface of water exposed to each unit quantity of air. 

t. Relative velocity of air and water. 
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Items 1, 2, and 3 are established by the type of service and geographical 
location, while items 4, 5, and 6 depend upon the design of the equipment. 

The establishment of a proper cooling range depends upon: (1) type 
of service (refrigerating, internal combustion engine and steam condens- 
ing). (2) wet-bulb temperature at which the equipment must operate 
satisfactorily, (3) type of condenser or heat-exchanger used. 

Because the design of an entire plant is usually affected by the quantity 
and temperature of the cooling water supply, plants should be designed 
for cooling water conditions which can be most efficiently attained. The 
first consideration is usually the limiting temperature of the plant. For 
example, if an ammonia compressor refrigerating plant is to be designed 
for 185 psi head pressure as a normal maximum, the limiting temperature 
of the ammonia in the condenser is 96 F. Should the ammonia tempera- 
ture go above this figure the head pressure will exceed 185 psi and power 
consumption increases. To obtain this head pressure, the temperature of 
the circulating water leaving the condenser must always be less than 96 F 
by an amount depending upon the size and design of the condenser, the 
quantity of water being circulated, and the refrigerating tonnage being 
product. A condenser having a large surface per ton of refrigeration 
may be designed to operate satisfactorily -with the leaving hot water 
temperature w'ithin 3 or 4 deg of the ammonia temperature corresponding 
to the head pressure, while a small condenser might require a 10 deg 
difference. 

Table 2 lists several gases with data as to the temperatures and pres- 
sures for which commercial condensers are designed. Internal combustion 
engines have limiting hot water temperatures of 125 F to 140 F for closed 
systems, and 110 F to 120 F for open systems, depending upon the quality 
of the cooling water. The cooling of such fluids as milk or wort has 
variable requirements and is usually done in counter-flow heat-exchangers 
in which the leaving circulating water is at a much higher temperature 
than is the leaving fluid. 

The temperature range, once the hot water temperature is approxi- 
mately known, depends upon: (1) the maximum w^et-bulb temperature 
at which the full quantity of heat must be dissipated, and (2) the effici- 
ency of the atmospheric cooling equipment considered. 

Design Wet-Bulb Temperatures 

The maximum wet-bulb temperature at which the full quantity of 
water must be cooled through the entire range is never, in commercial 


Table 2. Condenser Design Data 


Q4i 

Mijamni Puwobi 
Duisid Uf . 

Qai Tbuphuivib 

X3f OozfiMim 

UuviifQ Hot Watbh TuirKBATtm 
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CoNDimn 
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Best CoodeiMr Dei%n 
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Steam. 

28 in. vacuum 

101.2 

97 

93 

Steam 

27 in. vacuum........ 

115.1 

110 

105 

Steam 

26 in. vacuum 

125.9 

120 

114 

Ammonia 

186p«ia 1 

1030 psi® 

95.0 

92 

88 

Carbon dioaide 

S6.0^ 

83 

81 

Methyl chloride 
Dichlorodf* 

102 pw® 

100.0 

96 

92 

fiQCNomethane 

117 p«® 

100.0 

96 

93 
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design, the maximum wet-bulb temperature ever known to exist at the 
location nor the average wet-bulb temperature over any period. The 
former basis would require atmospheric cooling equipment several times 
greater than normal size, and the latter would result during a large part of 
the time, in higher condenser water temperatures than those for which the 
plant was designed. 

An accepted design practice for air conditioning cooling towers, 
evaporative condenser and spray ponds is to use the maximum hourly 
outdoor dry-bulb temperature which has been equaled or exceeded 
per cent of the total hours for the months of June to September and 
the maximum hourly wet-bulb temperature which has been equaled or 
exceeded 5 per cent of the total hours for the same period. Tabulation 
of these data has not been completed. The limited portion of such data 
as are available is given in Table 3, Chapter 15 for airport weather 
stations; for other localities design dry-bulb and wet-bulb temperatures 
in use locally are tabulated as a guide to design temperatures. 

Equipment for steam turbine condensers and internal combustion 
engines is usually based upon somewhat lower design temperatures if 
peak loads occur at night or during winter months when outdoor tem- 
peratures are lower. 

Knowing the hot water temperature and the wet-bulb temperature for 
which the equipment must be designed, the cold water temperature must 
be chosen to place the requirement within the effectiveness range of the 
type of atmospheric water cooling apparatus to be used. This effective- 
ness is expressed as the percentage ratio of the actual cooling effect to the 
maximum possible cooling effect. Since the wet-bulb temperature of the 
entering air is the equilibrium temperature to which the water could be 
coole^,,the effectiveness of water cooling apparatus can be indicated thus: 

(hot water temperature — cold water temperature) X 100 
hot water temperature — wet-bulb temperature of entering air * . 

Magnitudes of this effectiveness ratio will vary through wide limits in 
accordance with construction and conditions of operation. Values indi- 
cative of the commercial range of the effectiveness ratio are given in 
Table 3, although unusual designs may operate outside these ranges.^ 

From consideration of the factors which include the cooling range and 
design wet-bulb temperature, the quantity of w^ater required can be 
calculated from the amount of heat to be dissipated. The normal amounts 
of heat to be removed from various processes of the cooling equipment are: 

Compressor Refrigeration: 220 to 270 Btu per (minute) (ton). Usual practice is to 
assume: 250 Btu per (minute) (ton) which is equivalent to 30 gal per (Fahrenheit degree) 
(minute) (ton). 

Steam Turbine Condensers: 050 to 980 Btu per pound of steam. Usual practice is to 
assume 970 Btu per pound of steam. 

'Tablb 3. Effectivbnbss of Atmosfhbric Water Cooukg Equifmekt 
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Steam Jet Refrigerating Condensers: 1030 to 1150 Btu per pound of steam. Exact 
value depends upon initial steam conditions. 

Diesel Engine Jackets: 2500 to 4000 Btu per bhp per hour. Usual practice is to 
assume 3500 Btu per bhp per hour. 

Natural Gas or Gasoline Engines: 4500 to 6000 Btu per bhp per hour. Usual practice 
is to assume 5000 Btu per bhp per hour. 

Cooling Ponds 

A natural pond is often used as a source of condensing water. The 
hot water should be discharged close to the surface at the shore line. 
Natural air movement over the surface of the water will cause evaporation 
and carry away heat. Because increased density due to the loss of heat 
causes the cooled water to sink to the bottom of the pond, the suction 
connection for intake water should be placed as far below the surface as 
possible, and at as great a distance from the discharge as practicable. 

Spray Cooling Ponds 

The spray pond consists of a basin, above which nozzles are located to 
spray water up into the air. Properly designed spray nozzles break up the 
water into small drops, but not into a mist because the individual drops 
must be heavy enough to fall back into the basin and not drift away with 
the air movement. The water surface exposed to the air for cooling is 
the combined area of all the small drops. Since the rate of heat removal 
by atmospheric water cooling is a function of the area of water exposed 
to the air, the difference in temperature between the water and the wet- 
bulb temperature of the air, the relative velocity of air and water, and 
the duration of contact of the air with the water, a much larger quantity 
of heat may be dissipated in a given area with the spray pond than with 
the cooling pond, because of (1) the speed with which the drops travel as 
they are propelled into the air and fall back into the water basin, (2) the 
increased wind velocity at a point above the surrounding structures or 
terrain, (3) the increased volume of air used, and (4) the vastly increased 
area of contact between air and water *. 

Spray pond effectiveness is increased by (1) elevating the nozzles to a 
higher point above the surface of the water in the basin, (2) increasing the 
spacing between nozzles of any one capacity, (3) using smaller capacity 
nozzles to decrease the concentration of water per unit area, and (4) 
using smaller nozzles and increasing the pressure to maintain the same 
concentration of water per unit area. Usual practice is to locate the 
nozzles from 5 to 7 ft above the edge of the basin, to supply from 5 to 
12 psi pressure at the nozzles, using nozzles spraying from 20 gpm to 
60 gpm each and spacing them so the average water delivered to the 
surface of the pond is from 0.5 to 0.7 gpm per square foot. Best results 
are obtained by placing the nozzles in a long relatively narrow area 
located broadside to the wind. 

Spray ponds may be located on the ground, or they may be placed 
on roofs. To prevent excessive drift loss, or the carrying of entrained 
water beyond the edge of the pond by the air on the leeward side, louver 
fences are required for roof locations and for those ground locations where 
space is so restricted that the outer nozzles cannot be located at least 
^ ft to 25 ft from the edge of the basin. Such fences usually are con- 
structed of horizontal louvers overlapping so the air is forced to turn a 
comer in passing through the fence, and the heavier drops of water are 
thrown back, owing to their inertia. The louvers also restrict the flow of 
air, particularly at the higher wind velocities, and thus further reduce the 



possibility of water being carried off. The height of an effective fence 
should be equal to the height of the spray cloud. Louver boards are 
preferably of red gulf cypress or California redwood supported on cast- 
iron, steel or wood posts. Where building ordinances forbid the use of 
combustible materials, sheet metal is customarily used. 

Algae growths, during warm weather, in cooling towers and spray ponds 
may be eliminated while the plant is in operation by the use of potassium 
permanganate. This chemical can be dissolved at the rate of 1 lb in 
13 ^ to 13 ^ gal of hot water. About 10 parts of permanganate should be 
used per million parts of cooling water. Enough of the permanganate 
solution should be added periodically to cause the water to have a pink 
color for a period of from 15 to 20 min. The best results are obtained 
when sufficient quantities are added periodically at intervals of several 
weeks, the time intervals being dependent upon local operating conditions. 
The chemical is non-poisonous and non-corrosive when used as directed. 

Natural Draft Spray Type Towers 

Where not more than 30,000 Btu per minute are to be dissipated, the 
natural draft spray type tower is a satisfactory apparatus. The word 
tower in this connection is somewhat of a misnomer as the apparatus is 
essentially a narrow spray pond with a high louver fence. As usually 
built, the nozzles spray down from the top of the structure and the 
distance from the center of the nozzle system to the fence on either side 
is not more than half the distance that the nozzles are elevated above the 
water basin. Heights range from 6 ft to 15 ft and the total width of a 
structure is not usually greater than its height. Spray towers occupy less 
space on small jobs than spray ponds of equivalent capacities because the 
towers have a capacity of from 0.6 gpm to 1.5 gpm per square foot of 
tower area. The wet louvers add to the surface exposed to the air. 

Natural Draft Deck Type Towers 

In past years much of the atmospheric water cooling on refrigeration 
work has been done with natural draft deck type towers, which are also 
referred to as wind or atmospheric towers. These towers consist of heavy 
wooden or steel framework from 20 to 40 ft high and from 10 to 20 ft 
wide, having open horizontal lattice-work platforms or decks at regular 
intervals from top to bottom, and a catch basin at the foot. The hot 
water is distributed over the upper part of the structure by means of 
troughs, splash heads, or nozzles, and it drips from deck to deck down to 
the basin. The object of the decks is to arrest the fall of the water so as to 
present efficient cooling surfaces to the air, which passes through the 
tower parallel to the decks. The decks add to the area of water surface 
exposed to the air both by causing it to splash into fine droplets and to 
spread over the deck surfaces, but since some deck designs furnish a 
resistance to air flow, too many decks may be a detriment. 

To prevent the loss of water on the leeward side of the tower, wide 
splash boards arc attached at regular intervals from top to bottom. In 
some towers these boards or louvers extend outward and upward, usually 
with lower edge (which is attached to the frame of the tower) somewhat 
below the level of the outer and upper edge of the next louver board 
below it. Some louvering designs add secondary louvering to these 
primary louvers. In such designs the primary louvers are generally 
broader and do not slope so sharply nor overlap one another since their 
function is merely to return to the interior of the tower the water caught 
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by the secondary louvering which extends upward from each primitry 
louver’s outer edge to the next primary louver above. The individual 
slats whicSh comprise the secondary louvering may be arranged either 
vertically in an overlapping staggered manner with air passage between, 
or set horizontally with their flat surfaces sloping inward and spaced so 
their edges over-reach but permit free air passage. Secondary louvering 
reduces drift loss on this type of tower materially. 

Efficiency of a deck tower is improved, within limits, by increased 
height, increased length, or increased width. The first two increase the 
area of water exposed to the wind, and the latter increases the time of 
contact of the air with the water. Performance is best when the wind 
blows crosswise to the tower and decreases with obliqueness of the angle 
until the effect of a lengthwise wind is virtually nil. 

Wind Velocities on Natural Draft Equipment 

Since natural air movement is the prime requirement for a deck type 
tower, spray cooling tower, or spray pond, the apparatus must be de- 
signed to produce the desired cooling at times when the wind velocity is 
below average, when the wet-bulb temperature is at the maximum chosen 
for design, and when the plant is operating at full load. The apparatus 
must also, for best results, be located with its longest axis at right angles 
to the direction of the prevailing hot weather breeze. Table 3, Chapter 15, 
gives the average summer wind velocities in representative United States 
cities. Natural draft cooling equipment should be designed to operate 
properly with not more than one-half of the average wind velocity, and in 
no case for a wind velocity of more than 5 mph. Natural draft equip- 
ment must not be obstructed by trees, buildings, or other wind deflectors. 

Mechanical Draft Towers 

Mechanical draft towers usually consist of box-like shells, constructed 
of wood, metal, or masonry, in which water is distributed uniformly at the 
top and falls to a collecting basin at the bottom. The inside of the tower 
may be filled with wood lattice work over which the water drip)s, or the 
water surface may be presented to the air by filling the entire inside of the 
structure with spray from nozzles. 

Air is drawn through the tower by induced draft fans or propelled 
through it by forced draft fans. Since the air flows at a constantly 
sustained and comparatively high velocity (by contrast with natural 
draft equipment which varies in performance with every change of the 
wind’s direction or velocity) the air and water are brought into contact 
under controlled conditions resulting in more efficient transfer of heat 
from a given quantity of water into a given volume of air. The least 
possible operating cost is achieved by that tower design which delivers 
the desired performance for the lowest total power input, both to fans 
for air movement and to pumps for raising and distributing the water. 

The effectiveness of a mechanical draft tower is improved by increasing 
height, area, or air quantity. Increasing the height increases the length 
of time the air is in contact with the water without affecting seriously the 
fan power required, but it increases the pumping power needed. In- 
creasing the area while maintaining constant fan power increases the air 
quantity somewhat and because of lowered velocities it increases the 
time this air is in contact with the water. The surface area of water in 
contact with the air is increased in both cases. Increasing the air quantity 
decrease the time the air is in contact with the water, but, since a greater 
quantity is passing through, the average differential between the water 




temperature and the wet-bulb temperature of the air is increased, and this 
speeds up the heat transfer rate. Increased air quantities are obtained 
only at the expense of increased fan power, which increases approximately 
as the cube of the air quantity. Air velocities through mechanical draft 
towers vary from 250 to 450 fpm over the gross area of the structure. 

Inside type cooling towers, where required, draw air from the outside 
and discharge the exhaust air to the outside at a point considerably 
distant from outdoor air intake. These indoor cooling towers may be 
either of the wood filled or the spray filled type but in many cases an air 
washer similar to a conventional type of air washer is used. 

Cooling Tower Design 

The method of design of equipment for energy transfer from water to 
an air-water vapor mixture is similar to that used for absorption equip- 
ment. Details of this procedure are available ® and its application to 
the problem of the cooling tower operating at atmospheric pressure is 
illustrated by the following development. The nomenclature used is 
as follows: 


a over-all average wetted area (surface of water drops plus 
wetted tower surface) square feet per cubic foot of tower 
volume. 

c specific heat of liquid water, Btu per (pound) (Fahren- 
heit degree). 
e » effectiveness, 
e » natural base. 

G «“ weight rate of flow of air. pounds of dry air per hour. 
h «»" enthalpy. Btu per pound of dry air. 

/la "■ enthalpy of air-vapor mixture. Btu per pound of dry air. 

= enthalpy of saturated air-vapor mixture at water tem- 
perature. Btu per pound of dry air. 

K over-all energy unit conductance. Btu per (hour) (square 
foot over-all average wetted area) (Btu enthalpy differ- 
ence per pound of dry air) . 

Ka » over-all rate coefficient. Btu per (hour) (cubic foot of 
tower volume) (Btu enthalpy difference pa* pound of dry 
air). 

L water rate, pounds per hour. 

Im — logarithmic mean. 

5 average cross-sectional area of cooling tower for air flow, 
square feet. 

t »• water-main body temperature. Fahrenheit degrees. 

/wb ■■ wet-bulb temperature. Fahrenheit degrees. 

V ** tower volume, cubic feet. 

Note: Subscripts 1 and 2 when used in equations refer to water 
entrance and exit sections respectively, for the counter-flow tower. 

A section of a typical counter-flow tower is shown in Fig. 4. If the 
reduction in water rate due to evaporation within the volume is neglected, 
the energy balance for this differential section of the exchanger volume 
may be written as: 

Lc it = G dk (2) 

The potential for net energy transfer due to heat and mass transfer 
from the water to the mixture in contact with it may be expressed with 
reasonable accuracy as the difference between the enthalpy of saturated 
air at the water temperature, A", and the enthalpy of the main stream mr 
vapor mixture^, Aa. The rate of energy transfer is given by the expression : 

Ka (A* - A.) dV (8) 

which equation defines the over-all rate coefficient, Ka\ the latter being 
the product of the over-all energy unit conductance, K, and the ratio of 
the transfer surface to the exchanger volume, o. 

Equations 2 and 3 are conveniently illustrated by means of the tem- 
perature-enthalpy diagram of Fig. 5. Equation 2 indicates that the 


Conditions 1 



Fig. 4. Section of Typical 
Counter-Flow Tower 
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succession of air and water states existing in the exchanger sections must 
combine to form a straight line (for L = constant) on the temperature 
enthalpy diagram. The slope of this operating line is: 

dt “ G 

Since the heat capacity of water is approximately unity, this slope is the 
ratio of the water to the air rate. Equation 3 indicates that the potential 
for energy transfer at any section is the difference between the enthalpy 
of saturated air at the main-body water temperature at that section and 
the enthalpy of the air stream in contact with that water. This potential 
is the difference in the ordinates of the saturation and operating lines for 
the water temperature at the plane in the tower which is under con- 
sideration. 



Fig. 5. Temperature Enthalpy Diagram for Air Water Vapor Mixture 
Showing the Operating Line for Example 1 


Combination of Equations 2 and 3 results in the expression : 

Gdh • Ka{h^-}h)dV (4) 


Integrating this equation over the length of the exchanger: 



G dk 
Kah^ - fhi 


V 


(5) 


The integration of the left side of Equation 6 determines the tower 
volume required to achieve the desired energy exchange. This summation 
is readily accomplished for counter and parallel flow arrangements, G and 
Ka are usually independent of the tower volume and Equation 5 then 
becomes: 


NTU « 




ita F 
G 


( 6 ) 


Where NTU is defined as the Number of Transfer Units and is a measure of the 
difficulty of the cooling process. 
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The integration is made numerically or graphically. In the graphical 

integration - ^ ■ is evaluated as a function of Aa- This determination 

involves the use of the energy balance equation integrated from one 
section to the section in question. The area under the curve between any 
two abscissae is the number of transfer units required to change the air 
state from to h\. 

An approximate value for the number of transfer units can also be 
determined by a simple graphical method of direct construction on the 
temperature enthalpy diagram*. This method cannot be applied very 
satisfactorily to cooling towers as the operating range is small and the 
value of the NTU is near unity. 

When the relationship between the enthalpy of the saturated air and 
the temperature is linear over the range of water temperatures involved, 
it can be shown* that the logarithmic mean of the terminal potentials, 
Ainit is the correct driving force. This is true to a good approximation 
when the water cooling does not exceed 15 deg. The approximation to 
linearity may be determined by inspection of Table 1, Chapter 3, or the 
temperature enthalpy diagram of Fig. 5. If the logarithmic mean is a 
valid potential, Equation 6 may be written: 

^ KaV 

Ahim G ^ ^ 

and the need for the numerical integration for the determination of the 
tower volume is eliminated. 

The over-all rate coefficient, Ka, must be known if the tower volume is 
to be determined. Experiments conducted on towers containing different 
packing construction have yielded some magnitudes of this coefficient, 
evaluated on an over-all basis. These data are presented in Fig. 6 as a 
function of the gas mass velocity through the packing, and apply only to 
the particular packing structure for which they were obtained. The 
over-all rate coefficient (Ka) may also be a function of the water rate, 
since a reduction of the water rate may reduce the wetted area within the 
exchanger*. The results included in Fig. 6 probably represent magnitudes 
of Ka which were obtained for complete wetting. Within the cooling 
tower operating range the over-all rate coefficient for energy transfer is 
nearly the same numerically as the over-all rate coefficient for mass trans- 
fer. The conditions of test corresponding to the data presented in Fig. 6 
are not well enough known in most cases to warrant recomputation of 
Ka, Therefore the magnitudes of the over-all rate coefficient for mass 
transfer presented in Fig. 6 may be used directly in Equations 5 and 6, 
the units of Ka in these equations being Btu per (hour) (cubic foot per 
pound of dry air). 

Application of Design Procedure 

A typical procedure which may be followed in designing a cooling tower 
is illustrated in the following Example 1. 

Example L The rate of air flow, arbitrarily assumed in the data given, is related to 
the tower volume by economic considerations. A balance between air rate and tower 
volume rests on consideration of the costs of producing air flow and of the tower con- 
struction A counter-flow forced draft cooling tower is to cool 36,000 lb of water per 
hour from an initial temperature of 110 F to a final temperature of 80 F. Air having 
an initial condition of 65 F dry-bulb and 58 F wet-bulb temperature will be forced 
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through the tower counter to the direction of water flow at the rate of 30,000 Ib of dry 
air per hour. 

1 

The cross-section of the tower is to be 8 ft x 8 ft and the packing is to be of the type 
producing a rate coefficient as indicated in curve No. 2 of Fig. 6. For this type of packing 
the average cross-sectional area for air flow will be 36 sq ft. 


Solution: 

Initial air enthalpy 
Final air enthalpy: 


25,1 Btu per pound of dry air. 
Lc , 


(hi - ht) 

{hi - 25.1) 


G 

36,000 X 1 
30,000 


(110 - 80) 


hi » 61.1 Btu per pound dry air. 


A numerical integration (Table 4) is employed to determine the Number of Transfer 
Units (NTU) required. Temperature increments of 2 F are used between successive 

determinations of the quantity energy balance indicates that the enthalpy 

increments corresponding to these temperature increments are: 

Lh • ^ ^ 1^’" X 2 » 2.4 Btu per pound of dry air. 

The result of the int^ration is that the Number of Transfer Units required {NTU) 
- 1.72. 

G 30 000 

Unit gas mass velocity, =» « 830 lb per (hour) (square foot average 

cross-sectional air flow area). 

From Curve 2, Fig. 6, Ka =» 138 Btu. 




The tower volume required is; 


Ka 


(NTU) 


30,000 

138 


X 1.72 « 217 X 1.72 - 374 cu ft. 


Height of the packed section is: 


374 

'8X8 


5.9 ft. 


The graphical solution for the Number of Transfer Units required for the desired 

performance is plotted in Fig. 7. is plotted as a function of h, and the area 

under the curve from the initial enthalpy of the air, 25.1 Btu per pound, to the hnai 
enthalpy of the air, 61.1 Btu per pound is 1 72, the Number of Transfer Units reouired. 
The effect of the rapid decrease in potential due to the cooling of the water is inaicated 
by comparison of area Ai, At, and of Fig. 7. Each represents the Number of Transfer 
Units required to achieve a water temperature reduction of about 10 F. 

A I - 0.471 NTU (110 to 100 F) 

At » 0.595 NTU (100 to 90 F) 

At » 0.657 NTU ( 90 to 80 F) 

The use of the logarithmic mean driving potential is illustrated by applying Equation 7 
to Example 1: 


NTU 


(Ka) 

G 


AAim 


A/ti„ 


(h’ - hi) - (h] - hi) ^ 30.7 - 18 .4 


log, 


A, - A, 
Af - A, 


, 30.7 

log. 


24 


NTU ■ 


6L1 -^25.1 
24 


1.5 


The Number of Transfer Units required as determined by use of the logarithmic mean 
driving potential equals 1.5 which compares favorably with the correct magnitude, 1.72. 


Table 4. Numerical Integration for the Number of Transfer Units 


Water 

Tbmpbraturs 

Interval 

F Dec 

Mean Water 
Temperature 

F Deg 

Mean Air 
Enthalpy, 

Btu per Lb 
Dry Air 

Saturated Air 
Enthalpy, A” 
Btu per Lb 
Dry Air 

Enthalpy 
Potential 
*•» - A. 

Aa 

k" - ht 

80-82 

81 

26.3 

44.6 


0.131 

82-84 

83 

28.7 

46.9 


0.132 

84-86 

85 

31.1 

49.2 


0.133 

86-88 

87 

33.5 

51.7 


0.132 

88-90 

89 

35.9 

54.4 


0.130 

90-92 

91 

38.3 

57.1 

18.8 

0.128 

02—94 

93 

40.7 

60.0 

19.3 


94-06 

95 

43.1 

63.0 

19.9 


06-98 

97 

45.5 

66.2 

20.7 

B IB 

98-100 

99 

47.9 

69.6 

21.7 

Bui 

100-102 

101 

50.3 

73.2 

22.9 

0.105 

102-104 

108 

52.7 

77.0 

24.8 

0.009 

104-106 

105 

55.1 

80.0 

25.8 

0.093 

106-108 

107 

57.5 

86.1 

27.6 

0.087 

108-110 

109 

59.9 

89.5 

29.6 

0.081 
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A variation of the design method according to Equation 6 is further 
possible ^through the introduction of Equation 2 to yield 



( 8 ) 


The advantage of this form is in the fact that the left side of the 
equation may be dealt with as a thermodynamic function only, while the 
right side depends upon the tower construction and operation. A series 
of performance curves may be determined from a graphic evaluation of 
the integral, which will serve either as a convenient means of analyzing 
experimental data to determine the conductance Ka, or as a rapid method 

of performance prediction, once the tower characteristic, — ? is known. 


These performance curves may be expressed in terms of the following 
variables; approach to wet-bulb, cooling range, L/G, and wet-bulb 



Fig. 7. Graphical Integration to Determine Number of Transfer Units 
Required for Desired Operating Conditions of Example 1 

temperature of the entering air; and as such they will serve to accurately 
cover the tower performance in consistent terms. 

The application of the foregoing design method to atmospheric towers 
is difficult because rate coefficients and flow conditions are not yet well 
defined for such equipment. If these are known, application of Equation 
7 to sections of the tower small enough to justify use of the logarithmic 
mean potential will yield the tower volume required for each section. 
The sections must be taken perpendicular to the path of water flow. A 
correction to adjust the logarithmic mean potential, evaluated as for 
counter-flow, to the reduced effectiveness of cross-flow, has been derived 
for heat transfer and may be applied to this case 

For small size counterflow spray towers intended for a low cooling 
range only considerable data are available on the performance of the 
spray system in terms of the logarithmic mean enthalpy potential. 
These data show the importance of proper nozzle arrangement and spray 
distribution within the tower. The greatest cooling effect is shown to be 
obtmned in a region close to the nozzles; and the beneficial effects of 
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packing added in the lower section of the tower follow as increasing the 
cooling range. 

Atmospheric towers operate with natural draft, produced in a vertical 
direction by the stack action of the tower structure, at zero velocity of the 
approach wind. Approach wind of sufficient magnitude (the magnitude 
depending on the baffle arrangement which is designed to reduce drift) 
will cause cross-flow augmenting the natural draft. An adequate design 
requires the consideration of both flow conditions. 


Expression for Cooling Tower Performance 

The performance of a cooling tower is described in terms of its effective- 
ness as an energy exchanger. The effectiveness is defined as the ratio of 
the energy actually exchanged to the energy available for exchange. 

Effectiveness expressions: 

Case /. The slope of the operating line on the t — h diagram exceeds the slope of the 
saturation line in the region of water temperatures considered. 


e « 



( 0 ) 


Case The slope of the saturation line exceeds that of the operating line. 


h i — hj _ ti — tj 

^ (h - twb) 


( 10 ) 


This equation represents the approach to wet-bulb. 

Usual tower operating conditions conform to Case 1. Because of the 
curvature of the saturation line, operating conditions may present them- 
selves to which neither Case 1 nor 2 applies. Since a simple expression for 
the intermediate case is not available, the expression of Case 1 may be 
utilized for the small number of operating conditions falling into the 
intermediate classification. 

Make-Up Water 

Since evaporation of water occurs in atmospheric water cooling equip- 
ment such evaporation loss must be replaced. Approximately 1 gal of 
water is lost for every 1000 gal of water cooled per degree of cooling range. 
There is also an additional amount of spill-over and drift water which 
must also be replaced. Replacement supply is usually regulated by a 
float control valve. Chemical treatment of the make-up water is very 
desirable to avoid excessive deposits in the condensers. Refer to Chapter 51 . 

Winter Freeadng 

It is obvious when atmospheric water cooling equipment is operated 
in freezing weather that the water may freeze. Such freezing may lower 
the efficiency of the operation. To obviate this freezing an attempt is 
made, in the case of the spray pond and spray cooling tower, to reduce 
the quantity of water fed to the apparatus. This reduces the pressure at 
the nozzles and thereby increases the size of the drops produced. Care 
must be exercised not to lower the quantity of water too much. On the 
deck tower the upper system may be shut off and a secondary distri- 
bution system put in service midway down the height of the tower. This 
rives the water less time contact with the air and thus keeps it above 
Freezing. A mechanical draft tower can be protected by reducing the air 
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flow through the tower. Where intermittent operation of a system is 
employed, ^^ater in outside basins may cause considerable damage due 
to freezing. ' To prevent this, such basins are drained when out of service 
and on some small roof installations a tank large enough to hold all the 
water in the system may be installed inside the building. In such cases 
the pump should be protected from the freezing weather. 
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DEHUMIDIFICATION BY SORBENT MATERIALS 


Definition* and PrincipleM^ ddsorbentM, Dehumidification hy Solid AdsorbentSf 
Dehumidification Equipment Veing Solid Adnorhents^ Absorbents^ 
Dehumidification by Liquid Absorbents^ Dehumidification 
Equipment Using Liquid Absorbents^ Calculation 
of Moisture Load^ Vapor Barriers 


D ehumidification as used herein is the reduction of the water 
vapor content of a given volume of air or other gas. The term thus 
describes a special case of dehydration which covers the removal of 
moisture in any form from matter. The degree of dehumidification 
required varies greatly with different applications and is one of the prime 
considerations influencing the choice of a method. Dehumidification 
may be. accomplished by latent heat removal together with sensible heat 
removal, as described in Chapters 7, 37, and 43, or by the use of sorbents. 

Sorbents are substances which have the property of extracting and 
holding other substances (usually gases or vapors, e.g. water vapor,) 
brought into contact with them. All materials are sorbents to a greater 
or lesser degree. The weight of water held by a substance will increase or 
decrease depending upon whether the vapor pressure of the water held 
by the substance is less or greater respectively than the partial pressure 
of water vapor in the surrounding atmosphere. As generally used, how- 
ever, the term, sorbents, refers to those materials having a capacity for 
moisture which is large compared to their volume and weight. Such 
materials are divided into two general classifications: 

1. Adsorbent — A sorbent which does not change physically or chemically during the 
sorption process. Certain solid materials, such as activated alumina, silica gel, acti- 
vated bauxites, and activated charcoal have this property. The action of adsorbents, 
most of which adsorb some gases and condensible vapors besides water vapor, is sel^- 
tive. Thus, in the case of a mixture containing both water and organic vapors, silica 
gel would remove the water vapor in preference to the organic vapors, while the reverse 
would be true in the case of activated carbon. The selective property of adsorbents is 
made use of in some instances for the removal of objectionable and contaminating 
vapors from an air or gas mixture. (See Chapter 10.) 

2. Absorbent — A sorbent which changes either physically, chemically, or both, d^ii^ 
the sorption process. Calcium chloride is an example of a solid absorbent, while liquid 
absorbents include solutions of lithium chloride, calcium chloride, lithium bromide, and 
the ethylene glycols. 


ADSORBENTS 

The ability of an adsorbent to remove water vapor from a gas is 
explained by the fact that the vapor pressure of the water in the adsorbent 
(when in the reactivated condition) is less than the {^rtial pressure of 
the water vapor in the surrounding atmosphere. For instance, when an 
active adsorbent is brought into contact with a gas of high humidity, 
there is a tendency for the vapor pressure of the water in die adsorbent 
to reach equilibrium with the partial pressure of the water in the sur- 
rounding gas, with the result that water is extracted by the adsorbent and 
its weight increased, while the moisture content of the gas is correspond- 
ingly reduc^. (The adsorbent is said to be saturated for a g^ven con- 
dition when equilibrium is attained.) The weight of water a given 
adsorbent will extract is dependent upon the relative humidity (ratm of 
the partial pressure in the gas to the saturation pressure at a given 
temperature) and the temperature bf the adsorbent. The process is 
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reversible: if the temperature of the adsorbent is raised until the vapor 
pressure of !the adsorbed water becomes greater than the partial pressure 
of the vapor in the surrounding atmosphere, water will be released by the 
adsorbent. After the adsorbent cools to room temperature, for instance, 
the vapor pressure of the water in the adsorbent falls below the partial 
pressure of the vapor in the atmosphere, and the adsorbent will again 
start extracting water. The elimination of water by the addition of heat 
is known as reactivation and is a means of regenerating the adsorbent 
so that it may be used repeatedly. 

Adsorption is proportional to the amount of surface (internal and 
external) of the sorbent. The materials that are used commercially as 
solid adsorbents have a porous structure of sub-microscopic dimensions, 
which gives them extensive surface area. An adsorbent should meet 
the following requirements in order to be satisfactory for dehumidi- 
fication purposes: 

1. Have a high adsorptive capacity under normal atmospheric conditions. 

2. Be chemically stable, resisting contamination from impurities. 

3. Be physically rugged to resist breakdown from handling and use. 

4. Be capable of reactivation at temperatures generally obtainable. 

5. Be heat-stable at reactivation temperatures. 

6. Have a weight per unit volume such as to avoid excessive bed dimensions. 

7. Be available at reasonable cost. 

Activated Alumina 

Activated alumina is a granular porous material which removes by 
adsorption substantially 100 per cent of the moisture from gases, vapors, 
and certain liquids. Regeneration or reactivation may be accomplished 
by employing a heating medium at temperatures ranging from 350 to 
600 F. After many cycles of adsorption and reactivation it is substan- 
tially as effective as originally and retains its original size and shape. 

Activated alumina is produced by chemically controlled precipitation 
from a sodium aluminate solution resulting from the extraction of alu- 
mina from bauxite by the Bayer process. By subsequent processes this 
precipitate is converted into a highly porous adsorptive material. It is 
low in iron and silica, each normally less than 1/10 of 1 per cent. Com- 
mercially produced material is uniform in analysis and physical form. 

Activated alumina is a partially dehydrated aluminum trihydrate con- 
taining about 7 per cent water and small amounts of soda, oxides of iron, 
silicon, and titanium, as well as very minor amounts of other elements 
indicated spectrographically. Substantially all of the soda is combined 
with silica and alumina as an insoluble constituent. 

Activated alumina is inert chemically to most gases and vapors, is 
non-toxic, and will not soften, swell or disintegrate when immersed in 
water. High resistance to shock and abrasion are two of its more im- 
portant physical characteristics. Commercial sizes range from a powder 
passing through 300 mesh screen to particles 1 in. in diameter. The sizes 
commonly used are 8-14 mesh and in. to 8 mesh. The average weight 
for most forms is 60 lb per cubic foot. Its high degree of purity warrants 
dassification among commercially pure diemicals. 

Silica Gel 

Silica gel is a prepared form of silicon dioxide (silica) having an ex- 
tremely porous structure which makes it an efficient adsorbent. It is 




Dehumidification by Sorbent Materials 


675 


made by mixing predetermined concentrations of an acid, such as sulfuric 
acid, and a soluble silicate, usually sodium silicate, and allowing the 
mixture to set to a jelly-like mass called hydrogel. The product takes its 
name from its condition as a colloid at this stage of its manufacture. 
After setting, the hydrogel is broken into small lumps, washed, dried, 
crushed, and screened to the desired particle sizes and then given a final 
heat treatment or activation- The surface area of silica gel has been 
found to be in excess of 50,000 sq ft per cubic inch of product. Silica gel 
has high adsorptive capacity per unit weight and may be reactivated 
repeatedly at temperatures up to 600 F. Reactivation is generally 
accomplished by blowing gases through the silica gel at approximately 
300 F, or by heating in a well-vented oven maintained at this temperature 
until no more moisture is given off. Silica gel is a high purity, rugged, 
non-toxic, heat-stable material, having a specific heat of 0.2 and is most 
inert. There is no change in the size or shape of the particles as it be- 
comes saturated and no corrosive or injurious compounds are given off. 
It is available commercially in a number of grades, ranging in particle 
size from a 3 to 8 mesh product to an impalpable powder passing through 
a 325 mesh screen. The product generally used for dehumidification 
applications has a particle size of 6 to 12 mesh and a bulk density of 
between 40 and 45 lb per cubic foot. 

Activated Bauxite 

Activated bauxites are certain natural products which after controlled 
heat treatment have properties which make them suitable for use as 
solid adsorbents. They are marketed under different trade names by 
several processors. The activated bauxites consist primarily of 
Fe^Oi, TiOt, and IhO in varying percentages. The surface area, 

adsorptive capacity, and other properties of the several products differ to 
some extent depending upon the source of the original material and its 
subsequent treatment. The available activated bauxites are durable 
products having a specific heat of about 0.24 and can be regenerated at 
temfxiratures between 300 F and 500 F. They are usually supplied in 
a number of particle sizes and have a bulk density of between 55 and 65 
lb per cubic foot. 

There are other solid substances having marked adsorbent properties, 
but details concerning them are not available. 

DEHUMIDIFICATION BY SOUD ADSORBENTS 

Since adsorption is primarily a condensation process, heat equivalent 
to the latent heat of evaporation of the vapor plus the heat of wetting, 
which is an additional amount of heat depending upon the vapor being 
adsorbed and the adsorbent used, is liberated. The sum of the latent 
heat of evaporation and the heat of wetting is known as the heat of 
adsorption. During adsorption it might be said that latent heat is trans- 
formed into sensible heat, which is dissipated into the adsorbent, into 
the metal of the adsorbent container, and into the gas mixture, resulting 
in a rise in temperature. Fig. 1 shows the relationship between tem- 
perature, vapor pressure, and moisture content of a solid adsorbent. 
These curves indicate the general performance of solid adsorbents, 
although the exact values vary for the different adsorbents and may vary 
even for different types of the same compound. The effects of vapor 
pressure and temperature upon the moisture content of an adsorbent 
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may be observed by referring to Fig. 1. When the given type of solid 
adsorbent fs in equilibrium with air having a dry-bulb temperature of 
70 F and 70 per cent relative humidity, that is, having a dew-point of 
60 F or a water vapor pressure of 13.2 mm Hg, the water content of the 
adsorbent is 33 per cent. With air having the same dry-bulb temperature 
and a dew-point of 37 F, or a vapor pressure of 5.6 mm Hg, the w^ater 
content is 20 per cent. The increase in weight for an activated solid 
adsorbent after it reaches equilibrium with a gas of any given water vapor 
content may be found by subtracting the residual water content (for 
example 6 per cent) from the equilibrium value. In the case of the two 
examples cited, the actual water gain would be 27 per cent and 14 per 
cent respectively. The effect of temperature upon the adsorptive 



Fig. 1. Temperature— Vapor Pressure Fig. 2. A Typical Solid Adsorbent 

— Concentration Characteristics Debumidification Unit Air 

for a Typical Solid Adsorbent Flow Diagram 


capacity may be observed by following the 5.6 mm Hg vapor pressure 
line. At a temperature of 70 F the moisture content of the adsorbent is 
20 per cent, while at 100 F the equilibrium water content is 11 per cent. 

In practice the temperature rise in the dehumidified air caused by the 
adsorption heat is approximately 10 deg F for each grain of moisture 
rmoved per cubic foot of air at atmospheric pressure. This temperature 
rise occurs prc^essively through the adsorbent bed and is an important 
cemsideration in predetermining the performance of a given design of 
apparatus. Data such as these, toother with information covering 
other characteristics such m specific heat, resistance to air flow, etc., 
are of value in the basic design of adsorption apparatus. In the solution 
0 $ air conditioning problems, however, reference must be made to fMUr* 
formince data on established apparatus designs. 
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DEHUMIDIFICATION EQUIPMENT USING SOLID ADSORBENTS 

A typical solid adsorbent dehumidification unit air flow diagram is 
shown in Fig. 2. The apparatus consists of two adsorbent containers 
(adsorbers) with necessary interconnecting piping, valves, and auxiliaries 
consisting of filters, fans, activation air heater, controls, and in some 
instances a cooler for the dehumidified air. Before entering the adsorber 
the air to be dehumidified is drawn into a filter to remove dust and other 
impurities. In passing through the adsorbent bed, the moisture content 
of the air is reduced and the dehumidified air is then introduced into the 
space or process requiring it. While the first adsorber is dehumidifying 
the air, the second adsorber is being reactivated by means of outside air 
drawn through a filter and heater in which its temperature is raised to 
300 F. The heat may be supplied by electric heating elements, steam 
coils, the direct products of combustion of gas, oil, waste heat, or any 
other convenient source. In passing through the adsorbent bed, the hot 
gases supply the necessary heat for releasing adsorbed water from the 
adsorbent and then carry it out of the adsorber to the activation gas 
outlet, where it is exhausted to the outside atmosphere. In some in- 
stances a thermostat placed in the activation outlet connection shuts off 
the activation fan and heater when the adsorbent is completely reacti- 
vated, as indicated by a rapid rise in the temperature of the outlet 
activation gas. The length of the adsorption period may be controlled 
by a timing device which changes the valves or dampers from the ad- 
sorbing to the activating position, or by a humidistat located in the 
dehumidified air connection or in the dehumidified space. The majority 
of commercial units are time controlled. 

In applications where a continuous stream of dehumidified air is not 
required, a single adsorber type unit may be used, while in other cases 
where a continuous stream of dehumidified air is required, a multiple 
number of adsorbers or even a continuously rotating system may be used. 

If the air to be dehumidified is very warm, and especially where 
exceedingly low dew-point dehumidified air is required, it is advantageous 
to install a pre-cooler to reduce the temperature of the inlet air. In this 
way the working temperature in the adsorber is lowered and the over-all 
performance appreciably increased. Some equipment manufacturers 
install cooling coils in the adsorbent beds for the same purpose, while 
others divide the adsorbent bed and install coolers between the sections. 


Dehumidification equipment is employed to the best advantage where 
the air conditioning problem is primarily one of obtaining low relative 
humidity control rather than temperature control. This requirement is 
found in the case of the preservation of inactive naval vessels where the 
interior of the ship must be kept at a relative humidity below 30 per 
cent to avoid corrosion, mold, mildew, and other moisture damage that 
occurs at humidities substantially in excess of this figure. Other advan- 


tageous applications for dehumidification systems are found in industnal 
processes where low relative humidity atmospheres are required during 
the manufacture as well as for preservation of the finished products. 
Dehumidification with cooling may be used to advantage in work-rooms 
or other spaces occupied by humans, where the moisture load is high in 
comparison to the sensible heat load. In many instances where inde- 
pendent control of temperature and humidity is important dehumidi- 
ncation is used to advanti^ in cmijunction with coolings 
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ABSORBENTS 

Any absorbent substance may be used as a dehumidifying agent if it 
has a vapor pressure with respect to water lower than the partial pressure 
of the water vapor in the mixture from which the moisture is to be removed. 

Solid Absorbents, The substances used are generally the solid forms of the liquid 
absorbents. Calcium chloride is frequently used because of low cost. At present tney 
are used principally in small desiccating chambers and in small dryers of the cartridge 
type, through which air is forced under pressure. 

Liquid Absorbents, These are primarily water solutions of materials in which the 
vapor pressure is reduced to a suitable level by controlling the concentration and tem- 
perature of the dehumidifying solution. Water solutions of the chlorides or bromides 
of various inorganic elements and certain organic compounds are the liquid absorbents 
used in air conditioning. 

In addition to having suitable water vapor pressure characteristics, an absorbent to 
be satisfactory should also meet the following requirements: 

1. Be widely available at low cost. 

2. Be non-corrosive, odorless, non-toxic, and non-inflammable. 

3. Be chemically inert against any impurities in the air stream. 

4. Be stable over the range of use. 

5. Must not precipitate at the lowest temperature to which the apparatus is exposed. 

6. Have low viscosity and be capable of being economically regenerated or concen- 
trated after having been diluted by the moisture absorbed. 

DEHUMIDIFICATION BY UQUID ABSORBENTS 

In liquid absorption systems the air-vapor stream is brought into 
intimate contact with the absorbent solution by passing the air stream 
through a tower into which the brine is introduced as a finely divided 
spray, or by passing the air through a tower or contactor which is con- 
tinuously sprayed with the brine, thereby presenting a large surface of 
absorbent to the air to be dehumidified. The difference in the partial 
pressure of the water in the concentrated brine and the partial pressure 
of the water vapor in the air causes the water vapor to be given up by the 
air to the brine until equilibrium is approached. The water vapor is 
condensed during this operation, and its addition to the absorbent 
solution results in a decrease in the concentration of the solution. As the 
water vapor condenses the latent heat of condensation is released in the 
absorbent solution. An additional, frequently appreciable, quantity of 
heat known as the heat of solution or heat of mixing is also released. 
The heat released as the result of condensation and mixingTs directly 
transferred to the brine, to the equipment, and to the air being dehu- 
midified, thereby causing a rise in temperature. 

A modified system includes means for removing heat from the absorbent 
solution, either within the contactor or externally. Thus the temperature 
of the solution may be higher than, equal to, or lower than that of the 
air, depending on the chemical employed and the ultimate use of the 
dehumidified air. 

Fig. 3 shows the relationship between temperature, vapor pressure and 
moisture content of a typical absorbent of the inorganic type. These 
curves indicate the general performance of such absorbents, although the 
exact values vary for the different compounds. 

When the given absorbent is in equilibrium with air having a dry-bulb 
temperature of 70 F and a relative humidity of 70 per cent, i.e. having a 
dew-point of 60 F, or a water vapor pressure of 13.2 mm Hg, the water 
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content of the solution is 4.8 lb water per pound of anhydrous absorbent. 
With air having the same dry-bulb temperature and a dew-point of 37 F, 
or a vapor pressure of 6.6 mm Hg, the water content is 2.1 lb per pound 
of absorbent. Therefore, when a solution of 2.1 lb water per pound of 
absorbent is exposed to an atmosphere of 70 F and 70 per cent relative 
humidity, it will absorb an additional 2.7 lb of water in reaching equi- 
librium. 

The effect of temperature on the absorptive capacity may be observed 
by following a constant vapor pressure line in Fig. 3. At a temperature of 
70 F and a vapor pressure of 13.2 mm Hg the moisture content is 4.8 lb 



Fig. 3. Temperature— Vapor Pressure 
— Concentration Characteristics for 
A Typical Inorganic Absorbent 
(Halogen Salt Group) 


Fig. 4. Temperature — Vapor Pressure 
— Concentration Characteristics for 
A Typical Organic Liquid 
Absorbent 


water per pound of absorbent. At 100 F the moisture content is 1.8 lb 
water per pound of absorbent. 

Fig. 4 shows the relationship between temperature, vapor pressure, 
and moisture content of a typical liquid absorbent of the organic type. 

DEHUMIDIFICATION EQUIPMENT USING UQUID ABSORBENTS 

One type of system utilizing liquid absorbents includes an external 
interchanger having essential parts consisting of a liquid contactor, a 
solution concentrator, a solution heater and a cooling coil all as shown in 
Fig. 5. The contactor and cooling coil are located in the wet air stream. 
The air to be conditioned is brought into contact with an aqueous brine 
solution having a vapor pressure below that of the entering air, resulting 
in a transfer of moisture from the air to the brine solution. This results 
in a conversion of latent heat to sensible heat which raises the solution 
temperature and consequently the air temperature. The temperature 
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change of the air being processed is determined by the cooling water tem- 
perature arid the amount of moisture removed in the equipment. Control 
of leaving air temperature may be obtained by precooling the absorbent 
solution in a suitable surface cooler, by tap, well, or chilled water. 

The excess water of condensation, which dilutes the brine, is removed 
in the solution concentrator. This is a low pressure steam heat exchanger 
which over-concentrates a portion of the weak liquor and returns it to 
the main brine reservoir for re-cycling. The concentrator operates in 
the manner of an evaporative condenser, whereby moisture is evaporated 
from the brine by the heating coils into a stream of regeneration air taken 
from and rejected to the outside atmosphere. Low pressure steam is 
normally used for heating the brine. When it is desirable or necessary to 
use gas or electricity, an auxiliary low pressure steam boiler is usually 


Cooling coit and 



Fig. 5. Liquid Absorbent Equipment in Which Solution Cooler and 
Contactor are Combined 

added to the equipment. Concentrators operating on a simple boiler 
principle have not as yet been commercially practical. 

It should be noted that the solution concentration phase is the reverse 
of the absorption process. During concentration the aqueous vapor 
pressure of the solution is greater than that of the surrounding air, while 
during dehumidihcation, the reverse is the case. Utilization of this 
principle permits winter humidification by heating (instead of cooling) 
the solution pumped to the contactor. Water is thereby evaporat^ 
into, instead of being condensed out of, the conditioned air stream. This 
requires dilution of the brine externally to the contactor, rather than 
concentration. 


CALCULATION OF MOISTURE LOAD 

Calculation of the dehumidification required to maintain lower than 
norm2d moisture content in a given room begins with determination of 
the rate of mc^ture gain in the room from all sources. It is common 
practice when maintaining a low humidity ratio to recirculate a lam 
percentage of the air in the room through the dehumidifier, and to add 
cmly enough outade air to meet the needs of the problem. The humidity 
ratio of the mixture of outside and recirculated air and the dehumidifier 
pe^rmance data can be used to calculate the humidity ratio of the air 
joying the dehumidifier. The difference betweoi the humidity ratio iff 
the aic ihi the room and that of the dehumidified air mtering die room 
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VAPOR BARRIERS 

The wAlls enclosing ad dehumidified space are subjected to a vapor 
pressure differential. The pressure of the vapor outside the walls tends 
to force moisture through the walls into the dehumidified zone of relatively 
low vapor pressure. As this process can be an unnecessary load on the 
dehumidifying equipment, provisions should be made for keeping the 
vapor transfer to a minimum. Also, if the space is cooled below the 
ambient dew-point there is a possibility that condensation may occur 
within the wails unless vapor transfer is controlled. For these reasons 



Fig. 6. Performance Data for Typical Commercial Solid Adsorbent 

Dehumidifier 

a vapor barrier should be located within the wall construction as near 
to the high vapor pressure side as feasible. To be effective a barrier 
must be continuous and should be so located within the structure that it 
will be protected from rupture. 

Some types of insulation are supplied with the vapor barrier attached. 
Asphaltic paints, asphalt impregnated and surface coated papers, lami- 
nated papers, and combinations of metal foil and kraft papers are among 
the types of available barriers. Sheet metal linings have been used in 
rooms where moisture transpiission must be eliminated. In existing 
construction, barriers may be added to the surface of the walls by appli- 
cation of proper paints or the addition of foil or laminated impr^[nated 
paper. 
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When vapor permeability is expressed as grains per (hour) (square 
foot) (inch of mercury pressure differential) a value not exceeding unity 
indicates a proper vapor barrier. Moisture vapor transmission rates for 
various materials are listed in Table 24, Chapter 15. 

The formula for the amount of moisture vapor transmitted through 
a wall is: 

W ^ - P 2 ) 

where 

W = total moisture vapor flow, grains per hour through the wall. 

IJL = permeability, grains per (hour) (square foot) (unit vapor pressure differential). 

A = area of the wall, square feet. 

P\ = vapor pressure on the humid side of the wall, and 

P 2 = vapor pressure on the other side of the wall, both in units consistent with the 
pressure units of the transmission coefficient. 

The over-all moisture transfer coefficient for a wall consisting of a 
combination of several materials in series may be calculated by combining 
the permeabilities (pi, pj, ps, etc.) of the individual materials according 
to the formula: 


1 


-f- — ^ -1 -r . . . . 

Pi Pi Pd 

Example £. Find the moisture transfer through a wall of 1000 sq ft area if the per- 
meability of the wall is 0.45 grains per (square foot) (hour) (inch Hg) and the air con- 
ditions are 85 F dry-bulb with 65 per cent relative humidity outside and 90 F dry-bulb 
with 20 per cent relative humidity inside. 

Solution, I'he vapor pressures are therefore 0.65 X 1.21 = 0,787 in. Hg outside and 
0.20 X 1.42 « 0.284 in. Hg inside. 

The vapor transfer of the wall is therefore 1000 X 0.45 (0.787 — 0.284) *» 226 grains 
per hour. 

Allowance should be made in design load calculations for imperfections 
in application of vapor barriers and consequently some judgment is 
necessary in determining the quality of the workmanship. 
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W ITH the increasing use of all-year comfort air conditioning instal- 
lations the importance of refrigeration to the air conditioning 
engineer has been greatly magnified. The details of equipment operation, 
maintenance, and design remain problems for the refrigeration engineer, 
but the air conditioning engineer does retain a responsibility to the 
customer which requires some knowledge on his part of the different 
refrigeration cycles and the relative merits of each. In order to assist 
in meeting this need, the present chapter has been divided into two parts, 
the first covering the fundamental technical relationships which govern 
the selection and analysis of an operating cycle and the second presenting 
brief discussions of some of the equipment and equipment arrangements 
which are most commonly used. 

THEORY AND CYCLE CALCULATIONS 

Definitions 

The ton of refrigeration is a quantity unit which originated in the days 
when harvested ice was the principal source of summer cooling. By 
definition the ton is the cooling effect realized when one ton of 32 F 
ice melts to water at 32 F; since the latent heat of fusion of ice is 144 Btu 
per pMDund, the ton represents a unit cooling effect of 144 X 2,000 « 
288,000 Btu. In common practice the ton is usually considered a rate 
(rather than quantity) unit and is taken as 288,000 Btu per day (24 
hours) or 12,000 Btu per hour or 200 Btu per minute. Thus for air 
conditioning calculations, the size of the requisite refrigeration machine, 
expressed in tons, can be obtained by dividing the heat gain of the struc- 
ture, expressed in Btu per hour, by 12,000. In equation form: 

Ht -• (Btu per hour heat gain) -i- 12,000 (1) 

where 

Ht load in tons. 

The working substance, or refrigerant, is the fluid which carries heat 
through the refrigeration cycle from the evaporator, where heat enters 
the rSrigerant, to the condenser where the heat is discharged to some 
cooling medium. The great majority of modern refrigeration systems 
use a liquefiable vapor as the worlung substance. By altering the pressure 
of the refrigerant its boiling temperature is changed, allowing the material 
to boil in the evaporator at a temperature sumdently lower than that 
of the conditioned space to insure lliaintenance of an effective heat 
transfer rate from the space (or in some cases from a secondary cooling 
fluid such as brine or cold water) to the refrigerant. The vapor formed 
ill the evaporator is then raised in pressure (by a compressor, or by the 
abisc»rber«generator combination of the absoiption system) until its new 
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boiling temperature exceeds the temperature of the available cooling 
medium; under these conditions heat transfer is established from the 
refrigerant vapor to the cooling medium with resultant condensation of 
the refrigerant. When condensed, the high-pressure liquid refrigerant 
is reduced in pressure and again allowed to boil in the evaporator. 

Thermodynamically, a material for use as a refrigerant should have 
a large latent heat of vaporization since it is this heat quantity — subject 
to minor variations — which constitutes the working effectiveness of the 
refrigerant. Further, since the work required to compress a vapor in- 
creases rapidly with the pressure ratio, the thermodynamic character- 
istics of the fluid should be such that the required low-to-high temperature 
range can be achieved with only a moderate change in ratio. A further 
consideration, from the standpoint of practical operating effectiveness, 
is that the suction pressure should not be below atmospheric (to prevent 
leakage of air into the refrigerant lines) nor should the condenser pressure 
be excessively high (to prevent need for extra-heavy construction). The 
specific volume-specific enthalpy relationship is also important because 
some materials would have such low density, when in vapor form, that 
impractical compressor displacements would be needed to handle the 
suction vapor. 

Properties of refrigerants are usually given either in tabular or graphic 
form. In contrast to the temperature-entropy plotting which is used 
almost exclusively in steam-power work, refrigeration problems are 
usually referred to a pressure-enthalpy chart. The advantage of pressure- 
enthalpy plotting is that linear distances on the chart correspond to 
energy gains or losses and the two types of processes, constant-pressure 
and constant-enthalpy, which occur most frequently in refrigeration 
cycles, can both be represented by straight vertical or horizontal lines. 
Tabular arrangements of refrigerant properties have the disadvantage 
common to all point representations, in requiring interpolation beWeen 
given values, but have the advantage of an accuracy greater than that 
obtainable from a chart. Tables 1, 2, 3, 4, 5, 6 and 7 give the thermo- 
dynamic properties of seven of the more common refrigerants: dichloro- 
difluoromethane (F-12), monochlorodifluoromethane (F-22), methyl 
chloride, ammonia, carton dioxide, monofluorotrichloromethane (F-11), 
and water; the first five of these materials are commonly used in recipro- 
cating compressors, the last two in centrifugal machines, while water also 
finds use in steam jet systems. 

Referring to Table 1, the first column gives the range of saturation 
temperatures likely to occur in practice. The second column gives the 
saturation pressure expressed in pounds per square inch absolute corre- 
sponding to a given temperature, while the next six columns give the 
three fundamental specific properties, volume, enthalpy, and entropy, 
of the saturated liquid and saturated vapor respectively. The last four 
columns give values of enthalpy and entropy for gases with 25 deg and 
with 60 deg of superheat; note particularly that the column heading 
SO F super/^al means, not that the gas is at a temperature of 50 F, but 
that its temperature exceeds by 60 deg the saturation temperature corre- 
sponding to its actual pressure. Thus F-12 vapor at 38.0 psig and 91 F 
possesses 60 deg of superheat since its saturation temperature corre- 
sponding to 62.7 psia is 41 F. 

The tabular arrangements of refrigerant properties are literally for 
saturated or superheated materials only. In many cases, however, the 
engineer must work with sub-cooled liquids. With an accuracy sufficient 
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Table 1. Properties of Dichlorodifluoromethane (F-12) 


Sat. 

T®mf. 

F 

AbA 
Phkss. 
Lb pier 
Sq In. 

Volume 

I Enthalpy and Entropy Taken From —40 F 

Enthalpy 

1 Entropy 

1 25 F Sup)erheat 

1 50 F Superheat 

Liquid 

\'apor 

Liquid 

Vapor 

Liquid 

Vapor 

Enthalpy 

^ Entropy 

' Enthalpy 

' Entropy 

0 

23.87 

0.0110 

1.637 

8.25 

78.21 

0.01869 

0.17091 

81.71 

0.17829 

85.26 

0.18547 

2 

24.89 

0.0110 

1.574 

8.67 

78.44 

0.01961 

0.17075 

81.94 

0.17812 

85.51 

0.18529 

4 

25.96 

O.Olll 

1.514 

9.10 

78.67 

0.02052 

0.17060 

82.17 

0.17795 

85.76 

0.18511 

5 

26.51 

0.0111 

1.485 

9.32 

78.79 

0.02097 

0.17052 

82.29 

0.17786 

85.89 

0.18.S02 

6 

27.05 

O.Olll 

1.457 

9.53 

78.90 

0.02143 

0.17045 

82.41 

0.17778 

86.01 

0.18494 

8 

28.18 

c.oin 

1.403 

9.96 

79.13 

0.02235 

0.17030 

82.66 

0.17763 

86.26 

0.18477 

10 

29.35 

0.0112 

1.351 

10.39 

79.36 

0.02328 

0.17015 

82.90 

0 17747 

86.51 

0.18460 

12 

30.56 

0.0112 

\:m 

10.82 

79.59 

0.02419 

0.17001 

83.14 

0.177.?3 

86.76 

0.18444 

14 

31.80 

0.0112 

1.2. S3 

11.26 

79.82 

0.02510 
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Table 2, Properties of Monochlorodifluoromethane (F-22) 
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0.2413 

108 

237.0 

0.01426 

! 0.2233 

43.66 

113.24 

0.0874 1 

0.2100 

122.92 

0.2264 

132.35 

0.2411 

no 

243.4 

0.01433 

0.2167 

44.35 

113.29 

0.0886 i 

0.2006 

123,04 

0.2261 

132.53 

0.2408 

112 

249.9 

0.01440 

0.2104 

45.04 

113.34 

0.0898 1 

0.2093 

123.16 

0.2258 

132.71 

0.2405 

114 

266.6 

0.01447 

0.2043 

45.74 

113.38 

0.0909 

0.2089 

123.28 

0.2255 

132.88 

0.2403 

no 

263.4 

0.01454 

0.198;i 

40.44 

113.42 

0.0921 

0.2085 

123.40 

0.2253 

133.05 

0.2400 

118 

270.3 

0.01461 

0.1926 

47.14 

113.46 

0.0933 

0.2081 

123.51 

0.2250 

133.22 

0.2398 

120 

277.3 

0.01469 

0.1871 

47.85 

113.52 

0.0945 

0,2078 

123.62 

0.2247 

133,39 

0.2395 


Data from Kinetic Chemicals, Inc., 2045 
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Table 3, Properties of Methyl Chloride 



^ 

Abs, 
Press. 
Lb per 
SqIn. 



Enthalpy and Entropy Taken From — 

40 F 


Sat. 

Temp. 

F 



j Enthalpy 

Entropy 

100 F Sui)crhcat 

200 P Superheat 



Livjuid 

Vapor 

Liquid 

1 Vapor 

Liquid 

Vapor 

i']ntlialp> 

Entropj 

Enthalpy 

Entropy 

0 

18.73 

0.0162 

5.052 

14.4 

192.4 

0.0328 

0.4197 

215.6 

0.467 

237.2 

0.507 

2 

19.60 

0.0162 

4.856 

IS.l 

193.1 

0.0344 

0.4196 

216.2 

0,466 

237.7 

0.505 

4 

20.47 

0.0163 

4.661 

15.8 

193.8 

0.0360 

0.4195 

216.7 

0.465 

238.2 

0.504 

5 

20.91 

0.0163 

4.563 

16.2 

194.1 

0.0368 

0.4195 

217.0 

0 464 

238.5 

0.503 

6 

21.39 

0.0163 

4.476 

16.6 

194.4 

0.0376 

0.4194 

217.3 

0.464 

238.8 

0,502 

8 

22 ..U 

0.0164 

4.303 

17.3 

195.1 

0.0391 

0.4193 

217.9 

0.463 

239,4 

0.501 

10 

23.30 

0.0164 

4.129 

18.1 

195.8 

0.0407 

0.4192 

218.5 

0.463 

240.0 

0.500 

12 

24.38 

0.0164 

3.984 

18.8 

196.3 

0.0423 

0.4184 

219.0 

0.462 

240.5 

0499 

14 

25.46 

0.0164 

3.839 

19.6 

196.7 

0.0439 

0.4176 

219.5 

0.462 

241.0 

0.498 

16 

26.55 

0.0165 

3.693 

20.3 

197.2 

0.0454 

0.4168 

220.0 

0.461 

241.5 

0.498 

18 

27.63 

0.0165 

3.548 

21.1 

197.6 

0.0472 

0.4160 

220.5 

0.461 

242.0 

0.497 

20 

28.71 

0.0166 

3.403 

21.8 

198.1 

0.0486 

0.4152 

221.0 

0.460 

242.5 

0.496 

22 

29.98 

0.0166 

3.288 

22.5 

198.5 

0.0501 

0 4148 

221.5 

0.459 

243.0 

0.495 

24 

31.25 

0,0166 

3.172 

23.3 . 

198.9 

0.0516 

0.4143 

222.0 

0.459 

24.1.6 

0.495 

26 

32.53 

0.0167 

3.057 

1 24.0 

199.3 

0.0532 

0.4139 

222.4 

0.458 

244.1 

0.494 

28 

33.80 

0.0167 

2.941 

24.8 

199.7 

0.0547 

0.4134 

222.9 

0.458 

244.7 

0.494 

30 

35.07 

0.0168 

2.826 

25.5 

200.1 

0-0562 

0.4130 

223.4 

0.457 

245.2 

0.493 

32 

36.55 

0.0168 

2.734 

26.2 

200.5 

0.0577 

0.4124 

22. V 9 

0.456 

245.7 

0.492 

34 

38.03 

0.0169 

2.642 

27.0 

200.9 

0.0592 

0.4118 

224.3 

0.455 

246.2 

0.492 

36 

39.51 

3.0169 

2.549 

27.7 

201.4 

0,0607 

0.4111 

224.8 

0.455 

246.7 

0.491 

38 

40.99 

0.0169 

2.457 

28.5 

201.8 

0.0622 

0.4105 

225.2 

0.454 

247.2 

0.491 

39 

41.73 

0.0170 

2.411 

28.8 

202.0 

0.0629 

0.4102 

225.5 

0.453 

247.4 

0.490 

40 

42.47 

0.0170 

2.365 

29.2 

202.2 

0.0637 

0.4099 

225.7 

0.453 

247.7 

0.490 

41 

43.33 

0.0170 

2.328 

29.6 

202.4 

0.0644 

0.4096 

225.9 

0.453 

248.0 

0.490 

42 

44.18 

0.0171 

2.290 

29.9 

202.6 

0.0651 

0.4093 

226.1 

0.452 

248.3 

0.489 

44 

45.89 

0.0171 

2.216 

30,7 

203.0 

0.0666 

0.4087 

226.6 

0,451 

248.8 

0.489 

46 

47.61 

0.0171 

2.141 

31.4 

203.3 

0 0680 

0.4081 

227.0 

0.451 

249.4 

0.488 

48 

49.32 

0,0172 

2.067 

32,2 

203.7 

0.0695 

0.4075 

227.5 

0.450 

249.9 

0.488 

50 

51.03 

0.0172 

1.992 

32.9 

204.1 

0,0709 

0.4069 

227.9 

0.449 

250.5 

0.487 

52 I 

53.00 j 

0.0172 

1.931 

33.7 

204.4 

0.0724 

0.4063 

228.2 

0.448 

251.0 

0.486 

54 1 

54.97 I 

0.0173 

1.870 

34.4 

204.7 

0.0739 

0.4056 

228.6 

0.448 

251.5 

0.486 

56 

56.94 i 

0,0173 

1.810 

35,2 

205.1 

0.0754 

0.4050 

228.9 

0.447 

252.0 

0.485 

58 

58.91 

0.0173 

1.749 

35.9 

205.4 

0.0769 

0.4043 

229.3 

0.447 

252.5 

0.485 

60 

60.88 

0.0174 

1.688 

36.7 

205 7 

0.0784 

0.4037 

229.6 

0.446 

253.0 

0.484 

62 

63.13 

0.0174 

1.638 

37.4 

206.0 

0.0798 

0.4030 

229.9 

0.445 

253.5 

0.483 

64 

65.37 

0.0174 

1.588 

3 S .2 

206.3 

0.0812 

0.4024 

230.3 

0.444 

254.0 

0.483 

66 

67.62 

0.0175 

1.539 

38.9 

206.6 

0,0827 

0.4017 

230.6 

1 0.443 

254.5 

1 0.482 

68 

69.86 

0.0175 

1.489 

39.7 

206.9 

0.0841 

0.4011 

231.0 

I 0.442 

! 255.0 

1 0.482 

70 

72.11 

0.0176 

1.439 

40.4 

207.2 

0.0855 

0.4004 

331.3 

0.441 

255 .S 

0.481 

72 

74.66 

0.0176 

1.398 

41.1 

207.5 

0.0869 

0,3998 

231.6 

0.440 

256.0 

0.480 

74 

77.21 

0.0177 

1,357 

41.9 

207.7 

0,0883 

0.3992 

232.0 

0.439 

256.5 

0.480 

76 

79.76 

0.0177 

1,315 

42.6 

208.0 

0.0898 

0.3985 

232.3 

0.439 

256.9 

0.479 

78 

82.31 ! 

0.0178 

1.274 

43.4 

208.2 

0.0912 

0 3979 

232.7 

0.438 

257.4 

0,479 

80 

84.86 1 

0.0178 

1.233 

44.1 

208.5 

0.0926 

0.3973 

233.0 

0.437 

257.9 

0.478 

82 

87.74 

0.0178 

1.199 

44.8 

208.7 

0.0940 

0.3967 

233.3 

0.436 

258.4 

0.478 

84 

90.62 

0.0179 

1.165 

45.6 

209.0 

0.0953 

0.3960 

233.6 

0,435 

258.9 

0.477 

86 

93.50 

0.0179 

1.130 

46.3 

209.2 

0.0967 

0.3954 

233.9 

0.435 

259.4 

0,477 

88 

96.38 

0.0180 

1.096 

47.1 

209.5 

0.0980 

0.5947 

2,34.2 

0.4 ,H 

259,9 

a 476 

90 

99.26 

0.0180 

1.062 

47.8 

209.7 

0.0994 

0.3941 

2,34.5 

0.433 

260.4 

0.476 

92 

102;49 

0.0180 

1.033 

48.6 

209.9 

0.1008 

0.3935 

234.8 

0.433 

260.8 

0.476 

94 

105.72 

0.0181 

1.005 

49.3 

210.2 

0.1022 

0.3929 

235.1 

0.432 

261.2 

0.475 

96 

108.94 

0.0181 

0.9764 

50.1 

210.4 

0.1035 

0.3922 

235.4 

0.432 

261.6 

0.475 

98 

112.17 

0.0182 

0.9478 

50.8 

210.7 

0.1049 

0.3916 

235.7 

0.431 

262.0 

0.474 

100 

115.40 

0.0182 

0.9193 

51.6 

210.9 

0.1063 

0J9W 

236.0 

0.431 

262.4 

0.474 

102 

119.00 

0.0183 

0 A 952 

52,3 

211.1 

0.1076 

0.3903 

236.4 

aijo 

262.8 

0.474 

104 

122.60 

0.0183 

0.8712 

53.1 

211.3 

0.1090 

0.3897 

236.8 

0.430 

263.2 

0.473 

106 

126.20 

0.0184 

0 A 471 

S 3 J 

211.4 

0.1103 

0 J 890 

237.1 

0.429 

263.5 

0.473 

108 

129.80 

0.0184 

0.8231 

54.6 

211.6 

053117 

vjm 

237,5 

0.429 

263.9 

0.472 

110 

133.40 

0.0185 

0.7990 

S 5 J 

211 A 

ait 30 

0.3877 

237.9 

0.428 

264J 

M72 

112 

137.42 

0.0185 

0.7786 

$U 

212.0 

0.1144 

0.3871 

238.1 

0.42 t 

264,6 

0.471 

114 

Ui.44 

OillSS 

0,7583 

56 A 

212.2 

(LUST 

IU 864 

238.3 

0A27 

264.8 

0.470 

116 

145.46 

0.0186 

0.7379 

57.6 

212.4 

0.1171 

0.3858 

238 

0.426 

265.1 

(K470 

118 

149.48 

0.0186 

0.7176 

58 J 

212.6 

0.1184 

0.3851 

238 A 

OAU 

265.3 

ojm 

120 

153.50 

0.0187 

0.6972 

59.1 

212.8 

ail98 

QJB4S 

239.0 

0.425 

265,6 

9jm 



^rigeration 
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Table 4. Properties of Ammonia 


Sat. 

Tbmp. 

F 

Abs. 
PiUBsa. 
Lb pick 
S o In. 

VOLUMB 

Enthalpy and Entropy Takbn From — 40 F 

Enthalpy 

Entropy 

100 F Superheat 

200 F Superheat 



Liquid 

Vapor 

Liquid 

Vapor 

Liquid 

Vapor 

Enthalpy 

p]ntropy 

Enthalpy 

Entropy 

0 

30,42 

0.02419 

9.116 

42.9 

611.8 

0.0975 

1.3352 

666.8 

1.4439 

720.3 

1.5317 

2 

31.92 

0.02424 

8.714 

45.1 

612.4 

0.1022 

1.3312 

667.6 

1.4400 

721.2 

1.5277 

4 

33.47 

0.02430 

8.333 

47.2 

61 1.0 

0.1069 

1.3273 

668.4 

1.4160 

722.2 

1.5236 

5 

34.27 

0.02432 

8.1.50 

48.3 

613.3 

0.1092 

1.3253 

068.8 

1.4340 

722.6 

1.5216 

6 

35.09 

0.02435 

7.971 

49.4 

613.6 

0.1115 

1.3234 

669.3 

1.4321 

723.1 

1.5196 

8 

36.77 

0.02440 

7.629 

51.6 

614.3 

0.1162 

1.3195 

670.1 

1.4281 

724.1 

1.5155 

10 

38.. 51 

0.02446 

7..S04 

53.H 

614.9 

0.1 208 

1.3157 

670.9 

1.4242 

72.5 0 

1.5115 

12 

40.31 

0.02451 

6.996 

56.0 

61.S.5 

0.1254 

1.3118 

671.7 

1.4205 

725.9 

1.5077 

14 

42.18 

0.02457 

6.704 

.58.2 

616.1 

0.1100 

1..1081 

672.5 

1.4168 

726.8 

1.5039 

16 

44.12 

0.02462 

6.425 

f»0.3 

616.6 

0.1346 

1.3043 

673.4 

1.4130 

727.8 

1.5001 

18 

46.13 

0.02468 

6.161 

62.5 

617.2 

0.1392 

1.3006 

674.2 

1.4091 

728.7 

1.4963 

20 

48.21 

0.02474 

5.910 

64.7 

617.8 

0 1437 

1.2969 

675.f) 

1 .4056 

729.6 

1.4925 

22 

50.36 

0,02479 

5.671 

66.9 

618.3 

0.1483 

1.2933 

675.8 

1.4021 

730,5 

1.4889 

24 

52..59 

0.02485 

5.443 

69 1 

618.9 

0.1528 

1.2897 

676.6 

1..1985 

731.4 

1.4853 

26 

54.90 

0.02491 

5.227 

71.3 

619.4 

0.1573 

1.2861 

677,3 

1.3950 

732.4 

1.4816 

28 

57.28 

0.02497 

5.021 

715 

619.9 

0.1618 

1.2825 

678.1 

1..1914 

733.3 

1.4780 

30 

59.74 

0.02503 

4.825 

75.7 

620.5 

0 1663 

1.2790 

678.9 

l..i879 

734.2 

1.4744 

32 

62.29 

0.02508 

4.637 

77 9 

621.0 

0.1708 

1.2755 

679.7 

1 .3846 

735.1 

1.4710 

34 

64.91 

0.02514 

4.4.59 

80.1 

621.5 

0.1 7.M 

1 2721 

680.4 

1.3812 

736.0 

1.4676 

36 

67 .(Ki 

0 02521 

4.289 

82.3 

622.0 

U.1797 

1.2686 

681.2 

1.3779 

736.8 

1.4643 

38 

70.43 

0.02527 

4.126 

84.6 

622.5 

0.1841 

1.2652 

681.9 

1.3745 

737.7 

1.4609 

39 

71.87 

0.02530 

4.048 

85.7 

622.7 

0.1863 

1.2635 

682,3 

1.3729 

738.2 

1.4592 

40 

73.32 

0.02533 

3.971 

86.8 

623 0 

0.1885 

1.2618 

682.7 

1..1712 

738.6 

1.4575 

41 

74.80 

0.02536 

3.897 

87.9 

623.2 

0.1908 

1.2602 

683.1 

1.3696 

739.0 

1.4559 

42 

76.31 

0.02539 

3.823 

89.0 

623.4 

0.19.10 

1.2585 

683.4 

1..1680 

739.5 

1.4542 

44 

79.38 

0.02545 

3.682 

91.2 

623.9 

0.1974 

1.2552 

684.2 

1.3648 

740.4 

1.4510 

46 

82.55 

0,02551 

3.547 

93,5 

624.4 

0.2018 

1.2519 

684.9 

1.3616 

741.3 

1.4477 

48 

85,82 

0.02558 

3.418 

95.7 

624.8 

0.2062 

1.2486 

685.6 

1.3584 

742.2 

1.4445 

50 

89.19 

0.02564 

3.294 

97.9 

625.2 

0.2105 

1.2453 

6S6.4 

1.3552 

743.1 

1.4412 

52 

92.66 

0.02571 

3.176 

100.2 

625.7 

0.2149 

1.2421 

687.1 

1.3521 

744.0 

1.4382 

54 

96.23 

0.02577 

3.(K)3 

102.4 

626.1 

0.2192 

1.2389 

687.8 

1.3491 

744.8 

1.4351 

56 i 

99.91 

0 02584 

2 954 

104.7 

626.5 

0.22.16 

1.2357 

688.5 

1.3460 

745.7 

1.4.121 

58 i 

103.7 i 

0.02590 

2.851 

K»6.9 

626.9 

0.2279 

1.2325 

689.2 

1.3430 

746.5 

1.4290 

60 

107.6 i 

0.02597 

2.751 

109 2 

627.3 

0.2322 

1.2294 

689.9 

1.3399 

747.4 

1.4260 

62 1 

1 111.6 ! 

0,02604 

2.656 

111.5 

627,7 

0.2365 

1.2262 

690.6 

1.3370 

748.2 

1.4231 

64 ! 

1 11,5.7 

0.02611 

2.565 

113.7 

628.0 

0.2408 

1.2231 

691,3 

1.3341 

749.1 

1.4202 

66 

1 120.0 

0.02618 

2.477 

116.0 

628.4 

0.2451 

1.2201 

691.9 

1..3312 

749.9 

1.4172 

68 

1 124J 

0.02625 j 

2.393 

118.3 

628.8 i 

0.2494 i 

1.2170 

692.6 

1.3283 

750.8 

i 1.4143 

70 

128.8 

0.02632 

2.312 

120.5 i 

629.1 

0.2537 

1.2140 

691.3 

1.3254 

751.6 

! 1.4114 

72 

133.4 

0,02639 

2.235 

122.8 

629.4 

0.2579 

1.2110 

694,0 

1.3226 

752.4 

1.4086 

74 

1 138.1 

0.02646 

2.161 

i 12.S.1 

629.8 

0.2622 

1.2080 

694.6 

1.3199 

753.3 

1,4059 

76 

143.0 

1 0.02653 

2.089 

127.4 

6301 

0.2664 

1. 20.50 

695,3 

1.3171 

754.1 

1.4031 

78 

1 147.9 

0.02661 

2.021 

1 129.7 

630.4 

0.2706 

1.2020 

695.9 

1.3144 ! 

755.0 

1,4004 

80 

; 153,0 

0.02668 

1.955 

1 132.0 

630.7 

0.2749 

1.1991 

696.6 

1.3116 

755.8 

1.3976 

82 

1 158.3 

0.02675 

1.892 

134.3 

631,0 

0.2791 

1.1962 

697.2 

1.3089 

756.6 

1.3949 

84 

163.7 

0.02684 

1.831 

136.6 

631.3 

0,2833 

1.1933 

697.8 

1,3063 

757.4 i 

1.3923 

86 

169.2 

0,02691 

1.772 

138.9 

631.5 

0.2875 

1.1904 

698.5 

1.3040 

758.3 

1,3896 

88 

174.8 

0.02699 

1.716 

141.2 

631.8 

0.2917 

1.1875 

699.1 

1,3010 

759.1 

1.3870 

90 

! 180.6 

I 0,02707 

1.661 

143.5 

632.0 

0.2958 

1.1846 

699.7 

1.2983 

759.9 

1.3843 

92 

186.6 

0.02715 

1.609 

145.8 

632.2 

0.3000 

1.1818 

700,3 

1.2957 

760.7 

1.3818 

94 

192.7 

0.02723 

1.559 

148.2 

632.5 

0.3041 

1.1789 

700.9 i 

1.2932 

761.5 

1.3793 

96 

198.9 

0.02731 

1.510 

150.5 

632.6 

0.3083 

1.1761 

701.5 ! 

1.2906 

762.2 

1.3768 

98 

205.3 

i 0,02739 

1.464 

152.9 

632.9 

0.3125 

1.1733 

702.1 1 

1.2881 

763.0 

1.3743 

100 

211.9 

0.02747 

1.419 

155.2 

633.0 

0.3166 

I.l7a5 

702.7 

1.2855 1 

763.8 

1.3718 

102 

218.6 

0.02756 

L37S 

157.6 

633.2 

0.3207 

1,1677 

703.3 

1.2830 1 

764.6 

1.3693 

104 

225.4 

0.02764 

1.334 

159,9 

633.4 

0.3248 

1.1649 

703.8 ! 

1.2805 

765,3 

1.3668 

106 

2322$ 

0.02773 

1.293 

! 162,3 

633.5 

0.3289 

1.1621 

704.3 

1,2780 

766.1 

1.3643 

108 

239.7 

0.02782 

L254 

164.6 

633.6 

a3330 

1.1593 

705.0 

1.2755 

766.9 

1.3619 

no 

247.0 

0.02790 

1.217 

167.0 

633,7 

0.3372 

1.1566 

70S.5 

1.2731 

767.6 

1.3596 

112 

2544 

0.02799 

1.180 

169.4 

633.8 

0.3413 

1.1538 

706.1 

1.2708 

768.3 

1.3573 

114 

262.2 

a02808 

1.145 

171.8 

633.9 

0.3453 

I.ISIO 

706.6 

1.2684 

769.1 

1.3550 

116 

270.1 

0.02817 

Ut2 

174.2 

634.0 

0.3495 

1.1483 

707,2 

1.2661 

769.8 

1.3527 

118 

278.2 

0.02827 

1.079 

176.6 

634.0 

0.3535 

1.1455 

707,7 

1.2636 

770.5 

1.3503 

120 

mi 

a02836 

1.047 

179.0 

634.0 

0.3576 

1.1427 

708.2 1 

1.2612 

771.3 

1.3479 

122 

294.8 

0.02846 

1.017 

181.4 

634.0 

0.3618 

• 1.1400 

708,6 

1.2587 

772.0 

1.3455 

124 

mi 

0.02855 

0.987 

183.9 

634.0 

0.3659 

I.U72 

709.1 

1.2563 

772.8 

1.3431 

m 

122.2 

0.02865 

0.958 

186.3 

633.9 

0.3700 

1.1344 

709.6 1 

1,2538 1 

773.5 

IJ407 

m 

S2U 

0.02875 

0.931 


633.9 

0.3741 

1.1316 

710.0 

1.25U 

7k2 

1J383 
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Table 5. Properties of Carbon Dioxide 


Volume 


Enthalpy and Entropy Taken From —40 F 


bAT. 

Temp. 

F 

Press. 
Lb per 
S o In. 


Enthalpy 

Entropy 

50 F Superheat 

100 F Superheat 

Liquid 

Vaiwr 

Liquid 

Vapor 

Liquid 

Vapor 

Enthalpy 

Entropy 

Enthalpy 

Entropy 

0 

305.5 

0.01570 

0.29040 

18.8 

138 9 

0.0418 

0..3024 

1.53.7 

0.3342 

167.5 

0.3612 

2 

.115.9 

0.01579 

0.28030 

19 8 

138.8 

0 0440 

0..3014 

1.53.7 

0.3303 

167.6 

0.3600 

4 

326.5 

0.01588 

0.27070 

20.8 

138.8 

0.t>461 

0.3(H)5 

153.7 

0.3318 

167.7 

0.3588 

5 

332.0 

0.01592 

0.26610 

21.3 

138.8 

0.0472 

0.3000 

153.7 

0.3312 

167.7 

0.3582 

6 

337.4 

0 01596 

0.26140 

21.8 

138.7 

0.0483 

0.2994 

153.7 

0.3306 

167.8 

0.3576 

8 

348.7 

0.01605 

0.25260 

22.9 

138.7 

0 0504 

0.2982 

1.53.7 

0.3293 

167.9 

0.3563 

10 

360.2 

0.01614 

0.24370 

24.0 

138.7 

0.0526 

0.2970 

153.7 

0.3281 

168.0 

0.3550 

12 

371.9 

0.01623 

0.23540 

25.0 

138.6 

0.0548 

0.2958 

153.7 

0 3270 

168.1 

0.3538 

14 

383.9 

0.01632 

0.22740 

26.1 

138.6 

0.0571 

0.2946 

1.5.1. 7 

0.3259 

168.2 

0.3526 

lb 

396.2 

0.01642 

0.21970 

27.2 

138.5 

0.0593 

0.2933 

153.7 

0.3249 

168.3 

0.3513 

18 

408.9 

0.01652 

0.21210 

28.3 

138.4 

0.0616 

0.2921 

153.7 

0.3238 

168.5 

0.3501 

20 

421.8 

0.01663 

0.20490 

29.4 

138.3 

0.0().38 

0.29(W 

1.53.7 

0.3227 

168-6 

0.3489 

22 

434.0 

0.01673 

0.19790 

.30.5 

138.2 

0.(Krf)2 

0.2897 

1.53.7 

0.3214 

168.7 

0.3479 

24 

448.4 

0.01684 

0.19120 

31.7 

138.1 

0 0686 

0.2885 

153.7 

0.3202 

168.8 

0.3470 

26 

462.2 

0.01695 

0.18460 

32.9 

138.0 

0.0710 

0.2873 

153.7 

0.3189 

168.9 

0.3460 

28 

476.3 

0.01707 

0.178.10 

.34,1 

137.9 1 

0.07.34 

0.2861 

153.7 

0.3177 

169.0 

0..3451 

30 

490.8 

0.01719 

0.17220 

35.4 

137.8 

0 0758 

0.2849 

153.7 

0.3164 i 

169.1 

0.3441 

32 

505.5 

0.01731 

0.16630 

36.7 

137.7 

0.0781 

0.2834 

153.7 

0.3158 

169.2 

0.3431 

34 

522.6 

0.01744 

o.u»o.io 

.37.9 

137.4 

0.0804 

0.2820 1 

153.7 

0.3151 ! 

169.3 

0..1421 

36 

536.0 

0.01759 

0.15500 

39.1 

137.2 

0.0828 

0.2805 

153.7 

0.3145 1 

169.4 

0.3411 

38 i 

551.7 

0.01773 

0.14960 

40.4 

1.36.9 

0.0851 

0.2791 

153.7 

0.31.38 1 

169.5 

0.3401 

39 

559.7 

0 01780 1 

0.14700 

41.0 

136.8 

0.0862 

0.2783 

15,1.7 

0.3135 

169.5 

0.3396 

40 

567.8 

0.01787 1 

0.14440 

41.7 

136.7 

0.0874 

0.2776 

153.7 

0.3132 

169.6 

0.3391 

41 

576.0 

0.01794 

0.14185 

42.3 

136.5 

0.0887 

0.27(>8 

153.7 

0.3127 

196.6 

0.3386 

42 

584.3 

0.01801 

0.139.30 

42 9 

136.3 

0.0899 

0.2761 

153.7 

0.3122 

169.7 

0.3381 

44 

601.1 

0.01817 

0.13440 

44.3 

136.1 

0.0924 

0.2745 

153.7 

0.3112 

169.8 

0..3371 

46 

618.2 

0,01834 

0.12970 

} 45.6 

1 135.7 

0.0950 

0.2730 

153.7 

0.3101 

169.9 

0.3362 

48 

' 635.7 

0 01851 

0.12500 

1 47.0 

! 1.35.4 

0.0975 

0.2714 

153.7 

0..3()91 

170.0 

0.3352 

50 

653.6 

0 01868 

0.12050 

i 48.4 

1.35.0 

0.1000 

0.2699 

! 1.53.7 

0..3081 

170.1 

0. .3.34 2 

52 

671.9 

0.01887 

0.11610 

49.8 

134.5 

0.1027 

0.2681 

153.7 

0.3069 

170.2 

0.3333 

54 

690.6 

0.01906 

0.11170 

51.2 

133.9 

0.1054 

0.2663 

153.7 

0.3057 

170.3 

0.3324 

56 

709.5 

0.01927 

0,10750 

52 6 

133.4 

0.1081 

0.2644 

153.5 

0.3046 

170.5 

0.3315 

58 

728.8 

0.01948 

0.10.340 

54.0 

132.7 

0.1108 

0.2626 

153.7 

0.3034 

170.6 

0.3306 

60 

748.6 

0.01970 

0.09940 

55.5 

132.1 

0.11.35 

0.2608 

15.3.7 

0.3022 

170.7 

0.3297 

62 

769.0 

0,01995 

0.09545 

57.0 

131.3 

0.1164 

0.2584 

153.7 

0.3012 

170.8 

0.3289 

64 

789.4 

0.02020 

0.09180 

58.6 

1.30.6 

0.1194 

0.2560 

1.53.7 

0 3002 

170.9 

0.3281 

66 

810.3 

0.02048 

0.08800 

60.2 

129.7 

0.1223 

0.2535 

153.7 

0.2991 

171.0 

0.3273 

68 

831.6 

0.02079 

0.08422 

61.9 

128.7 

0.1253 

0.2511 

153.7 

0.2981 

1711 

0.3265 

70 

853.4 

0.02112 

0.08040 

63.7 

127.5 

0.1282 

0.2487 

153.7 

0.2971 

171.2 

0 3257 

72 

875.8 

0.02152 

0.07654 

65.5 

126.0 

0.1321 

0.2450 

153.7 

0.2962 

171.3 

0J25O 

74 

898.2 

0.02192 

0.07269 

67.3 

124.5 

0.1.360 

0.2414 

153.7 

0.2953 

171.4 

0.3242 

76 

921.3 

0.02242 

0.06875 

69.4 

122.8 

0.1398 

0.2377 

153.7 

0.2945 

171.5 

0.3235 

78 

944.8 

0.02300 

0.06473 

71.6 

120.9 

0.1437 

0.2341 

153.7 

0 2936 

171.6 

0.3227 

80 

968.7 

0.02370 

0.06064 

73.9 

118.7 

0.1476 

0.2304 

1.53,7 

0.2927 

171.7 

0.3220 

82 

993.0 

0.02456 

0.05648 

76.4 

116.6 

0.1578 

0.2195 

1,53.7 

0.2920 

173.8 

0.3215 

84 

1017.7 

0.02553 

0.05223 

79.4 

113.9 

0.1679 

0.2087 

15s3.7 

0.2914 

176.0 

0.3209 

86 

1043.0 

0.02686 

0.04789 

83.3 

110.4 

01781 

0.1978 

1.53.7 

0.2907 

178.2 

0,3204 

87.8 

1069.9 

0.03454 

0.03454 

97.0 

97.0 

0.1880 

0.1880 

153.7 

0.2901 

180.1 

0.3199 


for all practical purposes the specific volume and the enthalpy of any 
sub-cooled refrigerant can be taken as equal to the values read from the 
tables for a saturated liquid at the same temperature. Thus ifF-12atl21 
paia and 40 F is passing through a pipe, its volume and enthalpy can be 
determined from Table 1 as 0.0116 cu ft per pound and 17.0 Btu per 
pound. 

Frequendy it is necessary to detetinine the properties of a wet vapor 
or of a mixture of liquid with some' added vapor, such as is found at 
discharge from an expansion valve. This can be done from the tables 
by noting that the specific enthalpy of the mixture must be equal to 
that of the saturated liquid plus a fraction of the latent heat of vaporiza- 
tion equal to the fraction of refrigerant which is present in vapor form* 
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Table 6. Properties of Monofluorotrichloromethane (F-11) 


Abb. 
Prsbb. 
IjB pub 
BqIn. 

VOLDIOD 


Enthalpy and Entropy Takbn From —40 F 





Entropy 

25 F Supo-heat 

50 F Superheat 

Liquid 

Vapor 

Liquid 

Vapor 

Liquid 

Vapor 

Enthalpy 

Entropy 

linthalpy 

Entropy 

2.59 

0.01020 

13.700 

7.81 

90.4 

0.0178 

0.1975 

93.9 

0.2049 

97,4 

0.2120 

2.96 

0.01024 

12.100 

8.81 

91.2 

0.0200 

0.1974 

94.7 

0.2047 

98.2 

0.2117 

3.38 

0.01028 

10.700 

9.82 

92.0 

0.0222 

0.1973 

95.5 

0.2045 

99.0 

0.2114 

3.85 

0.01032 

9.530 

10.80 

92.8 

0.0243 

0-1971 

96.3 

0.2043 

99.8 

0.2111 

4.36 

0.01036 

8.490 

11.90 

93.7 

0.0264 

0.1970 

97.2 

0.2041 

100.7 

0.2109 

4.94 

0.01040 

7.580 

12.90 

94.5 

0.0286 

0.1969 

98.0 

0.2039 

101.5 

0.2107 

5.57 

0.01045 

6.770 

13.90 

95.3 

0.0307 

0.1969 

98.8 

0.2038 

102.3 

0.2105 

6.27 

0.01049 

6.080 

14.90 

96.1 

0.0328 

0.1968 

99.6 

0.2037 

103.1 

0.2103 

7.03 

0.01053 

5.460 

16.00 

96.8 

0.0349 

0.1968 

100.3 

0.2036 

103.8 

0.2101 

7.88 

0.01057 

4.920 

17.00 

97.6 

0.0370 

0.1967 

101.1 

0.2035 

104.6 

0.2099 

8.79 

0.01062 

4.440 

18.10 

98.4 

0.0391 

0.1967 

101.9 

0.2034 

105.4 

0.2098 

9.80 

0.01066 

4.020 

19.10 

99.2 

0.0412 

0.1967 

102.7 

0.2033 

106.2 

0.2097 

10.90 

0.01071 

3.640 

20.20 

100.0 

0.0432 

0.1967 

103.5 

0.2033 

107.0 

0.2096 

12.10 

0.01076 

3.300 

21.30 

100.8 

0.0453 

0.1967 

104.3 

0.2032 

107.8 

0.2094 

13.40 

0.01081 

3.000 

22.40 

101.5 

0.0473 

0.1967 

105.0 

0.2032 

108.5 

0.2093 

14.80 

0.01086 

2.740 

23 . 50 ] 

102.2 

0.0493 

0.1967 

105.7 

0.2031 

109.2 

0.2092 

16.30 

0.01091 

2.500 1 

24.50 

102.9 

0.0513 

0.1966 

106.4 

0.20301 

109.9 

0.2090 

17.90 

0.01096 

2.280 1 

25.60 

103.6 

0.0533 

0.1966 

107.1 

0.2029 

110.6 

0.2089 

19.70 

1 0.01101 

2.090 1 

26.70 

104.4 

0.0553 

0.1966 

107.9 

0.2028 

111.4 

0.2088 

21.60 

0.01106 

1.918 

27.80 

105.1 

0.0573 

0.1966 

108.6 

0.2028 

112.1 

0.2087 

23.60 

0.01111 

1.761 1 

28.90 

105.7 

0.0593 

0.1965 

109.2 

0.2027 

112.7 

0.2085 

25.90 

0.01116 

1.620 

30.10 

106.4 

0.0613 

0.1965 

109.9 

0.2026 

113.4 

0.2084 


Sat, 

Tilfp. 

F 


0 

5 

10 

15 

20 

25 

30 

35 

40 

45 

50 

55 

60 

65 

70 

75 

80 

85 

90 

95 

100 

105 


Table 7. Properties of Water 


Sat. 

Tbmp. 

F 


Ab«. 

PRMS. 

Ls PBB 

SqIn. 


VoLincB 


liquid 


Vapor 


Entbalpt and Entbopt Taun Fbom +32 F 


Enthalpy 


Liquid Vapor 


Entropy 


Liquid Vapor 


50 F SupM’faeat 


Enthalpy Entropy 


100 F Superheat 


Enthalpy Entropy 


32 

35 

40 

45 

50 

55 

60 

65 

70 

75 

80 

85 

90 

95 

100 

105 


0.0887 

O.lOOOl 

0.1217 

0.1475 

0.1780 

0.2140 

0.2561 

0.30541 

0.3628 

0.4295 

0.507 

0.596 

0.698 

0.815 

0.949 

1.101 


0.01602 

0.01602 

0.01602 

0.01602 

0.01602 

0.01603 

0.01603i 

0.01604 

0.01605 

0.016061 

0.01607 

0.01609 

0.01610 

0.01612 

0.016131 

0.01615 


3296.0 

2941.0 

2441.0 

2034.0 

1702.0 

1430.0 

1206.0 

1021.0 

868.0 

740.0 

632.9 
543.3 

467.9 

404.2 

350.3 

304.4 


0.00 

3.02 

8.05 

13.07 

18.08 

23.08 

28.08 
33.08 
38.07 
43.06 

48.05 

53.04 

58.03 

63.01 

68.00 

72.98 


1073 . 0 ' 
1074 . 4 i 
1076 . 8 ] 

1079.2 
1081.5 

1083.9 

1086.2 

1088.61 

1090.9 
1093 . 2i 


O.OOOOl 

0.0062 

0.0163 

0.0262 

0.0361 

0.0459] 

0.0556] 

0.0652 

0.0746] 

0.0840 


2 . 1826 ! 
2 . 1724 ! 
2.1555 
2 . 1390 ] 
2 . 1230 , 

2.1073 

2 . 0920 ] 

2.0771 

2.0625 

2.0483 


1095. 

1097. 

1100 . 

1102 . 

1104 . 

1106 , 


0.0933 
0.1025 
0.1116 
3 0.1206 
60.1296 
80.1384 


0344 

0208 ] 

0075 

9946 

9819 

9695 


1096.9 

1098.3 
1100.6 
1102 . 9 ] 

1105.2 

1107.51 

1109.81 

1112.2 

1114.5 
1116.7 

1119.0 

1121.2 

1123.4 

1125.6 

1127.9 
11130.2 


2.2277 

2.2172 

2.2000 

2.1832 

2,1667 

2 . 1506 ] 

2.1349 

2.1196 

2.1046 

2.0900 


.0758 

.0619 

.0483 

.0350 

.0220 

.0093 


1120.8 

1122.2 

1124.5 

1126.7 
1129 , 0 ] 

1131 . 3 ] 

1133 , 5 | 

1135.8 

1138.1 
1140.3 

1142.51 

1144.7 

1146.8 

1148.9 

1151.1 
11153.21 


! 2.2688 

2.2581 

2.2406 

2.2234 

2.2066 

2.1902 

2.1742 

2.1585 

] 2.1432 

2.1283 

2.1138 

2.0996 

2.0857 

2.0721 

2.0588 

2.0458 
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Consider, for example, F-12 with a quality (the per cent in vapor form) 
of 30 perk:ent; the enthalpy of this material would be equal to: 

Am - -I- 0.30 (Av ~ Af) ( 2 ) 

where 

Am ■* specific enthalpy of the mixture. 

Af »» specific enthalpy of the liquid. 

Av « specific enthalpy of the saturated vapor. 

Values of Af and Av are obtained from Table 1 for the actual pressure 
of the mixture. 

By a reversal of this same procedure the tabular data can be used to 
determine the state of a mixture leaving an expansion valve. Consider 
a valve to which saturated liquid at pressure />. is admitted and a mixture 
of saturated liquid and vapor at pressure is discharged. The quality 
of the material at discharge is then determined by making use of the fact 
that theexpansion process is completely irreversible, is a throttling process, 
and hence occurs without change in enthalpy. Thus the enthalpy of the 
mixture, Ami is equal to the enthalpy of the saturated liquid at the 
entrance state, Af., and can therefore be read from the table. 

Thus, 

Aft ** Am “ Avd ~ (1 (Avd ■“ Afd) ( 3 ) 

or, 

« (Am - Afd) (Avd - Afd) ( 4 ) 

where 

Afs “* enthalpy of saturated liquid at entrance to expansion valve. 

Am ** enthalpy of mixture. 

Avd =* enthalpy of saturated vapor at discharge. 

Afd ~ enthalpy of liquid at discharge. 

X B proportion of liquid in the mixture, decimal. 

The refrigerant cycle is the series of state changes which occur in the 
conditioning processes needed to restore the refrigerant to a condition 
in which it will possess the ability to extract heat from the space to be 
cooled. For all compression-type systems the cycle consists of four 
processes: heat gain in the evaporator; pressure rise in the compressor; 
heat loss in the condenser; pressure loss in the expansion valve. The 
compression process is accomplished at the expense of energy added to 
the compressor in the form of shaft work and the expansion process 
could be carried out, if the economics of the system would permit, in an 
eKpanding engine with consequent release of energy as shaft work. In 
ordinary systems, however, the additional first cost and maintenance 
costs of an expanding engine so greatly exceed the advantage resulting 
from the work realiz^ that such en^’nes are not used and the pressure 
reduction is allowed to occur irreversibly in an expansion valve. Basic* 
ally, then, a refrigeration cycle condsts of two heat transfer processes 
and two pressure change processes, no work entering into the heat 
transfer processes and — in the simple cycle — no heat transfer occurring 
during the pre88ure*change processes. 

Simple Refrigeraiioii Cydes 

The most cohunon and least complicated type of refrigeration cycle 
it in Fig. I and is called the simple saturaHen cyde. For 

tysteiii saturated vapor flows without gmn or loss of heat from the 
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evaporator to the suction of the compressor. During passage through 
the compressor the energy added as shaft work goes entirely to increase 
the enthalpy of the refrigerant, and the compression process, which is 
assumed to occur irreversibly and without external heat transfer, is 
characterized by constant entropy. Thus the state of the superheated 
vapor leaving the compressor can be determined from the tables of 
thermodynamic properties by noting the discharge pressure and fixing 
also the entropy of the saturated vapor at entrance to the compressor. 

Superheated vapor from the compressor flows to the condenser where 
desuperheating and condensation take place. From the condenser the 
refrigerant flows to the expansion valve, undergoes a constant-enthalpy 
pressure reduction and returns to the evaporator where it again removes 
a quantity of undesired heat. When the evaporator is arranged to permit 
direct cooling of room air by the refrigerant, the system is said to be 


Heat of Compression 
Added to Ges 



High Pressure Saturated Liquid 


Fig, 1. Mechanical Refrigeration System 

oflthe direcl expansion type, while a system in which the evaporating 
refrigerant cools water or brine, which in turn cools the air, is said to .be 
indirect. Although many differences exist between most actual systems 
and that of the simple saturation cycle this latter is nonetheless of great 
value in that it provides an extremely simple method of rapidly achieving 
an approximate analysis of probable power requirements, compressor 
size, etc. Further, the equations used in analysis of a simple saturation 
cycle form the basis of the more complex treatments required for com- 
pound refrigeration cycles. For these reasons a typical simple saturation 
problem will be worked in detail. 

Example 1. A simple saturation cycle carries a 7 ton load when operating between 
suction and discharge pressures of 52.7 psia and 121 psia with F-12 as the refrigerant. 
Determine: (a) the cooling effect provided by ^ch pound of refrigerant, (b) the refrig- 
erant circulating rate, (r) the horsepower required, (d) the quantity of heat to be dis- 
sij^ted from the condenser, (e) the required condenser cooling water, in ^llons per 
minute, if temperature rise of water passing through the condenser is 8 deg, (/) the bJire 
and stroke of a double acting cylinder (neglecting the effect of the piston rm) if speed 
of compressor is 500 revolutions per minute. 

Solution, (a) Saturated liquid F-12 at 121 psia leaves the condenser and enters the 
expansion valve. The enthalpy of this material (from Table 1) is 29.08 Btu per pound 
and this must also belts enthalpy at entrance to the evaporator. Leaving the evaporator 
as a saturated vapor at 52.7 psia, its enthalpy is 82.82 so the refrigerating effect must be 
82.82 - 29.08 « 53.14 Btu per1>ound. 
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(b) The refrigerant circulating rate is equal to the total heat to be picked up in unit 
time divided by the pick-up per pound of refrigerant or, 

Wr =“ (7 ton X 200) -5- 53.14 =» 26.3 lb per minute. 

(c) The horse power required is equal to the increase in energy of the refrigerant 
passing through the compressor (expressed in Btu per minute) divided by the conversion 
factor 42.42, which is the number of Btu per minute corresponding to 1 hp, 

(hp) « Wr ihd - Avs) 42.42 (5) 


where 

hp sw horsepower. 

Wt *= refrigerant circulating rate in pounds per minute. 

Ad ■= enthalpy of vapor at condition of discharge from compressor. 

Avs ** enthalpy of saturated vapor entering compressor. 

Wt is known from (A) and Avs is the enthalpy of refrigerant as it enters the compressor 
in a saturated vapor state at 52.7 psia; thus Avs = 82.82. 

In order to determine Ad, the state of the refrigerant must first be determined at the 
compressor discharge. At the known suction state the entropy (from Table 1 for satu- 
rated vapor at 52.7 psia) is 0.16828 and, since the compression is assumed to occur 
isentropically, it therefore follows that the discharge state must have the same entropy 
at 121 psia. From the table the entropy of vapwr superheated 25 deg is 0.17330, so the 
superheat, /sd, possessed by the actual gas discharged from this compressor can be 
obtained by interpolation as, 


/ad 0.16828 - 0.16608 

25 * 0.17330 - 0.16608 


from which =* 7.6 deg. 

As the saturation temperature at 121 psia is 94 F the actual temperature, /d, of the vapor 
leaving the compressor is, fd 94 -|- /gd =* 94 4- 7.6 « 101.6 F. By the same kind of 
interpolation the enthalpy of the discharged vapor can be determined from the enthal- 
pies given for vapor superheated 25 F and for saturated vapor, 

(Ad - 88.10) (0.16828 - 0.16608) 

(92.16 - 88.10) ” (0.17330 - 0.16608) 

from which, Ad * 89,34 Btu per pound. 

Then substituting into Equation 5, 

(hp) « 26.3 (89.34 - 82.82) - 5 - 42.42 = 4.03 

(d) The rate of heat loss from the condenser, Qcf must be equal to the sum of the 
energies picked up by the refrigerant in the evaporator and the compressor, 

Qc - 53.14 4- (89.34 - 82.82) - 63.14 + 6.52 - 59.66 Btu per pound or 26.3 X 
59.66 ** 1569 Btu per minute. This same figure can, of course, be determined more 
directly by subtraction of the enthalpy of liquid leaving the condenser from the enthalpy 
of superheated vapor going into it, thus, 

Qc “ 26.3 (89.34 — 29.68) *» 1569 Btu per minute. 

(e) The cooling water rate (based on a gallon as 8.34 lb) is 1569 + (8 X 8.34) 
23.5 gpm. 

if) The compressor size is fixed by the volume of gas which must be drawn into the 
snadiine per unit time. Saturated vapor at 52.7 psia has a specific volume, from Table 
1, of 0.779 cu ft per pound, hence 26.3 X 0.779 ■* 20.49 cfm of gas must be handled. 
Assuming a volumetric efficiency of 90 per cent the compressor must then displace 
20.49 4* 0.9 « 22.8 cfm. The speed is given as 500 rpm and as the unit is known to be 
double-acting the displacement is therefore ^.8 X 1728) 4- (2 X 500) 89.4 cu in. 

If the unit were designed so that bore, d, and stroke were the same, 

(*d*) 4- 4 - 39.4 


d - 3.69 in. 
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Coefficient of Performance 

In order to permit evaluation of the effectiveness with which any given 
cycle operates, some term is desirable which would be comparable to the 
efficiency that is used for heat engines- In refrigeration the desired effect 
is heat extraction and the cost of achieving this extraction is the amount 
of energy which must be supplied as shaft work. Thus the ratio of 
refrigerating effect to the heat equivalent of the compressor work is used 
as a measure of effectiveness and is defined as the coefficient of per- 
formance, thus, 

(cop) =* (Avg — hie) (Ad - Avs) (6) 

where 

cop =“ coefficient of performance. 

Av 8 specific enthalpy of saturated vapor entering compressor. 

Afc ** specific enthalpy of liquid at discharge from condenser. 

Ad = specific enthalpy of vapor at discharge from compressor. 

The subscripts vs, d, and fc represent state points at suction and 
discharge of the compressor and at discharge from the condenser. Thus 
for the conditions of the simple saturation cycle which was used in Ex- 
ample 1, 

(cop) « (82.82 - 29.68) -i- (89.34 - 82.82) * 8.17. 

This coefficient can be compared with that which would exist if the 
system were to operate on an ideal Carnot cycle for w^hich the coefficient 
of picrformance would be, 

(cop) - 

where 

Tg « evaporator temperature, Fahrenheit degrees, absolute. 

Tc “ condenser temperature, Fahrenheit degrees, absolute. 


In problem 1,7", = 501 F (which is 41 F + 460) and Tc = 554 F (which 
is 94 F + 460) and. 


(cop) 


501 

(554 - 501) 


9.6 


The actual cycle is therefore 8.17 4- 9.6 or 85 per cent as effective as 
a Carnot cycle between the same temperature limits. 


Influence of Suction Pressure 

Brief consideration of the analytical procedure used in discussion of 
the simple saturation cycle will bring out the need for maintaining the 
suction pressure on any refrigeration system as high as the load will 
permit. As the suction pressure increases, for fixed discharge pressure, 
the enthalpy of refrigerant entering the evaporator remains unchanged, 
but the leaving enthalpy increases and hence the refrigerating effect 
increases. Further, compressor energy input is reduced not merely 
because of the greater enthalpy of the gas at suction, but also because 
of a reduction in the enthalpy of the superheated gas at discharge. Since 
the refrigerating effect is greater and the work less, it is obvious that there 
will be a substantial gain in the coefficient of performance. 

The actual value of suction pressure on any system is obviously 
determined by the required temperature which must be maintained in 
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the conditioned space. For a direct expansion system the evaporator 
can be hel^ at a temperature not much less than that of the conditioned 
enclosure except in cases where lower temperatures may be needed in 
order to establish a desired ratio of dehumidifying to cooling load. When 
dehumidification requirements dictate the use of unusually low evaprorato 
temperatures the increased operating cost should properly be charged 
against the dehumidification rather than the sensible cooling. 

Influence of Discharge Pressure 

In contrast to the suction pressure, the compressor discharge pressure 
should be kept as low as operating conditions will allow. This pressure 
must be high enough to provide a saturation temperature of refrigerant 
within the condenser which is greater than the exit temperature of the 
cooling water. The discharge pressure therefore is a direct function of 
the temperature of the cooling fluid and will automatically rise whenever 
the temperature of cooling water (or air) rises; it will also rise when the 
flow rate of the cooling medium is decreased. 

Increase in discharge pressure (for fixed suction pressure) raises the 
enthalpy of the gas leaving the compressor, hence increases the work 
of compression. Further, the enthalpy of saturated liquid leaving the 
condenser increased with pressure so the refrigerating effect must de- 
crease. Thus the effect of such a pressure rise is to require more work 
per pound of refrigerant handled and at the same time to necessitate 
an increase in the refrigerant flow rate. 

Influence of Water Jacket 

The preceding discussion has, in every case, assumed isentropic com- 
pression. Where exact performance data are not available this assumption 
is a desirable one since it leads to a conservatively large determination 
of the power required. In most actual systems the compression process 
departs from isentropic due to irreversible heat transfers which occur 
between the vapor in the cylinder and the cylinder wall and also because 
of intentional heat dissipation from the outside of the cylinder walls to 
the surroundings, or to a cooling fluid passing through a water jacket 
around the cylinder. 

Exact measurement of the heat carried away in the jacket cooling water 
requires facilities which frequently are not available on field installations, 
but a reasonably close approximation to both the heat loss and the work 
requirement can be obtained from theory, providing the temperature 
of the gas leaving the compressor is experimentally determined. Knowing 
the temj^rature and pressure at both suction and discharge, the actual 
state points can be readily determined from the tables of refrigerant 
properties and the entropies and enthalpies thereby evaluated. Then 
the energy dissipation to cooling water can be calculated approximately 
from the equation, 

Qi^Wr (As) Tuvg (7) 

wh^re 

Qi energy dissipated to cooling water, Btti per minute. 

Wr weight of refrigerant, pounds per minute. 

As entropy change between suction and discharge. 

Iw * average temperature of gas passing throi^ compressor, Fahrenheit detiwnif 
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The work of compression is then given by the equation : 

(hp) - [Wr (k^ - *v.) + Qy] 42.42 (8) 

where 

hp ■■ horsepower. 

Ad enthalpy of vapor at compressor discharge. 

Avt * enthalpy of saturated vapor entering compressor. 

From the form of Equation 8 it would appear that an increase in the 
energy loss to the jacket would result in a greater power requirement 
since the term is additive: actually, however, computation will readily 
show that the effect of an increase in the Q] term is to decrease the horse- 
power since the rate of decrease of enthalpy difference will, in every 
case, exceed the increase in heat loss. Thus compressor cooling is highly 
desirable as a method of reducing power consumption. 

Influence of Superheating and Subeooling 

The most common departure from conditions of the simple saturation 
cycle is that resulting from admission of superheated vapor to the com- 
pressor. Thermodynamically, superheat is undesirable since the enthalpy 
increase required to compress a vapor through a given pressure range 
increases with superheat. Further, superheated vapor leaving an evapo- 
rator is usually an indication that the suction pressure is lower than 
necessary. Under practical operating conditions, however, superheat is 
almost universally used as a means of assuring complete vaporization 
of the refrigerant going to the compressor. With modern compressors 
operating at high speed and with relatively small clearance space it is 
particularly necessary to avoid admission through the suction valves 
of liquid refrigerant. 

Another common departure of actual systems from the simple satu- 
ration cycle occurs because of subeooling of refrigerant in the condenser. 
Thermodynamically such subcooling is advantageous since it increases 
the refrigerating effect without affecting the unit energy requirements 
of the compressor. Further, it can be shown that for a fixed ratio of 
condenser cooling water* to refrigerant circulating rate the total compres- 
sor power requirements will be greater when operating simple saturation 
than when operating with maximum sub-cooling. What is even more 
surprising is that condenser pressure may be lower for the sub-cooling 
cycle than for the saturation cycle; this condition results from the fact 
that, for the same capacity on a heavily loaded condenser, the refrigerant 
flow rate is less when there is sub-cooling. 

Because of the advantages attendant upon the use of sub-cooling, many 
methods are in use for obtaining some sub-cooling effect outside of the 
condenser. One common procedure is to use the cold vapor leaving the 
evaporator to cool the liquid flowing from condenser to expansion valve. 
In this case subeooling is realized at the expense of superheating the 
suction vapor and thermodynamic analysis will show at once that a 
definite loss will accrue. The only conditions under which such a system 
can be justified are Uiose for which the vapor would, in any event, pick up 
a comparable degree of superheat while en route to the compressor; in 
this event the deliberate superheating, with useful subcooling as a result, 
is preferable to the useless superheating which would otherwise occur. 
In mmil compressors having Itsargt 8urfa<^ area in relation to volume, a 
definite gain is usually accomplished by such interchange, because for 
iUC^ units tibere woula be considerable heating in any event. On vary 
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large compressors the loss in volumetric efficiency would more than offset 
any gain, ,|and the capacity would be reduced. Somewhere between 
these two extremes, the exact point depending on the type of compressor, 
location of valves, etc., the two factors would offset one another. 

Another somewhat unusual subcooling cycle allows cold refrigerant 
from the downstream side of the expansion valve to cool liquid refrigerant 
from the condenser down to the evaporator temperature. In such a case 
the expansion valve becomes a simple pressure-reducing valve since 
there is no vapor formation — hence no expansion — during passage of the 
liquid refrigerant through it. This system is theoretically identical, 
from the standpoint of thermodynamic effectiveness, with the simple 
saturation cycle. 

Clearance and Conventional Volumetric Efficiency 

Clearance^ like displacement, is a characteristic — usually fixed — of a 
given compressor. In some cases clearance pockets are provided which 
place within the operator’s control the ability to alter the clearance of 
the machine, but most moderate size compressors are built with fixed 
clearance. By definition the clearance is the percentage of the volume 
swept by the piston which is represented by spaces in the end of the 
cylinder (including valve spaces, etc.) when the piston is at the end of its 
stroke. 

Because of the trapping of high pressure vapor in the clearance space, 
and its subsequent re-expansion, the suction valves of the compressor 
do not open until the piston has completed part of its stroke. Hence the 
volume of fresh vapor introduced into the compressor per stroke is less 
than the volume swept by the piston. The ratio of actual volume of 
fresh gas to swept volume is, by definition, the conventional volumetric 
efficiency, CVE. In equation form, 

(CVE) - 100 - Fc - 1 j (») 

where 

CVE “ conventional volumetric efficiency. 

Vc ** clearance, per cent of volume swept by piston,' which is contained in spaces 
at end of cylinder when piston is at end of stroke (clearance includes valve 
spaces, etc.) 

Vg » specific volume of gas at compressor inlet. 

Vd specific volume of gas at compressor discharge. 

Values of v* and Vd can be obtained directly or by calculation from the 
tables of properties of refrigerants. 

Influence of Wiredrawing and of Piping Losses 

The pressure drop which occurs during passage of the refrigerant 
through suction and discharge valves of the compressor is known as wire- 
drawing. Its effect is equivalent to that of a reduction in the evaporator 
pressure (but without the disadvantage of reduced refrigerating effect) 
and an increase in condenser pressure; hence it is undesirable. In analyzing 
a cycle, wiredrawing can be taken into account since it amounts to the 
interposition of a small expansion valve between the state point of vapor 
leaving the evaporator and that of vapor at start of the compression 
process; a similar equivalent valve can be considered as interposed at 
the end of the compression process and before the state point corre- 
sponding to the condition of the superheated vapor in the discharge line. 
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In exactly the same way representation on the ideal cycle can be 
given to the pressure losses that occur in the connecting piping. In each 
case the entire loss of a given line can be treated as though it occurred 
during passage through an equivalent expansion (or pressure reducing) 
valve located at any convenient place in the line. Data to permit 
evaluation of line losses are given in a subsequent section of this chapter. 

Complex Refrigeration Cycles 

The preceding sections have dealt only with refrigeration systems 
in which there is but one evaporator. When two or more evaporators are 
required, and the pressures differ in each, much greater opportunity is 
afforded the engineer for obtaining large economies through selection of 
one of the more complex cycles. Consider, for example, the refrigeration 
requirements of an air conditioning system which is to cool a very large 
volume of 90 F outside air down to a conditioned temperature of 40 F. A 
simple saturation system, operating with evaporator temperature less 
than 40 F, would accomplish the desired purpose, but at the expense of 
excess power requirements since 50 per cent of the sensible cooling load 
could instead be handled by an evaporator operating at a tem[>erature 
somewhat less than 65 F. The more effective procedure in this case would 
be to place two direct expansion coils in series, the first operating at a 
temperature less than 65 F and the second at a temperature below 40 F. 
In this way approximately one half of the total load would be picked up at 
the higher evaporator pressure and therefore need be raised through a 
much smaller thermal height. The theoretical advantage of such oper- 
ation can be visualized from the increase in Carnot effectiveness; assuming 
that the condenser temperature is 100 F, the coefficient of performance 
(cop) of the low temperature evaporator is, 

(cop) « (35 -f 460) ^ (100 - 35) - 7.63 

while that of the higher temperature evaporator is, 

(cop) « (60 -f- 460) 4 - (100 - 60) - 12.97. 

Since the load is assumed to be equally distributed between the two 
evajxirators the cop of the series system is the arithmetical average of the 
values for the two evaporators or, (7.63 + 12.97) 4- 2 = 10.30. Thus use 
of the series cycle would afford a theoretical saving in p)ower of approxi- 
mately one third. 

One common fallacy, with respx^ct to complex systems, is the miscon- 
ception that a high evaporator pressure necessarily means a low power 
requirement. In many instances operating conditions will require use 
of series evaporators, but in a cycle for which the vapor leaving the higher 
pressure evaporator must be throttled to the pressure of the low pressure 
evaporator before entering the compressor, there obviously is no ad- 
vantage resulting from the higher operating pressure of the one evapo- 
rator, since the refrigerant which it handles must be compressed through 
the same lift as though both evaporator pressures were the same. Con- 
sideration of this case brings out the fact that the effectiveness of a 
complete cycle depends upon the possibility of operating the system with 
suction vapor at different pressures. This can be accomplished through 
use of more than one compressor, or by means of special individual 
compressor arrangements which permit use of different suction pressures 
in the opposite ends of a double-acting machine, or introduction of vapor 
at two different pressures into the cylinder of a dual-effect compressor. 
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Table 8» Pressure Losses in Dichlorodifluoromethane Discharge 
OR Hot Gas Lines^ 



>Soft annealed copper tubing up to and including H in* outiide diameter. Hard copper pipe H in. 
outaide diameter and larger. 

^Length of tubing includes the average number of fittings. 


Compound Compression Cycles 

In large systems the compression process can be carried out in steps 
as the refrigerant passes through a number of cylinder ends arranged for 
operation in series. Thermodynamically the advantage of compound 
compression arises from the fact that intercoolers can be placed between 
the stages of compression to extract heat from the vapor and thereby 
cause the over-all compression process to more closely approach the ideal 
condition of isothermal compression. Essentially, such intercoolers — 
whether of the water or the flash refrigerant type — serve the same purpose 
as a cooling jacket, but with greater effectiveness because of the more 
satisfactory heat transfer conditions. 

Multiple Expansion Valves 

In the simple saturation cycle the saturated liquid entering the ex- 
pansion valve commences to vaporize as soon as its pressure starts to 
drop. The vapor produced during the expansion process has no further 
use, in terms of refrigerating effect, since it has already picked up its 
latent heat of vaporization as a result of heat which it has extracted 
from the unvaporized readue. Thus the instant such vapor forms, its 
us^ulness is at an end, and to allow such material to undergo a further 
drt^ in pressure is uneconomical. Unforttmately, however, there is iK> 
^Gfectjye means of extracting vapor continuously during the expansi^ 
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Table 9. Pressure Losses in Dichlorodifluorobiethanb 
Liquid Refrigerant Lines 



Pressure Drop in Pounds per Square Inch per 100 Ftsi 

Capacity 

Btu per Hour 

Pipe Sizes, Inches 


H 

IH 

IH 

IH 

100,000 

0.6 




125.000 

0.9 




160,000 

1.3 




176.000 

1.8 




200,000 

2.3 

0.6 



225.000 

2.9 

0.8 



260,000 

3.6 

1.0 



276,000 

4.3 

1.2 



300.000 

1 

1.4 



326,000 

6.9 

1.6 



3.60.000 

6.9 

1.8 



376,000 

7.9 

2.1 



400.000 

9.0 

2.3 

0.8 


460.000 


2.9 

1.0 


600,000 


3.6 

1.3 


650,000 


4.3 

1.6 

0.7 

600.000 


6.0 

1.8 

0.8 

700,000 


6.7 

2.4 

1.1 

800.000 


8.7 

3.1 

1.4 

600,000 



3.9 

1.7 

1,000,000 



4.7 

2.1 

1,200,000 



6.7 

3.0 

1,400,000 



9.0 

4.0 

1.600.000 




5.1 

1.800.000 




6.3 

2.000,000 




7.9 

2,200,000 




0.2 


^Length of tubing includes the average number of fittings. 


and re-compressing it. Thus in the simple cycle the flash vapor must 
necfissarily be allowed to drop to evaporator pressure. 

When a compound compression cycle is used there is at least one inter- 
mediate pressure at which flash vapor can be extracted. In such cases all 
refrigerant from the condenser can be dropped through a first expansion 
valve to the higher suction pressure and the flash vapor then extracted 
and returned to the compressor. Some of the resultant liquid refrigerant 
then passes through the high-pressure evaporator while the remainder 
proceeds through a second expansion valve in which its pressure is drop- 
ped to the valve corresponding to the low-pressure evaporator. 

Pipe Sizes and Friction Losses 

The effect on performance of pressure losses in the piping of a refrigerat- 
ing system has already been discussed. In all cases frictional losses should 
be kept to a minimum and piping should be selected which will give the 
srpallest loss consistent with over-all economy of the system. Actual 
losses vary, of course, with the physical characteristics of the particulsu- 
refrigerants, but, by way of example, data will be given for one of the 
refrigerants, dichlorodifluoromethane (F-12) which finds wide use in air 
oonmtUming applications. 

Tables 8, 9, and 10 give the pressure loss per 100 ft of {Aping (including 
an merage nuniber of fitrings) lor oil-free dichlorodinuoromethaoe; 
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Table 10 . Pressure Losses in Dichlorodifluoromethane 
Suction Refrigerant Lines 


Copper Pipe 
Actual O . D . 
Inches 

Capacity 
Btu per Hour 

Pressure Drop in Pounds per Square Inch per 100 Fia 

Refrigerant Temperature F Dbg 

-10 

0 

10 

20 

30 

40 

50 


■■Rrnm 

0.3 

0.3 

0.2 

0.2 

0.2 

0.1 

0.1 



1.3 

1.0 

0.8 

0.7 

0.6 

0.5 

0.4 



2.8 

2.2 

1.8 

1.5 

1.2 

1.0 

0.9 



4.8 

3.8 

8.1 

2.6 

2.1 

1.8 

1.5 



7.4 

5.8 

4.8 

3.9 

3.3 

2.8 

2.8 



10.5 

8.4 

6.8 

5.6 

4.7 

4.0 

3.3 



14.0 

11.0 

9.1 

7.6 

6.4 

5.4 

4.5 




14.5 

12.0 

9.8 

8.3 

7.0 

5.8 





15.0 

12.3 

10.4 

8.7 

7.2 






15.0 

12.7 

10.7 

8.9 


7.000 

0.4 

0.3 

0.3 

0.2 

0.2 

0.2 

0.1 


10.000 

1.0 

0.7 

0.5 

0.5 

0.4 

0.3 

0.3 


15.000 

1.9 

1.5 

1.2 

1.0 

0.8 

0.7 

0.6 


20.000 

3.3 

2.6 

2.1 

1.7 

1.4 

1.2 

1.0 

iH 

25,000 

5.0 

4.0 

3.2 

2.7 

2.2 

1.9 

1.6 


35.000 

9.7 

7.7 

6.2 

5.1 

4.3 

3.6 

3.0 


45.000 

15.8 

12.6 

10.0 

8.4 

7.0 

5.0 

4.9 


60.000 




14.8 

12.2 

10.2 

8.6 


70.000 1 

1 

j 





14.0 

11.7 





0.2 

0.2 

0.1 

0.1 

0.1 



0.7 

0.5 

0.4 

0.3 

0.3 

0.2 




1.2 

0.9 

0.7 

0.6 

0.5 

0.4 




2.6 

2.1 

1.6 

1.3 

1.1 

0.9 


IH 


4.6 

3.6 

2.8 

2.3 

1.9 

1.6 




7.0 

5.5 

4.4 

3.5 

2.9 

2.5 

2.1 




7.8 

6.2 

5.0 

4.2 

3.5 

3.0 





11.0 

8.7 

7.3 

6.2 

5.2 






13.5 

11.3 

9.5 

8.2 



1.6 

1.3 

1.0 

0.8 

0.7 


0.5 


40.000 

2.7 

2.1 

1.7 

1.4 

1.1 


0.8 


50.000 

4.2 

3.2 

2.5 

2.1 

1.7 

1.4 

1.2 


60.000 

6.1 

4.5 

3.6 

2.9 

2.4 

2.0 

1.7 



8.7 

6.3 

4.8 

3.8 

3.1 

2.6 

2.2 

*71 



8.4 

6.3 

4.9 

4.0 

3.3 

2.8 





8.0 

6.2 

4.9 


3.5 






7.6 


Hi H 

4.2 









5.9 








9.5 

7.9 


50,000 

0.7 



0.3 

0.3 

0.2 

0.2 


lOO^XX) 

2.6 

1.8 


1.1 

0.9 

0.8 

0.7 


150.000 

5.6 

3.9 


2.4 

2.0 

1.6 

1.4 


200,000 

9.8 

6.7 

5.2 

4.1 

3.4 

2.8 

2.4 


250.000 

14.8 

10.3 

8.0 

6.8 

5.1 

4.2 

8.6 


300,000 


14.5 

11.3 

9.0 

7.2 

6.0 

6.0 


350.000 


19.5 

15.3 

12.0 

9.7 

7.8 

6.7 


400,000 



19.6 

15.3 

12.5 

10.0 

8.5 


ALength of tubing iadudet the avenge number of fittiagi. 


tabular values should be increased if oil is flowing with the refrigerant. 
For copper pipe the tables are for type L tubing and are based on the 
outside diameter. 

Common practice fixes suction line velocities between 1,500 and 3,000 
fpm while 2,000 to 3,500 fpm is the acc^ted range for dischai^e lines. 
Velocities higher than those indicated will result in noisy operation while 
lower velodty in the suction line may result in the loss of entrained oil. 
Refrigeration for air conditioning usually involves wide variation in load, 
requiring double suction risers, one large and one small. The large riser 
riiouid be trapped to insure oil return while the small riser should be 
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Table 10. Pressure Losses in Dichlorodifluoromethane 
Suction Refrigerant Lines (Concluded) 


Pressure Drop in Pounds per Square Inch per 100 Fxa 


Copper Pipe 
Actual O.D. 
Inches 


Capacity 
Btu per Hour 


Refrigerant Temperature Deg F 




-10 

0 

10 

20 

30 

40 

50 


^ 50.000 

0.2 

0.2 

0.1 

0.1 

0.1 

0.1 

0.1 


100.000 

0.7 

0.6 

0.5 

0.4 

0.3 

0.2 

0.2 


160.000 

1.6 

1.2 

1.0 

0.8 

0.6 

0.5 

0.4 


200,000 

2.8 

2.1 

1.7 

1.4 

1.1 

0.9 

0.7 


250.000 

4.3 

3.4 

2.6 

2.1 

1.7 

1.3 

1.1 

2H 

300.000 

6.1 

4.6 

3.7 

3.0 

2.4 

1.9 

1.5 

350.000 

8.2 

6.0 

5.0 

4.0 

3.2 

2.5 

2.0 


i 400,000 


7.8 

6.6 

5.1 

4.2 

3.3 

2.7 


! 460.000 



7.7 

6.4 

5.3 

4.0 

3.6 


! 500.000 




7.8 

6.4 

5.0 

4.2 


660.000 





7.7 

6.2 

5.1 


600,000 






i 7.4 

6.2 


1 

i 200.000 

1.2 

1.0 

0.8 

0.6 

0.6 

0.4 

0.4 


300.000 

2.6 

2.0 

1 1.6 

1.3 

1.0 

0.8 

1 0.7 


400.000 

4.6 

3.4 

1 2.6 

2.1 

1.7 

1.4 

1.3 


500.000 

7.3 

6.4 

4.1 

3.3 

2.7 

2.2 

1.9 


600.000 


8.1 

6.0 

4.7 

3.8 

3.1 

2.7 


700.000 



8.4 

6.6 

5.2 

4.2 

3.5 


800.000 

1 



8.6 

6.8 

6.5 

4.6 


900.000 





8.7 

7.0 

5.9 


. 1 , 000.000 






8.9 

7.3 


300.000 

1.2 

0.9 

0.7 

0.6 j 

0.6 ! 

0.4 

0.3 


400.000 

2 0 

1.6 

1.3 

1.0 

0.8 ! 

0.7 

0.6 


600.000 

32 

2.5 

1.9 ! 

1.6 ' 

1.3 

1.0 

0.9 


1 600.000 

4.6 

3.6 

2.8 

2.2 

1.8 

1.5 

1.3 


700 000 

6,4 

4.9 

3.8 

3.0 

2.5 

2.0 

1.7 

3 N 

800 000 

8.7 

6.4 

4.9 

3.9 

3.2 

2.5 

2.2 

900.000 


8,2 

6.2 

4.9 

3.9 

3.2 

2.7 


1 . 000.000 



7.7 

6.1 

4.9 

4.0 

3.3 


1 , 100.000 



9.4 

7.3 

5.8 

4.8 

4.0 


1 . 200.000 

1 



8.7 

6.9 

5.6 

4.8 


1 , 300.000 





8.0 

6.6 

5.6 


1 , 400.000 

1 




9.3 

7.6 

6.4 


400.000 

1.0 

0.8 

0,6 

0.4 

0.4 

0.3 

0.3 


600 000 

2.4 

1.8 

1.4 

1.1 

0.9 

0.7 

0.6 


800.000 

4.1 

3.1 

2.4 

2.0 

1.6 

1.3 

1.1 


1 , 000,000 

6.6 

4.8 

3.7 

3.0 

2.5 

2.0 

1.6 


1 , 200.000 

10.0 

7.1 

5.4 

4.4 

3.6 

2.9 

2.4 

4 H 

1 . 400.000 


10,0 

7.5 

5.9 

4.8 

3.9 

3.3 


1 , 600.000 



10.0 

7.7 

6.2 

6.1 

4.2 


1 , 800.000 




10.0 

7.9 

6.4 

5.3 


2 . 000.000 





9.7 

7.9 

6.6 


2,200 000 






9.5 

7.9 


^Length of tubing includes the average number fittings. 


sized for a velocity of 3,000 fpm at minimum load; and the large riser 
then sized to handle the balance of the load at a velocity not less than 
2,000 fpm. The total pressure loss in the suction piping, including valve 
losses, is usually between 2 and 3 psi while hot gas line losses are held to 
approximately 4 psi and liquid line losses are not greater than 5 psi. 

As protection against re-condensation on the cylinder head of the 
compressor, a surge drum is sometimes installed in the discharge line 
close to the compressor; this protection is especially desirable on systems 
using evaporative condensers where sun effect during shut-down may be 
serious. 
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The Air Refrigeration Cycle 

Fundamentally, the air refrigeration cycle is essentially the same as the 
vapor cycle. The only important difference is that, since air does not 
change phase between the compressor and the expansion valve, it is 
necessary — and is also advantageous — to replace the expansion valve 
with an expanding engine. There is no temperature change in a perfect 
gas (and air approaches in behavior such a gas) during a constant enthalpy 
pressure reduction and hence an expansion valve of the usual type would 
be ineffective as a means of achieving low temperature in an air system. 
By utilizing an expander, however, the desired temperature drop is 
obtained, and, with it, a release of a considerable amount of energy as 
shaft work. In most air systems the expander and the compressor are so 



Fig. a. Pressure Enthalpy Diagram for Dry Air 


connected that work coming from the expander is supplied to the com- 
pressor and the remaining compressor work requirements are then made 
up from some external energy source. 

For vapor cycles work could also be obtained by using an expander in 
place of an expansion valve, but since material going to the expander 
would be in liquid form the amount of energy released during the pressure 
drop (and partial evaf>oration due to flash) would be relatively small 
and in most cases insufficient to justify the increased first cost and 
complexity of the expander. 

A shows the most important working section of a pressure^enthalpy chart for 
dry air. A typical air cycle is shown by the heavy dashed lines forming the abed area. 
Dxy air at 100 F and 7 psig (1.5 atmospheres) enters the compressor at a with enthalpy 
of 1S5 Btu per pound and is compress^ isentropically to the discharge point b where 
its pressure is S5 psig (3.3 atmospheres), enthalpy 218 Btu per pound and temperature 
240 F. From b this not, high pressure air passes through a cooler in which its tempera- 
ture and enthalpy are reduced (at constant pressure) to the initial values; point c gives 
the state of the air leaving the cooler. If, now, this air were allowed to pass through 
an expansion valve its state at discharge would be a and no refrigerating effect would 
be available. Actually the air at c goes throu^mn isentropic expander and leaves at 
state d with enthalpy and temperature of 161 Btu per pound and 0 F. 

The refrigerating effect for the cycle shown is enthalpy at a enthalpy at d «« 
24 Btu per pound. 

The weirk input to the compressor is 218 185 33 Btu per pound. 

The work obtained from the expander is 185 — 161 24 Btu per pound. 
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The net work required for the cycle is then 33 — 24 *■ 9 Btu per pound of air per 
minute. 

The coefficient of performance (cop) is 24/9 ■■ 2.67. 

The air circulating per ton of load is 200/24 * 8.3 lb per minute. 

The power requirement is 9/42.42 « 0.21 hp per pound of air or 0.21 X 8.3 ** 1.75 
hp per ton. 

The example given, based on isentropic compression and expansion, 
gives a simple and conservative method of checking an air cycle. In 
practice, better economy is obtained if the compression process ap- 
proaches isothermal rather than isentropic; the expander preferably 
operates isentropically. To reduce the size of the expanding cylinder and 
to avoid frosting difficulties, the air system usually operates with a low 



Fig. 2, Diagrammatic Arrangement of Steam Jet Vacuum Cooling Unit 


pressure somewhat more than atmospheric. The usual compression 
ratio is about 4. 

The principal advantage of the air system is that its refrigerant (air) 
is inexpensive and non-toxic. Serious disadvantages are size and cost of 
equipment and such a low coefficient of performance, that air refriger- 
ation has no commercial importance today. 

The Steam Jet System 

The steam ^et system under certain circumstances is desirable for use 
in air conditioning ^ Steam supplies directly the power used for com- 
pressing the refrigerant, thus eliminating the losses connected with other 
methods of supplying energy. As the compression ratio between the 
evaporator and condenser under normal circumstances is lai^, the 
mechanical efficiency of the equipment is somewhat lower than that of 
the positive mechanical type compressor. The condensing water require- 
ments are considerably greater, as both the refrigerant and the impelling 
eteam must be condens^. 

The steam jet system functions on tht principle that wat^ under high 
vacuum will vaporiaa at low temperatures. Steam jet b<x>sters or com- 
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pressors of the tyi>e commonly used in power plants for various processes 
will produce the necessary low absolute pressure to cause evaporation 
of the water. 

A diagrammatic representation of a typical steam ejector water cooling 
system is shown in Fig. 2. The figures correspond to an average repre- 
sentative system. The water to be cooled enters the evaporator and is 
cooled to a temperature corresponding to the vacuum maintained. 
Because of the high vacuum, a small amount of the water introduced in 
the evaporator is flashed into steam. As this requires heat, and the only 
source of heat is the rest of the water in the evaporator tank, this other 
water is almost instantly cooled to a temperature corresponding to the 
boiling point determined by the vacuum maintained. The amount of 
water flashed into steam is a small percentage of the total water circu- 
lated through the evaporator, amounting to approximately 11 lb per hour 
per ton of refrigeration developed. The remainder of the water at the 
desired low temperature is pumped out of the evaporator and used at the 
point where it is required. 

The ejector compresses the vapor which has been flashed in the evapor- 
ator, plus any entrained air taken from the circulated water, to a some- 
what higher absolute pressure and the vapor and air mix with the impel- 
ling steam on the discharge side of the jet. The total mixture then passes 
from the ejector into the condenser. 

The slight amount of air which may be entrained in the cooled water 
is remov^ by a small secondary ejector which raises the pressure suffi- 
ciently so that the air can be discharged to the atmosphere. A secondary 
condenser is then necessary to condense the steam in the secondary jet. 

While a single booster of smaller than 15 tons capacity is difficult to 
build, steam jet vacuum cooling units have been built for as small as 5 
to 6 tons capacity. They can readily be built for steam pressures of from 
5 to 200 lb per square inch and condenser water temperatures as high as 
90 F. The steam consumption in pounds per hour per ton of refrigeration 
increases rapidly as the booster steam pressure is lowered. For example, 
the lowering of the booster steam pressure from 200 to 90 lb per square 
inch results in an increase in steam consumption of approximately 5 per 
cent, whereas a further decrease in booster steam pressure to 10 lb per 
squarje inch increases the steam consumption by approximately 72 per 
cent over that required at 200 lb per square inch. 

The capacity of a steam jet system is usually controlled by controlling 
the number of boosters in use since the unit usually has several boosters 
operating on the same evaporator. Usually one booster is automatically 
controllrf whereas the others are manually operated. The capacity is 
dependent, as for all compressors, upon the evaporator temperature, or 
in other words, the suction pressure. For example, the capacity is 
lowered approximately 17 per cent if the evaporator or chilled water 
temperature is lowered from 60 to 45 F. The capacity therefore can be 
controlled to some extent by regulating the evaporator temperature. 

The Absorption System 

The work needed for operation of a compressor is gi ven by the equation, 
Work If the working fluid which is undergoing the pressure 

rise does not change in volume, the required energy input to the com* 




Rtjfrigeration 


707 


pressor would be negligible; assuming no change in kinetic energy of 
material between entrance and exit of the compressor the only energy 
required would be that needed to increase the flow work of the fluid. 
Calculation w^ill show that energy needed to raise 1 lb of ammonia from 
the pressure of a 0 K evaporator to that of an 85 F condenser is greater 
by more than 100 times when the vapor is directly compressed, as com- 
pared with energy requirements when it is first absorbed in water (lj^2 
lb of water per pound of ammonia vapor) and then pumped to the higher 
pressure. Thus the essence of the absorption refrigeration cycle concept 
is the idea of raising the refrigerant pressure when the refrigerant is in 
liquid rather than vapor form. 

The absorption and compression refrigeration cycles differ only with 
respect to the method of compression. Each cycle requires a condenser, 



Water inlet pump 

Fig. 3, Closed Absorption System 


expansion valve, and evaporator, but the absorption cycle utilizes three 
major equipments in place of the mechanical compressor; these equip- 
ments are the absorber, the pump, and the generator. Vapor from the 
evaporator is absorbed by a low temperature absorbent fluid which is 
then pumped to the generator where heat is supplied to boil off the re- 
frigerant. The absorbent is now cooled and readmitted, through a 
pressure-reducing valve, to the absorber. 

In addition to the three primary equipments of the absorption cycle it 
is necessary to provide auxiliary equipment, usually an analyzer and a 
rectifier, to remove from the refrigerant leaving the generator, insofar as 
is possible, the absorbent which vaporizes and leaves the generator with 
the refrigerant. Removal of this material is of great importance to 
effective operation of the system, since even a small concentration of 
absorbent in the refrigerant will suffice to reduce greatly the evaporator 
pressure required for maintenance of a given evaporator temperature. 
Thermodynamic analysis of absorption cycles is relatively complex and 
requires the use either of tables or graphs showing the equilibrium rela- 
tionships and thermodynamic properties of the r^rigerant-absorbent 
combination. Data of this kind are available in biblio^aphy item 1 and 
a discussion of various absorbents is given in biblic^aphy item 6, 
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Thermodynamically the effectiveness of a refrigerant-absorbent com- 
bination increases directly with its negative deviation from Raoult’s Law. 

Fig. 3 shows a typical absorption cycle flow diagram. Cooling water 
first goes through the absorber (where it extracts the heat of absorption 
which is liberated by the refrigerant vapor as it goes into solution), then 
through the condenser, and finally through the rectifier. Refrigerant 
from the evaporator enters the absorber where it goes into solution in the 
absorbent; the high concentration solution is then pumped to the gener- 
ator where heat is supplied; the refrigerant (with some absorbent vapor) 
leaves for the rectifier and the warm low concentration solution is re- 
turned to the absorber. In the rectifier selective condensation occurs, 
the concentration of the absorbent in the condensate being much greater 
than its concentration in the entering vapor mixture; rectifier condensate 
is dripped back to the generator. 

The total energy requirements of an absorption cycle greatly exceed 
those of a compression system, but the energy required is of low avail- 
ability (heat) in contrast with the high availability requirements (shaft 
work) of the mechanical compressor. Thus in localities where heat and 
cooling water are obtainable at low cost, it wdll be more economical to 
use a large quantity of inexpensive thermal energy in preference to a much 
smaller quantity of expensive shaft energy. For most absorption systems 
the heat required will be from one and one-half to five times as much as 
the heat extracted in the evaporator; cooling water requirements are 
proportionally high. 

Ice Systems 

Cold water systems using ice as the cooling agent have been installed 
in many theaters, restaurants, funeral homes, churches and other places 
where short hours of operation and high p>eaks of cooling demand make 
this type of system desirable. A comparatively small quantity of ice in 
the water cooling tank of such a system can release refrigeration at a 
relatively rapid rate. For instance, neighborhood theaters having a peak 
demand of 1,200,000 Btu per hour (100 tons refrigeration) have found 8 
ton capacity ice bunkers satisfactory. 

In operation, the water in the air conditioning system is circulated over 
ice placed in an insulated box and is cooled to the 38 or 40 F range or 
higher if desired. This cold water is pumped from the ice bunker to air 
cooling coils or spray type air washers. The blowers, coils, air washer or 
air handling sections are the same as those parts in any system employing 
cold water as a refrigerant. 

The ice water cooler or ice bunker is usually built at the installation in 
a location where it can easily be iced. It can be constructed of any 
desired material such as concrete, steel, or wood with an adequate amount 
of insulation to save the ice from one period of use to the next. The b^c 
requirement is that the tank be durable and water tight. A typical 
bunker with connections to a coil type air conditioning system is shown 
in Fig. 4. About 60 cu ft of gross bunker volume are allowed per ton of 
ice capacity. 

The shape of the bunker usually conforms to the available space. The 
one illustrated has overhead spra)^, but if head-room is laddng ^e ice is 
plaoed on the floor ctf the bunker with the water retmtied around the 
towi^ part blocks from a perfeuated distribution pipe run along one 
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side of the bunker. To secure good circulation the supply water is 
extracted from a similar perforated pipe on the opposite side of the bunker. 

The temperature of the water is controlled at a predetermined point 
by a thermostat in the supply line. If the temperature drops too low, a 
part of the return water is by-passed directly to the sump and is not 
cooled over the ice. In the larger systems it is customary to install an 
overflow control which, as the ice melts, discards the excess water through 
an economizer coil. The surface of the economizer is large in relation to 
the flow so that the water is warmed to 60 F or more as it is discharged 
from the system. 

Storage Systems 

In an attempt to lower initial equipment cost and operating expense, 
or increase the refrigeration capacity of an existing air conditioning 



system, storage refrigeration has been utilized in a few applications. 
Some of the methods which have been adopted include the storage of 
refrigeration in the form of chilled water, chilled brine, ice on evaporator 
coils * and the accumulation of thin sheets of ice on copper plates in a 
steel tank *. If the peak load factor is low as compared with a long period 
of operation, such as in a restaurant, or if the hours of operation are 
short but the usage factor high as in a church, then it is possible to con- 
sider storage refrigeration. This method of accumulating refrigeration 
frequently makes it possible to use low cost off-peak electric power. 
Power costs may also be reduced by installing a smaller refrigeration 
plant, augmented by a storage system, and by operating it for longer 
periods. 

The Reverse Cycle 

The reverse cycle — frequently rof^ed to as a heat pump — ^is identical 
in theory with the ordinary rrfrigeration cycle and differs only in the 
sense that the desired effect is a heat source rather than a heat sink* 
Since a condenser delivers more heat than is picked up by the evaporator 
(it diicharges the heat equivalent of work supplied during compression) 
it f^owi that the ^ettiveness of a heat pump^ its coefficient of perform* 
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ance, is greater than that of a refrigeration cycle operating between the 
same temj^erature limits. 

In heating by the reverse refrigeration cycle energy is absorbed in an 
evaporator from some available source of heat, pumped to a higher tem- 
perature and delivered to a condenser^. The heat from the condenser is 
used for heating purposes. The compressor acts as a heat pump whose 
fundamental function is to raise the potential of the heat. The theoretical 
ratio of the heat delivered to the work of compression, the coefficient of 
performance, is given in Equation 10. 

(cop) - „ (10) 

where 

cop = coefficient of performance. 

Ta « absolute temperature of evaporator. 

Tc “ absolute temperature of condenser. 

Thus, with a small spread of temperature between the evaporator and 
the condenser, 6 or 8 times as much heat may be obtained theoretically, 
and 3 to 5 times practically, as the work introduced. There are a number 
of limitations, however, the most serious of which is the lack of ready 
availability of a practical source of heat. 

1. Well water is the most desirable since its temperature is higher than other sources 
even in the winter, and thus a large amount of heat may be removed in relation to the 
weight of water handled. 

2. Air may be used but its specific heat is low and its temperature uncertain. When 
the most heat is needed, the temperature of the air is lowest, thus resulting in the least 
favorable temperature combination. 

3. It has been proposed to obtain heat by freezing water but this is still in the experi- 
mental stage. 

Some of the other factors which act as limitations are: the large tem- 
perature spread when using air as a source of heat and when attempting 
to cool with even moderately low outside temperatures, the frequent 
disparity between the size of the cooling load and heating load requiring 
extra equipment for a complete heating load, and the relatively high 
initial cost of equipment aS compared to that at present available for 
heating by conventional means. 

Because of these limitations, the present application of the system is 
largely limited to temperate climates, such as Florida and ^uthern 
California, or to heating only for intermediate seasons, or to other locali- 
ties which have peculiar advantages as, for instance, the ready availability 
of well water. In these locations it is frequently possible to do all of the 
heating necessary with the refrigeration equipment so that the extra cost 
is only that of reversing the functions of the condenser and evaporator. 

There are a number of reversed systems now in operation, particularly 
among utility companies, using well water as the source of heat. These 
systems range in size up to 320 hp. In the case of the largest system in 
operation at present, the cost of the electrical energy would have to be 
approximately 0.7 cents per kilowatthour in order to compete with oil at 
6 cents per gallon. 

A typical arrangement of a reversed cycle conditioning system where 
air is ii^ as a source of heat is shown in Fig. 5. If the air seldom drops 
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below freezing, heat is often required in the morning and cooling during 
the afternoon in order to maintain comfortable conditions in such a 
system. The arrangement as shown lends itself to automatically changing 
over as required. 

REFRIGERATION EQUIPMENT AND ARRANGEMENTS 
Types of Compressors 

There are many different types of compressors, using various refrig- 
erants. Each type has its advantages for its particular application, 
and those generally used for air conditioning are of the following types: 

1. Reciprocating compressors (commonly referred to as piston type). 

2. Centrifugal compressors. 

Reciprocating compressors are available in a wide range of sizes and 
types. Any of a number of refrigerants, including dichlorodifluoromethane 



Fig. 5. Schematic Operation of Reversed Cycle Conditioning System 


(F-12), methyl chloride, ammonia, carbon dioxide, and sulphur dioxide 
may be used in reciprocating machines. The first of these is used exten- 
sively in direct expansion systems of comfort air conditioning. 

Compressors may be classified into two general types, (a) open type, 
(6) enclosed type. If the driving mechanism is external to the compressor, 
then the shaft must be brought out through the crankcase and a shaft 
seal or stuffing box must be used to prevent escape of the refrigerant. 
This type of compressor is known as an open-type compressor. When 
the driving mechanism is located within the crankcase of the compressor 
in such a way as to avoid the necessity of a shaft seal, the compressor is 
known as the completely enclosed or hermetically sealed type. 

Open-type compressors may be further classified as belt driven and 
directly connected. A great number of direct-driven units are now being 
used which generally operate at higher rotational speeds than the belt- 
driven type. 

The present tendency is toward forced lubrication of the bearings of 
compressors by means of an oil pump driven from the crankshaft, a]thoup:h 
there are many splash lubricated compressors on the market. The chief 
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advantages of the forced lubricated compressor are that the lubrication 
system re<|uires less energy for its operation than the splash type, the oil 
can be easily filtered before it enters the bearings, and less oil is usually 
required. 

The compressor capacity must be selected for and matched to the 
maximum load for the installation on which it is to be used. Air-con- 
ditioning loads, however, vary over a wide range, and a wide fluctuation 
in air conditions may result during periods of light load if on-and-oflf 
control of full compressor capacity is used. To prevent such undesirable 
fluctuation, several methods are employed to vary the capacity of 
reciprocating compressors, such as: 

1. By-passing one or more cylinders, of a multi-cylinder compressor, from discharge 
to suction. 

2. Renderi^ the suction valves of one or more cylinders of a multi-cylinder compressor 
inoperative. This is usually accomplished by depressing the suction valves. 


2 nd. stage compressor Condenser 



Fig. 6. Enclosed Type Centrifugal Condensing Unit 


3. Varying the speed of the compressor, usually by using variable speed or two-speed 
electric motors. 

4. Using clearance pockets to control the quantity of refrigerant pumped. 

5. Restricting the suction inlet to one or more of the cylinders of a multi-cylinder 
compressor either by an automatic modulating valve or by an on and off valve. 

All of these methods, with the exception of variable speed, result 
in a slightly lower over-all compressor efficiency when in use, since the 
mechanical losses remain constant whereas the quantity of refrigerant 
pumped is lower. 

Centrifugal compressors are used with very low pressure refrigerants; 
usually both evaporator and condenser work below atmospheric pressure. 
Water and monofluorotrichloromethane (F-11) are the refrigerants com- 
monly used in centrifugal machines. ^ 

Compression of the refrigerant is accomplished by means of centrifugal 
force; therefore, this type of compressor is inherently suitable for large 
of refrigerant at low pressure differentials* Two or more stages 
arrusutiBy required and high qpeeds are necessary to obtain good dBlden^* 
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The evaporator is usually constructed as an integral part of the centrif- 
ugal type condensing unit, to chill water which is then circulated to the 
air conditioning system. This is done because it would not be economical 
to pipe these large volumes of refrigerant any distance. 

Centrifugal compressors like reciprocating compressors can be divided 
into two general types, open and enclosed. In general, the open type 
compressor is geared to the driving mechanism, and operates at higher 
speed than the driving motor or turbine. A modem, completely enclosed, 
direct-driven centrifugal compressor is illustrated in Fig. 6. 



Fig. 7. Pbkfobuance Characteristics of Compression Refrigeration 
Machines at Constant Sfeed 


The compressor capacity can be varied by controlling the condensing 
pressure. This is accomplished by regulating the quantity and tem- 
perature of the condenser cooling water. The capacity falls off with 
increasing condensing pressure. Centrifugal compressors are seldom 
built for less than 50 tons capadty, since it is not practical to make 
impellers wUch pump much less than the volume of refrigerant required 
for this tonnage. 

Charaeteristics of Compression Systems 

The various types of compression systems have quite different charac- 
teristics of capadty and power with varying evaporator and condenser 
temperatures, as may be noted from curves in Figs. 7 and 8. 

From Fig* 7 it may be observed that power requirements for Ae cenrtt 
fugal compressor increase much mote rai^dly than for the redprocating 
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compressor with increase in evaporator temperature. Similarly, the 
capacities^ of the steam ejector and centrifugal compressors increase more 
rapidly than those of the reciprocating compressor with increase in evapor- 
ator temperature. Thus, both the steam jet and centrifugal machines 
tend to be more self-regulating than the reciprocating. It is also evident 
from Fig. 7 that the steam jet equipment is best suited for operation at 
high evaporator temperatures. 

The effect of condenser temperature upon the power and capacity of 
the different types of compressors is shown in Fig. 8. It may be noted 
that the power required by the reciprocating compressor increases rapidly 
with increase in condenser temperature, while the power curve for the 



Fig. 8. Performance Characteristics of Compression Refrigeration 
Machines at Constant Speed 


centrifugal compressor is relatively flat. It is also evident that the 
capacity of the steam jet compressor is independent of condenser tem- 
perature until a certain point is reached where it drops to zero. As 
previously stated, steam jet equipment requires more condensing water 
than other types of compression systems. Consequently, steam jet 
systems are well suited to those applications where condensing water is 
cheap, or where condensing water is rather high in temperature. 

Condensers 

Condensers used for liquefying the refrigerant are of three general de- 
signs: (1) air cooled, (2) water cooled, and (3) evaporative (combination 
air and water). 

1. Air cooled coitdensers are seldom used for capacities above 3 tons of 
refrigeration, unless an adequate water supply is extremely difficult to 
pl^tain, as, for instance, in railway air conditioning. Even on fractional 
tcmmge installations, air is used as the condensing medium only where 





R^rigeration 


715 


water is expensive or where simplicity of installation warrants the higher 
condensing pressure, and consequent higher power costs than would be 
obtained using water as the condensing medium. 

The conventional air cooled condenser consists of an extended surface 
coil across which air is blown by a fan. The hot discharge gas enters the 
coil at the top and, as it is condensed, flows to a receiver located below the 
condenser. Air cooled condensers should always be located in a well 
ventilated space so that the heated air may escape and be replaced by 
cooled air. 

The principal disadvantages of air cooled condensers are the power 
required to move the air and the reduction of capacity on hot days. This 
loss of capacity due to high condensing pressures on hot days requires 
that equipment of increased capacity be selected to meet the peak load. 
Thus at normal loads the equipment is oversized. 

2. Water cooled condensers are of the double pipe type, the shell and tube 
type, or the shell and coil type. Double pipe condensers are arranged so 
that water passes through the inner of two concentric pipes and refrigerant 
circulates through the annular space between the pipes. Where possible, 
there should be counter-flow of the refrigerant and the condensing water 
to obtain maximum temperature differences. This type is usually used 
only with small condensing units. 

The amount and temperature of the condensing water determine the 
condensing temperature and pressure, and indirectly the power required 
for compression. It is therefore necessary to determine a balance so that 
the quantity of water insures economical compressor operation. 

Because there is a decided tendency to conserve the water in city mains 
and because most large cities are restricting the use of water for air con- 
ditioning and refrigeration equipment, it is often necessary to install 
cooling towers or evaporative condensers. Cooling towers, unfortunately, 
produce the warmest condensing water at the time when the load on the 
system is greatest, so that the refrigeration equipment must be designed 
to meet the maximum load at abnormal condensing water temperatures. 
If properly designed, this makes little difference in the efficiency of 
operation throughout the year except at those times when the condensing 
water temperature is highest. As this occurs only for 5 per cent of the 
entire cooling period it can be disregarded as a factor in establishing 
yearly operating costs. 

The cooling tower has a certain advantage over the use of water from 
the city mains. Economies are possible when a cooling tower is used, 
which cannot be achieved by the use of condensing water from city mains. 
In certain localities, the lowest city water temperature during the 
summer months is from 65 to 70 F. This temperature range takes place 
for the entire cooling period, regardless of the outdoor temperature. 
With a cooling tower, the temperature of the condensing water may rise 
to 80 or 86 F under maximum conditions, but under less than maximum 
conditions the temperature of the water leaving the cooling tower drops 
considerably. It has been established that in these localities during 
50 per cent of the time, the outdoor wet-bulb temperature varies from 
60 to 70 F and the cooling tower water, for the same periods, varies from 
66 to 76 F. When the outdoor wet-bulb temperature drops below 60 F, 
which occurs approximately 30 per cent of the time, the condensing water 
temperature is still lower. The cost of water used for condensing is small 
as the only water required is that used to make up the loss by evaporation 


716 


CHAPTER 39 


1948 Guid 0 


in the cooling tower itself. Refer to the section on Cooling Towers in 
Chapter 37. 

Shell and coil condensers are in general use for medium sized condensing 
units, and consist of a coil of tubing mounted inside a shell. The cooling 
water passes through the coil. 

3. Evaporative condensers. Due to the high cost of city water for con- 
denser purposes, and due to ordinances in some localities prohibiting 
the discharge of large quantities of such water into the sewage systems. 



there has been developed a condenser which uses a minimum amount of 
water on a finned surface, cooling it to approximately the wet-bulb 
temperature of the surrounding atmosphere. . 

The end view of a typical evaporative condenser is shown in Fig. 9. 
The fan draws the air over a hnn^ tube condenser which is kept wet by 
a water spray. The discharge refrigerant gas from the compressor enters 
the top of the condenser coil and the liquid refrigerant is drained from the 
bottom of the coil into a liquid receiver and then circulates through the 
rmnaining portion of the system in the usual way. 

The water is drculated through the spray nozzles and the tevd ^ 
maintained in the sump by means ctf a float vmve. The eliminate’ plates 
are i^aced in the pa^ of the water-air mixture so as to remove the 
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entrained water. The air leaving the unit is almost completely saturated, 
so that care must be taken in locating discharge ducts to prevent con- 
densation. 

Evaporative condensers are available in sizes up to 100 tons or more. 
These units use only a small portion of the water required for a water 
cooled condenser. The water is vaporized by the heat of the refrigerant 
so that each pound of water used extracts approximately 1000 Btu from 
the refrigerant, whereas under standard rating conditions where the 
water temperature rise is 20 F, each pound of water extracts only 20 Btu 
from the refrigerant. Including the water lost by entrainment in the 
discharge air, by overflow and stand-by evaporation, the water used is 
about 3 to 6 per cent of the amount that would be required for a water 
cooled condenser. 

The evaporative condenser requires more maintenance, occupies greater 
space (must be located where air is available), and has a higher first cost 
than the water cooled condenser, but where the use of water is restricted 



Fig. 10. Typical Thermostatic Expansion Valve 


or expensive, the evaporative condenser has become widely accepted. 
Compared with a water cooled condenser and cooling tower, which com- 
bination uses about the same quantity of water, the evaporative con- 
denser has the advantage of lower cost and smaller space requirements. 

Expansion Valves 

^ The thermostatic expansion valve is a device to regulate the flow of 
liquid refrigerant so that the evaporator will always be used to best 
advantage. The evaporator coil must be kept as full as possible without 
any chance of liquid refrigerant entering the suction line. The expansion 
valve accomplishes this by regulating the supply of refrigerant, so that 
the temperature of the gas leaving the evaporator is always slightly 
higher than the temperature of the boiling refrigerant inside of it. This 
difference in temperature between the outgoing (suction) gas and the 
liquid refrigerant in the evaporator is called riie superheat of the gas. 

The operation of the thermostatic expansion vadve can best be ex- 
plained by means of a diagram, Fig. 10. A small refrigerant cha^e in the 
control bulb exerts a pressure through the tube Xo the upper ude of the 
diafflinigm, virhit^ tends to open the valve. 
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The magnitude of this pressure is determined by the temperature of the 
suction g^s leaving the evaporator, as the control bulb is attached to the 
suction line at this point and is at approximately the same temperature. 
The suction pressure in the evaporator is transmitted through the equal- 
izer tube and exerts an opposing force on the other side of the diaphragm 
in the direction to close the valve. This pressure corresponds to the tem- 
perature of the boiling refrigerant. The resulting force on the diaphragm 
is determined by the differential between the temperature of the suction 
gas and the boiling point of the refrigerant, which is the amount of super- 
heat in the gas. If this temperature differential becomes greater (super- 
heat increases), the resultant force on the diaphragm opens the valve and 
admits more refrigerant. The reverse is true if the superheat decreases, 
and the valve partly closes, thus admitting less refrigerant. The spring 
keeps the valve closed until the resultant force on the diaphragm cor- 
responds to the desired superheat. The adjustment of the spring will 
change the amount of superheat to be maintained in the suction gas. 

The selection of the expansion valve is, of course, determined by the 
capacity of the valve. The capacity of a valve with a given orifice is 
determined by the refrigerant used, the differential of pressure across the 
valve, and the amount the liquid is sub-cooled as it enters the valve. The 
expansion valves are usually rated at zero sub-cooling of the liquid, or 
100 per cent liquid. Frequently special devices are used to properly 
distribute the refrigerant among the parallel paths of the evaporator. 
These distributing devices usually have considerable pressure drop. 
Where they are used, the pressure drop across the expansion valve is not 
the difference between suction and discharge pressures, as allowance must 
be made for the pressure drop across the distributing device. An equal- 
izer connection from the evaporator suction line must be made to the 
underside of the diaphragm (see Fig. 10) whenever the valve outlet is not 
at the evaporator pressure so as to insure suction pressure at this point. 
When distributing devices are used, this equalizer connection is essential 
for proper operation of the valve. Another pressure drop allowance must 
be made for the liquid line, particularly when the liquid line has an 
appreciable vertical rise. 

Whenever possible, expansion valves should be installed in a manner 
which will permit placing thermometer wells in the suction connection 
and allow sufficient room for free adjustment of the valve. 

Evaporators and Coolers 

The types of coolers used in connection with air conditioning work fall 
into three general groups. The first, is the direct cooling of water; the 
second, direct cooling of air; and the third, cooling of brine for circulation 
in a closed system, which can cool either water or air. One method of the 
direct cooling of water is to install direct expansion coils in the spray 
chamber so that the water sprayed into the air comes in direct contact 
with the cooling coils. Another common and efficient method of cooling 
spray water is to use a Baudeiot type of heat absorber where the water 
flows over direct expansion coils at a rate sufficiently high to give efficient 
heat transfer from water to refrigerant^ 

Another type of spray water cooler is the shell and tube heat exchanger 
in which the refrigerant is expanded into a shell enclosing the tubes 
through which the water flows. The velocity of the water in the tubes 
affects the rate of heat transfer^ and as the refrigerant is in the shell com- 
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pletely surrounding the tubes at all times, good contact and a high rate of 
heat transfer are insured. The disadvantage of such a system is that with 
the falling off of load on the compressor the suction temperature or the 
temperature in the evaporator drops and there is a possibility of freezing 
the water in the tubes, which, of course, might split the tubes and allow 
the refrigerant to escape into the water passage. This danger can be 
eliminate by automatic safety devices. 

Another system of cooling spray water is to submerge coils in the spray 
collecting tank, or in a separate tank used for storage. The heat trans- 
mission through the walls of the coils, however, is low and a great deal 


Table 11. Basis of Equipment Selection 


Capacity 

Tons 

Majority Used 

Some Used 

Few Used 

0 to 5 

Unit systems in con- 
ditioned space. 

Unit central systems 
using duct distribu- 
tion. 

Built up central sys- 
tems. 

5 to 25 

Built up central sys- 
tems using reciprocat- 
ing compressors. 

Unit central systems 
using duct distribu- 
tion. 

Unit systems in con- 
ditioned space. 

Built up systems 
using absorption and 
adsorption systems. 

25 to 50 

Built up central sys- 
tems using reciprocat- 
ing compressors. 

Built up central sys- 
tems using centri- ' 
fugal compressors. 

Central systems 
using adsorption 
systems. 

50 to 400 

Built up central sys- 
tems using reciprocat- 
ing compressors. 

Built up central sys- 
tems using steam jet 
and centrifugal com- ’ 
pressors. 


400 and Over 

Built up central sys- 
tems using centri- 
fugal compressors. 

Built up central sys- I 
terns using steam jet. j 

j 


more surface is required than for any other type of cooler. However, with 
large storage tanks this type of cooling can be utilized to advantage. 

When direct cooling of air is employed, the refrigerant is inside the coil 
and the air passes over it. Cooling depends upon convection and con- 
duction for removing the heat from the air. The type of coil used can be 
either smooth or finned, the finned coil being more economical in space 
requirement than the smooth coil. The fins, however, must be far enough 
apart so as not to retain the moisture which condenses out of the air. 

The indirect cooler, where brine is cooled by the refrigerant and the 
resulting cold brine is used to cool either air or water, introduces several 
other considerations. It is not the most economical from a power con- 
sumption standpoint, as it is necessary to cool the brine to a temperature 
sufficiently low so that there is an appreciable difference between the 
average brine temperature and that of the substance being cooled. This 
requires that the temperature of the refrigerant must be still lower, and 
consequently the amount of power required to produce a given amount of 
refrigeration increases due to the higher compression ratio. There are 
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Other considerations which make such a system desirable. In the first 
place, wh^re a toxic refrigerant is undesirable or cannot be used because 
of fire or other risks, especially in densely populated areas, the brine 
can be cooled in an isolated room or building and can then be circulated 
through the air conditioning equipment. This arrangement eliminates 
any possibility of direct contact between the air and refrigerant. 

Equipment Selection 

The selection of proper refrigeration equipment for any air conditioning 
job is of utmost importance for satisfactory results. The most important 
factors in the selection of the equipment are: 

1. Loads (as determined by the conditions of the space to be cooled). 

2. Economics (both initial and operating costs). 

3. Codes (local safety codes must be adhered to and influence the type of system to 
be used). 
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Fig, 11, Compressor ano Coil Performance 


A broad division of equipment to be used for a particular installation or 
application may be made on the basis of the magnitude of the load. 
Current general practice is outlined in Table 11. 

Unit or packaged systems, consisting of a reciprocating compressor, 
condenser, evaporator, and fans, are generally used in the smaller sized 
jobs where electric power is available, as they are manufactured complete, 
ready to install and are the most economical (see Chapter 36). 

The reciprocating compressor in the built-up central system (see 
Chapter 43) covers the widest range of application since it is applicable to 
either the direct expansion or indirect systems and can be driven by 
steam or gas engines, or by electric motors. The quantity of condensing 
cooling medium required is also less than for any other system with the 
exception of the centrifugal compressor, which uses the same amount 

Centrifugal compressors are used for large installations, and usually 
where the indirect system is required^ The driving mechanism can he tt 
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Steam turbine or electric motor. The steam jet system is used where 
steam is available and cooling water can be had in large quantities. 

It will be noted by referring to Fig. 7 that all systems using compressors 
have a common characteristic and that is that the capacity varies with 
the evaporating temperature. Not only can the equipment be selected to 
produce a given result, but the performance can be predicted under 
varying load conditions by the simple expedient of using the variable of 
evaporating temperature as the abscissa and the load or capacity as the 
ordinate in a series of curves. 

Manufacturers of compressors and cooling coils furnish performance 
data for apparatus that can be plotted in the form of curves similar to 
those shown in Fig. 11. The performance of a compressor is plotted as a 
series of curves, each curve being drawn for a given condensing pressure. 
The performance of a direct expansion coil at two different air velocities 
is plotted on the same graph. The operating point will be, of course, 
where the two curves cross. 

Data given in Table 12 illustrate two types of conditioned enclosures 
having the same total load of 148,000 Btu per hour, but with two different 


Table 12. Typical Operating Conditions for Two Types of Load 


Ttpe Of 
EftetOSURB 

Load, Btu pkr Hour 

Ratio 

a 

EvTERiNa 

Coil 

Operating Balance Point 

Sensiblfi 

TO 

Latent Total Total 

■ 

F 

Eteg 

Per 

Cent 

R.H. 

Evaporator 

Temp 

FI>e« 

Condenser | 
Preasure j 
Lb per i 
Sq In. ! 

Per Cent 
Sensible 
Heat 

Restaurant ! 

103,000 

45,000 i 148,0001 0.695 

1 

82 

45 

34.4 

123 ; 

69.9 

Office 

121.000 

27,000 1 148.000 0.820 

82 

45 

42.2 j 

100 1 

82.1 


ratios of sensible to total heat. In the case of the office with a ratio 
of 82 per cent sensible to total heat, the operating point A in Fig. 11 is 
found to be 42.2 F evaporating temperature with a face velocity of 500 
fpm. In the case of the restaurant, with a ratio of 69.5 per cent sensible 
to total heat, the air velocity is lowered to 300 fpm and the evaporating 
temperature is lowered to 34.4 F as shown in point B of Fig. 11. In order 
to obtain the same capacity, a larger condensing unit is used. This 
illustration assumes zero pressure drop through the suction line. The 
pressure drop can be taken into account by shifting the compressor 
performance curves by the amount of pressure drop expressed in 
Fahrenheit degrees. 

ABBREVUTIONS AND SYMBOLS IN CHAPTER 

cop « coefficient of performance, ratio of refrigerating effect to the heat equivalent 
of the compressor work. 

CVE ■« conventional volumetric efficiency. 
d m internal diameter in inches. 

Hi w cooling load in tons. 

Ad w enthalpy of vapor at condition of discharge from compressor. 

kc enthalpy of liquid at discharge from compressor. 

Afd enthalpy of liquid at discharge of expansion valve. 

Aii ■» enthalpy of liquid at entrance to expansion valve. 
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hm = enthalpy of mixture. 
hv == , enthalpy of saturated vapor. 

hvd = enthalpy of saturated vapor at discharge of valve or compressor. 
hvB = enthalpy of saturated vapor at state s entering compressor, 
hp = horsepower. 

pd — pressure of saturated liquid and vapor at discharge of compressor. 
ps = pressure of saturated liquid, 
psig = pressure pounds per square inch, gage, 
psia = pressure pounds per square inch, absolute. 

Q = quantity of heat, Btu. 

Qc = heat loss from condenser, Btu per pound refrigerant. 

Qj = heat dissipated in cooling water, Btu per hour. 

5 = entropy. 

As = entropy change between suction and discharge. 

T absolute temperature, Fahrenheit degrees. 

Tavg = average temperature, Fahrenheit degrees, absolute, of gas passing through 
compressor. 

Tc = condenser temperature, Fahrenheit degrees, absolute. 

Ts = evaporator temperature, Fahrenheit degrees, absolute. 

/ad = degrees superheat at discharge condition of vapor leaving compressor. 

/d “ discharge temperature, Fahrenheit degrees. 

Fc = clearance, percentage of volume, swept by piston, which is contained in 
spaces at end of cylinder when piston is at end of stroke (clearance includes 
valve spaces, etc.) 

i>8 = specific volume of gas at suction, cubic feet per pound, 
vd = specific volume of gas at discharge, cubic feet per pound. 

Wr ** refrigerant rate, pounds per minute. 

X s* proportion of liquid in mixture of vapor and liquid. 
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Chapter 40 

AIR DISTRIBUTION 


Standards for Satisfactory Conditions, Definitions, Mechanics of Air Distribu- 
Hon, Outlet Performance, Types of Air Outlets, Outlet Location and Selec^ 
tion. Directional and Volume Control, Return and Exhaust Intakes, 
Specific Applications 


C ORRI^X'T air distribution contributes as much or more to the success 
of a forced air heating, ventilating, cooling-or air conditioning system 
as does any other single factor. An air conditioning system may deliver 
the required quantity of conditioned air and still fail to give satisfactory 
room conditions because of poor air distribution. The scope of the chapter 
is limited to the air distribution within the conditioned space. Reference 
is made to the distributing duct system only insofar as it affects the 
performance of the air distribution outlet. See Chapter 41 for informa- 
tion on air duct design. 

STANDARDS FOR SATISFACTORY CONDITIONS 

The object of air distribution is to create within the space the proper 
combination of room temperature, air motion and humidity, whether by 
cooling, heating or ventilating. The purpose to be accomplished deter- 
mines the factors to be controlled. For instance, in many industrial 
applications it is necessary to maintain proper standards throughout a 
large portion of the space; sometimes almost throughout the entire 
enclosure. In these cases design room temperature, room air motion and 
humidity will depend entirely upon the requirements of the product and 
its manufacturing processes. 

If, however, comfort of the occupants is the principal objective, con- 
sideration of the occupied zone (floor to 6 ft above floor level) is primarily 
required. In order to obtain comfort conditions within this zone, stand- 
ard limits have been set up as acceptable effective temperatures* This 
term comprises air temperature, motion, humidity and their physiological 
effect on the surface of the human body. Any variation from accepted 
standards of one of these elements may result in discomfort to the occu- 
pants. The same effect may be caused by lack of uniformity of conditions 
within the space or by excessive fluctuation of conditions in the same part 
of the space. Such discomfort may arise due to excessive room air 
temperature variations (horizontally, vertically, or both), excessive air 
motion (draft), failure to deliver or distribute the air according to the 
load requirements at the different locations, or too rapid fluctuation of 
room temperature or air motion (gusts). 

In addition the noise level created by the introduction of supply air 
should be kept within acceptable limits, and streaking or smudging of 
walls or ceilings should be prevented. 

With reference to permissible room air motion it is not possible to 
establish a specific standard covering the entire complex problem of air 
distribution. Velocities less than 15 fpm generally cause a feeling of air 
stagnation, whereas velocities higher than 65 fpm will disturb loose paper 
sheets on desks and may result in a sensation of draft. Air velocities of 
25 to 35 fpm in the occupied zone are most satisfactory, but air motion of 
20 to 60 fpm will usually be acceptable, particularly when the lower part 
of this range of velocity is used in cooling applications and the higher 
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values on heating jobs. In any case, it is certain that the effect of room 
air motio^ on comfort or discomfort depends on air temperature and 
direction as well as on velocity. 

Reference should be made to Chapter 12, Physiological Principles, for 
information on effective temperature and comfort zones. Material in 
Chapter 42, Sound Control, covers acceptable room noise levels and 
noise generated by air outlets. 

DEFINITIONS 

The following definitions referring to air distribution equipment have 
gained general acceptance. 

1. Supply Opening or Outlet: Any opening through which air is delivered into a 
space which is being heated, or cooled, or humidified, or dehumidified, or ventilated. 

2. Exhaust Oj^ening or Return Intake: Any opiening through which air is removed 
from a space which is being heated, or cooled, or humidified, or dehumidified, or venti- 
lated. 

3. Outside Air Opening: Any opening used as an entry for air from outdoors. 

4. Damper: A device used to vary the volume of air passing through a confined cross- 
section by varying the cross-sectional area. 

6. Grille: A covering for any opening and through which air passes. A supply grille 
discharges air axially with a limited spread. 

6. Register: A grille equipped with a damper. 

7. Free Area: The total minium area of the openings in the air outlet or inlet through 
which air can pass. 

8. Core Area: The total plane area of the portion of a grille, bounded by a line tangent 
to the outer edges of the outer openings through which air can pass. 

9. Mean Area: The total of the core and free areas divided by two. 

10. Percentage Free Area: The ratio of the free area to the core area expressed in 
percentage. 

11. Aspect Ratio: The ratio of length of the core of a grille to the width. 

12. Vane Ratio: The ratio of depth of vane to shortest opening width between two 
adjacent vanes. 

13. Plaque: A ceiling outlet in which the supply air impinges against a plate or series 
of parallel plates and is discharged horizontally in all directions. 

14. Diffuser: An outlet discharging supply air in various directions and planes, 
thereby effecting its mixture with the room air. 

15. Primary Air: The air delivered to the outlet by the supply duct. 

16. Induction: The entrainment of room air by an air stream. 

17. Internal Induction: The induction of room air drawn into an outlet by the primary 
air stream. (Commonly called aspiration). 

18. External Induction: The induction of room air by the air stream discharged from 
the outlet (commonly called secondary air motion). 

19. Induced Air: The room air entrained by the primary air through internal in- 
duction or by the discharged air through external induction or both, 

20. Total Air: The mixture of primary air and induced air, 

21. Induction Ratio: The total air divided by the primary air. 

22. Throw (Blow): The horizontal distance an air stream travels on leaving the outlet 
(grille) to a position at which air motion reduces to a maximum velocity of 50 fpm. 

23. Drop: The vertical distance, the lower edge of the air stream drops between the 
outlet and the end of its throw. 

24. Rise: The converse of drop. 

25. Envelope: The outer boundary of an air stream moving at a perceptible velocity. 

26. Spread: The divergence of the air stream in a horizontal or vertical plane after 
it leaves the outlet. 

27* Diffusion: Distribution and mixing of air within a space, accomplished by an 
outikt discharging su{>ply air in various directions and planes in order to the 
dwred ail* conditions in the occupied zone of that space. 
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28. Radius of Diffusion: The horizontal distance from the diffuser outlet to the 
perimeter of the space, within which effective diffusion is accomplished and air motion 
in the occupied zone is reduced to 50 fpm maximum. 

29. Outlet Velocity: The average velocity of air emerging from the outlet measured 
in the plane of the opening. 

30. Terminal Velocity: The average air stream velocity at the end of the throw. 

31. Temperature Differential: Temperature difference between primary and room air. 

32. Temperature Variation: Temperature difference between points of the same space. 

MECHANICS OF AIR DISTRIBUTION 

In the mechanics of air distribution, two major problems are involved: 
(1) complete mixing of the primary air and air outside of the zone of 
occupancy in order to reduce the temperature difference and air motion to 
acceptable limits before the air enters the occupied zone; and (2) counter- 
action of the natural convection and radiation effects within the room. 

The theory concerning the distribution of conditioned air within an 
enclosure is still incomplete and no general law governing outlet perform- 
ance has been formulated. The characteristics and performances of the 
various existing types of outlets must therefore be evaluated largely by 
experimental work. Some progress has been made concerning the theo- 
retical analysis of the characteristics of a primary air stream discharged in 
an unconfined space, i.e., a space large enough so that the primary air 
stream is not disturbed by contact with surfaces, or by adjacent streams. 
The approach to this problem is usually made by means of the momentum 
theory. Development of this theory has so far been confined to side wall 
distribution of air, because this is its most elementary application. 
Fundamentally, the same laws apply also to ceiling distribution, but a 
great amount of additional research is still required to adapt them to the 
more complicated conditions of deflection of air up to 90 degrees, spread 
up to 360 degrees and the resulting rapid induction. There is also an ele- 
ment of downward diffusion which usually is not obtainable with side 
wall grilles. 

Momentum Theory 

When air is discharged from an outlet into a free open space, the 
primary air stream entrains room air as it traverses the space. This 
entraining effect increases the cross-sectional area and reduces the velocity 
of the resulting air stream. Induction takes place with the conservation 
of linear momentum; this has been confirmed by tests which indicate that 
the momentum remains almost constant throughout the entire measur- 
able length of the air stream. This relationship may be expressed by 
Equation 1: 

MiVi + ilf , F, « (Ml + MO 7, (1) 

where 

M\ « mass of primary air. 

Mt » mass of induced air. 

Vi »» velocity of primary air. 

V% «« velocity of induced air (for practical use, V% » 0). 

Vt *• velocity of the mixture. 

If the velocity of induced air is zero, Equation 1 changes to: 

Ml Vi (Ml -b Ml) Vi 


or, 


Vi Ml + Ml 

r, " SR 


f 


( 2 ) 




726 


CHAPTER 40 


1948 Guide 


Since in many applications the densities of primary and room air are 
about equ^l, air volumes may be substituted for mass and Equation 2 
becomes : 

-LL _ + Q'l __ ^ ^ 

\\ Qi (Ji 

where 

Qi = volume of primary air, cubic feet per minute. 

Qz = volume of secondary air, cubic feet per minute. 

Qz — volume of mixture of primary air and induced air, cubic feet per minute*, 
r = induction ratio. 


Jet Pattern From Round or Rectangular Openings in a Large Room 

The relation between the shape of the discharge of a jet and the shape 
of the conventional outlet has long been the subject of research. It has 
been proved to be incorrect to assume that the jet retains the outlet shape 
when it discharges into a free open space Air streams from rectangular 
outlets having low aspect ratios develop a symmetrical or cone shape 
within a few diameters from the outlet face. From there on, the jet con- 
tinues to expand at a fairly constant rate. Beyond 20 diameters there is 
very little difference between round and rectangular jets. The assump- 
tion can be made that the apex of the cone is in the same position for an\ 
jet having a small aspect ratio. For the more usual problems of the con- 
ventional room with outlets near the ceiling, there are insufficient ex- 
perimental data to justify a definite statement on the effect of aspect ratio. 

If the round or rectangular opening is divided into a number of orifices 
having straight sides, the performance of the air stream will be similar 
to that of a plain opening. 

Velocity Across Jets 

Results of many tests ^ indicate that the ratio of centerline velocity 
to average velocity is about 3, irrespective of outlet size, shape or initial 
velocity. This statement is true for stream cross-sections located 
beyond 10 diameters from the outlet, and is fairly accurate for distances 
up to 50 diameters. Experimental data are lacking for distances beyond 
50 diameters. 

Effect of Aspect Ratio on Entrainment 

In slotted outlets, the air entrainment of the primary jet is a function 
of aspect ratio ^ This effect is most pronounced when large changes in 
the ratio are made. A comparison between a slot of aspect ratio 24 and a 
square opening of the same area is given in curves A and B of Fig. 1. At 
a distance of 8 ft from the outlet, the entrainment of the slot is 8.1 as 
compared with 6.9 for the square, or an increase of about 17 per cent. 

Curve C shows the further increase in entrainment obtained by using 
an aspect ratio of 48. An increase of 40 per cent is obtained over the 
24 in. X 1 in. slot. This indicates that long narrow slots produce air 
streams that give high induction of secondary air. 

ParaUel Slats 

The use of several slots in parallel to vary the rate of air entrainment 
depends mainly on the distance between the slots. If close together, the 
air pattern is about the same as for a single opening of equal area. Spac- 
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ing the openings farther apart gives an increase in entrainment as shown 
on curves D and E of Fig. 1. It will be noted that 2 openings 24 in. x in. 
located very close together will obtain an entrainment which is about the 
same as obtained with one 24 in. x 3^ in. opening. However, if the slots 
are spaced 6}^ in. apart there is a marked increase in entrainment. 



Fig. 1. I ypical Relation of Entrainment Ratio to Distance from 
Outlet for Slotted Outlets. (Based on 800 fpm Outlet Velocity.) 


Throw 

Equations for the throw of straight flow side wall outlets have been 
developed on the basis of the momentum theory. Equation 4 states the 
throw in terms of the area of the outlet and the primary air volume^: 


L 



(4) 


where 

L « throw, ft. 

A\ » effective outlet area, in square inches « (gross measured area) x (percentage 
of free area/l(X)) x (discharge coefficient). 

The discharge coefficient is approximately 0.8. 






7M 


CHAPTER 40 


1948 Guidm 


Equation 4 has been developed under the assumption that the tem- 
perature of the supply air is the same as the temperature of the room air. 
It applies^only to straight flow outlets with aspect ratios less than 16. 

Equation 5 for the performance of straight flow outlets evolved from 
research ^ allows the calculation of the maximum residual velocity at any 
distance perpendicular to the outlet face. It applies for aspect ratios up 
to 50. 


Vt 


ViVai 

X 



(5) 


where 

Vf = maximum residual velocity in air stream, i.e., the highest maintained velocity 
at the given cross section in the room, feet per minute. 

Fi = average initial velocity across outlet, feet per minute. 

K = Constant of proportionality. 

A\ — effective outlet area in square feet = (gross measured area) x (percentage of 
free area/100) x (discharge coefficient). 

X = Normal distance from outlet face, feet. 


Equation 5 together with Equation 6 (which reduces to Equation 7 if 
the jet angle is 20 deg) for the entrainment ratio, 


Entrainment Ratio = (^0.7^ + 2 AT tan |^ - 1 

where 

R =* ratio of maximum residual velocity to average residual velocity. 

© = jet angle or spread angle in degrees. 


Entrainment Ratio 
(20 deg jet angle) 


0 -78.5 iT / r-A- 
RX VZi y ^0.785 


-f- 0.35 X 


J 


- 1 


(6) 


(7) 


has been used to develop charts^ which provide the graphical solution of 
problems involving the determination of the throw of air from slots and 
jets, the residual velocity, and the size of openings. (See Figs, 2 and 3). 
The charts apply only to air discharging into room air of same temperature 
as the stream. They can be used to determine the throw of air and en- 
trainment ratios up to 40:1 with initial velocities of 1000 to 6000 fpm and 
with residual velocities of 100 to 1000 fpm. The charts furthermore are 
for use with sharp-edged orifices or slots, and include the coefficient of dis- 
charge. If air is discharged from an orifice with a well-rounded entrance 
or from a length of straight duct, the coefficient of discharge is unity and 
the actual area of the opening is the effective area. For such rectangular 
openings the effective diameter is the diameter of a circle with an area 
equal to the actual area of the rectangle. The following examples will 
illustrate the use of the charts: 

Extfnpie 1: Air is delivered to a cooler through independent slots each 24 in. x 2 in. 
with an initial velocity of 2000 fpm. Determine the maximum residual velocity and the 
entrainment ratio at a distance of 15 ft from the slot. 

From Fig. 3 the effective diameter 6.2 in. « 0.52 ft. The number of effective 
diameters in 15 ft * 15/0.52 « 28.8. 

From Fig. 2 at 2000 ft initial velocity read eiitrainment ratio « 6,6 and maximum 
residual velocity « 390 fpm. From tests it has been shown that the average residual 
velocity may be taken as of the maximum or 130 fpm in this case. 

Example 8: Using the data from Example 1 determine the distance which the 
maximum residual vdocity will be 150 fpm. 
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From Fig. 2 at Fi « 2000 and Vr » 150, the number of effective diameters is read 
directly as 73 and the throw of the air is therefore 73 x 0.52 « 38 ft. 

Example S: Air issues from a round orifice plate with an initial average velocity of 
4000 fpm. It is to have a maximum residual velocity of 400 fpm at a distance of 30 ft 
from tne opening. Calculate the size of the opening required and the entrainment ratio. 

On Fig. 2 at the intersection of the curve of 4000 fpm, the entrainment ratio is read 
directly as 15 and the effective diameters of throw ==» 55. 

30 

Since 55 effective diameters are equal to 30 ft as required, 1 effective diameter = ^ 
= 0.545 ft or 6.56 in. 

On Fig. 3 vertically below intersection of 6.56 in. effective diameter line and equivalent 
round opening line read 8.5 in. in lower margin. 



4 I I i ^ I i J I — i — I — I 

fOO 150 200 250 300 400 500 600 700 800 1,000 

MAXIMUM RESIDUAL VELOCITY FPM 


Fig. 2. Relation Between Initial Velocity, Residual Velocity, 
Entrainment Ratio and Throw of Air from Jets and Slots 


Example 4> A jet of air issues from a pipe or from air orifice having a well-rounded 
entrance (coefficient of discharge =1.0) and delivers air with the same velocities and 
with the same throw as in Example 5. What is the required diameter? 

In this case since the coefficient of discharge is unity, the effective diameter of the jet 
is the actual diameter of the pipe or orifice, or 6.56 in., as obtained in Example 3. ^ 

Spread 

The induction effect results in the spreading of the air stream. The 
total angle included by the air stream from straight flow outlets has been 
measured and found to be between 14 and 25 deg. The angle will depend 
on the type of approach, type of outlet and velocity. 

The effect of vertical bars placed in the face of the outlet to increase 
the spread, may also be deducted from the momentum theory. Assuming 
that there are no horizontal deflecting bars and that the air spreads 
vertically throu|h a total angle of 14 deg; that a uniform velodty exists 
at any section of the air stream; and that the conservation of momentum 
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principle applies down to a velocity of 60 fpm; the following approximate 
equations for throw are to be substituted for equation (4)^: 


For a spread of 15 deg on each horizontal side L 



( 8 ) 


For a spread of 30 deg on each horizontal side 



(9) 



Fig. 3. Effective Diameters for Round and 
Rectangular Openings (Plenum Approach) 


For a spread of 45 deg on each horizontal side L 

Guide Vanes 


0.28 


VAi 


( 10 ) 


Vanes should have a depth of one to two times the spacing between 
the vanes. If the ratio of vane depth to spacing is less than one, effective 
control by means of the vanes cannot be obtained. Little improvement 
is obtain^ by increasing the ratio beyond two. The effect of various 
types of vanes is given in following paragraphs. 
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Straight Vanes, As mentioned previously, the included angle between 
both planes will be in the neighborhood of 14 deg, for a straight setting 
of the vanes as shown in Fig. 4. 

Diverging Vanes. Such vanes set for an angular spread will have a 
marked effect on the direction and distance of travel of an air stream. An 
outlet having vertical vanes set straight forward in the center, with uni- 
formly increasing angular deflection to a maximum at each end of 45 deg, 
will produce an air stream with a horizontal included angle of approxi- 
mately 60 deg as shown in Fig. 4. The throw will be reduced one-half for 
such a vane setting. Increasing the divergence of the vanes reduces the 
air quantity handled by an outlet for a given duct static pressure. The 
primary function of the vanes is to spread the air horizontally. Spreading 
the air vertically entails the risk of hitting beams or other obstructions or 
of blowing primary air at excessive velocities into the occupied zone. 

Converging Vanes. The blow of an outlet may be somewhat increased 
by converging the vanes of an outlet as illustrated in Fig. 4. Even with 



Fig. 4 Svhead of Air Stream with X’arious V^anes 


converging vanes, the resultant angle of spread of an air stream will not 
be less than 14 deg. The air converges for a few feet in front of the outlet, 
and then diverges more than if the vanes had been set straight. 

Both the horizontal and vertical vanes of an outlet are important. After 
an installation has been made, many conditions of draftiness or stuffiness 
can be alleviated by some vane adjustment, provided an independent 
means for regulation of static pressure behind the vanes is included. 

Vertical Drop and Rise 

The distance that the lower edge of the air stream drops below the 
bottom of the outlet is important, since the air stream should not reach 
the occupied zone until the velocity has fallen to about 50 fpm. The drop 
(//, ft) is influenced by two forces; the natural vertical spread of the 
stream and the gravitational force due to the difference in density between 
supply air and room air. For air emerging at room temperature, the drop 
will be a function of the spread only and will be equal to: 

where 

H I =“ drop due to spread (when emerging air and room temperature are the same), feet. 

L « throw, feet. 

When there is a temperature difference between the air stream and the 
room, there is an additional drop which is approximately 
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where 

Ht =* additional drop due to temperature difference, feet. 

n\ and n% ~ constants (tentative suggested values «i = 5, ** 1.2). 

/r = room temperature, degrees Fahrenheit. 

/as = supply air temperature, degrees Fahrenheit. 

Vi = jet velocity, feet per minute. 

It should be remembered, that the total drop H = Hi + //j. Hi is 
positive for either heating or cooling; Hi is positive for cooling, negative 
for heating. In consequence, there will always be a vertical drop in 
cooling, and a vertical rise in heating only if Hi > Hi, 

Another empirical equation for the total drop is ^ : 

H = (13) 

* 1 

where 

m = constant (tentatively suggested value of w = 16). 

In other words, for a given throw L the drop or rise increases as the 
temperature difference increases and the outlet velocity decreases. This 
equation is only valid, if a temperature difference exists between room 
air and supply air. 


Room Air Motion (Wall Outlet) 

One of the most important problems in air distribution is to achieve air 
motion in the occupied zone within acceptable velocity limits. Therefore, 
outlet performance and characteristics of the space have to be related to 
this air motion. 

The air moving in the occupied zone is (for a side wall outlet) equal in 
quantity to the total air contained in the outlet stream at the end of the 
throw and it is generally moving in a direction opposite to the stream. 
Assuming that the maximum volume of air is in circulation when the air 
stream velocity V^ drops to 200 fpm, that the free area for return flow is 
0.6 of the area of the wall in which the outlets are located, then, according 
to the momentum theory ^ 


where 


V « 


Q^ 

0.6 X Ayif 


(14) 


V ~ average room velocity, fpm. 

Qt “ Volume of room air in motion, cfm. 

.r4w area of wall in which outlet is located, sq ft. 


Since Qt ^ Qix r, (by definition) ; and r 


room velocity is; 


V 


Qir 

0.6 


5 

Vt 


according to Equation 3; the average 


gi 

0.6 ilw 



or, with Vt » 200 fpm 


V « 


Qi Vt 
120 


(15) 


When Qi, the volume of primary air, Vi, the velocity of primary air 
and Aw, the wall area are known, the average room velocity may be 
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calculated from Equation 15 in order to determine the acceptability of 
the air distribution system. 


OUTLET PERFORMANCE 

The factors of outlet performance, throw, drop, room air motion, 
capacity, temperature differential, dirt and noise place considerable 
limitations on the design of a satisfactory distribution system. 

1. Throw. The throw of a wall outlet must be sufficient to produce 
satisfactory conditions over the area to be conditioned. Underblowing 
may cause heated air to rise too rapidly above the occupied zone and thus 
create excessive vertical temperature variation (stratification); in cooling 
operation it may cause cold air to drop into the occupied zone before a 
satisfactory mixing of supply and room air has been accomplished by 
induction and thereby create a condition of acute discomfort (draft). 
On the other hand, overblowing will result in objectionable downdrafts 
from any surface the primary air stream may strike. 

On the average it is considered most practicable to select throw as % of 
the distance toward an exposed wall or window, as shown in A of Fig. 5. 



However, structural characteristics, mounting height, temperature 
differential and resultant drop or rise, or location of greatest heating or 
cooling loads strongly affect the selection of the optimum throw. In 
spaces with beamed ceilings, the outlets should be located below the 
bottom of the lowest beam level, and preferably low enough so that an 
upward or arched blow may be employed. The blow should be arched 
sufficiently to miss the beams and, at the same time, in such a manner as 
to prevent the primary or induced air stream from striking furniture and 
obstacles and producing objectionable drafts. 

In the case of ceiling diffusers air is distributed with a spread of 360 deg 
horizontal. In addition there is a downward component of air motion. 
Therefore, both throw (radius of diffusion) and mounting height are im- 
portant and interdependent factors. Due to the 360 deg spread of air 
diffusion the rate of induction will be higher and the throw shorter than 
that of a wall grille opening handling the same air quantity at the same 
outlet velocity. Therefore, ceiling diffusers will frequently permit the 
use of higher air velocities than wall outlets and consequently may be 
sized smaller to handle the same air volumes. If such ceiling outlets are 
installed flush with the ceiling, impingement of the air stream along the 
ceiling surface restricts induction of secondary air and the throw is in- 
creased approximately 20 percent above that of an unrestricted air stream. 

In the use of perforated ceiling plates as air distributing devices the 
term ^row could hardly be appli^ in its proper meaning. Although this 
type of outlet can handle the greatest amount of air in proportion to 
room size, jet velipcities must be kept low. 




/ 734 


CHAPTER 40 


1948 Guide 


In all types of ceiling air distribution the following should be noted: 

If cold air is tised it must be brought to the proper temperature by mixing with room 
air before entering the zones of occupancy. 

Air slightly above room temperature will usually be properly distributed b>' outlets 
selected for cooling. 

When delivering warm air the same may be projected downward and the amount of 
dispersal of the jet varied to obtain proper mixing and control. 

2. Drop. The outlets should be located so that the air stream at the 
termination of the blow is not less than 5 or 6 ft above the floor level. 
As illustrated in B of Fig. 5 the maximum permissible blow for a given 
ceiling height may be obtained by locating the outlet low on the wall, 
arching the blow, and sweeping the air across the flat ceiling. The air, 
as it traverses the room, will adhere to the ceiling. The objection to this 
method is the possible streaking of the ceiling with dirt. 

3. Room Air Motion. Various features may cause room air motion to 
exceed acceptable standards. Some of these are: Excessive air discharge 
velocities; high air volume per cu ft of space (often referred to as number 
of air changes per hour); premature drop of cold air into the occupied 
zone; overblow causing spilling of high velocity air into the occupied zone; 
heating in severe climates by means of downward projection of hot air. 
It should be realized that these factors will not equally affect all types or 
designs of outlets at different temperature differentials, mounting heights, 
etc. For instance, certain outlets may safely handle more air per cubic 
foot of space at higher discharge velocities than others, and downward 
projection of supply air will sometimes not be considered excessive if the 
supply air temperature is substantially higher than the room temperature, 

4. Capacity. The quantity of air to be handled is determined by the 
heating, cooling, or ventilating requirements. Manufacturers’* rating 
sheets are usually consulted for selection of the proper number, size and 
type of outlets for a given air quantity. The basis of rating used should 
be carefully noted to make certain that resulting velocities are suitable 
for the application. 

5. Temperature Differential. This is one of the most important factors 
affecting outlet performance. The quality of the temperature control, or 
the extent of the control problem, is directly a function of temperature 
difference. Obviously a system which carries under design conditions 
only a 5 deg difference between supply air stream and room temperature 
would require no control at all, for even a 50 per cent change in load could 
only effect a deg change in room temperature under the worst con- 
ditions. Because of the self-equalizing nature of most load factors, even 
this extreme is never realized. It is obvious that the greater the tempera- 
ture differential between supply air and room temperature, the greater 
will be the change in room temperature for a given change in load. The 
use of outlets that give rapid mixing permits greater temperature differen- 
tials. These principles apply in both heating and cooling practice. 

6. Dirt. Although the primary air may be carefully filtered, small 
particles of dirt and dust will not be captured by mechanical filters and 
may finally be deposited on the walls or ceiling. With ceiling outlets, dirt 
streaking may be minimized by carefully controlling the discharge of the 
outlets. With wall outlets, dirt streaking may be minimized by pre- 
venting direct impingement of the air on any ceiling or room surface. 
Floor outlets may offer objection as dirt collectors. 

7. Noise. The increase of noise level caused by an outlet is primarily 
a function of its air discharge velocity and its size. The maximum accept- 
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able noise level in a space may dictate completely the selection of the 
permissible outlet velocity. In addition, however, noise may be caused 
by excessive restriction of free outlet area due to outlet design; by un- 
necessary turbulence due to one sided air flow through the outlet; or by 
the impingement of high velocity air on sharp edges. Such high frequency 
noises due to excessive turbulence are especially annoying (see Chapter 42 
for discussion of permissible room noise levels and noise generation by 
outlets). 

TYPES OF AIR OUTLETS 

Two types of air supply outlets are commonly used; side wall and ceil- 
ing. A variety of designs has been developed for both types and the final 
selection depends to a large degree upon- the specific problems arising in 
the air distribution system to be used. 

In addition to the comments on use and application of outlets which 
follow, reference should also be made to sections of this chapter on Outlet 
Location and Selection as well as on Specific Applications. 

Wall Oullels 

Wall type openings in general use are; perforated grilles, vaned out- 
lets, registers, slotted outlets, ejector nozzles, and wall diffusers. 

1. Perforated Grilles. Due to the non-adjustability and small vane 
ratio these outlets, although inexpensive, have not met with favor as wall 
type supply openings. They are useful primarily where directional air 
control is unnecessary*, and for return air intakes. 

2. Vaned Outlets. Outlets equipped with either vertical and horizontal 
adjustable vanes or both are particularly suited to sidewall distribution. 
For proper control over the air flow, the vane ratio should be from 1 to 2. 
Outlets with non-ad justable vanes may be employed but they should only 
be used where the performance is not critical or can be adequately pre- 
dicted. Vanes should be properly designed to prevent an increase of 
noise above permissible level. 

3. Registers. Perforated grilles or vaned outlets equipped with a vane 
damper are termed registers. They are used primarily for residential 
heating systems, where the outlet distribution is not critical and low cost 
is of importance. 

4. Slotted Outlets. Slotted outlets essentially consist of either flat steel 
plates containing a number of long narrow slots or a single long narrow 
slot. In order to give a good conversion from static pressure to velocity 
pressure, the sides of the slots are rounded to give a venturi effect. Due 
to their high aspect ratio, the slotted outlets have a greater induction 
effect than the comparable vaned outlets of equal area and consequently 
the throw is reduced. They are primarily useful where an unobtrusive 
means of distribution is desired, and where it is desirable to submerge the 
outlets into the room decoration and to minimize the effect of obstructions 
in the line of discharge. They are adaptable to narrow rooms having low 
ceilings. In this case the slots should extend the full length of the room. 
In all applications air quantity and distribution must be carefully planned 
as correction after installation is difficult. 

6, Ejector Nozzles. These are outlets operating at high static pressure. 
They give a high conversion from static in the duct to velocity pressure 
in the outlet, and have a high induction effect due to their high outlet velo- 
city, They are chiefly used for long throw and industrial process installa- 
tions, such as drying, freezing, cooking, etc. Another type of ejector is 
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sometimes referred to as a louver nozzle having a 45 to 90 deg elbow, which 
can be rotated similarly to a universal joint about an axis perpendicular 
to the surface to which it is fastened. These outlets give a considerable 
degree of adjustability and are, therefore, desirable for use in confined 
spaces where spot cooling is employed. The use of very high velocities 
is gradually disappearing due to noise difficulties. 

6. Wall Diffusers. These outlets incorporate design features originally 
developed for ceiling outlets and use therefore semi*conical or semi- 
pyramidal guide vanes instead of the straight vanes of the conventional 
side wall outlet. 

Ceiling Outlets 

Generally used ceiling outlets are: plaques, ceiling diffusers, and 
perforated ceilings and panels. 

1. Plaques. Plaques are of simple design. The air from the supply 
opening impinges on a plate, which permits the air to be discharged 
horizontally in all directions. Plaques, although inexpensive, are difficult 
to control and are not generally satisfactory. In certain applications a 
properly designed plaque yields satisfactory results. 

2. Ceiling Diffusers. Ceiling diffusers are round or rectangular outlets 
installed on or parallel to the ceiling, discharging supply air in a variety of 
directions and planes. Performance of the different designs varies ac- 
cording to principle employed. Some have no internal induction, but 
hasten external induction by supplying air in multiple layers. Others 
have internal induction and distribute air over an entire half sphere. The 
induction effect is greatest in the direction of the axis of the outlet, and 
least in the plane perpendicular to the axis and located at the ceiling level. 
Thus the induction is greatest in the vertical direction where the least 
throw can be tolerated and least in the horizontal plane at the ceiling 
where the greatest blow is both desired and permissible. 

3. Perforated Ceilings and Perforated Panels. This method obtains air 
diffusion by discharging air through perforations in the ceiling, or part of 
the ceiling or walls. Some perforated panels feature a control plate frame 
which is inserted in the conventional ceiling duct. Supply air enters the 
plenum above the distribution plates through an adjustable air valve 
which can be set for varying air quantities and velocities. The advantages 
are unobtrusive appearance and the ready application of sound absorbing 
material to the design. Also, if designed properly, this system provides 
a low rate of room air motion and consequently lends itself to applications 
having high load or high ventilating requirements. The perforations 
should be kept free of accumulations of dirt, as clogging will cause uneven 
distribution and result in smudging of the ceiling. Best results are obtained 
in systems having efficient cleaning devices. 

In present practice relatively low velocities are used because the perfo- 
rated material offers only small resistance to the air flow. Therefore, 
great care must be taken to distribute the primary air at uniform veloci- 
ties over the perforated panels to avoid uneven air distribution and 
primary air streams of undesirable velocities and direction. 

OUTLET LOCATION ANO SELECTION 

In selecting the location of outlets, consideration must be given to the 
factors of physical construction, physical appearance, location of heating 
or cooling loads, and outlet performance: 
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L The physical construction of a building, particularly of old buildings, 
immediately places limitations on the type of distribution system which 
can be employed. The first factor in the selection of outlet locations, 
therefore, is a consideration of the possible location of the supply duct, 
that is, whether it is above the ceiling, within the walls, through furred 
spaces above corridors, or in the conditioned space, etc. A particular 
method of distribution may be highly desirable but its execution, due to 
the location of beams and masonry walls, may be impossible. 

2. The physical appearance of the outlets should conform to the esthetic 
appearance of the room. In factories, warehouses, etc., the esthetic 
demand may not be high; however, in department stores, clubs, theaters, 
etc., the location of the grilles may be dictated largely by such demands. 

3. The location of heating or cooling loads in a room dictates to a great 
extent the general location of the outlets. The outlets should be located 
to neutralize any undesirable cold drafts or radiation effects set up by a 
concentration of the heating or cooling load. The problem can be divided 
into natural loads due to outside weather and internal heat loads. 

In winter the natural or primary heating load is caused by exposed 
walls, windows and skylights. Heat is lost primarily through convection 
to these exposed surfaces. The convection currents or cold drafts drop 
down the exposed surfaces and seriously impair the comfort conditions in 
the room, particularly at the floor level near the exposed surfaces. The 
outlets should be located to counteract these down drafts. Two methods 
may be employed: 

a. Direct counteraction of convection currents from cold surfaces can be obtained 
by locating the outlets to blow upward from beneath windows or exposed walls or 
to blow across the exposed wall. This method is desirable in small offices or bed- 
rooms, or any location where people are seated or working near exposed surfaces. 
In northern climates, where the outside temperature may be constantly below 40 F, 
and the construction consists of uninsulated walls and single glass, this method of 
distribution is particularly useful for the maintenance of comfort requirements. 

b. High induction by ceiling or wall outlets may be employed to nullify the convection 
currents from exposed surfaces. If outside temperatures are consistently below 
40 F, and the exposed surfaces are not well insulated, the induction effort required 
for neutralization of the downdrafts is so great that the air motion in the room may 
exceed comfort limits unless care is taken in selection and location of the outlet. 
Wliere comfort conditions are not critical as in factories for heavy manufacturing, 
warehouses, etc., satisfactory results can be obtained even in cold climates. For 
uninsulated walls and glass areas some supplementary heating is often valuable. 
Wall diffusers, direct radiation or warm panels will satisfy these requirements for 
supplementary heating. 

c. The location of exhaust or recirculated air openings at the base of large areas of 
glass is sometimes effective in reducing cold downdraft into the occupied space. 

If a concentrated source of heat creating an internal heat load is located at 
the occupancy level of the room, the heating effect may be counteracted 
by blowing the supply air toward the heat source or by locating an exhaust 
or return grille adjacent to the heat source. The latter method will prove 
more economical, as heat will be withdrawn at its source rather than be 
dissipated into the conditioned space. Where a lighting load is particular- 
ly heavy (five watts per square foot) and located high in a conditioned 
space, it may be economically desirable to locate the outlets below the 
lighting load. Warm air from the lights will stratify near the ceiling and 
can be removed by an exhaust or return fan, the former being advisable 
if the wet-bulb temperature of the air is above the outside temperature, 
and the latter being preferable if the wet-bulb temperature is below that 
of the outfflde air. Either method reduces the requirements for suf^ly 
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air. If the lamps arc exposed, less saving can be realized than if enclosed, 
as a consideratble portion of the total energy is radiant. 

4. Outlet Performance. The laws of air distribution, previously dis- 
cussed, will be found to exercise an important influence upon the design 
of an acceptable distribution system. This applies particularly to such 
features as throw, drop, capacity, room air motion, etc. 

Procedure for Outlet Location and Selection 

In determining outlet location and selecting the type of outlets it is 
customary to proceed as follows: 

1. Study the plan of the building and note the amount of air to be supplied to each 
enclosure. 

2. Select number of outlets for each enclosure considering air quantity required and 
distance available for throw or as radius of diffusion. The same factors, as well as 
distance from floor level available as mounting height, structural characteristics of th(‘ 
space and frequently consideration of appearance will determine the type of outlet used. 

3. Arrange location of outlets in space. Tsually the outlets will be evenly spaced to 
distribute air uniformly throughout the enclosure. Sometimes, however, more air should 
be supplied and directed towards zones of exceptional heating or cooling loads. An 
important point to consider is the combination of proper outlet location and efficient 
duct design (see Chapter 41). Consult manufacturers’ tables for recommended location 
and spacing of outlets. 

4. Select size of outlets according to air quantity handled, permissible throat or dis- 
charge velocities or effective throw, taking into consideration other factors such as noise 
level, static pressure resistance, etc. It will be generally found that most selection tables 
for grille type outlets are based on capacity and throw, whereas data for ceiling or wall 
diffusers are usually based upon capacity and permissible outlet velocity. Choice and 
arrangement of either type of outlet should however satisfy the requirements of all 
aspects of air distribution. Therefore, type, location and size of any outlet should be 
checked against manufacturers’ ratings to determine whether the selection made would 
satisfy the requirements of the job. The most important questions to be considered are: 

a. Can drafts occur because of divergence between rated throw (radius of diffusion) 
and distance between outlet and nearest obstacle of air stream (wall, beam, pillar, 
ledge, etc.)? 

b. Can drafts occur because of excessive cooling tempcTature differential and t(X> low 
mounting height of the outlet? 

c. Can drafts occur because of too low velocity causing a drop in cooling installations? 

d. Will the outlet operate at too high a velocity and thereby cause an excessive 
increase in noise level? 

e. Will the outlet operate against an excessive static pressure resistance? 

Balancing the System 

In designing an air conditioning system it should be the aim of the 
engineer to size ducts and outlets in such a manner that proper distribu- 
tion of supply air takes place. In practice, however, this is almost im- 
possible and therefore additional means for regulating air distribution are 
required to balance the system. Some of these means are: 

1. Reducing the effective area of some supply openings by blank-offs. 

2. Placing dampers in the supply and return (exhaust) openings. 

3. Placing dampers in the supply and return (exhaust) ducts. 

4. Using combinations of dampers in both supply and return (exhaust) duct.s. 

In selecting the desired type of dampier or balancing method the 
following points should be kept in mind : 

1. Unfavorable effect on air stream and noise level should be avoided. This will often 
eliminate blank-offs and dampers installed in the supply and return (exhaust) openings, 
unless such dampers are of sf^cial design. 
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2. It should be possible to alter the volume control setting and measure the amount 
of air handled without difficulty. I'his will be particularly difficult to achieve in the 
case of blank-offs. 

Generally speaking, it is most satisfactory to install dampers in the 
supply duct at some distance back of the outlets, so as to avoid disturbing 
the air flow. Dampers in both supply and return air ducts form the most 
flexible means of controlling supply of air to the room and static pressure 
within the room. Means of volume and directional control are discussed 
in detail in a following section of this chapter. Many types of air distribu- 
tion control devices an‘ now commercially available. 



Fit,. 6. OcTLiii X’klocitv and Air Direction Diagrams i or Stack Heads 
WITH Expanding Outlets 

Stack 14 in. x G in. Outlets 14 in. x 9 in. Stack Velocity 500 fpm 

A. Rounded Throat and Round Back, D. Square Throat and Cushion Chamber, 

B. Square Throat and Round Rack. E. Rounded Throat and Back and 2 Splitters. 

C. Square Throat and Back. F. Square Throat and Back and 6 Guide Vanes. 


DIRECTIONAL AND VOLUME CONTROL 
Duct Approaches to Outlets 

In order to obtain proper direction of flow and distribution of air from 
outlets it is necessary that the air stream approaching the outlet be of 
uniform velocity over the entire connection to duct and perpendicular to 
the face. 

Grilles and directional outlets cannot compensate for improper approach. 
Any attempt to secure a low face velocity and a high duct velocity by 
constructing an expanding chamber directly behind the grille is likely to 
be unsuccessful because the enlargement angle in even a straight duct 
cannot be greater than 7 deg at each side if the stream is to fill the outlet 
without turbulence. 

In elbow outlets or stack heads at the top of vertical stacks it is neces- 
sary to provide splitters or guide vanes in the elbows regardless of the 
shape of the elbows whether of rounded, square or expanding types. 
Cushion chambers at the top of the stack heads have no beneficial effect. 
The direction of flow, distribution and velocity (measured 12 in. from 
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outlet) of the air, based on tests are shown in Fig. 6 for various types of 
stack heads jpxpanding from a 14 in. x 6 in. stack to 14 in. x 9 in. outlets, 
without grilles. The air velocity for each was 500 fpm in the stack below 
the elbow, but the direction of flow and the distribution patterns are 
generally indicative of performance obtainable with non-expanding 
elbows of similar shapes for a range of velocities 200 to 1400 fpm. Some 
of the conclusions drawn from the tests were: 

1. Experiments with various elbow outlets on the 14 in. x 6 in. vertical stack® with 
stack air velocities of 200 to 1400 fpm indicated that enlargement of the outlet area, 
whether used in connection with square or rounded elbows, would not reduce either the 
angle of discharge (which was 20 to 30 deg abov^e the horizontal) or the outlet velocity. 
The effect of the enlargement of the outlet was mainly to increase the reverse flow area 
in the lower part of the outlet, but in each case enlargement of the outlet reduced the 
static pressure in the duct below the elbow. 

2. Splitters in the elbows had the effect of dividing the air stream into a number of 
streams flowing through rounded elbows and therefore lowered the angle of discharge, 
reduced or eliminated the reverse flow' area, and made the outlet velocity quite uniform. 

3. Turning vanes having 2 in, inner and 1 in. outer radii located in the center of the 
elbow' were found most effective in improving performance in regard to angle of dis- 
charge, outlet velocity, and elimination of reverse flow area. 

4. Pressure loss through stack heads may be reduced by use of splitters or turning 
vanes or by increasing the inner radius of an elbow*. Considering the sum of the velocity 
and static pressure as a measure of the energy required to change the direction of the 
air stream and to deliver the air into the atmosphere, and considering the energy required 
for a plain fitting as 100 per cent, it was found that turning vanes dropped the energy 
requirement of square type stack heads to 45 per cent. Splitters reduced the energy 
requirement to 90 per cent in long radius elbows and to 74 per cent in short radius turns. 
In expanding heads splitters reduced the energy requirement to 58 per cent. 

Side Outlets in Horizontal Air Ducts 

When air is supplied to a room from side outlets in horizontal ducts it is 
necessary to use directive devices within the duct at each outlet in order to 
obtain a uniform velocity of delivered air and to obtain a direction of 
flow perpendicular to the face of the outlet. In tests* conducted with 3 
in. X 10 in., 4 in. x 9 in., and 6 in. x 6 in. outlets in a 6 in. x 20 in. hori- 
zontal duct at duct velocities of 2(X) to 1400 fpm (in the 6 in. x 20 in. 
section) it was found that multiple curved deflectors produced the best 
flow characteristics. Vertical guide strips in the outlet were not so 
effective as curved deflectors. A single scoop type deflector at the outlet 
did not improve the flow pattern obtained from a plain outlet and was 
therefore not found to be desirable. 

Ceiling Outlets on Horizontal Ducts 

Ceiling outlets are usually installed below horizontal supply ducts so 
that the supply air has to make a 90 deg turn before entering the outlet 
itself. The shorter the connection between bottom of duct and outlet, 
the greater is the need for directive devices to obtain uniformity of flow. 
Generally speaking, conditions and remedy in such cases strongly re- 
semble those for side outlets in horizontal air ducts. Ceiling ducts often 
have a rectangular cross section while the connections to the ceiling out- 
lets are circular. It will then be quite difficult to install turning vanes 
successfully, particularly if the ducts are shallow and the connection areas 
^ comparatively large. This will be the case, when more than one outlet 
iainstalled on one duct run and restrictions of duct area must be avoided* 
In such c^s good results have been obtained by using a series of vertical . 
guide strips, installed at right angles to the direction of air approach in 
the outlet connection where it leaves the horizontal air duct. 
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Volume Control 

Various methods are used to regulate volume of supply and return 
(exhaust) air. Some of these accomplish only mino|^changes in volume; 
most of them however permit a range of adjustment from maximum air 
supply to complete shut-off. 

When selecting type and location of such dampers, the following points 
must be considered, especially when the volume control feature is to be 
located near the air outlet itself: (1) deflection of air stream by the 
damper, need and feasibility of directional control; (2) increase of noise 
level due to irregular and localized high air velocities caused by damper 
operation. 

The following types of volume control are most frequently encountered: 

1. Slide Damper, A single plate which can be pushed across the duct. Since its 
operation changes the free area of air passage in a one sided manner it should not be 
located near any air outlet and is practical only where no intermediate setting between 
full open and closed is required. 

2. Hit’and-miss Damper. Two slotted plates or discs, closely adjacent; by moving 
one of the two plates the respective slots may be opened or closed. This type of volume 




Fig. 7. Effect of Various Damper Arrangements Designed for Straight Blow 

control may be installed close to an air outlet and it is easy to operate, but its main dis- 
advantage is that even in the open position the air passage area is blocked by at least 
50 per cent. This requires oversizing of the air outlet in order to avoid excessive increase 
of noise level. 

3. Spliiler Damper, A single blade sheet metal plate hinged at one edge, usually 
located at the branch connection of a duct or outlet. It is easy to operate but often 
causes irregular air flow in the duct. When used in connection with, and near an outlet 
additional directional control is required. 

4. Butterfly Damper, A single blade sheet metal hinged in the middle, usually located 
in a straight duct run. It is easier to handle than a splitter damper, since only half the 
motion is necessary to change its setting. However, if located too close to an air outlet, 
it ia objectionable because its operation frequently results in a condition whereby too 
high velocity jets are created along the sides of the duct or the air spills immediately 
downward into the occupied zone C Fig. 7). 

5. Louver Dampers, Numerous designs have been developed incorporating a series 
of splitter or butterfly dampers across the duct or air outlet. Their main advantage 
consists in retaining greater uniformity of air flow and in requiring less depth for instal- 
lation. Some designs provide for louver blades moving in opposite directions, and while 
decreasing free air passage area, retain a constant air flow direction along the axis of the 
duct air outlet connection (see A and B in Fig. 7). 

RETURN AND EXHAUST INTAKES 

The selection of return and exhaust intakes depends on: (1) velocity 
in occupied zone near intake, (2) permissible pressure drop through in- 
take, and (3) noise. 

1. Velocity. The effect of air flow through return intakes upon air 
movemdit in the room is slight. Air handled by the intake is drawn from 
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Table 1. Recommended Return Intake Face Velocities 


Intake Location 

Velocity 

Over Gross Area 

Fpm 

Above occupied zone 

800 up 

600-800 

Within occupied zone, not near seats 

Within occupied zone, near seats 

400-600 

Door or wall louvers 

500-700 

Undercutting of doors (through undercut area) 

600 



all directions, the velocity dropping off rapidly as distance from intake 
increases. The only locality where drafts may prove objectionable is 
adjacent to the intake. To prevent excessive air motion in this area due 
to the return intake, it is advisable to compute the total air motion toward 
the exhaust opening as outlined in Equation 14 where A is the exhaust 
wall area in square feet. Recommended return intake face velocities 
are given in Table 1. 

2. Permissible Pressure Drop. The permissible pressure drop will 
depend on the choice of the designer. Table 2 gives pressure drop through 
plain lattice intakes as a function of free area and face velocity. 

Proper pressure drop allowance should be ma(k‘ for control or directive* 
devices. 

3. Noise. The problem of noise generated by return intakes is the same 
as that for supply outlets. In computing resultant room noise levels 
from the operation of an air conditioning system, the return intake must 
be included as a part of the total grille area. The major difference be- 
tween the supply outlets and return intakes is the frequent installation 
of the latter at ear level. When so located, it is recommended that the 
return intake velocity be not in excess of 75 per cent of the maximum 
permissible outlet velocity. 

Outlet Location ^ 

The control of the room air motion for the maintenance of comfort 
conditions depends on the proper selection of the supply outlets. The 
location of the return or exhaust intakes do not critically affect air 
motion unless room air velocities in the occupied zone adjacent to the 
intake exceed comfort limits. The locations of return or exhaust intakes 
are however important for obtaining the desired room temperature 
equalization. 

4. Ceiling locations for outlets are recommended for bars, kitchens, 
lavatories, dining rooms, club rooms, etc., where warm air will rise to the 
ceiling level. In heating installations, location of the return grilles in the 


Table 2. Approximate Pressure Drops for Lattice Return Intakes 
Inches Water Gage — Standard Air 


Face VELoaxY, Fpm 


Free Area 

i 

400 

500 

600 

700 

800 

000 

1000 

50 

0.06 

0.09 

0.13 

0.17 

0.22 

0.28 

■PI 

60 

0.04 

0.06 

0,09 

0.12 

0.16 

0.20 


70 

0.03 

0.05 

0.07 

0.09 

0.12 

0.15 


SO 

0,02 

0.03 

0.05 

0.07 

0.09 

0.11 

HBl 











Air Distribution 


743 


ceiling or high on the wall will result in stratification of the conditioned 
air and a high percentage of the heated air will be drawn into the return 
duct before it has served its purpose. (Refer also to considerations out- 
lined previously in section Outlet Location and Selection in this Chapter) . 

Some circular ceiling outlets combine the supply and return openings 
in a single unit. The return duct is in the center with the supply pattern 
on the outside. This method gives best results for cooling applications. 
The application for heating is more critical and requires consideration 
of ceiling height, amount of outside wall area, and number of air changes 
required. In some cases, stratification of warm air may cause short 
circuiting. Where the walMosses are a small part of the total, little 
difficulty is encountered with stratification. 

Floor locations of outlets are used in heating installations for ceiling or 
side wall supply. When located so that air is drawn across exposed walls, 
the performance of the system may be somewhat improved. In general, 
floor locations tend to collect dirt and refuse. 

Wall and door locations of outlets depending on their elevation, have 
the characteristics of either floor or ceiling returns. In large buildings 
with many small rooms, the return air may be brought through door 
grilles or door undercuts into the corridors and then to a common return 
or exhaust. The pressure drop through door returns should not be ex- 
cessive; otherwise the air distribution to the room may be seriously un- 
balanced with the opening or closing of the doors. Outward leakage 
through doors or windows cannot be counted upon for dependable results. 

SPECIFIC APPLICATIONS 

For theaters and auditoriums the air distribution methods used are the 
downward distribution system with ceiling diffusers and the horizontal 
distribution system with ejector nozzles or wall diffusers. Fig. 8 shows 
both methods. Ceiling distribution is accomplished by ceiling outlets 
under main ceiling and balcony. It is indicated when main cenling or 
balcony are cut up by architectural treatment or beams. The only 
critical points are under the balcony, and (occasionally) above the very 
rear of the balcony, where ceiling heights are low and where direct 
impingement of air is sometimes a hazard. 

Wall or ejector distribution is particularly applicable for relatively long 
and narrow theaters. It is essential with this type of distribution that 
there be no interference with the movement of air throughout its entire 
path from the high velocity nozzles to the front of the theater. The 
ceiling should be smooth without projecting beams or obstructing orna- 
mentation. For large theaters, relatively high velocities can be used. 
These will work satisfactorily if adjustable outlets are used to avoid areas 
of local turbulence. 





Rear watt distribution 


Ceiling distribution 


Fig. 8. Am Distribution Methods for Theaters, Churches, and Auditoriums 
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In small or medium size theaters, it is sometimes practicable to use 
side wall or front wall distribution. For the satisfactory operation of such 
a system during the winter heating period, the returns should preferably 
be located at the floor level and near the front of the theater to prevent 
cold spots which may result from exposed wall convection or infiltration 
from exits. 



Winter convection current 

Fig. 9. Distribution Methods for Small Rooms 

A. Satisfactory for cooling. Unsatisfactory for heating in severe climates where the outside temperature 
is consistently below 40 F, and single glass and uninsulated walls arc prevalent. 

B. Performance approximately that of A when small diffusers are used in bottom of the duct. 

C. Satisfactory for cooling. Satisfactory for heating if direct radiation is properly controlled. 

D. Satisfactory for both cooling and heating. The air should be discharged slightly away from the wall, 
and for low velocities should be fanned out parallel to the wall. 





(D 


© 



© © 

Fig. 10. Small Store Cooling Distribution 


A. Rear Wall. High outlet velocity, satisfactory if properly designed; possibility of excessive air motion 
and drafts if used for wrong application. 

B. Front Wall. High outlet velocity, results same as A. 

C. Front and Rear Walls, Moderate room air motion, outlet blows should not impinge giving rise to 
down drafts in center. 

D. Center. Moderate air motion, no impingement of air streams. Good results. 

E. One Side. Moderate room air motion; should blow toward exposed wall. Good results. 

F. Ceiling. Low room air motion. Good results. Outlets should be selected of suflScient sixe to allow 
for blocking when not located in perfect squares. 


For multi-room buildings diagrams shown in Fig. 9 illustrate distribu- 
tion methods for small rooms with exposed wall, such as offices, hotel 
(guest) rooms, hospital (patients) rooms, apartments, etc. 

For a small store the cooling performance of various distribution 
methods is illustrated in Fig. 10. Marine applications of air distribution 
systems are given in Chapter 49. 
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Pressure Losses, Friction Losses^ Friction Loss Chart, Circular Equivalents of 
Rectangular Ducts, Elbow Friction Losses, Proportioning the Losses, Duct 
Sizes, Procedure for Duct Design, Air Velocities, Main Trunk Ducts, 
Velocity Method, Equal Friction Method, Duct Construction De» 
tails. Duct Heat Loss and insulation 


T he theoretical resistance of an air handling system can be computed 
from the methods and data given in this chapter. The actual 
resistance for any given installation, however, may vary considerably 
from the calculated resistance because of variation in the smoothness of 
materials, the type of joints used and the ability of the mechanics to 
fabricate in accordance with the design. It is best to select fans and 
motors of sufficient size to allow a factor of safety. Volume dampers 
should be installed in each branch outlet to balance the system, and the 
necessary allowance for this balancing should be made in calculating 
the pressure loss in the system. 

The flow of air due to large pressure differences is most accurately 
stated by thermodynamic formulae for air discharge under conditions 
of adiabatic flow, but such formulae are complicated, and the error 
occasioned by the assumption that the gas density remains constant 
throughout the flow may be considered negligible when only such pressure 
differences are involved as occur in ordinary heating and ventilating 
practice. 

The rate of flow of air in a duct may be obtained from Equation 1, 
which is developed as Equation 69 in Chapter 4 : 


Va = 1096.5 

If Pb 

where 

Via « velocity of fluid, feet per minute. 

hvt = velocity head or pressure, inches of water. 

Pa density of air, pounds per cubic foot. 

For dry air (69.41 F and 29.921 in. Hg barometer) pa 
Substituting this value in Equation 1 : 


( 1 ) 


0.075 lb per cubic foot *. 


Vm « 1096.5 


V- 


Aw 


0.075 



( 2 ) 


The relation of air velocity and velocity head expressed in Equation 2 is shown 
diagrammatically in Fig. 1 for dry air at 69.41 F and 29.921 in. Hg barometer. 


The drop in pressure in air distributing systems is due to the dynamfc 
losses and the friction losses. The friction losses for turbulent flow (which 
occur in all practical air flow problems) are due to the friction of air 
gainst the sides of the duct and to internal friction between air molecules, 
l^e dynamic losses are those due to the change in the direction or in the 
velocity of air flow. * 

Dynamic losses oomr principally at the entrance to the piping, in the 
dbows, and wherever a change in vdodty occurs. The entrance low is 
difference between the actual preswire required to produce flow tmd 
ffie prWsure corre^ndii^^ to the flow produce; it may vary from 0.1 to 
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Fig. 1. Relation Between Velocity and Velocity Head for Standard Air 

0.5 times the velocity head. The pressure loss in elbows must also be 
allowed for in the design. 


FRICTION LOSSES 


Friction loss in straight ducts is most readily calculated by means of 
the Air Friction Chart, Fig. 2, which was developed by research at the 
A.S.H.V.E. Research Laboratory 2 . The range of the chart has recently 
been modified to include smaller air capacities and duct sizes, and the 
upper limit of air capacity has been somewhat reduced. 

The chart, Fig. 2, is construct^ from the basic flow equation: 


where 


hi 


^ D 2b 


(3) 


hf « head loss due to friction, in feet of fluid flowing. 

I « length of conduit, feet. 

D » inside diameter of conduit, feet. 

V ■* fluid velocity, feet per second. 
g ■■ acceleration due to gravity, 32.17 fps per second. 

/ ■» a non-dimensional friction coefficient, which for ventilation work depends 
upon Reynolds Number and the relative roughness of the conduit. Appropriate 
values of / were taken from the work of Moody *. 


The air fiction chart is based on standard air at 29.921 in. of mercury 
barometer and 69.41 F, flowing through average, clean, round, galvanized 
metal ducts having approximately 40 joints per 100 ft, Fig. 2 should 
not be used to obtain values below the chart by extrapolation because 
critical flow would occur in this region and values so obtained would be 
unreliable. For the average appTicatioiii, it should prove sufficiently 
accurate, without corrections, for any air temperature from 50 F to 90 F, 
for any relative humidity, and for any norn^ Variation in barometric 
pr^ure. For widdy varying air iMimsurm or temperatures, or for 
nniisttid dupt cb^itions, the friction values obtained from die chart 
should be corrected. 
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FRICTION LOSS IN INCHES OF WATER PER 100 FT 

Fig. 2. Friction of Air in Straight Ducts 

(Baaed on Standard Air at 29.921 In. of Mercury barometric preiaure and 69.41 F flowing through 
average, clean, round, galvanised metal ducta having approximately 40 joints per 100 ft.) 
Caution: Do not extrapolate below chart. 




For ducts of other than standard sheet metal construction, correction 
fsrctors may be obtained from Fig. 3 \ The correction factors shown in 
Fig. 3 were computed for the values of e, the roughness in feet, shown in 
Table 1 *. The correct friction loss for such ducts may then be 
determined by multiplying the losses obtained from Fig. 2 by these 
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VELOCITY - FT PER MIN. 

Fig. 3. Correction Factors for Pipe Roughness 

To correct for pii>c roughness multiply friction loss obtained from 
Fig. 2 by correction factor obtained from Fig. 3 


For ordinary vcntilatin^i^ work, friction may be assumed to vary 
directly as the density without serious error. If temperatures or visco- 
sities are much different from standard, and if precise results are desired, 
corrections should be made by use of Equation 3, with the appropriate 
value of the coefficient of friction, /. However, the following approxi- 
mate equations^ are presented and will be found sufficiently accurate 
for most purposes. 


For perfectly smooth ducts: ho = As 
For average ducts, Ao * A* (^) 

For very rough ducts, Ao « As 



(4) 

(5) 

( 6 ) 


where 

h w friction loss, 
p ** density. 

(1 « absolute viscosity. 

A, p and pi may be in any consistent units. 

Subscripts o and s refer to actual operating and standard conditions respectively. 


The absolute viscosity of dry air at various temperatures is given in 
Fig. 4. The effect of relative humidity on viscosity may be neglected. 

Examples 1 and 2 illustrate the use of Fig. 2 to determine friction loss 
and the use of Fig. 3 to apply a correction for roughness. 
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Fig. 4. Temperature — Viscosity Curve for Dry Air 


Example 1, Assume that it is desired to circulate 10.000 cfm of air through 75 ft of 
24 in. diameter galvanized duct. Find 10,000 cfm on the left scale of Fig. 2 and move 
horizontally right to the diagonal line marked 24 in. The other intersecting diagonal 
shows that the velocity in the pipe is 3200 fpm. Directly below the intersection it is 
found that the friction per 100 ft is 0.50 in.: then for 75 ft the friction will be 0.75 X 0.50 
** 0.38 in. In a like manner any two variables may be determined by the intersection 
of the lines representing the other two variables. 

Example 8. If the duct in Example 1 is very rough, instead of galvanized, with 40 
joints per 100 ft, find the total friction. 

On Fig. 3 find (by interpolation between 12 in. and 40 in. pipe) the intersection of 
the 24 in. very rough pipe line and the 3200 fpm velocity ordinate and at the left margin 
read a correction factor of 2. The friction loss in the rough duct is therefore 2 X 0.38 
« 0.76 in. 

Circular Equivalents of Rectangular Ducts 

An air handling system is usually sized first for round ducts and, if 
rectangular ducts are desired, their sizes are selected to provide air carry- 

Table 1. Values of Roughness t for Different Pipes® 


Pipe 

Decree 

OF 

Roughness 

• 

Roughness 

IN Feet 

Drawn Tubing 

Very smooth 

0.0000015 

New Steel or Wrought-Iron Pipe 

Medium smooth 

0.00016 

Galvanized Iron 

Avqnge 

0.0005 

Average Concrete-.. 

Medium rough 


Average Riveted Steel..— 

Very rough 

0.01 


. la cotaputiiur vaiaw for Pig. g* 
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ing capacities equivalent to those of the round ducts originally selected. 
Table 2 gives directly the rectangular duct sizes equivalent to each size 
of circular duct in friction and capacity. The values in this table were 
obtained from the equation: 

d - 1.266 ( 7 ) 

where 

a one side of rectangular duct, feet or inches. 
h other Side of rectangular duct, feet Or inches, 

4 i» equivalent diameter of round pipe for equal friction per foot of length to carry 
the same capacity, feet or inches. 
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Fig. 6. Loss of Pressure in Elbows 


Rectangular equivalents of round ducts are also given in the curves 
of Fig. 5 which are plotted from data based on Equation 7. To use the 
chart, locate the diagonal curve giving the diameter of the round duct. 
The width and height of an equivalent rectangular or square duct may 
then be read as the abscissa and the ordinate of any point on the curve. 

Multiplying or dividing the length of each side of a pipe by a constant 
is the same as multiplying or dividing the equivalent round size by the 
same constant. Thus, if the circular equivalent of an 80 x 24-in. duct is 
required, it will be twice that of a 40 x 12-in. duct, or 2 X 23.3 = 46.6 in. 

A comprehensive study of equivalent duct sizes is to be made by the 
A.S.H.V.E. Research Laboratory for the purpose of determining whether 
Table 2 and Fig. 5 should be revised. 

Elbow Friction Losses 

It is customary to express the dynamic and friction losses in elbows as 
equal to a number of diameters of round pipe, or a number of widths of 
rectangular pipe, or equivalent length of duct The curves in Fig. 6 
give the number of diameters or widths of pipe which have a frictional 


Table 2. Circular Equivalents of Rectangular Ducts for Equal Friction® 


Smi 

BiCTiLinnnjkE 

Ducf 

8 

8.5 

9 

9.5 

10 

10.5 

u 

11.5 

12 

12.5 

13 

13.5 

14 

14.5 

15 

15.5 

16 

3 

5.2 

5.4 

5.5 

5.7 

5.8 

5.9 

6.0 

6.2 

6.% 

6.4 

6.5 

6.6 

6.7 

6.8 

6.9 

7.0 

7.1 

3.5 

5.7 

5.9 

6.0 


6.3 

6.5 

6.6 

6.7 

6.9 

7.0 

7.1 

7.3 

7.4 

7.5 

7.6 

7.7 

■SI 

4 

6.1 j 

6.3 

6.5 

6.71 

6.8 

7.0 

7.1 

7.2 

7.4 

7.5 

7.7 1 

7.8 

7,9 

8.1 

8.2 


Btl 

4.5 

6.5 

6.7 

6.9 

7.1 

7.2 

7.4 

7.6 

7.7 

7.9 

8.0 

ul 

8.4 

8.5 

8.6 

8.7 

jQ 

ISI 

5 

6.9 

7.1 

7.3 

iB 

7.7 

7.8 

8.0 

8.2 

8.3 

8.5 

tSI 

8.8 

8.9 

9.1 

wWm 



4A , J 

7.3 

7.5 

7.7 

m 

8.1 

8.3 

8.5 

8.6 

8.8 

9.0 

la 

9.4 

9.5 

9.6 

la 


10.1 


iiA4ititiotiid 4 X 6 4.9; 4 X 0 5.4; 4 X 7 • 5.8; 5 X 5 « 5.5; 5 X 5 «<• 6.3; 5 X 7 • 6.5. 
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Table 2. Circular Equivalents of Rectangular Ducts for Equal Friction— (Concluded) 
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resistance equivalent to the pressure drop in the elbows. Curves B and C 
are based on tests of round and square elbows ® of ordinary good sheet 
metal construction. 

Values obtained from Curve A should be used when there is any doubt 
as to quality of duct construction. It is suggested that this curve be used 
for rectangular elbows and five-piece elbows as it will thus allow an 
additional factor of safety without seriously affecting the design. 

As indicated in Fig. 6, long radius elbows will offer much less re- 
sistance to the flow of air than short radius elbows. Experience has 


Table 3. Effect of Vanes on Pressure Loss of 7-inch Square Ventilating Duct* 
Expressed in feet of total equivalent length of duct {ELD) 



•For more complete data tee A.S.H.V.E. Rbsbarch Report No. 1216 — Effect of Vanes in Reducing 
Pressure hon in Elbows in 7- Inch Square Ventilating Duct, by M. C. Stuart, C. F. Warner and W. C. 
Roberts (A.S.H.V.E. Transactions, Vol. 48. 1942. p. 409). 

Not* A: Vane A made up of a large number of small splitters; B made up of a small number of large 
splitters bent on a large radius; C hollow vanes having different outside and inside curvature; and D four 
splitters with R/W m 0.4. Elbow same as D except 2 in. trailing edge on the end of each splitter, ELD 
in feet «■ 17.0. 

Note B: The air vdocity has no effect on the loss of elbows when the loss is expressed as equivalent 
length of duct. 


shown that good results may be expected when the radius to the center 
of the elbow is 1.5 times the pipe diameter or duct width parallel to the 
radius. Examination of the curve will indicate that little advantage is to 
be gained by selecting elbows having a centerline radius of more than two 
diameters Elbows having a radius of more than three diameters show a 
sHghtiy increased resistance due to the increased length of pipe but, when 
they reduce the over-all resistance of the system and therefore ^ould 
not be avmded. 

Wiere ^paoe conditions necesatate the use of short radius or miter 
-elbows in square or rectangular duct work, turning vanes should be used 
reduce ^ gaessure lossesi Rough or raw edgos on the vanes should be 
avoidi^ to prevent objectionable noise. Table 3 shows typical: 
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of vanes ^nd gives the resistance, expressed in equivalent length of 
straight pipe, for a 7’in. x 7-in. elbow of each type. 

The pressure loss through elbows of less than 90 deg may be assumed 
to be directly proportional to the ratio of the angle through which the 
turn is made. The resistance will vary widely for the large degree turns 
depending upon the aspect ratio and the length of straight pipe between 
the elbows but, for practical purposes, it may be assumed that the ratio 
remains proportional to the angle through which the turn is made. 
Reverse 90 deg elbow turns should be avoided wherever possible but, 
where used, the friction indicated in Fig. 6 should be doubled for the 
second elbow. Additional tests are needed on the loss of pressure in 
elbows and other types of duct fittings in order to reconcile the difference 
between values shown in Fig. 6 and results of more recent tests shown in 
Table 3. A study of this subject will be undertaken at the A.S.H.V.E. 
Research Laboratory for the purpose of obtaining such data. 

PROPORTIONING THE LOSSES 

The entrance loss through the outside air intake louvers will vary with 
the design of the louvers and method of connection to the system. The 
louvers and connecting duct will have a friction resistance of from 0.25 to 
1.00 times the velocity pressure. Therefore, the total entrance loss will 
vary from 1.25 to 2.00 Aw. Common practice is to use 1.5 Aw for a 
75 per cent free area louver with connecting duct having 15 deg tapered 
sides. Wherever air passes through a plenum space having a negligible 
velocity, allowance must be made for the loss in velocity head. This loss 
in velocity head may be taken as the difference in velocity heads 
in the plenum and the duct. Where the ducts are very smooth with long 
transformation fittings, a regain in static pressure is sometimes allowed, 
but ordinary construction does not warrant a consideration of this factor, 
and it is customary to neglect it. When it is allowed, the regain is esti- 
mated at one-half the difference between the velocity pressure at the 
fan outlet and at the last run of pipe. 

Other losses of pressure occur through the heating units, at the air 
washer and at air filters. In the design of an ideal duct system, all 
factors should be considered and the air velocities proportioned so that 
the resistance will be practically equal in all ducts regardless of length. 

DUCT SIZES 

Ducts and flues for gravity circulation must be sized so that the friction 
loss will not exceed 50 per cent of the available chimney effect due to the 
temperature and height of the column of heated air. Duct systems for 
mechanical circulation may be sized so as to have much higher pressure 
losses than gravity systems. The total pressure of these systems is 
limited to the pressure which the fan will produce. 

The general rules to be followed in the design of a duct system are: 

1. The air should be conveyed as directly as possible at reasonable velocities to obtain 
the results desired with greatest economy of power, material and space. 

2. Sharp elbows and bends should be avoided unless turning vanes are used. 

3. Tran^ormation piedes should be made as long as possible. The angle between the 
sides and axis of the duct should never exceed 30 and, where possible, 15 dtig should 
be made the maximum. 
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4. E^cial care should be taken to maintain a true cross-section and not to restrict 
the air now either in transformation pieces or in elbows. 

5. Rectangular ducts or dues should be made as nearly square as possible. Good 
practice limits the ratio between the long side and the short side to 3 to 1. In no case 
should this ratio exceed 10 to 1. 

6. Wherever possible, ducts should be constructed of smooth material such as sheet 
metal. Where masonry ducts are used, proper allowance for the surface friction coeffi- 
cient should be made. 

7. The use of furred spaces, spaces between joists, etc., should be avoided unless 
lined with sheet metal, 

Procedure for Duct Design 

The general procedure for designing a duct system is outlined in the 
several items listed herewith; 

1. Study the plan of the building and draw in roughly the most convenient system of 
ducts, taking cognizance of the building construction, avoiding all obstructions in steel 
work and equipment, and at the same time maintaining a simple design. 

2. Arrange the positions of duct outlets to insure the proper distribution of air. 

3. Divide the building into zones and proportion the volume of air necessary for each 
zone. 

4. Determine the size of each outlet, based on the volume as obtained in the preceding 
paragraph, for the proper outlet velocity and throw. 

5. Calculate the sizes of all main and branch ducts by either of the following two 
methods: 

a. Velocity Method. Select the velocity in the various sections, reducing the velo- 
city from the point of leaving the fan to the point of discharge to the room. In 
this case the pressure loss of each section of the duct is calculated separately and 
the total loss found by adding together the losises of the various sections of the 
continuous run. 

h. Friction Pressure Loss Method. Proportion the duct for equal friction pressure 
loss per foot of length. 

6. Calculate the friction for the duct offering the greatest resistance to the flow of 
air, which resistance represents the static pressure which must be maintained at the fan 
outlet or in the plenum space to insure distribution of air in the duct system. The duct 
having the greatest resistance will usually be that having the longest run, although not 
necessarily so. 

Air Velocities 

The air velocities given in Table 4 have been found to give satisfactory 
results in engineering practice. Where the higher velocities are used, the 
ducts should be cross-braced to prevent breathing, buckling or vibration, 
and should be constructed of heavier gage metal. At the higher velocities 
it is particularly important to design the ducts for minimum resistance. 
As high velocities at one point offset the effect of proper design in all 
other parts of the system, emphasis should be placed on the importance of 
air velocities, elbow design, location of dampers, fan connections, grille 
and register approach connections, and similar details. For industrial 
buildings, noise is seldom given much consideration, and main duct veloci- 
ties as high as 28(K) or 3000 fpm are sometimes used but, when these 
velocities are used, due consideration should be given to duct design, 
resistance pressure, fan efficiencies and motor horsepower. For department 
stores and similar buildings, 2000 to 2200 fpm are sometimes used in main 
ducts where noise is not objectionable and space conditions warrant it. 

Where high velocity diffusing outlets are us^, the duct velocity should 
not be less than the throat velocity of the diffusers, as dynamic losses 
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occur wherever velocities are stepped up or down. One recent trend in 
grille design is toward the use of much higher grille and branch duct 
velocities. Some installations have been made with velocities as high as 
1600 fpm in branches and through the net area of grilles, but many of 
these have proven unsatisfactory because of noise and drafts. 

Grille manufacturers publish selection tables which size the grilles for 
volume of air, temperature differential, and distance of throw. In following 
these tables, maximums should be avoided and the manner in which the 
duct connects to the grille should be given careful consideration. Most of 
the selection tables are based on straight approach to the grille. Elbow 
connections to supply grilles should provided with turning vanes to 
equalize the face velocity. See Chapter 40 for a discussion of grilles. 


Table 4. Recommended and Maximum Duct Velocities 



1 Recommended Velocities, fpm 

! 

j Maximum Velocities, fpm 

Designation 

Residences 

Schools, 

Theaters, 

Public 

Buildings 

Industrial 

Buildings 

Residences 

Schools, 

Theaters, 

Public 

Buildings 

Industrial 

Buildings 

Outside Air 
Intakes^ 

700 

800 

1000 

800 

900 

1200 

Filters® 

250 

300 

350 

300 

350 

350 

Heating Coils® 

450 

500 

600 

1 

500 

600 

700 

Air Washers 

500 

500 

500 

500 

500 

500 

Suction 

Connections 

700 

800 

1000 

1 

900 

1000 

1400 

Fan Outlets 

1000-1600 

1300-2000 

1600-2400 

1700 

1500-2200 

1700-2800 

Main Ducts 

700-900 

1000-1300 

1200-1800 

800-1000 

1100-1400 

1300-2000 

Branch Ducts 

600 

600-900 

800-10t)0 

700 

800-1000 

1000-1200 

Branch Risers 

500 

600-700 

800 

660 

I 800-900 

[ 

1000 

1 


•Thete velocities are for total face area, not the net free area. 


Fan outlet velocities are discussed in Chapter 32 and will not be dealt 
with here except to indicate that fan noises should be given proper 
consideration. 

Main Trunk Ducts 

Main trunk ducts with branches are commonly used to convey the air 
from the fan to the grille or raster outlets in preference to individual 
ducts from the fan to these outlets. The velocities in these ducts and 
branches vary according to the nature of the installation and the degree 
of quietn^ desired. The rrcommended velocities in Table 4, with good 
construction, should give satisfactory results. The maximum velocities 
indicated should not be used except where noise is not a deciding factor. 

Vdddty .Method 

The visloclty method of designing a duct system involves the arbittery 
fslaeii^ ef 'modties for various sections of the duct system wi^ d^ 
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highest velocities at the fan and progressively lower velocities toward 
the duct openings to the room. To find the total static pressure against 
which the fan must operate, the static pressure loss of each section must 
be calculated separately and the total loss found by adding the indi- 
vidual losses of the various sections of the run having the highest resis- 
tance. Usually this is the longest run but in some cases a shorter run may 
have more elbows, transformations, booster heaters, etc., which will cause 
it to have a higher resistance pressure. This method requires judgment 
and experience in choosing the proper velocities to approach equal friction 
for all lengths of run but many engineers believe that the velocity method 
is handier to use than other methods and will give satisfactory results for 
most practical applications. The air velocities given earlier in this 
chapter are helpful in choosing proper velocities. Adjustable dampers or 
splitters are used to regulate air quantities delivered. 

Equal Friction Method 

The equal friction method of design is sometimes preferred because it 
does not require nearly so much judgment and experience in selecting the 
proper velocities in the various sections of a system. The usual procedure 
in this method of design is to select the main duct velocity to be con- 
sistent with good practice from a standpoint of noise for a particular type 
of building. This velocity should be less than the fan outlet velocity. 
All main ducts and branch ducts are sized for equal friction per unit 
length by the use of Fig. 2, and Table 2 or Fig. 5. 

In cases where the fan or factory assembled air conditioning unit has a 
limited external resistance, it is necessary to divide the available resistance 
by the total equivalent length of the longest or most complicated run of 
duct to determine the resistance per 100 ft and then to size all ducts at 
this resistance value. This will automatically determine the duct veloci- 
ties and give the desired total duct resistance. A further refinement, 
which is sometimes used in large systems, is to size each branch duct so 
that it has a resistance equal to the resistance of the main system at the 
point of juncture. Even when this refinement is added, regulating 
dampers are recommended in each branch. 

After the duct system is designed the frictional resistance is calculated 
and tabulated together with the resistance of all component parts. The 
fan is then selected for the required volume of air, static pressure and 
outlet velocity. 

Typical calculations for design of an air distribution system are given 
in Examples 3 and 4. 

Example S, Fi^. 7 shows a typical layout of an air distribution system which is 
applicable for ventilation of hotel dining rooms and offices. The volume of air in cubic 
feet per minute for the room is determined on the basis of the number of air changes per 
hour required. In the example shown, the room ventilated is a hotel dining room 135 ft 
X 85 ft X 15 ft. A 7}^-min air change (8 air changes per hour) is assumed for proper 
ventilation, giving 22,935 cfm as the air required. 

The free area of the outdoor air inlet is based on a velocity of 1000 fpm or 22,935 
1000 • 22.94 sq ft. The main duct velocity selected from Table 4 is 1250 fpm which 
pves a main duct area of 5K2,935 + 12^ *• 18.354 sg ft (60 X 44 in.). From Table 2 a 
60 X 44 in. duct is approximately equivalent to 56 m. diameter. 

Rtfe^ng to Fig. 2, a volume of 22,935 cfm through a 56 in. diameter duct gives a 
rayatance of 0.033 in. per 100 ft. Hie amount of air to be handled by each section of 
pipe is shown in Fig* 7, and by locating each of these values on the 0*033 tn«vfriction line, 
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the round pipe sizes are obtained and then, referring to Table 2, the equivalent rectan- 
gular sizes are selected as shown in Table 5. 

The pressure at the outlets nearest the fan will be greater than at the pipes farther 
along the run so that the former will tend to deliver more than the calculated amount of 
air. To remedy this condition, volume regulating dampers should be located at the base 
of each riser, or in each branch duct, and adjusted for proper distribution. At points 
where branches leave the main it may be advisable, depending upon the nature of the 
installation, to install adjustable splitters similar to those shown in Fig. 7 where the main 


duct divides into the 58 x 30 in. and 50 x 30 in. branches. 

Resistance Losses for the System 

(1) Outdoor air intake, 1000 fpm velocity (1.5 heads X 0.0625) 0.094 in. 

(2) Filters (from manufacturer’s tables) 0.250 in. 

(3) Temp>ering coil loss (from manufacturer’s tables) 0.074 in. 

(4) Air washer loss (from manufacturer’s tables) 0.250 in. 

(5) Reheating coil loss (from manufacturer’s tables).- 0.083 in. 

(6) Duct resistance: 

The longest run is = 150 ft 

9 V iq V f;,Q 

Two, 58 X 30 in. elbows (150% ratio) ^2 ^26 ft 

Two, 30 X 15 in. elbows (150% ratio) =* 65 ft 

Three, 15 x 30 in. elbows (75% ratio) ? = 131 ft 


Total equivalent run— 472 ft 

472 ft at 0.033 in. per 100 ft 0.156 in. 

(7) Allowance for damper adjustment, 25% of 0.156 0.039 in. 

(8) Supply grille resistance (from manufacturer’s tables) 0.036 in. 

Total static pressure loss oF system 0.982 in. 


The fan is selected from the manufacturer’s ratings to deliver 22,935 cfm at a static 
pressure of 0.982 in. as outlined in Chapter 32. 

Example 4- If the rooms and offices of the hotel building of Example 3 are to be 
served from a manufactured unit with a capacity of 22,935 cfm against an external 
resistance of 0.35 in., the known resistances are calculated as: 

(1) Outdoor air inlet 0.094 in. 

(2) Supply grille resistance (from manufacturer’s tables) — 0.036 in. 

Total known resistance. 0.130 in. 

Subtracting this from the total available resistance: 0.35 in. — 0.130 in. »« 0.220 in. 
available for duct resistance and damper adjustment. 

If 25 per cent is allowed for damper adjustment, the total allowable duct friction *« 
0.220 1.25 - 0.176 in. 

Known length of run. 150 ft 

The duct width is then estimated for the following elbow calculations: 

Four 150% ratio elbows, 4 x 13 x 3.5 ft * 182 ft 

Three 76% ratio elbows, 3 x 35 x 1.5 ft—. 168 ft 


Total estimated length 490 ft 

The duct friction per 100 ft is then 0.176 4.90 «■ 0.036 in. and the mains and 

branches are sized froni the 0.036 in. friction line in Fig. 2. 

If it is desired to size each branch for equal resistance, the total resistance back to the 
point of juncture is calculated and the branch is then sized in a manner similar to that 
outlined in ^tample 4. 
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Table 6. Pipe Sizes for Example 3* 


Volume of Air i 

(cfm) 

Diameter of Pipe 
(Inches) 

Equivalent Size op Rec- 
tangular Duct (Inches) 

22,935 

56 

60 X 44 

12,510 

45 

58x30 

10,426 

42 

50x30 

8,340 

39 

42x 30 

6,255 

35 

42x24 

4,170 

29.5 

30x24 

2,085 1 

i 

23 

30 X 15 


aVelocity through grilles (not shown) to approximately 300 fpm. 


DUCT CONSTRUCTION DETAILS 

Straight sections of round duct are usually formed by rolling the sheets 
to the proper radius and grooving the longitudinal seam. Rectangular 
ducts are generally constructed by breaking the corners and grooving the 
longitudinal seam, although some fabricators still use the standing seam 
due to lack of equipment. Elbows and transformation sections are gener- 
ally formed with Pittsburgh corner seams because this seam is easier to 
lock in place than the double seam, but complicated fittings such as double 
compounded elbows are usually constructed with double seam corners. 
The construction of these various seams as well as the types of girth 
connections are shown in Fig. 8. The application of the various slips and 
connections is outlined in Table 6 The end slip may be used wherever 
S slips are recommended. Where drive slips are used the end slip may be 
applied on the narrow side of the duct and the drive slips on only the 
maximum side. Ducts 25 to 30 in. in size should be reinforced between 
the joints, but not necessarily at the joint. Ducts 31 in. and up should be 
reinforced at the joint and between the joints; if drive slips are used the 
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angles are usually riveted to the duct about 2 in. from the slips. It is good 
practice to cross-break or kink all flat surfaces to prevent vibration or 
buckling due! to the air flow and accompanying variations in internal 
pressure. Round ducts are sometimes swedged 1.6 in. from the ends so 
that the larger end will butt against the swedge and are held in place with 
sheet metal screws. Where swedges are not used it is general practice 
to paste the joint with asbestos paper to insure a tight joint. 



Grooved Standirtg S Drive End 

seem seam slip slip slip 


~1 

Double 

seam 





Pittsburgh 

seam 


Bar 

slip 


Reinforced 
bar slip 


Pocket 

slip 


Angle 

connection 





The construction of elbows and changes of shape cannot be definitely 
outlined btecause of the varied conditions encountered in the field, but in 
general long radius elbows and gradual changes in shape tend to maintain 
uniform velocities accompanied by decreas^ turbulence, lower resistance 
and a minimum of noise. 

Heavy canvas connections (asbestos cloth if there is a fire hazard) are 
recommended on both the inlet and outlet to all fans. The fan disciharge 
connec^ns shown in Fig.i 8 are marked fa/ift and poor in the order 
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Table 6. Recommended Sheet Metal Gages for 
Rectangular Duct Construction^ 


U. S. Std. 
Gagb 

Maximum Side, 
Inches 

Type of 

Transverse Joint CoNNECxioNsb 

Bracing 

26 

Up to 12 

S, Drive, Pocket or Bar Slips, on 

7 ft 10 in. centers 

None 

24 

13 to 24 

S, Drive, Pocket or Bar Slips, on 

7 ft 10 in. centers 

None 

25 to 30 

S, Drive, 1 in. Pocket or 1 in. Bar 
Slips, on 7 ft 10 in. centers^ 

1 X 1 x in. angles 

4 ft from joint 

22 

31 to 40 

Drive, 1 in. Pocket or 1 in. Bar 

I Slips, on 7 ft 10 in. centers*^ 

1 X 1 X in. angles 

4 ft from joint 

41 to 60 

1}^ in. Angle Connections, or 1}^ 
in. Pocket or IH Bar Slips 

with IJ^ in. X in. bar rein- 

forcing on 7 ft 10 in. centers^ 

IH X IH X in. angles 

4 ft from joint 

20 

61 to 90 

1}^ in. Angle Connections, or 
in. Pocket or 1}^ in. Bar Slips 

3 ft 9 in. maximum centers with 
1?^ X H io- bar reinforcing 

IH X 13^ X H in. 
diagonal angles, or 

IH X 1 X 3^ in. angles 
2 ft from joint 

18 

91 and up 

2 in. Angle Connections or 1 H in. 
Pocket or 1J4 in. Bar Slips 3 ft 

9 in. maximum centers with IJ^ x 
y% \n. bar reinforcing^ j 

1^ X IJ^ X in. 
diagonal angles, or 

1 H X 1 H X H in. angles 
2 ft from joint 


•For normal pressures and velocities (sec Table 4) utilized in typical ventilating and air conditioning 
systems. Where special rigidity or stiffness is required, ducts should be constructed of metal two ^ges 
heavier. All uninsulated ducts 18 in. and larger should be cross-broken. Cross-breaking may be omitted 
on uninsulated ducts if two gages of heavier metal are used. 

bother joint connections of equivalent mechanical strength and air tightness may be used. 

•Duct sections of 3 ft 9 in. may be used with bracing angles omitted, instead of 7 ft 10 in. lengths with 
joints indicated. 

dDucts 01 in. and larger require special field study for hanging and supporting methods. 


of the amount of turbulence produced. An inspection of the heater con- 
nections shown in Fig. 8 will readily show that uniform velocity through 
the heater cannot be expected in the diagram noted poor. When obstruc- 
tions cannot be avoided," the duct area should never be decreased more 
than 10 per cent and then a streamlined collar should be used. Larger 
obstructions require an increase in the duct size in order to maintain as 
nearly uniform velocity as possible. Branch take-offs should always be 
arranged to cut or slice into the air stream in order to reduce as far as 
possible the losses in velocity head. 

The recommended gages for sheet metal duct construction are pven in 
Table 6. Weights of sheet metal per square foot of surface for different 
gages are given in Table 7. The weights of various gages and the areas 
for any length of run of rectangular sheet metal ducts may also be 
determined from Fig. 9. The bottom scale represents the sum of the two 
sides of the duct and the oblique lines give the leng^ of run in feet. 
Proceeding horizontally to the right from the intersection of verticd and 
oblique lines on the chart, the area of the duct may be determined in the 
first vertica:! scale. The scales to the ri^t give the weights of the duct 
run for different gages of metal. In calculating the weights of duct, it 
is considered good practice to allow 20 per cent additional for weights of 
joints and bradngs. Various weights and thicknesses of standard copper 
weets will be found in Table 8. 
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Fig. 9. Area and Weight of Rectangular Sheet Metal Ducts 


HEAT LOSSES FROM DUCTS 

The thermal transmittance U for ducts can be found as follows: 

1 

For uninsulated metal duct, U « 


_L+ J 

fi /o 


For uninsulated non-metallic ducts, U 


1 




( 8 ) 


(») 


where U, fu /oi x and k are as defined on page 769. 

X 

Where x is small and k is large, however, this factor is of little im- 

K 

portance and may be neglected. 

Film conductance /i for air flowing in ducts apparently depends only on 
the velocity of the air and the diameter of the duct. A fairly reliable 
inside coeflicient can be calculated from Schultz's modified equation: 

, 0 . 82 F,« 

/« - — cSS— OO) 











Air Duct Design 


765 


Table 7. Weights of Sheet Metal Used for Duct Construction 


U. vS. 
Std. 
Gage 


Black Sheets 



(jALVANIZED SnEliTS® 


Approximate 
Thickness, In. 

Weight Per 
Square Foot 

Approximate 
Thickness, In. 

Weight Per 
Square Foot 


Steel 

Iron 

Ounces 

Pounds 

Steel 

Iron 

Ounces 

Pounds 

30 

0.0123 

0.0125 

8 

0.500 

0.0163 

0.0105 

10.5 

0.050 

28 

0.0153 

0.0150 

10 

0.025 

0.0193 

0,0196 

12.6 

0.781 

20 

0.0184 

0.0188 

12 

0.750 

0.0224 

0.0228 

14.5 

0.906 

24 

0.0245 

0.0250 

10 

1.000 

0.0285 

0.0290 

18.5 

1.156 

22 

0.0306 

0.0313 

20 

1.250 

0.0340 

0.0353 

22.5 

1.406 

20 

0.0308 

0.0375 

24 

1..500 

0.0408 

0.0415 

20.5 

1.6,56 

IK 

0.0100 

0.0500 

32 

2.tK)0 

0.0.530 

0.0540 

34.5 

2.156 

10 

0.0013 

0.0025 

40 

2.,500 

0.0().53 

0,0005 

42.5 

2.6.50 

14 

0.0700 

0.0781 

.50 

3.125 

0.0800 

0.0821 

.52.5 

3.281 

12 

0.1072 

0.1 (H»4 

70 

4. ,375 

0.1112 

0.1134 

72.5 

4. .531 

11 

0.1225 

0.12.50 

80 

5.000 

0.1205 

0.1290 

82.5 

5.1.56 

10 

0.1370 

0.140<> 

90 ! 

5.<i2.5 

' 0.1119 

0.1446 

92.. 5 

,5.781 


aCialvaiiized sheets are Kaged before galvanizing and are therefote approximately 0 004 in. thicker. 


where 

Vq « velocity of air in duct, feet per second. 

D « inside diameter of duct, feet. 

Film conductance fo depends on a number of variables including tem- 
perature, diameter, and emivSsivity of the outer surface and can be calcu- 
lated from data in Chapter 5. From this explanation, it is seen that it is 
unwise to recommend a given value of U for all uninsulated metal ducts. 

The heat loss from a given length of duct can be expressed by: 

e = [ (— - /. ] (11) 

The heat given up by the air in the duct is: 

Q « 0.24 W (/i - /,) - 14.4 ^ Vm Pv (/i - t^) (12) 

Equating (11) and (12): 

/i 4- /a — 2h 28.8 A Fm Pv 

“ upl 

T 4 . 28.8 i4VnjPvr . I .J 4 . pv r 1 

Let y = ^ for rectangular ducts, and — — for round 


Table 8. Weights and Thicknesses of Standard Copper Sheets^ 
Rolled to Weight 


Weight per Square Foot 

Thickness, Inches 

Nearest Gags No. 

Ounces 

Pounds 

Decimal 

Equivalent 

Nearest 

Fraction 

B. & S. 

Stubs 

U. S. Std. 


0.625 

0.0135 

% 

27 

29 

29 

12 

0.760 

0.0162 

% 

26 

27 

28 

14 

0.875 

0.0189 

% 

25 

26 

26 

16 

1.000 

0.0216 


23 

24 

25 

18 

1,125 

0.0243 


22 

23 

24 

20 

1.260 

0.0270 

% 

21 

22 

23 

24 

1.500 

0.0324 


20 

21 

22 

28 

1,750 

0.0378 


19 

20 

20 

32 

2.000 

0.0432 

% 

17 

19 

19 

36 

2.250 

0.0486 

t' 

16 

18 j 

18 

40 

1 2.500 

0.0540 

% 

15 

17 ! 

17 

44 

2.760 

0.0594 

% 

15 

17 

17 

48 

3.000 

0.0648 


14 

16 

16 

66 

3.500 

0.0756 

% 

13 

15 

14 

64 

4.000 

0.0864 

% 

11 

14 

1.3 


•Variations from these weights must expected In practice. 
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ducts, and solve for ti and : 

i _ ft' + 1) — 2/i 


(13) 


. _ ft - 1) + 2/, 
” ft + 1 ) 


(14) 


For low velocities and long ducts of small cross-section, a somewhat 
more accurate formula may be used as follows: 


/ UPl \ (15) 

Vl4.4.4pvKm/ 

e 

Symbols used in these equations are listed at end of chapter. 



PER DEG FAHR PER INCH THICKNESS) 

Fig, 10 . Heat Loss CoEFFiaBNTs for Insouited Ducts® 

•For round ducU 1 «m than 30 in. diameter, increase heat txansmMon values by the percentages aboam. 


% 


Tbickmsss ov Insulation (Inches) 

H 

1 

1 

IH 

2 

21 to 30 in. Duct Dihuieter 

1 % 

2% 

3% 

4 % 

12 to 21 In. pact Diameter — ^ .... 

3% 

3% 

7% 

8 % 
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In using Equations 13, 14, and 15, one of the duct air temperatures will 
be unknown and will be obtained by substitution of the other known or 
assumed values. 

Heat loss coefficients for insulated ducts with various conductivities 
are given in Fig. 10. The conductivities of various materials, which are 
based on mean temperatures, ranging from about 70 to 90 F, will be 
found in Table 2 of Chapter 6. For cases where the mean temperature 
is other than that at which the test was conducted, a correction should be 
made. However, in most cases the effect of this factor will be small and 
may be neglected. 

Example 6. Determine the entering air temperature and heat loss for a duct 24 X 36 
in. cross-section and 70 ft in length, insulated with H in. of a material having a con- 
ductivity of 0.35 Btu at 86 F mean temperature, carrying air at a velocity of 1200 fpm, 
measured at 70 F, to deliver air at 120 F with air surrounding the duct at 40 F. 

Solution. Referring to Fig. 10, the over all heat transmission coefficient is found to be 
0.49 Btu. From Table 1, Chapter 3 the density of air at 70 F and 29.921 in. Hg is found 
to be 1/13.348 = 0.0749 Ib per cubic foot. Substituting these and the other given 
values in Equation 13: 

28.8 X 6 X 1200 X 0.0749 
3- “ o;4F>o6“xTd “ 

_ 120 ( 45.3+ 1) - 80 
= 4;^-f = 123.7 

Substituting in Equation IT. 

Q = 0.49 X 10 X 70 - 40 J = 28,100 Btu per hour. 

For special considerations which apply to insulation of ducts in marine 
installations see Chapter 49. 

LETTER SYMBOLS USED IN CHAPTER 41 

,jio *= absolute viscosity of air under actual (operating) conditions, any consistent 
units. 

jis = absolute viscosity of air under standard conditions, any consistent units, 
pa « density of air, pounds per cubic foot. 

Po = density of air under actual (operating) conditions, any consistent units. 

P8 “ density of air under standard conditions, any consistent units, 
pv =“ density of air at specified temperature at which velocity, Frn» is measured, pounds 
per cubic foot. 

A « cross-section area of duct, square feet. 

a * length of one side of rectangular duct, feet or inches. (Other side is 6.) 
b «* length of one side of rectangular duct, feet or inches. (Other side is a.) 

D « inside diameter of conduit, feet. 
d equivalent diameter, feet or inches. 

€ « Naperian base of logarithms « 2.718. 

/ ~ non-dimensional friction coefficient. 

Si “ surface conductance (inside) Btu per (hour) (square foot) (Fahrenheit degree). 
So « surface conductance (outside) Btu per (hour) (square foot) (Fahrenheit 
degree). 

i « acceleration due to gravity, 32.17, feet per (second) (second). 

Jto *» friction loss under actual (operating) conditions, any consistent units. 
h{ « friction loss, feet of fluid flowing. 

hi » friction loss under standard conditions, any consistent units. 

Aw ** velocity head or pressure, inches of water. 

I «• length of conduit, feet. 

P perimeter of duct, feet. 

Q «» heat loss through duct walls, Btu per hour, 
it tetnperature of air entering duct, Fahrenheit degrees. 
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t% =* temperature of air leaving duct, Fahrenheit degrees. 

.'3 = temperature of air surrounding duct, Fahrenheit degrees. 

U = therfual transmittance coefficient, Btu per (hour) (square foot) (Fahrenheit 
degree). 

V = fluid velocity, feet per second. 

\\ = velocity of air in duct, feet per second. 

Fm = velocity of fluid, feet per minute. 

W = weight of air through duct, pounds per hour. 

X — thickness, inches. 
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Unit of Dloiue Measurement^ Apparatus for Measuring Noise, General Problem, 
Kinds of Noise, Noise Transmitted Through Ducts, Design Room Noise 
Level, Noise Generated by Fan, Natural Attenuation of Duct System, 

Duct Sound Absorbers, Air Supply Noises, Grille Selection, 

Cross Transmission Between Rooms, Controlling 
Vibration from Machine Mountings 


I N ventilating and air conditioning a building or a room, the effect of 
the mechanical system employed must be considered on the acoustics 
of the space conditioned. It is important to consider also that the use of 
air conditioning often permits keeping the windows closed, thus giving 
relief from certain external noises, but at the same time increasing the 
necessity of providing adequate sound control. 

It is assumed that in a given space the architect and acoustical engineer 
have produced a room or rooms which are satisfactory for speech, music, 
or other uses. The ventilating engineer's sole function is to ventilate 
and air condition these rooms properly so that they will be physically 
comfortable without adding any acoustical hazards. 

UNIT OF NOISE MEASUREMENT 

According to an international standard, two terms are used for noise 
measurement. The decibel (db) is the physical unit for expressing in- 
tensity or pressure levels. The phon is Jhe unit of loudness level. The 
loudness level, in phons, of any sound is by definition equal to the in- 
tensity level in decibels of a thousand cycle tone which sounds equally loud. 

The decibel is defined by the relation AT = 10 logio where N is the 

J-o 

number of decibels by which the intensity flux Ii exceeds the intensity 
flux /o. The intensity flux is the measure of the intensity of a sound 
wave and is defined in terms of watts per square centimeter passing 
through a unit area of wave front in a freely traveling plane wave. It is 
usually more convenient to select an arbitrary reference intensity for /o 
and express all other intensities in terms of decibels above that level. 
For this purpose a reference intensity of 10*^® watts per square centimeter 
has been selected. This intensity is slightly less than the threshold of 
audibility for the average ear at a frequency of 1,000 cycles per second. 
This reference level also corresponds to a pressure of 0.0002 dynes per 
square centimeter for sound in air at usual room temperatures. 

A stated sound level in decibels, unless otherwise defined, will thus be 
related to a threshold of 10"*® watts. For example, a level of 60 db above 
this reference threshold is 10“*® watts. In a similar manner, when sound 
measurements are given in actual intensity or energy units, they can be 
converted to decibels by this relation. 

Since the decibel is based on a ratio, it can only be employed when 
related to a reference threshold level as given. Noise levels, which vary 
with frequency as well as intensity, must not only be related to this 
reference threshold level, but also to a reference frequency, which is 
taken as 1000 cycles. These terms and procedures may be found in 
Standards * published by the American Standards Association. 

7^9 
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APPARATUS FOR MEASURING NOISE 

Since th^ relative loudness to the ear, rather than the actual physical 
intensity, is the quantity in which engineers are usually interested, it has 
been found necessary to allow for the varying response of the ear at 
different frequencies in designing noise measuring equipment. It is most 
satisfactory to measure noise by means of a sound level meter, which 
usually consists of a microphone, a high gain audio-amplifier, and a recti- 
fying milliammeter which will read directly in decibels. This meter is 
calibrated to give readings above the standard reference level and usually 
contains a weighting network to make it less sensitive at those frequencies 
where the ear is less sensitive. Three types of weighting networks may be 
provided. The “A” network is intended to provide relative frequency 
sensitivity corresponding to the characteristics of the ear at a loudness 
level of 40 decibels. The “B** network is weighted to correspond to the 
ear characteristic at a loudness level of 70 decibels. The meter may also 
be provided with a ‘'flat*’ network which provides no weighting by 
frequency. For complete details on standards for sound level meters, refer 
to the information 2 published by the American Standards Association, 

GENERAL PROBLEM OF SOUND CONTROL 

As previously stated, the problem confronting the air conditioning 
engineer is that of designing a system which will operate without in- 
creasing the noise level in the conditioned space. To be sure that this is 
accomplished, it is necessary: 

1. To determine the noise level existing without the equipment. 

2. To ascertain the noise level which would exist if the equipment were installed 
without sound control. 

3. To iwovide as a part of the installation sufficient sound control appliances to 
reduce the noise level substantially to that found in Item 1. 

To accomplish this the engineer should have information of three kinds: 

1. A knowledge of the noise levels currently considered acceptable in various rooms 
in order that he may have a basis on which to proceed. 

2. A knowledge of the nature and intensity of the noise created by the various parts 
of the equipment. 

3. A knowledge of bow, when necessary, to vary and control the noise level between 
the equipment and the conditioned space. 

In addition, the engineer should have sufficient information to predict 
the levels produced by noises which may be transmitted by the duct 
system from one conditioned space to another or from an outside space to 
the conditioned space. In either case, the designer must know the prob- 
able noise level at the point where the noise originates. From this he can 
compute the attenuation or transmission loss required in order to bring 
this level down to that required in the conditioned space. If there is 
likelihood of direct transmission through a duct, the attenuation required 
may be computed as shown on page 771 * If the transmission is through 
dividing walls, it will be necessary to refer to published information on the 
transmission losses of standard building constructions^. 

Information concerning the noise leveft created by ventilating and air 
conditioning equipment such as fans, motors, air washers, and similar 
items is not yet on a basis which permits tabular presentation, although 
certain manufacturers are prepared to offer such data and do State me 
ncHse iMTodudng properties of their products. A sound tast code Ighs 
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has been developed by the National Association of Fan Manufacturers 
which uses the fiat response network of the sound level meter. However, 
when determining the noise generated by an air distribution system, it is 
customary to use the noise level of the fan as determined by the weighting 
network most nearly approaching the noise level of the space. In most 
cases this will be the noise level of the fan as determined on the 40 decibel 
weighting network. Refer to Table 1 for typical noise levels. 

KINDS OF NOISE 

To solve a sound problem of this type it is desirable to consider sepa- 
rately the several means by which noise reaches the room. This avoids to 
some extent the necessity of knowing the noise level at the source, and 
instead, places the emphasis on ascertaining the level at the point where 
the sound enters the room. 

The noise introduced into a room or building by ventilating or air 
conditioning equipment may be divided into two general kinds depending 
on how it reaches the room with various sub-divisions: 

1. Noise transmitted through the ducts. 

a. From equipment such as sprays, fans, etc. 

h. From outside, and transmitted through duct walls into air stream. 

c. From air currents, including eddying noises. 

d. Cross talk and cross noises between rooms connected by the same duct system. 

e. Noise produced by the grilles. 

2, Noise transmitted through the building construction. 

a. From machine mountings as vibration. 

b. From equipment through room wall surfaces. 

The next step in the solution of this problem is to present data and 
discuss methods whereby solutions to the noise problem can be obtained 
when the allowable room noise level and the path through which the 
noise reaches the room are known. 

NOISE TRANSMITTED THROUGH DUCTS 

Operation of an air distribution system results in the generation of 
noise which may be transmitted through the ducts to the ventilated or 
conditioned room. The transmission of this noise may be controlled by 
the proper application of sound absorptive material within the ducts. 
The application of the absorptive material is a problem in balancing the 
room noise level requirements against the intensity of the noise generated. 
The four steps in the problem are: 

1. Determination of acceptable room noise level resulting from the operation of the 
equipment. 

2. Determination of noise level generated by the equipment. 

The difference between items 1 and 2 in decibels is the over-all noise reduction required 
between the equipment and the room. In the discussion which follows reduction of 
noise will be referred to as attenuation of noise. 

8. Determination of the natural attenuation of the duct system. 

4. Selection of the proper sound treatment for the duct system. 

The difference in decibels between the over-all attenuation r^uired and the natural 
attenuation (3) is the additional sound attenuation to be provided by absorptive ma- 
terials installea in the duct system or by special constructions designed to absorb sound, 
Experii^ce has shown, for example, that where ventilating requirements permit, intro- 
duction of art expansion chamber dr a diange in area in the duct will frequently provide 
tnore reduction in low frequency noise. 
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DESIGN ROOM NOISE LEVEL 

Measureufients of noise levels have been observed by several investi- 
gators in various rooms and locations and are listed in Table 1. The 
values given were determined with the air conditioning or ventilation 
equipment not in operation, and with all windows and doors closed 
simulating the conditions of an actual installation. 

This is an important consideration, for in offices or stores adjacent to 
busy thoroughfares the difference between the typical noise level in the 

Table 1. Typical Noise Levels^ 


Noia* Lsvel in Decibels 
TO BE Anticipated 


Rooms 



Min. 

Representative 

Max. 

5?oiinH Film Stiiriios 

10 

14 

20 

Radio Broadcasting Studios 

10 

14 

20 

PlanptAriiim 

15 

20 

25 

Residence, Apartments, etc 

33 

40 

48 

Theaters, Legitimate. 

25 

30 

35 

Theaters, Motion Picture 

30 

35 

40 

Auditoriums, Concert Halls, etc 

25 

30 

40 

Churches 

25 

30 

35 

Elxecutive Offices, Acoustically Treated Private Offices 

30 

38 

45 

Private Offices, Acoustically Untreated 

35 

43 

50 

General Offices 

50 

60 

70 

Hospitals 

25 

40 

55 

Class Rooms 

30 

35 

45 

Libraries, Museums, Art Galleries.^ 

30 

40 

45 

Public Buildings, Post Offices, etc 

45 

55 i 

60 

Court Rooms 

30 

35 

45 

Small Stores.__ 

40 

50 

60 

Upper Floors Department Stores. 

40 

50 

55 

Stores, General, Including Main Floor Dept. Stores.__. 

50 

60 

70 

Hotel Dining Rooms 

40 

50 

60 

Restaurants and Cafeterias 

50 

60 

70 

Banking Rooms 

50 

55 

60 

Factories.— 

65 

77 

90 

Office Machine Rooms 

60 

70 

80 

Vbhiclbb 




Railroad Coach 

60b 

70 

80 

Pullman Car 

55b 

65 

75 

Automobile 

50 

65 

80 

Vehicular Tunnel 

75 

85 

95 

Airplane 

75 

80 

90 



•These values are tentative. More detailed measurements by D. F. Seacord, Bell Telephone Labora- 
tories {Journal Acoustical Society of America, Vol. 12. pp. 183-187. 1940) give average values and stand- 
ard deviations of room noise in residences, offices, stores, factories, etc., in large American cities, 

hFor train standing in station a level of about 45 db is the maximum which can ordinarily be tolerated. 


space with the windows and doors open and closed may be as high as 
10 db. Minimum, representative, and maximum levels are given for each 
type of space. The values are intended to give the variation with respect 
to location and not to time, and may be roughly classified by the following: 

Minimum loudness refers to: Spaces of expensive construction, typified 
by double windows, carpeted floors, h^vy upholstered furniture, or 
acoustically treated walls and ceilings. 

Representative loudness refers to: Spaces of average construction and 
furnishings which are exposed to external noises typical of the locality 
in which the space is usually found. 
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Maximum loudness refers to: (1) Any space of inexpensive construction, 
and bare furnishings where noise is not an important factor. (2) Spaces 
in close proximity to very intense street traffic or to intense factory noise. 

In general, rf the noise level in the space resulting only from the opera- 
tion of the air conditioning equipment is equivalent to or less than the 
typical level given in Table 1, the installation will prove satisfactory. If 
the typical level and the equipment level are equal and heard together 
the resultant level will be 3 db higher than either of them alone. 

In some cases it is desirable to keep the equipment noise level in the 
ventilated or conditioned room at such a value that it actually will not 
increase the noise level in the room to any measureable degree. This can 
be accomplished if the equipment noise at the room can be kept 10 db 
below the noise levels shown in Table 1. 

NOISE GENERATED BY FANS 

Noise generated by fan wheels may be divided into two classifications, 
rotational noise and vortex noise. In ventilation and air conditioning 
work, where the maximum ratio between the fan tip speed and the 
velocity of sound is not greater than 0.12, vortex noise is by far the most 
important. The rotational noise may be described as that due to the 
thrust and torque applied to the air. Vortex noise is that due to the 
shedding of vortices from the blade and is dependent on the angle of 
attack, velocity, air turbulence, and blade shape. Vortex noise is due to 
pressure variations on the blade as a result of variations of air circulation. 
Given the noise level at the outlet or inlet of one type of fan construction 
under specific conditions of size, tip speed, and total pressure, noise levels 
at other values of tip speed, total pressure, and size may be approximated 
by the relationships: 

1. For constant size and point of rating, the noise level of a fan will increase with 
increasing speed. 

db (change) « 55 logic (1) 

2. For constant pressure and tip speed, the noise level of a given type of fan will 
increase with increasing fan size. 

db (change) - 20 log.. (| jj) (2) 

Fan jsize refers to wheel diameter, housing height or some dimension that is directly 
proportional to lineal units. Fan sizes based on arbitrary systems or systems 6f preferred 
numbers have no significance. 

The noise of a given fan is not constant at constant speed if the air 
delivery changes due to change of resistance. In general, a backward 
curved blade fan is lowest in noise at or near the point of maximum 
efficiency; a forward curved blade fan at or between the point of maximum 
efficiency and shut-off; an axial flow fan at or between the point of maxi- 
mum efficiency and free delivery. The noise level of a double width fan 


Table 2. Attenuation in Straight Sheet Metal Duct Runs 


Duct 

SiZB, In. 

Attenuation 

PER FT, db 

Small..^ 

6x6 

0.10 


24x24 1 

0.05 

, , , „ , 

Large ,, ^ 

72 X 72 

0.01 
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Table 3, Attenuation of Elbows* 



“The attenuation in vaned elbows should be considered the same as in elbows having the same dimen- 
sions as the radius of curvature of the vanes. If the vanes are lined for the purpose of damping any vibra- 
tions in them, one third may be added to the attenuation values listed. 

hThese attenuation values are based on elbows having a center line radius 1.6 to 2 times the diameter 
or width of the duct. The attenuation will be greater if the ratio is less than 1.6 and less when the ratio is 
greater than 2. 


may be taken as 3 db higher than a similar single width fan operating 
under the same conditions of speed and pressure. 

NATURAL ATTENUATION OF DUCT SYSTEM 

Straight Sheet Metal Ducts. The attenuation of sound in straight sheet 
metal ducts is a function of the length, shape, and size of the duct*. 
Attenuation values are given in Table 2. In general this attenuation is 
so negligible except for long runs that it may be disregarded for all 
practical purposes. 

Elbows and Transformations. Due to reflective interference, attenua- 
tion will take place at elbows and transformations. The magnitude .of 
the attenuation will depend on the size and abruptness of the elbow or 
transformation as shown in Table 3. 

When the area of a duct increases abruptly, an attenuation of noise 
level takes place in the duct. In duct design practice the total area of 
the branch ducts is greater than the supply duct. Similarly with outlets, 
the area of the outlet plus the area of the duct after the outlet is greater 
than the duct area before the outlet. Therefore in an outlet run, attenu- 
ation occurs in the duct as it passes each outlet. Table 4 gives the db 
reduction for various ratios of total branch duct and outlet area to supply 
duct area. 

Grilles to Room. The large abrupt change in area between the grilles and 
the surfaces within a room results in an appreciable noise attenuation. 
This attehuation is a function of the total grille area (supply and return) 
and the total sound absorption of the room in sabines. (The sound absorp- 
tion of a room in sabines is the summation of the products of each surface 
of the room measured in square feet multiplied by its corresponding 
absorption coefficient). The attenuation is given in Equation 3 as: 


Table 4. Attenuation at Duct Branches or Outlets 


Ratio 

Branch Duct + OuTLirr Arba 
SuFplv Duct Area ^ 


Sum of Branch Areas 
Supply Duct Area 


Attenuation 

PER 

Transformation, db 
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/Attenuation between\ _ mi Total Room Absorption in Sabines 

grilles and room ^ Tot^ GrilUTSiS; 

Values in Table 6 approximate the attenuation for various rates of air 
change, and general types of room surfaces. 

DUCT SOUND ABSORBERS 

The difference between the required sound attenuation and the natural 
attenuation is that which must be supplied by the proper sound treat- 
ment of the ducts. 

Selection of the Absorptive Material 

When a sound wave impinges on the surface of a porous materiaU a 
vibrating motion is set up within the small pores of the material by the 


Table 5. Approximate Attenuation Between Grilles and Room 


Outlet 

Velocity 

PPM 

Air Change 
Min. 

Live Room^ 
o* - 0.05 
db 

Medium 
Roomo 
a - 0.15 
db 

Dead 

Room<> 
a - 0.25 
! db 


5 

11 

16 

18 


10 

14 

19 

21 

500 

15 

16 

21 

23 


20 

17 

22 

24 


5 

13 

18 

20 


10 

16 

21 

23 

750 

15 

18 

23 

25 


20 

19 

24 

26 


5 

14 

19 

21 


10 

17 

22 

24 

1000 

15 

19 

24 

26 


20 

20 1 

25 

28 


5 

15 


22 


10 

18 1 


25 

1250 

IS 

20 I 


27 


20 

21 


28 


ftAvenige abforption coefikient for the room. 

hLive room-average abeorpUoa coeffideat O.OS. Bare wood or concrete floor — bard plaster walls and 
ceiling — minimum of furniture. 

•Medium room«average absorption coeffident 0.1$. Carpeted floor, upholstered furniture, hard 
plaster walls and ceiling or bare room with acoustically treated c^ing. 

dDead room>average absorption coeffident 0.2$. Heavy carpeted floor. Walls and ceiling acoustically 
treated. Upholstered furniture. 

alternating sound waves. As the ratio of the cross-sectional area of the 
pores to their interior surface is small, the resistance to the movement of 
air in the pores is large. This viscous resistance^ within the pores of the 
materia! converts a portion of the sound energy into heat. The decim^ 
fraction representing the absorbed portion of the incident sound wave is 
called the absoiption coefficient. Considerable absorption may also 
result, particular^ in the low frequency range, from the flexural vibra- 
tions of the duct. In the selection and application of the absorptive 
material, several points should be conridered. 

i. For the absorption oi the low frequencies below 600 cycles per second the material 
should he at least 1 to 2 in. thick. Thm materials, particularly when mounted on hard 
■did aurfacea, will absorb the high frequractes and reflect the low. 

3. In-onhu' to provide aa piudi low frequency noise abswptioo as possfljle by nmans 
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of Hexural vibration, it is desirable to fasten the absorptive panels discontinuously. 
This result m^y be attained to some extent by spot cementing, but better results are 
obtained when it is possible to fasten the absorptive panels to furring strips, leaving an 
air space behind. However, the exact resonance characteristics of the panels, and thus 
their absorption, are so unpredictable that dexural vibration cannot be relied upon for 
a specific value of attenuation. 

Requirements for a good sound absorption material are: (1) high 
absorption at low frequencies®, (2) adequate strength to avoid breakage, 
(3) fire resistance and compliance with national and local code require- 
ments, (4) low moisture absorption, (5) freedom from attack by bacteria 
and algae, (6) low surface coefficient of friction, (7) particles should not 
fray off at the higher design velocities, and (8) freedom from odor when 
either dry or wet. 

With every application the use of sound absorptive material should be 
considered in the dual function of insulation and sound absorption. It has 
been shown theoretically® that the reduction, in decibels per linear foot, 
of sound transmitted through a duct lined with sound absorbing material 
is related in a rather complicated manner to the size and shape of the 
duct, to the frequency of the sound, and to the sound absorbing char- 



Takeoff 



Fig. 1. Absorption Plenums With and Without Sound Cells 


acteristics of the lining. Experimental evidence likewise indicates that 
there is no simple formula involving the variables which will apply 
accurately to all cases. However, it may be stated generally that the 
attenuation in decibels at a given frequency is directly proportional to the 
length of lined duct. It decreases as the cross-sectional area increases, and 
increases as the aspect ratio is increased. 

The noise reduction varies to a considerable extent with the frequency 
of the sound. In calculating noise reduction, consideration should be 
given both to the comparative efficiency of the duct lining material at 
different frequencies, and to the frequency distribution of the noise to be 
quieted. In the case of fan noise, it is recommended that calculations be 
based on the frequency 256 cycles, since most of the noise energy is in 
the region of this frequency. In quieting noise due to air turbulence and 
eddy currents, in which the high frequencies predominate, the frequency 
1024 cycles should be used. 

Since ventilating system noise contains many frequencies, an exception 
should be noted to the statement above that attenuation in decibels is 
directly proportional to length of duct. Most sound absorbent materials 
are more efficient at high frequencies than at low frequencies. In con- 
sequence, the attenuation in the first five or ten feet of lined duct will be 
gn^tar because the high frequencies are being absorbed. Thereafter, 
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since low frequencies will be predominant, the over-all noise attenuation 
per foot will gradually be less. 

Acoustic Impedance of Absorptive Materials 

In the past five years considerable literature has collected describing 
methods of determining the acoustic impedance of sound absorbent 
materials and methods of utilizing this quantity for predicting the 
acoustics of rooms ^ and the attenuation of sound in ventilating ducts®. 
Acoustic impedance as a concept is derived from electrical circuit theory. 
The effect of the sound absorbent material upon incident sound waves 
is described in terms of a resistive and a reactive component which may 
be determined by specifically devised apparatus®. 

Generally speaking, however, the use of acoustic impedance theory 
involves rather elaborate mathematical calculations, and the improved 
accuracy obtained is largely off-set by variations in the materials them- 
selves and in their methods of mounting. It has been difficult to measure 
the acoustic impedance of large areas of material mounted in a manner 
typical of standard construction. P. E. Sabine ^ concludes that the 
assumptions required by acoustic impedance theory make this method of 
calculation of no immediate practical advantage in the measurement of 
sound absorption coefficients. 

Beranek ® compares results of sound attenuation observed for rec- 
tangular ducts lined with absorbent material computed by acoustic 
impedance theory with data reported by H. J. Sabine^®, using the methods 
of this chapter. Beranek concludes that the conventional P/A relation 
is valid for rectangular ducts not too far from square. His analysis 
indicates that other cases require more e.xact theory. However, it seems 
questionable whether the improvement in accuracy offered by the im- 
pedance method overbalances the additional computation time required 
and out-weighs other sources of error such as variations between samples 
of material. 


Plenum Absorption 

In systems, where individual ducts are directed to a number of rooms 
and sound treatment is required in every duct, a sound absorption plenum 
on the fan discharge as shown in Fig. 1 will often prove the most eco- 
nomical arrangement. The absorption in the plenum may be approxi- 
mated by Equation 4. 


db (Attenuation) ■■ 10 logio 


Plenu m Absorption in Sabines 
Area Fan Discharge 


(4) 


The area of the plenum should be at least ten times as great as the fan 
discharge area. The plenum should be lined with 2 in. of muslin covered 
rock wool blanket or 1 in. sound absorbing board preferably nailed to 
wood strips on the inside of the plenum. With such a lining the plenum 


Table 6. End Reflection of Plate Absorbers 


Pbkckntacb Frxs Area op Absorber 

1 

Attenl’ation, db 

50 

1 

40 

2 

30 1 

4 

25 

5 

20 

6 
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Fig. 2. Outlet Cells for Pak Outlets or Grilles 


is particularly effective in reducing low frequency fan noise. The absorp- 
tion of the plenum in sabines is the sum of the products of each interior 
area of the plenum measured in square feet multiplied by its corresponding 
absorption coefficient. 


Plate Cells 

One of the most economical methods of applying sound absorbent 
material from the standpoint of both labor and material is the plate cell. 
The plate cell consists of 3^ or 1 in. sound absorbent board, spaced on 2, 3 
or 4 in. centers. The attenuation due to the plate cell may be divided 
into two parts. There is reflection at each end due to the change in area 
and the absorption at the ends. Values for this attenuation are given in 
Table 6 which depend on the spacing. There is also attenuation due 
to absorption of sound within the passages of the cell, which depends 
on the length and the spacing. The attenuation within the cell for 1 in. 
board neglecting the end effect is given approximately by Equation 5. 


where 


5 


(5) 


R — attenuation, decibels. 

L -» linear length of duct, feet. 

S * spacing in inches between plates up to 3 in. 

a « absorption coefficient for the full thickness of the cell material. For typical 
value of a see Table 7, 


An important objection to the plate cell is the increase in duct cross- 
sectional area required. Often on the fan discharge, particularly with 
unitary equipment, where a number of branch ducts take off, the plate 
cell may be install^ with little or no difficulty. 


Optlet Sound Absorbers 

Outlet sound absorbers are rectangular or plate cells installed directly 
behind an outlet or they may be the lining of a pan or plaque outlet. 
They are particularly effective in the elimination of high frequency 


Table 7. Attenuation Formulae for 1 In. Thick Typical Duct Lining Board 


Frsquknct 

Absorption Coefficient 

Attenuation Reduction, db 

256 

0J7 ^ 

3.0 L P/A 

612 

0.69 

7.5 L P/A 

1024 

0.78 

9.6 L P/A 

2048 

0.78 

i i 

9.6 L P/A 
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whistles which are generated by air flow in the ducts. They are also 
employed in large systems with long runs where only a few outlets near 
the fan require treatment. Frequently outlet cells are the only means of 
correcting existing noisy installations, as the duct sections directly behind 
the outlets may be the only sections accessible for treatment. (See Fig. 2.) 

Duct Lining or Rectangular Cells 

One series of experiments “ made on a commonly used type of duct 
lining material (1 in. rock wool sheet) hzis shown that, subject to certain 
restrictions, the attenuation of single-frequency sounds may be expressed 
by the approximate Equation 6. This equation is accurate within plus or 
minus 10 per cent for duct sizes ranging from 9 x 9 in. to 18 x 18 in., for 



0.1 0.2 03 0.4 0.6 0.S 1 2 3 4 6 8 10 

ATTENUATION. DECIBELS PER Tl 


Fig. 3. Sound Attenuation for Various Absorbing Duct Liners 

cross-sectional dimension ratios of 1 ;1 to 2:1, for frequencies between 266 
and 2048 cycles, and for absorption coefficients between 0.20 and 0.80. 

R - 12.6 L o' « (6) 

where 

R — attenuation, decibels. 

L •• length of lined duct, feet. 

P » perimeter of duct, inches. 

A >■ cross-sectional area of duct, square inches. 

a » absorption coefficient of lining. 

In Table 7, the absorption coefficients at different frequencies of a 
material of the previously mentioned type are listed, together with the 
corresponding values for Equation 6. 

Results of other experiments indicate, however, that Equation 6 may 
be in error when applied to other types of duct lining material and to duct 
sizes and shapes outside of the range specified. An empirically derived 
chart ** reprinting the average experimental data on a number of different 
types of materials including the rock wool sheet mentioned as applicable 
to Equation 6 is shown in Fig. 3. Since individual materials vary, the 
curves in Fig. 3 are given only as representing the best available averages 
for duct sizes of square cross>8ections from 6 x 6 in. to 48 x 48 in. As an 
illustration, the dotted lines in the diart show values calculated from 
^uation 6 whidb indicate that the slope for this particular material is 
somewhat different than from the av^ge curves. The curvra in Fig. 8, 
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as well as Equation 6, show that the attenuation in decibels is directly 
proportional to the length of duct lined, and that the larger the duct the 
greater w^l be the length which must be lined in order to obtain a given 
noise reduction. 

If the length of duct from the main duct to a grille is shorter than the 
length of lining indicated by the calculations, this duct may be sub- 
divided into smaller ducts, as shown in Fig. 4. The increase in noise 
reduction thus obtained may be calculated from Equation 7, provided 
the splitters are installed parallel to the long side of the duct: 

li,^Ro (7) 

a -f- ft 

where 

R% — reduction with splitters, decibels, 

Ro reduction in same length of duct, without splitters, decibels. 
a « dimension of short side of duct, inches or feet. 
h » dimension of long side of duct, inches or feet, 
n « number of channels formed by splitters. 




Fig. 4. Diagram of Branch Duct Treatment Where Length 
IS Insufficient for Adequate Absorption 


Example i. An air conditioning installation is to be installed in a small theater. 
Determine the necessary sound treatment for the air distribution system to provide a 
satisfactory noise level in the theater utilizing these conditions: 

Fan tip speed 4000 fpm, total pressure 1.25 in 77 db 

Acceptable room noise level (Table 1) 40 db 


Required attenuatioa : 37 db 

Solution: Natural attenuation of supply duct. 

Sheet metal duct 50 ft long 48 in. x 36 in. (Table 2) 50 x 0.01 0.6 db 

Elbows, two size 48 in. x ^ in. (Table 3) 2 x 1 .....^ 2.0 db 

Attenuation grilles to theater air change 10 min (Table 5) outlet 

velocity 1000 fpm. 22.0 db 


Total natural attenuation. 24.6 db 

Difference between required and natural attenuation, 37 minus 24.6, is 12.6 db. This 
attenuation must be supplied by sound treatment in the duct, either in the form of duct 
lining or plate cells. 

A similar analysis of the return duct system shows that 16 db attenuation is to be 
fumkhed by absorptive material. An inspection of the installation shows that the 
lining of the plenum on the suction side of the fan would prove the most economical, 
where it would secure the dual function of heat insulation and sound absorption. 

Example 2, A 10 x 20 in. duct is connected to^ a private office space in a quiet location* 
Determine the leng^ of lining necessary to attenuate average fan noise satisfactorily! 
uai^ a Itniiu material of a type to which Equation 6 applies, and having an absorptioit 
coem p ent of 0.40 at 266 C 3 ^es* Assume that the duct is only 12 ft long as shown in 
Fqt*, 4, and that a 90 db redaction is required in this length. 
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Solution: 

Cast 1. (No splitters), From Equation 6, 

Ro - 12.6 X 12 X X 0.40' < » 12.6 db 


Case £. 


(Two splitters, three channels), From Equation 7, 


- 12.6 X 


10 4- (20 X 3) 
10 + 20 “ 


« 29.6 db 


AIR SUPPLY OPENING NOISES 

When air is introduced into a room through a grille or register at a 
constant velocity, sound energy is being introduced into the enclosure at 
a constant rate Due to partial reflection at the boundaries of the en- 
closure, the intensity of sound at any point in the space builds up to some 
maximum value. In a large room at a point remote from the source of 
sound (the supply opening) the intensity can be shown to be substantially 



proportional to the rate at which sound energy is generated and inversely 
proportional to the number of sound absorption units (sabines) in the 
room. It would thus appear that doubling the sound absorption of the 
room would halve the intensity and result in a noise level decrease of 3 db. 

Grille noise is similar in character to fan vortex noise. Knowing the 
noise level at the face of a grille for a given grille blade setting, the noise 
will vary as given in Equation 8 where V is the velocity of the air through 
the grille. 

db (change) ■» 65 logio (“p") W 


For a change in blade setting Equation 9 applies and in this case the 
total pressure is measured directly behind the face of the grille. For a 
typical air conditioning grille the noise level at the grille face may be 
approximately 48 db with a total pressure behind the grille of 0.1 in. 


dh (change) 


27.5 


, r (Total Pressure)* n 
logio L (Xotal Pressure)! J 


(« 


The resultant room noise level can be approximated by Equation 10. 


Room Level 


C Noise Level at Face! _ ja i 
of Grille J 


Total Room Absorption in Sabines 

Total Grille ArS ^ ^ 
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Grille Selection 

In prac^tice the allowable total sound and the required air flow are 
usually known, and it is desired to determine the maximum allowable 
velocity. In comparing sound ratings of various grilles several factors 
must be known if the information is to be properly applied: 

1. The threshold intensity on which the decibel ratings are based. 

2. The distance from the grille at which data were taken. 

3. If stated as loudness level versus velocity for a given grille, the core area (not 
nominal area) must be known. 

4. The sound absorbing characteristics of the test room. 

5. Whether or not corrected for test room loudness level: if not, the room level 
(without grille noise) must be known. 

6. Methods used for recording data. (Characteristics of sound meter). 

Since total loudness and air flow are both functions of velocity and area, 
the solution of the problem implies a trial and error method. It has been 
found possible to present these data with sufficient practical accuracy as 
a family of uniform curves, as illustrated in Fig. 5, which are based on 
these assumptions: 

1. Threshold intensity = watts per square centimeter ^ 

2. Microphone location 5 ft from lower edge of supply opening on a line downward at 
45 deg and in a plane bisecting the supply opening perpendicularly. 

3. Where data are given as loudness level versus velocity, the rating is per square foot 
of core area. 

4. The room is assumed to have 100 sabines absorption. 

5. Plotted data are loudness levels of supply openings only, correction having been 
made for test room level. 

6. Data taken with a direct reading sound-level meter with frequency weighing 
network intended to approximate the response of the human ear. 

If the published ratings are in terms of decibels per square foot, cor- 
rection must be made for area to secure the total sound level of supply 
openings of more or less than one square foot area from Equation 11. 

Decibel Addition * 10 log) 0^4 (11) 

where 

A « core area, square feet. 

With Fig. 5 it is possible to find directly the velocity in feet per minute 
which will give a predetermined total loudness at a predetermined rate of 
flow expressed in cubic feet per minute. The values used are arbitrarily 
chosen for the purpose of discussion and do not necessarily represent data 
referring to any particular design of air supply opening, A correction 
chart is shown in Fig. 6 for a room having a sound absorption other than 
100 sabines. 

Example S» Determine the core area (see Chapter 40) of an air supply grille which 
will maintain a noise level of not more than 40 db in a room having 100 sabines of sound 
a^orption, if an air volume of 2400 cfm is required to maintain the proper air con- 
ditioning. 

Solution, Assuming a grille noise rating of at least 5 db below the noise level of the 
room, Fig. 5 shows that the limiting grille velocity for a total loudness of 35 db is about 
725 fpm and the core area becomes fixed at 2400 4* 725 or 3.31 sq ft. 

If the room absorption had been ^eater» th# previously selected velocity of 725 fpm 
would be safe, since the loudness reduces, tf the room absorption had been 200 sabim 
a correction of plus 1.3 should be made by reference to Fig. 6, and the permissible velocity 
becomes that correspemding to a total loudness of 36.3 or approximatdy 800 fpizu 

II the room bad been highly reflective with an absorption of less than 100, the oor* 
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rection would be much more important. For instance, for a room of 35 sabines a cor- 
rection of minus 3 db should be made and the maximum velocity corresponding to the 
32 db total loudness would be approximately 600 fpm. 

Where more than one supply opening must be considered, the problem 
is more complicated. If a similar supply opening is added in a far corner 
of a highly absorbent room, the change in noise level at the 5 ft station at 
the first supply opening is small; however, if the room is small, or highly 
reverberant or both, the intensity at the 5 ft station may be almost 
doubled and the noise level increased nearly 3 db thereby. The simplest 
method of handling this problem is to treat the room as though all the air 
were being supplied by one supply opening. Thus, if two outlets, each 
supplying 1000 cfm are used, the value 2000 cfm should be used with 



Fig. 5. Although this method may place an unwarranted limit on velocity 
when used in a large room, it is seldom that such a room has a noise level 
low enough to justify a more complicated though more exact procedure. 

In general, return grilles are selected for velocities about half the supply 
velocity, and when this is done, they may be neglected in sound computa- 
tions. However, if supply and return grilles are the same size, resulting in 
the same face velocity, they must be treated as two supply openings. 
That is, if 1000 cfm are supplied and exhausted through grilles of the same 
area, 2000 cfm must be used in the solution with Fig. 5. 

CROSS TRANSMISSION BETWEEN ROOMS 

Ducts serving more than one room permit cross talk between the rooms 
and should be linal with acoustical material. Where the rooms are close 
together and the ducts short, the ducts should be sub-divided to provide 
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ample acoustical treatment. Lagging material similar in character to 
acoustical board, when placed on the outside of ducts, serves to prevent 
noise originating outside the ducts being carried inside the ducts and into 
the air stream. 

A case where outside lagging is desirable occurs when ducts originate 
at the fan in the equipment room and pass through this room on the way 
to the room being conditioned or ventilated. Unless the ducts are lined 
some of the mechanical noise from the equipment room air may be trans- 
mitted through the wall of the duct into the air stream and thereby 
carried into the room. In such cases, that portion of the duct which is 
exposed to the sounds in the equipment room should be lagged with 
material such as cork, pipe covering or other sound damping material to 
prevent the sound from entering the duct at this point. Numerical data 
are not available to permit a simple and practical calculating procedure 
to determine thickness of covering which should be used for this purpose. 

Laboratory measurements have shown that the loss through a sheet of 
No. 22 gage metal is 24 db. When a sheet of rock wool insulation 1 in. 
thick and weighing 1.4 lb per square foot is added to this, the insulation 
value is increased to 29 db. In general, however, adding a layer of 
insulation or pipe covering does not materially increase the sound insula- 
tion value unless the material is dense, or unless it is surfaced with another 
sound impervious layer such as metal or board. Standard reference books 
should be consulted for sound insulating properties of various materials. 
Inside lining material used in the case previously mentioned would serve 
as an absorber of the sound transmitted through the duct walls, and thus 
act as a means of preventing the transfer of noise into the air stream. 
Inside lining may also be used in ducts to absorb noise which reaches the 
air stream from equipment such as fans, sprays and coils; noise due to 
eddying currents set up by elbows, dampers and similar obstructions; and 
noise transmitted from room to room where there is a common duct 
system. 

CONTROLLING VIBRATION FROM MACHINE MOUNTINGS 

It is impossible to select equipment which will operate without pro- 
ducing some mechanical noise and, since the equipment must be mounted 
in a building, it is probable that a part of this noise will be transmitted 
to the building to such a degree as to make noisy conditions in the rooms 
which are to be air conditioned. 

Much of this noise may be transmitted by the duct if it is rigidly con- 
nected to the fan outlet. It is common practice to make the connection 
between the fan and the duct with a canvas sleeve which effectively 
restricts noise at this point. Noise may also enter the building through 
the mounting of the motor and the fan. Flexible mountings should be 
provided in all installations but these mountings must be carefully 
designed so that they will actually reduce the energy transmitted between 
the machinery and the supporting floor. If a flexible material is used, it 
is desirable to investigate the installation so that it is not short-circuited 
by through bolts which are improperly insulated and by electrical conduit 
which is not properly broken and is attached both to the equipment and 
to the building. The flexible mounting, if improperly engineered, may 
actually increase the energy transmittea between the equipment and the 
floor upon which it is supported. 

In the proper isolation of vibration, which is usually in the lower range 
of frequencies and does not include the airborne vibrations known as 
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sound, there is one basic formula which is important in the solution of the 
problem. It is the formula of transmissibility as governed by the 
equation : 



where 

T = transmissibility of the support. 

/ = frequency of the vibratory force. 

/n natural frequency of the machine unit on its support (Damping = 0). 

Equation 12 shows that the transmissibility approaches unity for 
disturbing frequencies considerably lower than the natural frequency of 
the mounting. As the disturbing frequency is increased the transmis- 
sibility is also increased until at the resonant frequency, where / = /n 
the transmissibility becomes infinite. This is not true in practice because 
all materials have some internal damping effect. However, operating at 
or very close to the resonant frequency is always serious as forces and 
stresses may be multiplied 10 to 100 times. As the disturbing frequency 
becomes greater than the natural frequency the transmissibility becomes 
a smaller quantity and at the value of ///n = it again has the value 
of unity. Beyond this point true isolation is first accomplished. At a 
ratio of 3 to 1 for / to /n the isolation is effective enough for practical 
application, and experience and economical design have shown that a ratio 
of 5 to 1 is good. For high speeds, higher ratios for / to /n are easily 
attained and give better results for effective vibration control, but for the 
lower speeds as experienced with compressor work the higher ratios 
become uneconomical. 

For a given installation the speed of the compressor is fixed by the 
specifications, therefore the value of / is fixed. That leaves only/n to be 
determined and that is accomplished by the choice of mounting material 
and design for the support of the machine. It is well to keep in mind that 
when trying to isolate vibration, no attempt should be made to isolate the 
driving and driven piece of equipment separately. The two should be 
mounted on a rigid frame and then the entire assembly isolated according 
to the rules presented in this chapter. 

The value of /n can be controlled by the flexibility of the machine 
support, and when the deflection of the machine support is proportional 
to the load applied (such as with springs or nearly so with rubber in shear) 
the value of /n can be determined by Equation 13. 

<■« 


v^here 

g « gravitational constant. 
d a* static deflection of supporting material. 

/ “* frequency of the vibratory force. 

/n ** natural frequency of the machine unit on its support (damping = 0). 

By the use of Equation 13 a set of curves may be plotted as shown in 
Fig. 7. The first line AB, plotted as the critical frequencies for the various 
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Static deflections, is a curve showing the worst possible conditions or 
resonan^ conditions. 

Plotting another curve CD, which is V~2 times curve AB, shows the 
area MCDN in which the resilient material or mounting does more harm 
than good. Plotting two more curves EF, 3 times curve AB, and GH, 5 
times curve AB, shows area EGHF which represents efficient and eco- 
nomical isolation. Area GPOH is excellent isolation, but for all except the 
highest speeds becomes rather uneconomical because of the large deflec- 
tions required. 

Example 4. An electric motor driven compressor unit is to be isolated. The com- 
pressor is partially balanced and operates at a speed of 360 rpm. The speed of the motor 
is 1160 rpm and is belt connected to the compressor. Total weight of the compressor 
and motor is 4500 lb. 



Fig. 7. Static Deflfxtion for Various Frequencies 


Solution: The minimum disturbing frequency to be isolated is 360 cycles per minute. 
Assume that the desired ratio of forcra to natural frequency is 3 as a minimum and that 
5 is desired. The desired natural frequency of the mounting is 360 4 - 5 72 cycles 

per minute. 

From Fig. 7 a deflection of 7 in. is i^uired to attain a natural frequency of 72 cycles 
per minute. This value may be obtains from critical curve for 72 cycles or from 
curve GH (5 times critical) for 360 cycles. For the minimum ratio of 3 the deflectiqn 
would be 2.5 in. 

The next st^ is to determine the total weight to be supported by the springs. For 
low spe^ partially balanced compressors, it has been found necesss^ to add a founda- 
tion weighing 2 to 3 times the weight of the motor and compressor, in order to maintain 
the machine movement below 0.03 in. 

CmnpresBor and motor 4,500 lb 

Concrete foundation — ...... 9,0001b 


Total 13,500 lb 
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Practical application dictates the number of springs to be used, which is based on the 
design of the machine foundation and the supporting floor structure. However, it is 
desirable to design for at lez^t 8 sprinp and one or two spares for cases of unknown 
weights. As many as 60 springs have been used on one installation. The distribution 
of the springs must be balanced against the masses to be supported, otherwise the 
foundation design and supporting structure determine the location of the springs. 

The choice of the material used in the design of the resilient mounting 
is also important. For the slow-speed type compressor a common speed 
found in practice is 360 rpm. For speeds below this, isolation should not 
be attempted except under careful supervision. Referring to Fig. 7, it is 
found that for 360 rpm the static deflection required for a ratio of f/fn 
of 3 to 1 (line EF) is 2.5 in. and for a ratio of 5 to 1 (line GH) it is 7 in. 
For these values of deflection the only choice of material is the coil spring. 
This is also true for speeds up to about 700 rpm. In consideration of the 
transverse spring constant (so as to maintain good ratios among the 
various degrees of freedom) experience has shown that the spring should 
be designed with a working height equal to 1.0 to 1.5 times the outside 
diameter. A long spring of small outside diameter has very low transverse 
rigidity and therefore requires some additional means of preventing side 
drift of the unit and on very sensitive applications this may tend to 
destroy the isolation efficiency. For speeds of 700 to 1200 rpm the required 
deflections range from 0.22 in. to 1.75 in. For these conditions rubber in 
shear serves as a rather satisfactory material if protected from oil. For 
speeds higher than 1200 rpm cork specially made for vibration damping 
can be applied with good results. These limitations are by no means 
absolute, because certain liberties may be taken without impairing the 
result if all possible degrees of freedom have been taken into account in 
the design of the installation. 

When a machine unit is properly isolated it will have a definite amount 
of movement which is determined by the ratio of the unbalanced forces 
to the total mass of the machine. If this resultant machine movement is 
too great for the necessary connections or the satisfaction of the customer 
it can be reduced only in two ways without destroying the quality of the 
isolation; first, adding mass or dead weight to the machine (such as 
concrete) common in the application of low speed, partially balanced 
machinery; second, accurately balancing (both statically and dynamically) 
all moving parts so as to eliminate the vibration at the source. This 
latter method is the best engineering practice and is the modern trend. 
However, even with well balanced machinery, installed in the vicinity of 
quiet offices it is usually necessary to properly isolate the equipment to 
prevent the transmission of vibration likely to cause complaints. 

Where limitation of machine movement is desired during the starting 
and stopping periods, the application of friction or hydraulic damping 
will serve without seriously interfering with the efficiency of the isolation. 
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Chapter 43 

CENTRAL SYSTEMS FOR AIR CONDITIONING 


Features of Systems^ Zoning^ Apparatus Dew-Point^ Cooling Load, Heating Load, 
. Air Quantity and Effective Temperature Difference, Low and High 
Pressure Induction Convectors, Evaporative Cooling, Precooling, 
Sensible Cooling with Unwetted Coils, Run-Around System; 

Selection of Type of System, Location of Apparatus 


T he term central applied to an air conditioning system implies that 
the equipment such as fans, coils, filters and their encasement are 
designed for assembly in the field rather than in a factory as a unit. As 
a central system usually serves several different rooms, individual con- 
trols arc required for each room. 

FEATURES OF CENTRAL SYSTEMS 

One advantage of a central air supply system is that one apparatus 
serving many rooms may involve a lower investment cost than that for a 
number of self-contained plants, each serving a single room. A central 
system may occupy basement or attic space that is relatively unimpor- 
tant, whereas individual factory-assembled apparatus placed in each 
room may occupy otherwise valuable space. Another advantage of a 
central system is accessibility for servicing, since it is possible to provide 
doors in the encasement for cleaning and inspecting all of the component 
parts in a manner usually superior to that practicable with compact 
factory-assembled equipment. 

Central air conditioning systems usually are connected by ducts with 
the various rooms served, and preferably have exhaust fans that may 
effect complete removal and disposal of any desired proportion of the air. 
The exhaust fan may return air to the supply system for recirculation, as 
a measure of economy of fuel or refrigeration. 

Central air conditioning systems are served by heating and refrig- 
erating equipment which may be located at some distance from the air 
supply apparatus and which may serve one or more central air supply 
systems. 

Year-Round Air Supply System 

Fig. 1 is a plan of a year-round air supply system. Outside air may 
enter from the left at A, desirably from an intake on the side of the 
building least exposed to solar heat and not close to the ground or to a 
sun-heated or dust-gathering roof. A damper B for proportioning the 
volume of outside air, is interlocked with the return air damper C in 
such manner that as the outside air volume increases the return air 
volume decreases. The return air duct D, shown diagrammatically, 
comes from the exhaust fan. All the air, it will be observed, must pass 
through the filters E and there is ample room on both the inlet and outlet 
sides of the filters for servicing them. The filters may be of mechanically 
cleaned type, of replaceable cell type, or may be electronic, as described 
in more detail in Chapter 33. 

The cleaned air passes to the equipment that changes its temperature 
and humidity. Except in very warm climates, a heating or tempering 
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coil F is required to warm the air to a temperature above freezing. 
Usually, the heat is supplied by means of, hot water or steam. During 
many hours of most days it is practicable to recirculate enough of the air 
so that the air drawn from outside, after mixing with the relatively warm 
return air, will not be cold enough to freeze the water in the humidifier. 

Upon leaving the tempering coil, the air enters the humidifier G. This 
may be a spray of warmed water, circulated by a small pump from a 
water tank under the spray chamber, or may be other means of supplying 
water vapor. The supply of moisture must be under automatic and very 
reliable control. Following the humidifier a heater I is required, for con- 
trolling the temperature of the air entering the supply fan. 

The second group of heat transfer devices in a year-round system 
includes an air cooling component H, for use in warm weather. Its 
surface may be chilled by direct expansion of an approved refrigerant 



Fig. 1. Arrangement of Equipment for Year-Round Air Supply System 


within its tubes, or the surface may be cooled by a pump-circulated 
liquid such as water or brine. This device must be sufficiently cold to 
cool the summer air to a temperature below the existing dew-point, and 
may be expected to be wetted constantly by the moisture condensed 
from the air. A water-tight drainage tank must be installed under the 
cooling coil and should extend for a distance toward the fan. Water 
should be drained by means of a trapped waste through a vented air- 
break. The second group of heat transfer devices also includes an air- 
heating component (reheater) similar to the tempering coil and capable 
of warming the chilled, saturated air leaving the cooling surface, to a 
temperature sufficiently high to prevent complaint of drafts, when the 
air is delivered into the rooms. 

ZONING AND ZONE CONTROL 

It is apparent that while an apparatus like that of Fig. 1 would be very 
desirable for any single room, since in that case the air could be delivered 
^t optimum conditions, the cost of a complete individual system for each 
room and the space required for the equipment generally would be pro- 
hiWtive. Economy is favored if the varying requirements df numerous 
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rooms or zones can be simultaneously satisfied by air from a single 
central supply system. 

Various methods arc practicable for controlling the temperature, 
humidity and air movement in various rooms or zones. A measure of 
control is attainable merely by proportioning the flow of air to each room, 
though usually such control by throttling dampers is difficult to maintain 
and should be avoided when possible. 

Another scheme is to install a properly proportioned coil in the branch 
air supply duct serving each room to warm the air to suit the individual 
need. The air, for example, leaving the fan that serves several rooms, 
may be cooled before entering the fan, to the condition favorable for one 
room, and the air for each other room may be reheated by the branch 
duct coil to the required temperature. It is also possible to circulate a 
heat absorbing medium in the branch duct coils to reduce the temperature 
of the air passing to rooms that would be overheated if they received air 
at the condition leaving the central air supply system. In Fig. 1 such 
coils J are indicatt'd in the three ])ranch ducts leaving the supply fan. 


WEATHER ^ 


TEMPERING COIL 


HEATING COIL 


HOOD 


ONE OF 

SEVERAL DUCT5-7 
IXING DAMPER / 



COOLING COIL 


I' Ki. 2. Alternate Arrangement of Equipment for Controlling Air Condition' 
IN Central Air Supply System 


W hen heat transfer devices are placed in branch ducts for improved 
temperature control, mechanically circulated water gives excellent resulte 
as a heat carrier. The water usually is warmer than the air but it is 
possible to use water colder than the air. 

It is practicable also to use single central air conditioning equipment 
similar to that shown in Fig. 1, in conjunction with several fans; one for 
each room or zone. In such cases there may be a separate reheater on the 
suction side of each relatively small supply fan. 

The designer must remember that the various supply fans will compete 
with each other for air, against the resistance interposed by the filters, 
coils, etc., that are used in common under such circumstances, and that, 
therefore, unless the fans are of backward-curved blade, non-overloading 
type, they may alternate in carrying more than their share of the air, and 
thereby cause the air distribution to be chaotic and unsatisfactory. 

Another method of controlling temperature in various rooms served 
by a central air supply system is shown in the sectional elevation, Fig. 2. 
The supply fan is placed immediately after the humidifier. When cooling 
the air in hot weather, the humidifier is not operated* The fan will 
deliver the air through the heating coil and through the cooling coil to 
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the two air pressure chambers A and B at tlic right of these coils. From 
these chambers many separate ducts, one of which is shown, each with a 
double-blade mixing damper, may convey the air to the various rooms. 
The mixing dampers, one of which is shown, are interlocked so that as the 
upper one closes the lower one opens; selecting between them, air in the 
required quantity from cither the warmer chamber A or the cooler one B. 
In cold weather no refrigerant is required in the cooling coil and in hot 
weather no heating medium is circulated in the heating coil. With this 
scheme, the control of relative humidity in warm weather is not always 
sufficiently precise to meet requirements, since the untreated air delivered 
through the upper coil may be so high in relative humidity that it cannot 
sufficiently compensate for the nearly saturated air leaving the lower coil. 
A reheater could be placed if desired, to the right of the lower coil to bring 
the air in the lower chamber to the desired relative humidity. The 



Fig. 3. Arrangement for Individual Room Temperature Control with 
Central Air Supply System 


simple arrangement of Fig. 2 is admirable in winter and, except where 
close control of relative humidity is important, may be acceptable in 
summer. 

Another method of attaining temperature control in individual rooms 
with a year-round central air supply system is to install a booster fan 
between the main air supply duct and the air delivery opening to each 
zone or room, as shown in Fig. 3. Air can then be delivered from the 
central supply fan through the main duct at some desired condition, for 
instance, 60 F, 45 per cent relative humidity. A double mixing damper 
near the intake opening of the booster fan, controlled by a thermostat in 
the room or zone that is served by the fan is interlocked with an outlet 
exhaust damper in the spent air opening, so that as more of the room air 
is recirculated, and as less new air from the main air supply duct is 
delivered into the room, the spent air outlet is throttled in proportion. 
In many large installations this principle is applied successfully for 
zoning different stories in multi-story office buildings, the main supply 
fan being on the roof , and each booster tkn used for supplying the rooms 
of one orientation of each story. In other cases the booster fans serve 
only single offices and therefore are small enough to be concealed above 
ceilings alongside the main supply duct. 
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There may be installations in which the use of recirculated air for mixing 
with new refrigerated and nearly saturated air. to control temperature 
and relative humidity is objectionable. In such cases the general recircu- 
lation arrangements of Fig. 1 may be omitted, and the heat transfer coils 
located in the ducts may be used. In some cases where general recircu- 
lation is not acceptable, as for all the rooms in an entire building, use of 
the local circulation of Fig. 3 may solve the problem. 

APPARATUS DEW-POINT 

In ordinary practice, with commercial apparatus, complete saturation 
of the air is seldom obtained. Four-row finned cooling coils contact 
approximately 80 per cent of the air, whereas six-row finned coils contact 
approximately 95 per cent of the air. In spray type dehumidifiers of good 
design the air leaves the dchumidifier at 1 to 2 deg higher wet-bulb 
temperature than tlie spray water leaving the dehumidifier, and the 
difference between the dry-bulb and wet-bulb temperatures leaving the 
dehumidifier may be as low as 1 deg. A spray type dehumidifier having 
sufficient length of spray chamber and density of spray, together with 
proper arrangement of nozzles, may approach saturation very closely. 

As explained in Chapter 3, the slope of the line on the psychrometric 
chart connecting the room condition with the apparatus dew-point on the 
saturation line, determines the ratio of sensible heat absorbing capacity 
to the moisture absorbing capacity of the supply air. Therefore the room 
condition can be maintained as long as the supply air temperature lies on 
this line, but a greater volume of supply air must be used to satisfy the 
room load if the cooling coil does not contact 100 per cent of the air. For 
a given room load, the same apparatus dew-point will be required whether 
the cooling appliance contacts all the air or only part of the air. 

From the point of view of satisfying the given cooling load require- 
ments, the air passing through the apparatus without being cooled below 
the dew-point temperature produces two effects: 

1. The air quantity which must be passed through the dehumidifier must be increased. 
Thus, if 20 per cent of the air passing is contacted, then 25 per cent (0.20 4-0.80 x 100) 
more air must be used than would be necessary if all of it were contacted. 

2. Passing untreated air may change the room cooling load, which in turn may change 
the sensible heat factor. If return air only is passed through the dehumidifier or if room 
air only is by-passed, the room load would not change, but if some outside air is passed 
through, the room sensible heat gain and room latent heat gain will be changed due to 
the addition of untreated outside air, which changes the sensible heat factor. When a 
load calculation is made, it is necessary to know the percentage of air affected in the 
dehumidifier and calculation must be made accordingly. 

If the ventilation air is drawn through the dehumidifier before it goes 
into the room, only that portion of the air not saturated must be included 
in the room load for the purpose of determining the apparatus dew-point 
and supply air quantity. It should be noted when evaluating the load 
added by untreated outside air that the temperature difference between 
room air and outside air and the moisture content difference between 
room air and outside air should be used, rather than the difference 
between outside air and apparatus dew-point, since the rise from the 
apparatus dew-point to room condition is charged against the dehumi- 
difier as the cooling and dehumidifying load. 

In winter, room relative humidities in excess of 30 per cent are seldom 
required in a system designed for comfort conditioning only, and a low 
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saturating efficiency may be desirable, or even necessary, especially if the 
same volume of air is handled as in summer. With a spray type dehumi- 
dificr the hiain sprays may be shut off and only the eliminators need be 
flooded; which may give sufficient moisture. In other cases, such as 
those in which cooling coils are sprayed, the spray water supply may be 
throttled. If the saturation efficiency of the sprays is too low, the spray 
water may be heated. The amount of heat j^ut into the spray water by 
open or closed water heaters will be equal to that required to bring the 
dew-point temperature of the air entering the sprays up to that required 
before entering the preheater. It is possible, where clean steam is 
available, to introduce steam directly into the air stream to produce the 
desired dew-point temperature of supply air. However, the steam must 
be exceptionally clean, or objectionable odors will result. 

It should be noted that the quantity of outdoor air to be introduced is 
affected by infiltration and leakage. Infiltration will reduce the quantity 
to be introduced by the system, while leakage may have to be offset by 
an increase in the quantity of outdoor air. 

COOLING LOAD 

The method of determining the cooling load for a conditioned space or 
spaces is outlined in Chapter 15. As pointed out therein, many of the 
items of heat gain are variable and do not reach their maximum values 
simultaneously. Proper consideration of these peaks and the avoidance 
of pyramiding these peaks in the cooling load calculations are stressed. 
Maximum solar heat gain on an east exposure is seldom coincident with 
the maximum outdoor wet-bulb. 

A large difference in the time-incidence of the peaks between various 
spaces or parts of the same space indicates the necessity for zoning. In 
a building having an east and west exposure where solar heat gain forms 
a fair share of the cooling load, the times of their individual peaks arc 
apt to be some hours apart, and the peak load of one plus the off-peak load 
of the other will be substantially less than their combined peak loads. 
Proper zoning will fUTmit operation to take full advantage of this con- 
dition or of similar conditions of non-simultaneous peaks and will result 
in a lower total load and in savings in equipment. 

A factor, similar in effect and closely related to the non-simultaneous 
occurrence of peak loads, is diversity. Typical of this is the case of a 
large department store where the air handling equipment serving a certain 
space must be sufficient to handle the load created by the throngs of 
people attending sales in that space. Under such a condition the number 
of jx^ople in other spaces is usually normal or below. While this means 
that the air handling equipment for certain departments must be large 
enough to cope with the situation, the refrigeration equipment need be 
only large enough to handle the average maximum. If a system employ- 
ing zone recirculating fans and a single central fan and dehumidifier were 
used, the saving would be reflected in the capacity of the central fan and 
dehumidifier. Another example of this diversity is found in an office 
building having restaurants and stores of certain types in the first story 
and basement. At noon, when the restaurants and stores are crowded, 
the offices are below normal occupant^. 

Heat lag should be carefully considered in the cooling load calculations. 
In certain types of buildings the effect of solar radiation is still apparent 
several hours after the sun has shifted from that exposure. In other 
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types having a much lighter construction, the heat gain due to solar 
radiation decreases markedly with the passing of the sun. Some walls, 
having been warmed by the sun, may radiate heat long after the passing 
of the sun, thus requiring lower inside temperatures to offset the radiant 
energy. 

Buildings have considerable lieat storage capacity which can often be 
utilized to great advantage and which has more than once provided an 
unexpected safety factor. If a space is kept below the design inside tem- 
perature for some time, the interior walls, floors, furniture and fixtures 
begin to assume the temperature of the space. Where the time is suf- 
ficient, the entire mass rather than merely its surface may reach the room 
temperature. Thus, when a space has been precooled below the design 
maximum temperature for a period of time prior to the advent of the 
peak load, and the heat gain begins to increase to peak conditions, some 
of the increase is used in raising the temperature of the furniture, fixtures, 
etc., to the design conditions and the cooling load can be reduced accor- 
dingly. However, unless very accurate data with regard to the mass, 
surface, specific heat, etc., of the items within the space are available, due 
caution must be used in discounting the cooling load for this storage 
effect. In the absence of reliable data this allowance is often a matter of 
experience rather than calculation. 

Where air conditioning supply and return ducts pass through uncon- 
ditioned spaces, there will be a transfer of heat from these spaces to the 
air in the ducts, even though these ducts are well insulated. An allow- 
ance should be made for this heat gain and included in the heat estimate 
so that air can be supplied at a temperature low enough to offset the rise 
caused by this heat gain (see Chapter 41). There will also be some heat 
gain to the air in ducts passing through conditioned spaces, but since a 
cooling effect is produced in the space through which the duct passes, 
this is not a loss and usually can be compensated for by adjustment of 
air quantities between the various spaces. 

HEATING LOAD 

Methods of calculating the heating load are shown in Chapter 14. 
Many of the factors outlined previously under Cooling Load, such as 
zoning, non-simultaneous peaks, and diversity, apply in the reverse 
manner due to the heating requirements instead of the cooling require- 
ments. However, these factors affect the heating load from the stand- 
point of control of inside conditions, over-all performance, and economy 
of operation more than from a capacity of equipment standpoint. It is 
not only necessary to heat a building or space to its design conditions 
when there is but the merest fraction of normal occupancy, and when 
there are practically no lights, internal heat, or solar radiation, but it is 
also necessary to provide capacity to heat the building quickly when 
sudden cold follows relatively warm weather, as may occur after a week- 
end or holiday shut-down. However, in normal operation during week- 
ends and holidays, buildings are usually kept at a holding temperature to 
prevent the freezing of services. In many cases, less fuel is required to 
continue operation of the heating plant at a near-normal rate and main- 
tain the building or space at a temperature of 60 to 66 F for some time 
than to shut the system down and then bring the temperature back to 
normal through forced operation of the heat generating equipment with 
a consequent loss in efficiency. 
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AIR QUANTITY AND EFFECTIVE TEMPERATURE DIFFERENCE 

The difference between the room air temperature and the supply air 
temperature at the outlet to the room is known as the effective tempera- 
ture difference. In the theoretical case of a dehumidifier having 100 
per cent saturating efficiency and where this air is delivered directly to 
the room without temperature increases due to heat gain, then the 
effective temperature difference is the difference between room tempera- 
ture and apparatus dew-point temperature. If duct heat gains are 
considered a part of the room load, this still holds true. The apparatus 
dew-point, as outlined previously, is fixed by the latent and sensible loads 
of the space, but in many cases, it is desirable to deliver more air to the 
spaces than is indicated by the difference between the room temperature 
and the apparatus dew-point. 

It has been indicated that where a percentage of air is passed through 
the dehumidifier without being treated, the relationship is modified in 
direct proportion, and that if room air is passed through untreated, no 
effect on the heat balance results. Similarly, if room air is passed around 
the dehumidifier and mixed with the treated air the heat balance is not 
adversely affected. Therefore, if the quantity of air passed through the 
dehumidifier is determined by the usual methods, room air can be passed 
around the dehumidifier and mixed with the dehumidified air, increasing 
the supply air quantity and temperature and decreasing the effective 
temperature difference. Thus if the difference between the room tem- 
perature and the apparatus dew-point indicates that 10,000 cfm at 
30 deg below room temperature will be required to hold conditions, that 
quantity can be passed through the dehumidifier and cooled to 30 deg 
below the room temperature, then mixed with 10,000 cfm of room air; 
resulting in a supply air quantity of 20,000 cfm and an effective tempera- 
ture difference of 15 deg instead of 30 deg. Air supply outlets and grilles 
that have a high induction ratio are available and cause a large amount of 
room air to be mixed with the air leaving the outlet within a short distance 
of the outlet through the induction effect of the air stream. A proper 
selection of outlets may make it possible to introduce air at low tempera- 
tures and high velocities without causing objectionable drafts or cold 
spots, but care must be used to see that too little air motion is not a result. 
Low effective temperature differences may be required for this reason. 
While the use of a high effective temperature difference results in a saving 
in initial cost of fans and ducts and in the operating cost of fans, this 
difference should be carefully considered. If the sensible heat load of a 
space is subjected to substantial variations, low effective temperature 
differences should be considered, since systems employing low effective 
temperature differences require less precision in controls. 

Reduction of air quantity by slowing down the fans for the winter 
season and increasing the temperature difference often is feasible. A 
saving in fan power can thus be effected, provided the air distribution 
remains adequate. 

Extremes should be avoided in all cases. For summer air conditioning, 
low supply air temperatures result in larger heat gains to the air passing 
through the ducts, as well as in poor control. Too high a supply air tem- 
perature may result in excessive initial and operating costs. Suggested 
limits for the effective temperature difference are from 12 to 20 deg; the 
actual selection being based on the requirements of the particular case. 
For winter air conditioning, too high supply air temperatures result in 
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excessive heat losses from the ducts and stratification within the room 
unless thorough mixing is assured, while too low supply air temperatures 
may cause drafts, high operating costs, etc. Suggested limits are from 
15 to 35 deg. There can be no set rule and each case should be judged 
according to its particular requirements. 

Reference may be made to Chapter 40 for further discussion of the 
most satisfactory design difference between the entering air temperature 
and volume in relation to the desired room condition. 

INDUCTION CONVECTORS— LOW PRESSURE TYPE 

Induction convectors, located in the room that is to be served, utilize a 
jet of conditioned air (or primary air) to induce a flow of room or secondary 
air which mixes with the primary air Fig. 4. The mixture is discharged 


\! 


fl 

Reheitmg cofl i 

Secondary 

1 

■i 

1 

air 

Primary plenum — ♦ 

1 

1 

a 

[«98iaSSa988699986l 



i 

f 


Fig. 4. Induction Unit (Low Pressure J'ype) 


into the room through a grille at the top of the convector. Heating coils 
are located in the secondary air stream. The output is controlled either 
by manually or automatically throttling the air jet. Heat may be 
supplied to the coil in summer as well as in winter. These induction 
convectors present several advantages. Since the secondary air stream 
is thoroughly mixed with the high velocity low temperature air stream 
before leaving the discharge outlet of the device, the resultant tempera- 
ture of the mixture is satisfactory even though the primary air is intro- 
duced at a temperature too low for ordinary methods of distribution. 
One of these devices usually is provided under each window in place of 
the customary direct radiator, and combines the air distribution system 
with the heating system. With a conventional system it may be necessary 
to provide supplementary heating in the form of direct radiation. Induc- 
tion convectors may be selected with heating coils having sufficient 
Capacity under gravity conditions (that is, with the fan system shut off 
and no primary air entering the device) to maintain the room at a 
reasonable temperature in winter. The use of low temperature, dehumi- 
dified air which has not been reheated or mixed with room air before 
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delivery to the room may permit a reduction in fan capacity and the use 
of smaller c|ucts. In some cases a by-pass may be desirable in order to 
maintain thfe primary air volume and to provide additional control. This 
system can provide a degree of zoning that is usually difficult with con- 
ventional design since the air delivered by each unit can be controlled 
individually. Selection of induction convectors should be made with due 
regard to noise level. The inductive capacity of the device increases 
with the jet velocity, but high jet velocities may result in objectionable 
noise. 


INDUCTION CONVECTORS— HIGH PRESSURE TYPE 

Another type of induction convector Fig. 5 employs nozzles which 
produce a high velocity air jet without objectionable noise. The term, 



Fig. 5, Induction Unit (High Pressure Type) 


high pressure, is to some extent inaccurate, since the air pressure at the 
nozzles, while several times that used with a low pressure induction 
convector, is still less than the total resistance procure of a conventional 
central system. The high velocity jet of primary air induces a flow of air 
from the room through coils located in the secondary air stream and 
supplied with chilled water in summer and with hot water in winter. 
The chilled water removes a large [wrtion of the sensible heat in summer 
and the hot water supplies the sensible heat loss in winter. The primary 
air is delivered at a sufficiently low dew-point to compensate for the 
latent heat gain in summer. In winter the primary air is supplied at a 
sufficiently high dew-point to take care of latent heat losses. Control of 
temperature is obtained by throttling the water quantity supplied to the 
secondary coil. The required flow of primary air is greatly reduced due 
to the fact that a portion of the senriUe heat load is carried by the 
secondary air stream. Since the primary quantity is small, very high 
velocities can be maintained in the supply ducts without requiring fan 
pbiver in excess of that for a conventional system. This means that the 
supply ducts or pipes can be very small and can be run in chases, or 
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furred in at columns along with the water pipes. The primary air is 
treated in the usual manner to reach the required dew-point and a surface 
or spray dehumidifier or a dehydrator may be used. The primary air 
quantity is sufficient for ventilation purposes and frequently consists 
entirely of outdoor air. The water piping for the coils can be so valved 
that hot water will be supplied to one zone that may require heating 
while cold water may be supplied at the same lime to a zone that requires 
cooling. 

This system usually is limited in application to hotels, apartments, 
office buildings and other multi-room installations having a large per- 
imeter with relation to the floor area. The units usually are installed 
beneath the windows, replacing direct radiation or thermally-circulating 
enclosed convectors. Where the spaces to be conditioned extend a con- 
siderable distance from the outer wall into the interior of the building, a 
se[)arate system or zone for the conditioning of the interior portions may 
be required. 


EVAPORATIVE COOLING 

In climates where, on the hottest days, the outdoor wet-bulb depression 
is relatively great, it may be possible to dis|x:nse with refrigeration or 
other cooling sources by use of the evaporative cooling effect. A well 
designed air washer using recirculating sprays will reduce the entering 
dry-bulb temperature to within a degree or two of the entering wet-bulb 
condition. Thus, it may be possible that, with air entering at 100 F 
dry-bulb, 60 F wet-bulb, a leaving condition of 62 F dry-bulb, nearly 
saturated, can be obtained. Under some conditions of latent and sensible 
heat load, evaporative cooling may be adequate. 

At times when the outdoor wet-bulb temperature is not quite low 
enough to permit the use of straight evaporative cooling it is possible to 
use precooling convectors with refrigeration, well water or a cooling tower 
as the basic source of sensible heat removal to reduce the wet-bulb tem- 
perature of the air before it enters the spray chamber. Where internal 
heat loads are high, this scheme may be more economical than one using 
return air. Where the required supply air dew-point is too low to permit 
straight evaporative cooling and where the sensible heat load is not too 
great, intentional partial saturation may be employed. That is, the low 
dew-point of the outdoor air is utilized by permitting some of this air to 
pass through the humidifying sprays untreated, or to by-pass the humi- 
difier, All of these remarks with regard to evaporative cooling are based 
on the assumption that all of the supply air will be taken from outside. 
Provision should be made in most cases for the return of some air from the 
conditioned spaces for control purposes as well as for economy of fuel in 
winter. 


PRECOOLING 

Where sufficiently cold water from wells or streams is available, a 
saving in refrigeration may be obtained by the use, in location ahead of 
the dehumidifier, of precooling coils through which the cold water is 
circulated. The resultant cooling of the air decreases the load to be 
carried by the dehumidifier and refrigeration plant. In normal practice 
the water, aiter passing through the precooiing coils may be further 
utiUzed in the refrigeration plant condenser. The economic advantages 
of this s^me are apparent and it is frequently used. 
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SENSIBLE COOLING WITH UNWETTED COILS 

Under fawrable atmospheric conditions where a large wet-bulb depres- 
sion exists and the dew-point of the outdoor air is sufficiently low at all 
times, acceptable cooling may be obtained by removing only the sensible 
heat from the outdoor air delivered to the rooms. Under this condition 
of a great wet-bulb depression, a temperature-reducing coil may be 
located in the air stream and supplied with water from a cooling tower. 
When humidity control is desired, sprays to saturate or partially 
saturate the air may be used down-stream from the unwetted coil. 
Saturation or partial saturation after the coil will reduce further the dry- 
bulb temperature and the air quantity required. This system has very 
definite application in hot dry climates. 

RUN-AROUND SYSTEM 

An interesting method of control is found in the use of combined re- 
heating and precooling usually termed the run-around system. Typically 
three coils are placed in series in the air stream. The primary one receives 
liquid that has been cooled in the third coil. The center coil is main- 
tained at a temperature colder than the dew-point of the air. The 
primary coil thus pre-cools the air and the third coil reheats the saturated 
air from the center coil. The third coil is heated by the relatively warm 
water coming to it from the primary coil. The run-around scheme has 
the advantage of permitting a higher supply air dew-point temperature 
than would be possible otherwise. This is due to the fact that continual 
reheating is available, wffiich is not a large penalty on the refrigeration 
plant since it provides precooling at the same time. This reheating at 
peak load creates an artificial sensible heat gain which increases the ratio 
of sensible heat to total heat and for a given room temperature results in 
a higher apparatus dew-point. Thus, while the volume of supply air is 
increased, the low-side temperature level of the refrigeration plant is 
raised and this may effect savings in initial and operating costs. The 
run-around system has the disadvantage of providing a decreasing amount 
of heat for reheating as the demand for reheating increases, 

SELECTION OF TYPE OF SYSTEM 

If the perimeter of the building is large with regard to the area, and if 
there are many rooms, induction convectors of either the low or high 
pressure type may be employed. Occasionally a dual system, one duct 
carrying air at a warmer temperature than the other, may be considered. 

Low buildings with large floor areas may be divided into sections or 
zones with separate central air supply systems to facilitate temperature 
control. In the case of large department stores it may be possible to 
provide a single conditioner with a fan delivering the conditioned air to 
local mixing fans which supply the various departments or spaces. This 
application is limited by the practicability of running the large con- 
ditioned air ducts to the various recirculating fans. Each vertical section 
of the building also may be supplied by a separate fan delivering con- 
ditioned air to local mixing fans. In many cases the most economical and 
satisfactory scheme may be to employ a hot water or steam reheater in 
each branch duct to each room. Where vertical sectionalizing is not 
indicated, the building may be divided into horizontal groups, each 
handled by a central system and adequately zoned. In some large 




Central Systems for Comfort Air CotuUtionini 


801 


buildings, apparatus rooms for the systems may be located in the base- 
ment and in the attic and on intermediate floors. 

In high buildings the necessity for horizontal sectionalizing may be 
suggested by the size of air supply and return risers and by the extent to 
which they encroach upon usable space. Each story should be cut off 
by doors from other stories as otherwise the cool air tends to collect in the 
lower story and the warm air is forced to the upper story. 

Balconies and large lobbies in theatres and similar high rooms fre- 
quently justify the use of separate zoning fans, to counteract the tendency 
of the heavier, cooler air to collect at the lower levels. 

I'ans operate at full capacity continuously in many systems and there- 
fore should b(' selected for good efficiencies. In winter when higher 
temperature differentials are used, it is sometimes practicable to deliver 
smaller air quantities than when cooling. 

In climates where winter temperatures fall below freezing, the tem- 
pering coils should be of the steam-distributing type; or if they arc heated 
by a liquid, this liquid should contain some anti-freezing substance such 
as ethylene glycol. If hot water is employed in cold climates, the tem- 
perature control of the air should be obtained through use of face and 
l)y-pass dampers rather tliaii by throttling the valves, to prevent damage 
due to freezing. 

If zone reheaters placed in siipply duct branches are employed, they 
should be of such type? as to be heated over the entire surface so that 
no temperature-stratification can occur in the delivered air. Steam 
distributing-tube coils or mechanically circulated water coils are service- 
able in such cases and throttling valves may be used. 

Refrigeration equipment must be carefully selected to satisfy the 
particular requirements of each installation. For some small plants the 
evaj)orator may be placed in the air stream, when type of refrigerant and 
nature of occupancy permit. In many cases, chilled water coils are 
required by considerations of safety. Where low temperature and 
relative humidity arc necessary, brine, often of calcium chloride, may 
be indicated. 

Condensing requirements must have economic analysis. Wells, public 
water service, cooling towers and evaporative condensers present possibili- 
ties for consideration. Condenser water may have a secondary use for 
roof sprays in hot weather, and is usually suitable for lawn sprinkling. 
Most health department rules in cities prohibit any connection from 
refrigerant condensers that might permit the water to be used for drinking 
or lavatory purposes. 

Practically without exception, air cleaners should be provided for both 
outside and recirculated air. 

Control of temperature and of relative humidity by automatic means 
is vital, if comfort and economical operation of air conditioning equip- 
ment are to be attained. 

The insulation of ductwork is not merely a matter of economics but 
sometimes is a necessity from the standpoint of limiting the temperature 
change of the air between the conditioning apparatus and the point of 
final delivery. Such temperature change of the air should be taken into 
account when apportioning the air and sizing the ducts. When computing 
heating or cooling loads, due allowance must be made for the effect of any 
hot or cold ducts or pipes contained in the space under consideration and 
insulation must be incorporated where necessary or justified. Con- 
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sideration must also be given to the possibilities of condensation of 
moisture orj^ either the inside or outside surfaces of pipes, ducts, housings, 
fan encasements, etc., and insulation should be applied to prevent cor- 
rosion and water damage and to conserve refrigeration. 

The location of the apparatus room often is determined by building 
construction or available space. The closer the apparatus room is to the 
conditioned space, the less expensive are the ducts. If the equipment 
is noisy, it should be located at some distance from the occupied spaces or 
be provided with adequate sound and vibration treatment. The scattering 
of wet apparatus throughout a building is to be avoided unless suitable 
precautions are taken. It must be remembered that encroachment on 
spaces that are otherwise usable can be charged against the system as 
an operating cost. 

In general the apparatus should be arranged to have straight line air 
flow. Each change in direction is the cause of air resistance, and in 
addition elbows and offsets may cause eddy currents resulting in strati- 
fication. The usual order of equipment, teginning at the outside air 
intake is: weather hood or louvers, outside air dampers, return air con- 
nection, filters, tempering coils, cooling coils or sprays, by-pass connection 
with or without reheaters, reheaters, fan and distributing ducts. 

Screens at the intake f)revent the entry of large foreign matter, birds, 
etc. A hood or louver at the outside air intake prevents the entry of rain 
and snow. Since in most climates there are many days during which use 
of 100 per cent outside air unheated or uncooled may be economical, the 
areas of all air-passing and treating apparatus should be large enough for 
such a volume, and the exhaust or spent air equipment should be capable 
of discharging out of doors, all of the air admitted. 

The by-pass connection normally connects the return air duct system 
with the apparatus casing between the conditioner and the supply fan. 
Usually the by-pass opening is sized to handle about 50 per cent of the 
fan capacity where a variable by-pass is used, though extreme load varia- 
tions may require a larger size. It is at times good design to locate a 
reheating coil in the by-pass connection to permit using some by-pass air 
when heating is required. Since the relatively high resistance of the 
cooling coil or spray is to be balanced by the heating coil and by-pass 
connection, enough heating surface can be provided to raise the tem- 
perature of the by-pass air to the point where the mixture of by-passed 
air and conditioned air will have the required temperature. When a 
variable by-pass is used, a damper working in opposition to the by-pass 
damper should be placed across the face of the dehumidifier, for unless 
the resistances of the two are carefully balanced at all operating points, 
the proper mixtures of air will not be obtained. Outside air that has not 
been dehumidified should not be by-passed around a cooling coil or spray 
dehumidifier if accurate control of the delivered relative humidity is 
desired. Where the by-pass is made a part of the dehumidifier or con- 
ditioner and is located on the top or side of it, the return air connection 
should be arranged so that stratification of return air is insured, baffles 
being provided to accomplish this purpose if necessary. Where return 
air and by-pass air connections are taken off a return duct system, it may 
be necessary to install a back-draft damper between the return air con- 
nection and the by-pass connection. When the by-pass damper is at 
maximum opening it may be much easier for outside air to pass through 
the return damper, into the return diK:t connection and through me 
byipass than for return air to pass through the by-pass connection in to the 
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fan. Air tends to take the path of least resistance and, if the dehumidifier 
resistance is high, and if the return duct resistances are low, this situation 
is apt to occur. A recirculating air fan instead of a back-draft damper 
may be required for this case if the failure of return air to reach the 
dehumidifier or conditioner is a serious matter under reduced load 
conditions. 


LOCATION OF APPARATUS 

In general, the outside air intake, preheaters, and return air connections 
precede the conditioner, while the by-pass, rehcaters and fan follow it. 
In the case of a blow-through system, where the fan is located ahead of 
the conditioner, the leakage of air at the conditioner is outward instead of 
inward and may be accompanied by water leakage. 

The location of the complete apparatus assembly including the dehumi- 
difier will be dependent on the type of building, spaces available, struct- 
ural characteristics, etc. The type of conditioner used may limit the 
location under certain conditions. Where cooling coils employing chilled 
water or brine as the cooling agent are used, there are few limitations wath 
regard to location other than those of pumping power, working pressures, 
piping costs, etc. Where spray dehumidifiers arc used, very definite 
limitations present themselves, and these may require certain extraneous 
equipment to make the system workable. If several spray type dehumi- 
difiers are located on different levels, thus involving different water 
pressures, a surge or storage tank to which the return w^ater from each 
dehumidifier can be taken is required. Should the water level in the pan 
of the dehumidifiers be low in relation to that of the surge tank, return 
water pumps will be required, and these pumps will have to be operated 
until the water supply lines are drained in order to prevent flooding of the 
lower dehumidifiers. Where spray dchumidifiers are on the same level, 
equalizing lines between the pans may be required if a storage tank is not 
provided. It is exceedingly important that water-tight drained floors 
shall be provided under all overhead cooling systems, since water con- 
densed out of the air generally will be present and may damage the 
interior finish of the rooms below the apparatus. 

All of the various pieces of equipment from the outdoor air intake 
through the fan usually are connected together by sheet metal casings. 
Frequently the building structure or specially constructed walls or 
partitions may be used to form a portion of the casing. In any case the 
casing or connection must be sufficiently sturdy for the required duty. 
Sheet metal work must be well braced not only to prevent vibration under 
pulsations in air flow but also to withstand the abuse of normal usage. 
Casings should be braced wherever access doors are installed and all 
large panels should be adequately reinforced by structural steel. 

Accessibility for Service 

Each apparatus layout is to be made with accessibility in mind. Where 
cooling convectors are used, space for removing and repairing or replacing 
them should be provided. Adequate space is to be provided for the 
servicing and replacement of eliminators. Whether these accompany 
sprays or wetted coils, filters must be so located that the proper cleaning, 
replacement or routine servicing can be accomplished without difficulty. 
Free access to the bearings of all moving machinery is a necessity. 
Provision should be made for the complete removal and replacement of 
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any parts of the apparatus that are subject to wear, clotorioration or 
damage, whether it may be filter, fanwhcel, motor, pump, impeller or 
heat transfer surface. 


DESIGN PROCEDURE 

The customary design procedure is outlined herc^vvitli. For simplifica* 
tion the procedure is set up on the basis of a year-round system. For 
systems designed only for winter or summer, the unrelated parts may 
be omitted. 

1. Selection of design conditions (inside and outside). 

a. Summer. 

b. Winter. 

2. Determination of outside air requirements, 

3. Determination of cooling load. 

a. Room sensible heat gain. 

b. Room latent heat gain, 

c. Room total heat gain, 

d. Grand total heat gain. 

4. Determination of heating load, 

a. Room sensible heat loss, 

b. Room moisture loss. 

c. Humidification requirement. 

d. Total heating requirement. 

5. Determination of apparatus dew-point and dehumidified or humidified air quantity. 

a. Summer (full load and part load). 

b. Winter. 

6. Supply air temperature difference and quantity. 

a. Summer. 

b. Winter. 

7. Equipment selection. 

8. Equipment layout. 

The foregoing steps are merely typical. Many applications will require 
at least a preliminary investigation of some of the latter steps before 
proceeding with the earlier steps. A permanent record of all design 
assumptions and computations should be made and preserved for com- 
parison with the performance of the installation. 



Chapter 44 

OWNING AND OPERATING COSTS 


Fixed Charges : Amortization, Interest, Taxes, Insurance, Rent ; 
Maintenance Costs, Service Costs: Operating Refrigeration 
Equipment, Condenser Water, Heating 


T he purpose of this chapter is to discuss the owning and operating 
costs of heating, ventilating, air conditioning and refrigeration 
systems for buildings from an economic standpoint so that owners or 
prospective purchasers may compare the operating economics of one 
system with another and evaluate properly the over-all costs of the systems 
instead of considering only the first cost. 

There are cases in which it may be desirable to study the possibilities 
of installing a system for the purpose of obtaining a substantial increase 
in income or a better return on the investment due to: increased patron- 
age in theaters, stores, or hospitals; increased occupancy in office build- 
ings; improved efficiency of employees in offices or factories; or improve- 
ment in a manufactured product or a decrease in its cost of production. 

Owning and Operating Costs may be grouped under three headings: (1) 
Fixed Charges, (2) Maintenance Costs, and (3) Service Costs. 

FIXED CHARGES 

Fixed Charges, which are the costs of owning the system, include: (1) 
Amortization, (2) Interest, (3) Taxes, (4) Insurance, and (5) Rent. 

Amortization 

Amortization cost will depend on: (1) the total first cost, and (2) the 
amortization period. 

The total first cost of an installation is the actual dollar outlay or 
capital exf)enditure required to buy and install the air conditioning, or 
heating and ventilating system ready for operation. It can be divided 
into two parts: (a) The first cost of the air conditioning or heating and 
ventilating system itself, and {b), other first costs incurred because of the 
installation of the air conditioning or heating and ventilating system. 

The first cost of air conditioning or heating and ventilating systems 
includes the following: 

1. Heat producing equipment including boilers, burners, etc. 

2, Heat distributing equipment including direct radiation, piping, etc. 

3. Air handling equipment including fans, air heaters, air conditioners, filters, con- 
trols, etc. 

4. Air distributing equipment including ducts, outlets, grilles, etc. 

6. Refrigerating equipment including piping, pumps, etc. 

6. Water conservation devices including towers, evaporative condensers, etc. 

The best procedure for establishing the first cost of any system is to 
select the various parts after thorough engineering study, and then to 
estimate the installed costs of same. When such detailed work is not 
warranted or when only rough comparisons are desired between several 
types, approximate unit costs are of value as time savers. 

Approximate installed prices of the various parts are shown in Tables 
1, 2, and 3 and, as indicated, vary with the size or capacity of the equip- 
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merit. The apparatus and items included in each group are stated in the 
footnotes beneath the tables. By use of these three tables it is possible 
to obtain k reasonable approximation of the cost of heating or air con- 
ditioning a given space or building. In order to use the approximate 
values indicated in Tables 1, 2 and 3, a rough estimate of the load is 
required. If time does not permit a determination of the load and if 
extremely rough figures will suffice, Table 4 may be used as an indication 
of the price of various types of air conditioning applications. 

Other first costs, incurred because of the installation of the air con- 
ditioning or heating and ventilating system, include costs of electrical 
work, plumbing, miscellaneous piping, building alterations, cutting, 
patching, remodeling, or redecorating after installation, consulting 
engineer's fees, licenses, permits, etc. These vary so widely that no 
approximations are possible and each case must be considered alone. 

The length of the amortization period to be used depends upon: the type 
and remaining life of the building or space for which the system is to be 
used; the type of equipment to be employed as a part of the system; the 
character of the business; and the lease or ownership conditions. For 
small shops in rented quarters on short term leases, a period of 5 years or 
less may be proper, whereas for larger installations in buildings that are 
owned outright a period of 10 or 20 years or more may be used. 

Depreciation due to deterioration and obsolescence must also be 
considered in arriving at the amortization period. Deterioration and 


Table 1. Typical Installed Costs of Heat Producing 
AND Heat Distributing Systems 


Btu 

PBR 

Hour 

(Millions) 

(Steam) 

Thousands 

Boiler 
Horse i 

Power 

Cost in Dollars — per Million Btu per Hour«»*»» 

1 j 

2 

3 

4 

Boilers 

Water 

Tube 

Boilers 

Fire-Tube 

Hot Water 
System 
Forced 
Circula- 
tion 

Direct 

Radiation 

System 

Steam 

0.8 

3.3 

24 


2100 

8500 

7850 

1.2 

5.0 

36 

2300 

1750 

8200 

7600 

1.6 

6.6 1 

48 

2000 

1670 

8000 

7350 

2.0 

8.3 i 

60 

1850 

1460 

7800 

7200 

3.0 

12.5 

90 

1600 

1230 

7600 

7000 

4.0 

16.6 

119 1 

1400 

1100 

7500 

7000 

5.0 

20.8 

149 

1250 

980 

7500 

7000 

6.0 

25.0 

179 

1160 

920 

7500 

7000 

7.0 

29.2 

209 

1100 

880 

7500 

7000 

8.0 

33.3 

239 

1050 

850 

7600 

7000 

10.0 

41.6 

299 

1000 


7500 

7000 

12.0 

50.0 

358 

970 


7500 

7000 

14.0 

58.3 

418 

930 


7500 

7000 

16.0 

66.6 

478 

900 


7500 

7000 

18.0 

75.0 

538 

860 


7600 

7000 


•Colamtii 1 and 2 include hand Bred hoiler erected, with ehakins gratei and standard trimmingt, 
Column 1 includes brickwork and rotating soot blowers. Poundatioas and piping are not included. 

Cotumns 3 and 4 include direct radiation, piping valvl^ spedaltfes, and insulatioii. BoBera, condensate 
and dicttlating pumps, boiler connections, and all buildini construction or alterations are not included. 

bThe approodmate figures given above may vary as much as 30 per cfnt due to job conditions, labor 
idUa, and locaiity. These figures represent the selling prices of the individual Items wkated above based 
on ooetsenoouatered in the year It is suggested that correctioa be made according to the particulaf 
locality tor Increases in labor and material costs dnee that year. 
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Table 2. Average Installed Costs of Forced Air Heating 
AND Air Conditioning Apparatus 


CFM 

Supply 

Air 

(Thousands) 

Cost per CFM — Dollars*! 

1 

2 

3 

4 

Air 

Conditioning 

Equipment* 

Heating and 
Ventilating 
Equipment** 

Ducts 

Office Bldgs.o 

Ducts 

Specialty Stores® 

5 

0.300 

0.210 


0.250 

10 

0.270 

0.180 


0.249 

15 

0 . 2,50 

0.155 


0.247 

20 

0.235 

0.140 


0.245 

30 

0.220 

0.120 


0.240 

40 

0.210 

0.110 

0.340 

0.235 

60 

0.210 

0.110 

0.330 

0.230 

80 

0.210 

o.no 

0.325 


100 

0.210 

0.110 

0.320 


120 

0.210 

0.110 

0.310 


140 

0.210 

0.110 

0.305 


160 

0.210 

0.110 

0.295 


180 

0.210 

1 0.110 

0.290 


200 

0.210 

0.110 

0.280 



Mtr conditioning equipment includes fans and drives, filters, heaters, spray dehumidifiers or cooling 
coils, automatic controls. apiMuratus casings and insulation, aind recirculating pumps. 


^Heating and ventilating equipment Includes fans and drives, filters, heaters, automatic controls and 
apparatus casings. 

eincludes ducts, grilles, outlets, insulation where required and specialties. 

dXhe approximate figure given above may vary as much as 35 per cent due to job conditions, labor rates 
and locality. Figures are based on conventional systems. Building alterations, piping, plumbing and 
wiring are not included. These figures represent the selling price# of the individual items indicated above 
based on costs encountered in the year 1940. It is suggested that correction be made according to the 
particular locality for increases in labor and material costs since that year. 


Table 3. Average Installed Costs of Refrigeration Systems 
AND Water Saving Devices 


Tons 
Refrig- 
eration j 

Cost — Dollars Per Ton« 

1 

2 

3 i 

4 

5 

6 

Recipro- 

cating 

(Water 

Cooling)* 

Centrifugal 
(Water 
Cooling) • 

Recipro- 

cating 

Direct 

EXPANSIONb 

Evapo- 

rative 

Condenser® 

Cooling 

Tower 

Steel*! 

Cooling 

Tower 

Wood*! 

25 

147 


106 

47 



50 

132 

1 

86 

40 



75 

125 


77 

35 



100 

120 


72 

32 

47 

40 

150 

115 

137 

68 

30 

45 

38 

200 

113 

124 



44 

36 

250 

no 

115 



42 

35 

300 


107 



40 

1 33 

400 


97 



38 

! 31 

500 


93 



36 

1 29 

i 


aColumns 1 and 2 include compressors, evaporators, and water-cooled condensers; auxiliaries; electric 
motor, starter and drive; refrigeration piping, refrigerant and insulation of cooler and suction lines. Tur- 
bine driven centrifugal equipment may coat about 4 to 8 per cent more than motor driven, if condensing 
turbine and steam condenser, with supplementary equipment, are used. 

bColumn 3 indudes same items as Column 2 except evaporator and auxiliaries are omitted. 
oColumn 4— These values are additive to Columns 1 and 3. 

dColuntns 5 and 6 indude towers erected and a reasonable allowance for condenser water piping and 
pumps, 

•The approadmate figures given above may vary as much as 25 per cent due to job conditions, labor rates 
and locality, Buildlag alterations, supply water and plumbing connections, wiring, chilled water piping 
and ptimpc M not included In these figures and may vary widely. Chilled water piping and pump costs 
may vary ^twoen tlO imd 350 per ton of refrigeration effect These figures represent the selling prices of 
tito indli^aml items indicate above bated on costs encountered in the year 1940. It is suggested that 
oorrection be made accotding to the particular locality for increases In labor and material costs since that 
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maintenance generally go hand in hand. If a long depreciation period 
is to be used, then the item for maintenance, repair and replacement of 
wearing parts must be greater than for a short depreciation period. 

Obsolescence depends mainly on time required for the equipment to 
become out-moded. Air conditioning, particularly, would probably 


Table 5. Approximate Life of Equipment 
{Including Obsolescence and Deterioration)^ 


1. Heat Producing Equipment 

(a) Boilers. 

{b) Stokers and burners 

2. Heat Distributing Equipment 

(a) Piping — copper 

(b) Piping — iron... 

ic) Radiation — concealed 

{d) Radiation — direct - 

(«) Valves and specialties 

3. Air Handling Equipment 

{a) Filters — automatic 

(6) Heating and cooling coils 

(c) Spray humidifiers and dehumidifiers 

{d) Fans 

(e) Air conditioning units 

Motors 

(g) Electrical starting equipment 

(h) F^neumatic control systems 

(i) Electric control systems... 

4. Air Distributing Equipment 

(a) Ductwork- 

(b) Outlets, grilles 

(c) Duct insulation 

(d) Painting 

5. Refrigerating Equipment 

(a) Centrifugal refrigerating machines 

(b) Reciprocating relrigerating machines. 

(c) Motors and starters (see Item 3 above) 

(d) Piping — copper 

(e) Piping — steel 

(/) Pumps. — 

6. Water Saving Devices 

(a) Evaporative condensers. 

(&) Cooling towers. — 

(c) Wells 


Life in Years 


15 

10 


20 

10 

12 

10 

5 


8 

10 

10 

10 

10 

15 

8 

10 

8 


20 

20 

10 


15 

10 

20 

15 

15 


10 

10 

Varies Widely 


^Modern Air Conditioning. Heating and Ventilating* W. H. Carrier, R. E. Cheme and W. A. Grant 
(Pitman Pnblishini Corp, 1940, p. 66). 


suffer more from obsolescence in small plants than in large establishments. 
In addition the obsolescence of the building or property in which the 
equipment is installed may have a similar effect upon the equipment. 

An approximation of the useful life of various items of equipment and 
parts of systems is shown in Table 6. It should be noted that if an 
appropriate maintenance item is not established, the rate of equipment 
deterioration may be substantially increased. 
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Interest 

The interest chargeable may not represent the existing money rates. 
It may include an item to cover the diversion of capital or other items 
depending on existing tax laws which may make it necessary to charge 
interest due to diversion of capital as a cost item. It should be noted 
that interest may be based on an unamortized balance. As an example, 
a 15 year amortization period with a 4 per cent interest rate will approxi- 
mate a 2.1 per cent average annual interest rate. 

Table 6. Owning and Operating Cost 


First Cost 


Annual Service Cost 


Cost of mechanical s^tem — 
Oth#»r cost® 


Electric Power Costs 

Fans; _ 


First Cost (FC)— Total.. 


Pumps — Chilled water. 




Pumps — Condenser water.. 


Annual Fixed Charges 


Pumps — Well water 

Cooling tower fans 

Cooling tower pumps 

Rf»frigeratioo machines . , 

Amortization — Depreciation 
period Y years 


Miscellaneous or other 

Oas - _ 


Interest rate 1% 


Pna! 


Amortization and Deprecia- 
tion 

FC ^ 


Oil — for boilers or Diesel 

pnginfMa 


Steam 

For Hir^ct hating , , , 


^ Y 4- 1 

Interest: ^ ^ “ 

Taxes 


For Ventilation — preheat- 
ers 



For Ventilation — reheaters 
For Turbine driven equip- 
ment..... 


Insurance 





Annual Fixed Charges: 

(ToUl) 

i 

For Engine driven equip- 


Sewers 

Charges for discharging 
well water into public 

drainage systems 

Annual Service Costs — 

TOT AT. 

1 

i 

Annual Maintenance Costs 


Lubricating oil and grease. 






Summary 



nmgmii 



Wages of engineer or operator 
Annual Maintenance Cost — 

TOTAL 












Insurance 

The rate for insurance may vary considerably depending on the type 
of structure in which the equipment is located and upon other governing 
factors. A rate of about $0.60 p^ $1,000 may be considered as being 
representative for normal installations^ 

I ill the equipment tinder conmdemtion is to be located in rented or 
leased quarters it may be necessary tp include dn item for space rental. 
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An orderly arrangement of the various components of owning and 
operating costs, which will also serve as a check list to forestall inad- 
vertent omissions, is illustrated in Table 6. The formulae for computing 
amortization and interest are given in the table. Interest should be 
computed on the undepreciated portion of investment only. 

MAINTENANCE COSTS 

Maintenance costs include replacement parts and the labor required 
for making repairs, replacing parts, cleaning, painting, etc. It should 
be noted that major overhauling or complete replacement may restore 
the capital value of certain items of equipment, and in such cases the 
costs incurred may not necessarily be charged as maintenance costs. 
Generally, routine labor requirements will be the function of an operating 
engineer or staff and the responsibility of this group may extend beyond 
the equipment being discussed here; hence, it is important to include 
only an equitable share of the time of this group. Extraordinary repairs 
involving special machinery will usually be covered by contract with 
equipment service divisions and should be accounted for on that basis. 

Many of the items included in maintenance costs are highly variable 
and depend on the type and quality of the purchased equipment. For 
large air conditioning installations, using high quality equipment, some 
approximate costs per ton are given in Table 7. 

In addition to the costs listed in Table 7, consideration should possibly 
be given to other items such as: water treatment for boilers; other boiler 
and heating plant cleaning and repairs; repair and replacement of heating 
plant valves, traps, and vents; water treatment for cooling tower or 
chilled spray water; drive belts, possible damage due to freezing weather; 
cleaning of air ducts; and repairs to insulation. 


SERVICE COSTS 

Service costs include the costs for power, water, steam, coal, oil, etc., 
consumed to operate the system. 

From the selected equipment and type of installation, it is possible to 
segregate the relatively constant power loads and the total brake horse- 
power. Annual power cost can then be figured from the following formula : 


Annual power cost 

where 

bhp « Brake horsepower. 

H « Annual operating hours. 

R « Power rate, dollars per/kwhr, 

7j «■ Motor efficiency (decimal). 



( 1 ) 


In using Equation 1 it must be pointed out that the electric rate, R 
must reflect the proper combination of energy and demand rates. These 
vary widely between the utility conapanies, and sometimes the rate 
structure is such that it is largely the demand charge which determines 
the proper value of R to use in Equation 1. 


fiefiigerating Equipment Operating Cost 

In an air conditioning systan, the refrigerating equipment is usu^dly 
the: largest powa-.con8unung item to be considered. Also, the prediction 
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Table 7. Approximate Maintenance Cost for Large Air Conditioning 
Installations, Using High Quality Equipment 


! 

Dollars per Ton 
PER Year 

Repairs for refrigeration machinery 

Rf*trig<*ranf . .. 

0.60 

0.25 

Oil and 

0.07 

Painting (Water boxes and dehumidifiers) 

0.25 

Filters, clean and reoil 4 times per year 

0.85 

Cnntrok, oiitsidp sprvirp 

0.15 

Cleaning air conditioners 

1.15 



of operating cost is more complex, since the power required for summer 
cooling is affected by many factors which are of a variable nature. 
Among these are solar radiation, temperature difference between outside 
and inside, sensible and latent heat brought in with outside air, sensible 
and latent heat from people, heat released by electric lights, and, in 
some cases motor-driven equipment, cooking devices, and other equip- 
ment used in the conditioned spaces. Some of these factors vary with the 
weather while others are substantially independent of it. The relative 
proportion of each factor varies widely even among installations of the 
same application, depending on building layout and location, the size 
and quality of the establishment, the personal idiosyncracies of the owner, 
and other items. 

In a strict sense, it is necessary to evaluate the effect of all such factors 
in order to predict the operating cost of a refrigeration plant. In most 
cases this procedure will prove to be too tedious, or it may not be possible 
because the exact breakdown of load data is unknown. The use of a 
simplified semi-rational formula. Equation 2, which takes into account 
for each application the number of hours open for business and the 
geographical location, will provide a value of H which may be used in 
Equation 3 to determine the Season Power Cost, 

H^^mijb+cf) (2) 

where 

He » Equivalent full load operating hours of refrigeration equipment used for 
summer cooling during period May 15 to October 15; 

m * Total hours during period May 15 to October 15 that the establishment is 
open for business. 

b « Fraction of maximum load from internal heat under average operating con- 
ditions. 

c « Fraction of maximum load which is due to external sources at maximum design 
conditions. 

/ «■ Ratio of the number of hours for a particular city, when the outside wet-bulb 
exceeds 65 F, during the period June 1 to October 1 to the total number of 
hours during that same period. Total hours are assumed as 8 hr per day 
period for barber shops, department stores, funeral parlors, offices, short hour 
restaurants, and specialty shops and 12 hr per day period for drug stores, 
long hour restaurants, and theaters. 

Table 8 was calculated from Equation 2. It should be pointed out that 
certain southern cities may have seasons longer than the 5-month period 
indicated in Table 8. If it is desircid to consider a longer season of 
operation, the ratio of full load operating hours to hours open for business 
is smaller; in other words, the r^rigeration load factor is lower. This is 
true b^use the extra increment of days added will be at relatively light 
load, since the table already includes the more severe part of the season. 







Table 8. Equivalent Full Load Operating Hours of Refrigeration Equipment Used for Summer Cooling 

May 15 to Oct. 15^ 



•Modein Air Conditioning, Heating and Ventilating, by W. H. Carrier, R. E. Chernc and W. A. Grant {Pitman Publishing Corp. 1940, p. 73). 
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The season electrical power cost for refrigerating equipment is then 
given by the following equation : 


where 

bhpt 

r 

R 

'n 


Season power cost 


0.746 (bhpt) THtR 


(3) 


Brake horsepower per ton (see Fig. 1) for average load during period. (Due 
allowance should be made for poorer compressor efficiency at light load). 
Tons of refrigeration at maximum design load. 

Equivalent full load refrigeration operating hours (Table 8). 

Power cost, dollars per kwhr, including demand and energy charges. 

Motor efficiency at average load (decimal). 



CONDENSER TEMRERATURC, fAHRENHClT DECREES 


Fig. 1. Typical Brake Horse Power Requirements for Refrigeration* 

•Values given are representative of “F-12” reciprocating machines of about 25 tons capacity in air 
conditioning applications. Requirements of smaller machines are usually higher, and for larger machines 
may be lower. Values shown are for liquid refrigerant at condenser temperature (no subcooling). Sub- 
cooling of the liquid may decrease these values approximately 0.3 per cent to 0,6 per cent for each Fahren- 
heit degree the liquid temperature is lowered. 


Table 9 will be useful in estimating the design load in the absence of 
detailed load estimates. 

In considering refrigeration power consumption, it should be noted 
that the use of weather records for a specific year may lead to large 
inaccuracies in estimating operating costs, since there may be wide 
variations from year to year, and therefore, average yearly weather 
records should be used rather than those for any individual year. 

If the refrigeration compressor is steam turbine driven, the same 
general method can be followed, taking into account average water rate 
per bhp-hr and the cost of steam. 

Condmser Water 

Condenser water cost estimates can also be based on equivalent full 
load operating hours of the refrigeration equipment. The varying 
temperature of the water at its source, as well as the temperature of the 
discarded water, must however be taken into account. In general, when 
water is purchased, control is provided to hold the leaving water tem- 
perature (or condensing temperature) tironst^t; and in such case the 
entering water temperature becomes the major variable and the gpm 
per ton can readily oe calculated for any water temperature rise. 

The following equation for cost of condenser water is useful: 
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B « 0.060 a THtC (4) 

where 

B « Cost of water for refrigeration during period, dollars. 
a « Average gallons per minute (ton). 

T « Tons of refrigeration at maximum design load. 
i7e = equivalent full load refrigeration operating hours (Table 8). 

C =» Water cost, dollars per 1000 gal. 

The average gpm per ton must take into account the variable water 
temperature. When well water is used as a source, and entering and 
leaving temperatures are considered constant, the average gpm per ton 
obviously is equal to the design gpm per ton. However, when the source 
is river or lake water, its maximum seasonal temperature will generally 
be reached at the same time that the refrigeration load factor is highest. 

Table 9. Representative Tons per 100 Sq Ft for Various Applications 



Low j 

Avg 

High 

Department Store (Main Floor) 

0.50 

0.58 

0.67 

Department Store (Upper Floors) 

0.29 

0.46 

0.54 

Dress Shop 

0.29 

0.50 

0.71 

Drug Store..... 

0.33 

0.54 

0.83 

Lunch Room 

0.83 

1.08 

1.33 

Office Bldg 

0.21 

0.25 

0.38 

Restaurant. 

0.58 

0.75 

LOO 

Shoe Shop. 

0.29 

0.42 

0.63 

Theater (Tons per Seat) 

0.064 

0.078 

0.093 


The average gpm per ton should be calculated from known or estimated 
water temperatures because they vary through the season. Maximum 
water main temperatures are given in Chapter 37 but should always be 
verified locally. In lieu of this tedious work, the average gpm per ton 
may be taken as 80 per cent of design gpm per ton with reasonable accu- 
racy, for the condition of variable temperature of entering water obtained 
from rivers and lakes. 

When cooling towers or evaporative condensers are used, the windage 
and evaporation losses are usually between 3 per cent and 5 per cent of the 
water circulated. 

Heating 

The method of estimating fuel consumption to balance the building 
heat loss is given in Chapter 20, It is important to include the fuel 
required to heat ventilation air as used in ventilating and air conditioning 
systems. In estimating fuel consumption for ventilation air, the tendency 
of the conventional control systems to use less than the estimated 
quantity of outside air in cold weather should be considered in its effect 
in lowering fuel consumption. In addition, the heat required to accom- 
plish winter humidifying must not be neglected, when this feature is 
included in the equipment. 
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INDUSTRIAL AIR CONDITIONING 


General Requirements; Typical Applications in Storage and Processing: Air 
Quality Control, Control of Moisture Content and Regain, Conditioning 
and Drying, Control of Rate of Chemical and Biochemical Reactions, 
Control of Rate of Crystallization, Elimination of Static 
Electricity, 


I NDUSTRIAL air conditioning is as much concerned with the atmos- 
pheric conditions required for maintaining the health, safety and 
efficiency of workers as with those required for the manufacture, pro- 
cessing, and preservation of material, equipment and commodities. 

GENERAL REQUIREMENTS 

Specialists in the field of industrial hygiene should be consulted in case 
of doubt concerning the presence of airborne industrial hazards to health. 
Chapter 10, Air Contaminants, Chapter 12, Physiological Principles, and 
Chapter 13, Air Conditioning in the jPrevention and Treatment of Disease, 
will be of help in determining the atmospheric conditions which should be 
maintained around the worker. Comfortable conditions are desirable 
because they are likely to increase the efficiency of workers. 

Table 1 lists the temperatures and relative humidities required for 
storage of certain commodities and for manufacturing and processing of 
others. The desirable relative humidity may range from a low of 5 per 
cent in certain industrial applications, such as insulation winding pro- 
cesses, up to a condition approaching saturation, as in processes relating 
to textile, tobacco and baking industries. Relative humidities of 50 per 
cent or less are on the dry side and are conductive to low regains in hy- 
groscopic materials, drying out, increased brittleness of fibrous materials, 
increased static electricity, and tendencies toward increased dust libera- 
tion from the product. Relative humidities higher than 50 per cent are 
considered to be on the damp side. These conditions are conducive to 
high regain, promote softness and pliability in materials, decrease static 
electricity and tend to reduce the generation of product dust. 

The most favorable temperature will vary according to the specific 
material and particular process. In some cases the temperatures listed 
in Table 1 have no direct influence upon the product itself but do affect 
the efficiency of employees, which in turn affect workmanship, uniformity 
and the cost of production. Frequently a compromise between the known 
optimum condition for processing and that required for worker comfort is 
unavoidable. 

In many processes, the optimum air conditions are variable according 
to the stage and progress of the processing cycle from the raw material to 
the finish^ product. Some materials, such as cotton textiles, begin with 
a low relative humidity in the carding and picking rooms, and after passing 
through the various intermediate steps with a gradual increase of relative 
humidity, are subjected to relative humidities of from 75 to 85 per cent in 
the final stage of weaving. Other procfesses are encountered that require 
the reverse of this procedure, starting with a high relative humidity and 
finishing with a low relative humidity, as in the manufacture of glue and 
gelatinous materials and making gelatine capsules. 
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Safeguarding the health, safety and efficiency of workers requires con- 
trol of dusts, fumes, smokes, mists, fogs, vapors, and gases, and control 
of the effective temperature, which includes temperature, humidity and 
motion of air about the worker. 

General ventilation may be relied upon in some cases to control air 
contaminants. Chapter 9 gives information on natural ventilation. If 
mechanical ventilation is to be used. Chapter 32, Fans; Chapter 40, Air 
Distribution; Chapter 41, Air Duct Design; Chapter 33, Air Cleaning 
Devices; and Chapter 37, Spray Apparatus, furnish information on a 
broad range of industrial design conditions. If ventilation is to be pro- 
vided for isolated areas using booths or enclosures, or if local exhaust 
ventilation is to be emplo^^ed using hoods, exhaust slots or flexible tubes, 
fundamental design information will be found in Chapter 46 Exhausting 
and Conveying Systems. 

In controlling effective temperature, or in providing appropriate air 
conditions for storage and for processing, it may be necessary to humidify 
or dehumidify, to heat or cool, to clean and to transport the air. These 
subjects are treated in other chapters in the Guide. When exhaust venti- 
lation is used, care should be taken to properly admit a supply of air into 
the building to replace that removed ; otherwise the exhaust system may 
fail to perform its intended function. Chance infiltration should not be 
depended upon for this supply. Optimum results are most probable if the 
industrial process or project and its air conditioning system are designed 
together. 

TYPICAL APPLICATIONS IN STORAGE AND PROCESSING 

Air conditioning in storage and processing may have one or more of the 
following objectives: (1) air quality control, (2) control of moisture 
regain, (3) control of rate of chemical reactions, (4) control of rate of 
biochemical reactions, (5) control of rate of crystallization, and (6) elimi- 
nation of static electricity. 

Air Quality Control 

The control of humidity has proved to be useful in blast furnace 
operations; better uniformity of product and increased rate of production 
are the result. Very low humidity, with or without control of air flow and 
temperature, is essential in preserving stored machinery and instruments 
against corrosion. Control of temperature is necessary in high precision 
manufacturing. If, in addition to temperature, humidity is controlled 
and air cleanliness maintained, good conditions for gaging laboratories, 
for optical goods production, and for such processes as photographic film 
and pharmaceutical manufacturing may be provided. In libraries and 
museums, control of humidity and temperature is important to the preser- 
vation of the materials stored there; air cleanliness is of almost equal 
importance in minimizing damage during use or when cleaning the 
materials. In drafting rooms, control of temperature and humidity to 
eliminate sweating of workers reduces damage to drawings and tracings, 
improves accuracy of work that is to be used in direct transfer processes, 
and improves worker efficiency. 

Moisture ConleuI And Regain 

In the manufacture or processing of hygroscopic materials such as 
textiles, paper, wood, leather, tobacco and foodstuffs, the temperature 
and relative humidity of the air have a marked influence upon the rate of 
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'Fable 1. Temperatures and Humidities Applicable to Industrial Air 

Conditioning 


Industry 

Process 

Temperature 

Fahrenheit 

Deoreeb 

Relative 
Humidity 
Per Cent 

Automobile 

Assembly line.~ 

65 to 80 

40 to 55 

Precision parts — honing — machining 


75 to 80 

40 to 55 


Cake icing 

70 

50 


Cake mixing 

75 

65 


Dough fermentation room 

80 

76 to 80 


Dough retarding 

32 to 40 

76 to 85 


Loaf cooling 

70 

60 to 70 

Baking. 

Make-up room 

75 to 80 

55 to 70 


Mixing room 

75 to 80 

55 to 70 


Paraffin paper wrapping 

80 

55 


rVoof boxes 

90 to 95 

80 to 90 


Storage of flour 

65 to 75 

55 to 65 


Storage of yeast 

32 to 45 

60 to 75 


Vaccines 

below 32 


Biological 

Antitoxins 

38 to 42 


Products 

Blood bank 

38 to 42 

60 to Of) 


Penicillin (dehydrated) 

36 to 40 

Brewing 

Fermentation in vat room.„ 

44 to 50 
60 

50 

30 to 45 

Storage of grains 



Drying of auger machine brick... 

180 to 200 


Ceramic 

Drying of refractory shapes 

110 to 150 
80 

50 to 60 

60 

Molding room 



Storage of clay 

60 to 80 

35 to 65 

Chemical 

General storage 

60 to 80 

35 to 50 


Chewing gum rolling 

75 

50 


Chewing gum wrapping 

70 

45 


Chocolate covering 

62 to 65 

50 to 55 

Confectionery. . 

Hard candy making 

70 to 80 

30 to 50 


Packing.- 

65 

50 


Starch room 

75 to 85 

50 


Storage 

60 to 68 

50 to 65 

Distillery 

General manufacture 

60 to 75 

4t5 to 65 

Sforaerp of o'rairm 

60 

30 to 45 




Deliquescent powder 

75 

35 


Effervescent granulations 

80 

40 

Drug 

Liver extracts (powdered) 

70 

20 to 30 


70 to 80 
70 to 80 

30 to 35 

40 


Storage of powders and tablets...- 

Tablet compressing 


Packaging.- 

80 

40 




Insulation winding 

104 

5 

Electrical 

Manufacture of cotton covered wire., 

Manufacture of electrical windings... 

.Sforagp of piprfrical goods 

60 to 80 
60 to 80 
60 to 80 

60 to 70 

36 to 50 

35 to 50 





60 

60 


Dairv chill room 1 

40 

60 



60 to 70 

38 



70 to 80 

38 



40 

80 

Fnon 


60 

45 



31 to 34 

75 to 86 



32 

80 



30 

0 to 5 

80 

85 



36 

80 





Drying of furs 

no 

i»to40 

50 toi 66 



Storage of furs ^ — 
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Incubators 

Instruments.. 

Laboratory... 


Temperatures and Humidities Applicable to Industrial Air 
Conditioning — (C oncluded) 


Leather.. 


Library..... 

Linoleum.. 

Matches... 


Munitions.. 


Photographic.. 


Printing- 


Rubber.. 


Textile.. 


Tobacco,. 


Process 

Temperature 

Fahhenheit 

Deorbes 

Chicken. 

99 to 102 

Repair and calibration 

/ 

68 

General analytical and physical 

Storage of materials 

60 to 70 

60 to 70 

Drying of hides 

Mulling.„ 

90 

95 to 100 

Book storage 

65 to 70 

Printing 

80 

Manufacturing 

Storage of matches 

72 to 74 

60 

Fuse loading 

70 

Air drying lacquers 

Baking lacquers 

Air drying of oil paints 

70 to 90 
180 to 300 
60 to 90 

Binding, cutting, drying, folding, gluing.. 

Storage of paper 

Testing Laboratory 

60 to 80 

75 to 80 
60 to 80 

Development of film 

Drying 

Printing 

Cutting 

70 to 75 

75 to 80 

70 

72 

Binding 

Folding 

Press room f general) 

Press room (lithographic) 

Storage of rollers 

70 

77 

75 

75 to 80 

70 to 90 

Manufacturing..... 

Dipping of surgical rubber articles 

Standard laboratory tests 

Cementing 

90 

75 to 80 
80 to 84 

80 

Drying 

no 

Cotton — carding 

combing 

roving 

spinning 

75 to 80 

75 to 80 

75 to 80 

60 to 80 

weaving 

Rayon — spinning 

68 to 75 
i 70 

70 

weaving 

Silk — dressing 

75 to 88 

75 to 80 

spinning 

throwing 

75 to 80 

75 to 80 

weaving 

Wool — carding 

spinning 

weaving 

Testing Laboratory — 

75 to 80 

75 to 80 

75 to 80 

75 to 80 
70 

Cigar and cigarette making 

70 to 75 

Softening — . 

Sterftming or stripping — 

on 

75 to 85 


Relative 
HuMrorry 
Per Cent 

55 to 75 

50 to 55 

60 to 70 
35 to 50 


95 

38 to 5^ 


25 to 50 

25 to 50 

40 to 60 
40 to 60 
55 to 65 


45 

65 

60 to 78 
50 to 60 
50 to 55 


25 to 30 
42 to 48 
25 to 30 


50 to 55 
60 to 65 
50 to 60 
50 to 70 
85 
85 
60 

60 to 75 
60 to 65 
65 to 70 
65 to 70 
60 to 70 
65 to 70 
55 to 60 
50 to 55 
65 


55 to 75 
85 
70 
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production and upon the weight, strength, appearance and general quality 
of the product. The moisture content of materials having a vegetable or 
animal origin, and to a lesser extent minerals in certain forms, comes to 
equilibrium with the moisture of the surrounding air. This is the funda- 
mental basis for the control of certain physical qualities of the material 
during manufacture. With increase in moisture content, hygroscopic 
materials ordinarily become softer and more pliable. Standards of regain 
are fixed in the trade. 

Manufacturing economy therefore requires that the moisture content 
be maintained at a percentage favorable to rapid and satisfactory manipu- 
lation and to a minimum loss of material through breakage. A uniform 
condition is desirable in order that high speed machinery may be adjusted 
permanently for the desired production with a minimum loss from delays, 
wastage of raw material and defective product. 

In the processing of hygroscopic materials, it is usually necessary to 
secure a final specified moisture content suitable for the goods as shipped. 
Moisture content refers to free moisture (as in a sponge) and to hygroscopic 
moisture (which varies with atmospheric conditions). It is usually ex- 
pressed as a percentage of the total weight of material. Regain is more 
specific and refers only to hygroscopic moisture. It is expressed as a per- 
centage of the bone-dry weight of material. For example, if a sample of 
cloth weighing 100.0 grains is dried to a bone-dry weight of 93.0 grains, 
the loss in weight, or 7.0 grains, represents the weight of moisture origin- 
ally contained. This expressed as a percentage of the total weight (100.0 
grains) gives the moisture content or 7 per cent. The regain, which is 

7.0 

expressed as a percentage of the bone-dry weight, is or 7.5 percent. 

The use of the term regain does not imply that the material as a whole 
has been completely dried out and has re-absorbed moisture, 

A basis for calculating the regain of textiles is obtained by drying, under 
standard conditions, a sample from the lot and the dry weight thus ob- 
tained is used in the calculations to determine the regain. 

Table 2 shows the regain or hygroscopic moisture content of several 
organic and inorganic materials when in equilibrium at a dry-bulb tem- 
perature of 75 F and various relative humidities. The effect of relative 
humidity on regain of hygroscopic substances is clearly indicated. The 
effect of temperature is comparatively unimportant. Changes in tem- 
perature do, however, affect the rate of absorption or drying. Sudden 
changes in temperature cause temporary fluctuations in regain even when 
the relative humidity remains stationary. The rate of absorption or 
drying varies with the nature of the material, its thickness and density. 

During the preparation processes in a cotton mill, the cotton fibers 
should be in a condition to be easily carded. These preliminary processes 
are carried out best in a relative humidity of 50 to 55 per cent. As the 
cotton fiber comes to the spinning operation, more flexibility is needed 
and the relative humidity is increased in this department. Winding, 
warping and weaving are all processes calling for great flexibility and a 
consequent need for higher humidity. 

Rayons, like cotton, require different humidities and temperatures at 
different steps in manufacture, but on account of great loss of strength 
with the higher regains, should be finished in a relative humidity of 66 to 
70 percent. 
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Table 2. Regain of Hygroscopic Materials 
Moisture Content Expressed in Per Cent of Dry Weight of the Substance at 
Various Relative Humidities — Temperature, 76 F 


Classi - 

fication 

Material 

DBaCIlIPTION 

Relative Humidity — Per Cent 

Authority 



10 

20 

30 

40 

50 

60 

70 

80 

90 



Cotton 

Sea bland — roving 

2.5 

3.7 

4.6 

5.5 

6.6 

7.9 

9.5 

11.5 

14.1 

Hartshorne 


Cotton 

American— cloth 

2.6 

3.7 

4.4 

5.2 

5.9 

6.8 

8.1 

10.0 

14.3 

Schloesing 


(’’ottou 

fAbsorlient 

4.8 

9.0 

12.5 

15.7 

18.5 

20.8 

22 8 

24.3 

25.8 

Fuwa 

Natural 

Textile 

Fibers 

Wool 

Australian merino— skein 

4.7 

7.0 

8.9 

10-8 

12.8 

14.9 

17.2 

19.9 

23.4 

llartshorne 

Silk 

Raw chevennea— skein 

3.2 

5.5 

6.9 

8.0 

8.9 

10.2 

11.9 

14.3 

18.8 

Schloesing 

Linen 

Table cloth 

1.9 

2.9 

3 6 

4.3 

5.1 

6.1 

70 

8.4 

10.2 

Atkinson 


Linen 

Dry spun — yarn 

3.6 

5.4 

6.5 

7.3 

8.1 

8.9 

9.8 

11.2 

13.8 

Sommer 


Jute 

.Vverage of several grades 

3.1 

. 5.2 

6.9 

8.5 

10.2 

12.2 

14.4 

17.1 

20.2 

Storch 


Hemp 

Manila and sisal — rope 

2.7 

4.7 

6.0 

7.2 

8.5 

9.9 

11.6 

13.6 

15.7 

Fuwa 

llayoiis 

Viscose Nitroeellu- 
lose Cuprumonium 

Average skein 

4.0 

5.7 

6.8 

7.9 

9.2 

10.8 

12.4 

14.2 ; 

16.0 

Roliertson 


Cellulose .\cetute. 

Filler 

0.8 

1.1 

1.4 

1.9 

2.4 

3.0 

3.6 

4.3 

5.3 

Robertson 


M. F. Newsprint 

Wood pulp -24*^7 

2.1 

3.2 

4.0 

4.7 

5.3 

6.1 

7.2 

8.7 

10.6 

U.S. B. ofS. 


11. M. F. Writing 

Wood pulp — 3% ash 

3.0 

4.2 

5.2 

6.2 

7.2 

8 3 

9.9 

11 9 

14.2 

U.S. B.ofS. 

Paper 

Whito Bond 

Rag— 1% ash 

24 

3.7 

4.7 

5.5 

6.5 

7.5 

8.8 

10.8 

13.2 

i U. S. B. ofS. 


Com. Ledger 

75 % rag — 1 % ash 

3.2 

4.2 

5.0 

5.6 

6.2 

0.9 

8.1 

10.3 

13.9 

1 U.S. B.ofS. 



Kraft Wrapping 

Coniferous 

.3.2 

4.0 

5.7 

6.6 

7.6 

8.9 

10.5 

12.6 

14.9 

U. S.B.ofS. 


Leather 1 

Sole oak— tanned 

5.0 

8.5 

11.2 

13.6 

16.0 

18.3 

20 6 

24.0 

29.2 

Phelps 


Catgut 

Racquet strings 

4.6 

7 2 

8.6 

10.2 

12.0 

14.3 

17.3 

19.8 

21.7 

Fuwa 

Miso. 

Organic 

Materials 

Glue 

Hide 

3.4 

4.8 

5.8 

6.6 

7 6 

90 

10.7 

11.8 

12.5 

1 

Fuwa 

Rubber 

Solid tires 

0.11 

0.21 

0.32 

0.44 

0.54 

0.66 

0 . 76 ; 

0.88 

0.99 

Fuwa 

Wood 

Timber (average) 

30 

4.4 

5.9 

7.6 

9.3 

11.3 

140 

17.5 

22.0 

Forest P. Lab. 


Soap 

1 White 

1.9 

3.8 

5.7 

7.6 

10.0 

12.9 

16.1 j 

19.8 

23.8 

Fuwa 


Tobacco 

C/igarette 

5.4 

8.6 

11.0 

13.3 

16.0 

19 5 

25.0 

33.5 

50 0 

Ford 


White Bread 


0.5 

1.7 

3.1 

4.5 

! 6.2 

8.5 

11. 1 

14.5 

19.0 

Atkinson 


Crackers 


2.1 

2.8 

3.3 

3.9 

5.0 

6.5 

8.3 

10.9 

14.9 

Atkinson 

Food- 

Macaroni 


5.1 

7.4 

8.8 

10,2 

117 

13.7 

16.2 

19.0 

22.1 

Atkinson 

stuffa 

Flour 


2.6 

1 4.1 

5.3 

6.5 

8.0 

9.9 

12.4 

15.4 

19.1 

Bailey 


Starch 


2,2 

3.8 

5.2 

6.4 

7.4 

8.3 

9.2 

10.6 

12.7 

Atkinson 


Gelatin 


0.7 

1 6 

2.8 

3.8 

4.9 

6.1 

7.6 

9.3 

11.4 

Atkinson 


Asbestos Fiber 

Finely divided 

0.16 

0.24 

0.26 

0.32 

0.41 

0.51 

0.62 

0.73 

0.84 

Fuwa 


Silica Gel 


5.7 

9.8 

12.7 

15.2 

17.2 

18.8 

20.2 

21.5 

22.6 

Fuwa 

Inorganic 

Domestic Coke 


0.20 

0.40 

0.61 

0.81 

1.03 

1.24 

1.46 

1.67 

1.89 

Selvig 

Aiamnaja 

Activated Charcoal 

Steam activated 

7.1 

14.3 

22.8 

26.2 

28.3 

29.2 

30.0 

31.1 

32.7 

Fuwa 


Sulfuric Acid 

Il^Ot 

33.0 

41.0 

47.5 

52.5 

57.0 

6LS 

67.0 

73.5 

■ 

Mason 


Other textile fibers, due to their different natural characteristics, are 
processed under relative humidities and temperatures applicable to each. 

When hygroscopic materials absorb moisture from the surrounding air 
they deliver to the air sensible heat equivalent to the latent heat released 
by the moisture to the material. This may account for a small part of 
the total heat load of the conditioned space. 
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Conditioning and Drying 

In general, the exposure of materials to desirable humidities for treat- 
ment may he coincidental with the manufacture or processing of the 
materials, or they may be treated separately in special enclosures. This 
latter treatment may be classified as conditioning or drying. The purpose 
of conditioning or drying is usually to establish a desired condition of 
moisture content and to regulate the physical properties of the material. 
When the final moisture content is lower than the initial one, the term 
drying is applied (See Chapter 47). If the final moisture content is to be 
higher, the process is termed conditioning. In the case of some textile 
products and tobacco, for example, drying and conditioning may be com- 
bined in one process for the dual purpose of removing undesirable moisture 
and accurately regulating the final moisture content. Frequently con- 
ditioning or drying is made a continuous process in which the material is 
conveyed through an elongated compartment by suitable means and 
subjected to controlled atmospheric conditions. 

Control of Rate of Chemical Reactions 

A typical example of control of the rate of chemical reactions occurs in 
the manufacture of rayon. The pulp sheets are conditioned, cut to size, 
and passed through a mercerizing process. It is essential that during this 
process close control of both temperature and relative humidity should be 
maintained. The temperature controls the rate of reaction directly, 
while the relative humidity maintains a constant rate of evaporation from 
the surface of the solution and obtains a solution of known strength 
throughout the mercerizing period. 

Another well-known example in this class is the drying of varnish which 
is an oxidizing process dependent upon temperature. High relative 
humidities have a retarding effect on the rate of oxidization at the surface 
and allow the internal gases to escape freely as the chemical oxidizers cure 
the varnish from within. This produces a surface free from bubbles and 
a film homogeneous throughout. Desirable temperatures for drying 
varnish vary with the quality. A relative humidity of 65 per cent is 
beneficial for obtaining the best processing results. 


Control of Rate of Biochemical Reactions 

In the field of biochemical control, industrial air conditioning has been 
applied to many different and well-known products. All problems 
involving fermentation are classed under this heading. As biochemistry 
is a subdivision of chemistry, subject to the same laws, the rate of reaction 
may be controlled by temperature. An example of this is the dough room 
of the modern bakery. Yeast develops best at a temperature of 80 F. 
A relative humidity of 65 per cent is maintained to hold the surface of the 
dough open to allow the carbon dioxide gases formed by the fermentation 
to pass thrbugh and produce a loaf of bread, when baked, of even, fine 
texture without large voids. 

The curing of fruits, such as bananas and lemons, also comes under this 
classification. Bananas require a cycle of temperatures and relative 
humidities for ripening. The starches in the pulp of the fruit must be 
changed and the skin cured and colored, after which the fruit is cooled to 
maintain as low a rate of metabolism as possible. Ideal storage conditions 
range b^tw^n 56 and 60 F with about 76 per cent relative humidity arid 
ventilation at the rate of three or four air changes per hour. 
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The curing of lemons is an entirely different problem. Bananas are 
cured for a quick market, while lemons are held for a future market. The 
process, therefore, varies in the temperature used. Temperatures from 
54 to 59 F have been found to be best suited for this process. A high 
relative humidity of 88 to 90 per cent is necessary to hold shrinkage to a 
minimum and, at the same time, develop the rind so it will be sufficiently 
tough to permit handling. 

Tobacco from the field to the finished cigar, cigarette, plug or pipe 
tobacco, offers another interesting example of what may be done by 
industrial air conditioning in the control of color, texture and flavor. 
In the processing of tobacco, control of regain, of chemical and biochemical 
reactions is involved, and only through close atmospheric control can 
the best quality of leaf be developed. 

Clontrol of Rate of Crystallization 

The rate of cooling of a saturated solution determines the size of the 
crystals formed. Both dry- and wet-bulb temperatures are of importance, 
as the one controls the rate of cooling, w^hile the other, through evapora- 
tion, changes the density of the solution. 

In the coating pans for pills, gum and nuts, a heavy sugar solution is 
added to the tumbling mass. As the water evaporates, each separate 
piece is covered with crystals of sugar. A smooth, opaque coating is only 
accomplished by blowing into the kettle the proper amount of air at the 
right dry- and wet-bulb temperatures. The wet-bulb depression deter- 
mines the rate of moisture pick-up or drying by the air and may be termed 
the drying head. Of equal importance is the uniformity at which the wet- 
bulb is maintained. If this is allowed to vary, poor results will follow due 
to checking and cracking of the unfinished coating. 

Elimination of Static Electricity 

The presence of static electricity is very detrimental to the staisfactory 
and economical processing of many light materials, such as textile fibers, 
paper, etc. It is also extremely dangerous where explosive atmospheres 
or materials are present. Fortunately, this hazard is minimized by in- 
creasing the relative humidity if the material being processed is not 
damaged thereby. 

In attempting to eliminate static electricity, it must be borne in mind 
that for successful elimination the air that actually comes in contact 
with the material in the machine must be at a relative humidity of 50 
per cent or more. As some machines consume a great deal of power 
which is converted directly into heat, the temperature in the machine 
may he considerably higher than the temperature adjacent to the machine 
where the relative humidity is normally measured. In such cases, the 
relative humidity in the machine will be appreciably lower than that 
elsewhere in the room, and it may be necessary to maintain a room 
relative humidity of 65 per cent, or even more, before the desired results 
can be obtained inside tlie equipment. 

CALCULATIONS 

The methods for determining the heating and cwling loads for the 
various industrial processes are similar to tho^ outlined in Chapters 14 
and 16. The several other chaptem previously cited call attention to 
additional phases of calculation which may be needed. Because of the 
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large number of motors and heat producing units usual in an industrial 
application, it is particularly important that operating allowances for the 
latent and sensible heat loads be definitely ascertained and used in the 
calculation^ to determine the total design load. 
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Chapter 46 

EXHAUSTING AND CONVEYING SYSTEMS 


Classification of Systems^ Hood Design Principles^ Hood Suction and Indraft 
Velocities^ Duct System Design^ Air Cleaning Equipment^ Resistance of 
Systems^ Air Flow Producing Equipment^ 

Protection Against Corrosion 


I N many industrial plants some type of exhaust system designed to 
collect and remove dusts, fumes, mists, vapors and gases is essential 
in order to promote efficiency, economy, and safety of operation. Defini- 
tions of these various contaminants are included in Chapter 10, Air 
Contaminants. 

The theory of air flow in an exhaust system in the following paragraphs 
A to D will be found in a publication ^ of the American Foundrymen^ s 
Association, 

A, When the air flow producing equipment of an exhaust system is properly operated 
it will produce a negative pressure (below atmospheric) in the exhaust side of the system 
suflficicnt to overcome all resistance and to sustain the desired air velocity; and, further, 
will overcome all resistances on the discharge or positive pressure side of the system so 
that the air drawn through exhaust inlets will be discharged against atmospheric 
pressure. 

B, An exhaust system is entirely dependent on a sufficient volume of air flowing into 
the exhaust inlets to catch the matter to be exhausted before such matter has an oppor- 
tunity to diffuse into the general atmosphere of the work place or room. 

C The velocity of the air flowing into an exhaust inlet is usually of secondary im- 
portance and becomes an essential factor only when a certain velocity is required to 
overcome some force acting on the matter to be caught. The velocity within an exhaust 
system is only important to the extent that it shall be sufficient to convey the entrained 
matter and prevent it from settling or dropping out in the piping system. Velocity in 
terms of velocity pressure is most essential in designing a system because it is the basis 
upon which all calculations are made. In testing and decking a system the velocity as 
determined from the velocity pressure reading obtained by means of a Pitot tube is the 
only true indication of the exact air flow in a pipe or system. 

D, The total pressure within an exhaust system is only of importance in determining 
the power r^uired to operate the system. Total pressure tests do not indicate the 
proper functioning of an exhaust system as related to the volume and velocity of the air 
flowing into an exhaust inlet. 

General design information is included in this chapter which is intended 
to relate primarily to industrial exhaust systems. 

CLASSIFICATION OF SYSTEMS 

In general there are two basic layouts of exhaust systems, the central 
and the multiple unit system. In the central system a fan is located near 
the center of operations with a piping system radiating to the various 
machines to be served. In the multiple unit system, which is sometimes 
employed where the machines to be served are widely scattered, or where 
the operations are apt to be independent or intermittent, small individual 
exhaust fans are located at the center of the machine groups or at each 
machine. The unit arrangement has the advantage of flexibility. 

Exhaust systems may be classified with respect to the nature of the 
material to be handled by them as (a) those handling dust and (b) those 
handling fumes, mists, vapors and gas^. There is a marked difference 
in design details of systems serving dust producing operations and tho^ 
exhausting the more vapor-like matter even though the same basic 
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however, can be given since hood and duct dimensions are determined by 
the charactieristics of the operations to which they are applied. When a 
tentative decision regarding the set-up has been made, it is then necessary 
to obtain the suction and air velocities required to effect control. At this 
point the designer must rely upon the prevailing practice and on such 
physical data relating to hoods, duct systems and collectors as are avail- 
able. The fan speed must be sufficient to maintain the estimated suction 
and air velocities in the system. In general, the most important require- 
ments^ of an efficient exhaust and collecting system are: 

1. Hoods, ducts, fans, motors and collectors should be of adequate size and type. 

2. The air velocities should be sufficient to control and convey the materials collected. 

3. The hoods and ducts should be placed so as not to interfere with the operation of a 
machine or any working part. 

4. The system should do the required work with a minimum power consumption. 

5. When inflammable dusts and fumes are conveyed, the piping should be provided 
with an automatic damper in passing through a fire-wall. 

6. Ducts and all metal parts should be grounded to reduce the danger of dust ex- 
plosions by static electricity. 

7. The exhaust system should be readily accessible for inspection and care. 

HOOD SUCTION AND INDRAFT VELOCITIES 

The removal of dust or waste by means of an exhaust hood requires a 
movement of air at the point of origin sufficient to carry it into a collecting 
system. The air velocities necessary to accomplish this depend upon the 
physical properties of the material to be eliminated and the direction and 
speed with which it is thrown off. If the dust to be removed is already 
in motion, as is the case with high-speed grinding wheels, the hood must 
be installed in the path of the particles so that a minimum air volume 
may be used effectively. It is always desirable to design and locate a 
hood so that the volume of air necessary to produce results is as small as 
possible. This will reduce the size of equipment, the power required by 
the system, and also the heating load requirements in winter. 

Air Flow from Static Readings 

The static suction at the throat of a hood is frequently used in practice 
as a measure of the effectiveness of control. Where the hood coefficient 
is known the volume of air flow through any hood may be determined 
from the equation: 

e- 4005/A VX (1) 

where 

Q « volume of air flow, cubic feet per minute. 

A » area of connecting duct, square feet. 

hi « static suction measured 3 diameters from throat of hood, inches of water, 
ao orifice or restriction coefficient which varies from 0.6 to 0.9 depending on the 
shape of the hood. 

An average value of / is 0.71, although for a well-shaped opening a value 
of 0.8 may be used. The factor / is determined from the equation: 



where K is the velocity head in the connecting duct. 

The staMc suction is not a good measure of the effectiveness of a hood 
unless the area of the opening and the location of the operation with 
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respect to the hood are known. This is clearly indicated by Equation 3 
which shows that the velocity at any point along the axis varies approxi- 
mately inversely as the square of the distance. This formula coupled with 
Equation 1 should serve to indicate the velocity conditions to be expected 
when operations are conducted externally to the hood opening. 

Design Based on Total Air Flow 

Where the foregoing factors are not known, the usual method of 
designing an exhaust system is to base the air flow through the system on 
rates of flow through each hood which have been found by experience to 
provide adequate control. For woodworking systems the rates of flow 
given in Table 1, calculated on the basis of a branch velocity of 4000 
fpm, are adequate for control. Using these air flow rates, Table 2 gives 
the size of pipe connections to be used with the more common wood- 
working machines. Properly designed grinding and buffing wheel hoods 
have been found to be adequately controlled when the rates of air flow 
given in Table 3, calculated on the basis of a branch velocity of 4500 
fpm, are used. Table 4 gives the minimum branch pipe sizes to be used 
on the more common sizes of grinding and buffing wheels. 

In some states grinding, polishing and buffing wheels are subject to 
regulation by codes. The static suction requirements, which range from 
13^ to 5 in. water displacement in a i7-tube, must be followed in such 
states although in several instances they appear to be excessive. Fre- 
quently, in these operations, a large part of the wheel must be exposed 
and the dust-laden air within the hood is thrown outward by the centrif- 
ugal action of the wheel, thus counteracting useful inward draft. This 
tendency may be diminished by locating the connecting duct so as to 
create an air flow of not less than 200 fpm past the lower edge of the wheel. 

Controlling Air Velocities 

Exact determinations of hood control velocities are not available, but 
it is safe to assume that for most dusty operations velocities should not 
be less than 200 fpm at the point of origin. Recommended air velocities 
through hood openings for various processes are given in Table 5, For 
granite dust generated by pneumatic devices, velocities from 150 to 
200 fpm, depending on the type of hood used, are recommended as 
sufficient for safe control Considering the character of the industry, air 
velocities of this order may be extended to similar dusty operations. The 
method for approximately determining these velocities in terms of the 
velocity at the hood opening is given in Equation 3. 

No set rule can be given regarding the shape of a hood for a particular 
operation, but it is well to remember that its essential function is to create 
an adequate velocity distribution. The fact that the zone of greatest 
effectiveness does not extend laterally from the edges of the opening may 
frequently be utilized in estimating the size of hood required. Where 
complete enclosure of a dusty operation is contemplated, it is desirable to 
leave enough free space to equal the area of the connecting duct. Hoods 
for grinding, polishing and buffing should fit closely, but at the same time 
should provide an easy means for changing the wheels. It is advisable to 
design these hoods with a removable hopper at the base to capture the 
heavy dust and articles dropped by the operator. Such pro\dsions are of 
assistance in keeping the ducts clear. Air volumes used to control many 
dust discharges may often be reduced by effective baffling or partial 
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Table 1. Rates of Flow Through Branch Pipes of Woodworking Machines 


Pipe DiAMETfl|R. In. 

Air Volume. Cfm 

Pips Diameter. In. 

Air Volume, Cfm 

3 

200 

6 

800 

4 

350 

7 

1100 

5 

550 

8 

1400 


Table 2. Branch Pipe Size for Woodworking Machine Hoods 


Type of Machine 

Size. In. 

No. OF 
Branches 

Minimum Diameter. In. 

Min. 

Max. 

Bottom 

Branch 

Top 

Branch 

Others 

Self feed table saw 



2 

5 

4 


Other single saws 

18 

18 

1 

1 


4 

5 


Saws wdth Dado Head 



1 


5 


Band saws 

2 

3 

2 

3 

6 

2 

2 

2 

4 

5 

5 

4 

4 

5 


Disc Sanders 

18 

26 

32 

38 

18 

28 

32 

38 

48 

1 

1 

2 

2 

3 

4 

5 

4 

5 

5 

4 

4 

4 

4 

Triple drum sanders 

30 

36 

42 

30 

36 1 
42 

48 

1 

1 

1 

1 

7 

8 

9 

10 

! 


Single drum sanders: 

(area in sq in.) 

350 

700 

1400 

350 

700 

1400 

2800 

1 

4a 

5 

6 

7 



Horizontal belt sanders 

9 

9 

14 

2 

2 

5 

6 

m 


Vertical belt sanders 

6 

9 

6 

9 

14 

1 

1 

1 

B 

m 


Jointers 

8 






Single planers 

20 

26 

20 

26 

36 

1 

1 

1 

5 

6 

7 



Tenoner 



2 

5 

5 



aNot over 10 in. diameter. 


Table 3. Rates op Flow Through Branch Pipes, Grinding and Buffing Wheels 


Pipe Diameter. In, 



Air Volxjub, Cfm 

3 

226 1 

6 


4 


7 


6 



■ 
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Table 4. Branch Pipe Sizes for Grinding and Buffing Hoods 


Type of Wheel 


Grinding 


Disc Grinding 


Buffing, Polishing and 
Scratch Brushing 



enclosure of an operation. This procedure is strongly urged where dusts 
are directed beyond the zone of influence of the hood. 


Axial Velocity Formula for Hoods 

When the normal flow of air into a hood is unobstructed, Equation 3 
may be used to determine the air velocity at any point along the axis®: 


V 


0.1 Q 

»* + 0.1 i4 


(3) 


where V = velocity at point, feet per minute. 

Q ■■ volume of air handled, cubic feet per minute. 
X distance along axis, feet. 

A «■ area of opening, square feet. 


Velocity Contours 

It is possible by use of a specially constructed Pitot tube^ to map 
contours of equal velocity in any axial plane located in the field of in- 
fluence. It has been found that the positions of these contours for any 
hood can be expressed as percentages of the velocity at the hood opening 
and are purely functions of the shape of the hood®. 


Table 5. Recommended Air Velocities Through Openings in Hoods Enclosing 
Operations or Located Over Zones of Generation of Dusts, Fumes, 
Vapors and Gases Released in Certain Manufacturing Processes 


Condition op Gxnbration 

OP Contaminant 

Minimum Air 
VelociTT, FPM 

Released without noticeable 
movement....... 

50-100 

Released with low velocity 

100-200 

Active generation.^..... 

20(h500 

Released with great force.... 

6D0-2000 


Process 

Evaporation of vapors, exhaust from 
pickling, washing, degreasing, plating, 
welding, etc. 

Paint spraying in booth; inspection, sort- 
ing, weighing, packaging, low speed 
conveyor tranter points, rotating mix* 
tures, barrel filling. 

Foundry shakeout, high speed conveyor 
transfer points, crust^rs, screens. 

Grinding, tumbling mills, abrasive clean- 
ing. 
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Further, the velocity contours are identical for similar hood shapes 
when the hoods are reduced to the same basis of comparison. These facts 
are applicable to all hood problems so that when the velocity contour 
distribution is known, the air flow required can be determined. Fig. 1 
shows the contour distribution in two axial planes perpendicular to the 
sides of a rectangular hood with a side ratio of one-half. The distribu- 
tion shown is identical for all openings with a similar side ratio provided 
the mapping is as shown in the figure. The contours, of course, are 
expressed as percentages of the velocity at the opening. 

Low Velocity Systems 

On multiple installations of the same operation it is often possible to 
institute a great saving in power cost by designing an exhaust system 



Fig. 1. VELoaxY Contours for a Rectangular Opening with a Side Ratio of 
One-Half. Contours are Expressed as Percentages of the 

VELOaTY AT THE OPENING 


using low velocities in the main ducts. Such a system for use in grinding 
and shaping pjorcelain has been described®. In these operations, the 
separate machines are grouped around a central plenum chamber and 
exhausted by means of a low pressure fan connected to the plenum. In 
this case a power saving of over 90 per cent was obtained. A similar 
design technique has been described for use in ventilating plating tanks. 

Large Open Hoods . 

Large hoods, such as may be used for electroplating and pickling tanks, 
should be sub-divided so the area of the connecting duct is not less than 
one-fifteenth of the open area of the hood. Frequently, it will be found 
necessary to branch the main duct in order to obtain a uniform distri- 
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bution of flow. Canopy hoods should extend 6 in. laterally from the tank 
for every 12 in. elevation, and wherever possible they should have side 
and rear aprons so as to prevent short circuiting of air from spaces not 
directly over the vats or tanks. In most cases, hoods of this type take 
advantage of the natural tendency of the vapors to rise, and air velocities 
may be kept low. Cross drafts from open doors or windows disturb the 
rise of the vapors and therefore provision must be made for them. The 
air velocities required also depend upon the character of the vapors given 
oflf, cyanide fumes, for example, requiring an air velocity of approxi- 
mately 75 fpm on the surface of the tank and acid and steam vapors 
requiring velocities as low as 25 to 50 fpm. The total volume of air flow 
necessary to obtain these velocities may be approximately determined 
from the equation: 

Q--IAPDV (4) 

where 

Q = total volume of air handled by hood, cubic feet per minute. 

P perimeter of the tank, feet. 

D = distance between tank and hood opening, feet. 

V *= air velocity desired along edges and surface of tank, feet per minute. 

Lateral Exhaust Systems 

The lateral exhaust method, as developed for chromium plating is 
applicable in many instances in preference to the canopy type hoods. 
The method makes use of drawing air and fumes laterally across the top 
of vats or tanks into slotted ducts at the top and extending fully along 
one or more sides of the tanks. The slots are 1 in. wide and for effective 
ventilation a 2000 fpm exhaust air velocity at the slot face is advisable. 
In addition, the duct should not be required to draw the air laterally for 
a distance of more than 18 in. and the level of the solution should be kept 
6 to 8 in. below the top of the tanks. If width of tank is over 18 in. a 
double lateral exhaust may be used with slots on both sides. 

It has also been determined that a similar control may be used for tanks 
wider than 3 ft when the same velocity (2000 fpm) is maintained through 
a slot which is increased in. for every foot of width greater than 3 ft. 
When these slots must be extended more than 6 ft in length, some method 
of spreading the flow is necessary to provide even air flow distribution 
through the entire slot length. This can be accomplished by tapering the 
slot, which incidentally will add to the resistance of the system. A more 
economical approach is to place properly spaced vanes in the side ducts, 
or to branch the side ducts 

The flexible exhaust tube method may be advantageously used for 
removing dust or fumes. Flexible tubes having one end connected to an 
exhaust system and a slotted hood attached to the other end may be 
shaped at will to fit in with industrial processes without affecting the ease 
of operation. Efficient dust or fume removal may be had with use of 
relatively small exhaust volumes. This type of system may be used on 
swing grinders, portable grinding wheels, soldering operations, stone 
cutting, rock drilling, etc. 

Spray Booths 

In the design of an efficient spray booth, it is essential to maintain an 
even distribution of air flow through the opening and about the object 
being sprayed. While in many instances spraying operations can be 
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performed mechanically in wholly enclosed booths, the volatile vapors 
may reach injurious or explosive concentrations. At all times the con- 
centrations bf these vapors, and particularly those containing benzol, 
should be kept well below 100 parts per million in the breathing zone of 
the worker. Spray booth vapors are dangerous to the health of the 
worker and care should be taken to minimize exposure to them. 

It is recommended in the design of spray booths that the exhaust duct 
be located at the end of the booth opposite the opening. In front of this 
duct should be placed baffle plates which will cause a uniform air velocity 
distribution across the frontal area. The air volume should be sufficient 
to maintain a velocity of not less than 100 fpm over the open area of the 
booth (150 fpm is preferable where benzol or lead is present in the paint) 
and the vapors should be discharged through a suitable stack to permit 
dilution. It is good practice to pass the fumes or vapors through baffle 
type washers or scrubbers designed for efficient spray removal. 

Hoods for Chemical Laboratories 

Hoods used in chemical laboratories are generally provided with 
sliding windows which permit positive control of the fumes and vapors 
evolved by the apparatus. Their design should offer easy access for the 
installation of chemical equipment and should be well lighted. Air 
velocities should exceed 50 fpm when the window is fully open. 

Kitchen Hoods 

The length and width of kitchen hoods should be such as to extend 
beyond the extreme projection of the ranges, broilers, etc., over which 
they are installed. The minimum projection or overlap should be 12 in. 
Where space conditions permit, range hoods should be about 2 ft high so 
as to provide a reservoir to confine momentary bursts of smoke and 
steam until the exhaust system can evacuate the hood. Range hoods 
should be located as low as possible to increase their effectiveness. 

A steel plate placed horizontally within a kitchen hood and located 
sufficiently high above the level of the bottom of the hood to permit use 
of a row of lights within the hood along the edge has been found effective 
in improving the operation. The area between the edges of the plate 
and the edges of the hood should be selected according to the exhaust 
volume and velocity required. 

In general the amount of air to be exhausted from restaurant range 
hoods is at the rate of 100 fpm per square foot of face area. Thus, a hood 
4.5 ft wide by 30 ft long has a face area of 135 sq ft, which multiplied by 
100 fpm velocity results in a total air quantity to be exhausted of 13,500 
cfm. In some cases, where the application is principally frying and where 
it is not practical to install a hood 2 ft high, it is recommended that the face 
velocity be increased from 100 to 150 fpm, depending on peak load con- 
ditions in the kitchen. Exhaust connections to range hoods should 
dways be made at the top and back of hoods, and should be spaced pref- 
erably not more than 6 ft apart and be rectangular in shape with the 
long side parallel to the back of the hood. Exhaust openings into range 
hoods should be designed to maintain a velocity of 1600 to 1800 fpm. 

An approved fire damper with fusible Knk should be (and is required 
by code in many states) installed in the main exhaust duct or branch 
adjacent to the range hood. Should there be more than one hood con- 
nected to a common duct, then the branch duct to each hood should be 
provided with a fire damper. Access doors should be provided at the fire 
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damper for purpose of inspection, cleaning, or for renewal of fusible link. 
All exhaust piping to range hoods, commonly called grease ducts, should 
be provided with tight fitting cleanout doors of adequate size to permit 
easy removal of grease. Some engineers use filters to advantage in hoods 
which are subject to grease conditions. 

Hoods over steam tables should be of similar construction to range 
hoods. It is good practice to design such hoods with a face velocity of 60 
to 70 fpm. Hoods over dishwashing machines are usually relatively small 
and generally 1500 to 2000 cfm per hood is allowed, which is equivalent 
to a velocity of approximately 100 fpm per square foot of face area. 
Range hoods in diet kitchens are constructed the same as restaurant range 
hoods but with less exhaust air per square foot of face area, depending 
upon the nature of the food cooked. 

Hoods are not often used in private residences unless they are quite 
large and the consideration of expense is not important. For such 
residences the hoods should be designed on the same basis as diet kitchens. 
Most all residence kitchens can be effectively and economically venti- 
lated by the installation of a built-in kitchen ventilator, which should be 
located in an outside wall and in close proximity to the kitchen range. 
It has been found that the capacity of the built-in kitchen ventilator 
should be at least 350 cfm regardless of the size of kitchen. This can be 
justified on the basis that the smaller the kitchen the more concentrated 
the heat will be thus requiring a more rapid rate of air change. Standard 
size built-in kitchen ventilators are generally available in three sizes, 
namely 350, 500 and 800 cfm. The proper size to use will depend on 
design conditions and available wall space. 

DUCT SYSTEM DESIGN 

In designing a duct system it is necessary to recognize a few funda- 
mental principles (see also Chapter 41). Knowing the quantity of air 
required, the size of the duct may be computed from Equation 5: 



where 

A ■■ cross-section area of duct, square feet. 

Q «• air quantity to be handled by the duct, cubic feet per minute. 

V ■» velocity of air, feet per minute. 

Air Velocities in Ducts 

Where it is necessary to transport the particulate material collected in 
an exhaust system, minimum carrying velocities must be maintained in 
the ducts preceding the collector. It has been found that good results 
are obtained when design air velocities in horizontal runs are not less than 
2000 fpm or not greater than 5000 fpm. When the dust being carried is 
organic and other than wood flour, or similar material, a velocity of 2500 
fpm is adequate. Approximate required conveying velocities are given 
in Table 6. 

For duct systems wherein the air has no dust or solid load, a lower 
velocity is desirable, which may range from 1200 to 2000 fpm. In view 
of the fact that the horsepower required by a system depends directly 
on the resistance and the resistance is a function pf the velocity, eco- 
nomical design requires velocities of this magnitude. 



CHAPTER 46 


1948 Guide 


886 


The equal friction method is generally used for designing a duct system 
as this insups equal resistance to air flow in all branches throughout the 
system (see'Chapter 41). Long main ducts do not generally provide the 
most economical layout. Where it is necessary to ventilate a large number 
of machines, or machines which are widely separated, it is desirable to 
locate the fan at approximately the center of the system. With this 
arrangement it is possible to choose a fan which will deliver the required 
air quantity against a lower resistance pressure, and this will generally 
result in a horsepower saving. 

When a system carrying dust is designed with an oversize main duct to 
allow for future extension, the air velocity may be found to be too low to 
carry the dust, and serious plugging may occur. In this case it is desirable 
to install an orifice in the end of the pipe to allow for the lower air quantity. 

Construction 

The interior of all ducts should be smooth and free from obstructions 
at joints and soldered air-tight. Other sealing mediums are permissible 
where soldering is impracticable. 

Ducts should be constructed of galvanized sheet metal except when the 
presence of corrosive fumes or gases, temperatures above 400 F, or other 
factors would make galvanized material impractical. For the usual 
exhaust systems the metal thicknesses shown on Table 7 are recom- 
mended. Elbows and angles should be a minimum of two gages heavier 
than straight lengths of equal diameter. Hoods should be a minimum of 
two gages heavier than straight sections of a connecting branch. 

Longitudinal joints of ducts should be lapped and riveted or spot- 
welded on 3-in. centers maximum. Girth joints or ducts should be made 
with lap in direction of air flow, with 1 in. lap for duct diameters through 
19 in. and 13^ in. lap for diameters over 19 in. Elbows and angles should 
have an inside or throat radius of two pipe diameters whenever possible. 
Large radii are recommended for heavy concentrations of highly abrasive 
dusts. Elbows 6 in. or less in diameter should be constructed of at least 
6 sections and, if over 6 in. in diameter, of 7 sections, with angles pieced 
proportionally. Hoods should be free of sharp edges or burrs and re- 
inforced to provide necessary stiffness. Transitions in mains and sub- 
mains should be tapered with a taper 5 in. long for each 1 in. change in 
diameter whenever possible. All branches should enter the main at the 
large end of the transition at an angle not to exceed 45 deg or preferably 
30 deg. Branches should be connected only to the top or sides of mains, 
with no two branches entering diametrically opposite to each other. 
Dead end caps should be provided within 6 in. from last branch of 
all mains and sub-mains. Cleanouts should be provided every 10 
ft and near each elbow, angle, or duct junction in horizontal sections. 
Ducts should be supported sufficiently to place no loads on connected 
equipment and to carry weight of a system plugged with material. The 


Table 6. Approximate Conveying Velocities 


Material Conveyed 

Design Velocity 
FPM 

Vapors, gases, fumes, very fine dust .'i i 

2,000 

3,000 

3.500 

3,500-4,600 

4.500 and over 

Fine dry dust!fl __ .. 

Averng^e indiiaf-rial dniEtrA 

Cr^rse partieles 

Large particles, heavy Inads, fnnist* materials 
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maximum distance between supports should be 12 ft for 8 in. or smaller 
ducts and 20 ft for larger ducts. Six inches minimum clearance should 
be provided between ducts and the ceiling, wall or floor. Blast gates for 
adjustment of the system should be placed near the connection of a 
branch to the main and means of locking gates after the adjustments 
have been made should be included. Rectangular ducts should be used 
only when clearances prevent the use of round construction. Rectangular 
ducts should be as nearly square as possible. The weight of metal and 
the lap, and other construction details, should be the equal of round duct 
construction having a diameter equal to the longest side. All pipes 
passing through roofs should be equipped with collars so arranged as to 
prevent water from leaking into the building. 

The main trunks and branch pipes should be as short and straight as 
possible. 

Cleanout openings having suitable covers should be placed in the main 
and branch pipes so that every part of the system can be easily reached in 
case the system clogs. Either a large cleanout door should be placed in 
the main suction pipe near the fan inlet, or a detachable section of pipe, 
held in place by lug bands, may be provided. 

Every pipe should be kept open and unobstructed throughout its entire 
length, and no fixed screen should be placed in it, although the use of 
a trap at the junction of the hood and branch pipe is permissible, provided 
it is not allowed to fill up completely. The passing of pipes through fire- 
walls should be avoided wherever possible, and floor sweep connections 
should be so arranged that foreign material cannot be easily introduced 
into them. 

At the point of entrance of a branch pipe with the main duct, there 
should be an increase in the latter equal to their sum. Some state codes 
specify that the combined area be increased by 25 per cent. While this 
is not always good practice and is frequently done at the expense of a 
reduced air velocity, it is often done where future expansion of the exhaust 
system is contemplated. 

Duct Resistance 

The resistance to flow in round galvanized duct riveted and soldered at 
the joints may be obtained from Fig. 2, Chapter 41. The pressure drop 
through elbows depends upon the radius of the bend. For elbows whose 
centerline radii vary from 100 to 300 per cent of pipe diameter, the loss 
may be estimated from Table 8. It is sometimes convenient to express 
the resistance of an elbow in terms of an equivalent length of duct of the 
same diameter. Thus with a center line radius equal to the pipe diameter 
the resistance is equivalent to a section of straight pipe approximately 


Table 7. Gages of Metals for Exhaust Systems® 



^Fundamentals of Design. Construction. Operation and Maintenance of Exhaust Systems (American 
Foundrymen*s Association, p. 53). 
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10 diameters long, while with a center line radius 1 times the diameter, 
the resistance is apparently the same as that of seven diameters of 
straight pipe. 


AIR CLEANING EQUIPMENT 

Primary dust separators depend for their air cleaning action on centri- 
fuging out the dust particles or on imparting to the transporting air 
stream a quick change in direction, accompanied by a sudden reduction 
in velocity. They may be applied to exhaust systems from polishing and 
buffing wheels and, in some cases, as a preliminary separator ahead of a 
final dust arrester. 

Dust particles which cannot be caught in inertia type separators are 
usually removed by one of the following methods: 

1. Filtration. Of the filter arresters the cloth type, either of the screen, 
envelope, or bag construction, is most generally used for industrial ex- 
haust systems. Cloth arresters properly engineered for this job and 
handling dust for which they are suited operate at a good efficiency. 

2. Wet Collectors. Wet collectors have been in use for many years, 
but only recently have been introduced for collection of industrial dust 
from exhaust systems. They are particularly applicable where moisture 
is present in the air being exhausted. The resistance is relatively low 
in wet collectors suitable for dust removal and remains constant for a 
given exhaust system. 

3. High-tension Electrical Precipitation. High-tension electrical preci- 
pitation has been applied to removal of dust, fumes, and mists from air 
and other gases. (See section on Electric Precipitators in Chapter 33.) 

4. Dynamic Precipitators, This equipment effects removal of entrained 
dusts by means of a specially designed fan in which the rotating element 
imparts a centrifugal force to the dust particles. Originally these preci- 
pitators were intended for the collection of dry dust, but recently the 
construction has been modified to permit the introduction of water into 
the dirty air intake, thus increasing its application to more kinds of dust. 
Consideration must be given to the type of dust handled 

For additional information on dust and cinders, see Chapter 33, 
Air Cleaning Devices. 

RESISTANCE OF SYSTEM 

The maintained resistance of the exhaust system is composed of three 
factors: (1) loss through the hoods, (2) collector drop, and (3) friction 
drop in the duct system. 

The loss through the hoods is usually assumed to be equal to the suction 
maintained at the hoods. Where possible the resistance of the particular 
collector to be used should be obtained from the manufacturer. 


Table 8. Loss Through 90-Deg Elbows 


Elbow Cbntbb Line Radius in Pek Cent 

OB Pipe Diametee oe Depth 

Approximate Loss in Pee Cent 

OF Velocity Head 


50 

75 


100 

26 


150 

17 


200-^ 

14 
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Table 9. Corrosion Resisting Materials for Exhaust Systems® 


ACIDb 


MATERIAL 

Acbtic 

Chbomic 

IItdro- 

CHLORIC 

Htoro- 

rLDORlC 

Nitric 

Phos- 

phoric 

Sul- 

phurous 

Sul- 

phuric 

Metals 

Dil.jConc. 

Dil. Cone. 

Dil.j 

Cone. 

Dil. Cone. 

Dil.lConc. 

Dil. 1 Cone, 

Dil. Cone 

DiL 1 Cone. 

Aluminum » 

Good 

Fair 

Poor 

No Data 

Poor! Good 

Poor 

Poorj Good 

Poor 

Poor 

Poor 

Magnesium and Alloys...... 

No Data 

. .... ,. 1 

Good j Poor 

No Data 

No Data 

No Data 

No Data 

No Data 

Lead and Lead-Coated. — 

1 

Poor 

Good 

Poor 

Poor 

Poor 

Good 

Good! Poor 

Moly Alloy (60 Ni-20Mo\ 
-20 Fe). 

i 

i 

Good 

No Data 

Fair 

No Data 

Poor 

Poor 

No Data 

Good 

Monel Metal 

Fair 

Poor 

Fair 

|Poor 

Goodd 

Fairj Poor 

Fair i 

Poor 

GoodejPoor 

Bronse . . .._ 

Poor 

i 




1 

Good 


Silicon Iron 

Fair | Good 

No Data 

Fair j 

Poor 

Good 

Good i 

No Data 

Good 

StainlesB Steele (18 Cr - 

8 Ni ) ' 

Good 

1 

Good 

Poor 1 

No Data 

Good 

1 

Poor 

Good 

PooriGoode 

Enameled Steel 

No Data 

No Data 

Good 

Poor 

Good 

Poor 

No Data 

Good 

MrSCKLLANKODB 









Asbestos Comp 



Good except against strong acids and alkalies 



WooiL.. . 

Some woods are decomposed or softened faster than others. j 


Rubber 


I j 

! 

1 

Poor j [ 

Poor 


In general plastics resist weak acids and are decomposed by concentrated acid. 


^Standard Practice Sheet No. 116 (Division of Industrial Hygiene, New York State Labor Department). 

bAcid mists in air are more corrosive than as liquid in storage tank. Galvanized iron not resistant to 
add. 

cStainless steel of (24 Cr — 10 Ni) fairly resistant at low temperature for HCl and Ht POi. 

<1 Under most condiitions. 

cAt room temperatures. 

Friction drop in the pipes must be computed for each section where 
there is a change in area or in velocity. The velocities should be found 
in each section of pipe starting with the branch most remote from the fan. 
The friction drop for these sections can be determined by reference to 
Table 8 in this chapter and Fig. 2, Chapter 41. Total friction loss in the 
piping system is the friction drop in the most remote branch plus the drop 
in the various sections of the main, plus the drop in the discharge pipe. 

EFFIOENCY OF EXHAUST SYSTEMS 

The efficiency of an exhaust system depends upon its effectiveness in 
reducing the concentration of dusts, fumes, vapors and gases below the 
safe or threshold limits ' 

Too much emphasis cannot be placed on the necessity of testing exhaust 
systems frequently by determining the concentration of atmospheric con- 
tamination at the worker's breathing level “. Commonly accepted values 
of threshold limits for usual atmospheric contaminants will be found in 
Tables 3, 4 and 6, Chapter 10. 

AIR FLOW PRODUCING EQUIPMENT 

In any type of exhaust system some form of air flow producing equip- 
ment should be required to create the pressure necessary to cause the air 
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to flow through the system to the discharge stack. Natural draft should 
not be depended on to remove harmful or dangerous gases, fumes, mists, 
dusts, or other matter when it is imperative that such matter be removed 
from the work place or room atmosphere. 

The principal types of air moving equipment are chimney exhausts, 
venturi ejectors, centrifugal exhaust fans, disc or propeller fans, and 
axial flow fans 

Manufacturers generally provide special fans for the collection of 
various industrial wastes. These are available for the collection of coal 
dust, wood shavings, wool, cotton and many other substances. When 
substances having an abrasive character are conveyed, the fan blades and 
housing should be protected from wear. This may be accomplished by 
placing a collector on the negative side of the fan or by lining the housing 
and blades with rubber. 


PROTECTION AGAINST CORROSION 

The removal of gases and fumes in many chemical plants requires that 
metals used in the construction of the exhaust system be resistant to 
chemical corrosion. A list of the materials which may be used to resist 
the action of certain fumes is given in Table 9. Hoods and ducts, when 
short, may frequently be constructed of wood and be quite effective. 
Rubberized paints are available and may be applied as protective coatings 
in handling such gases and fumes as chlorine and hydrochloric acid. 
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T he term drying in a broad sense encompasses the removal of water, 
and occasionally other liquids, from gases, liquids, or solids. How- 
ever, the common usage of the word confines the meaning principally to 
the removal of water or solvent from solids. Dehumidification is the 
term that is commonly assigned to the drying of gases. This is usually 
accomplished by condensation or adsorption by various drying agents and 
is treated in Chapter 38. Distillation and more particularly fractional 
distillation is associated with the drying of liquids. 

It is usually more economical to employ, whenever possible, mechanical 
means of separating as much water as is practicable from the solid 
materials before undertaking drying or dehydration steps. These me- 
chanical methods such as filtration, screening, pressing, centrifuging, or 
settling usually require much less power and frequently less capital out- 
lay, thereby making the operation cheaper in terms of cost per pound of 
water removed. 


MECHANISM OF DRYING 

The course of drying of any substance under constant conditions of 
temperature, humidity, and air velocity and distribution, follows a 
definite pattern which can be represented by a graph such as F'ig. 1, which 
is that for a slab of whiting, wherein the rate of drying is plotted against 
the moisture content. The drying cycle may then be divided into three 
components: (1) Constant rate period. (2) Uniform falling rate period. 
(3) Varying falling rate period. 

One or more of these components may be missing for a substance under 
a particular set of conditions. 

During the constant rate period, water is being evaporated from the 
surface of the material at a rate comparable to that of a free water surface 
and moisture is being supplied by diffusion or capillarity to the surface at 
a rate equal to or greater than the evaporative rate. However, a point is 
reached at which the moisture reaches the surface at a rate less than the 
potential evaporative rate. The moisture content of the substance at 
which this occurs is known as the critical moisture. Up to this point the 
material is generally considered to assume the wet bulb temperature of 
the air. This is not strictly true as in many cases radiant heat is absorbed 
or some heat is supplied by conduction. 

During the uniform falling rate period, moisture is still evaporating 
from the surface, but the area of wet surface is constantly diminishing. 

During the varying falling rate period the water is vaporized beneath 
the surface and escapes as the vapor. As the thickness of the dried 
material increases, it becomes more difficult for the vapors to escape. 

Finally all drying stops at the equilibrium moisture content, where the 
vapor pressure of water in the air is equal to the vapor pressure of water 
in the material. The equilibrium moisture content varies with the humidity 
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of the air and the hygroscopic properties of the material as explained in 
Chapter 45. 

Omissions in Drying Cycle 

Many solids, such as lumber, are so dry at the beginning of the drying 
operation that the constant rate period of free surface evaporation does 
not occur. Frequently the surface of the material is dry enough so that 
no surface drying can take place, in which case only the final stage of sub- 
surface drying is involved. In other instances, the critical moisture con- 
tent of a wet solid is sufficiently low that sub-surface drying starts almost 
immediately after the conclusion of the constant rate period. Thus the 
intermediate state of unsaturated surface drying does not occur and the 
drying is of the sub-surface type during practically the whole of the 
falling rate period. With other kinds of material, particularly thin sheets, 
such as newsprint paper, sub-surface drying may occur at such a low 
moisture content that it is not encountered in commercial work, the 
falling rate period being confined in practice to unsaturated surface drying. 



FACTORS INFLUENCING DRYING RATES 
Temperature 

The driving force for evaporation is directly proportional to the differ- 
ence between the absolute humidity of the air being used and the absolute 
humidity of saturated air at this temperature. It may be seen from the 
psychrometric chart. Fig. 2, that as the temperature increases the hu- 
midity of saturated air corresponding to that temperature increases im- 
mensely. For example, at 100 F one pound of dry air will carry about 
0.04 pounds of water, while at 120 F this figure has become 0.08 pounds. 
Thus during the constant rate and uniform falling rate periods an increase 
in temperature will increase the drying rate. During the varying falling 
rate period, i.e., sub-surface drying where diffusion is the controlling 
factor, an increase in temperature will lower the viscosity permitting a 
more rapid drying. Temperature and thickness of the material are the 
only external variables which affect the drying rate during the variable 
falling rate period. The drying rate varies inversely with the square of 
the thickness of the material. 

In general, then, it is preferable to use as high a temperature as possible 
for any drying operation because of the faster rate of drying and the 
greater capacity of the air to remove water. During the constant rate 
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period of drying, the temperature of the material approximates the wet 
bulb temjierature of the air. Therefore, high dry-bulb temperatures may 
be employed. 

The nature of the material and its characteristics often determine the 
temperatures that can be employed with safety. For example, chemically 
combined water may be lost, cells may be steam exploded, charring may 
take place or exothermic reactions initiated if the product temperature 
exceeds a critical value. 

Humidity 

As previously pointed out, absolute humidity is the driving force for 
evaporation, therefore, a low humidity increases the drying rates. How- 
ever, certain materials if dried too rapidly may case harden, i.e., form a 
nearly impermeable skin which greatly reduces the drying rate. Also, 
certain undesirable physical changes may take place such as the cracking 
and warping of lumber. In such instances, it may even be necessary to 
increase artificially the humidity to assure satisfiictory drying by the 
recirculation of moist air or the use of water or steam jets. 

In the case of substances that must be dried at relatively low tem- 
peratures (120-140 F) it is often necessary to dehumidify the air to secure 
satisfactory drying rates. In such instances, a closed system using the 
adsorptive methods described in Chapter 38, is frequently applicable. 

Air Circulation^ 

Air velocity and distribution are important factors only in the first two 
periods of drying when surface evaporation is taking place. During the 
varying falling rate period of gaseous diffusion enough ventilation must 
be provided to prevent stagnation. The velocity of the air passing over 
the surface to be dried determines the rate at which the moisture-laden 
air is swept away. The more rapidly this moist air can be removed the 
more rapidly can evaporation occur. It has been demonstrated that this 
drying rate is a function of the 0.8 power of the velocity. Air directed 
perpendicularly to the drying surface exhibits the greatest efficiency in 
dispersing the dead air film. The limiting factors in air velocity are the 
power requirements to remove the air and the danger of blowing away the 
lighter particles of material. 

DRYING METHODS AND EQUIPMENT 

Drying systems are sometimes classified according to the method of 
heat transfer that is employed since the entire problem of drying resolves 
itself into individual problems of heat transfer and the thermodynamics of 
air and water vapor. The methods of heat transfer are radiation, con- 
duction and convection. Many types of dryers have been built on these 
principles for different purposes. 

Radiant Drying 

Sun drying, the oldest form known to man, is still practiced where the 
material is amenable to such treatmeryt, where the necessary time can be 
allowed, and where there is little danger of rain or atmospheric pollution. 

In artificial systems radiating surfaces, heated by steam, electricity or 
other means, afford a good method of heat distribution and control. 
Radiant heating sets up convection currents, and in low-temperature 
dryers only about one-third to one-half of the total heat for evaporation 
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is actually sypplied to the material by radiation. At high temperatures 
the radiation output increases rapidly, according to the fourth-power law. 
The total radiation may be computed by the equations and tables given 
in Chapter 5. In general, fins and irregular surfaces do not increase 
radiation, hence the area to be used in calculations is the area of a smooth- 
surface envelope enclosing the radiating elements. 

A certain amount of air circulation is required through a radiant dryer, 
in order to carry off the vapor. 

Radiant heat from infra-red lamps has been accepted by certain 
industries as practicable for their specific problems. An example of 
successful application is found in the drying of lacquers. 

Another highly specialized field coming under this heading is electronic 
drying in which ultra short waves are broadcast into the material and, by 
interference and adsorption, create heat internally. Some systems have a 
rather critical optimum frequency. Similarly a high frequency induction 
field may be employed (Sec Chapter 30). 

Conduction Drying 

Drying rolls or drums, fiat surfaces, open kettles and immersion heaters 
are examples of the direct-contact method. Intimate contact of the 
material with the heating surface is important, and in some cases agitation 
is desirable to increase the uniformity of heating or to prevent overheating. 

Greatest resistance to heat transfer occurs on the air side of the material 
being dried. The rate of heat transfer from the surface of the heated 
material to the air, and hence the rate of drying, may be increased by: (a) 
forced convection or air circulation and (b) vacuum operation to lower 
the boiling point of the liquid being evaporated. 

A rather interesting method of conduction drying was put into practical 
use during the war for the drying of blood plasma and has since been 
expanded to other fields such as the preservation of bacteria and other 
micro-organisms. This has come to be known as freeze drying or drying 
by sublimation. The material to be dried is first frozen and then placed 
in a high vacuum chamber connected to extremely low temperature 
condensers. The water is removed by vaporizing from the solid directly 
to the gas without ever becoming liquid. 

Convection Drying 

A limited amount of convection drying takes place in almost any dryer 
such as those described in the preceding paragraphs. However, to be 
classified as a convection dryer the principal source of heat is the heated 
air or other gases circulated in the dryer. There are a number of mechan- 
ical means of accomplishing this circulation of air or gases, each of which 
has some particular virtue. Brief descriptions of some important types of 
convection dryers follow: 

Rotary Dryers. These dryers are cylindrical drums usually having 
internal flights, as shown in Fig. 3, which cascade the material being dried 
through the air stream. The driers may be heated directly or indirectly 
and the air circulation may be parallel or counter flow. A variation is the 
roto-louvre type dryer, which introduces the air beneath the flights thus 
securing very intimate contact. 

Cabinet and Compartment Dryers. These are generally considered batch 
dryers wherein each charge is dried to completion before removal. A 
wide range includes types from the heated loft with only natural con- 
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vection, and usually poor and non-uniform drying, to the self contained 
units with forced draft and properly designed baffles which give positive 
results. It is also possible to evacuate some of the systems for low tem- 
perature drying of delicate or hygroscopic materials. These dryers are 
usually loaded with material spread in trays to increase the exposed surface. 
The trays are loaded directly into the dryer or may be stacked on trucks 
which are wheeled in. 

Tunnel Dryers, Tunnel dryers are a modification of the compartment 
dryer and as a rule are continuous or semi-continuous in operation. 
Heated air or combustion gas is usually circulated by means of fans al- 
though a few natural draft units are still in use. The material is handled 
on trays or racks on trucks and move through the dryer either inter- 
mittently or continuously. The air flow may be parallel, counter flow or 
a combination of the two, obtained by center exhaust. Further, the air 
flow may be across the surface of the trays or up or down through the bed 




Fig. 4. Section of Continuous Dryer, 
Blow-Through Type 


or in any combination of directions. By reheating the air in this type of 
dryer or recirculating it a high degree of saturation is achieved before 
exhusting the air. This reduces the waste of sensible heat. 

A variation on this type dryer is the strictly continuous type having 
one or more mesh belts which travel through the dryer carrying the pp- 
duct, such as Fig. 4. Innumerable combinations of temperature, humidity 
and air direction and velocity are possible. The labor requirement is low 
on such a dryer as it can be loaded and unloaded mechanically. There is 
the disadvantage of hot air leaks at the entrance and exit although these 
can be minimized by means of baffles or inclined ends where the material 
enters and leaves from the bottom. 

Spray Dryers, In recent years the spray dryer has become important 
for the drying of liquids in many fields, especially in the food industry. 

The liquid is atomized by means of pressure nozzles, air jets or centri- 
fugal bowls into the air stream of a tower or chamber. Inlet air tempera- 
tures may run from 250-300 F up as high as 1200 F. Drying is almost 
instantaneous because of the minute particle size. The dry powder ia 
separated from the air by cyclone separators which are sometimes followed 
by doth bags or scrubbing towers. 

Because of the high inlet temperatures and the relatively large volume 
of air required the effidency of the spray dryer is not too good and conse- 
qtiently is seldom used for dilute solutions (less than 30 per cent solids); 
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CALCULATION AND DESIGN 

Calculation of the factors involved in drying systems is very complex 
and frequently inaccurate. For typical examples of the calculations 
involved the reader is referred to the literature references. Under ideal 
conditions, however, the following relations hold for convection dryers 
during the constant rate period. 

Constant-Rate Period 

The rate of drying by air passing over a wet surface is directly pro- 
portional to the vapor pressure difference, and also proportional to the 
0.8 power of the air velocity. For practical calculations the wet surface 
is assumed to attain the wet-bulb temperature of the air passing over it, 
and evaporation takes place at constant rate under equilibrium condi- 
tions. The equation may then be expressed in three forms: 


R = C A « (AP) 

(1) 

R = C< A V (MI) 

(2) 

R = C” A * (AP) 

(3) 


where 

R = rate of drying during constant-rate period, pounds of moisture per hour. 

A — area of bed or material in contact with air, square feet. 

V = air velocity over material, feet per minute. 

AP = difference between vapor pressure at wet-bulb (surface) temperature 
and at dew-point of air. 

IH = difference between humidity ratio of saturated air, at the surface 
temperature, and the actual humidity ratio of the air stream, pounds 
of water per pound of dry air. 

AT = difference between dry-bulb and wet-bulb temperatures of air, t.e., the 
wet-bulb depression. 

C, C’, C" =* proportionality constants (for numerical values consult references). 

These equations are useful mainly for computing the effects of changes 
in of^rating conditions, such as changes in air velocity, air temperature, 
humidity and surface area. The equations assume that the material is in 
equilibrium at the wet-bulb temperature of the air. If equilibrium has 
not been reached, or if heat is being added to the charge by radiation or 
conduction, such conditions must taken into account. For large tray 
dryers or continuous surfaces, the logarithmic mean difference should be 
substituted for the simple difference in AP, AH and AT, 

Calculations other than these are probably best left in the hands of 
experts since considerable data with respect to time, temperature, hu- 
midity, air velocity and direction, bed load, pressure drop, recirculation, 
etc., must be obtained. These data may be based on past experience but 
are preferably obtained from experiments employing the conditions which 
are expected in commercial large-scale practice. 

Calculations involving the falling rate period are seldom satisfactory 
because of the number of variables involved but approximations may be 
made from empirical data obtained by experimentation. 

estialCting methods 

Values based on practical experience are available for rough estimating 
of drying problems. The temperature will drop approximately 8.5 F deg 
per (grain of water evaporated) (cubic foot of air, measured at 70 F deg) 
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or approximately 0.62 F deg per pound of air at any temperature. Air 
will drop ^5 F deg per cubic foot for each Btu extracted. Generally, 
air will absorb from 2 grains to 5 grains per cubic foot of air in one passage 
through an air dryer, depending on the temperature arid the degree of 
contact with the material. The amount of steam required to evaporate a 
pound of water will var>’ from 1.5 lb to a more usual figure of from 2.5 to 
3 lb of steam per pound of water evaporated. 
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TRANSPORTATION AIR CONDITIONING 


Railway PasBenger Car Ventilation^ Method of Air DUtribution^ Air Cleaning^ 
Winter and Summer Air Conditioning, Humidity and Temperature Control, 
Summer Air Conditioning for Bubcb and AutomobileB, Airplane Air 

Conditioning 


T he principles of air conditioning applying to stores, restaurants, 
hospitals, theaters, and homes are in general applicable to railway 
passenger cars, buses, automobiles, and ships. However, the equipment 
used for mobile applications must meet additional requirements. Espe- 
cially important are features of lightness, compactness, and accessibility 
for quick inspection and servicing. Freedom from vibration which could 
be transmitted to the passengers is essential. (For Air Conditioning of 
Ships see Chapter 49.) 

RAILWAY PASSENGER CAR VENTILATION 

In non-air-conditioned cars, ventilation is accomplished by exhaust 
fans, roof ventilators, and by opening doors and windows. This practice 
provides an ample supply of outside air but does not prevent the entrance 
of smoke, cinders, and other dirt. 

An average passenger car contains approximately 5000 cu ft of air and 
may seat 80 passengers, who are continually liberating heat, carbon 
dioxide, moisture, odors, and some organic matter from their breath, skin 
and clothing. The heat and moisture can be removed by cooling and 
dehumidification, but the other constituents can be successfully handled 
only by proper ventilation and air cleansing. In the average car, from 
2000 to 2500 cfm should be circulated by the air conditioning unit. Some 
of this air may be recirculated, but a portion of it should always be 
brought in from the outside. The amount of outside air will vary from 
15 to 90 per cent of the total air circulated depending upon the type of 
car, number of passengers, air temperature, humidity, odors, and smoking. 

Careful attention must be exercised in specifying the rate of outside air 
taken in so as to fit the type of service adequately and yet not to supply 
more ventilation than is necessary. Conditioning this outside air is a 
major factor in determining the size of summer and winter equipment. 
With present average ventilation requirements, about 30 per cent of the 
cooling capacity and sometimes as high as 50 per cent of the heating 
capacity are necessary to handle the outside air load. 

For normal conditions, 10 cfm of outside air per passenger is sufficient. 
When smoking is permitted, at least 15 cfm should be admitted.. In 
some of the dining cars and de luxe sleeping cars, outside air rates as high 
as 20 and 30 cfm per occupant are used. 

Method of Air Distribution 

Railway cars present critical problems in air distribution because the 
air space per passenger is small and the sjin load is ^eat. Three principal 
methods are used to distribute the air to the interior by fans or blowers: 

1. A ceiling duct lengthwise along the center of the car. 

i. One or two side ducts built on the outside of monitor-roofed cars, or on the inside 
cf turtle-backed or arch-ro(^ed cars. 

m 
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3. A perforated ceiling supplied by an overhead duct. From one-half to the full area 
of the ceiling is used for distribution of air although practical considerations generally 
limit the available area to about two-thirds. 

Delivery grilles and plaques designed to give considerable entrainment 
and mixing are often used to prevent cool drafts. 

Smoking rooms present a special problem. The cloud of smoke that 
usually hangs near the ceiling can be broken up by directing the incoming 
air along the ceiling at a velocity somewhat higher than that used for the 
rest of the car. The air should be exhausted through the washroom or 
lavatory. For compartments an adjustable supply grille of suitable size 
and design should be provided and provision should be made in the door 
or partition for the removal of used air. 

Lower berths should be provided with an adjustable air outlet which 
will discharge air at low velocity in any desired direction. 

Recirculating air grilles are usually of the straight flow type. Outside 
air intakes are usually located in the vestibule, on the side of the car, or 
on the roof, depending upon location of cooling coils. On many of the 
recently air-conditioned cars, there are no dampers or shutters at the out- 
side air intakes; the percentage of outside air is controlled by adjusting 
the flow through the recirculating grille. 

A considerable number of coach cars is now being equipped with return 
air ducts fitted in the structure of the baggage racks. Part of the air 
circulated is returned to the blower unit through these ducts and part 
through the car body. This arrangement reduces the velocity of air 
returning through the car body and removes smoke fumes at the source. 

Air Cleaning 

All air circulated by the blower is filtered before passing over the cooling 
coils. In some cars the outside and recirculated air is filtered separately 
before mixing, while in others the air from the two sources is mixed before 
passing through a common filter. Filters in use are made of metal, wool, 
cloth, spun glass, hemp, paper, hair, and wire screen. Most filters have a 
viscous coating of oil for greater cleaning efficiency. Some types may be 
cleaned, retreated, and re-used while other types are discarded when dirty. 

Activated carbon units sometimes are used in addition to the regular 
filters for adsorbing odors and other impurities, thus reducing the amount 
of outside air necessary for ventilation. 

Trials are also being made of electric precipitation for air cleaning. In 
this system the coarser particles are removed from the air by mechanical 
separation, the finer materials being precipitated by electro-static action. 

RAILWAY PASSENGER CAR WINTER AIR CONDITIONING 

The majority of cars in service use steam from the locomotive or from 
an oil-fired boiler for winter heating. In some instances electrical energy 
from a generating set or motive power supply is utilized for heating. In 
still other cases electrical energy and waste heat from individual car 
engine-generator sets are employed. The peak heating loads may 'vary 
from 150,000 to 250, 0(K) Btu per hour, depending largely upon the amount 
of insulation used in the car, the type of windows (whether single or 
double glazed), and the ventilation rate. 

From 80 to 50 per cent of the total heat required is supplied by means 
of finned tempering coUs or resistance heaters located in the outside air 
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duct. The remainder is usually supplied by finned tubing located along 
the sides (pf the car near the floor to prevent drafts about the feet. 

RAILWAY PASSENGER CAR SUMMER AIR CONDITIONING 

Three general types of refrigerating equipment are being used in 
conditioned railway cars and rail motor cars in the United States. Of 
these approximately 23 per cent use ice, 19 per cent use steam jet 
systems, and 58 per cent employ mechanical compression refrigeration 
systems. The systems were modified somewhat to meet the requirements 
of mobile service. 

Air cooled or evaporative condensers are always used, with the result 
that mobile cooling equipment operates at higher temperature, pressure, 
and power requirement levels than stationary equipment. 

The maximum cooling and dehumidifying load may vary from 60,000 
to 96,000 Btu per hour per car. An average ice-activated system for such 
capacities uses about 500 lb of ice and 1.2 kw per hour. The increase in 
car weight due to such a system is approximately 8500 lb. 

A steam jet system will require 180 lb of steam and 3.3 kw per hour, 
and will add weight per car of 8000 lb. 

With mechanical compression systems, all of which use dichlorodifluoro- 
methane as a refrigerant, the problem of driving the compressor (approxi- 
mately 10 hp) is complicated by the necessity of having motive power 
available at all times whether the car is in motion or standing still on the 
right-of-way or in a terminal where auxiliary power plugins are available. 
Where compressors are driven from car axles, additional refinements in 
the drive are necessary in order to obtain the required cooling capacity 
from a variable speed power source. Numerous schemes for generating 
sufficient electrical energy from the car axle for lighting, ventilation, and 
summer air conditioning are in use, and their operation is closely inter- 
locked with compressor demands, battery charging, etc. It is difficult 
therefore to estimate the weight of a compression air conditioning system, 
but it is probably in the vicinity of 6000 to 8000 lb. The power required 
by such systems is from 5 to 10 per cent of the total locomotive power. 

Several schemes for relieving the locomotive of this compression load 
are used. Some of the articulated trains, which run as unit equipment — 
the same cars always in the same train — employ a head-end, engine- 
generator unit for supplying power to compressor motors. In other cases, 
especially in many of the new streamlined trains, propane fueled engine- 
driven generators on individual cars are used to supply power to motors, 
and power for car lighting and accessories. Gas engine compressor com- 
binations on individual cars provide attractive low weight equipment 
where automatic engine operation is permissible under all circumstances. 
Diesel-powered generator units have been used experimentally on in- 
dividual cars for supplying electrical energy and in some cases waste 
engine heat has been used either for modulating refrigeration with a 
reheat cycle or for car heating purposes. 

RAILWAY PASSENGER CAR HUMIDITY AND TEMPERATURE 

CONTROL 

Little humidity control has been attempted on cars up to the present 
time. A certain degree of automatic humidity control is secured with 
cooling, but the relative humidity obtained depends largely upon the 
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temperature of the evaporator, which should be below the dew-point 
temperature of the air. With certain outside atmospheric conditions it 
may not be possible to operate conventional equipment with a sufficiently 
low evaporator temperature to reduce the humidity without dropping 
the temperature too low. 

There is at present a trend toward the reheat system in which the 
evaporator temperature is carried sufficiently below the dew point to 
obtain proper dehumidification; the dehumidified air is then heated to 
the proper dry-bulb temperature for comfort by passing it over a steam 
coil, or a coil heated by high temperature liquid from the condenser. 
Where an internal combustion engine is used as a power source the waste 
engine heat can be used to good advantage for reheating the dehumidified 
air. 

During the heating season a steam or water spray controlled by a 
humidistat can provide moisture for humidification, but unless properly 
controlled, condensation will appear on the windows. There are several 
cars using this feature. 

Temperature control, by thermostats and relays capable of withstand- 
ing vibrations, is usual equipment. Manual zone control for varying out- 
door conditions, as well as controls which regulate the car temperature 
automatically in accordance with outdoor conditions, are employed. 

A system coming into extended use has a thermostat controlling the 
dry-bulb temperature, and reset by the wet-bulb temperature, in order to 
approximate best comfort conditions. 

Simplified controls from the standpoint of operation by train crews and 
especially from the servicing viewpoint are very desirable. The control 
of summer temperatures is accomplished mainly by cycling the complete 
cooling system; however, modulation is being effected by using multiple 
evaporators in which a fixed portion may automatically be cut out of 
operation to suit the cooling capacity requirements and to keep the equip- 
ment in operation for longer periods. With motor or engine driven com- 
pression equipment modulation of compressor capacity to suit the reduced 
evaporator capacity is accomplished by changing motor or engine speed, 
or by varying the number of compressor cylinders in operation. 

For further information on controls, see Chapter 34. 

PASSENGER BUS SUMMER AIR CONDITIONING AND 

VENTILATION 

The highways in the United States are now traveled by thousands of 
air-conditioned passenger buses. Many of the facts stressed in connection 
with the design and installation of summer conditioning equipment in 
railway cars are even more important in these newer vehicles. Weight 
and space limitations are more stringent, and the problem of circulating 
from 900 to 1200 cfm of air in coaches carrying from 25 to 40 passengers 
with about 35 cu ft of space per passenger without drafts is not easy to 
solve. 

Some bulkhead delivery systems have been used and, while the over- 
head package racks have served to break up drafts to some extent, these 
installations are not gaining in popularity. Longitudinal ducts in the 
comers above the package racks are sometimes us^ to carry conditioned 
air to a series of outlet louvers along the top of the windows. Other 
designs provide for false spaces below the package racks which serve as 
ducts to distribute air to entrainment grilles in the bottom of the racks 
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or to distributing slots at the edges of the package racks. Some coaches 
employ a false ceiling to provide a duct, with delivery taking place from 
numeroui perforations in the ceiling. 

Return air grilles and filters are usually located near the rear ceiling 
where the evaporator is placed. Outside air intakes and filters are located 
preferably near the front of the vehicle so as not to contaminate this 
supply with exhaust fumes and road dust. Of the 30 cfm circulated per 
person, about 8 to 10 cfm are outside air. Power for the motor driving the 
centrifugal fans is obtained from the bus battery. 

More recently a coach design has been brought out which provides for 
a number of return air outlets below the seats; these permit return air to 
enter a longitudinal duct below the floor. The filters and evaporator are 
located in this duct near the front of the vehicle. A central heating coil 
utilizing waste heat from the coach engine is also located in this duct. 
Conditioned air is delivered through a pair of vertical ducts to a package 
rack distribution scheme. 

Summer conditioning systems for these vehicles range in cooling 
capacity from 36,000 to 48,000 Btu per hour. Mechanical compression 
systems using dichlorodifluorojmethane are used, and are powered by 
water cooled, gasoline engines of approximately 14 hp. 

Complete systems add from 800 to 1300 lb to the weight of a coach. 
Sometimes an auxiliary generator driven by the air conditioning engine 
is used and serves to help charge the bus battery, thereby offsetting the 
power drain imposed by the ventilating blower. Belted reciprocating 
compressors and direct driven V-type and rotary compressors are used, 
with engine speeds up to about 1800 rpm. Air cooled condensers for this 
service require about 5000 cfm of outdoor air, and this is provided by 
either centrifugal or propeller type fans belted or direct driven by the air 
conditioning engine. Preventing noise and vibration from affecting 
passengers is of vital importance. Installations must be made so that 
quick daily servicing of the engine is possible. In all cases fuel is obtained 
from the main bus tanks, and in some cases the main engine water cooling 
system is used to cool the air conditioning engine. 

In the de luxe equipment, after the driver has started the air con- 
ditioning engine by means of its own cranking motor, the engine speed is 
modulated automatically as the refrigeration demand is partially met, and 
if this demand is then fully met, the engine is stopped thermostatically. 
Restarting when the cooling thermostat is no longer satisfied is accom- 
plished either automatically or manually. The various protective and 
automatic devices on the refrigerant and engine systems make some of 
the bus air conditioning control systems quite complicated. 

AUTOMOBILE SUMMER AIR CONDITIONING 

Recently summer cooling has been applied to automobiles. The aver- 
age present day automobile with little insulation, large, single glazed 
window areas, and high infiltration and exfiltration losses, requires about 
16,000 Btu per hour of cooling capacity. One system utilizes a recipro- 
cating compressor belted from the main engine fan shaft thus operating 
at varying speeds up to 3000 rpm. Tt|p resulting refrigeration capacity 
varies from about 6000 Btu per hour at idling speed to 24,000 Btu per 
hour at maximum car speed. 

^ A dry air condenser is placed in front of »the engine radiator, and the 
liquid and suction refrigerant lines run back under the car floor to the 
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evaporator which is located in back of the rear seat. Conditioned air is 
delivered into the car just above the shelf near the back of the rear seat. 
A return grille is provided under the rear seat, and the recirculated air is 
filtered. Outdoor air is provided by infiltration. Power for the air 
circulating blowers is obtained from the car storage battery. Equipment 
of this nature increases the car weight approximately 200 lb. 

AIRPLANE AIR CONDITIONING 

Complete air conditioning of planes in flight has received little attention 
probably because of added weight of equipment necessary. Under ordi- 
nary conditions heating and temperature control become the chief con- 
siderations. Passenger and military planes even at low level flying 
require no cooling and at extreme altitudes the design temperature of the 
atmosphere is as low as 60 deg below zero. 

In the operation of internal combustion engines the heating value of 
fuel appears approximately one-third as power, one-third transferred to 
cooling fluid, and one-third in the exhaust gases. 

Ordinarily, the heat in the exhaust gases is ample for all heating needs, 
despite the excessive transmission loss due to high speed, low tempera- 
tures, and light wall construction. The maximum coefficient of heat 
transmission without insulation is found to be 2.3. The minimum co- 
efficient with insulation is 0.3. For present day construction a value of 
0.6 may be assumed for speeds not exceeding 300 mph. Naturally, the 
waste heat in the exhaust gases offers an attractive source for designers 
of heating equipment, who have followed closely the development of 
heating as applied to land structures. In first attempts heat was obtained 
from an annular space surrounding the exhaust pipe, from which branches 
conducted the heated air to grilles or to seats of passengers. The speed 
of the plane eliminates the need for a fan or pump. In present practice 
danger of carbon monoxide contamination is reduced by the use of both 
primary and secondary heat exchangers. 

Heating systems using hot air are in use for passenger and military 
planes. Steam systems have been used with boilers located in the path 
of exhaust gases but difficulty experienced in preventing freezing of the 
water has apparently rendered this system unattractive. A similar system 
using glycol is in use and requires special care because of the peculiar 
qualities of glycol. Thermostatic control, mixing dampers and air 
distribution vary little from standard practice. Controlling devices are 
built to withstand the extensive vibrations experienced. Planes requiring 
air conditioning when on the ground are satisfactorily serviced by portable 
air conditioning machines. High flying airplanes — above an elevation of 
14,000 ft — require oxygen supply or pressurized dabins. The compression 
of the outside air by the supercharger raises the temperature of the cabin 
air from an extremely low to a comfortable high. The compression of the 
air also increases the humidity. Cleanliness at flying altitude is not a 
consideration, except under special conditions such as above deserts or 
upon encountering dust storms. In small planes carrying several pas- 
sengers or crew, localized heating and ventilation are provided. Electric- 
ally heated clothing and oxygen masks often are required in combat air- 
craft. At high altitudes pressurized cabins require no special oxygen 
supply. 

Medium bombers at one time were equipped with separately fired 
heating units* but larger bombers, to meet the heating load imposed by 
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crew and equipment, demand too much heat to be supplied in this manner. 
The recovery of heat from waste gases is therefore imperative. In air- 
plane operations light weight is a more important requirement than in 
any other type of transportation. Noise should be reduced to a minimum 
and combined use may be made of material for insulating and noise 
reduction. 
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Chapter 49 


MARINE HEATING, VENTILATION, AIR CONDITIONING 


General Considerations^ Ship Construction Features^ Factors Affecting Design^ 
Ventilation Requirement for Various Types of Space^ Air Conditioning 
Space Treatment, Typical Air Conditioning Systems, Types of Refrig- 
erating Systems, Dehumidification, Ship Insulation 


T he importance of adequate shipboard heating, ventilation, and air 
conditioning arrangements cannot be overemphasized. Installations 
must be designed to keep the passengers comfortable and the operating 
personnel physically and mentally fit. The provision of satisfactory 
living and working conditions is one of the most economical means of 
keeping a high morale. 

GENERAL CONSIDERATIONS 

A ship must be self-sufficient and provide for all human needs. Facili- 
ties must be limited to the minimum space and weight practicable to 
conserve dead weight and to increase the pay load. The pay load may be 
expressed in terms of cargo carrying ability, passenger carrying capacity, 
fighting strength, or towing ability. 

Conditions in living spaces must permit adequate rest and comfort. 
Passenger accommodations must be treated to provide service and living 
conditions similar to those afforded by the various classes of hotels. Many 
of the expedients used ashore for this purpose are not applicable afloat. 
For instance, all living quarters aboard ship cannot be located at a dis- 
tance from the power plant, but must often have boundaries in common 
with heat producing spaces. The thermal conductivity of shipbuilding 
materials such as steel, copper, brass, etc., is many times the value for 
building materials used ashore, and this, together with concentrated 
arrangement of equipment, produces a difficult heat transfer and insu- 
lation problem. Furthermore, the use of portholes, windows, skylights, 
and similar openings is greatly restricted in marine applications because 
of the necessity for strength, water- tightness and protection from the sea 
in foul weather. During wartime, the utility of portholes, windows, and 
skylights is greatly restricted because they must be fitted with light- 
excluding devices. 

Mechanical ventilation is absolutely necessary for most shipboard 
spaces to enable the crew to operate the vessel, to prevent the accumu- 
lation of objectionable combustible and toxic gases, and to preserve stores 
and cargo. Shipboard equipment must also be reliable inasmuch as 
specialized servicing facilities are not available at sea and failure during 
an emergency may jeopardize the vessel's safety. Adequate spare parts 
form an integral part of all equipment furnished. Experience has demon- 
strated that simple and foolproof heating, ventilating, and air conditioning 
arrangements are essential for satisfactory service. The only variation 
between ship and shore applications is that emphasis is placed on different 
practical aspects of the design. 

SHIP CONSTRUCTION FEATURES 

The seaworthiness of a vessel is increased by subdividing the main hull 
space into a number of watertight compartments, so arranged that the vessel 
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will not sink even when the hull is pierced in one or more places, by colli- 
sion, torpedoing, or other causes. Every effort is made to avoid pene- 
tration of watertight subdivisions and, where openings must be cut, 
special closures are fitted. 

The ship’s interior is fitted with decks and flats (partial decks). The 
deck heights (floor heights) in cargo spaces generally vary from 9 to 30 
ft and in living quarters from 73^ to 9 ft. Usually in main machinery 
spaces, the entire depth is subdi\dded only by a few flats, with gratings 
provided where necessary to service equipment. 

There is very little unassigned space on a ship, and many studies must 
be made to ascertain the arrangement of equipment which will best suit 
the conditions. Cuts in structural members must be limited in number 
and size. Lack of headroom and floor space often causes unsatisfactory 
drainage, inaccessibility, and other undesirable conditions. Air con- 
ditioning equipment must be located where it will interfere least with 
basic arrangements of major equipment and construction, and with ship 
stability. 


FACTORS AFFECTING DESIGN 

A ship is a self-contained structure capable of operating in a wide range 
of climates. The ventilation of most ships is designed on the basis of an 
88 F outside dry-bulb temperature. Heating facilities on merchant 
vessels are invariably selected for an outside temperature of 0 F dry-bulb, 
although ships encountering only moderately cold weather in normal 
service are designed for higher outside temperatures. Designers of naval 
vessels commonly use 10 F outside dry-bulb temperature for estimating 
heating loads. 

Cooling loads for most comfort systems are based on 95 F dry-bulb 
and 80 F wet-bulb temperatures. Inside conditions equivalent to from 
73 to 75 effective temperature are used. An 81 F dry-bulb temperature 
and 50 per cent relative humidity are generally used for the design of 
comfort systems, except those serving public spaces having relatively 
lau*ge latent loads. These are designed for 80 F dry-bulb and approxi- 
mately 55 per cent relative humidity. Bracket fans are supplied in many 
instances. Systems on naval vessels are designed for higher effective 
temperatures, and outside design temperatures of 88 F dry-bulb and 80 F 
wet-bulb are used. 

Preliminary design is simplified by the uniformity of the conditions 
which apply to most ships. Among such conditions are (1) the necessity 
for the vessel to supply its own power, (2) the availability of an unlimited 
supply of cooling water, (3) the all-year-round supply of low cost steam 
at suitable pressure, (4) the drastic restriction of shipbuilding materials 
because of strength requirements, corrosion resistance, and fire hazard, 
and (5) the limitation of available space and permissible weight. These 
limitations require precise layouts, with minimum design safety factor, 
and unusual attention to design details and to means for balancing 
systems. 

The relation between supply and exhaust ventilation depends on the 
type of space, and the relation of the space to the weather. Positive 
means for supply and exhaust must be provided. Ventilation through 
doors, windows, hatches, etc. ^should nobbe considered in the basic design. 

It is usually most economical to heat spaces served i>y mechanical 
supply systems with steam duct heaters* in order td save Md 

spac^. Spaces which do not have tKiechahical supply ot do not i^uire 
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ventilation in cold weather are heated by steam convectors, or unit 
heaters where the load is large. Ventilation air, except that supplied to 
auxiliary and main machinery spaces, is usually preheated (50 to 70 deg). 
In addition, where blast heating is used, zone reheaters are provided. No 
recirculation is used on combined ventilation and heating systems, but 
manual speed reduction (25 to 50 per cent) is provided during the heating 
cycle. All heaters are automatically controlled, and preheaters are 
designed and installed to minimize the possibility of freezing of conden- 
sate. 

The usual combinations or variations of duct type and convection or 
radiant heaters are used, depending on basic design requirements, such as 
weight and space limitations, and economic justification for refinements. 

VENTILATION REQUIREMENT FOR VARIOUS TYPES OF SPACE 

In the paragraphs which follow the most important considerations are 
given for the treatment of the various spaces, but the resulting quantities 
of air should in all cases be checked with those shown in Table 1. 

Machinery Spaces 

The prime purpose of machinery space ventilation is to maintain a 
habitable temperature for the operating personnel. Of secondary impor- 
tance is the necessity for maintaining temperature conditions satisfactory 
for the successful operation of machinery. It is more practicable to use 
spot cooling of personnel at working areas than to attempt to obtain 
uniform ambient temperature. The permissible temperature rise at 
working stations is usually about 15 deg while the over-all temperature 
rise is usually between 30 and 50 deg. 

These spaces must be exhausted adequately, preferably by mechanical 
means. Every attempt should be made to remove air at or close to heat 
sources. The capacity of the mechanical exhaust systems should take 
into consideration the expansion of the supply air, and should be sufficient 
to insure an indraft through access openings to the space. 

Normally, heat is not required for machinery spaces except for those 
fitted with electrically operated equipment, which may remain inactive 
during periods while in port. Such spaces should be equipped so as to be 
heated to about 50 F during such periods. 

Living Spaces 

The minimum quantity of air required for any space which is fitted for 
sleeping or office work, including hospital space, should be that which 
will limit the temperature rise over the outside air conditions to not more 
than 10 deg (a rise of 7 deg is more satisfactory if practicable), or a mini- 
mum of 30 cfm per person, whichever is the greater. For spaces fitted for 
eating, recreation, or manual work the rise may be taken at 10 deg with 
not less than 20 cfm per person. The same requirement applies to 
mechanical exhaust, although natural exhaust may be used where only a 
short run of duct exists. 

Heat should be furnished to maintain the following temperatures: 


Staterooms, Berthing, Messing and Office Spaces 70 F 

Working Spacer and Shops;...... 60 F 

Hospital Spaces. ..... 76 to 78 F 
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Table 1. Typical Heating and Ventilation Practices for Ships 


i 

Space 

Ty'pe of 
Ventilation 

Type 

OF 

Heating 

Air 

Change 

Minutes 

Remarks 

Sup. 

Exh. 

Living Quarters 

Mech. 

Mech. 

H.B.a 





or Nat. 

or D.R b 

3-6 


Toilets and Showers 

Nat. 

Mech. 

D.R. 

3-4 


Chart House™ 

Mech. 

Mech. 

H.B. 





or Nat. 

or D.R. 

5-6 


Office and Similar Spaces.. 

Mech. 

Mech. 

H.B. 





or Nat. 

or D.R. 

4-6 

i May be 

Mess Rooms 

Mech. 

Mech. 

H.B. 

4-6 

3 exhausted 



or Nat. 

or D.R. 


1 through Galleys 






(and Pantries 

Dining Salons 

Mcch. 

Mech. 

H.B. 


I May be 



or Nat. 

or D.R. 

3-6 

^exhausted 






j through Galleys 






(and Pantries. 

Galley and Pantry._ 

Mech. 

Mech. 

T.A.c 

^-1 

Tempered Air 


& Nat. 




Supply 

Deck Pantries (No Cook- 

Mech. 

Mech. 

H.B. 



ing Equipment) i 

& Nat. 


or D.R. 

3-6 


Stores Spaces (Isolated 

Mech. 

Nat. or 




Locations).^ 

or Nat. 

Mech. 


15-30 


Hospital Spaces 

1 Mech. 

Mech. 

H.B. or D.R. 

3-4 


Soiled Linens and Oilskin 

1 





Lockers 

Nat. 

Mech. 


6-10 


Shops™ 

Mech. 

Mech. 

H.B. 





or Nat. 

or D.R. 

4-10 


Group Berthing Spaces 

Mech. 

Mech. 

H.B. 





or Nat. 

or D.R. 

3-6 


COj Rntflp Sparf* 

Nat. 

Mech. 


10 


Battery Room 

Nat. 

Mech. 

D.R. 

2 


Laundry 

Mech. 

Mech. 

H.B. 

1-4 

Tempered Air 

Dry Cargo Holds 

Mech. 

Nat. or 



ouppiy 



Mech. 


20-30 


Stearing Gear Space 

Mech. 

Mech. 

H.B. 


Unit Heater if 


or Nat. 

or Nat. 

or D.R. 

2-6 

desired. 

Gyro Room..™ 

Mech. 

Nat. or 






Mech. 


3-6 


Theaters and Halls 

Mech. 

Nat. or 

H.B. 





Mech. 

or D.R. 

4-6 


Passageways and Stair- 

Nat. 

Nat. or 

D.R. 


Exhausting Ad- 

wells™ 


Mech. 



jacent Quarters. 

Engine and Boiler Rooms.. 

Mech. 

Mech. 






or Nat. 


1-2 


Misc. Machinery 

Mech. 

Mech. 





or Nat. 

or Nat. 



2-4 


Resistor Spaces. 

Nat. 

Mech. 

................ 

10 



«H. B. — Hot Blast S3r8tem. 
bD. R. — Direct Radiation. 
eX. A. — Tempered Air. 


Toilets, Washrooms, Showers and Baths 

Spaces for these purposes should be fitted with mechanical exhaust ven- 
tilation for odor and steam removal. Generally, the surrounding living 
or working spaces are exhausted through them. Air requirements on 
merchant vessels are commonly estimated on the basis of a 4 min rate of 
change. Where the amount of available air is limited by outside air require- 
ments of air conditioning systems, rates of change as high as one change 
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in 6 min are used for private bathrooms. On naval vessels, the minimum 
total quantity of exhaust is that which changes the air within the com- 
partment in 6 min, plus 25 cfm for each toilet fixture, plus 50 cfm for 
each shower head. 

Heat is obtained by use of convector radiators which should maintain 
a temperature of 70 F. 

Galley 8, Bakeries, Laundries, and Food Handling Spaces 

The problem of the ventilation of spaces fitted for cooking and food 
preparation is primarily one of heat and smoke or fume removal. Com- 
plete mechanical exhaust is always provided, and the mechanical supply 
is made equivalent to at least 50 per cent of the exhaust. Sufficient 
natural supply to provide an indraft is required. The exhaust quantities 
should be predicated on restricting the ambient temperature rise to about 
15 deg above the outside summer design air conditions. The resulting 
quantity will change the air in these spaces in about ^ to 1 min. All of 
the exhaust should be arranged to remove air from the space through 
hoods fitted over the heat producing equipment. The mechanical supply 
should blow air directly on the personnel, but away from the equipment 
and so as not to interfere with the flow of exhaust air to the hoods. 

The problem of ventilating laundries is somewhat similar to that for 
galleys. Experience indicates that the quantity of mechanical supply 
ventilation should be sufficient to change the air in the spaces in 1 to 4 
min. The total exhaust (including tumbler dryers) should be equivalent 
to at least one air change per minute and at least equal to 120 per cent of 
the supply so as to insure an indraft of air. Generally, no heat is required 
for these spaces in winter, but preheaters are provided to temper the 
supply to between 45 and 60 F. 

Storerooms and Cargo Spaces 

The ventilation provided for these spaces depends on the type of 
vessel, location of space, and nature of cargo. 

On merchant vessels ventilation is required for all closed spaces. Even 
if ventilation is not necessary to preserve the stores or cargo, it is required 
to prevent the accumulation of toxic or combustible gases and putrid 
odors. One air change in 15 to 30 min is common practice, except where 
inflammable liquids or proximity to hot spaces requires additional venti- 
lation. Mechanical supply and natural exhaust are usually used. How- 
ever, where inflammable gases may exist, natural supply and mechanical 
exhaust are provided. 

It is the practice on naval vessels to omit ventilation where it is not 
necessary to preserve the stores, except for those spaces which hold inflam- 
mable liquids. The latter are provided with mechanical exhaust systems 
and natural supply. As spaces below the waterline are frequently damp, 
those which are unventilated may require chemical desiccants for remov- 
ing moisture. 

Refrigerated stores and cargo spaces requiring constant temperature 
and humidity control require special treatment. 

AIR CONDITIONING SPACE TREATMENT 

The extent of the application of air conditioning to new American pas- 
senger ships is fairly well established. All passenger staterooms, except 
steerage and third class, are usually air conditioned. This includes state- 
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rooms for ship’s personnel and offices within conditioned passenger areas. 
Third class staterooms are air conditioned on some ships, depending on the 
particular*^ trade. Theaters, lounges, smoking rooms, beauty shops, 
barber shops and similar closed public spaces are usually air conditioned. 

All messrooms, recreation rooms, captain’s and chief engineer’s state- 
rooms and offices, crew’s inboard rooms and those having fixed portlights 
are usually air conditioned on passenger vessels. Other living spaces 
are air conditioned on some ships and only ventilated and heated on 



Fig. 1. Arrangement of Air Conditioning System with Central Supply 
Equipment and Individual Hot Water Room Reheaters 


others. The treatment depends on the requirements of the operator and 
the proposed itinerary of the vessel. 

TYPICAL SYSTEMS OF COMFORT AIR CONDITIONING 

The various types of comfort conditioning systems used to date 
generally have followed conventional lines, except for those serving 
staterooms, offices, and similar small spaces. Large public spaces are 
fitted with individual systems which supply dehumidified and cooled air 
during the cooling cycle and warm air during the heating cycle. In 
many cases these rooms are fitted with large glass windows and doors, 
and require direct radiation to offset the downdraft which would occur in 
cold weather. Finned-tube radiation running the full length of the glass 
area is commonly used for this purpose.^ 

Systems serving most public spaces are designed to provide all outside 
air M long as the refrigeration load is less than the capacity of the cooling 
equipment. Many central systems are simplified by using 100 per cent 
oul^e air all-year-round. 
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An important problem in ship air conditioning concerns the treatment 
of the small spaces such as passenger staterooms, offices, and crew 
quarters. Low headroom, congested quarters, double berths, and un- 
symmetric arrangements make each space a problem in air distribution 
and treatment. 

The simplest system used for small spaces consists of a central filter 
bank, supply fan, preheater, and cooling and dehumidifying coil. Zone 



Fig. 2. Arrangement of Air Conditioning System with Central Supply 
Equipment and Individual Room Induction Units 


reheaters are provided to take care of variations in heating loads. Control 
of room temperature is achieved by manual dampers in the air supply to 
the space. A recirculation-exhaust fan is provided, which operates in 
conjunction with automatic dampers to utilize the maximum quantity of 
outside air consistent with the capacity of the cooling coils. Manual 
speed reduction, without recirculation, is normally provided during the 
heating cycle. This system is used principally for third class, crew, and 
officer’s accommodations. The average total air per person is about 45 cfm, 
and average outside air about 15 cfm. 

A more popular system utilizes the same central supply equipment 
and recirculation-exhaust system as the one just described, except that 
the 2 one reheaters are omitted. Each space is provided with a small hot 
urater reheater, automatically controlled by a room thermostat. Heat is 
provided through a forced circulation, single pipe, hot water system in 
mPst cases^ Fig. 1 shows a diagrammatic arrangement of this system. It 
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should be noted that reheat is used to eliminate overcooling of the indi- 
vidual spaces during mild cooling conditions. This system is generally 
used for staterooms and small spaces devoted to first and second class 
passengers. The average total air per person is about 60 cfm and average 
outside air per person is about 18 cfm. 

A third, less common, arrangement is a primary air system consisting 
of central filters, preheaters, cooling and dehumidifying coil, supply fan, 
and zone reheaters. In addition, each room is provided with an induction 
unit (floor type where possible) which reheats or recools the primary air 
supply. Automatic regulation of chilled or hot water flow, achieved 
by a room thermostat, controls the space temperature. The unit is 
provided with a drip pan and drain piping is required to remove conden- 
sation. Fig. 2 shows a diagram of this system, which is generally confined 
to passenger accommodations. The average primary (outside) air is about 
35 cfm per person. No recirculation is used. The amount of induced 
air varies with the unit design. 

Another system, which may be used to a limited extent, is similar to the 
third system, except that the room induction unit is used only to reheat 
the primary air, as all cooling and dehumidifying is done centrally. This 
simplifies the system and eliminates the unit drainage facilities. How- 
ever, as no recirculation is used, the primary (outside) air requirements 
are somewhat larger, averaging about 40 cfm per person. 

The duct work for all of the above systems may be designed for con- 
ventional velocities. However, if power is available, high velocity sys- 
tems may be used providing suitably strong duct construction and 
adequate sound absorbing facilities are provided. 

TYPES OF REFRIGERATION SYSTEMS 

The kind of refrigeration equipment chosen for a particular vessel 
depends on the same factors which would govern selection on land. 

Small tonnages use reciprocating or radial (Freon) compressors. Ships 
requiring in excess of approximately 125 tons of refrigeration generally 
use centrifugal compressors. Steam jet refrigeration has proven satis- 
factory on several large foreign liners and is being seriously considered in 
this country for similar applications. The two essential prerequi$ites of 
the steam jet — low-cost steam and condenser cooling water — are avail- 
able. Also, the simplicity of principle and operation are very desirable 
features even for small installations. 

Many ships have considerable refrigerated cargo space. The type of 
equipment used for this application should be kept in mind when selecting 
equipment to be used for air conditioning. This consideration can reduce 
materially the over-all cost, because a stand-by unit is always provided 
for cargo refrigeration. Also, most cargo systems are designed for cooling 
hot cargoes, and thus a large part of the capacity is available for com- 
fort air conditioning most of the time. 

DEHUMIDIFICATION 
Merchant Vessels i 

Many merchant ships are fitted with dehumidification facilities for 
eliminating damage to the dry cargo by preventing condensation and 
dampness. The dehumidification load consists of moisture removed 
from the ventilation air passed through the dehumidifier, and also the 
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moisture on, or given off by, the cargo, packaging, dunnage, battens, and 
other materials in the ship’s holds. The most severe outside condition 
requires a moisture removal of 90 grains (140-50) per pound of dry air, 
with 88 F cooling water. The largest cargo ships are provided with 
equipment for removing about 250 lb of water per hour. 

The dehumidification systems generally utilize silica gel or lithium 
chloride with inhibitor (see Chapter 38). In most cases central drying 
equipment is provided and a simple duct system distributes the dry air to 
the hold supply ventilation system. These ventilation systems use outside 
air when weather conditions are favorable. Recirculation and dehumidi- 
fication arc used only when necessary; i.e. when the weather dew-point 
approaches or exceeds the temperature in the hold. On large passenger 
shii)s consideration is given to the use of two dehumidifying units, because 
the cargo carrying spaces are usually concentrated at the extreme ends 
of the vessel. With this arrangement, almost all of the dry air distri- 
buting system may be eliminated. 

Naval Vessels 

The end of the war terminated the current need for a great number of 
naval vessels and presented the problem of their economical preservation 
and readiness for speedy return to active service. This problem has been 
solved by making the ship a warehouse for its own non-perishable stores 
and supplies, painting the exterior, applying polar type rust preventives 
(requiring no later removal) to corrodible exposed metal, and sealing 
and dehumidifying the interior. Such ships can be returned to service in 
10 to 30 days. 

The dehumidifiers developed for this purpose are dual bed, electric 
heat reactivating types and represent improvements for their special 
application over commercially available equipment, with respect to com- 
pactness, weight, reliability, performance, and economy. On most ships 
dry air from the machine is delivered to the remote portions of the vessel 
through the fire mains, which provide the most extensive piping system 
available. The air returns to the machine via accesses and passageways. 
Humidity is maintained constant at a prescribed value, usually 30 per 
cent, by a recorder-controller developed especially for the preser- 
vation program. This device continuously checks, records, and averages 
humidity readings of 8 sensing stations, located throughout the vessel, 
and starts or stops the dehumidifier accordingly. 

SHIP INSULATION 

In order to limit one of the major ventilation heat loads which is that 
made necessary by heat transmission, and to prevent condensation, 
it is necessary to use insulation judiciously. The principal sources of 
heat in a ship are the power plant and sun load. The confinement or 
exclusion of this heat in the structure of a ship is not easy, principally 
because of the complex structural nature of the beams, stiffeners, bulk- 
heads, decks, and hull. The continuous metal paths offer easy means of 
heat flow throughout the structure. 

Insulation cannot be used indiscriminately because of weight and space 
limitations. Therefore higher heat transmission coefficients are accepted 
for insulated structures of certain classes of vessels, than would be con- 
sidered satisfactory ashore. Particular care must be taken to prevent 
metal to metal contact, which greatly reduces the effectiveness of the 
insulation. 
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Hull insulation must be of high quality with particular attention given 
to fireproofness, low density, low thermal conductivity, ruggedness, 
vermin resistant ability, and ease of application* Board or blanket types 
are most common. 

Duct insulation must have the same characteristics as hull insulation. 
Semi-rigid board is most common, and the blanket type is used only for 
curved surfaces. Corrugated asbestos is not used because the presence of 
moisture tends to disintegrate it. 

Preheaters are frequently located close to the outside air intake in 
order to conserve insulation, and for the same reason zone reheaters are 
located as close as possible to the zone. Where a reheater serves only one 
space, the heater is commonly located in the space. 
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WATER SERVICES 


Estimate of Demand Load, Estimate of Pipe Capacity, Sizing of Cold Water 
Supply Piping, Hot Water Supply Piping, Storage Capacity and 
Heating Load, Methods of Heating Water, Computing Area 
of Heat Transmitting Surface, Control of Service 
Water Temperature, Solar Water Heaters 


P roper design of the water distributing system in a building is neces- 
sary in order that the various fixtures may adequately perform their 
function. The amount of either hot or cold water used in any building 
is variable, depending on the type of structure, usage, occupancy, and 
time of day. It is necessary to provide piping, water heating, and storage 
facilities of sufficient capacity to meet the peak demand without wasteful 
excess in either piping or equivalent cost. Most of the following data on 
the sizing of water supply pipes have been taken from various publications 
of the National Bureau of Standards ^ 

ESTIMATE OF DEMAND LOAD 

The demand load in building water supply systems is based on the 
number and kind of fixtures installed and on the probable simultaneous 
use of these fixtures. The essentials for making these estimates consist 
principally of Table 1 giving demand weights in terms of fixture units 
for different plumbing fixtures under different conditions of service and 
Fig. 1 giving estimated demand in gallons per minute corresponding 
to any total number of fixture units. Fig. 2 shows an enlargement of 
Fig. 1 for a range up to 250 fixture units. 

The estimated demand load for fixtures used intermittently on any 
supply pipe will be obtained by multiplying the number of each kind of 
fixture supplied through that pipe by its weight from Table 1, adding 
the products, and then referring to the appropriate curve of Figs. 1 or 2 
with this sum. In using this method it should be noted that the demand 
for fixture or supply outlets other than those listed in the table of fixture 
units is not yet included in the estimate. The demands for outlets — such 
as hose connections, air conditioning apparatus, etc. — which are likely 
to impose continuous demand during times of heavy use of the weighted 
fixtures should be estimated separately and added to the demand for 
fixtures used intermittently, in order to estimate the total demand. 

ESTIMATE OF PIPE CAPACITY 

The size of iron pipe required to carry a given rate of flow with a given 
pressure drop may be determined from Fig. 3 for Fairly Rough, or Fig. 4 
for Rough Pipe, respectively*. 

Ferrous pipe, after a few years of water supply service even with the best 
of waters in respect to corrosion and caking, will have become sufficiently 
roughened so that it may be considered as fairly rough pipe and, hence, 
Fig. 3 may be used to estimate the capacity of ferrous pipe which will 
carry such water. With badly corrosive or badly caking water, the flow 
chart in Fig. 4 should be used to estimate capacities of ferrous pipe and 
no pipe should be smaller than % inch. 

As copper tubing is not likely to retain interior incrustration to any 
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Table 1. Demand Weights of Fixtures in Fixture Units^ 


— — T ■ ' ■ ■ 

Fixture or Groups 

Occupancy 

Type of Supply Control 

Weight in 
Fixture 
Units* 


Public 

Flush valve 

10 


Piihlir 

Flush tank 

5 


Public 

Flush v’alve 

10 


Public . 

Flush valve 

5 


Public 

Flush tank.- 

3 


Public _ 

Faucet 

2 


Public.- 

Faucet 

4 


Public. 

Mixing valve 

4 


Office, etc 

Faucet 

3 

Kitchen sink 

Hotel or restaurant 

Faucet 

4 

Wafer closet 

Priv'ate.- 

Flush valve 

() 

Water clo.set 

Private 

Flush tank. 

3 

Lavatory 

Private. 

Faucet 

1 

Bathtub 

Private 

Faucet 

2 

Shower head . . 

Private 

1 !Nlixing valve. 

2 

Bathroom group 

Private 

Flush vah'e for closet 

S 

Bathroom group . . - 

Private 

Flush tank for closet 

() 

Separate shower 

Private 

Mixing valve 

•> 

Kitchen sink 

Private 

Faucet 

2 

T.aundry trays 

Private 

Faucet 

3 

Combination fixture. 

Private- 

Faucet 

i 3 


•For supply outlets likely to impose continuous demands, estimate continuous supply separately and 
add to total demand for fixtures, 

‘’For fixtures not listed, weights may be assumed by comparing the fixture to a listed one using water in 
similar quantities and at similar rates. 

“The given weights are for total demand. For fixtures with both hot and cold water supplie'*. the weights 
for maximum separate demands may be taken as ^ the listed demand lor the supply. 



Fig. 1. Estimate Curves 
FOR Demand Load 

No. 1 for system predominantly 
for flush valves. 

No. 2 for system predominantly 
for flush tanks. 



Fig. 2. Section of Fig. 1 on Enlarged Scale 
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Table 2. Performance Requirements of Water Meters^ 


Size 

In, 

Normal Test- Flow Limits 

GPM 

Minimum Test- Flow 
GPM 

1 

1 to 

2 to 

20 

34 


l._ 

3 to 

53 


134.— 

5 to 

100 


2. 

8 to 

160 

2 

3 

16 to 

315 

4 

4 

28 to 

500 

7 

6l_ 

48 to 1 

1,000 

12 


^American Water Works Association Standards: 


Registration. The registration on the meter diaJ shall indicate the quantity recorded to be not less than 
98 per cent nor more than 102 per cent of the water actually passed through the meter while it is being 
tested at rates of flow within the specified limits herein under normal test flow limits: There shall be not 
less than 90 per cent of the actual flow recorded when a test is made at the rate of flow set forth under 
minimum test flow. 


serious extent, Fig. 5 may be used safely to estimate carrying capacity 
of copper tubing 

SIZING OF COLD WATER SUPPLY PIPING 

In order to apply the foregoing principles to the sizing of the supply 
pipes in the usual up-feed system, it is necessary to ascertain the minimum 
pressure in the street main, and from this should be subtracted the mini- 
mum pressure required for the operation of the topmost fixture. (A 
pressure of 15 psi is ample for flush valves but reference should be made 
to the manufacturers’ requirements. A minimum of 8 psi should be 
allowed for other fixtures.) The pressure differential thus obtained will 
be available for overcoming pressure losses in the distributing system 
and in overcoming the difference in elevation between the water main and 
the highest fixture. 

The pressure losses in the distributing system will consist of the pressure 
losses in the piping itself, the pressure losses in the pipe fittings, and the 
pressure losses in the water meter, if any. Estimated pressure losses for 
disc-type meters for various rates of flow are given in Fig. 6. Flow limits 
for disc-type meters, which may be regarded as the limits of recommended 
ranges in capacities, are given in Table 2. For information on other 
types of meters the manufacturers should be consulted. 


Table 3. Allowance in Equivalent Length of Pipe for Friction Loss in Valves 

AND Threaded Fittings 


Equivalent Length of Pipe for Various Fittings 


Diameter 

OF Fitting 

In. 

90 Deg 
Standard 
Ell 

Ft 

45 Deg 
Standard 
Ell 

Ft 

90 Deg 
Side Tec 
Ft 

Coupling 
or Straight 
Run of Tee 
Ft 

Gate 

Valve 

Ft 

Globe 

Valve 

Ft 

Angle 

Valve 

Ft 

ji- 

1 

0.6 

1.5 

0.3 

0.2 

8 

4 



2 1 

1.2 

3 

0.6 

0,4 

15 

8 


2.6 

1.5 

4 

0.8 

0.5 


12 


3 

1.8 

6 

0.9 

0.6 

25 

15 

lA-— 

4 

2,4 

6 

1.2 

0.8 

35 

18 


5 

3 

7 

1.5 

1.0 

45 

22 

2 .- 

7 

4 

10 

2 

1.3 

55 

28 

2H. 

S 

5 

12 

* 2.5 

1.6 

65 

34 

3- 

10 

6 

15 

3 

2 


40 

3H 

12 

7 

18 

3.6 

2.4 


50 

4 ... 

14 

8 

21 

4.0 

2.7 

125 

55 

6 

17 

10 

25 

6 

3.3 


70 

6 . 

20 

12 

30 

6 

4 

165 

80 
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FRICTION LOSS IN HtAD IN LBS. PER SQ. IN. PER 100 FT LENGTH 
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FRICTION LOSS IN HEAD IN LBS. PER SQ. IN. PER 100 FT. LENGTH 

Fig. 3. Flow Chart for Fairly Rough Pipe 


Estimated pressure losses for pipe fittings and valves in terms of 
equivalent pipe length are shown in Table 3. 

The pressure loss, in pounds per square inch, caused by the difference 
in elevation between the street main and the highest fixture may be 
obtained by multiplying the difference in elevation in feet by 0.43. 

Example 1. Assume: a minimum street main pressure of 55 psi; a height of topmost 
fixture above street main of 50 ft; a developed pipe length from water main to highest 
fixture of 100 ft; a total load on the system 50 fixture units; and that the water closets 
are fiu8h*valve operated. Find the required size of supply main. 
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FRICTION LOSS IN HEAD IN LBS. PER SQ. IN. PER 100 FT LENGTH 

Fig. 4. Flow Chart for Rough Pipe 

From Fig. 2 the estimated peak demand is found to be 51 gpm. From Table 2 it b 
evident that several sizes of meters would adequately measure this flow. For a trial 
computation choose the IH in. meter. From Fig. 6 the pressure drop through a in. 
disC'type meter for a flow of 51 gpm is found to be 6.5 psi. 

Then the pressure drop available for overcoming friction in pipes and fittings is 55 — 
(16 + 50 X 0.43 + 6.5) - 12 psi. 

At this point it is necessary to make some estimate of the equivalent pipe length of 
the fittings on the direct line from the street main to the highest fixture. The exact 
equivalent length of the various fittinp cannot now be determined since the pipe sizes 
of the building main^ riser, and branch leading to the highest fixture are not known as yet, 
but a first approximation is neceasary in order to make a tentative selection of pipe sizes. 
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FRICTION LOSS IN HEAD IN LBS. PER SQ. IN. PER 100 FT. LENGTH 



Fig. 5. Flow Chart for Copper Tubing 


If the computed pipe sizes differ from those used in determining the ecjui valent length 
of pipe fittings, a recalculation will be necessary, using the computed pipe sizes for the 
fittings. For the purposes of this example assume that the total equivalent length of 
the pipe fittings is 50 ft. 

Then the permissible pressure loss per 100 ft of equivalent pipe is 12 X 100/(100 + 
50) « 8 psi. 

Assuming that the corrosive and caking properties of the water are such that Fig. 3 
for fairly rough pipe is applicable* a 2 in. building main is found adequate. 

The sizing of the branches of the building main, the risers, and fixture branches follow 
the principle outlined. For example, assume that one of the branches of the building 
main carries the cold water supply for 3 water closets, 2 bath tubs, and 3 lavatories. Using 
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the permissible pressure loss of 8 psi per 100 ft, the size of branch determined from 
Table 1 and Figs. 1 and 3 is found to be in. Items entering the computation of pipe 
size are given in Table 4. 

The principles involved in sizing either up-feed or down-feed systems 
are the same. The principal difference in procedure is that in the down- 
feed system the difference in elevation between the house tank and the 
lixtures provides the pressure required to overcome pipe friction. 

The water demand for hose bibbs or other large demand fixtures taken 
off the building main is frequently the cause of inadequate water supply to 
the upper floor of a building. This robbing of upper floor fixtures of water 
may be prevented by sizing the distribution system so that the pressure 
drops from the street main to all fixtures are the same. It is good practice 
to maintain the building main of ample size (not less than 1 in. where 
possible) until all branches to hose bibbs have been connected. Where 
the street main pressure is excessive and a pressure reducing valve is 
used to prevent water hammer or excessive pressure at the fixtures, it is 
frequently desirable to connect hose bibbs ahead of the pressure reducing 
valve. 

HOT WATER SUPPLY PIPING 

It is common practice to provide circulating piping in all hot water 
supply systems in which it is desirable to have hot water available con- 
tinuously at the fixtures. In average sized and small residences and 
systems, in which the piping from the heater to the fixtures is short, 
return circulating piping is generally omitted in order to reduce instal- 
lation cost and to reduce heat loss from the piping, particularly during 
periods of no water demand. 


Table 4. Computation of Branch Size in Example 1 


Fixtures 

No. AND Kind 

Fixture Units 
(From Table 1 and Note c) 

Demand 
(From Fig. 2) 
Gpm 

Pipe Size 
(From Fig, 3) 

In. 

3 flush 

3x6 “18 
(2 X 2) “ 3 
(3 X 1) “ 2.25 



2 hAth . 

3 lavatories 

Total . T T- * 

23.25 

38 

m 
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The hot water supply may be distributed by either an up-feed or down- 
feed piping system. Three common methods of arranging the circulating 
lines are shown in Fig. 7. Although the diagrams apply to multi-story 
buildings the arrangements (a) and (b) are sometimes used in residential 
designs. 

A check valve should be provided in the run-out from each return riser 
to prevent temporary reversal of flow in the piping when a faucet is open. 
Proper air venting of a circulating system is extremely important, par- 
ticularly if gravity circulation is employed. In Fig. 7 (a) and (b) this is 
accomplished by connecting the circulating line below the top fixture 
supply. With fihis arrangement, air is eliminated from the system each 
time the top fixture is opened. 

Where an overhead supply main is located above the highest fixture as 
in Fig. 7 (c), an automatic float type air vent is installed at the highest 


Vent 





Fig. 7. Mbthods of Arranging Hot Water Circulation Lines 



\ 

I 

I 

I 




point of the system or a fixture branch is connected to the top of the main 
where air venting is desired and then dropped to the fixture outlet. 

It is sometimes necessary to make an allowance for pressure drop 
through the heater when sizing hot water lines, particularly where in- 
stantaneous hot water heaters are used and the available pressure is low. 

The principles involved in the sizing of the hot water supply pipes are 
the same as those for the sizing of cold water supply lines. For small and 
medium sized installations a ^-in. hot water return will be ample. For 
larger installations the size of the hot water return may be computed 
from considerations of the heat losses in the hot water piping*. A throt- 
tling valveTshould be placed in the hot water return pipe so that the rate 
of circulation may be adjusted. 

Where the hot water piping system is exceedingly lonp:, a water circu- 
lator is frequently installed and controlled from an immersion ther- 
mostat, in the return line, set to start and stop the pump over apprmd- 
mately a 20 F deg temperature range. «, 

STORAGE CAPACITY AND BEATING LOAD 

In estimating the size of hot water ston^ tank required and the 
heating capad^ to be {Hovided dther from &e boiler or from an inde- 
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pendent domestic hot water heater, it is necessary to know the total 
quantity of water to be heated per day, and the maximum amount which 
will be used in any one hour, as well as the duration of the peak load. 

In cases where the requirements for hot water are reasonably uniform, 
as in residences, apartment buildings, hotels, and the like, smaller storage 
capacity is required than in the case of factories, schools, office buildings, 
etc., where practically the entire day’s usage of hot water occurs during a 
very short period. Correspondingly, the heating capacity must be pro- 
portionately greater with uniform usage of hot water than with inter- 
mittent usage where there may be several hours between peak demands 
during which the water in the storage tank can be brought up to tempera- 
ture. As a general rule it is desirable to have a large storage capacity in 
order that the beating capacity, and consequently the size of the heater, 
or the load on the heating boiler, may be as small as possible. 


Table 5. Estimated Hot Water Demand per Person for 
Various Types of Buildings 


Type of 
Building 

Hot Water 
Required 

AT 140 F 

Max. Hourly 
Demand in 
Relation to 
Day’s Use 

Duration 
op Peak 
Load 
Hours 

Storage 
Capacity in 
Relation to 
Day’s Use 

Heating 
Capacity in 
Relation to 
Day’s Use 

Residenccft, apartmeots, 
hotels, etc. 

40 gal per 
person per day 

1/7 

4 

1/5 

1/7 

Office 

huUdings 

2 gal per 
person per day 

1/6 

2 

1/5 

1/5 

Factory 

buildings 

5 gal per 
person per day 

1/3 

1 

2/5 

■ ■ 

1/8 

Restaurants 
$0.50 meals 
$1.00 meals 
$1.60 meals 

1.5 gal i>er meal 

2.5 gal per meal 

4.5 gal per meal 



i/io 

1 

I/IO 

Restaurants 

3 meals per day 


1/10 


1/5 

1/10 

Restaurants 

1 meal per day 


1/6 

2 

2/6 

1/6 


In estimating the hot water which can be drawn from a storage tank 
it should be borne in mind that only about 75 per cent of the volume of 
the tank is available, as by the time this quantity has been drawn off the 
incoming cold water has cooled the remainder down to a point where it 
can no longer be considered hot water. 

Where steam from the heating boiler is used to heat domestic hot water, 
the computed load on the boiler should be increased by 4 sq ft EDR 
(equivalent direct radiation) for every gallon of water per hour heated 
through a 100 F rise. The actual requirement is (100 X 8.33)/240 ■» 
3.48 sq ft per gallon of water heated 100 F. The value of 4 allows for 
transmission losses, etc. 

There are two ways in common use of estimating the hot water require- 
ments of a building; first, by the number of people and second, by the 
number of plumbing fixtures installed. Where the number of people to 
be served is known or can be reasonably estimated, the data in Table 5 
may be used. 

E»amph t. From Table 5, a residence housing five people would have a daily 
requirement of 5 X 40 -i 200 gal per day, and a maximum hourly demand of 200 X n 

28.5 gal. The hearor should have a storage capacity 200 X H 40 gal and a 
heajtmgaqMdty of 200 X H * ^-5 gal par hour. 
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The conditions given in Example 2 may be cited as average. It is 
possible tf vary the storage and heating capacity by increasing and 
decreasing one over the other. Such a condition is illustrated in Ex- 
ample 3. 

Example S. Assume an apartment house housing 200 people. From the data in 
Table 5: Daily requirements =* 200 X 40 *» 8000 gal. Maximum hours demand «* 
8000 X K ~ li40 gal. Duration of peak load ~ 4 hr. Water required for 4-hr peak 
= 4 X 1140 - 4.560. 

If a 1000 gal storage tank is used, hot water available from the tank *= 1000 X 0.75 
= 750. Water to be heated in 4 hr = 4560 — 750 = 3710 gal. Heating capacity per 
hour = 3710/4 = 930 gal. 

If instead of a 1000 gal tank, a 2500 gal tank had been installed, the required heating 

capacity per hour would be j « 671 gal. * 

4 


Table 6 may be used to determine the size of water heating equipment 
from the number of fixtures. To obtain the probable maximum demand 
multiply the total quantity for the fixtures by the Demand Factor in 
line 11. The heater or coil should have a water heating capacity equal 
to this probable maximum demand. The storage tank should have a 
capacit}^ equal to the probable maximum demand multiplied by the 
storage capacity factor in line 12. Example 4 will illustrate the procedure. 

Example 4. Determination of heater and storage tank size for an apartment building 
from number of fixtures. 


60 lavatories 

30 bath tubs... 

30 showers 

60 kitchen sinks... 
15 laundry tubs... 


X 2 = 120 gal per hour 
X 20 = 600 gal per hour 
X 75 * 2250 gal per hour 
X 10 =* 600 gal per hour 
X 20 = 300 gal per hour 


Possible maximum demand =* 3870 gal per hour 

Probable maximum demand = 3870 X 0.30 « 1161 gal per hour 

Heater or coil capacity.- - » 1161 gal per hour 

Storage tank capacity » 1161 X 1.25 * 1450 gal 


METHODS OF HEATING WATER 

Hot water may be heated either by the direct combustion of fuel, by an 
intermediate carrier such as steam or hot water, or by electrically heated 
surfaces. The simplest method is to have the fire on one side of a metal 
barrier and water on the other. In such a method if the water surfaces 
of heat transfer are small, and if the water carries a heavy proportion of 
predpitable salts, the water passages may soon clog and then bum out. 
A familiar example of such trouble is the water back of the firebox in the 
kitchen stove or the pipe coil inserted into the firebox of a warm air 
furnace or small boiler. The critical water temperature, at which the 
lime, magnesia, etc. collect on hot surfaces, varies with the character and 
proportions of the solids, but generally such deposits are not a serious 
trouble with water temperatures lower than 140 F. 

Coal-burning direct-fired water heaters may be constructed of cored 
cast-iron sections or of steel. In some cases the external appearance of 
the cast-iron sections is the same as in heating boilers, but internally the 
cores are changed to enable the sections to withstand the dty water 
pressure. In small cap>acity water heaters, efficiency is not considered so 
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important as low first cost and ability to maintain a fire at a low rate of 
combustion, and consequently such heaters are generally built with a dry 
section or fire-brick lining at the base of the fire-pot to prevent too much 
chilling of the fuel. While mud and scale will eventually clog the water 
ways of any direct-fired heater, increased life may be obtained by pro- 
viding a three-way cock in the return line between the heater and the 
bottom of the storage tank, so that water can be blown through the 
heater or the tank separately at full line pressure to clean out loose 
sediment. Clean-out openings in the bottom of the heater are advan- 
tageous if used by operators of water heaters for periodic cleaning out of 
sediment. 

Oil-burning direct-fired water heaters usually are of steel and operate 
with higher flame temperature and better efficiency than commensurate 
sized coal-burning heaters. They have the same tendency as coal boilers 


Table 6. Hot Water Demand per Fixture for Various Types of Buildings 
Gallons of water per hour per fixture^ calculated at a final temperature of l/fi F 


j 

Apart- 

IfE.NT 

Houhi 

Club 

Gym- 

nasium 

Hos- 

pital 

Hot*l 

Indub- 

TBIAL 

Plant 

Orrici 

BuiLiw 

INQ 

Private 

Hbhi- 

DENCS 

School 

Y.M. 

CJi. 

1 Basins, private lavatory i 

2 

2 

2 

2 

2 

o 

2 

2 

2 

2 

2. Basins, public lavatory i 

4 

8 

8 

6 

8 

12 

6 


15 

8 

3. Bathtubs 

20 

20 

30 

20 

20 

30 


20 


30 

4. Diahwasbsra. ' 

15 

50-150 

•• 

50-150 

50-200 i 20-100 


15 

20-100 

20-100 

5. Foot basins ‘ 

3 

3 

12 

3 

3 

12 


3 

3 

12 

6. Kitchen sink ! 

10 

20 


20 i 

20 

20 


1 10 

! 

20 

7. Laundry, stationary tuba | 

20 

28 


28 ' 

28 


1 

: 20 

i .... 

28 

8, Pantry sink ' 

5 

10 


10 i 

1 

10 

... , .... : 5 

1 

10 

9. Showera.. 

75 : 

150 

1 225 ’ 

75 1 

75 

225 


75 

225 

225 

10. Slop atok 

20 

20 

j — • 1 

20 

30 

20 

15 

15 

20 ! 

20 

11. Demand factor 

0.30 

0.30 

0.40 : 

0.25 

0.25 

0.40 

0.30 

0.30 

: 0.40 

0.40 

12. Storage capacity factor* | 

1.25 , 

0.90 

; 1.00 i 

: i 

0.60 1 

1 

0.80 

1 

1.00 

2.00 

0.70 

1.00 

1.00 

1 


•Ratio of storage tank capacity to probable maxim uni demand per hour. 


to lime up, and the water passages should be large in cross-section and 
accessible for periodic cleaning. 

Gas-burning direct-fired water heaters may be of the instantaneous or 
storage type. Instantaneous heaters are generally constructed of spiral 
water tu^s of copper around which the products of combustion circulate 
upward from high capacity burners. Storage-type heaters may include 
in one unit an insulated storage tank, a combustion chamber, flues, 
burner equipment, and controls, or may consist of a separate storage tank 
and external direct-fired water heater, which may be a so-called Me-arm 
heater for small capacity or a gas-fired boiler for larger capacity. Gas 
boilers used for direct hot water supply must be able to withstand the 
city water operating pressure. While direct-fired gais heaters are u^d 
generally for residences and small installations of 100 gal storage capacity 
or less, indirect heaters are recommended for larger installations. 

Electric water heaters for domestic hot water supply are described 
in the section Heating Domestic Water by Electricity in Chapter 30. 
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Fig, 8. Indirect Water Heater 


In the indirect method either steam or hot water is used for heating the 
water. With steam the water to be heated is preferably circulated 
around the outside of the steam tubes which are submerged within a 
tank. A typical indirect heater using steam is shown in Fig. 8. The 
coils usually are of copper and are 17-shaped to permit expansion and 
contraction. The shell may be of steel, copper, or with a special inside 
protective lining. Where straight heating tubes are used, one end of the 
tube is usually expanded into a floating head to take care of expansion. 
The coils should be capable of easy withdrawal for inspection and for 
removal of scale. Instead of steam the heating medium may also be hot 
water inside the tubes. 

Another method of transferring heat from a heating boiler to the 
domestic water is illustrated in Fig. 9. The water heater is generally a 
cast-iron shell within which there is located a spiral copper coil. Hot 
water from the boiler circulates inside the shell and around the coil and 
returns to the boiler, while domestic water from the storage tank circu- 
lates inside the coil. The storage tank should be installed with the 
bottom of the tank as far above the boiler as possible. Horizontal storage 
tanks smaller than 18 or 20 in. diameter are not recommended because 
of the difficulty of preventing the hot and cold water from mixing, and 
especially is this an important consideration when large quantities of 
water are withdrawn. In Fig. 10 the heat transfer surface is placed inside 
the boiler instead of in a separate vessel, but otherwise the operation is 



Fio. 9. IimisiEcr Water Heater MouirrED OH Fro. 10. Ii 09 HtR 8 Cr 
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similar to that of Fig. 9. This arrangement with vertical tank is com- 
monly used for small domestic installations. 

Sometimes the heating element is located inside of the larger type 
fire tube boilers and small residential boilers. In this case the heat 
transfer surface is in the form of a number of straight copper tubes with 
rear U bends or a floating head, inserted through a special opening in the 
boiler. While the coil may be located in the steam space above the water 
line of a steam boiler, it operates more satisfactorily when below the 
water line since clogging of the water tubes may thereby be delayed. 
This method is widely used without storage tanks since the intimate 
contact and efficient circulation of the water in this arrangement permit 
the utilization of the heat stored in the water of the boiler. A thermo- 
static three-way mixing valve is frequently used to maintain a uniform 
temperature of the hot water supply to the plumbing fixtures. 

In order to reduce clogging by precipitated solids, water heating plants 
sometimes develop steam in a closed circuit, transferring the heat through 
a tubular heater to the domestic water. The water in the primary 
heater, exposed to the high temperature of the fire, is repeatedly used and 
hence has no appreciable tendency to deposit scale, while the domestic 
water, heated by steam at a much lower temperature than that of the 
fire, also exhibits a much reduced tendency to precipitate dissolved salts. 

COMPUTING AREA OF HEAT TRANSMITTING SURFACE 

The area of the inside surface of a heating coil may be determined 
from Equation L 

A - <? X 8.33 (h - ^i ) ... 

UXtm 

where 

A « surface area of coil, square feet. 

Q quantity of water heated, gallons per hour. 

tt — hot water outlet temperature, degrees Fahrenheit. 

Ii ■■ cold water inlet temperature, degrees Fahrenheit. 

U coefficient of heat transmission, Btu per (hour) (square foot) (degree Fahren- 
heit logarithmic mean temperature dinerence). 

For copper or brass coils U «■ 240 (steam) and 100 (hot water). 

For iron coils U ■■ 160 (steam) and 67 (hot water), 

/m ** logarithmic mean of the difference between the temperature of the heating 
medium and the average water temperature and is apf^oximatdy: 



U temperature of the heating medium, degrees Fahrenheit. 

Equation 1 may be used to check the heating coil ratings under temi^ra- 
tures other than those stated in the manufacturer’s published ratings. 

Example 5. What area of copper transfer surface will be required to heat 70 gal of 
water per hour from ^ to 180 F with boiler water at 220 F? 

X.0 

For instantaneous submei^d heaters the surface r^uired will depend 
upcm ( 1 ) the vdocity of water in the tubes, (2) the boiler water tempera* 
ture, 0) the failet uniter temperature, (4) the outlet water temperature, 
(6) tile deaidiness trf tiie oc^ surface, and (6) the oondition of tiie boiler 
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Table 7. Coefficient of Heat Transfer of Instantaneous Water Heaters 

U » Btu (hr) (sg ft) (Fahrenheit degree logarithmic mean temperature difference) 

Boiler Water Temperature. j 210 | 200 180 

T75 150 

water surrounding the coil. If the heater is located in the water of an 
actively steaming part of a boiler the heat transfer may be twice as great 
as would be obtained if the water surrounding the coil were circulating 
slowly. Ratings of instantaneous water heating coils will therefore vary 
greatly depending upon the assumptions made regarding the conditions 
of operation. The values of the coefficient of heat transmission for 
instantaneous heaters shown in Table 7 are conservative. 

For a coil in which heat is transferred from steam to water the value of 
V = 300 y/v may safely be used {v = velocity of water in feet per second). 

The rate of heat transfer between steam or water as the carrier and the 
domestic water is influenced by the rate of movement of both the carrier 
and the water which receives the heat. For this reason, where the transfer 
occurs from heating system water to domestic water, it is good practice to 
install a circulating pump to insure rapid movement of the boiler water. 

In view of the high condensation rates obtained when steam is used with 
gravity circulation from the boiler, as when there is a sudden demand 
followed by an inflow of cold water, the bottom of a steam heating trans- 
fer element always should be at least 30 in. above the boiler water line, 
and the steam and condensate return pipes should be of liberal size. 
Otherwise water hammer and reduced capacity may result due to im- 
perfect drainage of condensate. 

When connecting a transfer-type hot water heater below the water 
line of a cast-iron steam boiler having vertical sections, there should be a 
separate tapping for water circulation into every section of the boiler, as 
shown in Fig. 9, unless the boiler has large top nipple ports providing 
inter-sectional circulation. If the top nipples are entirely within the 
boiler steam space, no internal circulation occurs between sections and 
steaming may occur in sections not connected to the heater and further 
the unconnected sections will not deliver any heat to the heater. 

CONTROL OF SERVICE WATER TEMPERATURE 

Coal-fired boilers are usually controlled by an immersion thermostat 
located in the heated water, which opens or closes draft dampers at the 
boiler to adjust the rate of fuel combustion. With oil or gas-fired boilers 
the immersion thermostat controls the oil burner or the automatic gas 
valve. The gas pilot flame usually burns continuously. With electric 
heaters the immersion thermostat operates a switch on the source of energy. 

When steam or hot water is the medium for heating the water in the 
tank, an immersion thermostat is used to control a valve in the steam or 
hot water supply line. In small residence installations, using water as the 
carrier, a combined immersion thermostat and butterfly valve in one 
simple fitting may be installed in the transmitting circuit to prevent over- 
heating of the service water. 

In re^dences heated by pump circulated hot water, the house tempera- 
ture is controlled by operating the circulating pump intermittently, 
while domestic hot water is warmed by transfer from the house bcriler, 
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independent of the pump operation. The domestic water is heated from 
the heating boiler the year ’round. Under such an arrangement, to 
prevent overheating the house by thermal circulation when the pump is 
not running, it is usual to insert a weighted check-valve in the house 
heating main, so that no circulation to the house heating system can 
occur unless the pump operates. In summer the fire may be controlled 
to maintain a boiler water temperature lower than when heating and 
generally about 20 F warmer than that desired in the domestic hot water 
system. 

In buildings which have restaurants it is generally desirable to install 
two separate service hot water systems so that water at about 180 F 
minimum may be available for dish washing, while water at 140 F maxi- 
mum may be used for lavatory and bath purposes. 



Fig. 11 . Solar Heater Fig. 12. Solar Heating 

Tank Connections Coil Inclination 


The immersion thermostat in a hot water storage tank should be located 
no higher than the center of the tank, and possibly should be even closer 
to the bottom since water in a tank stratifies proportionally to the tem- 
perature. When hot water is removed, the cold water entering to replace 
it quickly reduces the temperature in the lower parts of the tank. 

SOLAR WATER HEATERS 

Solar heaters utilize the energy of the sun for heating hot water. The 
successful operation of such heaters requires the availability of sunshine 
practically every day in the year, which has limited their use to Florida 
and the southern portions of California. When supplemented with some 
other means of gas, coal or, oil water heating, solar heaters may be used 
in climates where sunshine may be more or less intermittent, They have 
been used in summer homes as far north as Chicago. When properly 
installed and proportioned, solar water heaters render satisfactory service 
especially in climates where the outside temperatures are high and 
extremely hot water is not necessarily desirable. Such installations 
consist essentially of a storage tank, heating coil, and hot box. The coil is 
installed in the hot box and is arranged to circulate water to and from the 
storage tank. TTie advantage in the use of this type of heater is the fact 
that It requires no fuel. The same materials should be used for the coil. 
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Table 8. Suggested Solar Heater Design Data* 


DmoMlnM 


Bassd on Rats or 80 Oal 
PIB DaT PSB PlBSON 


Basis on Rati of 40 Qal 
FIB Dat pbb Pbbson 


No. of OooupBBti io RcsIdeBoe. 

I 

E 

8 

4 

6 

6 

7 

8 

■ 

■ 

■ 

■ 

■ 

■ 

■ 

8 

Hot Water Used at Night, gal per 
penoB... - 

■ 

1 

16 

15 

16 

16 

15 

16 

20 

20 

20 

30 

20 

20 

20 

20 

Hot Water Used at Night, gal total 

16 

80 

45 

60 

76 

00 

105 

120 



m 

m 

m 

m 

m 

m 

Retained in Tank, 26 per cent, gal 

4 

8 

11 

15 

10 

23 

27 

80 

6 

10 

15 

30 

.... 

26 

80 


40 

Thnk Capaeity Required, gal 

20 

40 

50 

76 

04 

113 

ISO 


26 

m 

76 

100 

125 

150 

175 

200 

Hot Water Used During Day, gal 

16 

80 

46 

m 

76 

00 

m 


20 

40 

60 


m 

m 

m 

m 

Total Water to be Heated: 

Qal per 8 hr period......*. 

Gal per hour 

85 

4.6 


104 

13 

136 

17 

160 

21 


286 

20 

270 

84 

46 

6 

00 

12 

185 

17 

i 

225 

28 

270 

34 

815 

39 


Copper CoU Required: 

Burfaoe area, sq ft 

Equivalent length 1 in. eml, ft 

26 

100 




121 

484 

B 

168 

664 

102 

768 

82 

128 

64 

266 

06 

384 

128 

612 

i 

B3 

102 

768 

224 

806 

256 

1024 

BoaSise: 

Area, sq ft 

WidtMt * 

Length, ft 

26 

4 

6 

60 

6 

8 

76 

7 

11 

100 

8 

12.6 

121 

0 

13.6 

145 

10 

14.6 

168 

10 

16.6 

102 

11 

17.6 

82 

4 

8 

64 

6 

10 

96 

8 

12 

128 

0 

14 

160 

10 

16 

102 

11 

18 

224 

12 

10 

258 

12 

21 


• Sun Effect and the Design of Solar Heaters, by H. L. Alt (A.S.H.V.E. Transactions, VoI. 41, 1935, 
p. 131). 


circulation lines, and tank. A copper coil is more efBcient in absorbing 
heat in the box but galvanized iron or steel may be substituted dejjending 
on the local water conditions, cost, and other considerations. 

The storage tank must be able to store sufficient heated water for the 
night period of about 16 hours when the coil is not functioning or is 
operating under such poor sun conditions as to make its heating effect 
negligible. Due to the fact that the no sun period includes the night 
period when little or no hot water is used, an available storage of 60 
per cent of the average daily usage is considered adequate. Since about 
25 per cent of stored hot water cannot be drawn out of a storage tank 
before the incoming cold water reduces the temperature of all of the 
water in the tank to an unsatisfactory point for usage, the equation for 
calculating the storage capacity of the tank becomes: 


where 


e. _ 0 X 0.50 
" 0.76 


•S « storage capacity of tank, gallons. 


0.666Q 


( 4 ) 


Q average daily usage, gallons. 


Thus for a family of four persons using an average of 40 gal of hot water 
per person per day the size of the tank would be 4 persons x 40 gal x 0.666 
or 106 gal, and the nearest standard size of tank to this theoretical 
capacity would be used. The tank should be well insulated to prevent 
undue loss of heat during the 16-hour period when the coil is inoperative, 
and it should be located as high as possible in the building (under the 
peak of the roof if such exists) so to secure a maximum drculation head 
from the coil. The hot water supply ^o the house, as shown in Fig. 11, is 
located at the top of the tank, which serves to vent the air from the tank 
through the hot water faucets as fast as it accumulate. 

Ihe coil should be of tW return-bend type, square or slightly roc- 
tanguiax in form, and dtould have the pipes running east and west, with 
the cod on the south nde of the builtfing wh«^ it can receive thn ^ 
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effect all day long without shadows from the building itself or from 
adjacent obstructions such as trees or other structures. The coil should 
be placed as low as possible in relation to the storage tank level, such as on 
a porch roof, the roof of a one-story extension or, if necessary, even on the 
ground. Both the coil and the circulation lines should be designed to 
facilitate the circulation flow as much as possible, using long radius copper 
fittings or recessed galvanized iron fittings to match the materials of the 
coil, circulation lines, and tank. The coil should be inclined as shown in 
Fig. 12 so that the north end is raised above the south end to secure an 
angle with the horizontal of about 53 deg. This will result in the inlet 
end of the coil being on the south side (or bottom) and the outlet end 
being on the north side (or top). This will satisfy conditions along the 
30 deg N latitude which mcludes the portions of Florida and Southern 
California where these heaters are most frequently used. 

The hot box is usually constructed of wood on the four sides and 
bottom, and is insulated. Over the top of the box glass sash are placed and 
the box should be constructed as near air-tight as possible. The interior 
surfaces should be painted white to reflect the heat, while the coil should 
be painted black to absorb the heat. The box need not be deeper than 
necessary to house the coil and to protect it from the weather. 

The addition of a light gage copper plate on the bottom of the box to 
which the pipe of the coil is soldered, for good metallic contact, will add 
to the amount of heat received by the coil due to the fact that this plate 
will receive all of the sun rays which fail to directly strike the coil. The 
heat from this source is transmitted to the coil through the plate instead 
of by heating the air surrounding the coil and from which only part of the 
heat enters the coil, the balance being transmitted through the glass sash. 

Design data given in Table 8 may be used with some judgment in 
selecting the size of solar heater coil and box for a particular application. 
These data are based on consumptions of 30 and 40 gal of hot water 
per day per person. 
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CORROSION AND WATER FORMED DEPOSITS 
CAUSES AND PREVENTION 


DefiniiionSf Classification and Characteristics of Water ^ Causes and Prevention 
of Scales and Sludges, Causes and Prevention of Slimes, Under4Pater 
Corrosion, Atmospheric Corrosion, Buried Pipe Lines, 

Handling Water Treating Chemicals, 

Legal Regulations 


T he surfaces of heating and ventilating equipment that are in in- 
timate contact with water sometimes are affected by the chemical 
characteristics of the contacting waters to such extent that prohibitive 
amounts of insoluble materials are formed or corrosion ensues at an in- 
sufferable rate. To avoid or to correct such troubles, it is desirable that 
heating and ventilating engineers have a general appreciation of industrial 
water chemistry. The principal purpose of this chapter is to provide 
those criteria by which the average engineer may judge whether a problem 
is one that will yield to rather simple remedies or will require the skill of 
an experienced water technologist. 

DEFINITIONS 

The following definitions for water-formed deposits, corrosion, and 
closely allied terms have been proposed : 

Water-Formed Deposits. A water-formed deposit ^ is any accumulation of insoluble 
material derived from water or formed by the reaction of water upon surfaces in contact 
with water. 

Deposits formed from or by w'ater in all of its phases may be further classified as 
scale, sludge, corrosion products, or biological deposits. 

Scale, Scale ^ is a deposit formed from solution directly in place upon a confining 
surface. It is a deposit which will retain its physical shape when mechanical means arc 
used to remove it from the surface on which it is deposited. Scale, which may or may 
not adhere to the underlying surface, is usually crystalline and dense, frequently lamin- 
ated, and occasionally columnar in structure. 

Sludge, Sludge ^ is a water-formed sedimentary deposit. It usually does not cohere 
sufficiently to retain its physical shape when mechanical means are used to remove it 
from the surface upon which it deposits. Sludge is not always found at the place where 
it is formed. It may be hard and adherent and baked to the surface on which it has 
been deposited. 

Biological Deposits, Biological deposits' are water-formed deposits of biological 
organisms or the products of their life processes. Biological deposits may be microscopic 
in nature, such as slimes, or macroscopic, such as barnacles or mussels. Slimes are 
usually composed of deposits of a gelatinous or filamentous nature. 

Corrosion, Corrosion * is destruction of a metal by chemical or electrochemical re- 
action with its environment. In the corrosion process, the reaction products formed may 
be soluble or insoluble in the contacting environment. Insoluble corrosion products may 
deposit at or near the attacked area or be carried along and deposited at considerable 
distance from the attacked area. 

Corrosivity, Corrosivity * is the capacity of an environment to bring about destruction 
of a metal by the process of corrosion. Corrosivity is a property of the environment, 
but it has no signincance until the metal in question is sproined. 

CLASSIFICATION AND CHARACTERISTICS OF WATER 

For industrial use there is no accepted conventional classification of 
water. Rather, each industry usually develops a body of ideas applicable 
to its own water problems*. For heating and ventilating engineers, it is 
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perhaps most convenient to distinguish between mineralized waters 
and condensates. 

Mineralized Waters 

All the waters found in streams, wells, lakes, and the ocean are min- 
eralized. The same is true of all municipal supplies even though they may 
have been treated. For a given area ground waters are likely to be more 
highly mineralized than are surface waters. Conversely, surface waters 
are more likely to be contaminated with municipal sewage and trade 
wastes. Virtually all mineralized waters also contain biological organisms. 

Mineralogical Characteristics, The character and amount of extraneous 
inorganic materials — including deleterious gases — dissolved and sus- 


Table 1. Mineral Analyses Typifying Composition of Waters 
Available and Used Industrially in the USA 


SUBSTANCK 


Unit 


I^ATION OR ARBA»-^ 




(I) 

(2) 1 

(3) 

(4) 

(5) 

(6) 

(7) 

(S) 

(9) 

Sihctt.__ 1 

HiOj 

2 

6 

12 

37 

10 

Q 

22 1 

14 


Iron 

Fe 

0 

0 

0 

1 

0 

0 

0 

2 


(-aleium 

Ca 1 

6 

5 

36 

62 

92 

96 

3 

155 

400 

Magnesium 

Mg i 

1 

2 

8 

18 

34 

27 

2 

46 

1,300 

Sodium 

Na i 

2 

6 

7 

44 

8 

183 

: 215 

78 

11,000 

Potassium 

K 

1 

I 

1 

._... 

1 

18 

10 

3 

400 

Bicarbonate- 

HCOi 

14 

13 

119 

202 

339 

334 

549 

210 

150 

Sulphate 

so« 

10 

2 

22 

135 

84 

121 

** 

389 

2.700 

Chloride 

Cl 

2 

10 

13 

13 

10 

280 

22 

117 

19,000 

Nitrate... 

NOa 

1 


0 

2 

13 

0 

1 

3 


Dissolved Solids- 


31 

66 

165 

426 

434 

983 

564 

948 

35,000 

Carbonate Hardness. 

CaCOi 

12 

11 

98 

165 

287 

274 

8 

172 

125 

Non-Carbonate Hardnefw 

CaS04 

^ S 

7 

18 

40 

1 58 

54 

0 

295 

5,900 


■All values are parts per million of the unit cited to nearest whole number (s( 
^Numbers indicate location or area as follows: 


( Reference 5). 


(1) CatskiU supply — New York City (6) 

(2) Swamp Water (Colored) Black Creek, Middleburg. Flm-ida (7) 

(3) Niagara River (Filtered) Niagara Falls, New York (8) 

( 4 ) Missouri River (Untreated) Average (9) 

(5) Well Waters— Public Supply— Dayton, Ohio— 30-60 ft. 


'Well Water — Ma>’wood. Illinois — 2090 ft. 
Well Water— Smithfield, Va.— 330 ft. 
Well Water — Rosewell, N. Mexico 
Ocean Water— Average 


pended therein describe the mineralogical charateristics of any water. 
Revealing such information is the function of a mineralogical chemical 
analysis. 

The analyses in Table 1 disclose the composition of the public water 
supplies used by about 45 per cent of the total population of the cities, in 
the United States, having more than 20,000 inhabitants**. 

All values recorded are in terms of parts per million *. This is the 
approved standard terminology for reporting the results of mineral 
analyses*. Values reported in the other terms commonly used may be 
converted into the standard form by using the conversion factors listed in 
Table 2. 

Data for dissolved gases or pH values have*been omitted in Table 1 
because even waters of the same mineral contents may vary widely in 
these respects. Unpolluted natural waters usually have pH values within 
the range 6 to 8, depending upon their free CO 2 contents. Polluted 


* PaitB per million are hereinafter abbreviated ppm. A part per million aignihes a unit weight of material 

per million unit weights of the solu^tion. 
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Table 2. Conversion Factors for Water Analyses 


To Convert 

Into 

Multiply by 

Grains per U. S. gallon 

ppm 

17 

Grains per Imperial gallon 

ppm 


Grams per liter.^ 

ppm 

1000 

Mg per liter.- 

ppm 

1 


waters, which include those derived from wells or swamps in marshy 
ground, may have pH values well below 5. 

Biological Characteristics. The slime-forming organisms are mostly 
lower plants, grouped by botanists into the Phylum Thallophyta. This 
group is distinguished by the absence of leaves, roots, or stems from the 
mosses, ferns, and seed plants which comprise the three other phyla of 
the plant kingdom. 

The Thallophyta (see Table 3) are divided into algae, which can 
synthesize chlorophyll for the production of sugar, and the fungi which 
lack chlorophyll and must therefore secure already synthesized carbo- 
hydrates. 

All Thallophyta are of universal distribution and many of them are 
slime forming. Of the five divisions of algae, only three (the green, the 
blue-green, and the diatoms) are found in fresh water. Of the five 
divisions of fungi, all may occur in fresh water, the principal slime formers 
being indicated in Table 3. 

The methods of analysis commonly used in the sanitary examination 
of a water have, as their principal object, to identify and count pathogens. 

Most slime-forming organisms are not pathogens. When a water is 
subjected to a biochemical analysis for the purpose of evaluating its slime 
producing characteristics, tests, widely different from sanitary bacterio- 
logical tests, must be made. Tests upon the water itself are seldom satis- 
factory, and true indications of the sliming characteristics of a water can 
only be determined for the analysis of deposits on surfaces having the 
temperature close to the temperature of the final design equipment. The 
results of such a test are commonly reported in the manner illustrated in 
Table 4. 

Condenrales 

All condensates result from the chilling of water vapor. Such chilling 
may result from natural causes, thus producing dews, sweats, rain, and 


Table 3. Principal Slime Formers 

Phyla 

Rough Division of Phyla 

Algae 

Single celled, sometimes forming slimy sheets. 

Many celled in either sheets or fronds. 

Fungi 

Bacteria (Schizomycetes) frequently forming slimy surface coatings. 

Slime Molds (Myxomycetes) forming slimy sheets as one stage of 
their life history. 

Sac fungi (Ascomycetes) of which one division, the yeasts, occasion^ 
ally form slimy aggregates. 

The alga-like fungi {Phycomyceles) and the stalked fund (Basidoiny- 
ceted rarely form slimes but their filaments may hold togetlier 
the siimes m other organisms* 
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Table 4. Plant Water Supply Examination 


WATER 

SUPPLY— 

200 ft deep well — average water temperature 53 F — water is producing a 
brown stain in plumbing fixtures. 

SAMPLE— 

The sample was scraped from the surface of the shell and tube condenser of 
#2 Freon Compressor on the meat chilling room. The sterile sample bottle 
was filled one- half with, deposit and the balance with circulating water. No 
preservative was added — pH at time of collection was 7.4. 


ANALYSIS REQUIRED— 



MACROSCOPIC 


MICROSCOPIC j_^ 

BACTERIOLOGICAL 


ORGANIC CONTENT 

i 


PROBLEM— 

A 25-ton Freon — 12 Compressor has head pressure about 10# higher than 
during initial operation, without change in water temperature. Deposits 
have been observed on heat exchanger surfaces. It is desired to know the 
nature of these deposits and if they are the cause of this increased head 
pressure. 

MACROSCOPIC 

EXAMINATION— 

Heavy brown flocculent material settles rapidly in clear water. ' pH — ^7.3 

Odor — woody, mouldy. 

MICROSCOPIC 

EXAMINATION— 

INORGANIC MATERIAL — small amount white crystals. 

AMORPHOnS MATERIAL — small amount — brown. 

IRON BACTERIA — profuse growth of crenothrix — (Photo usually 
included). 

CULTURAL 

EXAMINATION- 

TOTAL COUNT 

SABOURAUD’S AGAR 

1. Aerobic gram positive spore-forming rod with mucoid sheaths (Photo 
usually included). 

2. Short gram negative coccibacilli (Photo usually included). 

100,000 organism/cc. 


ORGANIC CONTENT (by WEIGHT, DRY BASIS)-~60% 


DISCUSSION— 

The presence of common slime-forming organisms in the deposit combined 
with high organic content indicates that the deposit is bacterial in origin. 
Heat tran«»fer reductions would be caused by such a deposit. 

These deposits, combined with crenothrix, can cause corrosion of both ferrous 
and non-ferrous metals. 

RECOM- 

MENDATIONS— 

It is recommended that the water be treated at the suction side of the deep 
well pump with chlorine in quantities sufficient to maintain a free chlorine 
residual of 1.0 ppm at the discharge of the shell and tube cooler. This 

treatment can be scheduled on an intermittent basis. 


snow, or from artificial causes, as in steam condensing equipment, pro- 
ducing condensate or return water. 

In the heating and ventilating field, the biological characteristics of 
condensates are likely to be of concern only where the condensate is used 
as cooling water in recirculating systems. The deleterious gas contents of 
condensates, however, very often create serious corrosion troubles. 

The data in Table 5 typify the chemical composition of the atmosphere 
in rural and metroplitan areas, and of stack gases when various types of 
oonunon fuels are us^. The curves in Fig. 1 disclose the solubility of the 
major deleterious gases present in such atmospheres in otherwise pure 
water, wW the partial pressure of the gas is one pound per square inch 
absolute. 

Themost oommcm deleterious gases entrained by steam are oxygen and 
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carbon dioxide. In rare instances, hydrogen sulphide, sulphur dioxide, 
or ammonia are present. 

In most steam condensing equipment^* the non-condensable gases 
entrained with steam accumulate so that the amount present in the vapor 
space is several hundred times higher than in the incoming steam and, 
the amount dissolved in the condensate may therefore approach, or even 
exceed for short periods, the amount entrained by the steam. 

CAUSES AND PREVENTION OF SCALES AND SLUDGES 

Scales may be formed on surfaces of equipment in contact with water, 
and sludges in the body of the water, by the separation from the water of 
dissolved or suspended solids. According to the nature of a particular 
piece of equipment and the method of its operation such separation may 
be promoted by one or more than one, of several factors: 

a. The concentration of solids may be increased by the evaix>ration of water. 

b. The dissolved solids may be rendered less soluble in the water by changes in 
temperature. 

c. Conditions may favor the decomposition of unstable compounds with the formation 
of less soluble compounds. 


Table 5. Data Typifying the Deleterious Gas Content 
OF Different Atmospheres 









Pn E Ca.sbr 



Name of 

Gafl 

Chem- 

ical 

Form- 

Hvrkl 

Metropolitan 

1 

Bitum. C’oal 

Fi'bl Oils 

j Natural Gas 


ula 

( % by 

1 Volume 

Partial 

PreoRure 


Partial 

Pressure 

% by 
V'olume 

Partial 

Pressure 

% by I 
Volume 

Partial 

Pressure 

% l-y 
Volume 

Partial 

Pressure 



psia 

psia 

peia 

peia 

psia 

Oxygen 

ih 


3.143 

21 

3.143 

2 

0.299 

7 

1.048 

10 

1.497 

Carbon Dioxide 

CO, ! 

0.03 

0.004 

0.06 

0.009 

15 

2.245 

13 

1.946 

10 

1.497 

Sulphur Dioxide 

SO-, 

J 

None 

None 

0.00.^ 

0.004 

0.07 

0.010 

OOt 

0.004 

0.0001 

0 001.^ 


Figs. 2 and 3 show that the solubilities of both calcium carbonate and 
calcium sulphate decrease with the rising temperature within a moderate 
range of temperatures. Surfaces transferring heat into water, such as 
condensers and coolers, are more susceptible to scale and sludge formation 
than are the cold parts of the same system using the same water. 

The most common of the unstable soluble salts are the bicarbonates of 
calcium, magnesium, and occasionally iron. Under conditions favoring 
the removal of carbon dioxide, as when the water is strongly aerated or 
when it is boiled, the bicarbonates are readily converted to the relatively 
insoluble carbonates (or, in the case of iron in the presence of oxygen, 
ferric hydroxide or oxide may be formed). Conversely, carbonates are 
readily converted to the more soluble bicarbonate by the addition of 
carbon dioxide or other acidic materials. This explains the increase in the 
apparent solubility of calcium carbonate at decreasing pH values (in- 
creasing concentration of hydrogen ion) shown in Fig. 2, the carbonate 
really going into solution largely as bicarbonate. 

It is sometimes desired to evaluate the tendency in a particular water 
toward the separation of calcium carbonate, which may be desirable as a 
means of establishing a corrosion-resistant film on metal surfaces, or in 
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Other circumstances may be undesirable because of the impedance of the 
calcium carbonate film to heat transfer. This tendency is indicated 
approximately by the Langelier Index which is obtained by subtracting 
the actual pH of a particular water from the pH at which it is estimated 
precipitation of calcium carbonate would just begin. This estimate may 
be made by the use of F'ig. 4, 

There are various expedients which may be employed for avoiding or 
mitigating difficulties due to scales: 

a. The water may be treated before use to remove elements such as calcium, mag- 
nesium, and iron, which form relatively insoluble compounds. In the various softening 
processes this removal of these elements is accompanied by the addition of other elements, 
particularly sodium, the compounds of which are relatively soluble. 



Fig. 1. Solubility of Gases at Partial Pressure of 1 Psi 


b. The water may be treated within the equipment to promote the separation of 
dissolved solids as sludges, rather than as scale which is in most cases more objectionable. 

c. The increase in total solids due to the evaporation of water may be controlled by 
the displacement, continuously or intermittently, of some of the us^ water by fresh 
supply. 

d. Substances, such as the polyphosphates, having the property of inhibiting the 
precipitation of calcium carbonate from solutions supersaturated with it, may be added. 

e. The pH of the water may be lowered (hydrogen ion concentration raised) to reduce 
the tendency for precipitation of carbonate. This is permissible only to such an extent 
as will not cause a serious increase in rate of corrosion. 

The choice of the best expedient must be made for each type of equip- 
ment and will be affected by local considerations. 
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Once-Through Equipment and Closed Recirculating Systems 

Where Abundant supplies of water are available at low cost, the cooling 
water may pass through the equipment once, undergoing a slight rise in 
temperature. Little difficulty from scale should be experienced in this 
case unless the carbonate hardness is more than 200 ppm, or the water has 
been treated to induce incipient calcium carbonate precipitation. Closed 
recirculating systems in which the water is cooled indirectly, as in radia- 
tors, and returned to the equipment, should usually be little troubled 
with scale. However, in both once-through and closed recirculating 
systems, slimes may cause trouble. 

If there is some tendency for scaling, it may usually be prevented by 
the addition of small amounts, about 5 ppm or less, of polyphosphate 
Alternately, a minor lowering of pH by the addition of carbon dioxide or 
sulphuric acid riiay be effective if this is permissible from the standpoint 
of corrosion. 



Fig. 2. Solubility of Calcium Carbonate in Distilled Water 
Containing Carbon Dioxide 

(/)H Values at Approximately 7S F) 

Fig. 2 Adapted from (1> Ind. & Eng. Chem., 20 (1928) ll»7~by Baylis. (2) J.A.C.S. 50 (1929) 2086— 
Frear & Johnson, 


Open Recirculating Systems 

Where water from condensers and similar equipment is passed through 
a spray pond or cooling tower and then returned to the equipment, there 
is an increase in the concentration of solids because of the evaporation of 
some of the water into the cooling air, and, moreover, the aeration removes 
carbon dioxide. Both factors promote the tendency to d^)osit scale. If 
the ctmditions are particularly adverse, it may be necessary to subject the 
water to a itoftening treatment before use, this being the more feasible 
because of the reduced water requirem^t in such a recirculating system. 
Wben this is not practicable, or when the tendency to scale formation is 
CMily moderate, a considerable improvement may be effected by the 
addidmi to the water of organic compounds such as gelatine, glucosates, 
dextrine, mid tannin whidi tend tei prevent precipitated material fjconi; 
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forming adherent scales. In systems of this kind, the loss of liquid as 
spray from the cooling towers or spray ponds may limit adequately the 
final concentration of solids in the cooling water. If not, provision must 
be made for sufficient purging of used water. 

Heating Systems 

In hot water heating systems or in steam heating boilers where all con- 
densate is returned, troubles from scaling should not be severe. If 
necessary, sodium phosphate or sodium carbonate may be added to the 
water to prevent the formation of adherent calcium sulphate scale. 

Boilers and High Temperature Equipment 

Where temperature exceeds 250 F, complete softening of the water is 
the only practical method for minimizing sludge formation. This is 



Fig. 3. Solubility of Calcium Sulfate and of Calcium Carbonate 

FOR Comparison 

{CaCOt in Equilibrium with Normal CO\ Content of the Atmosphere) 

Fig. 3 Adapted from Bui. No. 16, Univ. of Mich. "Formation and Properties of Boiler Scales" by E. P. 
Partridge. 


usually accomplished by artificial or natural zeolites (called also ion- 
exchange materials) or by hot-process precipitation softeners. 

In boilers operating at pressures above 100 psi virtually all the calcium, 
magnesium, silica, iron, and manganese salts entering with the feed water 
are potential scale or sludge formers. 

In low pressure boilers (100-250 psig), the formation of adherent cal- 
cium sulphate (anhydrite) scales is most to be feared. Such deposits 
form on the hottest evaporative surfaces. It is a material of low heat con- 
ductivity. Even a layer of shell thickness may so impede the rate of 
heat transfer as to bring about over-heating of the metal. 

The ortho-phosphates of sodium are most frequentlj^ used to prevent 
sulj^te scales. The concentration of phosphate required is such as to 
cause tte fwedpitadon of calcium phosphate as sludge, thus keeping the 
boiling water under-saturated with respect to calcium sulphate. To a 
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lesser extent, sodium carbonate (called also soda ash and sal soda) is also 
used. Most of the effective boiler compounds contain either phosphates 
or soda ash, or both. Certain organic materials and colloids are some- 
times found to minimize scale formation. Where chemicals are introduced 
directly into the boiler in amounts adequate to prevent scale, sludge is 
formed in amounts proportionate to the calcium and magnesium salts 
entering with the feed water. To prevent troublesome accumulation of 
this sludge, as well as soluble salts, as evaporation occurs some blowdown 
of boiler water is necessary. 

CAUSES AND PREVENTION OF SLIMES 

A water containing slime-producing organisms will produce prohibitive 
amounts of slime only when the conditions of use are such as to propagate 
their life processes. Whenever sufficient food material from normal water 
or from air-borne dust combines with optimum temperature conditions 
such as exist on cooling surfaces and air washers, serious quantities of 
slimi* will be produced. 


I able 6. Common Chemicals Used for Slime Control 


Chemical i 

Trade Name 

Phvsical State* 

Chlorine 

Chlorine 

Gas 

Hypochlorites 

I Calcium Hypochlorites 

1 Sodium Hypochlorites 

Crystalline 

Chlorinated Phenols Sodium - 

1 Chlorophenylphenate 
Tetrachlorophenate 
' Pentachlorophenate 

Briquettes 

1 Briquettes 
! Briquettes 

Potassium Permanganate 

Permanganate of Potash 

Crystalline 

Copper Sulphate 

Blue Vitriol 

1 Crystalline 


■As shipped. 


Some natural well waters do not contain sufficient foods to support 
luxuriant slime growths. Algae which require light for carrying on their 
life processes are likely to cause difficulty in cooling towers and other 
areas where sunlight is abundant. The ordinary slime-forming bacteria 
are capable of using a wide variety of nitrogenous and cellulose material 
as food sources. These bacteria thrive best under dark conditions such 
as exist in condensers and other heat transfer surfaces. Other organisms 
capable of causing similar difficulties use such a wide variety of food 
material as algae iron compounds and inorganic sulphates 
At present, the use of toxic chemicals and irradiation are the two 
general means employed in slime control. The value of ultra violet light, 
used so broadly in the beverage industry, is somewhat in dispute. 

Anti-fouling paints have been developed and are fairly satisfactory for 
the prevention of the growth of micro-organisms such as barnacles and 
mussels, but these paints must be renewed at frequent inte^als and are 
not applicable to inaccessible areas such as the inside of pipe lines and 
cooling towers. Satisfactory anti-sliming paints have not been found. 

Names and other pertinent data relating to some of the more common 
chemicals used in slime control, are shown in Table 6. 

Chlorine is the only chemical to which is attributed the ability to de- 
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stroy slime-forming organisms. The others are presumed to poison marine 
organisms^ most of which recover when the chemical is not used regularly. 

While chlorine is the most generally used chemical, others may occa- 
sionally prove to be more practicable. Choice of the chemical is con- 
ditioned largely by the design and operation of the system. 

Open Recirculating Systems 

In spray ponds and cooling towers of the open type, light-loving algae 
growths are likely to cause blocking of the distribution piping and troughs. 
These organisms are most troublesome in areas accessible to sunlight. 
Algae slimes are usually stringy in character. 

In open recirculating systems, continuous use of small quantities of 
chlorine is generally most satsifactory. In once-through systems, where 
large quantities of water are used, intermittent treatment a few times each 
day will usually result in satisfactory slime removal and chemical 
economies. 

Neither the phenols nor copper sulphate may be used for the removal 
of slime already formed. For this purpose, chlorine gas is used. After 
being cleaned, the other chemicals may be used to prevent the reestablish- 
ment of slime in the system. The removal of green algae from a cooling 
tower should never be used as an indication that the true slime-forming 
organisms on heat exchanger surfaces have been removed. The more 
resistant slime formers, which so materially reduce heat transfer efficiency, 
will often be unaffected by treatment which completely eliminates algae. 

Closed Once-Through Systems 

In equipment where light is excluded, slime formations are due to fungi. 
Usually, they predominate on the heat exchange surfaces. Bacteria form 
thick, soft slime. Yeasts and molds form tough rubbery slimes. Chlorine 
and hypochlorite solutions, fed intermittently, are used to prevent such 
slimes. 


UNDER-WATER CORROSION 

When deleterious substances are present in water, the corrosivity of the 
solution is increased in proportion to the amount of deleterious substances 
present, the temperature, and usually the rate of flow of the solution over 
the metal surfaces. There are other relevant factors, but their influence 
in general is subordinate to those mentioned. Dissolved oxygen, acid 
gases, and chloride salts are the corrosion accelerators most frequently 
encountered. 

Neutral and slightly alkaline waters saturated with air, corrode iron at a 
rate about triple that for the same water free of air. Hot water containing 
oxygen will corrode iron at a rate three to four times that for the same 
water when cold. 

Corrosion of iron decreases as the pH of water solutions increases and 
practically ceases at a pH of 1 1 . If the metal contains film forming agents, 
such as cbromiurnt nickel, and silicon or if the water contains inhibitors 
such as silicates and chromates, corrosion may in some instances be 
minimized. ^ 

Cdid Water ServkM 

Where water from municipal supplies is used industrially in a dosed 
system with little or no increase in temperature, it is seldom necessary or 
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feasible to treat the water to reduce its corrosivity. When it is mandatory, 
the addition of caustic soda to maintain a pH over 1 1 plus the addition of 
sufficient sodium sulphite to maintain a residual of over 100 ppm (as 
NajSOs) usually suffices to prevent serious troubles. However, in some 
cases the cost may be prohibitive. 

When the use of sodium sulphite or a comparable chemical for oxygen 
removal is prohibited, as in potable waters, the addition of small amounts 
of lime to maintain a Langelier Index (See Fig. 4) of 0.5 or more may 
prove helpful. 

In systems exposed to the atmospherie, as for example air washers or 
storage tanks, both laboratory and field tests have shown that the 
addition of alkalies to maintain a pH greater than 8.5, plus the addition of 
other chemicals that produce protective films on the metal surface, will 
measureably decrease corrosion. Sodium dichromate, sodium silicate, 
and tri-sodium orthophosphate have been shown to be effective film 
formers in the order mentioned. 

Caustic soda is usually used to raise the pH value, and sodium dichro- 
mate is most often employed as a film former in industrial waters. In old 
systems, not previously inhibited, about 500 ppm of sodium dichromate 
are usually maintained at the start. After two or three months and in 
new systems, a residual of about 300 ppm of dichromate usually proves 
effective. When insufficient dichromate is employed, pitting is sometimes 
accelerated. Aeration does not impair the efficiency of dichromates, but 
does deplete the caustic soda concentration. 

In large industrial systems, the use of vacuum deaeration has been 
shown to be effective^®. In small systems, the equipment required can 
seldom be justified, economically. 

Soft water, as for example the effluent from zeolite softeners, is likely 
to be several times more corrosive to iron than hard waters. In small 
installations, the use of copper or brass pipe usually is a practical ex- 
pedient. Cement lined pipe and tanks suitably resist attack. 

Where the water contains slime-forming organisms, especially those 
bacteria that thrive on iron, chlorination of the water is imperative to 
inhibit tuberculation and subsequent pitting. 

Bitumastic paints, applied at regular intervals upon well cleaned sur- 
faces, will measurably prolong the life of equipment handling cold waters. 

Hot Water Services 

As a usual thing, corrosion does not create important troubles when 
temperatures are maintained below 140 F. 

In closed systems where little fresh water is introduced, such as in a hot 
water space heating system, corrosion is usually negligible because the 
oxygen released in heating the water is purged through the vents. 

Where large amounts of fresh water are constantly entering and are 
being heated, the use of mechanical deaeration is the most universally 
satisiactory expedient to employ. Where the use of such equipment can- 
not be justified economically, anti-corrosive chemicals, and the use of 
corre^on resistant metals, are the more practical expedients to be used. 

Treating Chemicals. Alkalies, such as lime and caustic soda, silicates of 
soda (water glass), the poly^phosphates of soda, sodium sulphite; and 
sodium dichromate are usually uski. Organic compounds, such as the 
glucosates, dextrines, and tannins are sometimes used, but their value is 
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still a controversial matter. When any chemical is used, so many rele- 
vant factors are involved that it is always advisable to seek adequate 
technical 'Counsel in inaugurating the treatment. Very often, where such 
precaution is not taken, new troubles are created that are more aggra- 
vating than the original difficulty 

Silicate of soda is used*to protect iron, lead, and brass water pipe 
For most waters, a solution of Na20;3Si02 is recommended. Sodium sili- 
cate equivalent to about 10 ppm added silica, should be fed to the water 
for the first month after which it may be reduced to give 5 or 6 ppm added 
silica. Where careful control of the silicate feed is exercised, the water is 
not injured for domestic use by this treatment. The rate of corrosion of 
iron pipe has been reduced by 70 per cent and dczincification of brass pipe 
practically stopped by this simple treatment. The amount required and 
the effect are not the same in all waters. 

Pipe Materials. Brasses with 60 to 67 per cent copper are dezincified in 
some corrosive waters and in certain localities are not much more service- 


Table 7. Quantities of Sodium Dichromate to be Added to Maintain 
Initial Concentration 


Specific Gravity of 

Brine to be Strengthened 

Lb SoDiiT^ri Dichromate 

PER 100 i.B CaCli Added 

1.16 

0.695 

1.18 

0.621 

1.20 

0.556 

1.22 

0.502 

1.24 

0.455 


Lb of SoDiiTvi Dichromate 


PER 100 LB NaCl Added 

1.12 

1.79 

1.14 

1.47 

1,16 

1.32 

1.175 

1.18 


i 


able than galvanized iron or steel pipe. The zinc in brass pipes is leached 
out locally, leaving a plug of porous copper. The weakening of such pipe 
is especially noticeable under the threads. Dezincification is retarded by 
the use of silicate of soda (8 ppm added silica) 

In salt or fresh water, there is no material difference in rate of pitting of 
wrought iron, steel, low metalloid steels, or copper bearing steels. This 
is contrary to the relative performance of these metals in atmosphere. 

Refrigerating Systems 

Corr^ion in refrigerating systems is confined to surfaces in contact 
with brines and/or those in contact with the refrigerant. 

Brines. Refrigerating brines usually are comprised of sodium chloride, 
calcium chloride, or calcium and magnesium chlorides. The corrosivity 
of dilute brines is higher than their more concentrated solutions. The 
corrosivity of sodium brines, other conditions being fixed, is about 1.6 
times greater than brines of the alkaline earth metals. 

Brines are excellent electrolytes. Contact of dissimilar metals of wide 
potential differences when in contact with brines results in rapid corrosion 
by galvanic action. 
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The leakage of air, acid refrigerants, or both, accelerates the corrosivity 
of brines. Ammonia precipitates calcium and magnesium salts thus 
clogging the system at restricted points. 

The addition of caustic soda and sodium dichromate to brine solutions 
to inhibit corrosion of iron is a more or less general practice. Sodium sili- 
cate and sodim phosphate are also used at times, but tests indicate they 
are not as effective as is sodium dichromate. It has been suggested ^ that 
125 lb of sodium bichromate per 1000 cubic feet of calcium chloride brine, 
and 200 lb per 1000 cubic feet of sodium chloride brine be added to inhibit 
brines; that when salt or calcium chloride is added to strengthen*' brine, 
sodium dichromate also be added in the amounts shown in Table 7. 

Refrigerants. The common refrigerants, except those of the hydro- 
carbon type, will attack the common metals and alloys if moisture is 
present. Even a very small amount of water may cause severe corrosion 
with certain refrigerants. The amount required need only be sufficient 
to produce a water film on the metal surface. 

With the halogenated hydrocarbons, complete elimination of water is 
much to be desired. Where ammonia is used, copper and its alloys, 
aluminum and zinc, are attacked especially at elevated temperatures. 
When sulphur dioxide is used more than 50 ppm (0.005 per cent) of water 
will cause appreciable corrosion of virtually all the common materials. 

Minimizing Condensate Corrosiveness 

There are four expedients that may be utilized to minimize corrosion 
in steam condensate systems: (1) treatment of the boiler feedwater so 
as to eliminate deleterious gases entrained with the steam, (2) design of 
the condensing equipment to minimize dissolution in the condensate of 
the deleterious gases entrained with the steam, (3) chemical treatment 
of the condensate, (4) use of resistant metals. 

Boiler Feedwater Treatment. Elimination of oxygen from boiler feed- 
water and, therefore, from the steam developed, can be accomplished 
either mechanically or chemically. In some steam generating stations, 
both expedients are employed. 

Tests have indicated that in small low-pressure heating boilers, where 
the boiler input contains less than about 50 ppm of carbonate hardness, 
the COa in the steam can be controlled by adding calcium hydroxide to 
the boiler. In Fig. 5 are shown the equilibria conditions proposed for 
boilers operating at pressures up to about 5 psi gage. This expedient may 
not be used in higher pressure boilers, because of the possibilities of scale 
and sludge formations. In the latter, the only method used to date for 
treating the feedwater consists (a) in removing the alkaline earth salts, 
i.e., softening (b) in subsequent acidulation followed by deaeration at 
temperatures near the atmospheric boiling point of water 

Design of Condensing Equipment. In the design of water heaters and 
comparable types of condensing equipment^, it is possible to shift the 
accumulation of non-condensible gases to a location away from the con- 
densate level and, subsequently, vent these gases to the atmosphere. 
Venting an amount of steam equal to about one-half per cent of the total 
steam entering the condenser is the optimum vent rate. 

Venting, is of little practical value, when the COj content of the in- 
coming steam is below about 5 ppm. When the steam contains more than 
6 ppm, venting provides a means of producing a condensate containing a 
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minimum of about 3 ppm. However, even as little as 3 ppm of dissolved 
CO* can produce active corrosion if large amounts of condensate are 
flowing. ■' 

Chemical Treatment of Condensate. Condensates containing compara- 
tively large amounts of oil, are practically non-corrosive, due to the pro- 
tective film provided by the oil. When oil is intentionally added to con- 
densate**, inadequate quantities may accelerate rather than decelerate 
corrosion on those surfaces not covered by the oil. Sodium silicate added 
to CO*-bearing condensate has been shown to decrease, but not entirely 
prevent, corrosive action. It is not definite whether the protection 
afforded by silicate solutions is due to the establishment of a protective 
film on the metal surface or to neutralization of the CO* by the alkali in 
the silicate solution. 



Fig. 6. Relation of Hydrate /Carbonate Content in Hard Boiler Water 
AND COj IN Steam at About 5 Psi Operating Pressure 

(AU analytical values are ppm by weight) 


It has been postulated that ammonia**, cyclohexylamine **, ethylene 
diamine, and morpholine ** will retard corrosion of condensate lines. Tests 
witfi benzylomine have also been reported **. Where copper and its alloys 
are involved, the use of alkaline inhibitors is believed inadvisable. The 
use of small amounts of sodium hexametaphosphate has been suggested 
too, but tests** indicate that this salt accelerates rather than decelerates, 
the rate of attack of steel by condensate containing CO* and oxygen. 
Whether chemical treatment of steam or condensate is feasible, must be 
determined not only upon the basis of the acuteness of corro«on troubles, 
but also upon the uses to which the steam or condensate are put. 

Use of Resistant Metals. For economic reasons, the metals known to 
reast corroaon can seldom be used exclusively for condensate lines in any 
sizeable enterprise. Nevertheless, ther» may be instances where the use 
of a limited amount of the more costly, but resistmit, materials can be 
justified. The data in Fig. 6 are the results ol tests** designed to reflect 
the corrosion resistance of the raorC ccnnmooly used metals to attack by 
oo^ensate containing oxygen and CO*; 




In contemplating the use of a resistant metal, as a section of a conden- 
sate line, it should be remembered that, if other conditions are right, 
corrosive attack will merely be transferred down stream in the system. 
Galvanic corrosion resulting from the contact of dissimilar metals in a 
condensate line seldom occurs. No paint or similar protective coating 
have thus far proven satisfactory. Tests of cement lined and vitreous 
lined pipe have shown the linings to be readily dissolved by hot con- 
densates. 

ATMOSPHERIC CORROSION 

Most of the problems originated by atmospheric corrosion occur in 
connection with the fire-side of boilers and furnaces (including their flues 
and stacks), sewer vents, air ducts, coal and ash handling equipment. 
Usually such equipment is fabricated from common types of ferrous metals. 



Fig. 6. Comparative Corrosion Resistivity of 10 Materials 
Exposed to Condensate 


Generally little or no atmospheric corrosion occurs at temperatures 
higher than the boiling point of water, because at such temperatures little 
or no condensate is formed. If it does form at the higher temperatures, 
only negligible amounts of carbon dioxide and oxygen, present in the 
atmosphere, will dissolve in the hot liquid but sulphur gases may dissolve 
and cause rapid attack. Oxygen, sulphur dioxide, sulphur trioxide, and 
carbon dioxide are the deleterious gases most frequently accountable for 
corrosion in moist atmospheres. 

Coal Storage and Handling Equipment 

Virtually all coals contain sulphur in the form of pyrite, and some 
moisture. In storage, the pyrite is likely to be decomposed by oxidization. 
Moisture dissolves the products of decomposition forming sulphurous and 
sulphuric acid. The acid solutions vigorously attack the supporting metal. 

Rubber linings have been developed for coal chutes and bins that 
effectively resist corrosiqn and the abrasive action of the coal, but they 
are expensive Concrete linings for steel bunkers have also been 
effectively employed **. 
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The use of high chromium steels is not always a sure cure, especially 
with coalk treated with dust allaying agents high in chlorides. 

Flues, Stacks, and Fire-side of Boilers 

The surfaces of flues and boilers contacting the products of combustion, 
seldom experience corrosive attack when the equipment is in operation. 
Breechings, smoke hoods and canopies in contact with flue gas may, how- 
ever, be subject to attack during the warming-up period of an appliance 
or when the rate of operation is so low that the temperature of the flue gas 
is below the dew-point. It is common practice to use cast-iron or acid 
resistant vitreous enameled steel in flue gas connections to appliances to 
prolong the life of these parts. The shut-down period when condensation 
of moisture occurs on the metal surfaces is usually the time when most 
damage is done In those sections of the stacks where flue gas tempera- 
ture drops below the dew-point, corrosion is inevitable during operation. 

It is clear that where long shut-down periods are anticipated, a practical 
method for mitigating corrosion is to clean the surface thoroughly and 
to provide adequate clean, dry air circulation to prevent condensation 
(See also Care of Idle Heating Boilers, p. 357, Chapter 18). 

Protective coatings with organic binders are destroyed rather rapidK 
above 400 F because of the decomposition of the organic materials. The 
surfaces of metals whose temjx^rature does not exceed 400 F, may be pro- 
tected by periodically applying paints such as those specified in the 
following paragraphs entitled Air Ducts. 

Air Duels 

The most practical method for protecting air duct surfaces made of 
steel from atmospheric corrosion is to apply protective paints. One of 
the most effective protective coatings is red lead paint. 

Three coats of paint should be applied, of which the first two coats 
should be rust inhibitive paint such as red lead paint with the second coat 
tinted to a light brown color with carbon black, and the finishing coat may 
be red lead paint tinted to a black or brown color, black paint made 
according to Federal Specification TT-P-61, red iron oxide paint con- 
forming to Federal Specification TT-P-31, or white or light tinted paint 
made according to Federal Specification TT-P-40. 

Another paint which has had some use for priming iron and steel is 
zinc chromate paint. 

Under some conditions, a chlorinated rubber base paint made according 
to Federal Sp>ecification TT-P-91 may be used for the finishing coat, 
particularly where the presence of highly corrosive gases or contact with 
strong alkaline water would injure the standard paints. Rubber base 
paints should be used only for the finishing coat over regular priming and 
second coats. 


BURIED PIPE LINES 

Lines that are cold and in intimate contact with the earth are corroded 
from the same causes as in mineral waters, but pitting is usually more 
intense due to variations in concentration of salts and oxygen in solution 
and presence of solid materials, such as cinder in contact with metal pipe. 
Galvanic currents induced by contact of certain dissolved constituents 
in the soil often act over a large area, and accelerate corrosion where they 
leave the pipe line. 
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Certain bacteria that thrive in the absence of oxygen have the power to 
obtain hydrogen and dissociate sulphates in the soil with a resultant pro- 
duction of hydrogen sulfide which attacks the iron to form iron sulphide. 
Other bacteria have preference for cathodic hydrogen and by removing 
it keep natural corrosion going on at a rapid rate. 

Stray electric currents from electric power generating stations some- 
times find their way into buried steel structures and do damage in pro- 
portion to the current density where the current leaves the metal to enter 
the ground. 

Pipe Materials 

Under many conditions where steel would be corroded, the use of 
corrosion -resistant metals other than steel may be desirable even if greater 
in first cost. Stainless steel, copper, red brass, and bronze will resist 
corrosion and may, at times, be used to advantage. Sheet lead linings are 
excellent to prevent corrosion, and lead pipe will resist corrosion both on 
the exterior and interior when used for buried pipe lines as well as for pipe 
for general purposes. Galvanized iron pipe will resist corrosion for 
various f>eriods of time depending on the soil and how long the galvanized 
coating lasts. The zinc used for the galvanized coating is on the electro- 
chemical protective side of the iron and the zinc is corroded and changed 
to zinc compounds before the iron is attacked. This accounts for the pro- 
tection afforded by galvanized iron. Even if some protection is obtained, 
eventually the galvanized coatings are destroyed by chemical action and 
the corrosion of the steel begins. 

Protective Coating 

Protective coatings for buried pipe lines are in a class by themselves 
because of the unusual service conditions and because it is not possible to 
maintain them by recoating when necessary. Buried steel pipe lines have 
been protected against corrosion with considerable success by the use of 
very thick bituminous coatings applied in molten condition. The best 
results are obtained by applying the bituminous coatings over a standard 
priming coat such as red lead or a bituminous paint, and for long service 
it has been found that after the bituminous coatings are applied, a wrap- 
ping of asbestos fabric saturated with bitumens will prevent movement 
and displacement of the bituminous coatings and add greatly to the 
length of time.satisfactory protection will be maintained. 

Cathodic Protection 

Protection is obtained by rendering the structure cathodic to the sur- 
rounding water or soil by means of a controlled difference of potential. 
This method, which has proved satisfactory and economical on a number 
of gas and oil pipe lines underground, has also been applied with some 
success to the protection of the inside of water storage tanks and other 
structures that are in contact continuously with water. Protective 
coatings that insulate a large portion of the metal surface will reduce very 
materially the total amount of protective current that it is necessary to 
impress on bare anodic areas to arrest corrosion. 

For each structure, it is necessary to determine or estimate the mini- 
mum current density required and design the anode or anodes so that the 
necessary protection can be obtained most economically. In water having 
relatively high electrical conductivity such as in sea water, this is com- 
paratively easy compared with fresh water. In the latter, the composition 
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of the water is a major factor. It is therefore desirable to obtain an accur- 
ate estimkte of the minimum current density required. The current is 
then controlled by the potential between the anode and the structure to 
be protected. 

Rectifiers have generally proved to be the most practical means for 
supplying the necessary current for protection of surfaces in contact with 
neutral waters 

HANDLING WATER TREATING CHEMICALS 

Virtually all the chemicals used in water conditioning are injurious if 
taken internally in large doses. Many also cause severe skin irritation. 
Thus, they should be handled with caution. 

Caustic soda, time, and concentrated sulphuric acid will burn the flesh. 
In addition, if mixed with small amounts of water, sufficient heat may be 
generated so that spattering occurs or the container becomes too hot to 
handle. 

The chlorophenol compounds, even in the low concentrations used in 
water conditioning, have been reported to produce dermatitis. Chrom- 
itch is not uncommon among workers handling chromates. The amines 
are said to be absorbed through the skin*®. Morpholine is said to cause 
kidney and lung trouble when so absorbed. 

Chlorine gas irritates the skin, eyes, and mucous membranes. Concen- 
trations as low as 0.004 per cent by volume in air cause dangerous illness 
in 0.5 to 1 hour. 

When relatively large amounts of the non-gaseous chemicals are to be 
handled, protective clothing, including goggles, should always be pro- 
vided, and a shower head or its equivalent provided at or very near the 
point where the chemicals are mixed. Chemicals should always be washed 
from the skin with large volumes of water. 

For the handling of chlorine and chlorinators, the U. S. Public Health 
Service*^ stipulates the following safety requirements: 

1. Suitable gas masks and a small bottle of ammonia for testing for leaks should be 
kept at convenient points immediately outside the room or enclosure in which chlorine is 
being stored or is in use. Gas masks should be inspected at regular intervals and kept in 
serviceable condition. Note: — ^All purpose masks offer adequate protection only when 
the concentration of acid gases does not exceed two per cent — See “Safe Practises 
Pamphlet #64 National Safety Council”. 

2. Chlorinating equipment and cylinders of chlorine should be housed preferably in 
separate buildings above the ground level. 

3. The room or building housing chlorinators in service should be maintained at a 
temperature above 60 F, but never in excess of the normal summer temperature. The 
^clmders of chlorine should be shielded, where necessary, from excessive heat or cold. 
Direct heat should not be applied to cylinders of chlorine nor should hot water be poured 
over them or come in contact with the cylinder valve. 

4. Adequate ventilation should be provided for all enclosures in which chlorine as 
being fed or stored. 

5. All joints of tubing connecting chlorine cylinder and chlorinators should be kept 
absolutely tight and inspected frequently to insure tightness. Tubing should slope 
upward from the cylinder. 

% 

LEGAL REGULATIONS 

In a number of states, the water used for humidihcatimi, even in in* 
dustrial {Hants, is r^uired to meet drinking water standard insofar as 
bacteriological quality is concerned. A ruling of the U. S. Department of. 
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Agriculture, Meat Inspection Division prohibits the use of chromate in 
water used for air washing when the air later contacts foodstuffs 

There is an ever growing consciousness on the part of public health 
officials of the necessity for regulations to protect potable water supplies. 
Attesting this is an ordinance now in effect in Detroit, Michigan, which 
stipulates in part: 

“No physical connection shall be maintained between lines carrying city water and 
pipes, pumps, or tanks supplied from any other source. Where dual supplies are nec- 
essary or desired, lines carrying city water must be protected against back now of polluted 
water by an atmospheric gap — Secondary supplies and emergency sources shall include: 
surface waters from rivers, lakes, ponds, lagoons, and reservoirs; well waters both deep 
and shallow; any supply of water which has been stored, held, or reserved after being 
used for industrial purposes; cooling water, or water which has in any way been treated, 
processed, or has been subjected or exposed to any contamination of a bacteriological 
or chemical nature; and water from any other source than the city supply.*' 

The U. S. Public Health Service stipulates: 

“Salts of barium, hexa valent chromium, heavy metal glucosides, or other substances 
with deleterious physiological effects, shall not be allowed in the water supply system.*' 

The same agency recommends that the concentration of the substance 
hereinafter listed be held below the values cited: 


Substance 

Max. 

Concentration. 

ppm 

Copper 

3.0 

Iron & Manganese (Total) 

0.3 

Magnesium - 

125.0 

15.0 

Zinc 

Lead 

0.1 

Fluorine : 

1.0 

Arsenic 

0.05 

Selenium^ i 

0.05 

Phenols (Total) - 

0.001 

Poly-phosphate of Sodium..... 

10.0 

pH Value @ 25C 

10.6 



The Board of Directors of the American Water Works Association has 
accepted these values as standard for all public water supplies in the 
United States While their action is not binding, prudence dictates that 
no form of treatment should be used that will result in raising the con- 
centration of Idle substances listed above the value cited. 

Since virtually all of the permissible chemicals used for scale slime, and 
corrosion control have deleterious, physiological effects if taken internally 
in relatively large doses^ they should always be carefully proportioned. To 
insure this, the Detroit Ordinance stipulates that the chemical feeding 
device must have the following major characteristics: 

“1. There shall be a visible means of checking the quantity of material being applied 
by the feeding device. 

2. A water metering device, sealed to prevent tampering, shall be installed to measure 
the flow of water being treated. 

3. The device shall be constructed so that in the event of back-flow or vacuums, the 
maximum amount of material that may be possibly back-siphoned from the device or 
any of its attachments or parts shall not exceed one fluid ounce. 

4. Should thef« be a failure of the water metering device or the water supply, the 
feeding de'^ce shall automatically cease operating.'* 
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Power, Vol 53. Nov. 1947, p. 79). 

••—Tests in The Detroit Edison Co. (Unpublished) 

••—More Information Concerning Corrosion in Steam Heating Systems, by L. F. Collins (Proceedings, 
Water Conference, Engineers* Society of Western Pennsylvania, 1(M3. p. 37). 

•'—Rubber Linings and Coatings, by J. J. McNeil and Material Protection, March-April, 

1947). 

•*— Protection of Steel Bins from Corrosion, by J. V, Schaefer (Power Plant Engineering, V'ol. 26, 1922, 
p. 632), 

*•— Some Notes on Corrosion of Cast-Iron Sectional Boilers, by E. R. Walters (The Institution of 
Heating and Ventilating Engineers, Preprint, 1944). 
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Cathodic Protection of Steel Equipment Submerged in Water, by L. P. Sudrabin (Proceedings, 
Water Conference, Engineers' Society of Western Pennsylvania, 1944). 

discussion by D. W. Haeriiig (See Ref, 11, p. 60), 

3i— Cycjohexylamine and Dicy'cIohexyJamine. by T. S. Carswell and H. L. Morrill (Industrial and 
Engineering Chemistry, Vol. 29, 1937, p. 1247). 

Drinking Water Standards, etc. (Reprint #2440, Public Health Reports. Vol. 58, No. 3, January 15, 

19-43). 

3* —Discussion of Ref. 15. by R. M. Palmer. 

3*— Official Plumbing Code of the City of Detroit. Article V. 

^^—Private Communication from H. S. Jordan, Sec. A.W.W..\, 
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CODES AND STANDARDS 


T he Codes and Standards listed in Table 1 represent accepted practice, 
methods, or standards prepared and accepted by the organizations in- 
dicated. They are valuable guides for the practicing engineer in determin- 
ing test methods, ratings, performance requirements, and limits applying 
to equipment used in heating, ventilating, and air conditioning. Copies 
can usually be obtained from the organization listed in the reference 
column. 


Table 1. Codes and Standards Prepared and Accepted 
BY Various Societies and Associations 


SuBJScr 

Titui 

SroNsoa 

RereaeNCK 

Air Conditioning 

Code of Minimum Requirements for Comfort 
Air Conditioning (1938). 

A.S.H.V.E. 

AJS.R.E. 

A.S.H.V.E. 

Air Conditioning 
(150,000 Btu/lar 
or lees) 

Code and Manual for the Design and Instal' 
lation of Warm Air Winter Air Conditioning 
Systems (1945). 

N.W.A.H. d: A. C. A. 

N.W.A.H. A A.C.A 
No. 7 

Air Conditioning 
(Aboye 150,000 
Btu/Hr) 

The Technical Code for the Design and Instal- 
lation of Mechanical Warm Air Heating Sys- 
tems (1942). 

N.W.A.H. A A£A. 

N.W.A.H. A A.C.A. 

Airplano 

Aeronautical Recommended Practice for Heating 
and Ventilating Airplanes (1943). 

SA.E. 

S.A.E. 

ARP 85 

Airplane 

Aeronautical Recommended Practice for Internal 
Combustion Type Airplane Heaters (1945). 

S.A.E. 

S.A.E. 

ARP 143 A 

Attio Ventilation 

Attic Ventilation Code (1946) 

P,F.U.A, 

P.F.M.A. 

Boilen 

la:B»iR Testing and Rating Codes for Low 
Pressure Heating Boilers (1947). 


I.B.R. 

BoUere 

Net Square Feet Radiation Loads in 70 Deg 
Fahr, Recommended for Low Pressure Heating 
BoUers (1943) 

H.P. A A.C.C N.A 

H.P. A A.C.C.N.A. 

Boilers 

Net Load Reoommendations for Heating Boilers. 

H.P, A A.C.C.N.A. 

H.P. A A.C.C.N.A. 

Boilers 

Standard and Short Form Heat Balance Codes 
for Testing Low Pressure Steam Heating Solid 
F^el Boilers (Codes 1 and 2) (1929). 

A.S.H.V.E. 

A.S.H.V.E. 

Boilen 

AB.H.V.E. Performance Test Code for Steam 
Heating Solid Fuel BoUers (Code No. 3) (1929). 

A.8.H.V.E. 

A.8.H.V.E. 

1 

BoUen 

ASJS.VJ;. Standard Code for Testing Steam 
Heating Boilers Burning Oil Fuel (1932). 

A.S.H.V.K. 

i A.8.H.V.E. 

1 

Boilen 

AB.H.V.E. Standard Code for Rating Steam 
Heating Solid Fuel Hand Fired BoUers (Rerised 
April 1930). 

A.aH.V.E. 

A.8.H.V.E. 

Boilen 

AB.H.V.E. Standard Code for Testing Stoker- 
Fired Steam-Heating BoUers (1938). 

AAH.V.E 

A.8.H.V.E 

Bcikn 

BoUer Constraetion Code for Low 
Pressure Heating Boilers. 

ABM.E. 

AM.M.E 

Bcilen (Miniattire) 

AJS.M.E. Miniature Boiler Code (1946). 

A.S.M.E. 

A.S.M.B. 

Boilen 

AJS.M,E. Bmler Construction Code (Combined 
J^tbn) (1946 mth 1947 Addrada). 

AJS.M,E. 

AMM.E. 

Boilen 

(Power) 

AE.MJB. Power Boiler Code. Including Rules 
for Innpeetion (1946 ^Ui 1947 Agenda). 

A.S.M.E. 

AJSM.E. 

Boilen 

(Power) 

Suggested Rules for Care of Power BoUers 
<»««). ^ 

ASM.E. 

A.8.MJS. 

Bdlen (Steel} 

Steel Boiler Inititate Retiiig Code for Com- 
meroial Steel BoUen end ReiridaitaJ Steel 
BoUece(1945). 

SB.!. 

8.BJ. 

BoUen (Steel) 

SbBp&Swi ftMtIw fer fttitfll 

Knbw HMtiag Bdfan (I»JT}. 

B.8. 

8,BJ. 

BE, 

R1S747 
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Table 1. Codes and Standards — (Continued) 


StTBJftcr 

Txtli 

Sponsor 

RKriaRNci 

Building Requirements 

Amenoan Standard Building Requlromentt 
(1946) 

NBJL. 

UE.PME. 

AXA. 

A53. 1-1946 

Burners (Gas) 

American Standard Testing Requirements for 
Gas Conversion Burners (1941). 

A,G.A. 

A.SA. 

Z21,17-1940 

Burners (Gas) 

American Standard Requirements for Instal- 
lation of Gas Burning Equipment in Power 
Boilers (1942). 

AG. A. 

AX.A. 

Z21.33-1942 

Burners (Anthracite) 

Commercial Standard for Domestic Burners for 
Pennsylvania Anthracite (Underfeed Type) 
(1940). 

B.S. 

A.I.L. 

BX. 

CS48-40 

Burners (Oil) 

Commercial Standard for Mechanical-Draft Oil 
Burners Designed for Domestic Instaiiations 
(1942). 

\ B.S. 

O.B.I. 

BX. 

C875-42 

Cleaners (Air) 1 

A.S.H.V.E. Standard Code for TestiM and 
Rating Air Cleaning Devices Used in Creneral 
Venation Work (1934). 

A.S.H.V.E. 

See A.S.H.V.E. 
Transactions. Vol. 
39, 19.13, p. 225 

Color Scheme (Piping) 

1 

Scheme for Identification Imping Systems 

(1945). 

H.P. & A.C.C.N.A. 

H.P. A A.C.C.N.A 
Engrg. Stds., Sec. 2. 
Party 

Color Scheme (Piping) 

Scheme for Identification cl Piping Systems 
(1928). 

A.SM.E. 

1 

AX.A. 

A13-1928 

Coils j 

Proposed Commercial Standard f<w Rating and 
Testing Air Cooling Coils Using Non-Volatile 
Refrigerants (1945). 

B.C.M.I. 

B.S. 

B.S. 

T.S. 4044 

Compressors 

Tentative A .S.R.E. Standard Methods of Rating 
and Testing Refrigerant Ompreasors. 

A.SM.E. 

A.S.H.V.E. 

A.C.R.M.A. 

AX.R.E. 
Circular No. 23 

Condensers 

A.S.R.E, Standard Methods of Rating and 
Testing Evaporative Condenam. 

A.S,R.B. 

A.R.H.V.E. 

A.C. dt R.M.A. 

A.S.R.E. 
Circular No. 20 

Condensers 

Tentative A .S.R.E, Standard Methods of Rating 
Water-(3ooled Refrigerant Condensers. 

A.S.R.E. 

A.S.H.V.E 

A.C. & R.M.A. 

AX.R.B. 
Circular No. 22 

Condensing Units 

A^.R.S, Standard Methods of Ratiu and 
Testing Mechanical Condensing Unite U940). 

A.S.R.E. 

A.S.H.V.E. 

A.C. ARM. A. 

AX.R.E. 

Circular No. 14-41 

Condensing Unite 

0)iniDercial Standard for Commmtnal Electric 
Refrigeration Condensing Unite (1945). 

B.S. 

S.R.C.A. 

BX. 

CS107-45 

Conductivity 

Standard Method of Test for Thermal Conduc- 
tivity of Materials by Means of Uie Guarded 
Hot^te (Tentative) (1942). 

AB.H.V.E. 

AE.R.E. 

AJS.TM. 

N.R.C. 

A.aH.V.E. 

Control Equipment 
(Industnal) 

UnderwritOT’s Laboratories, Inc,. Standard for 
Industrial Contrt)! Equipment (July 1938, re- j 
printed Sept. 1945). 

U.L. 

U.L 

Subject 508 

Coniruh 

Underwriter’s Laboratories, Inc.. Standard for 
i Temperature Indicating and Regulating Equip- 
ment (Jan. 1947). 

U.L. 

1 

U.l. 

Subject 873 

Convector 

A.6.H.V.E. Standard Code for Testing and 

1 Rating Concealed Gravity Type Radiation 
(Steam Code) (1931). 

A.S.H.V.E. 

1 

A.S.aV.E. 
Tbansactions, Vol. 
37. 1931, p. 367 

Convector 

A.8.H.V.E. Stendard Code for Testing and 
Rating Conoealed Gravity Type Radiation 
(HotWater Section) (1933). 

AJ3.H.V.E. 

A.8.aV.E. 
Transactions, Vol. 
39, 1933, p. 237 

CoDveotor 

Rseommended Cemmereial Standard for Teteing 
and Ratmg Conveeton (1946). 

BX, 

CMA. 

IMM. 

B.S> 

TS4169 

Coolers (Air) 

Proposed AJ3.R.B, Standard Methods of Rating 
and Testing Forced Cfroulation and Natural 
Oooveetion Air Oolers for Refrigeration (1945). 

A.8X.S. 

AAaVJE. 

A.C. A R.M.A. 
RJS.MA, 

AX.RX, 

Cirouiar No. 25-44 

Coolera 

Tentative A.S.R.E. Standard Methods of Rating 
and Testing Water and Brine Coolers. 

AXJIX. 

A.8Ja.V.B. 

A.C. A RMA. 

AXXX. 
C^ukr No. 24 

Coolhig Unite 

Standaid Metlnxls of TW^Self 

Conteh^ Air Oonditionlng Unite fbr Dqqh 
fotiOooilncClMO). 

AX.RJS, 

A.8H.V.E. 

R.M.A. 

NJSMA. 

A.CMA. 

A.8.U. 
C^hrKo. 16 
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Table 1. Codes and Standards- 

—(Continued) 


Subject 

Title 

1 Sponsor 

1 Repeksnce 

Ducts and Fittings 

Simplified Practice Recommendation for Pipes. 
Ducts and Fittings for Warm Air Heating and 
Air Conditioning (1945). 

Mfre. 

B.S. 

«... 

1 R207-4S 

Exchangers (Heat) 

Standards of Tubular Exchanger Manufaeturen 
Aaeociation (1941). 

T.EM.A. 

T.E,M.A 

Exhaust Systems 

American Standard for Grinding, Polishing, and 
Buffing Equipment Sanitation (1941). 

A.F.A. 

A.S,A. 

Z43-1941 

Exhaust Systems 

Tentative Code of Recommended Practices for 
Testing and Measuring Air Flow in Exhaust 
Systems (1937). 

A.F.A. 

j 

A.F.A. 

Preprint 36-27 

Exhaust Systems 

: Tentative Recommended Good Practice Code 
> and Handbook on the Fundamentals of Design, 

I Construction. Operation and Maintenance of 

1 Exhaust Systems. 

A.FA, 

A F A. 

Fans 

1 Definition.*! and Terms in Vse by the Blower 
; Industry (1946). 

N.A.F.M. 

N.A.F.M. 
Bulletin No. 105 

Fans 

{ Standard Test Code for Centrifti^l and Axial 

1 Fans (1938). 

N.A.F.M.^ 

A.S.H.V.E. 

N.A.F.M. 
Bulletin No. 103 

Fans 

i N.EJi.A. Fan Standards ( 1944). 

NSMA 

N.A.F.M. 

Publ. 44-9.> 

Fire Prevention 

1 Building Code Recommended by the National 

1 Board of Fire JJnderwriiere (1943). 

N.B.F.U, 

N.B.F.r. 

Fire Prevention 

1 National Fire Codes (1944). 

N.F,P.A. 

N.F.P.A. 

Fire Prevention 

[ National Fire Code for the Prevention of Dust 
Explosions (1943) 

N.F.P.A. 

N.F.P.A. 

Furnaces (Duct) 

American Standard Approval Requirements for 
Gas-Fred Duct Furnaces (1942). 

A.G.A. 

A.S.A. 

Z21.34-1942 

Furnaces (Cras, Floor) 

1 Commercial Standard for Gas Floor Furnaces — j 
1 Gravity Circulating Type (1942). 

B.S. 

A.O,A.£.M. 

B.S. 

CS99-42 

Furnaoes (Gas) 

1 • 1 

American Standard Approval Requirements for ; 

1 Cenbul Heating Gas Apphauces (1943). 

A.O.A. 

i ! 

A.S.A. 

Z2l. 13-1943 

Furnaces (Forced Air. 
Solid-Fuel) 

Commercial Standard for Solid-Fuel-Burning 
Forced Air Furnaces (1944). 

F.H.A. ; 

N.W.A.H,dA.CA 1 
A.I.L j 

B.S. 

CS109-44 

Furnaces (Oil-Fired) 

Commercial Standard for Warm Air Furnaces 
Equipped with Vaporising Pot Type Oil Burn- 
ers (1943). 

Mfre, ' 

B.S. 

1 

j 

B.S 

CS(E)104-43 

Furnaces (Oil) 

A Tentative Code for Testing Oil-Fired Furnaces 

N.W.A.H.A: A.C.A. | 

.V.H'.A H.dtA.C.A 

Furnaces (Oil) 

Commercial Standard for Oil Burning Floor 
Furnaces Equipped with Vaporising Pot-Type 
Burners (1944). 

B,S. ‘ 

O.P,A. 

B.S, 

C8115-44 

Garages 

Code of Minimum Requirements lor Heating 
and Ventilating Garages (1935). 

AJS.H.V.E. J 

AB.H.V.E. 

Gases (Toxic) and Dust 

American Standard Allowable Concentration of 
Harmful Gases: 

Carbon Monoxide 

Hydrogen Sulfide 

Carbon Di-sulfide 

Bensene i 

Cadmium i 

A.S.A. 1 

i 

i 

AJS.A, 

Z37.1-1941 

Z37.2-1941 

Z37.3-1941 

Z37.4-1941 

Z37.5-1941 


Manganese 1 

Chromic Acid and Chromates 

Mercury 

Metallic Arsenic and Arsenic Trioxide 

1 

1 

1 

Z.37.6-1942 

Z37.7-1943 

Z37.8-i943 

Z37.9-194.3 


Xylene 

Lm and Ortain Inm^anic Lead Compounds 
Toluene 

Oxides of Nitrogen 

Methanol 


ZSJAO-mS 

Z37.U-1943 

Z37.12-1943 

Z37.13-1944 

Z37.14-1944 


Styrene-Monomer a 

Fonnaidehyde 


Z37.1S-1944 

237.19-1944 

Heat Transfer (Walk) 

AJ.H.VJL Standard T«t Code lor Heat Trans- 
aMon Through WaQs (1928) 

AaavjE, 

AHJLV.E. 


•Ako mdomd bf P.fJiJi, 
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Table 1. Codes and Standards — (Continued) 


Subject 

Title 

Sponsor 

Reference 

Mineral Wool 

Commercial Standard for Mineral Wool: Blank- 
ets. Blocks, Insulating Cement, and Pipe Insu- 
lation for Heated Industrial Equipment (1944). 

B.S. 

I.M.W.I. 

B.S. 

CSl 17-44 

Mineral Wool 

Commercial Standard for Mineral Wool: Loose, 
Granulated or Felted Form, in Low Tempera- 
ture Installations (1943). 

B.S. ; 

I.WM.I. } 

BS. 

CS105-43 

Mineral Wool 

Recommended Commercial Standard for Indus- 
trial Mineral Wool Products— All Types— 
Testing and Reporting (1946). 

I.M.W.A. 

B.S. j 

BS. 

CS131-46 

Motors 

Nema Motor and Generator Standards (June 
1945). 

N.E.M.A. 1 

N.E.M.A. 

45-102 

Piping 

American Standard Code for Pressure Piping 
(1942). 

A.S.M.E. ; 

AS.A. 

B31.1-1942 

Pumps 

I^draulic Institute Test Code for Centrifupl 
Pumps. Hydraulic Institute Test Code for 
Rotary Pumps (1943). 

//./. 

HI. 

Section F 

Radiators 

Code for Testing Radiators (1927). 

A.R.H.V.E. 

A.S.H.V.E. 

Radiators 

Simplified Practice Recommendation for Cast 
Iron Radiators (1943). 

I.B.R. 

B.S. 

B.S. 

Rl 74-43 

Refrigeration 

(I'kiuipincnt) 

Underwriter’s Laborat<»rie8, Inc., Standard for 
Air C’onditionmg and Commerical Refrigerating 
Equipment (Feb. 1946). 

l\l. 

U.L 

Subject 207 A 

Refrigeration 

(Mechanical) 

American Standard Safety Code for Mechanical 
Refrigeration (1939). 

A^.R.E. 

A.S.R.E. 

Circular No. 15 

Refrigeration 
(L’mt Systems) 

Underwriter's Laboratories, Inc., Standard for 
Unit Refrigerating Systems (Feb. 1946). 

U.L. 

U.L. 

Subject 207C 

Refrigerators 

(Gas-Fired) 

American Standard Approval Requirements for 
Refrigerators Using (jas Fuel (1941). 

A.G.A. 

A.S.A. 

Z21. 19-1941 

Refrigerators 

(Household) 

1 

American Standard Test Procedures for House- 
hold Electric Refrigerators (Meebanically Oper- 
ated) (1944). 

A.S.R.E. 

UJS.D.A, 

A.S.A. 

B38.2-1944 

Sound j 

Sound Measuroment Test Code for Centrifugal 
and Axial Fans (1942). 

N.A.F.M. 1 

1 

1 

N.A.F.M 

Bulletin No. 104 

Sound 

American Recommended Practice for the Cali- 
bration of Microphones (1938). 

AS. of A. 

A.S.A. 

Z24 4-1938 

Space Heaters 

American Standard Approval Requirements for 
Gas Space Heaters (1942). 

A.G.A. 

\ 

1 A.S.A. 

Z21.1 1-1942 

Space Heaters 

Commercial Standard for Fhie Connected Oil- 
Burning Space Heaters Equipped with Vapor- 
ising Pot-Type Burners (1943). 

1C. Jt H.A.M. 

B.S. 

CSlOl-43 

Stokers 

Code for Determination of Rated Capacities of 
Anthracite Underfeed Stcdiers (1944). 

S.M.A. 

S.M.A. 

Stokers 

CJode for Determination of Rated Capacities of 
Bituminous Underfeed Stokers (1944). 

S.M.A. 

SM.A. 

Stokers 

Recommended Minimum Firebox Dimensions 
and Base Heights (1944). 

S.M.A. 

S.M.A. 

Stokers 

Recommended Standards Governing Minimum 
Siting Heights (1944). 

S.M.A. 

S.M.A. 

Unit Heaters 

SUndard Code for Testing and Rating Steam 
Unit Heaters (1930). 

A.S.H.V.E. 

LU.H.A. 

A.S.H.V.E 

I.UM.A. 

Unit Heaters 

Standard Code for Testing Hot Water Unit 
Heaters (1942). 

I.UH.A. 

LUMA. 

Unit Heaters 

American Standard Approval Requirements for 
Qas Unit Heaters (1940). 

A.G.A. 

A.S.A. 

Z21.16-1940 

Unit Ventilators 

A.S.H.V.E. Standard Code for Testing and 
BaUng Steam Unit Ventilators (1934). 

A.S.H.V.E. 

AB.H.V.E. 

Unfired Preesure 

Veeeeb 

Unfired Pressure Vessel Code (1946 with 1947 
Addenda). 

AS.M.E. 

A.S.M.E. 
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Table 1 . Codes and Standards — (Concluded) 


SuBJwir 

TiTLa 

Sponsor 

Ripirxnci 

Vacuum Pumps 

A. 8 .H.V.E. Standard Code f<»‘ Testis and 
Rating Return line Low Vacuum Hmting 
Pumps (1934). 

A.aH.V.E. 

A.aH.V.E. 

Warm Air (Gravity) 

Qravi^ Code and Manual for the Deaian and 
Instaflation of Gravity Warm Air Heating 
Systems (1945). 

N.WAM. A A.C.A. 

N.W.A.JI. A A.C.A 
Section No. 5 

Water Heaters 

NAM A. Standards for Electrio Water Heaters 
(1945). 

NAMA. 

N.E.M.A. 

45-104 

Water Heaters 

American Standard Approval Req:uirements for 
Gas Water Heaters (1944). 

A.aA. 

AAA. 

Z21.10-1944 

Water Heaters 

Testing and Rating Hand-Fired Hot Water 
Supply Bdlers (1948). 

FA A. 

B.8. 

CS145-47 

Wiring 

National Electrical Code. Standard of N.B.F.U. 
and N.F.P.A. (1947). 

N.B.F.U. 

N.F.P.A. 

N.B.F.V. 


ABBREVIATIONS 


A.CMA.^ 

A.C.ILM.A. 


A.FA, 

A.O.A. 

AJZ. 

AjSA. 


A^.o/A. 

AJ.H.V.E. 

A^.M.S. 

A 

AM.TM. 

CMA. 

FMA. 

QAJiA. 

HJ. 

H,P. At A.C.C.N.A. 

LBJR, 

l,OM.AM. 


Air Conditioning Manufacturers 
Association. 

Air Conditioning and Rehigerating 
Machinery Association. 

American Foundrymen's Association. 

American Gas Association. 

Association of Gas Appliance and 
Equipment Manufacturers. 

Anthracite Industries Laboratory. 

American Standards Association. 

Acoustical Society of America. 

American 8 ociet 3 r of Heating and 
VentUatiiu Engineers. 

American Society of Mechanical 
EiM|ineer 8 . 

American Society of Refrigerating 
Engineers. 

American Society for Testing 
Materials. 

National Bureau of Standarda 

Conyeetor Manufacturers Associatioo. 

Federal Housing Administration. 

Gas Appliance Manufacturers* 
Amooiatioa. 

Hydraulic Institute. 

Heating. and Air Conditioning 
Contractors National Aasocdation. 

Institute of Boiler and Radiator 
Manutooturers Asnciation. 

Institute of Cooking and Heating 
Ai^lianoe Manufaeturoa. 


iSuperseded 1940 by X.C.R.Ar.A. 
^Supenedad 1945 by QAM A. 
’Superseded 1942 by O.H.IA 


IM.W.L 

LVMA. 

NA.FM. 

N.B.F.U. 

NAM A. 

N.F.PA. 

NMA. 

NM.C. 

N. WAMAA.CA. 

O. B.J} 

OJBJA, 

O, PA. 

P. FMA. 


RAMA. 

R.MA.i 

SAA. 

SA.l. 

8A.CA. 


T.BMA. 

UA. 

UA.DA 

UAJP.BA. 


Industrial Mineral Wool Institute. 

Industrial Unit Heater Assodation. 

National Association of Fan Manu* 
factureni. 

National Board of Fvrc Underwriters. 

National Electrical Manufacturers 
Association. 

National Fire Prevention Association. 

National Housing Agency. 

National Research Council. 

National Warm Air Heating and Air 
Conditioiung Association. 

Oil Burner Institute. 

Oil Heat Institute of America. 

Office of Price Administration. 

Propeller Fan Manufacturers 
Association. 

Refrigeration Equipment Manu* 
facturers Association. 

Refrigerating Machineiy Association. 

Society of Automotive hhigineers. 

Steel Boiler Institute. 

Standard Refrigeration Compressor 
Association. 

Tubular Exchanger Manufacturers 
Aswjciation. 

Underwriter’s Laboratories 

United States Department of 
Agriculture. 

Uutod States Public Health Service 
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SPECIFIC HEAT 


Table 1. Specific Heat of Solids^ 


Mateuials 

Temperature F 

Specific Heat 

Authority 

Alloys 




Braes, Red._ 

32 

0.0899 

S 

Brass. Yellow 

32 

0.0883 j 

S 

Bronze (SOCu, 20.S'n) 

57-208 

0.0862 ! 

S 

Monel Metal 

68-2370 

0.127 

S 

Aluminum 

80-212 

0.212 1 

S 

Asbestos.. 

68-208 

0.195 

s 

Brickwork 


0.195 

H 

Carbon (Graphite) 

104-1637 

0.314 

I 

Coal 1 


0,278 

H 

Coke. 1 


QJ201 

H 

Concrete 


0^270 

H 

Copper..... 

64-212 

0.0928 

S 

Fire Clay Brick... 

77-1832 

0.258 

I 

Glass 




Crown... 

50-122 

0.161 

s 

Flint 

.50-122 

0.117 

s 

Gold 

64 

0,0312 

s 

Gypsum 


0,259 

H 

Ic^. 

32 

0.487 

s 

Ice... 

-40 

0.434 

s 

Iron, Pure 

32 

0.1043 

s 

Iron, Pure 

32-600 

0.127 

M 

Iron, Cast 

68-212 

0.1189 

H 

Iron, Wrought 

.59-212 

0.1152 

H 

Lead 

32 

0.0297 

S 

Nickel 

32 

0.1032 

s 

Masonry 


0.2169 

' H 

Plaster 


0.2 

H 

Platinum 

58-212 

0.0319 

S 

Rocks 




Gneisa 

: 63-210 

0.196 

s 

Granite. 

54-212 

0.192 

s 

Limestone 

.59-212 

0.21C 

s 

Marble 

32-212 

0.21 

s 

Sandstone 


0.22 

s 

Silver 

; 32 

0.0530 

s 

Steel 

1 

0.1175 

H 

Sulphur. 

240^^' 

0.220 

s 

Silica Brick 

! 77-1832 

0.263 

1 

Tin 

77 

0.0548 

s 

Woods (Average) 

68 

0.327 

s 

Zinc... 

32 

0.0913 

s 


Table 2. Specific Heat of Liquids 


Liquid 

Tempbratl^re F 

Specific Heat 

Authority 

Alcohol, Ethyl 

32 1 

0.548 

S 

Alcohol, Methyl 

59-«8 

0.601 

S 

Glycerine..*^ 

59-122 

0.576 

S 

Lead (Molten) 

360 

0.041 

H 

Mercury 

68 

0.03325 

S 

Pctroleiim 

Sea Water 

70-136 

0.611 

S 

Sp Gr 1.0043w. 

64 

0.980 

S 

Sp Gr 1.0468. 

64 

0.903 

S 

Water. 

59 

1.000 

s 


Table 3. Specific Heat of Gases and Vapors 


SuaSTANCB 

Temperature 

F 

Specific Heat 
at Constant 
Pressure 

Ratio of 
SPEaFic Heat 
Cp/Cr 

Specific Heat 
AT Constant 
Volume 
(Computed) 

Authority 

Air... 

32-892 

0.2376 

1.405 

0.169 

S 

Ammonia 

80-892 

0.5356 

1.277 

0.419 

S 

Carbon Dioxide.... 

62-417 

0.2169 

1.3003 

0.1668 

s 


79-388 

0.2426 

1.395 

0.1736 

s 

Coal Gao. 

68-1900 

0.3145 



s 



0 J4 (Approx.> 



H 


70-212 

3.41 

r.4i9 

2.402 

s 

Nitrog^ 

32-392 

0.2438 

1.41 

0.1729 

s 

Oxygen. 

55-404 

0,2175 

1.3977 

0.155 

s 

Water Vapor 

212 

0,421 

1.305 

0.822 

s 

Water Vapor 

850 

0.61 

— 

— 

s 


(A,&H.V,E. ’riuWACiiONS, VoL 48. 1842. p, 488). ^ ^ i , .u 

Koras: yto os s tenjpemtsre U given the true tpedfic heat Is given, otherwiae the value ie the mean 

J^Fsical Tahlce, 1988: 1-^Intmatteiml CriUcid 
Air Conditionliuh by jU A, Harding and A, C. Willard; M— Engineets Handbook* by 
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i CIRCUMFERENCES AND AREAS OF CIRCLES 


Dumktcr 

IN 

Inches 

Area 

ClRCDMrKRENCB 

1 Diameter 

Area 

CmCCMrERSNCB 

Sq In. 

8q Ft 

Inches 

Feet 

1 Inches 

Sq In. 

StjFt 

Inches 

Feet 

}'i 

0.049 

0 0003 

0.785 

0.0652 

28 

615.8 

4.276 

87.97 

7.330 


0.196 

0 0014 

1.571 

0.1309 

2812 

637.9 

4.4.t0 

89.54 

7.462 


0 442 

0.0031 

2.356 

0.1964 

1 29 

660.52 

4.587 

91.11 

7.592 

1 

0.785 

0.0054 

3.142 

0.2618 

29H 

683.5 

4.747 

92.63 

7.725 


1.227 

0.0085 

3.927 

0.3273 

30 

706.8 

4.909 

94.25 

7.854 

1.4 

1 767 

0.0123 

4.712 

0.3927 

31 

7.''4.8 

5.241 

97.39 

8.116 

1*4 

2.405 

0.0167 

5.498 

0.4582 

1 -'2 

804.3 

5.585 

100.5 

8.378 

2 

3.142 

0.0218 

6.283 

0.5236 

1 

855.3 

5.940 

103.7 

8.639 

2% 

3.976 

0.0276 

7.069 

0.5891 

i 

907.9 

6..<0.5 

106.8 

8.901 

24 

4.909 

0.0341 

7.854 

0.6546 

1 -55 

962.1 

6.681 

109.9 

9.163 

2H' 

5.939 

OJ0412 

8.639 

0.7200 

1 

1018.0 

7.069 

113.1 

9.425 

3 

7.069 

0.0491 

9.425 

0.7854 

I 37 

1075.0 

7.467 

116.2 

9.686 


8.296 

0.0576 

10.21 

0.8510 

1 38 

1134.0 

7.876 

119.4 

9.948 


9.621 

0.0668 

10.99 

0.9160 

i 39 

1195.0 

8.296 

122.5 

10.21 


11.04 

0.0767 

11.78 

0.9818 

40 

1256 0 

8.727 

125.6 

10.47 

4 

12.57 

0 0873 

12.57 

1.047 

41 

1320 0 

9.168 

128.8 

10.73 


14.19 

0.0986 

13.35 

1.113 

42 

1385.0 

9 621 

131.9 

10.99 

44 

1S.90 

0.1104 

14.14 

1.178 

43 

1452.0 

10.08 

135.1 

11.26 

4?4 

17.72 

0.1231 

14.92 

1.243 

44 

1521.0 

10..56 

138.2 

11.52 

5 

19.64 

0.1364 

15.71 

1.309 

45 

1590.0 

11.04 

141.4 

11.78 

54 

21.65 

0.1504 

16.49 

1.374 

46 

1662.0 

11.54 

144.5 

12.04 

54 

23 76 

0.16.50 

17.28 i 

1.440 

47 

1735.0 

12.05 

147.7 

12.30 

54 

25.97 

0.1840 

18.06 

1.505 

48 

1810.0 

12.51 

150.8 

12.57 

6 

28.27 

0 1964 

18.85 

1-571 

49 

1886.0 ‘ 

13.09 

153.9 

12.83 

64 

30.68 

0.2131 

19.64 

1.637 

50 

1963.0 

13.14 

1-57.1 

13.09 

64 

33.18 

0.2304 

20.42 

1.702 

51 

2043.0 

14 19 

160.2 

n..i5 

64 

35.79 

0.2486 

21.21 

1.768 

52 

2124.0 

14.75 

163.4 

13.61 

7 

38.49 

0.2673 

21.99 

1.833 

53 

2206.0 

15.32 

[ 166.5 

I 13.88 

74 

41.28 

0.2867 

22.78 

1.899 

54 

2290.0 

15.90 

169.6 

14.14 

74 

44.18 

0.3068 

23.56 

1.964 

55 

! 2376.0 

16.50 

172.8 

14.40 

74 

47.17 

0.3276 

24.35 

2.029 

56 

2463.0 

17.10 

175.9 

14.66 

8 

50.27 

0.3491 

25.13 

2.094 

57 

2552.0 

17.72 

179.1 

14.92 

84 

53.46 

0.3713 

25.92 

2.160 

58 

2642.0 

18.35 

182.2 

15.18 

84 

56.75 

0.3942 

26.70 

2 225 

59 

2734.0 

18.99 

185.4 

15.45 

84 

60.13 

0.4175 

27.49 

2.291 

60 

2827.0 

19.63 

188.5 

15.71 

9 

63.62 

0.4418 

28.27 

2.356 

61 

2922.0 

20.29 

191.6 

15.97 

04 

67.20 

0.4668 

29.06 

2.422 

62 

3019.0 

20.97 

194.8 

16.23 

94 

70.88 

0.4923 

29.85 

2.488 

63 

3117.0 

21.65 

197.9 

16.49 

94 

74.66 

0.5185 

30.63 

2.553 

(A 

3217.0 

22 34 

201.1 

16.76 

10 

78.54 

0.5454 

31.42 

2.618 

65 

3318.0 

23.04 

204.2 

17.02 

104 

86.59 

0.6010 

32.99 

2.750 

66 

3421.0 

23.76 

207-3 

17.28 

11 

95.03 

0.6600 

34.56 

2.880 

67 

3526.0 

24.48 

210.5 

17.54 

114 

103.9 

0.7215 

36.13 

3.011 

68 

3632.0 

25.22 

213.6 

17.80 

12 

113.1 

0.7854 

37.70 

3.142 

69 

3739.0 

25.97 

216.8 

18.06 

124 

122.7 

0.8520 

39.27 

3.273 

1 70 

3848.0 

26,73 

219.9 

18.33 

13 

132.7 

0.9218 

40.84 

3.403 

1 71 

3959.0 

27.49 

223.1 

18.59 

134 

143.1 

0.9937 

42.41 

3.535 

i 72 

4072.0 

28.27 

226.2 

18.85 

14 

153.9 

1.069 

43.98 

3.665 

73 

4185.0 

29.07 

229.3 

19.11 

144 

165.1 

1.146 

45.55 

3.796 

74 

4301.0 

29.87 

232.5 

19.37 

15 

176.7 

1.227 

47.12 

3.927 

75 

4418.0 

30.68 

235.6 

19,63 

154 

188.7 

1.310 

48.69 

4.058 

76 

4536.0 

31.50 

238.8 

19.90 

16 

201.1 

1J96 

50.27 

4.189 

77 

4657.0 

32.34 

241.9 

20.16 

164 

213.8 

1.485 

51.84 

4.321 

78 

4778.0 

33.18 

245.0 

20.42 

17 

226.9 

1.576 

53.41 

4.451 

79 

4902.0 

34.04 

248.2 

20.68 

174 

240.5 

1.670 

54.98 

4,582 

80 

5027.0 

34.91 

251.3 

20.94 

18 

254.5 

1.767 

56.55 

4.712 

81 

5153.0 

35.78 

254.5 

21.21 

184 

268.8 

1.867 

58.12 

4.845 

82 

5281.0 

36.67 

257.6 

, 21.47 

19 

283.5 

1.969 

59.69 

4.974 

83 

5411.0 

37.57 

260.8 

21 73 

194 

298.6 

2.074 

61.26 

5.105 

84 

5542.0 

-18.48 

263.9 

21.99 

20 

314.2 

2.182 

62.83 

5,236 

85 

5675,0 

39.41 

267.0 

22.25 

204 

330.1 

2.293 

64.40 

5.367 

86 

5809.0 

40.34 

270.2 

22.51 

21 

346.4 

2 405 

65.97 

5.498 

87 

5945.0 

41.28 

273.3 

22.78 

214 

361.1 

2.508 

67.54 

5.629 

88 

6082.0 

42.24 

276.5 

23.04 

22 

380.1 

2.640 

69.12 

5.760 

89 

6221.0 

43.20 

279.6 

23.30 

224 

397.6 

2.761 

70.69 

5.891 

90 

6362.0 

44.18 

282.7 

23.56 

23 

415.5 

2.885 

72.26 

6.021 

91 

6504.0 

45.17 

285.9 

23J2 

234 

433.7 

3.012 

73.83 

6.153 

92 

6648.0 

46.16 

289.0 

24.09 

24 

452.4 

3.142 

75.40 

6.283 

93 

6793.0 

47.17 

2912 

2US 

244 

471.4 

3.274 

76.97 

6.415 

94 

6940.0 

48.19 

295.3 

24.61 

25 

490.9 

3.409 

78.54 

6..545 

95 

7088.0 

49.22 

298.4 

H.67 

254 

510.7 

3.547 

80.11 

6.676 

96 

7238.0 

50.27 

301.6 

1 25.13 

26 

530.9 

3.687 

81.68 

6.807 

97 

7390.0 

51.32 

304,7 

25.39 

264 

551.6 

3.832 

83.25 

6.938 

98 

7543.0 

52.38 

307.9 

25.66 

27 

572.6 

3.976 

84.82 

7.069 

99 

7698.0 

53.46 

311.0 

1 25.92 

274 

593.9 

4.125 

86.39 

7.199 

100 

7854.0 

54.54 

314.2 
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ACME INDUSTKIES, ING., JackHon, Mich 1019 

AEROFIN CORI*., 410 S. fhnldcs Si., SyracuRc 1, N. Y 1050, 1051, 10.52 

AIK & KEFKIGKKATION GOKI*., 47.5 Fifth Avc., New York 17, N. Y 947 

AIK CONTROLS, INC., DIV. of THE CLEVELAND HEATER CO., 2:110 

Superior Ave., Cleveland 14, Ohio 1003 

AIK DEVICES, INC., 17 Eant 42nd Si., New York 17, N. Y 101 i, 1096 

AIK FILTER CORF., 2.514G W. Linhon Ave., Milwaukee 5, Wis 1015 

AIR-MAZE CORI*., 5202 Harvard Ave., Cleveland, Ohio 1016, 1017 

AIRTEMI’, DIV. of CHRYSLER CORI*., Davtoii 1, Ohio 970, 971 

AIRTHERM MF<;. CO., 728 S. Sprinj? Ave., Si. Louis 10, Mo 978 

ALADDIN HEATING CORI*., 2222 San l*ahlo Ave., Oakland 12, Calif 1066 

ALCO A ALVE f'.O., 851 Kingsland Ave., St. Louis 5, Mo 1122 

ALDRICH CO., 121 E. Williams Si., Wyomiof:, HI 1176 

I.OUIS ALLIS CO., THE. .Milwaukee 7, Wis 1090 

ALLIS-CHALMERS .MF<;. 4 0., 1126 South 70lh St., Milwaukee 1, 

M is 961, 965 

AMERICAN AIK FILTER CO., INC., 67.3 Central Ave., Louisville 8, 

Ky. 1018,1019 

AAlEiRICAN AR'l'ESAN (puhlieation), 6 .N. Michigan Ave., Chicago 2, HI. , . 1276 

AMERICAN IlLOW ER CORI*., I*. O. Box .58, Roosevelt Park Annex, 

Detroit 32. Mieh 918,919 

AMERICAN BRASS CO., THE, Waterbury 88, Conn 1008, 1009 

AMERICAN COOLAIR CORI'., ;{<.06 Alavllower Si.. Jacksonville 3, 

Fla 1061, 1065 

AMERICAN FLANGE & .MI G. CO., INC., .30 Rockefeller Plaza, New 

York20. N. Y. 1249 

AMERICAN MOISTENING CO., Providence I, R. 1 1046 

AMERICAN RADIATOR vt STANDARD SANITARY CORI*., Pill.shurgh 

.30, Pa 1146, 1147 

AMERICAN ROLLING MILL CO., THE. 70.3 Curtis St., .Aliddlelovvn, 

Ohio 1114 

AMERICAN SOCIETY OF RKFKH;ERAriNG ENGINEERS, 40 West 

40th St., New York, N. Y 1272 

AAIERICAN 3 WAY-LI XFER PRIS.M CO., 431 S. Dearborn St., Chicago 

5, HI 1214 

V. D. ANDERSON CO., THE, 1912 West 96lh St., Clovelaml, Ohio. 1206, 1207 
ANEMOSTAT CORI*. OF AMERICA, 10 East :59lh St., New York 16, 

N. Y 1091, 1095 

APRIL SHOWERS CO.. 4126 Eighth St., N.W ., Washington 11, 1). C 1010 

ARMSTRONG f:OKK CO.. Building .Materials Div., Lancaster, Pa 1250 

ARMSTRONG JMAtilHNE WORKS, 851 Maple St., Three Rivers, 

Mich ; 12.30, 1231 

ATLANTIC METAL HOSE CO., INC., 112 West 6tlh St., New York 23, 

N. Y 1012 

AUE;R HEIHSTEK CO., THE^, 3608 Payne ,Ave., Cleveland 14, Ohio 1097 

AUTOMATIC BURNER COUP., 182,3 tiarroll Ave., Chicago 12, HI 1177 

AUTOMATIC PKODUtiTS CO., 21.50 North .32nd St., .Milwaukee, WG.. . 1123 

AUTOVENT FAN & BLOWER CO., DIV., HEILMAN NELSON COUP., 

Moline, lU 998,999 

B 

BABCOCK & WILCOX CO., THE. 85 Lilntrty St., New York 6, N. Y 1159 

E. It. BADGER & SONS CO., 260 Bent St., Cambridge 41, Mass. 1116, 1117 
BAHNSON CO., THE, W inston-Salem, N. C 950, 951 
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BAKEH ICE MACHINE CO., INC., Smith Windham, Maine 1057 

BALDWIN-IfllX CO., 5i9 Breunig Ave., Trenfon 2, N. J 1251 

BAKBEH-COLMAN CO., Rockford, HI. 1098 

BARNES & JONES, INC,, 129 Brookstde Ave., Boston 50, Mass 1208 

BAYLEY BLOWER CO., 1817 S. Sixtv-Sixth St., IVIilMaukee 14, Wis. 1067 

R. W . BECKETT CORP., Elyria, Ohio 1178 

BELL COSSETT f O., Morton Grove, III 1194, 1195 

B1<;EIJ>W CO., THE, 105 Ri>er St., New Haven 5, Conn. 1160 

BISHOP & BABCOCK MFC. CO., THE, P>01.49I5 Ilanulioii Ave., 

Cleveland 14, Ohio 10<>8 

G. C. BREIDERT CO., 3129 San Fernando Rd., Los Angeles 41, Calif. 1092 

BROM; NELL CO., THE, 452 N. Findlay St., Havlon 1, Ohio 1161 

BRYANT HE ITER CO., 17825 St. Clair Ave., Cleveland, Ohio 966 

BLFFALO FORGE CO., 450 Broadway, Bulfulo, N. Y. 1069 

Bl FFALO PCMPS, INC., 450 Broadway, BulTalo, N. Y 1200 

BUROEN CO., KKM) N. Orange Hrive, Los Angeles 38, Calif. 1070 

BLRNHAM CORP., Irvington-on-HudNon, N. Y. 1145 


C 

C^AAIPBELL HEA'FING <T)., 31st and Dean, lies IMoines, Iowa 968, 9(i9 

PHILIP CAREY MFC. CO., THE, Loekland, Cincinnati 15, Ohio 1238, 1239 
CARNEGIE-HJJNOIS STEEL CORP., Pitlshiirgh, Pa. 1U5 

CARRIER CORP,, Syracuse 1, N. Y 952, 953 

CARTY & AlOORE ENGINEERING CO., 511 West Lamed St., Detroit 

26, A! if h. 1209 

CELOl EX i OKP., THE, 120 S. LaSalle St CliH^ago 3, HI. 1252 

CHAMPION BLOWER & FORGE CO., I^aiuaster, Pa. 1071 

CHELSEA FAN & BLOW ER CO., INC., 1201> Grove St., Irvington H, N. J.. 1072 

CHICA<;0 METAL HOSE CORIL, Maywood, III 1013 

CHICA<;0 PI AlP CO., 2330 Wolfram St., Chicago 18, HL 1201 

C1HCA(;0 SI EEL FURNACE CO., 9326 S. Anthony Ave., Chicago 17, HL 979 
CHRYSLER AIRTEAIP, DIV. of CHRYSLER COUP., Davlon 1, Ohio . 970. 971 

( LARA(;E fan CO., Kalama/AM>, Mich 954 

CLARK MFG. CO., 1830 East 38ih St., iJeveland 11, Ohio 1210, 1211 

COAL-HEAJ' (piihli< ation), 20 W . Jackson Blvd., Chi^^ago, HI. . . 1273 

COAIBUSTION CONTROL CORP., 77 Br<iadv^ay, Caiiibridgc 12, Alass. . 986 

COMBI STION ENGINEERING CO., INi:., 200 Aladison Ave., Nf-w York 

16, N. Y 1162 

f OAIBl STION EQUIPMENT DIVISION, TODD SHIPYARDS CORP., 

81-16^15th Ave., Eloiihurst, Queens, N . A 1186 

CONDENSEI? SERVICE & ENGINEERING CO„ INC., 65 River St., 

Hoboken, N. J 1053 

W. B. CONNOR EMHNEERING CORP., 114 East 32nd St., New York 

16, N. Y 1020, 1021, 1100, 1101 

CRANE CO., 8:i6 S. Alichigaii Ave., Chicago 5, HL 1148, 1149 

CURTIS REFRIGERATING AIACIflNK DIV. of CURTIS MF<;. CO., 

1959 Kicnlen Ave., St, Louis 20, Alo. 1058 


D 

DeBOTHEZAT FANS DIV., AMERIC:AN MACHINE & AIETALS, IN€„ 

East Moline, HL 1073 

CHARLES DEAll TH 8c SONS, 245 Elm Place, Alinecda, N. Y. 1099 

DETROIT LUBRICATOR CO., DIV. of AMERICAN RADIATOR 8l 
STANDARD SANITARY COUP., 5900 Trumbull Ave., Detroit 8, 

Alich 1124, 1125 

l>OLE VALVE CO., THE, 1933 Carroll Ave., Chicago 12, 111. 1236 

DOLLINGER CORP., 6 Centre Vk., Rochester 3, N- Y . I022v 1023 

DOAIESTIC ENGINEERING (publie^lions,) 1900 Prairie Ave., Chicago 

16, 111 1274 

DOUGLAS CO., Waco, Texas . 1253 
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DHAVO COItI*M Healing Section, Dravo ritlnhurgh 22, l*a.. . . . 9H0, 981 

C* A. HIJNIIAM CO., 400 West Madison St., Chicago 6, 111 

1212, 1213, 1214, 1215, 1216 

IHIO-THEHM DIVISION of MOTOR WHEEL COUP., Lansing 3, Mich. %7 
rHIKANT INSULATED PIPE CO., 1015 Runnyinede St., P. O. Box 88, 


Palo Alto, Calif 1241 

E 

EACiLE-PICIIER CO., THE, American Bldg., Cinciimati 1, Ohio 1254 

ELECTKOxMODE COKP., 45 Crouch St., HoclnsK^r 3, N. Y. 981, 985 

ENTERPRISE ENCINE & FOUNDRY CO., 18th and Florida Sts., 

San Francisco 10, Calif. 1179 

ETABLISSEMENTS NEU, 47, Rue Fourier, Lille, (Nord) France 1106 

F 

FARR COMPANY, Angeh^s, Calif 102I 

FARRAR TREFFS, IISC., 20 Milhurn St., BulTalo 12, N. Y 1163 

FEDDLRS-QIilGAN (XIRI*., 85 Tona^vanda Si., BufTalo, N. Y. 987 

Fri'ZIHBBONS BOILER f'.O., INC., 101 Park Ave., New York IT, 


FOSIEK WHEELER CORP., 165 Broad%.ay, New 5 ork 6, N. Y 1011 

FRIC.K CO. (Ine.), Wayneshoro, Pa. 10.59 

FUELOIL & OIL HEAT (puhlication), 232 Madison Ave., New York 

16, N, Y. 1275 

FULTON SYLPHON DIV., ROBERTSHAW-Fl LTON CONTROLS CO., 

Kru^xville 4, Teiin. 1126, 1127 

(; 

<; O MANUFACTl KING CO., THE, 138 Winchester Ave., New Haven, 

C^orin. 1054 

<;ENERAL BLOWER CO., 8622 Ferris A^e., Morton <;ro>e 5, 111 1074 

(TENEKAL C:ONTROLS, 801 Allen A>e., tTlendale 1, Calif 1128, 1129 

(GENERAL ELECTRIC CO., Blmmifield, N. J. 9.56, 957 

<;ENERAL EI.ECTRIC CO., Schmectadv, N. Y 1088, 1089 

<;ENEK AL REFRIGERATION, DIVISION YATES-AMERICAN MACillNE 

CX>., Beloit, W is. 955 

I.RINxNELL CO., INC., Providence I, R. 1 988, 1118, 1119 

11 

WILLIAM S. HAINES & CO., 1010-12-14 Wood St., Philadelphia 7, Pa. 1217 

ARTHUR HARRIS & CO., 210-218 N. Al>erdeen Si., Chicago 7, III 1120 

HART & (XK>LEY MFC. CO., Holland, Mich 1102, 1103 

HASTINGS AIR CONDITIONING CO., INC., Hastings, Nehr 958 

HEATING & VENTILATING (publication), 148 Lafayette St., New York 

13, N. Y 1277 

HEATING, PIPING AND AIK CONDHiOMNG (publication), 6 N. 

Michigan Ave., ChicMigo 2, 111. 1276 

HENDRICE MFG. CO., 48 Dundaff St., Carbondale, Pa 1101, 1105 

HENRY VALVE CO., 3260 W. Grand Ave., Chicago 51, 111 1130 

HOFFMAN SPECIALTY CO., 1001 York St., Indianapolis 7, 

Ind 1218, 1219, 1220, 1221 


I 

IL<; ELECTOIC VENTH^TING CO., 2876 N. Crawford Ave., CJiicago, 

111 989, 1075 

ILLINOIS ENGINEERINi; CO., Chicago 8, 111 1222, 1223 

ILLINOIS TESTING LABORATORIES, INC., Room 516, 420 N. LaSalle 

St., Chicago 10, 111 

independent register CO., THE, 3747 F^t 93rd St., Cleveland 5, 

Ohio. . 1107 

INGERSOUURAND, 11 Broadway, New York 4, N. Y 1204 
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INSULITE, 500 Baker Arcade Bldg., AlinneapoUs 2, Minn 1256, 1257 

INSUL-MASTIC COBP. OF AMEIUCA, General Oflices, Oliver Bldg., 

Piltsbtirgh 22, Pa 1255 

INSI L-Vi OOL INSDLATIOIV GOKP., General Offices, Wichita, Kan. 1258 

INTEKNATIONAL B01I.EU WORKS GO., THE, 350 Birch St., East 

Strondsbnrg, Pa 1172 

INTEKNATIONAL EXPOSl'llON GO., Grand Central I'alace, New York 

17, N. V 1205 

IRON FIREMAN MFG. CO., Portland, Ore 1171, 1175 


J 

JADEN MFt;. CO., Hastings, Ncbr. 990 

JENKINS BROS., 80 White St., New York 13, N. 1 1237 

JOHNS-MANVH.LE, 22 East 40th St., New \ ork 16. N. Y. 12W>, 1261 

S. T. JOHNSON CO., 940 Arlington Avc., Oakland 8, C^tlif. 1180, 1181 

JOHNSON SERVICE CO., ISlilwaukee, Wis 1K12, 1133 

JOY MF(». CO., General Offices, Ilenrv W. Oliver Bldg., Pittsburgh 

22, Pa. ' 1076, 1077 


K 


KENNAUD COUP., 1819 S. Hanlev Rd., St. louis 17, Mo 9*11 

KEVi ANEE BOILER CORP., Kewance, 111. 1166, 1167, 1168, 1169 

KIMBERLY-CLARK CORP., Ncenah, \t is 1262, 1263 


KORFUM) CO., INC,., THE, 48-50 32nd Place, Long Island City 1, N. Y. 12.59 


L 


LAi; BLOWER CO., THE, 2007 Home Avc.. Dept. 11, Oavion 7. Ohio 1078 

LEE ENGINEERING CO., Liiion National Bank Bldg., Youngstown, Ohio 982 
UBBEY-OWENS-FORH GLASS CO., Nicholas Bldg., Ibletlo 3, Ohio 124.5 

H. C. LITTLE BLRNER CO., San Rafael, t'jjlif 1184 

LOCKPORT COrrON BATFINf; CO., Isvckpon, N. Y 1264 


M 


MARLEY CO., INC., THE, Fairfax and Marley Roads, Kansas City 15, 

Kan 10-42 

MARLO COIL CO., 6135 Manchester .Ave., St. Louis 10, Mo 1060 

JAS. P. .VIARSIl, CORP., Hept. 5, Skoki.*, HI 12.32, 12.33 

JOS. A. .MARTOCELLO & CO., 229-2.31 North 1.3lh St„ Philadelphia 7, 

Pa. 1047 

McHONNELl. & .AIILLER, INC., Wrigley Bldg., Chicago 11, 111 1192, 1193 

McQUAY, INC., 11412 Broadway, N.E., MinneafM.Iis 13, Minn 992, 993 

MERCOID CORP., THE, 4201 Belmont Avc., Chicago 41, HI 1134, 1135 

MEYER FURNACE f:0., THE, Peoria 1. ill 972, 973 

MILLS INDliSl RIES, INC., 4100 Fullerton Ave., Chicago 39, 111. 1061 

MINNEAPOLIS-HONEYWELL REfiULA’I'OR CO., 2958 Fourth Ave., 

So., Minneapolis 8, Minn. ... 1136, 11.37 

MODINE MFG. CO., 1.500 Dekoven Ave., Racine, Wis 994, 995 

MOELI,ER INS! RUMENT CO., 132nd St. and 89th Avc., Richmond Hill 

18, N. Y 11.38 

MONARCH MFG. WORKS, ING., 2509 E. Ontario St,, Philadelphia 34, 

Pa 10-48 


MORRISON PRODUCTS, INC., l!:aHt 168th St. and Waterloo Rd., 

Cleveland 10, Ohio 1079 

MUELLER BRASS CO., Port Huron, Mich 1010, 1011 

L. J. MUELLER FURNACE CO., .Milwaukee 7, Wis 974, 975 

MUELLER STEAM SPECIALTY CO., INC., 4fl-20 22nd St., Ig»ng Island 

City, N. Y. . ! 12.34 

MUNDET CORK COItP., Insulation Div., 7101 Tonnelle Ave., North 

Bergen, N. J 1265 

D. J. MURRAY MFG. CO., Wausau, . . 996 
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NASH ENGJNEEKING CO., THE, 2U Wilson Ed., South Norwalk, 

Conn 1202, 1203 

NATIONAL llEATEK CO., 2132 Cleora Ave., St. Paul 4, Minn 983 

NATIONAI. KADIATOK CO., THE, Jolmsfown, Pa 1150, 1151 

HEHMAN NELSON CORP., THE, Moline, 111 990, 999 

JOHN J. NESBIT7\ INC., Philadelphia 36, I^a. 997 

NEW YORK BLOWER CO,, 'HIE, 3145 So. Shii^lds Ave., Chicago 16, 111. . . 1080 

NIAGARA BLOWER CO., ^StOS Lexingiori Ave., New York 17, N. Y 959 

O 

OWENS-CORNING FIBERGLAS CORP., Toledo 1, Ohio 1026, 1027 

OWENS-ILLINOIS GLASS CO., Insuhix Prmlucts Div,, Toledo 1, Ohio. . 1248 


P 

PACIFIC LUMBER CO., THE, 100 Bush St., San Francisco, Calif 1266 

PACIFIC STEEL BOILER DIV., U. S. RADIATOR CORP., Detroit 31, 

Mich. 1155 

PAN-L-lIEAT CORP., 2838 N.E. Cohinihia Blvd., Portland 11, Ore 1196 

PARKS-C:RAA1ER CO., Fitchburg. Mass. 960 

PENN ELECTRIC SWITCH CO., Goshen, Ind 1139 

PE J'ROLEUM HEAT Sc POW ER < O., Stamford, Conn 1182, 1183 

PITTSBURGH CORMNt; CORP,, Room 192, 632 Duquesne Way, 

Pitlftlnirgh 22, Pa 1246, 1247 

PIT! SBUIHHI LECTRODRVEK CORP., Foot of 32nd St., P. O. Box 1766, 

Pittsburgh 30, Pa. : 961 

PLUMBING AND HKATINt; JOURNAL (pubUeatimi), 45 West 45th St., 


It. W . PORTER Sc CO., INC., 81T-(; Frcliiighuvsen Ave., Newark 5, N. J. 1242 
POWERS RE(;ULA1C)R CO., THE. 2719 Oeenview Ave., Chicago 14, III. 1140 
PREFERRED UTILITIES MFG. CORP., 1860 Broadway, New York 23, 

N. Y. 1188 

J. F. PRITCHARD Sc CO., Fidelity Bldg., Kansas Catv 6, Mo 1043 

PROPELL41R DIV., ROBBINS Sc MYERS, INC., 1947 Clark Blvd., 


. , ... JIVUJL 

1*YLE->AT10NAL CO., THE, i33*-58 N. Kostner Ave., Chicago 51, 111. . . 1108 

It 

HAY OIL BURNER CO., 405 Bernal Arc., San Francisco 12, Calif. 1185 

RAYTHEON MFC. CO., tiomnicrciul Products I>iv.. Vi'altham 51, Mass. 1025 

REFLEtri'AL COUP., 155 East Allh St., New York 17, N. V 1267 

REFUUJERATING MACHINERY CO.. 525 Market St,, San Francisco 5, 

Calif. 1044 

RliFRICERATION ECONO.AIICS CO., INC., 1231 ’I'us<-.arawas St. E., 


REGISTER & GRILLE MFG. CO., INC., 70 Bcrr> St., Brooklyn 11, N. Y. 1109 

RESEARCH PRODUCTS CORP., Madison 3, Wis 1030 

REVERE COPPER & BRASS, INC., 230 Park Ave., New York 17, N. Y. . . 1007 

RIC-WIL CO., THE, Union Commerce Bldg., Cleveland, Ohio 1243 


S 

SAltCO CO., INC., Empire Stale Bldg., New York I, N. Y. 1224, 1225 

StJflWlTZEK-CUMMINS CO., 1143 East 22nd St., Indianapolis 7, Ind.. . 1082 

SHAW-PEBKINS MFG. CO., Pittsburgh 19, Pa 1055 

SHEET METAL WORKER (publication), 45 West 45th St., New York 

19, N. Y 1278 

SILVEKCOTE PRODUt.'TS, INC., 161 E. Eric St., Chicago 11, HI 1268 

H. B. SMITH CO., INC., THE, Westfield, Mass lli>4 

IL J. SOMERS, INC., 6063 Wabash Ave., Detroit 8, Mich 1028, 1029 

SPENCE ENGINEERING CO., INC., 28 Grant St., Walden, N. Y 1141 

SPENCER HEATER, DIVISION—THE AVCO MFG. CORP., 

Williamaport, Pa 1152. 1155 
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SUPREME AIR FILTER CO., 126 West 21st St., New York 11, N. Y 1031 

SWARTWOUT CO., THE, 18511 Euclid Ave., Cleveland 12, Ohio 1093 

T 

TACO HEATERS, INC., 342 Madison Avc., New York 17, N. Y 1197 

TA\XOR INSTRUMENT COMPANIES, Rochester 1, N. Y 1142 

H. A. THRUSH & CO., Peru, Ind 1198, 1199 

TITUSVILLE IRON WORKS CO., THE, HIV. of STRUTHERS WELLS 

CORP., Titusville, Pa 1170, 1171 

TORRINGTON MFG. CO., THE, 50 Franklin Si., Torrington, 

Conn 1084, 1085 

TRADF^WIND MOTORFANS, INC., 5725 So. Main St., Los Angeles 37, 

Calif 1083 

TRANE CO., THE, 2021 Cameron Ave., l^aCrosse, Wis 1000, 1001 

TUBE TURNS, INC., lx>iiifivill© 1, Ky 1121 

TUTI LE & BAILEY, INC., New Britain, Conn 1110, 1111 


U 

t^lTEO STATES AIR CONDITIONING COUP., Como Avenue S. E. at 

33rd, Minneapolis 14, Minn, 962 

UNITED STATES GAUGE, DIV. of AMERICAN MACHINE & METALS, 

INC,, Sellersville 44, Pa 1143 


UNITED STATES GYPSUM CO., 300 W. Adams Sf Chicago, III. 1270, 1271 

UNITED STATES RADIATOR COUP., Detroit 31, Midi 1156, 1157 

UNITED .STATES REGISTER CO., Battle Creek, Mich 1112 

UNITED STATES STEEL CORP,, SUBSIDIARIES, Pittshurgh, Pa 1115 

UTILITY APPLIANCE CORP., (formerly Utility Fan <k*rp.), 4851 S. 

Alameda St., Los Angeles 13, Calif. . . 1086 

V 

ViNCO CO„ INC., THE, 305 F.ast 45lh St., New York 17, N. Y 1190, 1191 

VULCAN RADIATOR CO., TOE, 26 Francis Ave., Hartford 6, Conn 1056 

W 

WAGNER ELECTRIC CORP., 646^1 Plymouth Ave., Si. I^uis 14, Mo 1091 

WARREN WEBSTER & CO., Camden, N. J. 1226, 1227, 1228, 1229 

W ATER COOLING EQUIPMENT CO., 8613 New Hami>shirc Ave., Affton 


Sta., St. Louis 23, Mo. 1045 

WATERMAN- W ATERBURY CO., THE, 1121 Jackson St., N. E., 

Minneapolis 13, Minn 976, 977 


WEBSTER ENGINEERING CO., THE, 419 W. Second St., Tulsa, Okla. . 1173 

WEH^MeLAIN CO., 641 W, Lake St., Chicago 6, HI 1158 

WESTERN BLOWER CO., 1800 Airport Way, Scjitlle 4, Wash 1087 

WESTINGHOUSE ELECTRIC CORP., STURTEVANT DIV., Hyde Park, 

Boston 36, Mass 1032, 1033, 1034, 1035, 1036, 1037, 1038, 1039 

WIHTE-KODGERS ELECTRIC CO., 1209 C.a»s Ave., St. Ixiuts 6, Mo 1144 

WILLIAMS OIL-O-MATIC DIV., EUREKA WILLIAMS CORP., 

Bloomington, 111 1187 

GRANT WILSON, INC., 141 W. Jackson Blvd., Chicago 4, III 1240 

L. J. WING MFG, CO., 59 Seventh Ave., New York 11, N. Y. , . .1003, 1004, 1005 
WOOD CONVERSION CO., Dept. 220-8, First National Bank Bldg., 

St. Paul 1, Minn 1269 

WORTIHNGTON PUMP & MACHINERY CORP., Air Conditioning & 

Refrigeration Div,, Harrison, N. J. 1062 


Y 


YARNALL-WARING CO., 133 Mermaid Ave., Philadelphia IS, Pa 1235 

YORK CORP., York, Pa 963 

YORK-SHIPLEY, INC., York 16, Fa * 1189 

YOUNG RADIATOR CO., BepG 1T8, Racine, Wis . 1006 

YOUNG REGULATOR CO., 5209 Euclid Ave., Oeveland 3, Ohio 1113 




INDEX TO MODERN EQUIPMENT 

HEATING VENTILATING AlU CONDITIONING GUIDE, 1948 


ACCUMULATORS 
Acme Industries. Inc.. 1049 
Comlcnser Service & Engineering 
Co.. Inc., 1053 
Foster VVheeJcr Corp'* 1041 
McC)uay. Inc.. 992-993 
Pon-L-Heat Corp.. 1190 

adsorbers, Odor 

VV. li. Connor luiwirc'erinK Corp., 
1020-1021, 1100-1101 


Westinghouse Electric Corp., Sttir- 
tevant Div.. 1032-1039 
Worthington Pump & Machinery 
Corp,, 1(M52 

Young kacli.ittjr Co . 1000 

AIR UONDITIOMNC; <X)M- 
PR I^.SSION KOI IPM ENT 

Geneiul Refrigeration Uiv , Vatc»- 
AintuicHn Mi h. t o.. O.’).') 

Mill-. Indui5trios,, luc . iOtil 


air cleaning EUUIPMEM 

(Sre til\o Fillers, Air) 

Air Devices. Inc.. 1014, 1090 
Air ImUcj t orp.. 1015 
Air-Ma/t! (,r>ip.. Tlie. lOlG-1017 
Air A' Kefiigeration (, orju. 947 
Ameiicnn Air Filter Co., inc., lOlB- 
1019 

American Moistening Co., KMO 
Doliingtu Coip. (iornierly SUynew 
F’iUci Corp.). 1022-1023 
Farr Co.. 1021 

Oneral Electric C'o., (hl(K,>nirie»d, 
N. J.). 9.V>-9."»7 

Ovvens-(,e*rmnu Fibergla« Corp., 
1020-1027 

Parks- Cramer Co., fKlO 
Pittsburgli ia'Clrixlryer Corp., 901 
J, E. Pritchard ik Co., 1043 
Raytheon Mfg, Co.. 1026 
Ke!M?arc.h Products Corp., 1030 
il, J. Somers, Inc, 1028-1029 
Supreme Air FYlter Co., 1031 
WVstinghonse Electric Corp., Stur- 
tevant 1.9 v„ 1032-1039 

AIR C.OMPRESSORS {See Com- 
prc£S9f^, Air) 

AIR CONDITIONING CX>ILS 
Acme IndtiKtries, Inc., 1049 
Acrofin Corp., 1051-1052-1053 
Airtherm MIg. Co., 978 
Bel! & Coswtt Co,. 1194-1195 
Carrier C'orp., 962-953 
Conden«M?r StM vice & EnBlneering 
Co.. Inc., 1063 

Curtis Refrigerating Machine Div. 

of Curtis Mfg. Co., 1058 
General Electric Co., (Bloomfield, 
N. JA. 956-957 

Gimeral Refrigeration Div., Yates- 
.Americati Mch, Co., 955 
Haistings Air Conditioning Co., 
Inc., 958 

Rennard C'orp., 991 
Mario Coil Co., 1060 
McC.>uay, Inc., 992-993 
Modine Mfg. Co., 994-996 
John J. Nesbitt, Inc., 997 
Niagara Blower Co., 959 
Refrigeration Economics Co., Inc., 
UK)2 

Trane Co.. The, 1000-1001 
United States Air Conditioning 
Corp,, 962 

V ukan Radiator Co„ 1066 


AIR CDNIMTIOMNC; tX>N- 
TKOLS (■Si'T Conirollrrs and ( on- 
frol f^'.qut prtu nt. Humidity Con~ 

AIK <:oM>rrioMN<; rf.gis- 
lEHS AND GRILLES {See 
(Grilles, Registers) 

AIR CONDITIONING UMTS^ 

Air 3,- RtUrigerarion Corp., 947 
.\irtemp. Div, ("iirvoli'r Corp., 970- 
971 

Anierii an Blower Corp.. 948-949 
Ameiican Radiator Stiiuvlard 
Sarjifan' t'orp., 1146-1147 
Baker Ice Machine . Inc.. 1057 
Buffalo Forge Co., 10»>9 
CAarrier Corp., 952-9.53 
Chirage Fan Co.. 954 
('rane Co.. 1148-1149 
Curtis Kefrijreratinx Machine, Div. 

of Curtis MtR. Co., 1058 
DuoTherin Div. of Afotor Wheel 
("orp.. 907 

F.tahU»*^ments Ncu, 1106 
Fedder.s-Guigan Corp,. 987 
Fitrjzihhons Ituiler Co., Inc.. 1164- 
116,5 

Fuck Co . 10.59 
General Blower Co., 1074 
General I'lectric Co. (BJoomfiekl. 
N. JA 9.50-957 

Crcneral Refrigeration Div.. Yaies- 
Amcrican Mch. <A>., 955 
Hastings Air Conditioning Co., 
Inc.. 958 

Ilg Itkctric Ventilating Co.. 989. 
1075 

Iron Fireman Mfg. Co., 1174-1175 
Jaden Mfg. Co.. 990 
S. lA Johnson Co.. 1180-1181 
Kcnnard Corp.. 991 
H. C, Little Burner Co , 1184 
Mario C>jil t'o., 1060 
McDuay, Inc.. 992-993 
Mever Furnace Co.. 972-973 
Mixline Mfg. Co.. 9d4-W 
L. J, Mitellei E’urnacc Co., 974-975 
h, J. Murray Mfg. Co,. 990 
Niagara Blower Co., 959 
Par' kS" Cramer Co., 9(i0 
Petroleum Heat & Power Co., 
1182-1183 

Ray t>U Burner Co.. 1186 
Refrigeration Economics Co,. Inc., 
1002 

U. J. Somers Co,, 1028-1029 


Trane Co.. The, lOOO-lOOI 
United States Air Conditioning 
Corp., 9ti2 

Waierman-Waterbary Co., The, 
‘l76>-977 

WestiuKhouHc Electric Corp., Stur- 
tevant Uiv., 1032-1039 
Worthington Pump 3: Machinery 
Corp.. 1002 

Young Radiator Co.. 1006 

AIR ( AH >I J N G . HUM 1 DIF Y I NG 
A ND DKH UM IDI F VIN G 
APPARATUS 

Air-Mruzc Corp., Tiie, 1016-1017 
Air it Keirigerntion f'orp., 947 
Airtcnip ]>iv. Chrysler Corp., 970- 
971 

American Blower Corp., 948-949 
American Moistening t.'o., 104>> 
Bahnstin Co.. The. 9.5f)-95i 
Huffaio F'orge t'.o., 1069 
(iairier (kirp., fi52-9.')3 
Cl.irage Fan Co., 954 
I'tabUswuncnts .\cu. 1 106 
Farr Co.. 1024 

Ge*nei':il EUvtrie Co. (BLiomfield, 
N'. J.). 950-9.57 

Ilg Electric Wutilating Co., 989, 
1075 

Insul-Wooi In.sul.ition Corp,, 125.8 
Kennard Corp., 991 
Marlev Co., The. 1042 
Mark)' Coil Co., 1060 
Modine Mig. ( o., 994 4*95 
jotin J. Nesbitt, Inc., 997 
Niagara Blower Co.. 959 
Pun-L-Heat O'orp., 1196 
Purk.vCr.'imer Co., 960 
Pittsburgh Lectrodryer t'orp., 961 
j. F. Pritchard & Co.. 3043 
Keirigeiation Economics Co., Inc., 
1002 

II. I. Somers, Inc.. 1028-3029 
Trane Co., The, 1000-1001 
United States Air Cond'g. Corp,, 
962 

Utility Appliance Corp.. (formerly 
IJtility Fan Corp.), 1086 
Western Blower Co., 1087 
Westinghotise Electric Corp., Stur- 
tevant Div.. 1032-1039 
Williams Oil-C)-Matic Div.. Eureka 
Williams Corp.. 1187 * 

Worthington Pump & Ylachinery 
(.knp.. K)G2 
York Corp., 963 
Young Radiator Co., 1006 

AIR DIFFUSERS 

Air Devices, Inc., 1014. 1096 
Aladdin Heating Corp.. 1066 
Anemostat Corp, of America. 1094- 
1095 

Barbei-Colman Co., 1()9S 
Carrier Corp.. 9,52-953 
VV. B. Connor Engineering Corp., 
1020-1021. UOO-llOl 
Charles Demuth tk Sons. 1099 
Ktabliasements Neii. DOG 


ri>Il0Wiiiit Mftfiuf«ctwrer»* Niimwi refer to fn the Cafaloft Data Section 

m 
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Independent Register Co.» The, 
1107 

Minneapolis-HoncvweU Regulator 
Co.. 1130-1137 

Pvle-Nalj(»nal Co.. The. 11 OS 
Tuttle cS: ikuley, Inc., 1110-1111 
I'fiited States Register Co., 11 111 

AIR Dixrrs (See Ducts) 

AIR ELIMINATORS 

1). Anderson ('o., Thr, 1206-1207 
Bi'll 3: (a^ssett Co., 1194-1195 
Clark Mfg t'o., 1210-121 1 
Oole \'alve Co., The, 1236 
Hoil'man Specuilty Co., 1218-1221 
Illinois 1' rigineeiini; Co., 1222-1223 
Jus. P Marsh Corp.. 1232-1233 
v^ari'r Co,, Inc., 1224-1225 
1'rane t'<j . The, JlMlO-lUOl 

air filter (xeantnc; co.m- 

POCNOS 

An l)e^Mcos, Inc,. 10M. 1096 
Air-Ma.'’i* ( orp.. The, 1016-1017 
American Air Filter Co.. Inc., 1018- 
.1019 

D-rlhnger C'orp. (formerly Staynew 
Filter Corp.l, 1022-1023 

AIR FILTER GAGE 

Atnenean Air Filter Co.. Inc., 10J8- 
1019 

Dolhngcr C'orp., 1022-1023 
Owens. c'orniug .Fiberglas Corp., 
1(C>6-1027 

Research Products Corp., ,1030 

AIR FILTEH.S (See rUUrs, Air; 
Air {AcantNf' Equipment) 

AIR FITTINGS, Braa-a 

Jos. A. .Martoa IP>, & Co., 1017 

AIR MEASl RING AND RE- 
CORDl NG INS I R LM ENTS 

Ilhnois Testing Laboratories, Inc,, 
1131 

Ivfj!in<-api>lif'V-l foneywell Regulator 
C:.o.. ] 136-1137 
Parks-Oarner Co., 960 
Powers Regulator Co., The. 1140 

air moistening appara- 
tus (.See Humidifiers) 

AIR PURIFYING APPARATlkS 

Air Iievices, Inc., 1014, 1096 
Air Filter Corp.. 101.5 
Air-Ma/e C'orp.. Tite. lOIG-1017 
.Air ik Refrigeration Corp., 947 
American Air Filter Co., Inc., 1018- 
1019 

Chelsea Fan & Blower Co., Inc,, 
1072 

W. B. Connor Engineering Corp., 
1020-1021, 1100-1101 
J. F'. Pritchard & Co. (Puridrycr 
Dept.), 1043 

Raytheon Mfg. Co.. 1025 
Research Products Corp,, 1030 
IT J. Someia, Inc., 1028-1029 

AIR RECEIVERS (See Receivers, 
Air) 

AIR REX;OVERY, Method of, 

W, B. Connor Engineering Corp,. 

1020-1021. 1100-1101 

AIR TUBING, Flexible Metal 

(A>e Tubing, Flexible MeiaUic) 


AIR VELOCITY KEC;UI>AT()RS 

(Sec Dampers, Air Volume Con- 
trol) 

Barbcr-Colman Co., 1098 
Johnson Service Co,. 1132-1133 
Powers Regulator Co., The, 1140 

AIR WASHERS 

.Air & Kefriger.itiun Corp.. 917 
American Blower Corp., 948-949 
Biihn«.on Co., The. 950-9.51 
Bayley Blower Co.. UJ67 
Bufialo Forge ('<>,. 1069 
Carrier Corp.. 952-953 
Ciaruge Kan Co., 954 
1). J. Mutrav Mig. Co., 996 
New Vork Blower ('o.. Tiie, lOSO 
Pai ks-('ramei Co.. 960 
il- J. Somers, ine., 102H-1029 
Trane Co.. The, lOOO-lOOl 
th'iiied States Air Conditioning 
C'orp.. 9<‘.2 

Westirn Blower C'o.. 1087 
Westinghfuisic hkxtric C'orp., Stui- 
tcvaiu JJiv., 1032-1039 

.ALARMS, Water Level 

Don noil is: Miller. Inc., 1192- 
U93 

Phopsswitdi, Inc., (Affiliate of 
('omhustion Control Cs'fp ». 986 
Muell -r Steam SiM'iialty luc,., 
1234 

Varn.ill-W.'uing C-y, 1235 

ALIMINUM FOIL, Insulation 

Lockpoit C'otton Batting f'u., 1261 
Keflectal Co!p., 12C»7 

AM MIM .M FOIL VAPOR 
BARRIER \Sir Aluminum Foil) 

AMMONIA COILS (.See Coil:,, 
.4 mrnoma) 

ANCHORS, Pipe 

H. VV. Porter & C'o.. Inc., 1242 

Kic-wiL Co., The, 1243 

ANEMOMETERS 
iii{iu>is Testing Laboratories, Inc., 
1131 

Taylor Instrutncnt Co.«’i.. 1142 

ASBESTOS PRODUCTS (See 
in:^ulaiion] 

Armstrong Cork Co,, 12.50 
Philip Carey Mtg. Co., The, 1238- 
1239 

Celotcx Corp., The, 1252 
Faglc-Picher t.'o,. The, 1254 
I oh n«- M .3 n ville, J 260. 1 26 1 
Mundet Cork Corp., 1205 
H. \V. Porter Ik Co., Inc.. 1242 
United States (iypsnm Co.. 1270- 
1271 

Grant \Vil»on. Inc.. 12-40 

ATOMIZING SPRAY NOZZLES 

(Arttr Spray Nozdes) 

ATTIC FAN COOLERS (SecFans, 
Aide) Ventilators, Attic) 

AITOMATIC FUEL BURNING 
EOUIPMENT (.See Burners, A«- 
iomatic ; Ga s Burners ; (hi Burners; 
Stokers) 

AUTOMATIC SHUTTERS (See 
Shutters, Aukmaiic) 


air VELOCITY METERS CSVif AXIAL EXOW FANS (See Fans, 
Meters , A ir I 'elocity ) A xial Flam) 


BASEBOARD IIEAITNG 

American Radiator h Standard 
Sanitary Corp., 1146-1147 
Burnham (''oip., 1145 
Campbell Heating Co.. 908-909 
C'. A, Dunham Co., 1212 121H 
National Radiator Co., 'rhe, 1150- 
1151 

United States Radiator Corp.. 1156- 
1157 

War fen Webster 8: Co , 1220-1229 

BELLOWS 

Atlantic Metal lluse Co,, 1012 
Chicago Metal Hose (fo . 1013 
FuUon Sylphon Div., Kobeitshaw- 
Fulton (. ontrolH C'o.. 1127 

BENDS, Pipe. Ferrous and Non- 
Ferrous 

CondcTiser Setviee &; Engineering 
t'o., Inc., 1053 
Eagle- Pjehm t'o.. l lie. 1254 
Arthur Harriji tk Co,. N2() 

Muelim Bras.s Co., lOlU-JOll 
Pal k,s-t 'ranter Co., 9(>0 

BENDS (See Pipe, Returns) 

BLOCKS, Asbestos 

Philip (htrey Mfg. Co.. The, 1238- 
1239 

Crrant Wilscm, Ine. 12-10 

BLOCKS, Glass 

(Ev( ns-Hlino(?! Glass ('o,. 1248 
Pittslmrgh C'orning (.oriv,. 1246- 
1217 

BLOCKS, Mineral Word 

Baldwin-fitO ( o.. 1251 
F ai-de-Pieher t'o,. The, 1254 

Bf.OWER HOUSLNGS 

.Aladdin Healing ('orp., 1066 
BiKhoT) Bal'H.’K'k Ml'g, Co,, 'fhea 
(.MjRSaciPPk'tts Blowei Uiv.';, 
lOtiH 

Burden Co., 1070 

Champion Blower & Forge Co.. 

1071 

Clu.'lsea ICiu & Blower Co., Ine.. 

1072 

(".larage Fan Co,, 954 
Crcneral Biem-erro., 1074 
lianings Air Conditioning Co., 
Inc,, 958 

Jaden Mfg, Co.. 990 
Lau Blower Co.. The. 107v8 
Morrison PnxluctH. Inc,, 1079 
Si;hwit/<T-(,airninins Co., 1082 
Torringron Mfg. Co., The, 1084- 
1085 

United State® Air Conditioning 
Corp., 962 

Utility AiJpliance Corp., (formerly 
Utility Fan Corp.), 1086 
\Ve8ting.hou!W,» KEctric (.!orp-, Stat- 
tevam Div., 1032-1039 

BIX>WER MOTORS (vSVr Moton, 
Ideclfic) 

BLOWERS, Oittrlfuiltal 

(See Fans) 

BLOWERS, Fan (AVrFaw®, Suplily 
and Exhaust) 

BLOWERS, Forced Draff 

Aladdin Heating Corji.. 1066 
American Bkwer Corp., 948-949 
American (Jloolair Corp., 1064 - lOtu^ 
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Bayley Blower Co., 1007 
Biiftalo C'o., 1009 

CaniplK'H ileatinf,j Co., 908-969 
ciiaJiipion Blower & Forge Co., 

1071 

Chelsea Fan & Blower Co., Inc., 

1072 


Oarage Fan Co.. 954 
General Blower Co., 1074 


Joy Mfg. Co., 1076-1077 
Mario Coil ("o., 1060 
National Heater Co., 98,'! 

Herman Nelson Corp., The. 998-999 
New York Blower Co., The, 1080 
I rane Co.. The. 1000-1001 
Cnited Air ('onditioning 

Corp., 9<*2 

iTiliiy .'\r)p!ian('C Cotp., (foriiiciiy 
I Itiiily l‘'an (’orp.), 1086 
Wesiein Blowi'r C^'o.. 1087 
W eslingluvuse ICk'ctrie C<jrp-, Stur- 
tevant Hiv.. 1052-1039 
1.. J. Wing Mir. Cu.. BKKM 005 


BFOWKRS, Hcatinji unti VentF 
latinjjt 

Ait roTprels. Ita.. Giv '>1 1 he 

( hwei.ittd Heater Co.. 

Al.iddin Heating ( 'orp., 1006 
Araetu.ih idower Corp.. 91S-94;» 
Ameti.'.oi ( oohiit <'ort).. ItHH- 
Bajh’V Blower ('o.. 1007 
BihIioi) N liabeock Mlg, Co.. 1 lie. 
(Maysachusettft Blower J9iv.;, 
H>68 

lUdtalo Forgt' Co.. 1069 
Bunien < 0., 1070 
Campbell Heat in r ('o.. 908-909 
Carrier Corp-- 9v32-9;Y{ 

('harni>ion lilowet fk Forge Co., 

1071 

Cla isea him & Blower Co,. Inc., 

1072 

Cl.irage I'Tui Co., 

C. A. Uunham C-O.. 1212-1216 
IHet 1 rotiH,t<ie Coip., 9H<{. 985 
Genera! Blower 6’o., 1074 
Hastnrgs Alt Conditioning Co., 
fnr„ 9,58 

Bg Meenu; Ventilating Co., 989, 
1075 

Jaden Mfg. ('o., 990 
joy Mlg. Co.. 1076-1077 
i/an Blower Co,. The, 1078 
Mornsan ihodticift, Inc., 1079 
i.. j. Mueller 1‘urnacc Co.. 974-975 
1 b r mail Nelson (?oTp., The, 998-999 
New York Blower Co,, The. 1080 
Niagaia Blower (A>,, 959 
Sehw it. fei -Cummins Co., 10vS2 
lorriiiKton Mfg. Co., The, 108-1- 
1085 

1 radc-Wind Motorlans, liic., 1083 
Tinne Co.. Tlie, 1000-1001 
Ihiitcd States Air Conditioning 
Corp.. 962^ 

Ctdity Appliance Corp,. (formerly 
Utility Fan Corp.), 1080 
Western Blower Co., 1087 
WesiinghmiKc Electric Corp., .Stur- 
tevant Div., 1032-1039 
F. J. Wing Mfg. Co., HXJ3-1005 


BLOWERS. Rreremure 

Aladdin Heating Corp,. 1060 
American Blotter Corp.. 948-949 
American Coolair Corp., i064-10( 
Bayley Blower Co.. 1067 
Bmiulo Forge Co., 1069 
Burden Co.. 1070 
Campbell Heating Co.. 968-969 
t.hampKm Blower k Forge Co., 10^ 
' 1072^ ^ Blower Co.* Inc 

Clarage Fan Co.. 954 


DeRothezat Fans Div„ American 
Machine & Metals, Inc., 1073 
General Blower Co,, 1074 
Ilg Electric Ventilating Co., 989. 
1075 

Ingersoli-Kand, 1201 
Joy Mfg. Co., 1076-1077 
Jos, .A. Martocf'llo N Vo.. 1047 
Nash F'ngineeiinK Vo., 1202-120.3 
Cnited States Air Conditioning 
( oip.. 962 

U'e<ting}n.)ijse Klertric ('orp., Stur- 
tevarit Div.. Bj32-1039 
E. J. Wing Mfg. ('o,, 1003-1005 


BLOWERS. Turbine 

GeBothe^at I'ans Giv,, Atnerit an 

Ml tab’,. Iiir., 107,3 
!lg Meifru V'liUiIaUng Co., 989, 
1075 

\VesTnu'Jioiii»e J'h.trir Corp,, Slur- 
tev.iiil Gsv,. I0;i2-1039 
1. I W UH> Mig. ( o.. 1003-1005 


BLOWERS, Warm Air Furnace 

•\u ('.an’toG, Ine, Give of The 
( ll*\.t<‘r t'o.. 10(t3 

Ahiddin )!' .itm,:; Coiti,, 1066 
Am' re'.vu Blo'vei Corn., 948-919 
.Aineii* ail kadiato/ St ouhird 

.Miut.'} V Corjt., 1 146-J } 17 
Biv.hot* 8' B.ibiock Mfg Co,, The 
{ M.issachuactts Blower IT'V'.), 
10(>8 

BuO'a'o Forge ('o., 1069 
Burden ('<>., 1070 
C.anple'il He.'iting C'o.. 968-909 
( tiampion Blower iSr Forge Co,. 

1071 

C h('F/ a Far dv Blower Co,, Inc.. 

1072 

Claiage Fati ( 'o,, 95-1 
I)m>-Theiin Giv, ef Mntor Wheel 
t 'orp., 967 

General lilowiu (*o.. 1074 

H. isiings .Xir C'orduioning Co,, 
Inc.. 9.>h 

Ilg F.iectiic Wntilating fjo., 089, 
107.5 

Jaden Mfc. Co., 91X1 
Joy .Mfg Co.. 1076-1077 

I. -iu Blower C<>.. The. 1078 
Mover Furnace Co.. The, 972-973 
Morrisen Fi oil net?. hu\, 1079 

L. J, Mmdler Finn, we ('o.. 974-975 
Schvvit/ci-C'nrnrutiiR Co.. 1082 
Trane Co.. The. lOOO-BMH 
V'nited States Air Conditioning 
Corp*, 962 

United States Radiator Corp., 
115(^1157 

Utility Appliance Corp.. (formerly 
T'tility Fan Corp.), 1086 
Western Blower Co., 1087 
L. J. Wing Mfg. Co.. 1003-1005 


BOILER-BURNER 


Air Devices, Inc., 1014. 1096 
Airtemp l.Mv., idu vslcr Corp,, 970- 


971 

Aldndt Co., 1170 

American Radiator & Standard 
Sanitary Corp., 1140-1147 
Automatic Burner Corp., 1177 
Bt yarn I leatcr Co., 960 
Crane Co., 1148-1149 
General Electric Co. (Bloomfield, 
N. J.), 95<F957 

Jton Fireman Mfg. Co., 1174-1175 
National Radiator Co., The. 1150* 


1151 

Petroleum Heat & Powder Co., 
1182-na3 

Preferretl Utilities Mfg. Corp., 1188 


United vStates Radiator (’orp., 
11.56-1157 

Webster FCngineering (.'o,, The, 
1173 

Vork-Shipk*y, Inc., 1189 

IKJILER COMPOUNDS ( V r row- 

piiundv, /idler) 

BOILER COVERING (See i o'Mir- 
iw/,’, Pipe and /Surface.';) 

BOILER FEED PUMPS (va' 
Pumps, Boiler Peed) 

BOH.ER FEEDERS {See feeders, 

IhhIi't) 

BOILER WATER FIELD KIT, 
for Teatingt ami Treating 

Viiico Co., In/,. The, 1190-1191 

BOILER WA l ER I REAI MENT 

Vi'lco Vo , 1 !)(',, hue, 1 19 )-l 191 

BOILERS, Cast-Iron 

Airteirij) iJiv., C'hiyyler Corp,, 970- 
971 

Aiueiioan Radiator & Standard 
.SanUary (..orp., 114f)-IM7 
F-iryant Heater V.o., 966 
Burnham (jorp., 114.S 
Crane (‘o.. 1148-1149 
National Radiator Co., The, 1150- 
1151 

H. B. Smith Co.. Inc., The, 1154 
Spencer Heater Div., J he.Avco Mfg. 
( orp.. n.52-n.Yl 

I hiited States Radiator C'orp.. i 156- 
1157 

Wed- McLain Co. lj;58 
Winiam.<i! OiLO- Miitic Giv, Eureka 
\V ilhams Corp., 1 187 
Vuik-Shipley, Inc., 1189 

BOILERS, Down Draft 

F'an.ir & rrelts. Inc., 116.3 
Kewanee KoiU'r Corp., Il(j6-1169 
H. B. Sinitii Co., Inc., The. 1154 


BOILERS, Gas Fired 


Aiitf'iiip Div., Chrysler Corp,, 970- 
971 

j\inerican Radiator k Standard 
S.nutaiv ('urp., 114(F1147 
Babcock N Wilcox Co.. The, 1159 
Biyant Heater Co.. 960 
ILiruhain (A>rf)., 1145 
Condenser Serviie & Enginw^^ring 
C'o., luc.. 1(153 
('rane C'o.. 1 14«S-1 149 
Faiiar N Trefts Inc., 1163 
i^t/gibbonfs Boiler Co., Inc., 1164- 
1165 

General Electric Co, (BlooraficJd, 
N. J.), 956-957 

International Boiler Works Co., 
1172 


Kewanee Boiler C'orp., 1166-1169 
1.,. J. A^ueller Furnace Co,. 974-975 
National Radiator Co., 'hhe, 1150- 
1151 

Pacific Steel Boiler Div., U. S. 

Kadi'itor C.orp., 1155 
H, Ih Smith Co., Inc., The, 1154 
SiK'ncer Floater Div,, The AvcoMfg 
Corp.. 11.52-1163 

Titusville Iron Works Co.. The 
(Div. of Struthers Wells Corin), 
1170-1171 


Trane Co.. The, 1000-100 1 
United States Radiator Corp , 1 ISO- 
HOT 

Weil-McLain Co.. 1158 
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BOILERS, Beating 
Airtemp Div . Chrysler Corp., 970- 
971 

Aldrich Co., 1170 

American Radiator & Standard 
Sanitary Corp„ 1140-1147 
Babcock & Wilcox Co.. The. 1159 
Bigelow Co., The, 1100 
Brownell Co., The, 1161 
Bryant Heater Co., 900 
Burnham Corp., 1145 
Crane Co., 1148-3149 
Farrar & Trefts, Inc., 1163 
P'itzsibbons Boiler Co., inc., 1164- 
J105 

International Boiler Works Co., 
The. 1172 

Iron Fireman Mfg, Co.. 1174-1175 
Kewanee Bojler Corp., llOtCllOO 
L. J. Mueller Furnace Co., 974-975 
National Kadiatoi Co., The, 1150- 
1151 

Pacihc Steel Boiler Div., IC S. 

Kadiatoi Corp,, 1155 
Petroleum Heat ik Power Co., 
1182-1183 

Preferred Utilities Mfg. Corp., 1183 
H. B. Smith Co., Inc., The, 1154 
Spencei Heater Div,, The Avco Mfg, 
Corp.. 1152-1153 

Titusville Iron W'orks Co.. The 
(Div. of Struthera VWlls Corp.)* 
1170-1171 

United States Radiator Corii.. 1 156- 
3157 

Wetl-McLain Co,. 1158 
W'iiiiams Oil-O-Matic Div.. Eureka 
Williams t'orp., 1187 
Vork-Shiplcy, Inc,, 1189 


BOILERS, Magaxine Feed 

Spencer Hexiter Div., 1 he Avco Mfg, 
Corp., 1152-1153 
York-Shipley, inc,, 1189 


BOILERS, on Burning 

Airtemp Div,, Chrysler Corp., 970- 
971 

Aldrich Co., 1176 

American Radiator & Standard 
Sanitary Corp., 1146-1147 
Automatic Burner Corp., 1177 
Babcock k VV'Ucox Co„ The, 1169 
Bigelow Co., The, 1160 
Brownwell Co., The. 1161 
Burnham Corp.. 1145 
Condenser Service & Engineering 
Co., Inc.. 1953 
Crane Co.. 1148-1149 
Farrar & Trefts, Inc.. 1163 
Fitzgibbona Boiler Co., Inc., 1164- 
1165 

General Electric Co. (Bloomfield, 
N. J.), 956-957 

International Boiler W'orks Co., 
The. D72 

Iron Fireman Mfg. Co., 1174-1176 
S. T. Johnson Co.. II80-U81 
Kewanee Boiler Corp., 1166-1169 
National Radiator Co., The, 1150- 
1151 ^ 

Pacific Steel Boiler Div., U. S. 

Radiator Corp., 1 1 65 
Petroleum Heat & Power Co., 
1182-1183 

Preferred Utilities Mfg. Corp.. 1188 
H. B. Smith Co.. Inc.. The. 1154 
Spencer Heater Div., The Avco Mfg. 
Corp.. 1152-1153 

Titusville Iron Works Co., The 
(r>iv. of Struthers Wells Corp.), 
1170-1171 

United States Radiator Corp., 1156- 
1157 

Weil-McLain Co.. 1158 


W'illiams Oil-O-Matk Div., Eureka 
Williams Corp., 1187 
York-Shipicy. Inc., 1189 

BOn.ERS, Steel 

Airtemp Div., Chrysler Corp., 970- 
971 

Aldrich Co.. 1 176 

Babcock & Wilcox Co., The, 1159 
Bigelow Co.. The, U60 
Hrowneli Co,, The, 1161 
Burnham Corp., 1145 
Combustion Engineering Co., Inc., 
1162 

Condenser Service & Engineering 
Co., Inc.. 1053 
Farrar & Trefts, Inc., 116.3 
Fit/gibbons Boiler Co., Inc., 1164- 
1 165 

General Electric Co. (Bloomfield. 
N. J.). 956-957 

International Boiler Works Co., 
The. 1172 

Iron Fireman Mfg. Ct».. 1174-1175 
S. T. Johnson Co. 1180-1181 
Kewanee Boiler Corp., 1166-1109 
.National Radiator Co., The, 115(1- 
1151 

Pacific Steel Boiler Div., U. S. 

Radiator Corp., 1155 
Preferred Utilities MIr. Corp.. 1188 
Spencer Heater I )iv., The Avco Mfg. 
Corp., 1152-11.53 

Titusville Iron Works Co., The 
(Div. of Strutheis Wells Corp.), 
1170-1171 

Williams (>U-0-Matic Div,. Eureka 
Williams Corp., 1187 
Yoi k-Shipley. Inc., 1189 

BOILERS, Unit Steam Gener- 
ator 

Aldrich Co,. 1176 
Foster Whe<*lor Corp., 1041 
Preferred Utilities Mfg. C.orp., 1188 
Vork-Shipley, inc.. 1189 

BOILERS, Water Tulre 

Babcax:k k Wilcox (>)., The, 1159 
Bigelow Co., The. 1160 
Combustion Engineering Co.. 1162 
Fatrar & Trefts, Inc.. 1163 
Foster W'herder Cori>,. 1041 
International Boiler Works Co , 
The, 1172 

K. B. Smith Co.. Inc., The. 1154 
Spencer Heater Di\'., The Avco Mfg. 
Corp.. 1152-1153 

Titusville Iron W'orka Co., The 
(I.hv. of Struthers Wells Corp,), 
1170-1171 

BRACKETS, Radiator 

Carty & Moore Engineering Co.. 
1209 

United States Radiator Corp., 
1156-1167 

BREFXTfINGS AND 
CHIMNEYS 

Bigelow Co,, The. 1160 
Brownell Co.. The. 1161 
Farrar & Trefts, Inc., 1163 

BURNERS. Automatic (Sfe Cml 
Burners, Stokers) 

R. W. Beckett Corp.. 1178 
Combustjon Engineering Co., 1162 
General Electric Co. (Bloomfield, 

N. J.). 9,56-957 

Iron Fireman Mfg. Co., 1174-1175 

S. T. Johnson Co., 1186-1181 
Preferred Utilities Mfg. Cori>., 1188 


Ray Oil Burner Co,. 1185 
United States Air Conditioning 
Corp., 962 

York-Shipley, Inc., 1189 

BURNERS, Ck>rnblnation Gas 
and Oil 

Babcock & Wilcox Co.. The, 1159 
Combustion Kngin<*ering Co., 1162 
Combustion Equipment Div., Todd 
Shipyards Corp., 118(3 
Enterprise Engine & Foundry Co., 
Burner Div., 1179 
S. T. Johnson Co.. 1180-1181 
Ray Oil Burner Co., 1185 
Webster Engineering Co„ The, 1173 

BURNERS, Ga» {See Gas Burners) 

BURNERS, Oil (See Oil Burners) 

CALKING, Building 

Baidwin-Hill Co., 1251 
Eagltj-Picher Co., The, 1254 
Insul-Ma.stic Coip. of America, 
1255 

Kunlxuly-Clark Corp., 1262-1203 

CARBON, Activated 

W. H. ('onnor Engineering Corp,, 
1026-1021. 1106-1161 

CASTINGS, Bixinxo and Dairy 
Nickel Silver .Metal 

Arthur llairis k Co., 1126 
D. J. Murray Mfg. (!(»., 996 

CEILING PLATES 

Pylc-National Co,, The. 1108 
United States Radiator ('.orp.. 
1156-1157 

United .States Register C<»., 1112 

CEIXULAR GLASS {.SVe Gla-is, 
Cellular) 

CEMENT, Aabeatoa 

h3agle-Picher Co., The. 1254 
Mundet Cork Corp., 1265 
Unitiid States Register Co.. 1112 
Grant Wilson, Inc.. 1246 

CK.MENT, Insulating 
Armstrong Cork Co,. I2i>6 
Baldwin-Hill Co.. 1251 
Philip Carey Mfg, Co,. The. 1238- 
1239 

Eagle-Pichcr Co.. The, 1254 
Johns-ManviUe, 1266-1261 
Owenis-Corning Filx»rgla« Corp., 
1026-1027 

United States Regiaier Co., 1112 
Grant WUaon, Inc., 1240 

CEMENT, Mineral Wool 
Baldwln-Hill Co.. 1251 
hittgle-Picher Co.. The, 1254 
Owenih Corning Fit»eridas (!orp.. 
1026-1027 

Grant Wll«on, Inc., 1240 

CEMENT, Refractory (See AV 
fraciories) 

CHAIN, Pumace Pulleya (SVr 
aiso PuUeys, Ckain) 

Hart & Cooley Mfg. Co., 1102-1103 
Hendrick Mfg. Co., 1104-1105 
Revere Copper $t Bmm. Inc., IW? 
United States Register Co., 1112 

CHIMNEY TOPS 

Air Device#, Inc., 1014, 1006 

G. C Breidcrt Co., 1002 
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cmOliLATORS» Hot Water 

AUis-Chalmer« Mfg. Co., 964-965 
Crane Co., 1148-1149 
Hoffman Specialty Co., 1218-1221 
Iron Fireman Mfg. Co„ 1174-1176 
jae. P. Manih Corp., 1232-1233 
MinneapoUa-Honeywell Regulator 
Co., 1138-1137 
Taco Heaters, Inc., 1197 
H. A. Thrush & Co.. 1198-1199 
Trane Co., The, 1000-1001 

CLEANERS. Air (See Air Cleaning 
Equipment) 

COAL BURNERS (See Burners, 
Automatic) 

COATINGS, Protective 
Philip Carey Mfg. Co., The. 1238- 
1239 

I nsul- Mastic Corp, of America. 
1255 


CJOILS, Aluminum 

Mario Coil Co., 1060 
McQuay, Inc., 992-993 
John J, Nrmbitt, Inc,, 997 
Refrigeration Economics Co., Inc., 
10tI2 

Trane Co.. The. 1000-1001 
United States Air Conditioning 
Coip., 962 

Westinghouse Ekfirir Corp., .Stur- 
tevant Div. 1032-1039 
Young Radiator Co., 1000 

COILS, Ammonia 
Acme Industries. Inc., 1049 
Baker Ice Machine Co., Inc., 1057 
Condenser Service & Engineering 
Co., Inc., 1063 

G O Manufacturing Co., The, 
10.54 

General Refrigeration, Dlv, Yates- 
American Mch. Co., 936 
Kvnnard Corp., 991 
Mario Coil Co.. 1060 
McQuay, Inc., 992-993 
Modine Mfg. Co.. 994-995 
Kefrigeratlon Economics Co., Inc.. 
1002 

Trane Co,. The, 1000-1001 
United States Air Conditioning 
Corp., 962 

Worthington Pump & Machinery 
Corp., 1062 

Yamall- Waring Co., 1233 
York Corp., 963 


tX)ILS, BUi«t 

Aerofm Corp., 1060-1052 
Ainherm Mfg. Co.. 978 
American Blowr Corp,. 948-949 
EI(»ctroraode Corp * 984-985 
G & O Mfg. Co.. The, 1054 
Hastings Air Conditioning Co. 
Inc., 958 

Kcnnard Corp., 991 
Mailo Coil Co.. 1060 
McQuay, Inc., 992-993 
Modine Mfg* Co.. 994-996 
iX J. Murray Mfg. Co.. 996 
John I. Netbftt, Inc,. 997 
New York Blower Co., The, 1080 
Niagara Blower Co., 859 
Refrigeratfott Economics Co.. Inc. 
1002 

Frane Co., The. 1000-1001 
United State® Air Conditlonini 
^ C.orp,,ft62 

Voung Radiator Co., 1006 


COILS, Brass 

E. B. Badger & Sons Co , 1 1 16-1 J 17 
Arthur Harris & Co., 1120 
Mario Coil Co.. 1060 
McQuay, Inc.. 992-993 
Trane Co„ The, 1000-1001 

COILS. Cooling 
Acme Industries, Inc.. 1049 
Aerofm Corp., 1051-1053 
American Blower Corp., 948-949 
Baker Ice Machine Co., Inc:., 1067 
Beli & Gossett Co., 1194-1195 
Carrier Corp,, 952-953 
Condenser Service & Engineering 
Co., Inc., 1053 
Frick Co.. 1059 
G &■ O Mfg. Co.. The. 1054 
General Electric (;:o., (Bloomfield, 
N. J.). 956-957 

General Refrigeration, Div. Yates- 
American Mch. Co., 955 
Haalinga Air Conditioning Co., 
Inc.. 9.58 

Instil-Wool Insulation Corp., 1258 
Kennard Corp., 991 
Marlt> Coil Co.. 1060 
McQuay. Inc.. 992-993 
Motline Mfg. Co.. 9^)4-9(^5 
John 1. Nesbitt, Inc., 997 
New York Blower (Jo., The, 1080 
Refrigeration Economics Co., Inc., 
l(K/2 

Trane Co.. The. 1000-1001 
United States Air Conditioning 
(Jorp,. 962 

Westinghousc Electric ('orp., Stur- 
tevant Div., 10.32-1039 
Worthington Pump & Maciunery 
Coip., HM)2 
York Corp., 963 
Voung Radiator O,. KXlO 


GOIL.S, Pipe, Cappen* 

Acme Industries. Inc., 1040 
E. B- Badger It Sons Co., 1116-1117 
Bell & Ckvssetl Co.. 1194-1195 
General Refrigeration. Uiv. Yates- 
Americaii Mch. Co., 9.55 
Arthur Harris & Co,. 1120 
Mario Coil Co.. 1060 
McQuay. Inc., 992-993 

COILS. Pipe. Iron 
Acme Industries, Inc., 1049 
Bayley Blower Co., 1067 
Weetiaghou.se Electric Corp., Stur- 
icvant Div.. 1032-1039 
Worthington Pump & Machinery 
Corp.. 1062 

COILS, Pipe and Tube, Non- 
Ferrous 

Acme Industries, Inc. 1049 
Arthur Harris & Co.. 1120 
Mario Coil Co., 1060 
John J. Nesbitt. Inc., 997 
Refrigeration Economics Co., Inc., 
1002 

Westinghouse Electric Corp., Box 
868, Pitlsburfih, 1032-1039 
York Corp., 963 

COll^, Stainless Steel 
Arthur Harris & Co.. 1120 
McQuay, Inc,. 992-993 

COILS, l ank 

Baker loe Machine Co., Inc., 1067 
Bell and Gossett Co., 1194-1195 
Refrigeration Economics Co., Inc*. 
1002 

Taco Heaters, Inc.. 1187 


COMBUSTION CHAMBERS 

Babcock & Wilcox Co.. The. 1159 
Combustion Engineering Co., 1162 
Dravo Corp-, 980-981 

COMPOUNDS. Boiler 
Vinco Co.. Inc., The, U90-U91 

COMPOUNDS, Boiler and Radi- 
ator Sealing 

Dole Valve Co., The, 1236 
Vinco Co.. Inc., The. 1190-1191 

COMIXJUNDS, Soot Destroyer 
Vinco Co., Inc., The 1190-1191 

COMPRESSOR MOTORS (See 
Motors, Electric) 

COMPRE.SSOR TUBING, Flex- 
ible (See I'ubing, Flexible Metal- 
lic) 

COMPRESSORS, Air 

Curtis Refrig(‘rating Machine Div. 

of Curtis Mfg. Co., 1058 
IngersoH-Rand. 1204 
Nash Engineering Co., 1202-1203 
Worthington Pump and MacMnery 
(Jorp., 1002 

COMPRESSORS, Refrigeration 

Airtemp Div., Chrysler Corp., 970- 
971 

Baker Ice Machine Co., Inc., 1057 

earner Coip., 952-953 

Cuitia Refrigerating Machine Div. 

of Curtis Mfg. Co., 1058 
Frick Co., 1059 

GencraJ Electric Co. (Bloomfield 
N. j.), 956-9.57 

General Kf'frigeration, Div. Yates- 
American Mch. Co., 955 
Joy Mfg. Co.. 1076-1077 
Mills Industrica, Inc., 1061 
T rane Co.. The, 1000- IWl 
Wcatlughouse Electric Corp., Stur- 
tevant Div.. 1032-1039 
Worthington Pump & Machinery 
Corp., 1062 
York Corp.. 9G3 

CONDENSERS and EVAPORA- 
'1X>RS 

Acme Industries, Inc., 1049 
Acrofin Corp., 1050-1052 
Baker Ice Machine Co., Inc., 1057 
Bell & Goswitt Co.. 1194-1995 
CJarrier Corp., 952-953 
Condenser Service & Engineering 
Co., Inc.. 1053 

Curtis Refrigerating Machine Div. 

of Curtis Mfg. Co., 1058 
Farrar & Trefts, Inc., 1163 
Feddera-Quigan Corp., 987 
Foster Wheeler (kirp., 1041 
Frick Co., 1059 
G & O Mfg. Co., The. 1054 
General Refrigeration, Div. Yates- 
American Mch Co., 955 
Kcnnard Corp., 991 
Mario Cod Co., 1060 
D. J. Murray Mfg. Co., 996 
National Radiator Co„ The, 1150- 
1161 

Niagara Blower Co., 959 
J. F. Pritchard & Co., 1043 
Refrigeration Economics Co., Inc., 
1002 

Trane Co.. The. 1000-1001 
United States Air Conditioning 
Corp., 962 


NuommI* loUowlni M»oufiict«rer«’ Nanwi refer to paio* In the Catalog Data Section 
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WestinKhoiiae Etectric Corp., Stur- 
tevant Div.. 1032-1039 

Worthington Pump & Machinery 
Corp., 1002 

Young Radiator Co., 1006 

CONDUIT, Refrigeration (See 
Hose, Flexible Melal, and Liquid, 
Cas, Vapor) 

CONDUITS, Underground Fit- 
tings 

Durant Insulated Pipe Co., 1241 

H. VV. Porter & Co., Inc., 1242 

Ric-wiL Co., The, 1243 


CONDUITS, Underground Pipe 
E. B. Badger & Sons Co., 1116-1117 
Durant Insulated Pipe Co,, 1241 
H. VV. Porter & Co., Inc.. 1242 
Ric-wiL Co., The, 1243 


CONTROI., Air Volume Damper 

Air Devices. Inc., 1014, 1096 
Anemostat Corp. of America. 1094- 
1095 

Barber-Colman Co.. 1098 
W. il. Connor Krisineeritig Corp., 
1020 - 1021 . 1100-1101 
lohnson Service Co.. 1132-1133 
Minneapolis- Honey well Regulator 
Co.. 1136-1137 

Powers Regulator Co., The. 1140 
Register & Grille Mfg, Co., Inc., 
1109 

Tuttle & Bailey. Inc., 1110-1111 
Young Regulator Co., 1113 

CONTROL, Boiler Water Level 

Crane Co., 1148-1149 
McDonnell & Miller, Inc. 1192- 
1193 

Mercoid Corp., The, 113'1-1135 
Mueller Steam Specially Co.. Inc,, 
1234 

Sarco Co., Inc., 1224-1225 

CONTROL EQUIPMENT, 
Combustion 

Automatic Products Co.. 1123 
Condenser Service & Engineering 
Co., Inc., 1053 

Detroit Lubricator Co., Div. of 
American Radiator & Standard 
Sanitary Corp., 1124-1125 
Fulton Sylphon Div., Robertshaw- 
Fulton Controls Co., 1126-1127 
General Electric Co., (Schenectady, 
N. Y.). 1088-1089 
Illinois Engineering Co., 1222-1223 
Iron Fireman Mfg. Co., 1174-1175 
Mercoid Corp.. The, 1134-1135 
M inne.apolis-Honeywe!! Regulator 
Co., 11 3V 1137 

Penn El<‘t:iric Switch Co., 1139 
Photoswitch, Inc., (Affiliate cvf 
('ombustion Control Corp.), 986 
Webster Engineering Co.. The. 1173 
White-Rodgera EJectric Co., 1144 
L. J. Wing Mfg. Co., 1003-1005 

CX)NTROL EQUIPMENT, Time 
Minneapolis-Honeywell Regulator 
Co., 1136-1137 

Photrjswitch, Inc., (Affiliate of 
Combustion Control Corp.), 986 


CONTROLLERS AND CON- 
TROL EQUIPMENT (See Bu^ 
midity and Temperature Control} 
Ako Valve Co., 1122 
AlH»"Chalrnm Mfg. Co., 904-966 
Amencan Moistening Co., 1040 


Automatic Products Co„ 1123 
Barber-Colman Co., 1098 
Detroit Lubricator Co., L>iv. of 
American Radiator 8c StandjCfd 
Sanitary Corp., 1124-1125 
C. A. Dunham Co., 1212-1210 
ETilton Sylphon Div., Robertshaw- 
Fulton Controls Co.. 1120-1127 
General Controls, 112^1129 
Henry Valve Co.. 1130 
Hoffman Specialty Co., 1218-1221 
Illinois Hnginetuing Co., 1222-1223 
Iron Fireman Mlg. Co., 1174-1176 
John.sDn Service Co., 11,32-1133 
Jas. P. Marsh Corp.. 1232-1233 
AIinncapolis-Jlone>’weU Regulator 
Co., 1136-11.37 

Mueller Steam Spt'cialty Co., Inc,, 
1234 

Parks-Cramer Co.. 960 
Penn Electric Switch C o., 1 1.39 
Phoiosuitch, Inc., (Affiliate of 
Combustion Control Corp., 980 
Powers Regulator ('o.. The, 1340 
Sarco Co.. Inc.. 1224-1225 
Taylor Instrument ( oa., 1142 
United State.s Gauge. U43 
Webster Engineering Co.. I'he, 1173 
U'estinghouse Electric Corp., Box 
868, Pitt.sburgh. 10.32-1039 
WhitoRoflgcrs JCk’ctric Co., 1144 

CONVEXn ION HEATERS 
Airtberm Mfg. Co.. 978 
American Radiator & Standiird 
Sanitary C orp.. 1146-1147 
Bell St Gossett Co., 1194-1195 

C. A. Dunham Co., 1212-1216 
E'lectromodc C'orp., 984-985 
Cieneral Electric Co.. (Schenectady, 

N. V.), 1088-1089 
McOuay. Inc., 992-99,3 
Modine Mfg, (“o., 994-995 

D. J, Murray Mfg. Co., 996 
John J. Nesbitt. Inc.. 997 
Shavv-Perkins Mfg, Co.. 1055 
Trane Co.. The. 1000-1001 
Tuttle & Bailey, Inc.. UIO-Dl! 
United States Radiator Corp., 1156- 

1157 

Wanen Webster & Co.. 1226-1229 
Young Radiator Co.. 1000 


(:oN\TxrroRs Sc convector 

ENCLOSURES 

National Radiator Co,. 1150-1151 
United Stales Radiator Corp., 
1156-1157 


COOLING EQUIPMENT. Air 
Acme Industries, Inc.. 1049 
Acrofm Corp., 1050-1052 
Airtemp Div,, Cliryilcr Corp., 970- 
971 

Buffalo Forge Co.. 1069 
C'arrier Corp., 952-953 
Condenser Service & Engineering 
Co., Inc,, 1053 

Curtis Kefrigerating Machine Div. 

of Curtis Mfg. Co.. 1058 
iRiBothezat Fans Div., American 
Machine & Metals, Inc., 1073 
Farr Co., 1024 
Fedders-Quigan Corp., 9S7 
Frick Co„ 1059 
G & O Mfg. Co.. The, 3054 
General Electric Co. (Bloomfield, 
N. 950-967 

General Refrigeration. Div. Yates- 
Amet ican Mch. Cp., 965 
Hastings Air Conditioning Co., 
Inc., 958 

Joy Mfg. Co,, 1070-1077 
Kcnnard Corp., 991 
Mario Coff Co., 1060 
Modine Mfg. Co*, 994-996 


L. J. Mueller Furnace Co., 974-975 
John J. Nesbitt, Inc.. 997 
Niagara Blower Co., 969 
I^an-L-Ileat Corp,, 1196 
Refrigeration Kconoiuics Co., Inc., 
1002 

Trane Co., The, 1000-1(X)1 
United States Air Conditioning 
Corp., 962 

Utility Appliance Corji., (formerly 
lUility Fan Corp.), 1086 
Westinghouse Electric Corp., Stur- 
tevant Div., 1032-1039 
Williams Oil-OMatic Div,, Eureka 
Williams Corp., 1187 
L. J. Wing Mfg. Co., 1003-1005 
Worthington Pump & Machinery 
Corp., 1062 

COOLING EQUIPMENT, Oil 

Aerofm Corp., 1050-1052 
Airtemp Div., Chrysler Corp., 970* 
971 

Beil & Gossett Co.. 1194-1195 
C.arrier Corp., 952-953 
Condenwr .^-rviee & Engineering 
Co., I m:., 1053 
F(‘ddefS-Quigan Corp., 987 
Gcueial Electric Co. (Bioorafield, 
N. J.i. 956-957 
Mark) C.oU Co., 1060 
Mfxline Mfg. C'o.. 994-995 
New \'ork Hlowor Co,. The. 1080 
Kefrigeriilion Economies Co., Inc., 
1002 

Trane Co., The. 1000-1001 
Worthington Pump Machinery 
Corp.. 1062 

Young Radiator Co.. 1006 


COOLING EQUIPMENT, Water 

(Se'( uLio Hater Cool inn) 

Acme liidnstrieM. Inc.. 1049 
Aciolm Corp., 105)0-1052 
Airtemp Div.. Chrysler Cotp., 970- 
971 

April Showers Co., 1044 
Baker lev) Madiine (,‘o., Inc., 1057 
Bell & Co., 1194-1195 

Cainphell Heating Co., 968-969 
(..'arrier Corp,, 9.52-953 
('ondenfK‘r St’rvicc & Kngineeting 
Co., Inc., 1053 

Curtis Rclrigerating Machine Div. 

of Curtis Mfg. ('o., 1058 
Fedders-Quigan Corp., 987 
Frick Co,. 1059 

General Elcctrk' Co. (Bloomfield, 
N. J.), 950-957 
Kennarcl C'orp., 991 
Marley Co.. The. 1012 
Mario Coil Co., iCffiO 
John J. Nesbitt. Inc.. 997 
kow York Blower Co.. The, 1080 
Niagara Blower (>., 959 
Pan-DMcat Corb„ 1196 
J. F. Pritchard & Co., 1043 
Refrigerating Machinery Co., 1044 
Refrigeration Economics Co., Inc., 
1002 

Trane Co.. The. 1000-1001 
Water Cooling Equipment Corp., 
3045 

Worthington Pump & Muchtnery 
Corp., 1062 

Yamall-Waring Co., 1235 
York Corp., 963 
Young Radiator Co., 1000 


COOLING 10WER FANS 
American Blower Corp,, 948-949 
Burden Co., 1070 

DeBothcKut Fans Div., American 
Machine Sc Metals, lnc„ 1073 
Joy Mfg, Co., IO70«1O77 
Marky Co.. The. 1042 
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Herman Nelson Corp*, The, 998-999 
J. F. Pritchard Co., X043 
Propellair Hiv., Robbins & Myers, 
Inc., 1081 

Relrigerating Machinery Co., 1044 
Trane Co.. The, 1000-1001 
Water Cooling Equipment Corp., 
1045 

Westinghouse Electric Corp,, Stur- 
tevani Div., 1032-1039 
L. J. Wing Mfg. Co., 1002-1005 

CXIOLING TOWERS, Atmos- 
pheric, Mechanical Draft, 
Forced Draft, Induced Draft 

{See also Cootins Bfjuipment, 
iValer) 

Air K: RefriRcration Corp., 947 
Condenser Service & Engineering 
Co.. Inc.. 1053 

Curtis Relrigt-rating Machine Div, 
of Curtis Mfg. Co.. 1058 
EoKtor Wlieeler Corp., 10*11 
Kcnnnrd Corp., 991 
Marlt'y <>>., The, 1042 
Mario Coil Co.. 1000 
I OP. A. Marloceiia Sr Co.. 1047 
1). j. Munuy Mfg. Co.. 990 
j. !•'. Pijtriuird iSr Co., 1043 
Kci'ngeraung Mai liinery ('o.. 1044 
Trane Co.. The. 1000-1001 
Water t.'ooling Equipment Corp,, 
1U45 

WestiUKliouse Elect no Corp., Stur- 
tevant Div., 1032-1039 
W’orthinRton Pump & Machinery 
Corp., 1002 

Young Radiator Co.. 1000 

CORK PRODUCTS 

(See Jn.sulalum) 

Armstrong Cork (>),, 1250 
I nsiil- Mastic Corp. of Amenta, 
1255 

Korfimd Co.. Inc., The. 1259 
Mundet Cork Corp., 1205 

CORROSION. Treatment of 

InRul-Mastlc Corp. of America, 
1255 

Res(,‘arch Products Corp., 1030 
Vinco Co., Inc.. The, IHKh 11 91 

COVERING, Pipe 

American Flange & Mfg. Co., inc.. 
1249 

Armstrong Cork Co., 1250 
BnMwin-HiU Co., 1251 
Philip Carey Mfg, Co,, The, 1238- 
1239 

Durant Insulated I^pc Co,, 1241 
Kagle-Picher Co., The, 1254 
insuEMasiic Corp, of America, 
1255 

Johns-ManviUe. 1260-1201 
Mundet Cork Conr., 1265 
Ovvens-Corning Fiberglaa Corp., 
1026-1027 

Pittsburgh Corning Corp., 1246- 
1247 

H. W. Porter & Co., Inc., 1242 
Kic-wit Co., The. 1243 
Grant Wilson, Inc., 1240 

CUT-OFFS, tnw Wat«r 
C-'ornbusUon Control Corp., 986 
General Controls. 1128-1129 

& Miller, Inc.. 1192- 

Merooid Corp., The, 1134-1185 
Minneapolis- Honeywell Regulator 
^io 1136-1187 

Radiator Corp., 

i3o6-U{»7 

Warren Webster <fe Co.. 1226-1229 


927 


DAMPER REGULATOR SETS 
Automatic Prixlucts Co., 1123 
Barber-Colnian Co., 1098 
Hart & Cooley Mfg. Co.. 1102-1103 
Mercoid Corp., The. 1134-1135 
Mlnneapolla-Honeywcll Regulator 
Co., 1136-1137 

Penn Electric Switch Co,, 1139 
Tram* Co., The, KKKi-lOOl 
United States Register Co., 1112 
White-Rodgers EEctric Co., 1144 
Young Regulator Co.. 1113 


DAMPER REGULATORS. Boiler 

(See Regulators) 

American Radiator 8: Standard 
Sanitary ( orp.. 1146-1147 
Automatic Products Co.. 1123 
Batb^'i-Colman Co., 1098 
Detroit Lubricator Co.. Div. of 
American Radiator it Standard 
San T tar y C or p „ 11 24- 1 1 25 
Fulton .Sylphon Div. Robt.Ttshaw- 
I'ulton Controls ('o,, 1120-1127 
Gencrtd Controls. 1128-1129 
M i n neapol ts-H oneywell Regulator 
Co.. 1136-1137 

H. A. Tliru<h ft Co.. 1198-1199 
Trane Co.. 1 he, lOOO-lOOl 
L'tiited StiUcH Radiator Corp., 
1156-1157 

Warren WVbster & ('(»., 1226-1220 
Webster hmgineering (!o., The, 1173 
VVljitc-Rvxlgers Electric Co., 1144 

DAMPER UEGUI,ATORS, 
Furnace 

Automatic Prodticth ('orp., 1123 
TUobcr-(?f‘hr)an Co., 1008 
Fulton .SjUpjion Div,, Robertshaw- 
Fuhon Comrola Co., 1126-1127 
(reneral t'ontnds, 1128-1129 
Han tv Cooley Mfg. Co.. n(»2-n03 
Mcreoid ('orp.. 3'he. 1134-1135 
M inneai>ohf^-I I onoywcll Regiilat or 
C<x, 1136-1137 

Penn Electric Switch Co., 1139 
United States Register Co., 1112 
Wi I it c- Rodgers Electric Co., 1144 
5'oung Regulator Co., 1113 


D.AM PERS, Air Volume CoiitTol 

Anemostat ('orp. of America. 1094- 
1095 

Barber-Colman ('o.. 1098 
VV. B. Clamor Engineering Corp., 
1020-1021, 1100-1101 
Hendrick Mfg. ('o., 1104-1105 
Johnson Service Co.. 1132-1133 
'M inneapohs-Honey well Regulator 
Co., 1136-1137 

Powers Regulator Co., The, 1140 
United States Gauge, 1 143 
United States Register Co., 1112 
Webster Fmginecring Co., The, 1173 
Young Regulator Co,. 1113 


DAMPERS. Back Draft (See 
Dampers, Air Volume Control) 


DAMPERS, Flue 
Tuttle & Bailey. Inc., 1110-1111 
United States Register Co., 1112 
Young Regulator Co.. 1113 


DAMPERS. Mechanical 
Barber-Colman Co., 1098 
Johnson ,Service Co., 1132-1133 
MInncaiKjlis-HotteyweU Regulator 
Co., 1130-1137 

Powers Regulator Co.. The, 1 140 
Young Regulator Co., 1113 


DEHUMIDIFIERS 

Air & Refrigeration Corp.. 947 
American Blower Corp., 94S-949 
Bayley Blower Co., 1067 
Bryant Healer Co., 966 
Buffalo Forge Co., 1069 
Carrier Corp., 952-953 
Clarage Fan Co., 954 
Mario Coil Co., 1060 
McQuay. Inc., 992-993 
John J. Nesbitt, Inc., 997 
New York Blower Co., The, 1080 
Niagara Blower Co., 959 
Pittsburgh Ix?ctrodryer Corp., 901 
J. F. Pritchard & Co.. 1043 
H. J. Somers, Inc.. 1028-1029 
Trane Co,. The, 1000-1001 
United States Air Conditioning 
Corp., 962 

Westinghouse Electric Corp., Stur- 
tevant Div., 1032-1030 
Worthington Pump & Machinery 
Corp.. 1062 
Voik Corp., 963 

DEHVDRANTS 

Research Products Corvu, 1030 

DEHYDRA'l ION SYSTEM, 
Compresation J^uipmeiit 
Mills industries, Inc., 1061 

DKH5 DRATORS, Refrigerant 

Automatic Products Corp., 1123 
V'ulcan Radiator Corp., 1056 

DESTROYERS, Soot (See Soot 

Destroyers) 

DIFFUSERS, Air (See Air Dif- 
fusers, and Ventilators, Floor and 
Wall) 

DISTRICT HEATING (See Cor- 
rosion, Treatment of — Expansion 
Joints — / n ^ulnlion, Underground 
— Metns, Pipe) 

H, W’. Porter ^ Co., Inc., 1242 
Ric-wiL Co., The. 1243 

DRAFF APPARATUS (See Bknv- 
ers, Forced Draft) 

DRAFT CONTROL, Barometric 
Prefemd Utilities Mfg. Corp., 1188 


DRYING EQUIPMENT 

Aerofin Corp., 1050-1052 
Airtherm Mfg. Co., 978 
Buffalo Forge Co., 1069 
Campbell Heating Co.. 968-969 
Carrier Corp.. 952-9.53 
Clarage Fan Co., 954 
Electromode Corp.. 984-98,5 
G & O Mfg. Co., The. 1054 
Modine Mfg. Co.. 994-995 
National Heater Co., 983 
Niagara Blower Co., 959 
Pittsburgh Lectrodryer Corp., 961 
J. F. Pritchard Sr Co.. 1043 
Shaw- Perkins Mfg. Co., 1055 
Trane Co., The. 1000-1001 
'Vulcan Radiator Corp., 1056 
Westinghouse Electric Corp., Stur- 
tevant Div., 10,31^1039 
L. J. Wing Mfg. Co.. 1003-1005 
Worthington Pump & Machinery 
Corp., 1062 
York Corp., 963 

DUCT INSULATION (See Insu- 
lation^ Duds, Vtniilaiing, Air 
Condilioning) 


Numeralii f olRiwinft MimiifACtiirm* Nam«# refer to peftee In the Cetaloi Data Section 



ns 


1949 Guide 


DUCTS, Preiatwricated 

Campbell Heating Co.. 968-969 
Philip Carey Mfg, Co., The, 1238- 
1239 

United States Register Co., 1112 
Grant Wilson, Inc., 1240 

DUST COLLECrriNG 
EQUIPMENT 
Air Devices, Inc., 1014. 1096 
Air Filter Corp., 1015 
Air-Ma3:e Corp., The. 1016-1017 
Aladdin Healing Corp., 1066 
American Air Filter Co., Inc., 1018- 
1019 

American Blower Corn., 948-949 
Buffalo Forge Co„ 1069 
Chelsea Fan & Blower Co., Inc., 
1072 

Doilinger Corp.. 1022-1023 
Farr Co., 1024 
General Blower Co., 1074 
Jig Fllectric Ventilating Co., 989, 
1075 

Owens-Corning Fiberglas Corp., 
1026-1027 

Westinghonse Electric Corp.. Stur- 
tevant Div., 1032-1039 

DUST COLLECTORS, Cloth 
Type 

American Air Filter Co.. Inc,, lOlS- 
1019 

Dollinger Corp,, 1022-1023 

EJECTORS, Sewage 

Chicago Pump Co., 1201 
Condenser Service Sr Engineering 
Co.. inc„ 1053 

Nash Engineering Co., 1202-1203 

ELECTROSTATIC AIR 
GI.EANERS 

American Air Filter Co., Inc., 1018- 
1019 

Raytheon Mfg. Co.. 1025 
VVeetinghouse Electric Corp., Stur- 
tevant Div.. 1032-1039 

ENGINES, Diesel 
Ingersoll-Rand. 1204 
Worthington Pump & Machinery 
Con^M 1062 

EVAPORATIVE CONDENSERS 

(5ee Condensers and Evaporators) 

EVAPORATORS 

Acme Industries, Inc,, 1049 
Carrier Corp., 9.52-953 
Condenser Service & Engineering 
Co-. Inc., 1053 

Curtis Refrigerating Machine, Div, 
of Curtis Mfg. Co., 1058 
Farrar Sc Trefts. Inc.. 1163 
Fedders-Quigan Corp., 987 
General Electric Co. (Bloomffeld, 
N. J.). 9,56-957 
Kennard Corp., 991 
Mario Coil Co., 1060 
Refrigeration Economics Co., Inc., 
1002 

Trane Co., The. 1000-1001 
United States Air Conditioning 
Corp., 962 

Westinghousc Electric Corp.. Stur- 
tevant Div., 1032-1039 
Worthington Pump & Machinery 
Corp., 1062 
York Corp,, 963 
Young R^iator Co., 1006 

EXHAUST HEADS Bmds. 
Exhansf) 


EXHAUST TUBING, Flexible 
CSee Tithing, Flexible, Metallic) 

EXHAUSTERS 
Air Devices, Inc.. 1014, 1096 
Aladdin Heating Corp., 1066 
American Blow^er Corp,. 948-949 
American Coolair Corp., 1064-1065 
Buffalo Forge Co., 1069 
Champion Blower & Forge Co., 

1071 

Chelsea Fan & Blower Co., Inc., 

1072 

Clarage Fan Co,, 954 
DeBothezat Fane Div., American 
Machine & Metals, Inc,, 1073 
General Hlow'er Co., 1074 
Ug Electric Ventilating Co., 989, 
1075 

Herman Nelson Corp., The. 998-999 
New York Blower Co.. The. 1080 
Schwit/.cr-('umminfi Co., 1082 
Trade-Wind Motorfans. Inc., 1083 
Trane Co., The, llWKl-lOOl 
United States Air Conditioning 
Corp., 962 

Utility Appliance Con>., (fonucrly 
Utility Kan t'orf).), 1086 
Western Blower ('o.. 1087 
Westinghou.se Electric Corp,, Stur- 
tevant Div., 1032-1039 
L. J. Wing Mfg. Co.. 1003-1005 

EXPANSION JOINT S 
Atlantic Metal Hoac Co., Inc.. 1012 
K. B. Badger & Sons Co.. 1116-1117 
Philip Carey Mfg. Co., The, 1238- 
1239 

Chicago Metal Hose Corp., 1013 
Crane Co.. 1148-1149 
Durant Insulated Pii>e Co., 1241 
Foster Wheeler Corp,. 1042 
Fulton Sylphon Div.. Robertshaw'- 
iMjlfon Controls Co., 1120-1127 
Arthur Harris ft Co.. 1120 
Illinois Engineering Co., 1222-1223 
Warren Webster & Co.. 1226-1229 
Varnall- Waring Co.. 2235 

EXPANSION LOOPS 
E. B. Badger ft Sons Co.. 1116-1117 
Durant Insulated Pipe Co,, 1241 
Ric-wiL Co.. The, 1243 

EXPOSITIONS 

International Exi>osition Co.. 1205 

FAN BLADES 
Burden Co., 1070 

Champion Blower & Forge Co., 

1071 

Chelsea Fan & Blower Co., Inc., 

1072 

Clarage Fan Co., 954 
J. F. Pritchard & Co.. 1043 
Schwitzer-Cummlnw Co.. 1082 
Torrington Mfg. Co., The, 1084- 
1085 

Utility Appliance Corp.. (formerly 
Utility Fan Corp.). 1086 
Water Cooling Equipment Co.. 
1046 

Westinghouse Electric Corp., Stur- 
tevant Div., 1032-ia39 
L. J. Wing Mfg. Co.. 1003-1005 

FAN MOTORS (See Motors, mety 
trie) 

FANS. Attic 

Air Controls, Inc. 0>iv. of The 
Cleveland Heater Co.), 1063 
American Blower Corp., 948-949 
American Coolair Corp,, 1064-1065 
G, C- Brddert Co., 1093 


Buffalo Forge Co., 1069 
Burden Co„ 1070 

Champion Blower & Forge Co., 

1071 

Chelw^a Fan & Blower Co„ Inc., 

1072 

Clarage Fan Co., 954 
DeBothezat Fans Div,, American 
Machine 3: Metals, Inc., 1073 
C. A. Dunham Co., 2212-1216 
Eagle-Picher Co., The, 1264 
Ilg Electric Ventilating C o., 989. 
1075 

Jaden Mfg. Co.. 990 
Joy Mfg. Co.. 1076-1077 
Lau Blower Co.. The. 1078 
Herman Nelson Corp., The, 998-999 
Schw'itzer-Cummins (3o.. 1082 
H. J. Somers, Inc.. 1028-1029 
Torrington Mfg. Co„ The. 1084- 
1085 

Trane Co,, The, 1000-1001 
United States Air Conditioning 
Cori>., 962 

Utility Appliance Corp., (formerly 
Utility Fan Corn.), 1086 
Water Cooling Equipment Co., 
1045 

Westinghouse Electric Corp., Stur* 
tevant X^iv., 1032-1039 
L. J. Wing Mfg. Co.. 1003-1005 


FANS, Axlul Flow 

American Blower Corp.. 948-949 
Bahnaon Co.. The. 950-951 
Buffalo Forge Co,. 1069 
Burden Co., 1070 
Champion Blower fk Forge Co., 

1071 

Chelsea Fan fk BIoww Co.. Inc., 

1072 

Clarage Fan Co., 954 
DeBothezat Fans Div., American 
Machine 3: Metals. Inc.. 1073 
Hr Electric Ventilating Co., 989. 
1075 

Joy Mfg, Co., 1070-1077 
Herman Nelson Corp.. The, 998-999 
New York Blower Co., The, I08t) 

J. F. Pritchard & Co.. 1043 
Prot>elIair Div., Robbins fk Myers, 
Inc., 1081 

Refrigerating Machinery Co.. 1044 
Schwitzer-Cummin.«s Co., 1082 
Water Cooling Equipment Co., 
1045 

Westinghonse Electric Corp.. Stur- 
tevant Div., 10;i2-1039 
L. J. Wing Mfg. Co., 1003-1005 


FANS, Centrifugal 
Air Controls, Inc., Div. of The 
Cleveland Heater Co., 1063 
Aladdin Heating Corp., 1066 
American Blower Corp., 948-949 
American Coolair Corp., 1064-1065 
Bayley Blower Co,. 1067 
Bishop & Babcock Mfg. Co., The 
(Mamchusetts Blower Div.), 
1068 

Buffalo Forge Co., 1069 
Burden Co., 1070 
Campbell Heating Co.. 968-969 
Carrier Corp.. 962-953 
Champion Blower & Forge Co., 

1071 

Chelsea Fan & Blower Co.. Inc.» 

1072 

Clarage Fan Co.. 964 
Eagle-Picher Co„ The, 1264 
Etabhaaements Neu. 1106 
Oneral Blower Co., 1074 
Hastings Air Conditioning Co., 
Inc*, 968 

llg Electfk VentMatittg Co*, 989, 
1076 
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Jaden Mfg. Co.. 990 
Joy Mf«. Co,. 1076-1077 
Law Blower Co-. The, 1078 
Morrison Products. Inc,. 1079 
Herman Nelson Corn.. The. 998-999 
New York Blower Co.. The, 1080 
Niagara Blower Co., 959 
Schwitrer-Cummins Co., 1082 
Torrington Mfg. Co., The, 1084- 
1085 

Trade-Wind Motorfans, Inc,. 1083 
Trane Co., The. 1000-1001 
United States Air Conditioning 
Corp., 962 

Utility Appliance Corp., (formerly 
Utility Fan Corp.). 1086 
Western Blower Co., 1087 
Westinghoutte Electric Corp., Stur- 
tevant Div.. 1032-1039 
L. J. Wing Mfg. Co„ 1003-1005 

FANS, Electric 

Air Control Products, Inc., 1063 
American Coolair Corp.. 1064-1065 
Bu0alo Forge Co.. 1069 ^ 
('harnpion Blower & Forge Co., 

1071 

Chelsea Fan & Blower Co., Inc., 

1072 

( iarage F'an Co.. 9.'>4 
(General Electric Co., (Schencetzidy, 
N. Y.>, 1088-1089 
lig Electric Ventilating Co., 989, 
1075 

,loy .Mfg. Co.. I07r>-1077 
Herman Nelson C'orp.. The. 998-999 
Torrington Mfg. Co.. 1 he, 1084- 
1085 

Trade-Wind Motorfans. fnc.. 1083 
Westinghouse Electric Corp., Stur- 
tevant l>iv., 1032-1039 
r.. J, Wing Mfg. Co-. UHl.TlOOo 


I ANS. Furnace 


Air Controls, Inc., Div. of Ihc 
Cleveland Heatt'r Co.. 1003 
.Maddin Heating ('orp., lOOi) 
American Blower Corp., 948-919 
Bishop k. Babc(jck 51 fg. Co.. The 
(MaHSachuBCtts Blow’cr Div.), 
1008 

Hiiffalo Forge Co., 1009 
liurdon Co,. 1070 
< ampKdi Co., 908-969 

<. liampion Blower & Forge Co,. 

1071 

( helsea Fan & Blower Co., Inc., 

1072 


Clarage Fan Co., 954 
Duo-Therm Div, of Motor V\"heel 
Coni.. 967 

Crcneral Blower Co., 1074 
Hastings Air Conditioning Co., 
Inc.. 958 

I)g Electric Ventilating Co., 989, 
1075 


Jaden Mfg. Co.. 990 
Joy Mfg. Co.. 1076-1077 
Eau Blower Co„ The. 1078 
Meyer Fumace Co., The. 972-973 
Morrison Product#, Inc., 1079 
L. J. Mueller Furnace Co.. 974-975 
^chwdtater-Cutnmins Co„ 1082 
Cnited States Air Conditioning 
Corp., 962 

Utility Appliance Coni., (formerly 

Utility Fan Corp.). 1086 
vVejtinghouae Electric Corp,. Stur- 
tevant Div.. 1(^2-1039 

l- J. Wing Mfg. Co., 1008-1006 


pans. l^irttlU* 

J'ayley Blower Co.. 1067 
Ch^pion Blower 8c Forge Co.. 


Cbelaea Fan Sc Blower Co„ Inc., 
1072 

Clarage Fan Co.. 954 
Etablissments Neu. 1106 
Ckjneral Blower Co., 1074 
Ilg Klectric Ventilating Co., 989, 
1075 

Joy Mfg. Co., 1076-1077 
New York Blower Co.. The, 1080 
Propfdlair, Inc,. 1081 
Schwitzer-Cummitis Co., 1082 
Torrington Mfg. Co., The, 1084- 
1085 

United States Air Conditioning 
Corp., 962 

Westinghoiiae F'lectric Corp., Stur- 
tevani Div., 1032-1039 


FANS. Propeller 

Air Controls, Inc.. Div. of The 
Cleveland Heat»’r Co., 1063 
Amcrk an Blower Corp., 918-940 
American Coolair Uorp., 1064-1065 
Baluison Co., The, 950-9.51 
Bishop & Babcock Mfg. Co., The 
(Massachusetts Blower Div.), 
1008 

Buffalo Forge Co.. 1000 
Burden <a:>.. 1070 

Champion Blower Forge Co., 

1071 

rhels<*a Fan 8t Blower Co., Inc., 

1072 

Criarage E'an Co., 954 
DeBotluvat h‘:ins Div., American 
Machine & Metals. Inc.. 1073 
(kuieral Blower C'o., 1074 
ilg Kk^ctric Ventilating Co., 989. 
1075 

Lau Blower Co,. The. 1078 
Herman Nelson ('orp.. The, 098-999 
Now Y<*rk Blower C'o,, The. 1080 
J. E'. Pritchard & Co., 1043 
PropeJlair, Inc,. 1081 
Refrigerating Machinery C'o.. 1044 
Schuit/er-CTimmins (T>., 1082 
Torrington Mfg. Co.. The. 1084- 
1085 

Trade-Wind Motorfans. Inc., 1083 
Trane C'o., I'he, BXHJ-lOUl 
Utility Appliance ('orp., (formerly 
Utility Fan Corp.), 1086 
Water Cooling Equipment ('o., 
1045 

Western Blowci Co.. 1087 
Westinghouse Electric ('orj)., Stur- 
tevant Div., 1032-1039 
L. J. Wing Mfg, Co.. 1(M)3-I005 


FANS, Supply and Exhaust 


Air Controls, Inc,, Div. of The 
C^leveland Heater Co., 10t>3 
Aladdin Heating Corp-. 1066 
American Blower Corp., 948-949 
American Coolair Corp., 1064-1065 
Bayky Blower CN)., 1067 
Bishop & Babcock Mfg. Co., The 
(Massachuaetts Blower Div.), 
1068 

Buffalo Forge Co.. 1069 
Carrier Corp.. 952-953 
Champion Blower & Forge Co., 

1071 

Chelsea Fan & Blower Co., Inc., 

1072 

Clarage Fan Co,, 954 
DeBolhezat Fans Div., American 
Machine & Metals, Inc,, 1073 
Gencnil Blower Co., 1074 
Ilg Electric Ventilating Co.. 989, 
1076 


iden Mfg. Co„ 990 
»y Mfg, Co., 1076-1077 
lu Blower Co., The, 1078 
erman Nelson Con>.. The, 998-999 
ew York Blower Co„ The, 1080 


Propellair Div., Robbins & Myers, 
Inc., 1081 

Schwitzer-Cumraina Co., 1082 
H. J. Somers, Inc., 1028-1029 
Trade-Wind Motorfans, Inc., 1083 
Trane Co., The, iOOO-lOOl 
United States Air Conditioning 
Corp,, 962 

Utility Appliance Corp.. (firmer ly 
Utility Fan Corp.), 3086 
Water Cooling Ekiuipraenl Co , 
1045 

Westinghouse Electric Corp., Stur- 
tevant Div.. 1032-1039 
L. J, Wing Mfg. Co., 1003-1005 

FANS, Ventilating {See h'an^, 
A Uic, A xial Flow, Centrifugal. cU .) 

FEED WATER HEATERS {See 

II eaters, Fred Water) 

FEED WATER REGULATORS 

(See Regulators, Feed Water) 

FEEDERS, Boiler Water 

Combustion Control Corp., 98G 
McDonnell & Miller, Inc., 1192- 
1393 

Mueller Steam Specialty Co., Inc., 
1234 

Penn Electric Switch Co.. 1139 
Sarco Co.. Inc., 3224-1225 
Warren Webster & Co., 1226-1229 

FELT, Insulating (See Insulation, 
Frit) 

FELT, Sound Deademtig 

Douglas Co.. 3253 
J ohns-M anville. 1 200-126 1 
Korfund Co., Inc., The, 1259 
Lockpori Cotton Batting Co., !2tU 
Owcn.H-C'orning Fiberglas Corp., 
1026-1027 

Grant Wilson, Inc., 1240 
Wood Conversion Co., 1269 

FIBER I.NSITATION {See 
Jnsulatwn) 

FILTER.S, Air {See Air Cleanini;, 
Equipment) 

Air Devices. Inc., 1014, 1096 
Air Filler Corp., 3615 
Air-Ma.'e Corp., The. 1016-1017 
Air <S,’ Keirigeration Corp., 947 
American .Vir E'ilter Co., Inc., 1018 
1019 

Crane Co.. 1148-1149 
DoUinger Corp., H,)22-1023 
Farr Co., 1024 

Owens-Corning Fiberglas Corp., 
1026-1027 

Raytheon Mfg. Co., 1025 
Research Products Corp.. 1030 
H. J. Somers, Inc., 1028-1029 
Supreme Air E'ilter Co,. 1031 
Westinghoiiae Electric Corp., Stui- 
tevant Div., 1031^1039 

FILTERS, Grcaae 

Research Products Corp., 1030 
Supreme Air E'ilter Co., 1031 

FILTERS, Liquid 

Air-Maise Corp., The, 1016-1017 
Condenser Service & Engineering 
Co„ Inc., 1053 
Dollinger Corp., 1022-1023 

FIREBRICK, Inmilatingt 

Armstrong Cork Co. (Building Ma- 
terials Div,), 1250 
Babcixrk & Wilcox Co., The, 1159 
Johns-ManviUc, 1260-1261 
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FirriNGS, Flared 

Grinnell Co.. Inc., 988. 1118-1119 

Fin iNGS. Hot Water Heating 

Systems 

Jas. P. Marsh Coip.. 123^2-1233 
Taco UviUcrs, Inc., 1197 
H. A. Thrush .S; Co.. H9S-1199 
Trane Co.. The. 10lK)-10l>l 

Fi niNGS, Jacketed Steam and 
Oil 

Parks-Cramer Co.. 900 

FIT'l lNGS, Pipe, Flanged 

Baker loe Machine Co,. Inc., 1059 
Crane Co., 1148-1149 
GrinneH Co.. Inc.. 98S, 1118-1119 
Henrv Valve Co.. 1130 
Mueller Hrass ('o.. 1010-1011 
Woithington Pump & Machinery 
Cor;)., 1002 
York Coip.. 903 

FITTINGS, Pipe, Screwed 

Baker lee Machine Co., Inc., 1059 
Crane Co.. 1148-1149 
Gnnndl Co.. Inc., 988. 1118-1119 
Henry \'a1vr Co.. 1130 
Mueller Brass Co,, 1010-1011 
Wortliington Pump &: Machinery 
Corp.. 1002 
York Corp,, 903 

FITTINGS, Pipe, Solder 

American Brass Co., The, 1008- 
BX)9 

Crane Co. 1148-1149 
Mueller Brass Co.. iOlO-lOll 

FITTINGS, Pipe for Under- 
ground Conduit 

Durant Insulated Pij-W* Co., 1241 
H. VV. Porter 8c Co., Inc.. 1242 
Ric-vviL Co., The, 1213 

FITTINGS, Welding 

Crane Co., J 148-1 M9 

GrinneH Co., Inc., 988, 1118-1119 

Tube Turns, Inc., 1121 

FLANGES, L«?ad, Roof 
Eagle-Pkher Co., The, 1254 

Fl^OATS, Ferrous and Non- 
ferrous (Seamle!;s) 

Arthur Harris & Co.. 1120 

FLOOR PLATES 

American Rolling Mill Co., 1114 
Carnegie- Illinois Steel Co., 1115 
Grinncll Co., Inc,, 988, 1118-1119 
United States Steel Corp., Sub., 
H15 

FLUE GAS ANALYSIS 
MinncapoHs-Honeyweil Regxilator 
Co.. 1130-1137 

FORCED-AIR DUCTS and FIT- 
TINGS {See Duels, Finings) 


FORCTO DRAFT COOLING 
TOWERS (See fans, Cooling 
Towers, Induced Drafl, Mechanic 
cal Draft) 

Air & Refrigeration Corp., 947 
Mario Coil Co„ 1000 
J, F, rritch&rd St Co.. 1043 


Refrigerating Machinery Co., 1044 
Trane Co.. The. 1000-1001 
Water Cooling hqiiipment Co., 
1045 

Young Radiator Co.. 1000 

FUEL BURNING EQUIPMENT 
Automatic {See Burners. Auio^ 
ntafte; Furnace Hum ers; Gas Burn- 
ers', on Burners', Stokers) 

FUEL Oil.., lleatlnjg. Pumping 
and Straining Units 
Combustion Kpuipment Div., Todd 
Shipyards Corp., 1 ISO 

FURNACE PIPE 

Meyer Fumacf* Co., T lie, 972-073 

L. j. Mueller Furnace Co., 974-975 
United Slates Kegisttr Co.. 1112 

FURNACES, Electric 

Wesiinghoiisc Flev-trio Corp., Box 
808. Pittsburgh, 10.32-1039 

FURNACES, Oil Burning, Floor 

Air Devices, Inc.. lOM. 1090 
Automatic Burner Corp.. 1177 

M, C. Untie Burner Co., 1184 

FURNACES, Wall 
H. C. Little Burner Co.. HH4 
Utility .Appliance Corp.. (formerly 
Utility Fan Corp.), 1088 

FURNACES, Warm Air, Heavy 
Duty 

Airth<Tm Mlg. Co., 978 
Campb'li Hi.atiuK Co.. 9BS-%9 
Chicago Steel Furnace (. o.. 979 
Dravo Corp.. 980-981 
Iron Fireman Mfg. Co.. 1170-1177 
Engineering Co.. 982 
Meyer I-'iirnaiv Co., The, 972-973 
L J Mueller Furnace Co., 974-975 
National Healer ( o.. 983 
Ray Oil Burner Co.. 1 185 
Waterman- Watt rbury (,o., The, 
970-977 


FURNACES, Warm Air, Resi- 
dence 

Airtemp Chrysler Corp., 970- 
071 

Aladdin Heating Corp.. KKiC 
American R.adiator & Standard 
Sanitary Corp.. 1140-1147 
Bryant Heater Co., 900 
Campbell Heating Co., 968-009 
Crane Co.. 1148-1149 
Charles Deniuth Kc Sons, 1099 
Duo-Therrn Div.. Motor Wheel 
Corp.. 967 

Fitrgibbons Boiler Co., Inc., 1164- 
1165 

General Electric Co. (Bloomfield, 
N. J.), 956-957 

Hoffman Specialty Co., 1238-1221 
Iran Fireman Mfg. Co., 1174-1175 
S. T. johnnort Co.. 1180-3181 
H. C. Little Burner Co., 1184 
Meyer Furnace Co., The, 972-973 
L. Mueller Furnace Co., 974-675 
Petroleum Heat & Power Co., 
1182-1183 

Ray Oil Burner Co., 1185 
United States Radiator Corp., 
1156-1167 

Utility Appliance Corp., (lormerly 
Utility Fan Corp.,% 1086 
Walerman-Waterbury Cty, The, 
976-977 

Willianis Oil-D-Mattc Div., Eureka 
Williams Corp.. 1187 
York-Shipley, Inc.. 1189 


GAGES, Altitude 

Crane Co.. U48-U49 

Jas. P. Marsh Corf)., 1232-1233 

United Staten Gauge, 1143 

GAGEhS, Ammonia 

Bakrr lee Machine Co., Inc., 1057 
Crane Co,. 1148-1149 
Jas. P. Marsh Corp., 1232-1233 
United States Gauge, 1143 

GAGES, ComjKmnd 
Crane Co., 1148-1149 
Dole Valve Co,, The, 12.3f> 

Ja.s. P. Marsh Corp., 1232-1233 
Trane Co., The, HMKl-lOOl 
United States Gauge, 1143 

GAGES, Liquid I.^vcl 

Htuiry Valve Co,, 1 130 
M i n neapo i i s- 1 1 om* y we 1 1 Regulator 
('o., 1130-1137 

Taylor lustrunv-nt Cos.. 1142 
United States Gauge, 1J43 
Yarnall- Waring C'o„ 1235 

GAGES, IVessure 

Crane Co.. 1143-1149 
I'lilton Sylphon I.bv., Robertshaw- 
Fultnn Controls (>♦., 1126-1127 
Ta.*?. P, Marsh Corp.. 1 232-1 233 
M inneupoIia-H oneywell R<!gulator 
C’o., 1136-1137 

Taylor ]n?tniinent (.’os., 1142 
l.iniied States Gauge, 1143 

GAGES, Steam 

('ram? Co.. 1 148-1 149 
} I otTin ,rn Spec ia 1 1 y C o . . 1218-1221 
ja.s, P. Marsh Corp,. 1232-12.33 
M i n n e a f>o I i H- 1 1 o u e y w t ■ U K c gu 1 a t or 
Co.. 11.36-1137 
Ttam Co.. The. KXXLlOOl 
United Statef (kuuie, 1143 
Warren Welwter Isc Co., 1220-1229 

GAGES, Tank 

P. Marsh Corp,, 1232-1233 
MinneapoiivHoneyweli Regulator 
Co., 1136-1137 
Ibiited States Gauge, 1143 

GAGES, Vacuum 

Crane Co.. 1148-1149 
Hoffman SiJK’cialty Co.. 1218-1221 
laa. P. Marsh Corp.. 1232-1233 
M inneafiolifi- Hont^ywell Regulator 
Co., 1136-1137 

Moeller Instrument Co*. 1138 
Taylor Instrument Cos.. 1142 
Unip'd States Gauif«‘, 1143 
Warren Webster & Co., 1226*1329 

GAGES, Vapor 
Crane Co., 1.148-1149 
Hoffman Specialty Co., 1218-1221 
las. P, Marsh Corf)., 1332- J 233 
M inneapoH»- H oneywell Regulator 
('o., 1136-1137 
United States Gauge, H43 
W arren Webster k Co,, U26-1229 

GAGES, Water 
Crane Co., 1148-1149 
n. A. Thrush k Co., 1198-1199 
United States Gauge, 1143 
YarnaU-Waring Co,. 1235 

GAS BURNERS 

Babcock k Wite Co„ The, 1168 
Bryant Heater Co.. 966 ^ ^ , 

Combustion Equipment Div,, Todd 
Shipyard# Carp., 1186 
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Crane Co., 1148-1140 

Ilg Electric Ventilating Co., 980, 


L. J. Mueller Furnace Co., 074-975 
Ray Oil Burner Co., 1185 
Waterman-Waterbiiry Co.. The 
976-977 

Webster Engineering Co,. The, 1 173 


GUIDES. Pipe 

H. W. Porter & Co., Inc., 1242 

HANGERS, Pipe 
Clrinnell Co.. Inc., 988. 1118-1110 
II. W. Porter Co.. Inc., 1242 
Ric-wiL Co., The. 1243 


GAkS SAFEIT PILOTS 

(See Ptiois) 

GASKETS, Aabeatos 
Crane Co.. 1148-1149 

GASKETS, Cxork 
Armstrong Cork Co. (Building Ma- 
terials Div.). 12.50 
Mundet ('ork Corp., 1205 

GL.ASS (See Jnsidaiion, Double 
Glass) 


HANGERS, Radiator 

Bell it (josHt'tfc Co . 1194-1195 
t'urty & Moore Engineering Co., 
1200 

Shaw-Porkins Mfg. Co., 100.5 
United States Radiator Corp.. 1 150- 
11.57 

Vulcan Radiator Co,. 10.50 

HEADS, Exhaust 

G. {'. Breidert Co.. 1092 
Crane Co., H4K-1149 
Muellei Steam .St,»odalty Co., Inc., 
12.34 


Pan-L-Heat Corp., 1196 
Refrigeration Economics Co., Inc,, 
1002 

Trane Co.. The, 1000-1001 
United .States Air Conditioning 
Corp., 902 

Utility Appliana? Corp., (formerly 
Utility Fan Corp,). 1080 
Wcslinpihouse F^lectric Corp , Stur- 
tevant Div., 1032-10.39 
L. J. Wing Mfg. Co., 1003-1005 
Young Radiator Co., 1006 

HEATERS, Automatic Hot 
Water, i>omestic 

Air Devices, Inc., 1014, 1096 
Airtemp Div.. Chrysler Corp., 970- 
971 

Aineiican Radiator & Standard 
S.mitary Corp., 1146-1147 
.Automatic Burner Corp., 1177 
Bryant Heater Co.. 966 
Ciane Co., 1H8-1 140 


(JLASS BLOCK ROOFLIGinS 

{See Slcyli^his) 

CLASS BLOCKS 

Anu rican .3 Way-Luxlcr Priam Co.. 
1244 

Illinois (Hass Co., 1248 
Pitlf'bargli t'orning Corp.. 1246- 
1247 

Cellular 

Armstrong Cork <'o. (Building Ma- 
teiiuls 12.50 

Ouenp-lliinois Cilass (.>)<, 1248 
PittHtunKU 4 orning Corp., 1246- 
1247 

governors, Pump 

< 'ojuhusi{un Contn*l Corp., 986 
Donnell ik Miller, Inc.. 1192- 
1193 

Mueller Steam Specialty Co,, Inc., 
12.34 

Spence Engineering Co., Inc.. 1141 

CR ATES FOR BOILERS AND 

furnaces 
lirfjwrten Co,, The, 1161 
1 .unbu.^tion FrUgineering Co., U62 
i'it/gibbon» Boiler Co., Inc,. 1164- 
1165 

CREASE FILTERS 
is ft Fji^rr.s‘, Air) 

GRH.LES, REGISTERS AND 
ORNAMENTAL METAL 
WORK (See also Imuvcts, Ret- 
isters) 

Air Devices, Inc,. 1014, 1096 
.Aneiriostat Corp. of America, 1094- 
1095 

Auer Register Co., The. 1097 
Barbt'f-Colman Co., 1098 
I' tablisstmtents Neu, 1106 
Genet *d Bknvef Co„ 1074 
Hurt h Cooley Mfg. Co.. 1102-1103 
liendrick Mfg. Co., 1104-1105 
Independent Register Co., The, 
1 107 

M in neapoli«*- Honey wU Regulator 
(o., 1136-1137 

1. j, Mueller Furnm*© Co., 974-976 
Pyle- National Co„ The, 1108 
Hcgwier & GrOte Mfk* Co., Inc,. 
1109 

Tuttle Sr Bailey, Inc., IIIO-IIU 
Ihiited Staten Air Condit lotting 
Corp.. 962 

ljuited States Regititer Co., 1112 
Vulcan Radiator Co., 1056 
^oimg Regulator Co., 1U3 


HEAI>S, Sprinkler (Fire Prote.c- 
lion) 

GrinnGl Co., Inc.. 98S. 1118-1119 

HEAT f XCH.ANtJERS 
J. ¥. i‘tirc!iaid A Co.. ](H3 

HEAT SURFACE 

Afr< )fu) t.oip , 10.50-1052 
Airtherm Mfg. Co , 978 
Caouual Mf-ctric Co , (Schenectady, 
N. Y.^. 1UH8-10NJ 
C, A. O Mig. ('<)., I he, 1054 
Kennard C.»rp,, 991 
Mailo Coil Co.. )t)6>0 
McAluav. Hk'., 992-993 
Mo<itne Mir. Co., 994-995 
Fohn .) Nesbitt, Inr., 997 
Now York Blower Co., The, 1080 
IGn-U-lh'Ut Cori>.. 1106 
Kefr ipTatiun itconotiiics Co., Inc., 
1002 

1 rant‘ Co., The. I000-UM)1 
Wcinen Webso-r A C'o.. 1226- 1 220 
We'-linghtnise Klertiic Corp., btur- 
lev.int Div.. 1032- Hk30 
Ahjung Radiator Co.. 1006 


HE.ATERS, Air 

Aerolin Corp., 10.50-10.52 
Airtherm Mfg. (,'o., 97H 
Buffalo Forge Co.. KRU) 

Omiplx'll Heating Co.. 968-009 
Cmrier Corp.. 9.52-05.3 
Chicago Steel Furnace Co., 979 
Combustion Fngirui'ring Co., 1162 
Condensfrr Service & Engineering 
Co., Inc., 105.3 
Drat'o Corp., 980-981 
Duo-Therm Div. of Motor Wheel 
Corp., 967 

Elect romc>de Corp,, 98-1-985 
Ktablissementa Ncu, 1106 
Fcdders-Qiiigan Corn.. 987 
Fit/gibbons Boiler Co„ Inc. 

1165 

Genera! Electric Co., (Sdienectady, 
N. V.), 1088-1089 ^ ^ 

Grinnell Co., Inc,, 988, 1118-1119 
llg Ehrctric Ventilating Co., 989, 
1075 

Kennard Corp.. 991 

Engineering Co., 982 
M. C. l ittle Burner Co„ 1184 
McOnay- lnc„ 992-993 
Mario Coil Co,. 1^060 
Mever Furnace Co., ilic, 972-97o 
Mmline Mfg. Co., 99-4-995 
National Heater Co., 9^1 
Herman Nelson Corp., The, 998-999 
Jolm J. Nesbitt, Inc.. 097 


(kncTal Flr-ctric Co.. (Schenectady. 

X. Y.). 108r>-1087 
S. T. Johnson Co., 

If. C. Little Burner Co., 1184 
Pun-1 ^Ueat Corp., 1196 
ikrtroleum Heat & Power Co.. 
1182-U83 

Preferred Ihilities Mfg. Corp., 1188 
Kay Oil Burner Co.. 1 185 
Westinjihouse Electric Corp., Box 
868, Ihttsbnrgh, 10.32-1039 
Williams 0i!-O-Matic Div., Eureka 
Williams Corp., 1187 
Vork-Shipley. Inc.. 1189 

HEATERS, Blast 

Aerohn Corp., J ((.50-1 052 
Airtlu'rm Mfg (.'o., 978 
Buffalo Forge Co.. 10(i9 
Carrier Corp., 952-953 
Claraye Fan Co., 954 
Meciroinode Corp.. 984-985 
(i (y O Mfg. Co., The, 1054 
Kennard ('orp , 991 
Lee iMjgineering Co., 982 
Mario Cml c‘o.. lOtlO 
McGuuy. Inc.. 992-993 
Mfxiinf' Mrg. Co.. 904-9tC5 
D. j. Murray Mfg. C\).. 906 
Jolm J, Nesbitt, Inc., 997 
Kifriveration Kconomica Co., Inc., 
1002 

Trane Co.. The. 1000-1001 
United States .Air Conditioning 
Corp., 962 

Vulcan Radiator Co., 1056 
Warren Webstc-r 8: Co., 1226-1229 
Westinghouse Electric Corp., Stur- 
tevant Div., 1032-1030 
Young Radiator Co., 1006 


1164- 


HE.ATERS, C^iblnet 

Airtherm Mfg. Co., 978 
C, A. Dunham Co.. 1212-1216 
Modine Mfg. Co.. 994-995 
Herman Nelson Corp.. The. 998-999 
John T. Nesbitt, Inc., 997 
Trane Co., The, 1000-1001 
Warren Webster vSr Co.. 1226-1229 
Young Radiator Co.. 1006 

HEATERS, Electric 
Philip Carey Mfg. Co., The, 1238- 
1239 

Crane Co.. 1148-1149 
Electromode Corp-, 98‘4-983 
General Electric Co., (Schenectady, 
N, Y.), 1088-1089 
Ilg ITectric Ventilating Co.» 989. 

W'^estinghouse Electric Corp,. Box 

SOS. Pittsburgh, 1032-1039 


Ntitii^nili foXlcmtJ)4 Nam«® r^fer to puftoa In the Catalog Data Section 
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HEATERS, Fetid Water 
Bell & Gossett Co.. 1194-1195 
Brownell Co., The, 1161 
Condenser Service & Engineering 
Co.. Inc.. 1053 
Foster Wheeler Corp., 1041 
National Radiator Co.. The, 1160- 
1151 

Westinghouse Electric Corp., Box 
868. Pittsburgh. 1032- 1039 
W'orthington Pump & Machinery 
Corp.. 1062 

HEATERS. Fuel Oil 
Airtherm Mfg. Co.. 978 
Automatic Burner Corp.. 1 177 
R. W. Beckett Corp.. 1178 
Bell Sr Gossett Co.. 1194-1195 
Campbfdl Heating Co.. 968-969 
Carrier Corp., 952-953 
Chicago Steel Furnace Co., 979 
Combustion Equipment Div., (Todd 
Shipyards Corp.), 1186 
Condenser Strrvice & Engineering 
Co., Inc., 1053 
Dravo Corp., 980-981 
General Electric Co., (Schenectady, 
N. Y.). 1088-1089 
National Heater Co., 983 
National Radiator Co., The, 1150- 
1151 

Petroleum Heat & Power Co., 
1182-1183 

York-Shipley, Inc., 1189 

HEATERS. Ga* 

Airtherm Mfg. Co., 978 
Aladdin Heating Corp.. 1066 
Bryant Heater Co„ 966 
Campbell Heating Co., 968-969 
Chicago Steel Furnace Co., 979 
Crane Co., 1148-1149 
Dravo Corp,. 980-981 
llg Electric Ventilating Co., 989, 
1075 

Lee Engineering Co., 982 
Meyer Furnace Co., The, 972-973 
National Heater Co., 983 
Pacific Steel Boiler Div., U. S. 

Radiator Corp.. 1155 
United States Air Conditioning 
Corp.. 962 

Utility Appliance Corp,. (formerly 
Utility Fan Corp.), 1086 

HEATERS, Hot Water Service 

Air Devicea, Inc,, 1014, 1096 
Aldrich Co., 1176 

American Radiator & Standard 
Sanitary Corp.. 1146-1147 
Bell & Goasett Co.. 1194-1195 
Brownell Co.. The. 1161 
Burnham Corp., 1145 
Condenser Service & Engineering 
Co., Inc,. 1053 
Crane Co.. 1148-1149 
Fitzgibbons Boiler Co,, Inc., 1164- 
1165 

Kewanee Boiler Corp., 1166-1169 
H. C. Little Burner Co., 1184 
L. J. Mueller Furnace Co„ 974-975 
Pacific Steel Boiler Div,, U. S. 

Radiator Corp., 1155 
Preferred Utilitiea Mfg. Corp., 1188 
H. B, Smith Co.. Inc., The, 1164 
Taco Heaters. Inc., 1197 
Trane Co.. The. 1000-1001 
United States Radiator Corp., 1 156- 
1157 

Wcii-McLain Co., 1168 
York-Shipley, Inc., 1189 

HEATERS, ladtreot 
American Radiator k Standard 
Sanitary Corp., 1 148-1 147 
BeU & Goasett Co., 1194-1196 


Crane Co.. 1148-1149 
John J. Nesbitt, Inc., 997 
Taco Heaters, Inc.. 1197 
H. A. Thrush & Co.. 1198-1199 

HEATERS, Storage 
Bell & Gossett Co,. 1194-1195 
Brownell Co.. The. 1161 
Kewanee Boiler Corp., 1106-1169 

HEATERS, Tank 
American Radiator & Standard 
Sanitary Corp., 1146-1147 
Bell & Gossett Co.. 1194-1195 
Bryant Heater Co.. 960 
Burnham Corp.. 1145 
Fitzgibbons Boiler Co., Inc., 1164- 
1165 

(^neral Electric Co.. (Sclienectady, 
N. Y.). 1088-1089 
H. B. Smith Co.. Inc.. The, 1154 
Taco Heaters. Inc., 1197 
Weil-McLain Co.. U58 

HEATERS. Unit 

Airtherm Mfg. Co., 978 
American Blou-er Corp., 948-949 
Bayley Blower Co., 1(M>7 
Bishop & Btibcock Mfg. Co., The 
(Massachusetts Blower Div.), 
1008 

Bryant Heater Co.. 966 
Buffalo Forge Co., 1069 
Burnham Corp., 1146 
Carrier Corp., 952-963 
Chicago Steel Furnace Co,, 979 
Clarage P'an Co., 954 
Dravo Corp., 980-981 

C. A. Dunham Co., 1212-1216 
EJectromode Corp., 981-985 
Feddera-Ouigan Corp., 987 
General Electric Co., (Schenectady, 

N. Y.), 1088-1089 
Grinnell Co.. Inc., 988. 1118-1119 
Hastings Air Conditioning Co., 
Inc.. 958 

llg Electric Ventilating Co., 989, 
1075 

Jaden Mfg. Co., 990 
Kennard Corp,, 991 
Lee Engineering Co., 982 
McQuay, Inc.. 992-993 
Modine Mfg. Co., 994-996 

D. J. Murray Mfg, Co., 996 
National Healer Co., 963 
National Radiator Co., The, 1150- 

1161 

Herman Nelson Corp., The, 998-999 
John J. Nesbitt, Inc., 997 
New York Blower Co.. The, 1080 
Niagara Blower Clo., 959 
Refrigeration Economics Co., Inc.. 
1002 

Trane Co.. The, 1000-1001 
United States Air Conditioning 
Corp., 962 

Warren Webster & Co., 1226-1229 
Western Blower Co„ 1087 
Westinghouse Electric Corp,, Stur- 
tevant Div., 103^1039 
L, J. Wing Mfg. Co.. 1003-1006 
Young Radiator Co., 1006 

HEATERS, Unit, Gas Fired 
Airtherm Mfg. Co„ 978 
Aladdin Heating Corp,, 1066 
American Radiator & Standard 
Sanitary Corp,. 1146-1147 
Bryant Heater Co,^ 966 
Buffalo Forge Co.. 1069 
Carrier Corp,, 952-953 
Chicago Steel Furnace Go., 979 
Dravo Corp., 980-981 
Hasthiaa Ak Conditioning Co.« 
Inc, 958 


llg Electric Ventilating Co., 989, 
1076 

Lee Engineering Co., 982 
L. J. Mueller B'urnacc Co., 974-976 
D. J. Murray Mfg. Co.. 996 
National Heater Co., 983 
United States Air Conditioning 
CorpM 9^2 

Utility Appliance Corp., (formerly 
Utility Fan Corp.), 1086 

HEATING, PUMPING and 
STRAINING UNITS, Fuel Oil 
Combustion Equipment Div., (Todd 
Shipj^arda Corp,). 1186 

HEATING SYSTEMS, Air, 
Heavy Duty 
Aerofin Corp., 1060-1052 
Airtherm Mfg. Co., 978 
American Blow'cr Corp., 948-949 
Campbell Heating Co,. 96^969 
Carrier Corp.. 952-953 
Chicago Steel Furnace Co., 979 
C'larage Fan Co., 954 
Charles Demiith & Sons, 1099 
Dravo Corp., 980-981 
Klcciromode Corp., 984-985 
Iron Fireman Mfg. Co.. 1174-1175 
Lee Engineering Co., 982 
Mario Coil Co., 1060 
Meyer Furnace Co., The. 972-973 
L. J. Mueller Furnace Co., 974-975 
National Heater Co., 983 
Niagara Blower Co., 959 
Trane Co., The, 1000-1001 
United States Air Conditioning 
Corp., 962 

United States Radiator Corp., 
1166-1167 

Westinghouse Electric Corp., Stur- 
tevant Div., 1032-1039 

HEATING SYST EMS, Air, 
Residence 

Airtemp Div., Chrysler Corp., 970- 
971 

Aladdin Heating Corp., 1066 
Bahnson Co.. The, 9^951 
Bryant Heater Co.. 

Buffalo Forge Co., 1069 
Burnham Corp., 1145 
Campbell Heating Co., 968-969 
Charles Dcojuth & Sons, 1099 
Duo-Therm Div., Motor Wheel 
Corp., 967 

Electromode Corp,, 984-985 
Fedders-Quigan Corp., 087 
Oneral Electric Co., (Bloomfield, 
N, J.), 956-957 

Iron Fireman Mfg, Co., 1174-1175 
H. C, Uttle Burner Co.. 1184 
Meyer Furnace Co.. The. 972-973 
L. J. Mueller Furnace Co.. 974-975 
RayOU Buner Co„ 1185 
Trane Co„ The. 1000-1001 
U. S. Radiator Corp., 1156-1157 
Waterman-Waterbury Co„ The. 
976-977 

Williams Oil-O-Matk Div., Eureka 
Williams Corp., 1187 
York-Shipley. Inc., 1189 

HEATING SYSTEMS, Auto- 
tnatlc 

Airtemp Div., Chrysler Corp., 070* 
971 

Air^rm Mfg. Co., 978 
Aldrich Co.. 1176 
Barnes k Jones, Inc., 1208 
Bdl k Qo^t Co., 1194*1195 
Bryant Heater Co., 966 
Burnham Corp., 1145 
Campbell Heating Co.. 968*969 
Chicago Steel l^mace Co., 979. 
Crane Co„ 1148-1149 
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Charles Demuth & Sons. lUW 
Dravo Corp.. 980-981 
C. A. Dunham Co., 1212-1210 
Duo-Therm Div,, Motor Wheel 
Corp., 967 

Electroraode Corp., 9S4-985 
General Electric Co. (Bloomfield, 
N J ) 966-957 

Hoffman Specialty Co.. 1218-1221 
Illinois EnRineering Co.. 1222-1223 
Iron Fireman Mfg. Co., 1174-1175 
Engineering Co., 982 
H. C. Little Burner Co., 118-4 
Meyer Furnace Co., The, 972-973 
L. J, Mueller Furnace Co., 974-975 
National Heater Co., 983 
National Radiator Co.. The, 1150- 
1161 

Ray Oil Burner Co.. 1185 
Sarco Co., Inc.. 1224-1225 
Spence Engineering Co., Inc.. 1141 
Sfwmccr Heater l>iv., TiiC Avco Mfg- 
Corp.. 1152-1153 
Taco Heaters, Inc., 1197 
Trane Co.. The, lOOO-UKH 
United States Radiator Corp,, llfili- 
1157 

Warren Webster Co.. 1226-1229 
Williams Oil-O-Matk Div., Eureka 
W’illiams Corp., US7 
L. J. Wing Mfg. Co., 1003-1005 
York-Shipicy, Inc., 1189 

HEATING SYSTEMS, Coal-fired 
Airtexnp Div., Chrysler Corp., 970- 
971 

Burnham Corp.. 1145 
Camplxill Heating Co., 968-969 
Iron Fireman Mfg. Co., 1174-1175 
1-ee Engineering Co., 982 
Meyer Furnace Co., The. 972-973 
L. J. Mueller h'urnace Co., 974-975 
National Heater Co.. 983 
National Radiator Co., The. 1150- 
1161 

United States Radiator Corp., 
1166-1157 

Waterman- Waterbury’’ Co.. The. 
976-977 

HEATING SYSTEMS, Electric 
ETectromode Corp., 984-986 

BEATING SYSTEMS, Furnace 
Aiitemp Div,, Chrysler Corp., 970- 
071 

Airthcrm Mfg- Co.. 978 
Campbell Healing Co.. 968.060 
Crane Co., 1148-1149 
Dmvo Corp.. 980-981 
Iron Fireman Mfg, Co., 1174-1176 
L^ Engineering Co., 982 
Meyer jEurnace Co.. The, 972-973 
L. J. Mueller Furnace Co.. 974-976 
National Heater Co., 983 
Waterraan-Waterbury Co., The, 
976-977 

York-Shipley, Inc., 1189 

HEATING SYSTEMS. Gaa Fired 
Airtemp Div,, Chrysler Corp., 970- 
971 

Alrtherm Mfg, Co.. 978 
Aladdin Heating Corp,. 1066 
Aldrich Co„ 1176 
Bryant Heater Co., 966 
Burnham Corp., 1146 
Campbell Heating Co., 968-969 
Chicago Steel Furnace Co., 979 
Crane Co*. 1148-1149 
Dtavo Corp., 980-981 
General i^cctric Co., (Bloomfield, 
^ N .J4. 956-967 
Lee Bttginoering Co.. 982 ^ ^ ^ ^ 
Mtf«t Fttrnace Co., The, 972-973 


L. J. MuelFr Furnace Co., 974-975 
National Heater Co., 983 
National Radiator Co.. The, 1150- 
1151 

United States Radiator Corp., 
1156-1157 

Waterman- Waterbury Co., The. 
976-977 

HEATING SV.STEMS, Hot 
Water 

Airtemp IJ»iv., Chrysler Corp.. 970- 
971 

Bell K: Cosseti Co.. 1194-1195 
Burnham Corp,, 1145 
C, A. Dunham Co., 1212-1216 
Durant Insulated PijK- Co., 1211 
General Electric Co., (Bloomfield. 
N. J.). 956-957 

Hoffman Sp<?ciaky Co., Inc., 1218- 
1221 

Iron Fireman Mfg. Co., 1174-1175 
Jas. P. Marsh Corp.. 1232-12.13 
L. J. Mueller Furnace Co.. 974-975 
Kation,a! Radiator Co., The. IF^O- 
1151 

Pan-L-Heat Corp., 1196 
Rk-wiL Co.. The. 1243 
Sarco Co.. Inc., 1224-1225 
Taco Heaters. Inc... 1197 
Trane Co., The, 1000- 1001 
H. A. Thrush & Co.. 1198-1199 
United States Radiator Corp.. 
1156-1157 

Warren Webster 8c Co., 1220-1229 
Williams Oi!-0-Matic Div., Eureka 
Williams Corp.. 1187 
York-Shipley, Inc,, 1189 

HEATING SYSTEMS, Oil Fired 
Air Devices. Inc., 1014, 1096 
Airtemp Div., Chrysler Corp.. 970- 
971 

Airtherm Mfg. Co.. 978 
Aldrich Co.. 1176 
Burnham Corp., 1 145 
Camptsdl Heating Co., 968-969 
Chicago Steel Furnace Co., 979 
Charles Demuth & Sons, 1099 
Dravo Corp.. 980-98! 

Duo-Therra Div., Motor Wheel 
CoTp., 967 

General Electric Co. (Bloomfield, 
N. J.), 956-957 

Iron Fireman Mfg, Co.. 1174-1175 
S. T. Johnson Co.. 1180-1181 
Kewanee Boiler Corp., 1186-1169 
Lee Engineering Co., 982 
H. C, Little Burner Co.. 1184 
Meyer Furnace Co.. The, 972-973 
L. J, Mueller Furnace Co,. 974-975 
National Heater Co., 983 
National Radiator Co.. The, 1160- 
1151 

Petroleum Heat & Power Co„ 
1182-1183 

United States Radiator Corp., 
1166-1157 

Waterraan-Waterbury Co„ The, 
976-977 

W^illiaras Oil-O-Matic Div., Eureka 
Williams Corp.. 1187 
York-ShipIey. Inc., 1189 

HEATING SYSTEMS* Steam 
Airtemp Div., Chrysler Corp., 070- 
971 

Barnes & Jones, Inc,, 1208 
Bryant Heater Co., 96D 
Burnham Corp., 1146 
C. A. Dunham Co., 1212-1216 
Durant Insulated ITpe Co., 1241 
General Electric Co., (Bloomfield, 
N. J.), 956-967 

William S. Haines & Co., 1217 
Hoffman Specialty Co.. 1218-1221 


Illinois Fnginwring Co., 1222-1223 
iron Fireman Mfg. (>>., 1174-1175 
Jas. P. Marsh C4»rp.. 1233-1233 
L. j. Mueller Furnace Co., 974-976 
National Radiator Co., I'hc, 1160- 
1161 

Ric-wiL Co., The, 1243 
.Sarco Co.. Inc.. 1224-1225 
aVane Co.. Tiie. 1000-1001 
United States Radiator Corp.. 
1156-1157 

Warren Webster & Co., 1226-1229 
Williams Oil-()-Matic Div., Eureka 
Williams Corp., 1187 
York-.Shiplcy. Inc, 1189 

HEATING SYSTEMS, Vacuum 

.Airtemp Div., (Chrysler Corp., 970- 


971 

Barnes & Jones, Inc,, 1208 
Crane Co.. 1148-1149 
C. .A. Dunham Co.. 1212-1216 
William S. Haines Sr Co., 1217 
Hoffman Specialry Co.. 1218-1221 
Illinois Engineering ('o., 1222-1223 
Jas. P. Marsh Corp,. 1232-1233 
Sarco Co., Inc., 1224-1225 
Trane Co.. The. KKMFKXH 
Warren Webster & Co.. 1226-1229 
Vork-Shipley, Inc., 1189 

HEATING SYSTEMS, Vapor 
Airtemp Div., Chrysler Corp., 970- 
971 

Barnes & Jones, Inc., 1208 
Bryant Heater Co,. 966 
C. A. Dunham Co.. 1212-1216 
William S. Haines k Co., 1217 
Hoffman Specialty Co., 1218-1221 
Illinois Engineering Co.. 1222-1223 
Jaa. P. Marsh Corp., 1232-1233 
Sarco Co., Inc., 1224-1225 
Trane Co.. The. 1000-1001 
Warren Webster & Co.. 1226-1229 
W'ilUams Oil-O-Matic Div., Eureka 
Williams ('orp., 1187 
Yurk-Sbipley, Inc., 1189 

HOSE, Flexible Metal 

American Brass Co., The, 1008- 
1009 

Atlantic Metal Hose Co.. Inc., 1012 
Chicago Metal Hose Corp., 1013 

HOSE, Liquid, Gas, Vapor 
Atlantic Metal Hose Co., Inc., 1012 
Chicago Metal Hose Corp., 1013 

HOT WATER HEATING SYS- 
TEMS {See Heaiing Systems, ^Boi 
Water) 

HUMIDIFIERS 

Air-Maze Corp., The. 1016-1017 
Air & Refrigeration Cori)., 917 
American Blower Corp., 948-940 
American Moistening Co., 1046 
American Radiator & Standard 
Sanitary Corp.. 1146-1 J 47 
Armstrong Machine Works. 1230- 
1231 

Bahnson Co., Tlie, 950-951 
Barber-Coleman Co.. 1098 
Buffalo Forge Co., 1069 
Burnham Corp,, U45 
Carrier Corp., 952-953 
Olarage Fan Co., 954 
Farr Co.. 1024 

Grinnell Co.. Inc.. 988. 1118^1119 
Johxison !?ervice Co., 1132-1133 
Mario Coil Co., 1060 
McDonnell & Miller, Inc.. 1102- 
1193 

McQuay, In«., 992-993 
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Minneapolis*!! one jrwcJl Regulator Reflectal Corp., 1267 
Co,. 1136-1137 Silvercote Products. Inc., 1268 

United States Gypsum Co., 1270- 


Meyer Furnace Co.. The, 972-973 
L. J, Mueller Furnacje Co.. 974-975 
D. J. Murray Mfg. Co., 996 
Niagara Blower Co.. 959 
Parks-Cramer Co., 900 
J. F, Pritchard it Co., 1043 
H. J. Somers, Inc., 1028-1029 
Trane Co., The. 1000-1001 
United States Air Conditioning 
Corp., 902 

Westinghouae Electric Corp,, Stur- 
tevant L>iv.. 1032-1039 
L. J. Wing Mfg. Co.. 1003-1005 
York Cii>rp., 963 

HUMIDIFIERS, Central Plant 

Air & Refrigeration Corp., 947 
American Blower Corp., 948-949 
Bahnson Co., Tlie, 950-951 
Batber-Colman Co., inos 
Butfaio Forgo Co., 1009 
Carrier Corp., 952-95.3 
Clarage Fan Co., 954 
Farr Co., 1024 

Johnson Service Co., 1132-1133 
McUonndl & Miller, Inc., 1192- 
1193 

Niagara Blower Co., Tiie, 959 
Parks-Craraer Co., 960 
J. F. Pritchard it Co.. 1043 
H. J. Somers, Inc.. 1028-1029 
Uniied Stales An Conditioning 
Corp,, 962 

Westinghouse Electric Cori>,, Stur- 
tevant Div., 1032-1039 
York Corp., 963 


HUMIDIFIERS, Unit 

American Moistening Co., 1046 
Arm.strong Machine Works, J230- 
1231 

Bahnson Co., The, 950-951 
Buffalo Forge Co , 1069 
Carrier Corp,. 952-9.53 
Chelsea Fan & Blower Co., Inc., 
1072 

Clarage Fan Co.. 954 
Mai'iey Co., The. 1042 
D. J. Murray Mfg. Co.. 996 
Niagara Blower Co.. 959 
Purks-Cranier Co., 960 
I, F, Pritchard & Co.. 1043 
H. r. Somers. Inc., 1028-1029 
Trane Co , The, l(X)0-100l 
United States Air Conditioning 
Corp.. 962 

Western Blowrr Co.. 1087 
We.stinghouse Electric C orp., Stur- 
tevunt I.)iv., 1032-1039 
York C'orp-, 963 

HUMIDITY CONTROL 

American Moistening Co., 1046 
Bahnson Co., The, 9,50-9,51 
Barber-f'olman Co., lOlW 
JoVinson Service Co,. 1132-1133 
Minneapolis-I loney wtII Regulator 
Co.. 1136-1137 
Parks- Cramer Co., 960 
Penn Electric Switch Co,, 1139 
Powers Regulator Co., 1140 
H. J. Somers, Inc., 1028-1029 
Taylor Instrument Cos., 1142 
Westinghouse Electric Corp,, Stur- 
tevant Div., 1032-1039 
Whittj-Rodgers Electric Co., 1144 

HUMIDITY RECORDERS and 
INDICAI’ORS 


Moeller Instrument Co., 1138 
Powers Regulator Co,. 1140 
Taylor Instrument Cos.. 1142 

HYGROMETERS {See Humidity 
Recorders and Indicators) 
American Moistening Co„ 1040 
Illinois Testing Laboratories, Inc., 
1131 

Johnson Service Co., 1132-1133 
Jos. A. Martocello & Co.. 1047 
Mtx'llcr Instrument Co.. 1138 
Parkif-Cramer Co., 9t)0 
Taylor Instrument Cos.. 1142 

INDUCED DRArr COOLING 
TOWERS iSre Cooling Tmvers, 
Forced Draft, Aieihanicat Draft) 
Buffalo Forge Co., 1069 
Kennard Cort>-. 991 
Marley Co., The. 1042 
Mario Coil Co , 1060 
1). J. Murray Mfg. Co., 996 
J. F. Pritchard It Co.. 1043 
Refrigerating Machinery Co., 1044 
Water Cooling ICQuipment Co., 
1045 

Westinghouse Electric Corp., Stur- 
tevant Div., i032-10:3«^ 

Young Radiator Co.. lOOti 

INSERTS. Concrete 

Carty & Moore Engineering Co,. 
1209 

INS TRUMENTS, Indication, 
CoiitroHiun and Recording 
Barbor-Colman Co.. 1098 
Combustion Contrrd C'orp.. 986 
General Electric ('o., (Sclrenectady, 
N. Y.'-. 1088>1089 
lilinois Testing I.^boratorie8, Inc,, 
1131 

Jas. P. Marsh Corp.. 1230-1231 
M I nneapoIi5- 1 1 one>^“elI Regulator 
Co.. 1136-1137 

Moeller Instrument Co., 1138 
P(»wer8 Regulator Co.. 1140 
Taylor Instrument Cos,. 1142 
United States Gauge. 1 143 
Westinghouse Electric Corp., Box 
HG8. Pittsburgh. 1032-1039 

INSUI^ATION, A«bcsto» (See 
Covering, Pipe) 


INSULATION, Building 

American Flange & Mfg. Co., Inc., 
1249 

April Showers Co.. 1040 
Armstrong Cork Co. (Building Ma- 
terials Div.), 1260 
Baldwin-HiU Co., 1251 
Philip Carey Mfg- Co., The. 12.38- 
1239 

Celotex Corp., The. 1252 
Douglas Co., 1253 
Eagle-Pichcr Co., The, 1254 
Insulite. 1260-1267 
Insul'Mastic Corp. of America, 
1255 

Insiil-Wool Insulation Corp., 1268 
Johns- Man ville, 1200-1261 
Kimberly-Clark Corp., 1262-1263 


1271 

W'ood Conversion Co., 1209 

INSULATION, Cellular Glawi 

Armstrong Cork Co. (Building Ma- 
terials Div.), 12.50 
Owens-Illinois Glass Co., (Insulux 
Products Div.). 1248 
Pittsburgh Corning Corp., 1246- 
1247 

INSULATION, Ck>rk 

Armstrong (Zork Co. (Building Ma- 
terials Div.), 1250 
Insiil-Mastic t'orp. of America, 
1255 

Rorfund Co.. Inc.. The. 1269 
Mundet Cork Ci>rp„ 1265 
a. W. Poiter ik Co.. 1242 

INSULATION, Cotton 

Dougl.is C'o,. 1253 

Lockport (k)tton Batting Co., 1264 

INSUXA ITON. iMiible GLun* 

American 3 Way-I.uxfcr Prism Co., 
1244 

Libl>f‘y-Owens-J'nrd CdaSi- Co., 1246 
Ow'cns- Illinois Cifass Co., inatiiux 
Products Div,, 1248 

INSULATION, Ducts, Ventllat- 
Air Conditioning 

Air K: Refrigeration Corp,, 947 
American Flange ik Mfg. Co., Inc,, 
1249 

Armstrong (\>rk Co, (BitUding Ma- 
terials Div,). 12,50 
Baldwm-Hiil Co., J25i 
Philip Carey Mfg. Co., The, 1238- 
1239 

Celotex Corp., The, 1252 
Douglas Co., 1253 
FaRle-Picber t'o.. The, 1254. 

I nsul- Mastic <'orp. of America, 
1255 

Insul-Wool Insulation Corp.. 1268 
Johns-M anviile, 1 260-1261 
Lockport Cotton Batting Co., 1264 
Mundet Cork Corp., 1265 
t)wenft-(fornine Fiberglas Corp., 
10215-1027 

Pittsburgh Corning Corp., 1246* 
1247 

Reflectal Corp., 1267 

Unitnl States Register Co., 11 12 

Grant Wilson, Inc., 1240 


INSUIvATION, Felt 
Baldwin-HiJl Co.. 1251 
Douglas Co., 1253 
Kagle-Pichcr Co., The. 1254 
Johns-Manville. 1260-1261 
Lockport Cotton Batting C*o.. 1268 
Wood Conversion Co„ 1269 

INSIXATION, Fiber 
J nsul* Wool Inaultttion Corp., 1268 
Wood Conversion Co., 1269 

INSULATION, Ma^ftetiiii 


American Moistening Co., 1046 
General Electric Co., (Schenectady, 
N. Y.). 1088-1089 
niinoia Testing Laboratories, Inc., 

mi 

Johnson Service Co., 1132-1133 


Lockport Cotton Batting Co., 1264 
Mundet Cork Corp,, 1265 
Owens-Coming Flberglaf Corp,, 
1026-1027 

Pacific Lumber Co., The, 1266 
Pittsburgh Corning Corp., 1246- 
1247 

H. W. Porter Sc Co., 1242 


Armstrong Cork Co. (Building Ma- 
terials Div.), 1250 
Philip Carey Mfg. Co., The, 1238- 
1239 

Johna-Manville. 1260-1261 
Mundet Cork Corp., 1265 
United State® Gypsuitt Co., 1270- 
1271 
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INSULATION, 

American Flange & Mlg. Co., Inc., 
1249 

Reflectal Corp.. 12G7 

INSULATION, Mineral Wool 

{See UuiidinA) 

INSULATION, Pipes and Sur- 
facea {See Covrrtng, Pipe) 

INSULATION, Plastic 

Bahhvin-Ui!l ('o. llC.l 

Kaglc-l'ichcr C cc. 'i'hc, 1254 
(iraut VViJyoJi, Inc., 1240 

INSULATION, Reflective 

American Flange *S: Mig, Co., Inc,, 
1240 

Insnl -Mastic <!orp. of America, 
1255 

LcK'kiH)U (an ton Ratting Co.. 1204 

Reflectal Coip.. 1207 

Sil vet cote 10 od nets, Inc., 1208 


I N S UL A'l ION , Refractory 

Armstrong Cork Co. (Hiiiiding Ma- 
Icriuls !>iv ). 1250 
Buhcook ^ Wilcox C'o,, The, 1150 
Philip <‘arev Mi'g. Co., 7'he, 1258- 

Johns-Manville. 1200-1201 

INSl'l.ATION, Sniind Deaden- 
injd (.SVt’ also Felt, Sound Deaden- 
ing) 

Armstrong Cork Co. (Hnikiing Ma- 
tctiuls IHv,. 1250 
Baldwin-Hill Co . 1251 
Cckncx Corp., The. 1252 
Lioiigitis Co., 12.53 
InsuUte, 1250-1257 
Insul" Mastic Corp. of America, 
1255 

Jnsul-Wool Insulation Co., 1258 
J ohns- M an ville , 1200- 120 1 
Kirnlxtrly-Clark Corp,. 1202-1263 
Korfund Co., Inc., The. 1259 
LcK:kiK>rt Cotton Batting Co,. 1264 
Owentt-Cotning Fiberglas Corp., 
1026-1027 

Mundet Cork Corp., 126<5 
Pacific LumN-r Co., The, 1266 
United Sttdcs Gypsum Co., 1270- 
1271 

Grant Wilson, Inc., 1240 
Wood Conversion Co., 1209 


INSULATION, Steel 
American Flange & Mfg. Co., Inc., 
1249 

Insul- Mastic Corp, of America, 
1255 


INSifLATION, Structural 

American Flarvge Mfg. Co., Inc., 
1249 

Aaustrong Cork ('o. (Building Ma- 
tcfiala Div.). 1250 
Olotex Corp.. The. 1252 
InsuUte, 1256*1257 
In^nl-Masiic Corp. of America, 
1265 

johna-Manvillc, 1260-1261 
Owens-C'orntng Kiberglas Corp., 
10264027 

Pivcific Lumber Co„ The. 1266 
Pittsburgh Conning Corp., 1246- 
1247 

United Statcf Gypsum Co,, 1270- 
. 1271 

Wood Conversion Co.. 1269 


INSULATION, Underground 
Steam Pipe 

Armstrong Cork Co. (Building Ma- 
terials Div.). 12.56 
Buldwtii-IIill Co., 1251 
D'uraiit Insulated Pipe ('o., 1241 
F.aglc-Picher Cr,., The, 1254 
Johns-Marivilh-, 1266-1261 
Owcns-Cuniing Fibetglaa Corp.. 
ir.‘26-J627 

Pittsburgh Coming Corp.. 1246- 
1247 

H. U'. Port»‘r Co., Inc., 1242 
Kic-wiL Co., The. 1243 

IN.STTLATION, Window, Double 
ijhi/Jnft 

JJhhey-Owens-F'ord Cdass Co., 1245 

IN.Slf.ATOR, Water 

April SIhavcts Co.. 1040 

JOINTS. EXPANSION 

{Pec J'.\pansion Joini’^) 

LIMK SUAIJv GONTKOL 

Kes^-an h Products C'orp.. ]ff36 
Vrnco Co.. Inc.. The, 1190-1191 

LIQUID LKVEL CONTROLS 

A lea VaJvo (\?., n22 
CF'nend Klertric C'o. (.Schenectady, 
K. 16.HtVU)S7 
Illinois ICngirifH-ring Co., 12224 223 
lolinson S<'iVK'e ('o., 1132-1133 
McDonnell Sc Miller, Inc., 1192- 
1193 

Meicoid Corp.. TD*. 11.34-1135 
Minneapohs-Honeyvtell Regul.iior 
Co. 1136-1137 

Mueller Steam SiX'dalty Co., Inc., 
1234 

Penn Flei trie Switch Co., 1139 
Powers Regulator Co.. The, 1140 
Sarco Co., Inc., 1224-1225 
Taylor Instniment Cos.. 1142 

LIOITD LEVEL GAGES (See 
Cagee. Liquid Lcid) 

LOI.WKRS {See Grilles, Regislers) 
American C'oolair Corp.. 1064-1005 
Auer Register ('o.. The. 3097 
Bahnson C'o.. The, 950-9.51 
Bartx'r-Colinnn Co.. 1098 
Buffalo Fotge Co., 1069 
Chel.^'u Fan & Blower Co., Inc.. 
1072 

Eaglc-Picher Co.. The, 1254 
(General Blower Co., 1074 
Hendrick Mfg. Co.. 1104-1105 
Independent Register Co., The, 
n07 

Register & Grille Mfg. Co., Inc., 

noo 

Schwitrer-Curntnlns Co., 1082 
Swartwout Co„ Th«.‘, 1093 
Tuttle Bailey, Inc., 111(61111 
United Stales Register Co.. 1112 

MANOMETERS* U-Type, Well 

rype 

Moeller Instrument Co., 1138 

MECHANICAL DRAFT APPA- 
RATUS {See Blowers, forced 
Dr off) 

Alatldin Heating Corp., 1066 
Delloihczat Fans Div., American 
Machine & MetalvS, Inc., 1073 
j. F. Pritclmrd Ik Co., 1043 
W’estinglioiiw^ Electric Corp., Stur- 
tevain Div.. ia32*1039 
L. J, Wing Mfg. Co., 10034005 
Young Radiator Co„ 1006 


MECHANICAL DRArr COOL- 
ING TOWERS (See Cooling 
Towers, Forced Draji, Induced 
Draft) 

Buffalo F'orge Co., 1,609 
Foster Wheeler Corp,, 1041 
Kennard Corp.. 991 
MarFy Co,. Tlie, 1642 
Mario Coil Co., 1060 
J. F. Pritchard & Co., 1043 
Kefi iterating Machinery (!o , 1644 
Water (.'ooling liquipraent Co., 
1045 


METERS, Air 

Illinois Tt‘sting Laboratories, Inc.. 
1131 

M 1 n n ( • a p o ! i F- H o n c y we 1 1 R e g u fa t o r 
Co-, not 1-1137 

'Faylor Insirunu-nt Cos,. 1142 
MEIERS, Flow 

M i n n(v» pnl is- H on* - y well R < ‘gu lal or 
Co.. ! 136-1 1,37 

'i'aylor Instrumtuu Cos , 1142 

METERS, Steam 

M i^Ileopo}i^“i icmeywell Regulator 
Co., 3130-1137 

MOI ORS, Damper 

Automatic Products ('o., 1123 
Miimeapi )]is-l \ oneywelJ Regulator 
C>«., 31.36-1137 

White- Rodgers Fdectric Co,, 3144 
Young Regulator Co., 1113 

MOTORS, Electric 

Louis Allis Co., The, 1090 
Allis-C'h.'thners Mfg. (2o.. 964-965 
General iCIcciric C'o. (Schenectady, 
N. V.). 1686-1087 
Wagner F.lt'ctric C'crp,. 1091 
\\'eptingh<mst‘ Electric Corp., Box 
8()H, Pittsburgh. 1032-1039 

NOISE ELIMINATORS (See Tub- 
ing, Flexible; Sound Deadeners; 
Vtbral io n Abs o r b ers ) 

NOZZLES, Air Washings Brine 
Sprayin^t, HumidifyinjJ, Oil 
Burner, Water Cooling (See 

Spray Nozzles) 

NOZZLES, Oil Burner 

Monarch Mfg. Works, Inc., 1048 
Preferred Utilities Mfg. Corp., 1188 

OIL BURNER MOTORS {See 
Motors, Fdectric) 

OIL BURNER TUBING, Flexible 

{See Tidiing, Flexible, Metallic) 

OIL BURNERS, Automatic 

Airt.emp Div., Chrysler C'orp., 970- 
971 

Aldrich Co.. 1170 

American Radiator & Standard 
Sanitary Corp., 114(C1147 
Automatic Burner Corp., 1177 
Babc<x:k *3: Wilcox Co.. The, 11.59 
R. W. Beckett Corp.. 1178 
Combustion Equipment Div., Todd 
Shipyards Corp., 1186 
Enterprise Engine & Foundry Co., 
1179 

General lilectric C!o. (Bloomfield, 
N. Jri, 956-957 

Iron Fireman Mfg. C'o., 1174-1175 
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H. C. Littk Burner Co«, 1184 
Meyer Furnace Co,. The, 972-978 
L. J. Mueller Furnace Co., 974-975 
Petroleum Heat & Power Co., 
1182-1183 

Preferred UaUtles Mfg. Corp., 1188 
Ray Oil Burner Co., 1185 
Webster Engineering Co., The. 1173 
Williams Oil-O-Matic Div.. Eureka 
Williams Corp., 1187 
York-Shipley, Inc.. 1189 

OIL BURNERS, Pressure Atom- 
Ixlnig 

Airtexnp Div.. Chrysler Corp., 970- 
971 

Aldrich Co.. 1176 

American Radiator & Standard 
Sanitary Corp., 1146-1147 
Babcock & Wilcox Co., The, 1159 

R. W. Beckett Corp.. 1178 
Combustion Eciuipment Div,, Todd 

Shipyards Corp,, 1186 
Iron Fireman Mfg. Co.. 1174-1175 

S. T. Johnson Co., 1180-1181 

L, J. Mueller Furnace Co., 974-975 
Petroleum Heat & Power Co., 
1182-1183 

Ray Oil Burner Co.. 1185 
Williams Oil-O-Matic Div., Eureka 
Williams Corp., 1187 
York-Shipley, Inc., 1189 

OIL BURNERS, Rotary 

Automatic Burner Corp.. 1177 
Combustion Equipment Div., Todd 
Shipyards Corp., 1186 
Enterprise Engine & Foundry Co., 
1179 

S. T. Johnson Co., 1180-1181 
Preferred Utilities Mfg. Corp., 1188 
Ray Oil Burner Co., 1185 
York-Shipley. Inc. 1189 

OIL BURNERS, Steam Atomlx- 
inH 

Babcock & Wilcox Co„ The, 1159 
Combustion Equipment Div., Todd 
Shipyards Corp., H86 
Webster Engineering Co., The, 1 173 

OIL BURNERS, Vaporixinft 

H. C. Little Burner Co.. 1184 
L. J. Mueller Furnace Co., 974-975 

OIL BURNERS, Variable Capa- 
city 

Automatic Burner Corp., 1177 
Babcock & Wilcox Co., The, 1159 
Combustion Equipment Div., Totjd 
Shipyards Corp., 1186 
Enterprise Engine & Foundry Co., 
Burner Div.. 1179 
Ray Oil Burner Co., 1185 
York-Shiptey. lnc„ 1189 

OIL BURNIKO EQUIPMENT 
American Radiator 8c Standard 
Sanitary Corp,, 1146-1147 
Automatic Burner Corp., 1177 
Automatic Products Co., 1123 
Babcock & WBcox Co., The, 1156 
R. W. Beckett Corp., 1178 
Campbell Heating Co., 968-966 
Combustion Equipment Diy., Todd 
Shipyards Corp., 1186 
Detroit Lubricator Co., Dir. of 
American Radiator & Standard 
Sanitary Corn., 1124-1125. 
Duo-Tbem Dir., Motor Wheel 
Co^., 967 

Iron Fireman Mfg. Co., 1174*1175 
Petroleum Heat $t Power Co., 
1182-1188 


Preferred Utilities Mfg. Corp., 1188 
Ray Oil Burner Co., 1186 
Webster Engineering Co., The, 1178 
Williams Oil-O-Matic Div,, Eureka 
Williams Corp., 1187 
York-Shipley, Inc., 1189 

OIL TANK GAGES (Sn Gages, 
Tank) 

ORIFICES, How Meter 
Taylor Instrument Cos., 1 142 

ORIFICES, Radiator 
Barnes & Jones, Inc,. 1208 
C. A. Dunham Co,. 1212-1216 
Illinoia Engineering Co.. 1222-1223 
Minneapolis-Honey well Regulator 
Co., H36-U37 
Sarco Co., Inc., 1224-1225 
H. A. Thrush & Co„ 1198-1199 
Warren Webster & Co.. 1226-1229 

PACKING. Asbestos 
Philip Carey Mfg. Co.. The. 1238* 
1239 

Crane Co., 1148-1149 

PANELS. Air Distributing 

Barber-Colman Co.. 1098 
Pyi(*-National Co., The, 1108 

PERFORATED METALS 
Auer Register Co., The, 1097 
Hendrick Mfg. Co., 1104-1105 
Independent Register Co., The, 
1107 

United States Register Co., 1112 

PILLOW BLOCKS 
Air Controls, Inc.. Div. of The 
Cleveland Heater Co„ 1063 
Hastings Air Conditioning Co., 
Inc., 958 

PILOTS, Safety 
Mucoid Corp.. The, 1134-1135 
Minneapolis-Honeywell Regulator 
Co.. 3136-1137 

Whlte-Rodgers Electric Co., 1144 

PIPE ANCHORS 
Grinnell Co.. Inc., 988, 1118-1119 
Mueller Brass Co., lOlO-lOU 
H. W. Porter & Co., 1242 

PIPE BENDING 
Crane Co., 1148-1149 
Frick Co., 1059 

Grinnell Co., Inc.. 988. 1118-1119 
Arthur Harris & Co., 1120 
Mueller Brass Co., 1010-1011 
Parks-Cramer Co., 960 

PIPE, Braas 

American Brass Co., The, 1008- 
1009 

Crane Co„ 1148-1149 

Revere Copper & Brass. Inc., 1007 

PIPE CONDUITS {See Conduits, 
Underground Pipe} 

PIPE, Copput 

American Brass Co., Tlk, 1008* 
1006 

Crane Co.. 1148-1149 
Mueller Brass Co., lOiO-1011 
Rffvere Copper & Braas, 1 ^., 1007 

PIPE, Copper Boarliift Staol 
Cmme Co,. 1148-1146 
Natiottal Tube Co-* im 


PIPE COVERING (See Copering, 
Pipe) 

PIPE FITTINGS (See Fittings, 
Pipe) 

PIPE, Furnuc^iSeeFurUaaitPipe) 

PIPE HANGERS (See Mongers, 
Pipe) 

PIPE, Lead 

Eagle-Picher Co.. The, 1254 
PIPE, Returns 

Baker Ice Machine Co., Inc., 1057 
Frick Co., 1069 

Grinnell Co., Inc., 688. 1118-1116 
Arthur Harris & Co.. 1120 
Tube Turns. Inc.. 1121 

PIPE, Steel 

American Rolling Mill Co., The. 
1114 

Crane Co., 1148-1149 
Farrar & Trefts, Inc., 1163 
Grinnell Co.. Inc., 988. 1118-1119 
National Tube Co.. 1115 
Revere Copper & Brass. Inc., 1007 

PIPE SUPPORTS. For Under- 
ground Ck>nduits 
H. W. Porter & Co.. Inc.. 1242 
Ric-wiL Co., The, 1243 

PITOT TUBES (See A ir MeeLsming 
and Recording Instruments) 

PLASTER BASE, Fire Rotardlng 

Armstrong Cork Co. (Building Ma- 
terials Div.), 1249 
Celotex Corp., The. 1252 
Johns-ManvUle. 1260-1261 
United States Gypsum Co., 1270- 
1271 

PLASTER BASE* Insulativs 
Armstrong Cork Co. (Building Ma- 
terials Div,), 1246 
Insulite* 1256-1257 
Johns-Manville. 2260-1261 
United States Gypsum Co., 1270- 
1271 

Wood Conversion Co., 1269 

PLASTER BASE, Sinand Dead- 
ening 

Armstrong Cork Co. (Building Ma- 
teri^s Div.), 1250 
Celotex Corp,, The, 1252 
Insulite. 1256-1257 
Johns-Manvill^ 1260-1261 
United States Qypmm Co., 1270- 
1271 

Wood Conversion Co., 12^9 

PLATES, SttMkm Stmi 
American Romng Mill Co^ The, 
1214 

Camegie-lllijnoli Steel Corp,, 1115 
PLATES* SteM 

Amerkan Rolling MBI Co.* the. 
1114 

United States Steel Corp.. Suh i 

im 

pRmprrATiNa 

Aagri^ Air Fflier Co*. t«ii4 iBIS- 
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United States Radiator Corp., U56- 
1157 

Vulcan Radiator Co., The. 1056 
Warren Webster & Co., 1226-1229 
Weil-Mcl^n Co., 1168 
Young Radiator Co.. 1006 

RADIATOR ENCLOSURES AND 
SHIELDS 

American Radiator & Standard 
Sanitary Corp., 1146-1147 
Crane Co., 1148-1149 
Reflectal Corp,, 1267 
H. J. Somers. Inc., 1028-1029 
Vulcan Radiator Co., The. 1058 

RADIATOR HEAT 
REFLECTORS 

American Flange & Mfg. Co., Inc., 
1249 

Reflectal Corp., 1267 

RADIATORS, Cabinet 

Airtherm Mfg. Co., 978 
Burnham Corp., 1146 
Crane Co.. 1148-1149 
C. A. Dunham Co.. 1212-1216 
Modine Mfg. Co.. 994-995 
John J. Nesbitt. Inc., 997 
Shaw-Perkins Mfg. Co„ 10,55 
Trane Co.. The. lOOO-lOOl 
United States Radiator Corp., 1156- 
1157 

Warren Webster & Co.. 1226-1229 
WciJ-McLain Co., 1158 
Young Radiator Co.. 1006 

RADIATORS, Concealed 

Airtherm Mfg. Co., 978 
American Radiator & Standard 
Sanitary Corp.. 1146-1147 
Burnham Corp., 1145 
Crane Co.. 1148-1149 
C, A. Dunham Co., 1212-1216 
Modine Mfg, Co., 994-99.5 
John J, Nesbitt, Inc., 997 
Pan-I>-Hcat Corp., 1196 
Trane Co., The, 1000-1001 
United States Radiator Corp., 1156- 
1157 

Vulcan Radiator Co., The, 1066 
Warren Webster & Co., 1226-1229 
Weil-McLain Co., 1168 
Young Radiator Co,. 1006 


Powers Regulator Co., The, 1140 
Taylor Instrument Coa., 1142 
United States Gauge, 1143 

REFRACTORIES, Cement, 
Materials 

Armstrong Cork Co. (Building Ma- 
terials Div.), 1260 
Babcock & Wilcox Co., The, 1159 
Philip Carey Mfg. Co., The, 1238- 
1239 

Johns-Manville, 1260-1261 

REFRIGERATING EQUIP- 
MENT, Centrifugal 

Carrier Corp., 952-953 
McQuav. Inc... 992-993 
Trane Co.. I'he. 1000-1001 
Worthington Pump & Machinery 
Corp.. 1062 

REFRIGERATING EQt^IP- 
MENT, Steam Jet 
Ingersoll-Rand, 1204 
Worthington Pump & Machinery 
Corp., 1062 

REFRIGERATING 

MACHINERY 

Airtemp Div., Chrysler Corp.. 970- 
971 

Baker Ice Machine Co.. Inc., 1057 
Carrier Corp., 962-953 
Condenser Service & Engineering 
Co., Inc., 1053 

Curtis Refrigerating Machine Div., 
of Curtis Mfg. Co.. 1058 
Etabliasements Neu. 1106 
Frick Co.. Inc., 1069 
General Electric Co. (BloomBeld, 
N. J.). 956-957 

OneraJ Refrigeration, Div. Yates- 
Ameriain Mch. Co., 965 
McQuay, Inc., 992-993 
Milla Industries, Inc., 1061 
Refrigerating Machinery Co., 1044 
Trane Co.. The. 1000-1001 
Westinghouse Electric Corp., Stur- 
tevant Div,. 1032-1039 
Worthington Pump & Machinery 
Corp., 1062 

REFRIGERATION CONTROLS 
Alco Valve Co., Inc., 1122 


Register & Grille Mfg. Co., Inc.. 
1109 

Tuttle & Bailey. Inc.. 1110-1111 
United States Register Co., 1112 
Young Regulator Co., 1113 

REGULAIXJRS, Air Volum® 

Ait Devices, Inc., 1014. 1096 
Anemoslat Corp, of America, 1094- 
1095 

Barb<?r-CoIman Co., 1098 
Johnson ^*rvice Co., 1132-1133 
MinneapoHa-Honeywcll Regulator 
Co., 1136-1137 

Powers Regulator Co.. The, 1140 
Tuttle & Bailey. Inc.. 1110-1111 
Young Regulator Co.. 1113 

REGULATORS, Damper 
Automatic Products Co.. 1123 
Barber- Coleman Co., 1098 
Crane Co.. 1148-1149 
Fulton Sylphon Div., Robertsliaw- 
Fulton Controls Co.. 1126-1127 
Creneral Controls, 1128-1129 
Hart & Cooley Mfg. Co., 1102-1103 
Johnson Service Co., 1132-1133 
Mercoid Corp.. The, 1134-1135 
Minneapolis- Honejnvell Regulator 
Co.. 1136-1137 

Powers Regulator Co,. The, 1140 
H. A. Thrush & Co., 1198-1199 
Trane Co.. The, 1000-1001 
Tuttle & Bailey. Inc.. 1110-1111 
Webster Engineering Co.. The. 1173 
White-Rodgers Electric Co., U44 
Young Regulator Co.. 1U3 

REGUI..ATORS, Evaporator 
Preasur® 

Alco Valve Co., 1122 
Automatic Products Co., 1123 

REGULATORS, Feed Water 
McDonnell & Miller, Inc.. 1192- 
1193 

Mercoid Corp., The, 1134-H35 
Mueller Steam Specialty Co,. Inc.. 
1234 

Penn FJcctric Switch Co.. 1139 
Sarco Co„ Inc.. 1224-1225 
Warren Webster & Co., 1226-1229 

REGULATORS, Fumac« 


RECEIVERS, Air 
American Moistening Co., 1046 
Crane Co.. 1148-1149 
Farrar & Trefta. Inc.. 1163 
Joy Mfg. Co.. 1076-1077 
Kewanee Boiler Corp,, 1166-1169 
Parka-Craraer Co,, 960 

RECEIVERS. Condensation 
Crane Co., 1148-1149 
Illinois Engineering Co., 1222-1223 
Sarco Co.. Inc., 1224-1225 


RECEIVERS, Refrigerants 


Acme Industries, Inc., 1049 
Baker Ice Machine Co., Inc., 1057 
Carrier Corp., 952-91^ 
Wcstinglmusc Electric Corp., Stun- 
tevant Div., 1032-1039 


Worthington Pump 8c Machinery 
Corp.. 1062 
York Corp., 963 


RECORDERS, Iliimtdliy, 
Tomperattire 

American MmUtening O., 1946 
MioneapoUa-Honeywell Regulator 
Co., 1130-1137 


Automatic Products Co., 1123 
Detroit Lubricator Co., Div. of 
American Radiator 8c Standard 
Sanitary Corp., 1124-1125 
General Controls, 1128-1129 
General Electric Co, (Schenectady, 
N. Y,), 1088-1089 
Henry Valve Co., 1130 
Insul-Wool Insulation Corp., 1258 
Mercoid Corp., The. 1134-1135 
Minneapolis-Honey well Regulator 
Co.. 1136-1137 

Penn Electric Switch Co„ 1139 
White-Rodgere Electric Co., 1144 

REGISTERS (See GriUes, louvm) 
Air Devices. Inc., 1014, 1096 
Anemostat Corp, of America* 1094- 
1005 

Auer Raster Co., The. 1097 
Barber-eJoiman Co., 1098 
General Blower Co., 1074 
Hart & Cooley Mfg. Co., 1102-1103 
Hastings Air Conditioning Co„ 
lnc„ 958 « 

HeJJdrick Mfg. Co.. 1104-1105 
Independent Register Co., The, 
1107 

L. J. Mueller Furnace Co., 974-975 
Pyh>>National Co,, The, 1108 


Automatic Products Co., 1123 
Barber- Colman Co.. 1098 
General Controls. 1128-1129 
Hart & Cooley Mfg. Co.. 1102-1103 
Minneapolis-Honeywell Regulator 
Co., 1136-1137 

Penn Electric Switch Co., 1139 
White- Kodgen# Electric Co,, 1144 

REGULATORS, Gaa 
Crane Co., 1148-1149 
General Controls, 1128-1129 
Minneapolis-HoneyvsrcU Regulator 
Co.. 1136-1137 

REGULATORS, Humidity (See 
BnmidUy Control) 

REGULATORS, Preaaore 
Automatic Products Co.. 1128 
Borb^-Coltnan Co., 1098 
Clark Mfg, Co., 1210-12U 
Crane Co., 1148-1149 
C. A* Dunham Co., 1212-1216 
Fukon Sylphon Div^ Rohertaha^ 
Fulton Cohtrola Co-, 1126-1X27 
HoSman Specialty Co., 12184 IML 
illinois Entdfieerlhg Co., 1222^12^ 
Jai. P, Mandi Corp., 12324233 
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McDonnell & MUler, Inc., 1192- 
1193 

Mcrcoid Corp., The, 1134-1135 
Mueller Steam Specialty Co., Inc., 
1234 

Tenn Electric Switch Co., 1139 
Powers Regulator Co.. The, 1140 
Spence Engineering Co., Inc., 1141 
Taylor Instrument Coa., 1142 


REGCI-ATORS, Remote Con- 
trol 

Young Regulator Co., 1113 

REGULATORS, Temperature 

iHee Temperature Control) 

REGIJI.ATORS, Time ControU 

RELIEF VAI.VES {See Valves, 
Relief) 

ROOF COOLER 

April Showers Co., 1040 
Marley Co.. I he. 1042 

RUvST INHIBITOR 

Jnmil- Mastic Corp. of Aint-rica, 
1255 

Vlnco Co., Inc,, The, 1190-1191 

RUST AND SCALE REMOVER 
Vinco Co.. Inc., The, IlW-llOl 

SAFETY VALVES, (See Valves. 
Safety) 

SEPARATORS, Air 

Air-Maze Corp., I'he, lU!6-10i7 
American Air Filter Co., Inc., lOlS- 
1019 

DoIlinRcr Corp., 1022-1023 
Mueller .Steam Six‘cialty Co., Jnc., 
1234 

Penn Electric Switch Co., 1139 
Swartwout Co., The, 1093 

SEPARATORS. Dual 

American Air Filter Co., Inc., 1018- 
1019 

DoUingcr Corp., 1022-1023 
Raytheon Mfg. Co.. 1025 

SEPARATORS, Oil 
Air-Ma/e Corp.. The. 1010-1017 
Baker Ice Madiine Co., Inc., 1069 
Clark Mfg. Co., 1210-1211 
Crane Co., 1148-1149 
Dollinger Corp.. 1022-1023 
liiinoia tingineering Co., 1222-1223 
Warren Webster & Co., 1220-1229 
Worthington Pump & Machinery 
Corp., 1002 

SEPARATORS, Refidgerant Oil 

Acme Industries, Inc., 1049 

separators. Steam 

Clark Mfg. Co., 1210-1211 
Crane Co,, U48-1149 
Farrar Ik Treita, Inc., 1163 
Illinois Engineering Co., 1222-1223 
Swartwout Co,. The, 1093 
Warittn Webster Co., 1226-1229 
Worthington Pump & Machinery 
Corp., loes^ 

SIlEEm Alui»iiitig«d Bt^el 
American Rolling Mill Co., The, 
1114 


SHEETS, Asbestos, Flat and 
Corrugated 

Philip Carey Mfg. Co., The, 1238- 
1239 

Johns-Manville. 1260-1261 
Grant Wilson, Inc., 1240 


SHEETS, Copper Alloy 
American Brass Co.. The, 1008- 
1009 

Revere Copper & Brass, Inc., 1007 

SHEET.S, Copper Bearing Steel 
American Rolling Mill Co.. The, 

1114 

Carnegie- Illinois Steel Corp., 1115 
United States Steel Corp,, Sub., 

1115 


SHEETS, Galvanized 

Amerimn Rolling Mill Co.. Tlie. 

1114 

Carnegie- Illinois Steel ('orp., 1115 
Unjleil States Steel Corp., Sub , 

1115 


SHEETS, High Tensile 

American Rolling Mill Co., The. 

1114 

Carnegie- Illinois Steel Corp., 1115 
Uniteii Slates Steel Corp.. Sub,, 

1115 

SHEETS, Pure Iron 

American Roiling Mill Co,, The. 

nil 

Carnegie- Illinois Steel Corp.. 111.5 
United States Stwl Corp,, Sub., 
1115 


SHEETS, Special Finish 
American Fhinge & Mfg. Co., Inc., 
1249 

American Rolling Mill Co.. The 
1114 

Carnegie- Illinois Steel Corp,, 1115 
United States Steel Corp,, Sub., 

U16 

SHEETS, Stainless Steel 
Araerlcjin Flange & Mfg. Co,. Inc,, 
1249 

American Rolling Mill Co., The, 

1114 

Carnegie- Illinois Steel Corp,, 111.5 
United States Steel Corp.. Sub., 

1115 


SHEETS, Steel 

American Flange & Mfg. Co.. Inc., 
1249 

American Rolling Mill Co., The. 
iU4 

Carnegie-IIlmois Steel Corp.. 1115 
United States Steel Corp,, .Sub,, 
1-115 


SHUTFERS, Automatic 
Air Controls, Inc,, Div. of The 
Cleveland Heater Co., 1063 
American Coolair Corp., 1064-1066 
Barber-Coiman Co.. 1098 
Chelsea Fan & Blower Co.. Inc,, 
1072 

General Blower Co., 1074 
lig Kectric Ventilating Co„ 989, 
1075 

Minneapolis-Honeywell Regulator 
Co.» U36-1137 

Herman Nelson Corp., The. 998-999 
New York Blower Co., The, 1080 


SchwiUer-Cummins Co., 1082 
Westinghouse Electric Corx).* Stur- 
tevant Div., 1032-1039 
L, J. Wing Mfg. Co., 1003-1005 

SKYLIGHTS, Insulated 

American 3 Way-Luxfer r*rism Co„ 
1244 

SMOKE DETECTORS (For Air 
Conditioning Systems) 
Photoswitch, Inc.. (Affiliate of 
Combustion Control Corp.), 986 

SOOT DESTROYER 
Vinco Co.. Inc., The, 1190-1191 

SOUND DEADENING, 
Insulation 

Armstrong Cork Co, (Building Ma- 
ferials iMv.), 1250 
Baldwin-Hill Co.. 1251 
CeIotc.K Corp., The, 1252 
Douglas Co., 1253 
Insulite. 12.56-1257 
Insul-Masiic Corp. of America, 
Vim 

insul-WooI Insulation Corp., 1258 
Johns-Manvilie, 1200-1201 
KlimWly Clark Corp., 1262-1263 
Korfund Co., Inc., The, 1259 
Lockport Cotton Batting Co„ 1264 
Mimdet Cork Corp., 1265 
Owens-Corning Fiberglaa Corp.. 
1026-1027 

Pacific Lumber Co., The, 1206 
United States Gypsum Co., 1270- 
1271 

Grant Wilson, Inc., 1240 
Wood ConverBion Co., 1209 

SOUND DEADENING (See Vi- 
brat ion Absorbers) 

SPRAY DRYER {See Spray Equip^ 
ment) 

SPRAY EQUIPMENT 

April Showens Co.. 1040 
Carrier Corp., 952-953 
Marley Co., The, 1042 
Jos. A. Martocello & Co.. 1047 
J. F. Pritchard & Co., 1043 
W>stinghouse Electric Corp., Stur- 
tevant Div., 1032-1039 
Yarnall- Waring Co., 1235 

SPRAY NOZZLE COOLING 
SYSTEM 

April Shou'ers Co., 1040 
Carrier Corp.. 952-953 
Marley Co., The. 1042 
Jo8. A. Martc.>cc'Ilo & Co., 1047 
Monarch Mfg, Works, Inc,, 1048 
J. Pritchard & Co., 1043 
United States Air Conditioning 
Corp., 962 

Water Cooling Equipment Co., 
1045 

Westingliouse Electric Corp., Stur- 
tevant Div., 1032-1039 
Yamall-Waring Co., 1236 

SPRAY NOZZLES 
American Moistening Co., 1046 
April Showers Co.. 1040 
Bahnson Co., The, 950-961 
Buffalo Forge Co.. 1063 
Marley Co., The, 1042 
Mario Coil Co„ 1060 
Jos. A. Martocello & Co., 1047 
Monarch Mfg. Works, Inc., 1048 
MneHer Brass Co., lOlO-lOll 
D. J. Munay Mfg, Co., 996 


IfbIKbwIwi Nantwl fM«r to p&m in the Catalog Data Section 
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Parks-Cramer Co., 960 
F. Pritchard & Co., 1043 
ater Cooling E<i«ipment Co., 
1045 

Westinghouae Electric Corp., Stur- 
tevant Div„ 1032-1039 
YarnaJl-Waring Co., 1235 

STACKS, Steel 

Bigelow Co., The, 1160 
Farrar & Trefts, Inc,, 1163 

STEAM GENERATORS, Unit 

Combustion Engineering Co., Inc., 
1162 

Preferred Utilities Corp., 1188 
York-Sbipley, Inc.. 1189 

STEAM HEATING SYS'FEMS 
(AVif JfJeating Systems, Stfam) 

STOKER MOTORS (See Motors. 
Electric) 


STRAINERS. R«IHfteraitt 
Alco Valve Co.. 1122 
Automatic Products Co., 1123 
General Controls, 1128-1129 
Henry Valve Co., 1130 
Mueller Steam Specialty Co., Inc., 
1234 

Sarco Co., Inc., 1224-1225 

STRAINERS. Steam 
Alco Valve Co.. 1122 
V. D, Anderson Co.. The, 1206-1207 
Clark Mfg. Co„ 1210-1211 
Crane Co., 1152-1153 
General Controls, 1128-1129 
Grinneli Co.. Inc., 988. 1118-1119 
Illinois Engineering Co.. 1222-1223 
Mueller Steam Specialty Co.. Inc.. 
1234 

Sarco Co.. Inc.. 1224-1225 
Si>ence Engineering Co,, Inc., 1141 
Taylor Instrument Cos., 1142 
Trane Co.. The, 1000-1001 
Wright- Austin Co., 1233 


STOKERS. Mechanical. 
Anthracite 

Airtemp Div.. Chrysler Corp., 970- 
971 

Babcock & Wilcox Co.. The. 1159 
Brownell Co.. The, 1161 
Condenser .Service Engineering 
Co.. Inc., 1053 

Combustion Engineering Co., 1162 
Crane Co.. 1148-1J49 
Iron Fireman Mfg. Co.. 1176-1177 
Meyer Furnace Co., The. 972-973 

STOKERS, Mechanical 
Bituminous 

Airtemp Div., Chrysler Corp., 970- 
971 

Babcock & Wilcox Co.. The, 1159 
Brownell Co.. The. 1161 
Condenser Service &; Engineering 
Co- Inc- 1053 

Combustion Engineering Co., 1162 
Crane Co., 1148-1149 
Iron Fireman Mfg. Co., 1174-1175 
Meyer Furnace Co.. The, 972-973 
Westinghouse Electric Corp., Box 
868, Pittsburgh. 1032-1039 

STRAINERS, Dirt 

V. t>. Anderson Co., The. 1206-1207 
Arrastrong Machine Works, 1230- 
1231 

Clark Mfg. Co., 1210-1211 
C. A. Dunham Co., 1212-1216 
Grinneli Co., Inc., 988, 1118-1119 
Hoffman Si>ecialty Co., 1218-1221 
Illinois Engineering Ca, 1222-1223 
Mueller Steam Specialty Co., Jnc., 
1234 

Sarco Co-, Inc.. 1224-1225 
Trane Co., The, 1000-1001 
Warren Wefaater & Co., 12^-1229 


STRAINERS. Water 

Alco Valve Co., 1122 
V. D. Anderson Co.. The. 1206-1207 
Clark Mfg. Co.. 1210-1211 
Conden-ser Ser\dce & Engineering 
Co.. Inc., 1053 
Crane Co.. 1148-1149 
General Controls. 1128-1129 
Grinneli Co., Inc.. 988, 1118-1119 
Illinois Emrineering Co.. 1222-1223 
Monarch Mfg. Works, Inc., 1048 
Mueller Steam Specialty Co., Inc., 
1234 

Sarco Co., Inc., 1224-1225 
Sj>ence Engineering Co., Inc., 1141 
Trane Co.. The, 1000-1001 
Warren Webster & Co., 1226-1227 
Yamall- Waring Co., 1235 

SWITCHES, Electric and Time 
General Electric Co. (Schenectady, 
N. y.), 1088-1089 
Photoswitch. Inc., (Affiliate of 
Combustion Control Corp.), 986 

SWITOIES, Float 
Alco Valve Co.. 1122 
General Electric Co. (Schenectady, 
N. y.), 1088-1089 
McDonnell & Milkr, Inc., 1192- 
H93 

Mercoid Corp., The, 1134-1135 
Penn Electric Switch Co., 1140 
Photoswitch, Inc., (Affiliate of 
Combustion Control Corp,), 986 
Westinghouse Electric Corp., Box 
868. Pittsburgh, 1032-1039 

SWITCHES, Flow Control 
Combustion Control Corp., 986 
McDonnell & Miller. Inc., 1192- 
1193 


STRAINERS, Oil 

Alco Valve Co., 1122 
Automatic Products Co., 1123 
BelJ & Gossett Co.. 1194-1195 
Clark Mfg. Co., 1210-1211 
Condenser Service & Engineering 
Co., Inc., 1053 
Crane Co., 1148-1149 
General Controls, 1128-1129 
Henry Valve Co., 1136 
Monarch Mfg. Works. Inc., 1<H8 
Mueller Steam Specialty Co.* Inc., 
1234 

Sarco Co.. Inc., 1224-1225 
Spence Enidhecring Co.. Inc,, 1141 


SWlTCmS, Morcury 
General Electric Co, (Schenectady, 
N. y.), 1086-1087 
Memold Corp., The, 1134-1135 

SWrraiRS, stack safety 
White-Rodgers Electric Co., 1144 

TANK COILS (Sag Co^i, tmk) 

TANK COVERING 
Pifu nnd Smftms) 

TANK HEATERS (5«f Mmmt, 
Tmk) 


TANKS, Blow-off 

Bigelow Co., The. 1 160 
Brownell Co.. The, 1161 
Farrar ik Trefts, Inc., 1163 
Kewanec Boiler Corp., 1166-1169 

TANKS, Preaaure 

Bigelow Co., The. 1160 
Brownell Co., The, 1161 
Farrar & TrefU. Inc., 1163 
ICewanee Boiler Corp., 1106-1169 
Taco Heaters, Inc.. 1197' 

H, A. Thrush & Co.. 1198*1199 


TANKS, Storage 
Farrar A: Trefts, Inc., 1103 
Kewanee Boiler Corp.. 1166-1169 
Pacific Stctl Boiler Div., U. S. 
Radiator Corp., 1155 

TEMPERATURE CONTROL 
American Radiator & Standard 
Sanitary Corp., 1146-1147 
Automatic Products Co., 1123 
Barber-Colman Co., 1098 
Condenser Service & Engineering 
Co., Inc., 1053 
Crane Co., 1148-1149 
C. A. Dunham Co.. 1212-1216 
Fulton Sylphon L>iv., Robertshaw- 
Fulton tWrois Co.. 112t).U27 
General Controls. 1128-1129 
Cieneral Electric Co. (Schenectady, 
N. Y.), 1088-1089 
Hoffman Specialty <7-0., 1218-1221 
Illinois Engineering Co., 1222-1223 
Iron Fireman Mfg. Co., 1174-1175 
JohntM^n Service Co., 1132-113.3 
Mercoid Corp., The, 1134-1135 
Minneai)oIi»- HonejniveU Regulator 
Co.. U36-U37 

Muelkr Steam Specialty Co.. Inc.. 
1234 

Penn Electric Switch Co.. 1140 
Powers Regulator Co,, U41 
Sarco Co., Inc.. 1224-1225 
Spence Engineering Co., Inc., U41 
Taylor Instrument Cos., 1142 
United States Radiator Corp., 
1156-1157 

Warren Webster & Co„ 1226-1229 
Wbite-Rodgers Electric Co.. 1144 
Yarnall-Waring Co., 1235 
Young Regulator Co., IU3 


TEMPERING VALVES 
(Sw Valves, Tempering) 

THERMOMETERS* I>ittfftiC6 
Type 

IlUnoig Testing Labomtories* Inc., 
1131 

las. P* Marsh Corp.. 1232-1233 
Minneapolis-Honeyweh Regulator 
Co., 1136-1137 

Moeller Instrument Co.* 1138 
Powers Regulator Co., 1140 
Sarco Co*. Inc.* 1224-1226 
Taylor Instruni^t Coe*, 1142 
United States Gauge, 1143 


THERMOMETERS* tndlaitlxii 
Hhnoti Testing Laboratories lne„ 
1131 

Johnson Senrioe Co*. 1132-1133 
W p. Matah Corp*, 

Jos* A, Martocebo k C«k» l04f 
Mffiitev|^^Honeyiw^ Rignlalor 

Modler Instronaeiit Co*. 1133 
Poasen Regidaior CJo*. ll# ^ 
Taylor Initmineiil Cos., 1142 V . , 
ytwd States Gauge, 1143 
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THERMOMETERS, R«con^nft 
Ja«. P. Maruhrorp*, 1232-1233 
MinneapoUa-HoneywaU Regulator 
Co„ 113<H137 

Moeller Instrument Co.. 1 138 
Powers Regulator Co., 1140 
Taylor Instrument Cos,, 1142 
United States Gauge, 1143 

THERMOSTATS 
Automatic Products Co*. 1123 
Barber-Colman Co„ 1008 
Crane Co.. 114S-U4«) 

Detroit Lubricator Co.. Div. of 
American Radiator & Standard 
Sanitary Corp., 1124-1125 
Fulton Sylphon Div*. Robcrtshaw- 
Fulton Conuols Co*. 1126-1127 
General Controls. 1123*1120 
General Electric Co. (Schenectady, 
N. Y.), 1088-1089 
Iron Fireman Mfg. Co*. 1174-1175 
JohnsKm Service Co., 1132-1133 
Mercoid Corp., The, I134rll35 
M inneapolis* H oney well Regulator 
Co., 1136-1137 

Penn Electric Switch Co*. 1139 
Powers Regulator Co., The. 1140 
Sarco C.‘o.* Inc.. 1224-1236 
H. A. Thrush & Co., 1198-1199 
United States Radiator Corp., 
1166-1167 

Westinghousc Electric Corp., Boa 
868. Pittsburgh. 1032-1039 
Whitc-Rodgers Electric Co,. 1144 

TIME SWITCHES, {See Srvitches, 
Bl&ciric and Tim€) 

1 IMERS, Electric, Interval 

Pholoswitch. Inc,, (Affiliate Com- 
bustion Controls Corp.), 986 

riMERS, Electric, Sequence 

C'ombustion Control Corp., 986 

TIN PLATE 

Camegir*-Illinoi$ Steel Corp., 111,5 

I'OWERS, Cnoltng (See Coaling 
Tmtutrs} 

TRANSFORMERS 
AUia-Chalmers Mfg. Co.. 964-965 
General Electric Co. (Schenectady, 
N. Y.). 1088-1089 
Raytheon Mfg. Co., 1025 
H. A, Thrush ffe Co.. 1198*1199 
Wagner Electric Corp., 1091 
Westinghouse Electm Corp.. Bor 
868. Httaburgh, 1032-1039 


C. A, Dunham Co.. 1212-1216 
Grinnell Co., Inc.. 988, 1118*1119 
William S. Haines & Co*. 1217 
Hoffman Specialty Co,. 1218-1221 
Illinois Engineering Co., 1222-1223 
Jas. P. Marah Corp . 1232-1233 
Mueller Steam Specialty Co., Inc., 
1234 

Sarco Co., Inc,, 1224-1225 
Trane Co.. The. 1000-1001 
Warren Webster & Co., 1226-1229 

TRAPS, Float and TTiermostatlc 
V. D. Anderson Co„ The, 1206*1207 
Barnes & Jones. Inc., 1208 
Crane Co.. 1148-1149 
C. A. Dunham Co., 1212-1216 
Grinnell Co.. Inc.. 988. 11 18-1119 
William S. Haines & Co., 1217 
Hoffman Specialty Co., 1218-1221 
Illinois Engineering Co., 1222-1223 
Jaa. P. Marsh Corp., 1232-1233 
rowers Regulator Co,. 1140 
Sarco Co., Inc., 1224-1225 
Trane Co.. The. 1000-1001 
Warren Webster & Co.. 1226-1229 

TRAPS. Radiator 

Barnes A Jones, Inc., 1208 
Crane Co.. 1148-1149 
C. A. Dunham O., 1212-1216 
Grinnell Co., Inc., 988, 1118-1119 
Wiliiam S. Haines A Co.. 1217 
Hoffman Specialty Co., 1218-1221 
Illinois Engineering Co,. 1222-1223 
Jas. P. Marsh Corp., 1232-1233 
Sarco Co,, Inc., 1224-1225 
Trane Co., The. 1000-1001 
United States Radiator Corp,. 
1156.1167 

Warren W*ebster &: Co., 1220-1229 

TRAPS, Return 
Barnes fk Jones. Inc., 1208 
Crane Co.. 1148-1149 
C. A. Dunham Co , 1212-1216 
William S. Haines & Co.. 1217 
Hoffman Specialty Co., 1218-1221 
Illinois Engineering Co., 1222-1223 
Jas. P, Marsh Corp., 1232-1233 
Mueller Steam Specialty Co., Inc., 
1234 

Sarco Co., Inc., 1224-1225 
Trane Co., The. 1000-1001 
W^airen Webster & Co., 1226-1229 

TRAPS, Scale 
Henry Valve Co., 1130 
Illinois Engineering Co.. 1222-1223 
Sarco Co., Inc.. 1224-1226 

'FRAPS, Steam 


Grinnell Co.. Inc., 988, 1118-1119 
William S. Haines & Co., 1217 
Hoffman Specialty Co., 1218-1221 
Illinois Engineering Co.. 1222-1223 
J^. P. Marsh Corp., 1232-1233 
Powers Regulator Co., I'he, lUO 
Sarco Co., lnc„ 1224-1225 
Trane Co.. The. 1000- 1001 
United States Radiator Corp., 
1166-1157 

Warren Webster & Co., 1226-1229 

TRAPS, Vacuum 

V. D. Anderson Co., The. 1206-1207 
Armstrong Machine Works, 1230- 
1231 

Clark Mfg. Co., 1210-1211 
C. A. Dunham Co., 1212-1216 
William S. Haines & Co,. 1217 
Illinois Engineering Co., 1222-1223 
Jas. P. Marsh Corp., 1232-1233 
Warren Webster & Co., 1226-1229 

TUBE CLEANERS 

Condensser Service & Engineering 
Co.. Inc., 1053 

Jos. A. Martocello & Co., 1047 

TUBES. BoUer 

Babcock & W'^ilcox Tube Co,, The. 
1159 

National Tube Co., 1115 
TUBES. Copper 

American Brass Co., Tlie. 1008* 
1009 

Revere Copper & Brass, Inc.. 1007 

TUBES, Pitot {Sec Air Measuring 
and Recording Jnstrumenis) 

TUBING, Aluminum 

Revere Copper & Brass. Inc., 1007 

rUBlNG. Copper 
American Brass Co., The, 1008- 
1009 

Revere Copper & Brass, Inc., 1007 

TUBING, Fabricated 
Arthur Harris & Co., 1113 

TUBING. Finned 
Aerohn Corp., 1050-1052 

TUBING, Flexible MetaUic 
American Brass Co., The, 1008- 
1009 

Atlantic Metal Hose Co., Inc., 1012 
Chicago Metal Hose Corp., 1013 


TRAPS, Bucket 

V. D. Anderson Co.. Tlic, 1206-1207 
Armatrong Machine Wcakt, 1230* 
1231 

Clark Mfg. Co.* 1210-1211 
Crane C«x. 1148-1149 
C. A. Dtinh^ Co.. 1212-1216 
Hoffman Specialty Co., 1218-1221 
Jaa. P, Marsh Corp., 1232-1233 
Mueller Sterna Sp^ialty Co., Inc,, 
1234 

Sarco Co-, Inc*. I224>t225 
Trane Co*. The. 1000-1001 
Wanen Webster «t Co„ 1226-1227 

traps, irwt 

V* D, Aadmon The, 1206-1207 
Arnistrcms Mmmm Wotlci, 1230* 
„ 1231 ■ 

Bmaes U Ibaea, lac., 1208 

Clark Mfg, Ci;K,1210**1211 
Crtae Ca* 114^1140 


V. D. Anderson Co„ The, 1206-1207 
Armstrong Machine Works, 1230- 
1231 

Qark Mfg. Co.. 1210-1211 
Crane Co.. 1148-1149 
C. A- Dunham Co., 1212-1216 
WUliam S. Hairnet & Co., 1217 
Hoffman Specialty Co., 1218-1221 
Illinois Engineering Co., 1222-1223 
fas. P. Marsh Corp.. 1232-1238 
Mueller Steam Spkialty Co.. Inc., 
1234 

Sarco Co,, lac,. 1224-1226 
Trane Co.. The, lOOO-lOOl 
United States Radiator Corp., 
1166-1157 _ 

Wsuren Webster & Co„ 1226-1229 
Vamall*Wariti« Co., 1236 

TRAPS, TlwriatMitatlc 
Baraev & Jones, lac,. 1208 
Ciaite Co*, 1148*11# 

C. A. Dunham Co,. 1212*1216 


TUBING, Steel 

Babcock & Wilcox Tube Co., The, 
1169 

National Tube Co., 1115 
Revere Copper & Brass, Inc.. 1007 

TURBINES 

Allifl-Chalmers Mfg. Co.. 964-965 
(^neral Electric Co. (Schenectady, 
N. Y.). 1088*1089 
Westinghouse Electric Corp., Box 
868. Pittsburgh. 1032-1039 
L. J. Wing Mfg. Co., 1003-1005 
Worthington Pump & Machinery 
Corp,, 1062 

UNDERGROUND PIPE CON- 
DUITS {See Conduits. Under- 
ground Pi>f) 

unit heaters (Sec Heaters. 
Unit) 


Nam,wi refer to imBee in the Catatnff Data Section 
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UNH' VENTILATORS {SetVe»tu 
laiors. Unit) , 

UNITS. Air CondlrtonlttU (Ste 

Air Conditionine Units) 

VACUUM HEATING SYSTEMS 
(See Heating Systems, Vacuum) 

VACUUM REFRIGERATING 
SYSTEMS 

Foster Wheeler Corp., 1041 
Worthington Piimp & Machinery 
Corp.. 1002 

VALVES. Air 

American Radiator & Standard 
Sanitary Corp,. 1140-1147 
Crane Co.. 1148-1149 
Dole Valve Co,. The, 1236 
Hoffman Specialty Co., 1218-1221 
Jenkins Bros., 1237 
Jas. P. Marsh Corp., 1232-1233 
United States Radiator Corp., 
1156-1157 

VALVES, Angle. Globe and 
Cross 

Grinnell Co,. Jnc., 988. 1118-1119 
Henry Valve Co., 1130 
Jenkins Bros., 1237 
Mueller Brass Co.. lOlO-lOll 
Worthington Pump & Machinery 
Corp., 1062 
York Corp., 963 

VALVES, Automatic 

Alco Valve Co.. 1122 
Automatic Prcxlucts Co., 1123 
Crane Co, 1148-1149 
Detroit Lubricator Co., Div. of 
American Radiator & Standard 
Sanitary Corp.. 1124-1125 
Fulton Sylphon Div., Robertshaw- 
Fulton Controls Co., 1126-1127 
General Controls. 1128-1129 
Henry Valve Co., 1130 
Johnson .Service Co., 1132-1133 
las. P. Marsh Corp., 1232-1233 
AlcDonnell & Miller, Inc., 1192- 
1193 

M inneaiK}Hs- Hone>^clI Regulator 
Co.. 1136-1137 

Taylor Instrument Cos.. 1142 
Webster Engint'ering Co., 1173 
White- Rodgers Electric Co., 1144 


VALVES, Back Prewure 

Alco Valve Co., 1122 
Automatic Products Co,, 1123 
Henry Valve Co., 113^1 
Illinois Engineering Co., 1222-1223 
Mueller Steam Specialty Co., Inc., 
1234 

Spence Engineering Co., Inc., 1141 

VALVES, Balanced 

Illinois Engineering Co., 1222-1223 
McDonnell & Miller, Inc., 1192- 
U93 

Mueller Steam .Specialty Co,, Jnc. 
1234 

VALVES, Blpw-pff 

Jenkins Bros,, 1237 
Vamall-Waring Co., J235 

VALVIf^S, By-Pa«« 

Crane Co,. 1148-1149 
JenMns Bros.. 1237 


VAI.VES» Check 
Automatic Products Co., 1123 
Fedders-Quigan Corp., 987 
GrinudiCo., Inc., 988. 1118-1119 
Henry Valve Co., 1 130 
Illinois Engint'ering Co., 1222-1223 
Jenkins Bros., 1237 
York Corp,, 963 

VALVES, Diaphragm 

Automatic Products Co.. 1123 
Detroit Lubricator Co., Div. of 
American Radiator k Standard 
Sanitary Corp,, 1124-1125 
General Controls, 1128-1129 
Grinnell Co., Inc., 988. 1118-1119 
Henry Valve Co., 1130 
Johnson Service Co.. 1132-1133 
Minneapolis-Honeywell Regulator 
Co.. 1130-1137 
Mueller Brass Co., 1010-1011 
Mueller Steam Specialty Co., Inc., 
1234 

Park.s-Cramer Co., 960 
Povt-rs Regulator Co., The, 1140 
Taylor Instrument Coe.. 1142 
White-Rodgers Electric Co., 1144 
York Corp., 963 

VALVES, Expansion 
Alco Valv^ Co.. 1122 
Automatic Products Co., 1123 
Crane Co.. 1148-1149 
Detroit Lubricator Co., Div. of 
American Radiator & Standard 
Sanitary Con».. 1124-1125 
General Controls, 1128-1129 
Henry Valve Co., 1 130 
York Corp., 963 

VALVES, Float 
Ako Valve Co.. 1122 
Automatic Products Co., 1123 
Detroit Lubricator Co., Div. of 
American Radiator & Standard 
Sanitary Corp., 1124-1125 
Frick Co., 1059 

Illinois Engineering Co., 1222-1223 
McDonnell & AJiller, Inc., 1192- 
1193 

Mueller Steam Specialty Co., Inc,, 
1234 

York Corp., 963 

VALVES. Flow Control 

Alco Valve Co., 1122 
Automatic Products Co., 1123 
Bell & Gossett Co.. 1194-1196 
Crane Co.. 1148-1149 
Detroit Lubricator Co„ Div. of 
American Radiator 3c Standard 
Sanitary Corp.. 1 124-1 12.5 
General ControK 1128-1129 
Henry V'alve Co„ 1130 
Illinois Engineering Co., 1222-1223 
Jenkins Bros., 1237 
Johnson Service Co., 11.32-1133 
Jas. P. Mar^h Corp., 1232-1233 
McDonnell & Miller, Inc., 1192- 
1193 

Minneapolis-Honeywell Regulator 
Co., 1136-1137 

Mueller Steam Specialty Co., Inc., 
1234 

Taco Heaters, Inc.. 1197 
Taylor Inatrument Cos., 1142 
H. A. Thrush & Co., 119^1199 

VALVES. Gaa 

Auiomatk Product* Co„ 1123 
Detroit Lubricator Div. 
American Ritdiator & Standard 
Sanitary Corp., 1124-1125 
Mfnneapolit-HorteywdI Regulator 
Co.. 1130*1137 


VALVES. Gate 
Crane Co.. 1148-1149 
Detroit Lubricator Co.. Div, of 
American Radiator 8e Standard 
Sanitary Corp., 1124-11 25 
Grinnell Co., Inc., 988, 1118-1119 

i enkins Bro.s„ 1:^7 
luclkr Brass Co,, 1010-1011 
D. J. Murray Mfg. Co.. 996 
United States Radiator Corp., 1156- 
1167 

VALVES. Hydraulic 
Cmne Co., H48-1149 
General Controls, 1128-1129 
Jenkins Bros.. 1237 
Yamall-Waring Co., 1235 

VALVES. Majlnedc 
Alco Valve Co,. 1122 
Automatic IVoducts Co,, 1123 
General Controls, 1128-1129 
Henry V'’alve Co., 1130 
McDonnell & Miller. Inc., 1192- 
1193 

Minneapolis-Hnneywcll Regulator 
Co.. 1136-1137 

W'hite-Rodgers Electric Co., 1144 

VALVES, Mixing, Thermostatic 

Fulton Sylphon Div., Robert shaw- 
Fulton Controls Co.. 1126-1127 
Powers Regulator Co„ The, 1140 
Sarco Co.. Jnc., 1224-1225 

VALVES, Motor Operated 

Beil & G(k9«*tr Co.. 1194-1195 
Crane Co.. 1148-1149 
General Controls. 1128-1129 
Illinois Engineering Co., 1222-1223 
Jenkins Bros., 1237 
Johnson Service Co.. 1132-1133 
M inncap<Tlis-HoneywelI Regulator 
Co.. U36-U37 

Powers Regulator Co., The, 1140 

VALVES, Non -Return 

Illinois Engineering Co,. 1222-1223 
Jenkins Bros., 1237 

WALVF^S, Packle** 

C. A. Dunham Co„ 1212-1216 
F'ulion Sylphon Div.. Robertshaw- 
Fulton Controls Co., 1126-1127 
Henry Valve Co., 1130 
Hoffman Specialty Co,. 1218-1221 
Illinois EngiiKjcring Co.. 1222-1223 
Jas. P. Marsh Corp.. 1232-1233 
Sarco Co.. Inc., 122^M225 

VALVES. Pressure Redudnfl 

(,V«« Regulatinrs, Pressure) 

VALVES. Pump 

Crane Co., 1148*1149 
Trane Co., The. 1000-1001 

VA1,VES. Purge 
Henry Valve Co., 1130 

VALVES, Radiator 
American Radiator & Standard 
Sanitary Corp., 1146-1147 
Barnes 8t Jonea. Inc., 12^8 
Crane Co.. 1148-1149 
C A, Dunham Co., 121SM210 
Fulton Sylphon Div.. RohertMm^ 
Fulton Controls Co,, il20*fH27 
Grinnell Co.. Inc,, 908, 

Hodman, Specialty Co., 1218^1 
Illinoii Eniitteerinf 120*1223 
Jenkfn# Bros*, 1287 
Ja*. P. Mamh Corp,, 
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Sarco Co„ Tnc*. 1224-1225 
Trane Co.. The. 1000-1001 
United States Radiator Corp., 
1150-1157 


Penn Electric Switch Co.. 1139 
Wbite-Rodgera Electric Co., 1144 
York Corp., 963 


Warren Webster & Co.. 1220-1229 

VALVES. Radhitor Orifice 

Barnes & Jones. Inc., 1208 
C. A. Dunham Co., 1212-1216 
Grinnell Co.. Inc,, 988. 1118-1119 
Illinois KnirfTieerinR Co„ 1222-1223 
Sarco Co., Inc., 1224-1225 
Trane Co.. The. 1000-1001 
Warren Webster & Co., 1226-1229 

VALVES, Radiator, Pneumatic 
Oiaphraum 

Johnson Service Co.. 1132-11.33 
Minncaiwlis-HoneyweH Regxilator 
Co., 1136-1137 

Powers Regulator Co.. The, 1140 

VALVES, Reducing 

Bell & Gossett Co.. 1194-1195 
Clark Mfg, Co., 1210-1211 
Crane Co.. 1M8-1149 
C. A. Dunham Co.. 1212-1216 
Gcnetal Controls. 1128-1129 
Hoffman Specialty Co.. 1218-1221 
JJHnois Engineering Co., 1222-1223 
Mueller Steam Specialty Co., Inc., 
1234 

Spence Engineering Co., Inc,, 1141 
Taco Heaters. Inc., 1197 
Taylor Instrument Cos,, 1142 
H. A. Thrush & Co., 1198-1199 


VALVES, Refrijterant Line 

Alco Valve Co., 1122 
Automatic Prtxlucts Co., 1123 
Baker Ice Machine Co., Inc,, 1057 
Detroit Lubricator Co., Div. of 
American Radiator «t Standard 
Sanitary Corp., 1124-U25 
Frick Co.. 1059 
General Controls, 1128-1129 
Henry Valve Co., 1130 
Mueller Brass Co.. 1010-1011 
York Corp., 963 

VALVES, ReH*>f 

Baker Ice Machine Co., Inc,. 1057 
Bell & (;o»sett Co., 1194-1195 
Crane Co., 1148-1149 
Henry V^lvt Co., 11,30 
McDontJcll & Miller. Inc., 1192- 
1193 

Mueller Steam Specialty Co,. Inc., 
1234 

Taco Heaters, Inc,, 1197 
H. A. Thrush & Co.. 1198-1199 
York Corp., 963 


valves, Safety 

General C^^ntrols, 1128-1129 
Henry Valve Co., 1130 
McDonnell & Miller, Inc.. 1192- 
1193 

I>. j, Mumy Mfn. Co.. 996 

valves, StdfUioid 

Alco Valve Co., 1122 
Automatic Products Co.. 1123 
Detroit Lubricator Co., Div, of 
American Radiator &; Standard 
Sanitnry Corp,. 1124-1123 
General Controls, 1128-1129 
Henry Valve Co„ 1 130 
McDonnell 3t Mfiter. Inc.. U92- 
^ M98 

Minneapoliis^Hono’well Reswlator 
Co„ 1136-1137 


VALVES, Stop and Check (See 
Vaitfes, NoH^Keturn) 

VALVES. Tempering 
Crane Co., 1148-1149 
Dole Valve Co*. The. 1236 
Fulton .Sylphon Div., Robertshaw- 
Pulton Controls Co.. 1126-1127 
M inneapoli»-H onevweli Regulator 
Co.. 1136-1137 

Powers Regulator Co., The, 1 140 
Sarco Co., Inc., 1224-1226 

VALVES, Thermostatic 
Alco Valve Co.. 1122 
Automatic Products Co., 1123 
Detroit Lubricator Co.. Div. of 
American Radiator & Standard 
Sanitary Corp., 1124-1125 
C. A, Dunham Co., 1212-1218 
Fulton Sylphon Div.. Robertshaw- 
Fulton Controls Co.. 1126-1127 
Illinois Engineering Co., 1222-1223 
Jas. P, Marsh Corp., 1232-1233 
Minneapolis- Honeywell Regulator 
Co., 1136-1137 

Mueller Steam Specialty Co,, Inc., 
1234 

Powers Regulator Co.. 1140 
Sarco Co.. Inc., 1224-1225 
Spence Engineering Co., Inc., 1141 
Yatnall-Waring Co., 1236 

VALVES, Water Re^ulatink 
Automatic Products Co„ 1123 
Crane Co.. 1148-1149 
Fulton Sylphon Div., Robertshaw- 
FuUon Controls Co.. 1126-1127 
General Controls. 1128-1129 
J,n8. P. Marsh Corp., 1232-1233 
McDonnell & Miller, Inc., 1192- 
1193 

Minneapolis-Honey well Regulator 
Co.. 113(V1I37 

Mueller Steam Specialty Co.. Inc., 
1234 

Penn Electric Switch Co.. 1 139 
Powers Regulator Co.. The, 1140 
Sarco Co.. Inc., 1224-1225 
Spena? Engineering Co„ Inc., 1141 
H. A. Thrush Ik Co.. 1198-1199 

VAPOR HEATING SYSTEMS 

(See Heating Systems, Vapor) 

V-BELT DRIVES 

Allis-Chalmers Mfg. Co., 964-965 
American Coohair Corp., 1064-1065 
Worthington Pump & Machinery 
Corp., 1062 

VENTILATORS, Attic (See Fans, 
Electric, Propeller, Supply and 
Exhaust) 

Air Controls, Inc., Div. of The 
Cleveland Heater Co., 1063 
Air Devices, Inc., 1014, 1096 
Aladdin Heating Corp., 1066 
American Blower Corp., 948-949 
American Coolair Corp., 1064-1065 
Bishop A Babcock Mfg. Co., The, 
(Massachusetts Blower Div.), 
1068 

O, C. Breidert Co.. 1192 
Chelsea Fan Blower Co., Inc., 
1073 

DeBothciat Fans Div., American 
Machine & Metals, Inc., 1073 
C- A, Dunham Co,. 1312-1316 


Numcnli (oitowliilt MiM,u»«<aurer«' N«ra«i r«fw to paftes to 


Tig Electric Ventilating Co., 989. 
1075 

Jaden Mfg, Co„ 990 
Herman Nelson Corp., The, 998-999 
Propeilair, Inc., 1081 
Schwitzer-Cummins Co., 1082 
H. J. Somers. Inc,, 1028-1029 
Torrington Mfg. Co., The, 1084- 
1085 

Trade-Wind Motorfans, Inc., 1083 
United States Air Conditioning 
Corp.. 962 

United States Register Co., 1112 
Utility Appliance Corp., (formerly 
Utility Kan Corp.), 1086 
Westinghouse PTectric Corp., Bo* 
868, Pittsburgh, 1032-1039 
L J. Wing Mfg. Co., 1003-1005 

VENTILATORS, Floor and Wall 

Air Controls. Inc., Div. of The 
Cleveland Heater Co., 1063 
Air Devices, Inc., 1014, 1096 
American Coolair Corp.. 1064-1065 
Barber-Colman Co., 1098 
Chedaea I'an & Blower Co , Inc., 
1072 

DeHothezat Fans Div., American 
Machine & Metals, Inc., 1073 
Hart & Cooley Mfg. Co.. 1102-1103 
Hendrick Mfg. Co., 1104-1105 
llg PTectric Ventilating Co., 989, 
1075 

Independent Register Co., The, 
1107 

Propeilair, Inc., 1074 
Register & Grille Mfg. Co., Inc., 
1109 

Schwitzer-Cummins Co., 1075 
Trade-Wind Motorfans, Inc., 1083 
Tram* Co., The. 1000-1001 
United Stales Register Co., 1112 
Westinghouse Electric Corp., Bo* 
868. Pittsburgh. 1032-1039 
L. J. Wing Mfg. Co., 1003-1005 

VENTILATORS, Mushroom 

Air Devices. Inc., 1092-1093 
Clarage P'an Co., 954 
L. J. Mueller Furnace Co.. 976-977 
Tuttle & Bailey, Inc.. 1104-1105 
L. J, Wing Mfg. Co.. 1003-1005 

VENTILATORS, Roof 

Air Controls, Inc,, Div. of The 
Clev^eland Heater Co., 1063 
Air Devices. Inc., 1092-1093 
Aladdin Heating Corp., 1066 
American Coolair Corp., 1064-1065 
American 3 Way-Luxfer Prism Co., 
1243 

G. C Breidert Co., 1192 
Clielsea Fan & Blower Co., Inc., 
1072 

DcBotherat Fans Div., American 
Machine & Metals, Inc., 1067 
General Blower Co., 1074 
Jig Electric Ventilating Co., 989, 
1075 

Herman Nelson Corp., The, 998-999 
New York Blower Co., The, 1080 
Propeilair, Inc., 1074 
Swartwout Co., The, 1093 
Trade-Wind Motorfans. Inc.. 1083 
Trane Co., The, lOOfFlOOl 
Westinghouse Electric Corp., Box 
868. Pittsburgh, 1032-1039 
L. J. \Ving Mfg. Co.. 1003-1005 

VENTILATORS, Ship 
Air Devices, Inc., 1092-1093 
G. C. Breidert Co„ 1192 
DeBothesat Fans Div., American 
Machine & Metals. Inc.. 1067 
Etablissements Neu, 1106 
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llg Electric VeniUatin® Co*, 989." 
1075 

New York Blower Co.. The, 1080 
Trswle-Wind Motorfans. loc.. 1083 
Westinghouse Electric Corp., Box 
868, Pittsburgh. 1032-1039 
L. J. Wing Mfg. Co.. 1003-1006 

VENTILATORS, Unit 

American Coolair Corp,, 1064-1065 
Bishop & Babcock Mfg. Co., The, 
(Massachusetts Blower Piv.). 
1062 

Chelsea Fan & Blower Co„ Inc., 
1072 

DeBothezat Fans Div., American 
Machine & Metals, Inc., 1067 
Ckineral Blower Co.. 1074 
ilg Electric Ventilating Co,. 989, 
1075 

Herman Nelson Corp., The, 998-999 
John J. Nesbitt, Inc., 995 
New York Blower Co.. The, 1080 
Propellair Div., Robbins Sc Myers, 
Inc., 1081 

Schwitzer-Cummins Co., 1082 
Trade-Wind Motorfana, Inc., 1083 
Trane Co., The. KK)0-1001 
United States Air Conditioning 
Corp., 962 

Westinghouse Electric Corp., Box 
868, Pittsburgh. 1032-1039 
L. J. Wing Mfg, Co.. 1003-1005 

VENTILATORS. Window 

Air Controls, Inc., Div. of The 
Cleveland Heater Co.. 10t)3 
American Coolair Corp.. 1064-1065 
Chelsea Fan & Blower Co., Inc., 
1072 

DeBothezat Fans Div., American 
Machine & Metals, Inc., 1073 
Ilg Electric Ventilating Co., 989, 
1075 

Propellair Div., Robbins & Myers, 
Inc., 1081 

Schwitzer-Cummins Co., 1082 
Trade-Wind Motorfans. Inc., 1083 
United States Air Conditioning 
Corp.. 962 

L. J. Wing Mfg. Co„ 1003-1005 

VIBRATION ABSORBERS (5f« 
Sound Deadening] 

American Brass Co., The, 1008- 
1009 

Armstrong Cork Co, (Building Ma- 
terials Div.), 1250 
Atlantic Metal Hose Co., Inc., 1012 


Chicago Metal Hose Corp.. 1013 
Korfund Co., Inc*, The, 1259 
Mundet Cork Corp*, 1265 

WALLBOARD, Insulating 

Armstrong Cork Co* (Building Ma- 
terials Div.), 1250 
Philip Carey Mfg. Co., The. 1238- 
1239 

Celotex Corp.. The, 1252 
Insulite, 1256-1267 
Johns-ManvUle, 1260-1261 
United States Gypsum Co., 1270- 
1271 

Wood Conversion Co.. 1269 

WARM AIR FURNACES (See 
Furnaces, Warm Air) 

WARM AIR HEATING SYS- 
TEMS iSee Heating Systems, 
Furnace) 

WASHERS, Air {See Air Washers) 

WATER COOLING (See Cooling 
Equipment, Water; Cooling 
Towers) 

Acme Industries. Inc., 1049 
Airtemp Div., Chrysler Corp., 670- 
971 

April Showers Co., 1040 
Bell & (iosaett Co.. 1194-1195 
Cajupbell Heating Co., 968-969 
C!arrier Corp., 952-963 
Condenser Service & Engineering 
Co.. Inc.. 1053 
Fedders-Quigan Corp.. 987 
Foster Wlieeter Corp., 1041 
General Electric Co. (Bloomfield. 

N. J.). 956-957 
Kennard Corp.. 991 
Marley Co., Inc., 1042 
Mario Coil Co.. 1060 
Monarch Mfg. Works, Inc., 1048 
D. J, Murray Mfg. Co.. 996 
Niagara Blower Co., 959 
J. F. Pritchard & Co., 1043 
Refrigerating Machinery Co., 1044 
Refrigeration Economics Co*. Inc., 
1002 

Trane Co.. The. 1000-1001 
Water Cooling Equipment Co., 
1045 

W'estinghouse Electric Corp., Box 
868, Pittsburgh, 1032-1039 
Worthington Pump & Machinery 
Corp.. 1062 

Yarnall-Warlng Co., 1235 


York Corp., 963 
Young Radiator Co., 1006 

WATER COOLING TOWERS 

(See Cooling Towers, Water) 

WATER FEEDERS {See Feeders, 
Boiler WcUer) 

WATER HEATERS {See if eaters. 
Hot Water Service) 

WATER MIXERS, Thermo- 
static (JS>rr Falt/<rs, Tempering) 
Dole Valve Co., The. 1236 
Fulton Sylphon Div., Robertshaw- 
Fulton Controls Co., 1126-1127 
PowT'rs Regulator Co., The, 1140 
Sarco Co., Inc., 1224-1225 

WATER TREATMENT 
Research Products Corp., 1030 
Vinco Co., Inc., The, 1190-1191 

WELDING FITTINGS {See Fit- 
tings. Welding) 

WELDING ROD 

Ailis-Chalmers Mfg. Co.. 964-965 
Mueller Braiw Co., lOlO-lOll 
Revere Copper & Brass. Inc., 1007 

WHEELS, Blower 

Air Controls, Inc*, l>iv. of The 
Cleveland Heater Co., 1063 
Aladdin Heating Corp., 1066 
hiiTdtta Co.. 1070 

Champion Blower & Forge Co., 
1071 

Clarage Fan Co., 964 
Hastings Air (Conditioning Co., 
Inc., 958 

laden Mfg. Co., 990 
Lau Blower Co.. The. 1078 
Morrison Products, Inc., 1079 
Schwitzer-Curotnlns Co.. 1082 
Torrlngton Mfg. Co.. The. 1084- 
1085 

United States Air Conditioning 
Corp., 962 

Utility Appliance Corp* (formerly 
Utility Fan Con).). 1086 
W’^estinghouse Electric Corp., Box 
868, httsburgh, 1032-1039 

WHEELS, Spray (See Spray 
Equipment) 
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On pages 947-1278 will be found ihe Catalog 
Dale of 230 manufaelurers whose produels are 
described and illustrated. 

For the convenience of the user of THE CiiCIDE 
1948 thert^ are eight main <li visions: 

Air CoiHlitioniii^ 917-1006 

Air f'onditioiiin^ and Heatiti|f Pipiiiju;. .1007-101*1 

Air Sy8t€‘iii Kqnipim'^nt 1011-1115 

Bends, ("oils. Fit .1116-1121 

Controls and Instriiinents 1122-1114 

Heating Systems 1 115-1257 

Insulation.. 1258-1271 

Publications . 1272-1278 

On pages 915-944, uinler each of the index 
headings — Air Cleaning Equipment, Fans, Hu- 
midifiers, Ventilators, etc., will be found a list 
of manufacturers of any desired products, fully 
cross-indexed, and the page numbers in the 
Catalog Data Section where the products are 
described. 

By reference to these indices, the manufacturers 
names and the page numbers, any item of 
equipment or materials, and the producers 
address, may be located quickly. 



Air Conditioning 


Central 

Systtfms 


Air & Refrigeration Corporation 

475 Fifth Avenue, New York 17, N. Y. 

Atlanta, Ga. Detroit, Mich. 




ICAPILLARYI 


Air Conditioning, Humidifying, Dehumidifying, Cooling, 
Scrubbing, Air Washing and Purification Apparatus 


Air Sc Refrigeration Corporation sj>ecializes in the design and manufacture of 
industrial and comfort -conditioning apparatus where maintenance of suitable humidity 
and temperature within closely controllable limits is essential. This specialization is 
based on technical knowledge and ingenuity born of extensiv^e experience in the solution 
of the more difticult problems of air conditioning. A complete line of air conditioning 
equipment is available to contractors and owners for all phases of humidify ing, de- 
humidifying, cooling and washing. 


(Capillary Air Washers provide a su[Xjrior t\ |x? 
hiimidif> ing, dehumidifying, air washing, cleaning 
and C(X)ling unit for central station apparatus, f'or 
most purtxjses the Caf)illary Washer recpiires ^3 the 
volume of water at ^3 the pressure used by conven- 
tional spray equipment. I hey are available with 
factory insulated casings and tank for central station 
ap[)lications. For complete data, see Bulletin G-S. 

Capillary Unit Conditions arc factory insulated 
and assembled, ready for use. Ihey include fan, 
motor, drive, heating coil>, Capillar\' Cells with 
suitable sprays, spra> pump and mixing danqxTs. 
Units are designed for floor mounting or for ceiling 
suspension, and can be arrangeil for the reception of 
cooling coils, if required. Complete description and 
engineering data will he found in Bulletin G-3. 

Spray Type Air Washers for washing, humidi- 
fying and dehumidifying air are all basically the 
same. A <& R Spra>’ \Vashers include spt*cial features 
of design developc‘d to insure more efticient and 
dependable operation, lower maintenance costs, 
and, in many cases, lower installation costs. Such 
features relate especially to elinnnators, collming 
tanks, flooded baffles, nozzle arrangement, etc. 
Spray W'ashers can l>e supplied with factory insu- 
lated casings and tank for central stations appli- 
cations. For details, see Bulletin A W-1. 

Sprayed Coil Dehumidifiers for year-round 
treatment of air are complete with heating coils, 
sprays, circulating pump and glass mat eliminators. 
Spray^ coil dehumidiflers are factory insulated and 
complete, ready for assembly in the field. Special 
features in design insure continuous w^ashin^ and 
cleaning of finned surfaces and easy accessibility to 
all parts. For engineering information and detailed 
description, see Bulletin SC-1. 

A & R Insulated Panels consist of insulation 
betw^een metal sheet on one side and hard fiber board 
on the other, the three laminated and cemented 
together under pressure. This unique panel design 
includes the structural frame to form units which 
require only bolting together to make enclosures of 
any requir^ shape for plenum chambers and many 
other purposes. Panels are available in widths from 
3 in. to 48 in., and in lengths to 12 ft. Their use 
insures tremendous economies in field labor. For 
details, see Bulletin P-L 

Submit design and capacity for special recommenda- 
tions; write for catalog and engineering data. 
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Factory Insulated Class 1 Capillary Air 
— Capacity 33, (XX) cfm. 



Factory Insulated Size 43^4 Capillary 
Unit Conditioner — Capacity W,000 cfm. 



Factory Insulated Prewasher for Lint 
Removal — Capacity li,(XX> cfm. 



Factory Insulaied Plenum Chamber — 
Size t$ft Long, le ft Wide x Wi ft High. 



An Conditioning 


Central 

Systems 


i American Blower Corporation 

Detroit 32, Michigan 

CANADIAN SIROCCO COMPANY, LTD. 

310 Ellis Street, Windsor, Ontario 
Branch Offices in Principal Cities 

Division of A MERICAN R aDIATOR Si c^taiidavd CORPORATION 


AIR CONDITIONING — HUMIDIFYING — DEHUMIDIFYING — COOLING 
— VENTILATING — HEATING — VAPOR-ABSORPTION — DRYING — AIR 
WASHING AND PURIFICATION — EXHAUSTING EQUIPMENT AND 
MECHANICAL DRAFT APPARATUS 



Double Inlet “ABC” Multi- 
blade Fan — above, is a heavy 
duty ventilating fan. The wheel 
has narrow, fon^ard pitched 
blades. Low tip speeds assure 
quiet operation. Request Bul- 
letin A-801. Bulletin .^-603 
describes backwardlv inclined, 
non-overloading HS iFan. 



Amerkan Blower Air Washer 

— ^above, cleans, purifies and 
freshens air, removes dust, odors 
and bacteria, cools if desir^ and 
provides an effective method of 
controlling humidity. Bulletin 
3628. 


Heating and 
Cooling Coils- 
above, Ameri- 
can Blower heat- 
ing and cooling 
CQils offer a num- 
ber of improve- 
ments in design 
and construc- 
tion. Available 
in a complete 
range of sizes 
and types, in- 
cluding: 



Bulletin B-1218 


Type S tteami colU 
Type D double tube colls 
Type U return blend coll* 
.Type B booster colls 


i Type W water coll* 

Type C cJeanable water colls 
Type X direct expansion colls 
Bulletin B-13I8 Type H heavy duty colls 


“ABC” Utility Sets 

— complete packaged 
units, direct connected 
or V-Belt short coupled 
drive for duct applica- 
tions. Sizes for wide 
variety of ventilating 
problems. Quiet, com- 
pact. Bulletin 2814. 




Capilla^ Air Washers — ^above, for high efficiency 
in cleanin|^ humidification, cooling and dehumidi* 
ficat^ of air. Air is forced at low resistance 
through long, irregular passam of small sire formed 
by a large amount of thoroughly wetted glass surface. 
Write for Bulletin 3723. 
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TYPES OF AMERICAN BLOWER CORPORATION 
AIR HANDLING AND CONDITIONING EQUIPMENT 

All tyjjes of air handling and air conditioning equipment for industrial applications, 
process work, drying, cooling; also equipment for stores, offices, shops, public buildings, 
power plants, etc., and attic and kitchen ventilation for homes. 



“ABC'' Vertical Unit Heaters — for ceil- 
ing applications, give an even, wide floor 
area distribution of heat. For either steam 
or hot water heating systems. Variable 
speed, 2-speed and constant speed models. 
Write for Bulletin 6417. 



Venturafin Unit Heaters — for many 
general purpose heating jobs. Wall or 
ceiling mounted. Streamline construction, 
rugged heating elements. Steam or hot 
water. Request Bulletin 6317, 



Air Conditioning Central System^ 
provide an effective way of cooling, 
heatinp;, humidifying, dehumidifying and 
punfying air in alt cTasaea of business and 
public buildings where a duct system is 
desirable. Write for special data* 



Heating and Ventilating Units — with 
air filters and Aileron control. Ideal 
wherever attractive, quiet and economical 
heating and ventilating units are required. 
Wall, floor or ceiling mounting. Offer 
great flexibility of design and arrange- 
ment to meet specific needs. Bulletin 
6017. 



American Blower Air Conditioning 
Units — Type A for all normal unitary 
type commercial and industrial appli- 
cations. Cooling, heating, humidifying. 
Capacities 1000 cfm — 13,600 cfm. Type 
S for commercial and industrial appli- 
cations desiriiw washed air or high relative 
humidities. Qipacities 1000 cfm — 13,600 
cfm. Type M, large capacity for central 
system installation with separately mount- 
ed fan. Cooling, dehumidification, heat- 
ing, humidifying. Capacities 1000 cfm — 
41,000 ^m. Bulletin 6627. 
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; ' 93 Worth St. 

New York, N. Y. 

703 Embree 
Creacent 

Westfield, N. J. ^ 

553 S. Fl&ueroa St. 
Los Angeles, Calif. 


The Bahnson Company 

Winston-Salem, N. C. 

AiW CONOITIONIN t M 6 1 N E E R s” 


886 Drewry St. 
Atlanta, Ga. 

43 Virginia Apts. 
Greenville, S. C. 

1001 S. Marshall St. 
Winston-Salem , 
N. C. 


HUMJDUCT 

AIR CONDITIONING SYSTEM 



The Bahnson Humiduct is a unit system of air conditioning for humidifying, venti- 
lating, evaporative or refrigerative cooling, heating, filtering, electrostatic air cleaning, 
and dehumidifying, in any desired combination. Through the application of delivering 
saturated air plus entrained moisture, wherein part of the evaporation may take place 
in the room, supplementary evaporation is not required with the Humiduct. The use 
of this principle allows a more accurate control of humidity with a lower volume of air 
than is required with saturated air types of systems. 


BAHNSON CENTRAL STATION AIR CONDITIONING 

Air washers and other components for evaporative cooling or refrigerative cooling 
systems are designed, manufactured, and installed by Bahnson for applications requiring 
central station air conditioning. Conventional air washers of single or double bank 
sprays and the Bahnson Centrispray which utilizes the principle of centrifugal atomiza- 
tion of water are manufactured in required sizes. 
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Bahnson Central 
Station with 
Refrigeration 
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AIM CONOITIONtN E N Q l ^ E E R T 



The Bahnson Air Vitalizer air conditioning system employs a dry duct unit dis- 
tribution system combined with the Bahnson Centrifugal Humidifier or the Bahnson 
Economizer Atomizer to 
obtain evaporation. Ven- 
tilation, humidification, 
evaporative cooling, heat- 
ing and air filtering are 
combined with the flexi- 
bility of the Air Vitalizer 
system to permit any air 
handling or evaporative 
capacity. Positive circu- 
lation affords even distri- 
bution with additional 
sensible Cooling. 


CENTRIFUGAL HUMIDIFIER 


The Bahnson Centrifugal 
Humidifier is a completely 
self-contained unit humidifier 
requiring only water supply, 
drain, and electrical connec- 
tion for installation. Evapo- 
rative capacity ranges up to 
12 gal of water per hour 
dependent upon the size of 
the Humidifier and conditions 
under which it must operate. 
The Centrifugal Humidifier 
may be equipped with the 
Type J individual humidity 
control, or the highly sensi- 
tive Bahnson Master B con- 
trol may be used to actuate 
an electric motor valve on 
the feed w^ater line to a group 
of humidifiers. 



Type H with J Control 


1. A t o m ize 8 
water into a 
fine mist. 

2. Diffuses the 
mist with 
room air 
until ab- 
sorbed. 

3. Distributes 
the humidi- 
ficNl air uni- 
formly. 

4. Automati- 
cally con- 
trols evapo- 
ration for 
constant 
relative hu- 
midity. 



Type ESC 
Pat. Pending 


PcB^^lnr ATOMIZER 

The Type ESC Bahnson Economizer is a pneu- 
matic Atomizer emploj ing air and water under pres- 
sure to produce a fine spray for humidification pur- 
poses. The IVpe ESC Atomizer is very simple in 
construction and dependable in operation. It in- 
cludes a self-cleaning pin operating in conjunction 
with the water pressure to remove any dirt from the 
water line. The capacity of this Atomizer may be 
adjusted for amount of evaporation and quality of 
spray by regulating the pressure of the air and water 
supplvdng the unit. When operating at from 20 lb 
to 25 lb air pressure, the unit uses as little as one-half 
the amount of compressed air required for aspirating 
type Atomizers for comparable spray quality and 
evaporative capacity. 
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Carrier Corporation • Syracuse 1 , N. Y. 


MARINE DIVISION: 
405 Lexington Ave. 
New York 17, N. Y. 



INTERNATIONAL 

DIVISION: 

122 East 42nd St. 
New York 17, N. Y. 


Offices and Dealers in principal cities — refer to your telephone directory. 


AIR CONDITIONING 


Room Air Conditioners — compact units in 
attractive cabinets; two sizes in window tjpe 
models and two sizes in floor or console models. 
Built to provide summer comfort air condition- 
ing, year round ventilation and air circulation 
for individual rooms, private offices and other 
similar small enclosures. 

Self-Contained Air Conditioners — com- 
pletely enclosed in neat cabinets, these units 
provide summer comfort for residences, retail 
shops, general offices, beauty siilons, and other 
commercial spaces of medium size. 

Assembled Air Conditioners — fully en- 
closed, compact units designed for installation 
outside the space to be air conditioned, and 
using ducts to distribute the air. Ideal for 
year round air conditioning of laboratories, 
offices, stores, and similar interiors. 

Unitary and Central Station Air Con- 
ditioners — for groups of rooms such as offices 
and laboratories, and for large spaces such as 
stores, factories, theaters, industrial plants, 
and other interiors requiring year round air 
conditioning. Units available in floor or sus- 
pension models. Supplemented by refrigeration 
where cooling and dehumidifying is required. 

“Weathermaster” Systems — for air con- 
ditioning of multi-story, multi-room buildings 
such as apartments, hospitals, hotels and office 
buildings. System consists of room units in 
decorative cabinets or for furring in under 
windows, each with individual control of tem- 
perature, and a central station apparatus. In 
one system the air is distributed through con- 
duits requiring but little space — practical for 
new' or old buildings. A special development of 
Carrier Corporation. 

Blast Freezers and Cold Diffusers — for 
food freezing and storage, meat poking opera- 
tions, and other industries reauiring low tem- 
peratures. Units are available in suspension 
or floor models and can be used witnin the 
space to be refrigerated or remotely located 
and connected by ducts. 

Write fm descriptive literature on any of 
the above equipment 
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REFRIGERATION 


Centrifugal Refrigerating Machine — for 

large comfort and industrial air conditioning 
applications and for cooling processes down 
to below —100 F. These efficient machines 
operate with any standard drive, are simple in 
operation and require little maintenance. Uses 
safe refrigerant. Available in capacities from 
100 to 1200 tons cooling 

Reciprocating Refrigerating Machines— 

to provide refrigeration for industrial and com- 
fort air conditioning of moderate size and for 
process cooling. These new 5 Series machines 
are available in direct connected or belt drive, 
water or evaporative cooled types and are job- 
assembled to give widest variety of capacities. 
Sizes from 5 to 100 hp. 

Commercial Refrigerating Machines — 

for storage refrigerators, display cases, milk 
coolers, ice makers, farm and home food freez- 
ers in a wide range of capacities and tempera- 
tures. Units use “Freon” or Methyl Chlor- 
ide refrigerants and are complete with com- 
pressor, drive, air or water cooled condenser, 
and controls mounted on a one-piece base. 

Evaporative Condensers — for condensing 
refrigerants and cooling liquids by a process of 
blowing air over wetted coils. The evaporation 
of the water from the surface of the coils 
removes a maximum amount of heat with a 
minimum of water consumption. Can be used 
in place of a cooling tower. Afford savings wher- 
ever water costs are high. Mav be placed out- 
doors without protection. Capacities range 
from 6 to 75 tons condensing. 




INDUSTRIAL HEATING 


Unit Heaters — for commercial and indus- 
trial heating uses. Available in two suspended 
types: one horizontal discharge model for 
small space heating and one vertical 4- way 
dischar^ model for larger areas. Both models 
have adjustable louvres for directional control. 
Units consist of propellor type fan, coils for 
steam or hot water, and drive, all neatly 
encased. Available with manual or thermo- 
static controls. Capacities range from 15,600 
to 50^,000 Btu per hour at 2 lb steam pressure. 

Heat Diffusing Units — for commercial and 
industrial buildings. Suspended or ffoor models 
with centrifugal type fan, coils for steam or 
hot water, and selective air distribution, all 
factory assembled for easy installation. Capa- 
cities arc from 115,000 to 1,570,000 Btu per 
hour at 2 lb steam pressure. 

Write for deecriptipe iiterature on any of 
the abope equipment* 
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Glarage Fan Company 

Kalamazoo, Michigan 


AppMcation Engineering Offices 



In Principal American Cities 


(Consult Telephone Directory) 

Glarage Air-Handling and Conditioning Equipment 



Fans for ventilating and air 
■conditioning. Capacities; 
200 to 200,000 cfm. 



Fans for warm air furnaces, oil 
burners, stokers, etc. 200 to 
9000 cfm. 


Fans • Blowers • Air Washers 
Air Conditioning Systems and 
Units • Unit Heaters & Coolers 

For over thirty-five years Clarage has been a lead- 
ing manufacturer of equipment for ventilating, heating, 
cooling, drying, air cleaning, humidifying, dehumidi- 
fying, complete air conditioning, exhausting, pneumatic 
conveying and mechanical draft. Clarage equipment is 
designed to meet all types of industrial, commercial, 
public building and power plant requirements. What- 
ever your air-handling or conditioning probhmi, Clarage 
is an excellent source of suppl>'. 


We build many 
other types of 
fans and allied 
equipment. Write 
fora Clarage 
catalog covering 
our complete line. 



Unit Heaters for factories, 
stores, offices, etc. — floor and 
suspended type units. Offered 
in 19 standard sizes. 


Fans for exhaust systems, pressure 
blowing, etc. 100 to 50,000 cfm.; built 
for a wide 
range of pres- 
sures. 


Air Condition- 
ing central sys- 
tems and units 
to solve any 
temperature 
and humidity 
control prob- 
lem.^ 
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GENERAL REFRIGERATION 


DIVISION 


YATES-AMERIC AN MACHINE CO., 


it, Wisconsin 



LI PM AN FOR REFRIGERATION 

^’ou can choose from a wide range of LI PM AN 
automatic refrigeration units -J 4 thru 40-hp 
capacity- air or water-cooled with ammonia, 
freon or methyl chloride refrigerant. Lvery unit 
is backed b> more than a ipiarter century of 
J. 1PM AN service in ever>' field of commerci<d 
refrigeration— your guarantee of dependable, 
economical performance. 



MifPEL l'ir,0!f WATER COOLED 
FREOX—IL CON DES SING UNIT 
A compact, selCcontained lo-hp Freon-1 d 
(OHiiensing nntl. 


GENERAL REFRIGERATION FOR AIR CONDITIONING 



During its thirty years in the field, General 
Refrigeration has developed an outstanding line 
of air conditioning equipment, with a size and 
type for ever>' requirement in theaters, hotels, 
factories, offices, shops, laboratories, etc. 


MODEL DUCT-TYPE 

SELF-CONTAINED AIK CONDITIONER 

Equipped with 10-hp condensing unit. Requires 
relatively small operating charge of refrigerant. 


Let experienced GK-LIPMAN engineers study }Our refrigeration or air conditioning 
needs and recommend the correct unit for the job. No obligation. Write General 
Refrigeration Division, Yates- American Machine Company, Beloit, Wis., for descriptive 
literature and nearest distributor. 
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GENERAL M ELECTRIC 


AIR CONDITIONING DEPARTMENT 

BLOOMFIELD NEW JERSEY 


DISTRICT AND LOCAL OFFICES 


ATLANTA 3. GFCORGIA 
319 Red Rock Budding 

BOSTON 15. MASS. 
700 Commonwealth Ave. 

CHICAGO 54, ILL. 
The Merchandise Mart, 
Room 1127 

CINCINNATI 2, OHIO 
617 Vine St.. Room 1328 

CLEVELAND 14. OHIO 
925 Euclid Ave., Room 524 

DALLAS 2. TEXA.S 
1801 North Lamar Street 


DETROIT 2. MICH. 

700 Antoinette St. 

KANSAS CITY G. KANSAS 
Suite 2510, 106 West 14th St. 

LOS ANGELES 54. CALIF. 
212 North Vignes St. 

MINNEAPOLIS 2. MINN. 

12 South 6th St. 

NEW YORK 22. NEW YORK 
.570 Lexington Ave. 

PHILADELPHIA 22. P.\. 
1405 Locust St. 


PITTS BL'RG 22. PA, 

535 Srnithfield St. 

PORTLAND 7. OREGON 
P. O. Box (K)9 

ST. LOUIS. MIS.SOURl 
Room 485 Arcade Building 

SALT LAKl*: ('ITY 9. UT.MI 
200 South Main St. 

SAN FRANC' ISCO (\. CALIF. 
235 Montgonierj- St. 

W.VSHI.NC'rTON 5. I). ( . 
806 loth .Street. \ W 



G-E AUTOMATIC HEATING EQUIPMENT 
A COMPLETE LINE 

G-E OIL-FIRED BOILER. Available in 7 sizes, from 
75,000 to 450,000 Btu. Shipped with controls and jacket 
dismounted, to permit easy handling of the boiler. As- 
sembly and installation on the site is a quick, simple job. 
Listed by Underwriters’ laboratories. 

G-E CONVERSION OIL BURNER. Attachment 
type. Comes in 2 sizes, 3 capacities (1 to 3 gal) with an 
input Btu range from 141,000 to 423,000 Btu. Listed by 
Underwriters’ laboratories. 

G-E WARM AIR OIL FURNACE. Small, packaged 
units, easily and economically installed. IVo sizes, 60,000 
and 85,000 Btu. Listed by Underwriters’ Laboratories for 
2 in. clearance on both sides and back. 



G-E GAS-FIRED BOILER. Comes in 8 sizes, wdth Btu output ranging from 76,800 
to 345,600. A, G, A, approved, Underwriters’ Laboratory listed. 


G-E GAS-FIRED WARM AIR FURNACE. Compact, packaged, easih* and 
economically installed units in 5 sizes. Btu outputs ranging from 48,000 to 168,000. 
Listed by Underwriters’ Laboratories for 2 in. clearance on both sides and back. 
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PACKAGED 

AIR CONDITIONING EQUIPMENT 

G-E SELF-CONTAINED AIR CONDITIONERS to provide 
air conditioning directly in the space or remotely installed with 
simple ductwork, for stores, beauty shops, restaurants, large offices, 
office suites, or apartments. All parts accessible for service through 
easily removable front and side panels. Two new attractively styled 
models available, with 3-hp and 5-hp compressor motors, re- 
spectively. 

WATER COOLERS 

G-E WATER COOLERS bottle type —designed to hold either 3 or 5 gallon water 
bottles and to cool 2.5 gal j^er hour, A.S.R.E. standard capacity rating. Extensively 
used in offices and small shops. G-E PRESSURE FUd^BLF'R WATER COOLERS — 
FOOT PED.\L OPERA TED -range in cooling capacity from 5.3 to 20.5 gph, A.S,R,E. 
standard capacity' ratings. Wide variety of applications. 

CENTRAL PLANT AIR CONDITIONING 
AND REFRIGERATION EQUIPMENT 

REFRIGERATING CONDENSING 
UNITS 1 /6 to 125-hp— A complete line of 
reciprocating type condensing units for use 
with “Freon” refrigerants. Air-cooled models 
available from 1/6-hp to 3-hp. Water cooled 
models available from 1 /'2-hp to 125-hp. 
Motor-compressor units for use with evapora- 
tive condensers or cooling towers available 
from 3-hp to 125-hp. 

UN IT COOLERS --G- F: ‘ ‘ Cond i t ionei i 
.\ir” Unit Coolers can be applied to provide 
the essential, balanced combination of proper 
high humidity, gentle positive air circula- 
tion, and the correct temperature to maintain the quality, appearance, and weight of 
perishable foods. 

CENTRAL PLANT AIR CONDITIONERS — for summer, winter, or year round air 
conditioning, lixtra large, dynamically balanced multi vane fans spring mounted for 
smooth operation. Panels on both sides, front, and top are easily removable. Practically 
all parts can be removed or serviced without disturbing frame or putting stresses on other 
parts. 

Air cleaning by removable spun glass filters. Humidification actuated by drip screen 
humidifiers. 

In sizes from 2.82 to 33.0 tons of refrigeration. Units are compact, thoroughly insu- 
lated internally, and finished in attractive gray so that they need not be concealed. No 
field fabrication is necessary. 

FINNED HEAT TRANSFER SURFACE-G-E Electro-Thermal process causes 
intimate Thermal Bond, providing metal-to-metal contact (aided by generously propor- 
tioned die-punched collars themselves) for high efficiency. 

Assembled in different tube sheets and headers to provide coils for wide variety, of 
heating, cooling, or freezing applications. Designed for multiple mountings in housings 
or ducts, these coil assemblies can be bolted together to form unbroken surface. Single 
coils available in finned lengths to 12 ft, face areas up to 29.25 sq ft. 

Coil assemblies equipped with truly cleanable “Freon” distributor of simple design. 
Any manufacturer’s expansion valve can be used, or G. E. will select valve for application. 
Colls supplied with fin spacing 3, 4, 6, or 9 fins per inch. 

COMPLETE AIR CONDITIONING SYSTEMS— Multiple unit systems for the air 
conditioning of hotels, office buildings, apartment houses, and hospitals. Attractive, 
comj^ct room units make possible personal control of conditions in individual rooms. 
Refrigeration in central plant furnished by reciprocating type condensing units or centri- 
fugal refrigeration units as requirements dictate. 
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f' Hastings Air Conditioning Co., Inc. 

Hastings, Nebr. 

Manufacturers of 

Air Conditioners. 

Unit Heaters. 

Utility and Package Blowers. 

Dealers and Representatives in Principal Cities 


0 

□ 
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A Complete Line of Highly Specialized Air Conditioners 
For DX, Cold City Water, Chilled or Well Water Operation. 

All equipment may be used for combination cooling and heating. 

Water coils are six rows deep and DX coils four rows deep. Developed and 
designed for utmost efficiency. Constructed of copper tubing expanded and 
metallically bonded to pure copper fins. 

FLOWMETERS (to visually control flow) are standard on all water equipment. 
FLOOR MODELS 


Floormasters - - llnusual design and 
special features permit maximum installa- 
tion possibilities with excellent results. 

Cooling Capacity — 

Water coils, 3 to 6 tons. 
DX coils, 5 tons. 

Air Delivery — 2240 cfm. 
Motor — N hp Filters — 
three 10x25. Dimen- 
sions- Ht. 93 in., Width 
48 in., Depth 25 in. 
Royal — P'or offices, 
homes, hospitals, etc. 
Cooling Capacity — 
Water, 1 to 2 tons, 
hp 590 cfm Filter 16x25. 
Dimen. Ht. 40in., Wd.28in., Depth 203 ^ 2 in. 
CENTRAL PLANTS 

Sectional con- 
struction for ease 
of handling. Mo- 
tors inside mount- 
ed to provide very 
neat appearing 
compact units. 


SPECIFICATIONS 


Snee 

CFM 

Motor 

Hp 

Filters 


CP 30 

3.000 

1 

5 

kRvi 

CP 40 

4.000 

I 

8 

6-12 

CP 60 

6.000 i 

2 

to 

9-18 

CP 80 

8.000 

3 

12 

12-24 

CPI20 1 

12.000 

5 

20 

18-36 


STEAM UNIT HEATERS 
Centrifugal Type for ex- 
treme quietness and 
efficiency. 

Steam pressure — 
to 150 lbs per sq in. 

Finish — Brown 
wrinkle enamel and 
stainless steel louvers. 


GENERAL UTILITY MODELS 
Master — Singly or in multiple are 
suitable for any business or space size. 
Large jobs handled without tluct work by 
proper location of units. 



Cooling Capacity — 

Water coils, 3 to 0 tons. 

DX coils, 5 tons. 

.\ir Deliver}' -2,240 cfm. 

Motor ““Lj or ?4 hp. Filters -four 16x23. 
Dimen. Ht. 29 in., Wd. 49 in., Depth 50 in. 

Majestic— Similar to Master except size. 
Cooling Capacit} — Water 1 1 2 to 3 tons. 

hp 1120 cfm Two 16x25 fdters. Dimen- 
sions — Ht. 26 in., Wd. 28 in.. Depth 40 in. 


GAS UNIT HEATERS 



These CENTRIFUGAL gas unit heaters 
present many fine and unusual features. 

Squirrel-cage blowers provide SILENT 
operation and permit air delivery thru 
duct systems up to in. S. P. 

Stainless steel ribbon burners result in 
quiet efficient combustion. 

Dual directional, . individually adjust- 
able stainless steel louvers permit com- 
plete control of air delivery. 





Write for Catalogs, Literature, or Information 
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Niagara Blower Company 

General Sales Office: 405 Lexington Ave. New York 17, N. Y. 

Chicago-S: 37 W. Van Buren St. Buffalo-?; 673 Ontario St. Seattle-4: Fourth and Cherry Bldg. 
District Engineers in Principal Cities 

Over SO Years' Experience in Industrial Air Conditionings Liquid Cooling and Air Drying 


NIAGARA AERO HEAT EXCHANGER 

For cooling industrial liquids, water, oils, solutions, chemicals, compressed air and gases, 
with Niagara “Balanced Wet-Bulb“ temperature control to improve efficiency and ob- 
tain precise results. Patented (U. S. Nos, 2,296,946 and R. 1. 22,553). Ask for Bulletin 96. 

NIAGARA AIR CONDITIONING SYSTEMS 

For human comfort and for all industrial applications requiring controlled conditions of 
temperature, relative humidity, air purity and air movement. 

NIAGARA AIR CONDITIONER. TYPE A 

High precision apparatus using saturation to obtain control of R. H. to 
1 per cent for laboratory work and control of hygroscopic materials. 

Ask for Bulletin 58. 

NIAGARA AIR CONDITIONER, TYPE C 

A year around air conditioning unit providing heating and humidifying 
or dehumidifying. Ask for Bulletin 80. 

NIAGARA FAN COOLER AND DISK FAN COOLER 

For comfort cooling, process cooling, low temperature storage for dairies, 
fruits, meats, food products, fur storage vaults, etc. Bulletin 72. 

NIAGARA SPRAY COOLER 

For all cooling applications requiring high humidity or high capacity 
in small space. Ask for Bulletin 72. 

NIAGARA “NO FROST” SYSTEM 
Using Niagara “No Frost“ Liquid in spray coolers, prevents frosting 
of cooling coils, automatically keeps spray solution at proper concen- 
tration, gives freedom from brine troubles, corrosion. Constant, efficient Niagara *'No 
operation. Temperature to —100° F. Ask for Bulletins 83 and 95. Frost'* Coder 



NIAGARA AEROPASS CONDENSER (Illustrated) 

Saves power and water cost utilizing atmospheric air to remove heat of condensation. 
Patented Duo- Pass prevents scaling, saves power. “01 LOUT” positively removes oil 
and dirt from refrigerant lines, assuring always full capacity. Ask for Bulletins 91 and 103. 

NIAGARA “DUAL” COOLERS 

Simultaneously cools a room and furnishes chilled water as a refrigerant. Saves equip- 
ment cost, operating expense. Patented. Ask for Bulletin 70. 


NIAGARA INDUSTRIAL LIQUID COOLER 

Furnishes refrigerated water or aqueous solution in any 
quantity up to 220 gpm. Positive control of temperature 
regardless of load variation. Delivers “sweet” water at 
33^ F without danger of freezing damage. Ask for Bulletin 
100 . 


NIAGARA FAN HEATERS 

For heating and ventilating large areas. Units of the high- 
est quality in engineering, material and workmanship. Ask 
for Bulletin 73. 

NIAGARA MOTOR BLOWERS 

One, two and three*fan units. High and low static pressure 
models. Ask for Bulletin 89. 



Niagara AtroPass Condenser 
with **Oilouf** 
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Parks-Cramer Company 

Fitchburg, Mass. Charlotte, N. C. 

CERTIFIED CLIMATE 

Complete Air Conditioning Systems including Heating, 

Cooling, Humidifying or De- humidifying. Air Changing, 
Refrigeration, Air Filtering, Air Washing 

AUTOMATIC REGULATION 

Merrill Process System of Hot Oil Circulation for Heating Industrial Materials 
Jacketed Cocks, Fittings and Jacketed Piping 



Central Station 



Turbomaiic Humidifier 



Psychrostad 


Central Station Air Conditioning 

A complete system of conditioning air, with positive 
circulation and controlled ventilation. One or more air 
washer and fan units. High humidifying and eva|X)ra- 
tive cooling capacity. Heating, filtering, and refrig- 
erated cooling optional. Ducts with adjustable outlets 
distribute conditioned air uniformly. Slight air pres- 
sure also improves uniformitv. No free moisture in 
room. Centralized maintenance. 

Air Washer or Central Station Units. 

Nozzles for Central Station Air Washers. 


Turbomatlc Humidifier 

Efificient humidifier of the atomizer tvpe. For direct 
humidification, as humidity boosters for Central Station 
systems of all makes. Self-cleaning, both air and water 
ports. Streamlined to prevent lint and dirt accumu- 
lation. 

Parks Automatic Airchanger (not illustrated) 

A patented system of forced air change used with a 
direct humidifying system. Insures fixed humidity and 
maximum evaporative coolkig by controlling amount of 
air change and operation^dl humidifiers by a psychro- 
metric humidity regulat^^ Designed for either com- 
plete new installations kft for supplementing existing 
direct humidifying equipment. 

Automatic Regulation 

The Psychrostat for accuracy, durability, sensitivity. 
Employs the principle of the Slin^ Psychrometer, used 
in ail U. S. Weather Bureau Stations. Hygrostat (not 
illustrated) where requirements are not so exacting. 
An Air Conditioning System is no better than its 
Regulation. 


The Pettifogger 

A compact humidifier for offices, stores, storerooms, 
^ laboratories, or other isolated departments. Self- 

] contained in lacquered copper casing. Permanently 

though flexibly connected to water and electrical 
supplies. Automatic t:ontrol. Adjustable capacity. 
^ Neutralizes drying effect of heating. 

P$lHfogger 
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Air Conditioning 


Central and 
Unit Syateme 


Pittsburgh Lectrodryer Corporation 

Foot of 32nd St. Pittsburgh, Penna. 



Large Lectrodryer handling the make-up air for the 
altitude wind tunnel, National Advisory Committee for 
Aeronautics, Aircraft Engine Research Laborator>’, 
Cleveland, Ohio, 



Lectrodryers are widely used for maintaining lowered relative humidities, using the 
activated alumina system of adsorbing water vapor from air. They are available in 
many standard sizes handling flows from 100 cfh up to 15,000 cfm in standard catalog 
units. Larger units can be designed for handling any desired flow. Lectrodryers are 
sturdy industrial type units suitable for years of efficient and reliable drying service with 
minimum maintenance. Reactivation is accomplished through the use of steam, gas 
or electricity, whichever the purchaser specifies. Lectrodryers can be used with or 
without aftercoolers. 

The Lectrobreather shown at the left 
prevents the entrance of atmospheric 
moisture into oil and chemical storage 
tanks. The machine shown is mounted on 
a Lectrobreather reactivator. The dual 
adsorber Lectrodryer at the right con- 
tinuously dries compressed air at 150 psig 
preventing the harmful effects of water 
and water vapor on air operated controls 
and instruments. 
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Air Conditioning 


CentraJ 

Syatema 


York Corporation 

York, Pennsylvania 

PactoQ^ Branches and Distributor Enftineerinfi 
and Sales Offices throughout the World. 

Air Conditioning and Refrigeration for maintaining proper atmos- 
pheric conditions for industrial processes or comfort requirements. 
Installations of unit and central systems in a complete range of 
capacities and types for every design requirement. 



York 1 nrbo C otn pressor 



York V-IV Condensing Unit 



York Sectional Economizer 



Condensing and Water Cooling Systems — Turbo 
(centrifugal) brine and water cooling systems available 
oyer wide range of capacities — up to 1500 tons refrigera- 
tion for Freon-11 water cooling duty — suitable for steam 
turbine or motor drive. 

Self-contained dynamically balanced, non-vibrating 
V/W type reciprocating compressors available in 
capacities up to 350 tons refrigeration in a single unit, 
with water cooled or economizer type condensers. 

Efficient automatic capacity reduction available for 
economical operation at reduced load. 

The York Economizer — A combined forced-draft cooling 
tower and refrigerant condenser, is available for instal- 
lations where prohibitive water costs or inadequate 
drainage facilities preclude the use of a water cooled 
condenser. Standard factory constructed and built-up 
units may be used singly or in multiple for applications 
of any specified capacity. Economizers for use with 
Freon as the refrigerant are furnished, as standard, with 
a liquid sub-cooling coil. Economizers also designed for 
cooling of quench oil and other liquid coolants. 

Air Conditioning Units: A complete line of finned coil, 
dry coil, wetted surface and spray type sectional air con- 
ditioners for horizontal or vertical applications, designed 
to facilitate installation and the distribution of air. 
Standard units can be equipped with by-pass feature 
and arranged for cooling and dehumidifying, heating and 
humidifying, for year-round processing. 

Yorkaire Unit Air Conditioner — A compact, self-con- 
tained model occupying but 21 x 42 inches of floor space 
and requiring only water, drain and electrical connections 
to operate. Special features provide utmost flexibility to 
meet varying conditions. Temperature dial control pro- 
vides both automatic and manual temperature control. 
Air volume and motion may also be adjusted by a special 
control and the directional grille provides directed air 
flow — up, down or from side to side. May be used with 
ducts if desired. 

Yorkaire Conditioners are ruggedly built, quiet in oper- 
ation, equipped with standard fan and compressor 
motors for AC or DC. 

Dehumidifiers — For central station systems where a 
large volume of air is to be handled and where control of 
humidity is an essential requirement, the York dehumidi- 
fier is esp^ially applicable. Construction features in- 
sure a minimum space demand and maximum per- 
formance conditions. Standard washers are available in 
a full range of capacities for industrial installation. 
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Atr Conditioning 


Motors, Drives 
Controls, Pumps 


r AIIIS-CHAIMERS MANUfACrURING COMPANY 


Milwaukee 1 
Wisconsin 



There is an Allis-Chalmers 
representative near you. 


A LLIS-GHALMERS builds four major components for heating, ventilating 
and air-conditioning installations — in types and sizes for any requirement. 
A single source of supply means skilled sales service . . . coordinated instal- 
lation . . . better unit responsibility. Bulletin 25B5170 describes Allis-Chalmers 
equipment for heating, ventilating and air-conditioning. 


ALL-PURPOSE MOTORS 



A complete line of to 200 hp motors is built b> xAllis- 
Chalmers for any requirement of speed and torque. Strong, 
distortion-resistant construction adds to motor life. 




50UIRREL-CAaE WOUND ROTOR 

CENTRIFUGAL PUMPS 


SiW'CUROWl.': 



The Electrifugal 

Motor and pump are built as one unit in the 
compact, efficient Electrifugal pump. Align- 
ment is no problem. Has deep-groove ball 
bearings for all-position operation. Takes up 
less space. 15 to 1600 gpm; heads to 
500 ft. Bulletin 52B6059I). 




Low Cost Pedrifugal 


Double Suction Pumps 



Motor Controls 

Allis-Chalmers supplies motor 
controls for every require- 
ment of operation. Reversing 
and non -reversing, manual or 
magnetic, acroes-the-Hne or 
reduced voltage. 



Dry Type 
Transformers 

A compact, quickly installed 
Class ‘‘B*’ insulated trans- 
former that has proved prac- 
tical in large heating and 
ventilating systems, ^rves 
all circuits; all system loads. 
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Sheave slides 0 n Easy **slide on** Tightening $ Use 9 capscrews A twist of the Slide sheave off 

shaft without resmts in true capscrews locks as jackscrews in wrist breaks . . . ,iw prying 

forcing. alignment. sheave to shaft, tapped holes. bushing grip. necessary. 

965 




Air Conditioning 


Automatic Equipment; 
Heating Systems 



Let the pup be 
furnaceman 


BRYANT HEATER COMPANY 

1 7825 St. Clair Avenue ... Cleveland, Ohio 

Engineering, Sales and Installation information on Bryant 
Equipment available through Bryant Distributors, 
Dealers and Gas Companies in principal cities. 



Bryant Gas designed boilers include 
tubular cast iron sections, ribbed lower 
tubes, large steam liberating areas, all 
heating surfaces readily accessible for 
cleaning. Insulated metal jacketed 
covers and Bryant gas controls. Com- 
plete range of AG A inputs from 45,000 
to 3,996,000 Btu/hr for steam and hot 
water heating systems, volume water 
heating and industrial process. 

Bryant Vertical Winter Air Condi- 
tioners complete with blowers, humidi- 
fiers and filters are compactl\- designed 
for small housing, office or industrial 
use. Models available with healing 
sections made of either tubular cast 
iron or 12-gage steel. (Quality controls 
are standard on all models. Capacities 
from 55.000 to 115.CK)0 Btu/hr AG A 
input on cast iron and 45,000 to 145,000 
on steel units. 

Complete line of Forced Warm Air 
Gas-Fired Ecjuipment from 60,0(M) to 
375,000 Btu/hr AG A inputs. Efficient 
cast iron heating sections, large capac- 
ity blowers, humidifiers, filters and 
Bryant automat ic controls are standard. 
Bryant suspended type Gas-Fired 
Unit Heaters available in six sizes 
ranging from 60,000 to 210,000 Btu/hr 
AG A inputs. Efficient heat exchange 
of staggered vertical tube construction. 
Available in both cast iron combustion 
chamber, alloy steel tube and all steel 
types. Quick, clean, efficient heat for 
all types of industrial and commercial 
space. Flexible, automatic control and 
large volume air circulation produce 
ideal space heating results. 

Bryant Dehumidi- 
fiers with rotary silica 
gel drum, is completely 
automatic in operation 
and finds application 
for exact humidity con- 
trol in industrial proc- 
essing, comfort air con- 
ditioning and the drying and storing of hygro- 
scopic materials. They are available in three 
sizes, 800, 1300 and 2900 cfra. Standard 
units are reactivated by ^as. Indirect units 
arranged for use with high pressure steam 
coils or electric strip heaters are available. 

See your local Bryant Distributor or write 



Suspended Type 
Gas-Fired 
Unit Header 




Forced Warm A ir 
Gas-Fired 
Equiprnenl 


for complete details and specifications. 
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Dehumidifier 



Air Conditioning 


Automatic Equipment 
Systems 


DUO-THERM Division of Motor Wheel Corporation 
Lansing 3, Michigan 


Duo-Therm Automatic Fuel (HI Furnaces 
are complete package unit cabinet models 
in baked enamel, 'bhey are designed to fit 
any type home of average size. Can be in- 
stalled with ease in the bas(‘ment or in the 
utility room. Listed as Standard l>y the 


Underwriters' Laboratories and Listed by 
the Canadian Standards Association- for 
use with No. j or No. 2 fuel oil. Write 
for Engineering Manual on Duo-Therm 
Oil Burning Furnaces. 


DELUXE MODEL WINTER AIR CONDI- 
TIONER in 3 sizes as follows: 



330-DB 52, (KK) Btu bonnet output - 80()-l20() 

cfm blower output 


340-DB 78,000 Btu bonnet output 1000-1 7(X) 

cfm blower output 




UNDERNEATH BLOWER MODEL WINTER AIR CONDI- 
TIONER available in 2 sizes as follows: 

330-UB — 50,000 Btu bonnet output — 800-1200 cfm blower output 

340-UB — 75,000 Btu bonnet output — 1000-1700 cfm blower output 




GRAVITY MODEL FURNACE 
can be manually controlled or be 
equipped for automatic thermostatic 
control. Can easily be converted to 
either DeLuxe or Underneath blow^er 
types. Available in 3 sizes as follow^s: 

329- M — 50,000 Btu bonnet -output 

330- T 

339- M— 75,000 Btu bonnet output 

340- T 

349- M — 104,000 Btu bonnet output 

350- T 
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Air Conditioning 


Automatic Equipment; 
Heating and Cooling 


CHKVSUK e AIRTEMP 

AIRTEMP DIVISION OF CHRYSLER CORPORATION, DAYTON 1. OHIO 

i 



“PACKAGED” AIR CONDITIONERS 

AVAILABLE IN 3 and 5 H. P. 

COMPLETE — Cools, dehumidifies, filters, circulates 
the air. Free air discharge or duct distribution. 
Heating coil for year ’round service, optional. 

COMPACT — Ever>thing enclosed in a rust-re- 
sistant “Bonderized” cabinet of modern design with 
chrome hardware and trim. Occupies minimum of 
floor space — 4.7 sq ft for 3 hp and 6.5 sq ft for 5 hp. 

EASILY, QUICKLY INSTALLED— Tested and 
completely assembled at the factory. Needs only 
three connections; electric, water and drain. 

SEALED RADIAL COMPRESSOR- Quiet, all 
moving parts balanced to eliminate vibration. 
Entire compressor assembly suspended from single 
rubber mounting. Long life because vital moving 
parts are “super-finished” and pressure lubricated. 

FLEXIBLE — “Packaged” Air Conditioners can be 
installed singly or in multiple to meet almost any 
requirements. Can be moved easily. 


CHRYSLER AIRTEMP RADIAL CONDENSING UNITS 


AVAILABLE IN T/i TO 75 
HORSEPOWER CAPACITIES 

This heavy-duty Radial Condensing 
Unit, for use with Freon, is especially 
adapted for refrigeration, for industrial 
processes or air conditioning. Airtemp 
Radial compressors are direct con- 
nected and have force-feed lubrication. 
The automatic capacity-reduction de- 
vice gives variable capacity . , . high 
operating efficiency. Light in weight 
and economical to operate, these con- 
densin|j units are shipped ready to run. 
Vibrationless, they are very easy to 
install because special foundations are 
not necessary. Each pressure vessel ap- 
proved by Underwriters Laboratories. 

AUTOMATIC UNLOADER 
The automatic cylinder uftloading 
device permits starting the compressor 
under no load and keeps the compressor 
automatically adjusted to varying 
loads with no stopping and starting 
during operation. 



Automatic Capacity Regulation •Unloaded 
Starting • Direct Connected • Simplified In- 
stallation • Compact Design • Practically No 
Vibration • No Special Foundations Needed 
• Interchange£lble Parts. 
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Air Conditioning • Heating 


CHIYSIER ^^AIRTEMP 

AUTOMATIC HOME HEATING 



VAPORIZING OIL-BURNING AUTOMATIC FURNACE . . . 

Models for forced-air — 56,000 Btu output; gravity, 50,000 Btu output. 
Sure-Draft Fan assures highest overall efficiency. “Bonderized” and 
insulated jacket. Forced air model approved for closet installation, 
Underwriters' Laboratories, Inc. 

OIL-FIRED AUTOMATIC FURNACE . . . Heats, humidifies, filters 
and circulates the air. Five models, from 70,000 to 160,000 Btu output. 
‘"Bonderized” and insulated jacket. Metal combustion chamber, seam- 
welded firebox of copper-bearing steel; large, slow-speed, rubber mounted 
fan. Airtemp oil burners on all models. Approved by Underwriters' 
Laboratories, Inc. 



GAS-FIRED AUTOMATIC FURNACE . . . Heats, humidifies, filters 
and circulates the air. Steel Models 70,000 to 160,000 Btu output. 
Cast-iron Models 50,000 and 75,000 Btu output. “Bonderized’* and 
insulated jacket. The Airtemp “Silent Flame” Gas Burner starts, 
stops and operates quietly, has many exclusive features— no popping or 
flash-backs. Approved, A.G.A, Laboratories. 

OIL-FIRED STEEL BOILERS . . . Three models— BLF- 110 rating 
460 sq ft EDR, BLF-165 rating 690 sq ft EDK, BLF-220 rating 920 
sq ft EDR, of steam at the boiler header. Combustion chamber of 
quality chrome steel. Boiler is combination of “Scotch Marine” and 
Locomotive types. Complete with Airtemp burner and all controls. 

COAL-FIRED FURNACE, GRAVITY . . . Furnace body of heavy 
steel boiler plate — seams electrically welded. Front, heavy gauge 
pressed steel. Fire brick lining. Sizes 22 in., 24 in., and 27 in.; Btu at 
bonnet, 108,000, 119,700, and 154,200. 

COMBINATION HEATING AND COOLING FOR THE HOME . . . 

Combination of a 3 hp Chrysler Airtemp “Packaged” Air Conditioner 
and any of the larger Chrysler Airtemp automatic furnaces. The same 
blower, filters and ducts of the automatic heating system are employed 
for cooling in the summer. 

STOKERS . • . Domestic, available in both hopper and bin-feed models 
for anthracite or bituminous coal for burning 15 to 35 lb per hour. 
Powerful transmission, sectional retort and safety coupling . . . 
eliminates shear pins. 

CONVERSION OIL BURNERS . - , Pressure-atomizing oil burner, 
1.35 to 4,5 gallons No. 3 furnace oil per hour. All Airtemp Oil Burners 
are approved by Underwriters' Laboratories, Inc. 
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Air Conditioning 


Automatic Equipment; 
Heating Systems 



MjyER Furnace Q)mi%^ 

^ Peoria. Illinois 

Manufacturers of Heating and Air 
Conditioning Equipment for Goal, 
Gas and Oil Burning 


Branches and Distributers 

Atlanta. Ga. 
Birmingham, Ala. 
Chicago, III. 
COLL'MBrS. O. 

Des Moines, Ia. 
Florence, S. C. 

Green Bay, Wis. 
Kansas City, Mo, 
Lima, O. 

Milwai^kee, Wis. 

New York, N. V. 
Omaha, Nebr. 
Philadelphia, Pa. 
PirrsBrRc.H. Pa. 


WEIR and MEYER Steel Warm- Air Furnaces, of welded-and-riveted 

gas-tight construction, have an 80-year reputation for efficiency, dependability and 
durability. They are available for small and large requirements and for all fuels in a 
wide variety of firing applications. 



“JR” Series Heaiy Duly U Series Ciravity V Series F-A “500” Series Heavy Duly 

WEIR COAL FIRED UNITS (“U” SERIES) 

Available in Five Sizes For Both Gravity and Forced Air Domestic Heating 

The “U” Series WEIR hand-fired coal furnace embodies a new construction prin- 
ciple (patent applied for) which when combined with its other time-tested WEIR 
features provides an outstanding heater. I'he gravity furnace as shown above ranges in 
register capacity from 50,000 to 170,000 Btu per hour. I'he recta ngular-cased forced 
air furnace shown above ranges from 50,000 to 100,000 Btu per hour output at the 
register. This series may be stoker-fired or oil-fired though other designed furnaces are 
available for the particular fuels. 


GRAVITY j FORCED AIR 


Fee. 

No. 

Output 

at 

Bonnet 

ji 

&Q 

Ij 

Smoke 

Collar 

Diam. 

Fee. 

No. 

Output 

at 

Bonnet 

Cfm 

L 

W 

H 

R. A. 
Plenum 

W. A. 
Plenum 

No. & Size 
of Filters 

Fan 

Size 

Mtr. 

Size 

20U 

71,000 

20 

42 

9 

20UCi 

79.000 

860 

52 

30 

! 53 

11x26 

24x26 

1 - 20x25x2 

9 

1/6 

22U 

115.000 

22 

46 

9 

22UCI 

1 130.000 1 

1415 

60 

46 

53 1 

14x35 

30x35 

2^20x20x2 

12-3 

1/4 

24U 

120,000 

24 

48 

9 

24UC 

! 135,000 1 

1470 

60 

46 

' 53 

14x35 

30x35 

2 - 20x20x2 

12-3 

1/4 

1/4 

27U 

144.000 

27 

50 

9 

27UC 

161,000 

1755 

68 

48 

55 

18x37 

35x37 

3 - 16x25x2 

12-3 

30U 1 

170.000 

30 

54 

10 

30UC 1 

191,000 1 

2080 

71 

52 

57 1 

18x41 

38x41 

3 - 16x25x2 

12 

1/4 


HEAVY DUTY 

Manufactured in the Following Seven Sizes for Heavy Duty Service in all Types of Large Buildings 

WEIR Heavy-Duty furnaces consisting of the “R” Series and the 500 Series illustrated 
above are ideal for industrial and commercial service and for schools, churches and other 
large spaces. Capacities range from 300,000 to 1,500,000 Btu per hour, designed only 
for forccKl air circulation but suitable for hand-firing or can be adapted for stoker, gas 
or oil firing. 


Furnace 

Number 

Btu at 
Bonnet 

Cfm 

Fan 

Size 

Motor 

Size 

Hp 

No. 8c Size 
oi Filter* 

Stoker ! 
Size 

Oil 

Burner i 

Gph 

Smoke 

Cdlar 

Diam. 

Overall 

H 

W 

L 

36R 

400,000 

6.000 

2r 

I’/i 

8 - 20x20x2 

63 

4.5 

10 

70 

80 

119 

38R 

500.000 

7.500 

zy 

3 

12-20x20x2 

75 

5.5 

2-10 

70 

80 

119 

5m 

550.000 

9.900 

2-18^ 

3 

15 - 20x20x2 

100 

6 

12 

80 

92 

108 

CdAty 

690.000 

12.000 

1 2.2r 

3 

15 - 20x20x2 

too 

7.25 

f2 

80 

106 

108 

54^ 

700,000 

15.300 

2-2r 

3 

18 - 20x20x2 

150 

7.75 

12 

92 

106 

108 

544B-2VR 

850,000 

18.000 

2-25*^ 

5 

24-20x20x2 


9.3 

2-12 

84 

124 

160 

544B-2VRS 

1,000,000 

18.000 

2-25'' 

5 

24 - 20x20x2 

m 

11 

2-12 

96 

124 

160 
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Air Conditioning 


Automatic Equipment; 
Heatini Sj'sfems 


HE Me/er Furnace Q)MFANy 

V Peoria. Illinois 


Manufacturers of 
Heating and Air 
Conditioning Equip- 
ment for Coal, Gas 
and Oil Burning 


MEYER OIL AND GAS FIRED EQUIPMENT 



Series (hi Fired “F" Series Gas Fired “If’' Series Hi-Iioy “K” Series Oil Fired 


The MEYER oil-fired air conditioners are available in three types — the “A” Series 
suitable for basement installation in.two sizes with outputs from 110,000 Btu to 165,000 
Btu. The ‘TT’ Series Hi-Boy suitable for either basement or first floor installation in 
basementless houses available in two sizes with capacities of 03,500 Btu to 110,000 Btu. 
The '‘K” Series oil-fired air conditioners made in two sizes with outputs of 203,000 Btu 
and 204.000 Btu suitable for larger spaces. 

“A’’ SERIES OIL FIRED AIR CONDITIONERS 


Built For Fine Homes. (k>mpact in Size. But Highly Efficient 


Furnace 

Number 

Input 
Btu Hr 

Gph 

Output 
at Bonnet 

Cfm 

Fan 

Size 

Mtr. 

Hp 

I No. & Size 
' of Filters 

Vent 

Diam. 

L 

W 

H 

W. A. 
Plenum 

R. A. 
Plenum 

A-IOO 

140,000 

1 1 

110.000 ! 

1 1200 1 

10 

i 1/4 

1 2 - 20x20x2 \ 

0 

71 

25 1 

1 48 

20x21 i 

20x21 

A-I5() 

210.000 

1.5 

165.000 1 

1800 1 

12 1 

’4 

1 4 - 16x20x2 

! 8 

61 i 

32 1 

[ 48 

1 26x28 

24x28 


“B” SERIES OIL FIRED HI-BOY 

I'his Hi-Boy Handles Small Homes and Buildings Using A Minimum of Floor Space 


B^5 

119.000 ' 

.85 1 

93.500 

1000 

10 

1/6 

1-25x20x1 

6 

28 

26 1 

65 

22x24 

B-IOO ; 

140.000 1 

1.0 1 

1 10.000 ; 

1200 

10 

1/4 

1 -25x20x1 

6 

28 

26 ! 

70 

22x24 


“K” SERIES OIL FIRED AIR CONDITIONERS 

A Heavy Duty Type Unit That Has A Fine Background of Successful Service 


K-175 

i 258.000 2 

i 203.000 

1 

15 1/2 4 - 20x20x2 9 

46? 

79 1 

55 i 

35x38 

40x26 

K-250 

1 368.000 3 

; 294.000 

i 3890 1 

15 3/4 I 4 - 20x20x2 9 

: 52 

82 I 

55 j 

41x41 

40x26 


The MEYER gas-fired air conditioner as illustrated above is available in five sizes 
from 110,000 Btu per hour to 495,000 Btu per hour input capacities: 

“F” SERIES GAS FIRED AIR CONDITIONERS 

These Units are Unsually Cktmpact and Can Be Equi^ed For Manufactured, Natural, 
or Liquified Petroleum Gas 


Furnace 1 
Number 

Input 

Btu /Hr 

Output 
at Bonnet 

Cf” sS 

Mtr. 

Hp 

Vent 

Diam. 

No. & Size 
of Filter* 1 

L 

W 

H 

W.A. 

Plenum 

R. A. 
Plenum 

F-IO 

110,000 

88.000 

960 10'' 

1/4 

' 5 

2 - 20x20x2 

65 

25 

48 

20x21 

20x21 

F-15 

165.000 

132.000 

1440 I2-' 

1/4 

6 

4-16x20x2 

69 j 

32 

48 

20x28 

20x28 

F.20 

220,000 

176.000 

2400 2-l(P 

1/3 

2-5 

4-20x20x2 

65 

46 

48 

20x42 

20x42 

F-30 

330,000 

264.000 

3600 2-ir' 

1/2 

2-6 

6 - 20x20x2 

69 

60 

48 

20x36 

20x36 

F-45 

495.000 

396.000 

5400 3-12" 

3/4 

3-6 

8 - 20x20x2 

69 

88 

48 

20x84 

20x84 
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Hea ting— Cooling 


■ L. J. Mueller Furnace Go. - Milwaukee 7, wis. 


HEATING 



MO. W. t. Mf. OM. 


AIR CONDITIONING 



Series “SHP” 

Gas-fired winter air con- 
ditioner. May be installed 
in basement or utility room. 
Available in three sizes, w ith 
A.GA. input ratings from 
60,000 to 100,000 Btu per 
hour. Provides wide range 
of air delivery capacities to 
meet sp)ecific needs. 


Type “107” 

Gas-lired cast iron winter 
air conditioner for base- 
ment or utility room instal- 
lation. Furnished in three 
sizes, with A,G.A. input 
ratings of 60,000, 90,000 
and 120,000 Btu per hour. 
Also available for gravity 
operation in tw'o sizes. 


Type “102” 

This gas-fired winter air 
conditioner is of sectional 
construction, with the 
blower compartment at the 
rear of the unit. It is avail- 
able in three sizes wdth 
A.G.A. input ratings of 
135,000, 180,000 and 225, 
000 Btu per hour. 



Gas-fired boiler, with 
enclosed controls, used 
primarily for residential 
installation. It has 
A.G.A. ratings of 290 to 
2015 sq ft for hot water 
and 180 to 1260 sq ft for 
steam. 


Gas-fired boiler, with- Gas-fired boiler used extensively 
out enclosed controls, for industrial installation. It has 
used primarily for home A.G.A. ratings of 1010 to 10,080 
installation. It has sq ft for hot water and 630 to 
^ .G. A . ratings of 290 to 6300 sq ft for steam. Both this 
2015 sq ft for hot water boiler and the Tyijes “10” and “H” 
and 180 to 1260 sq ft for can be equipped for both direct and 
steam. indirect applications. 
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L. J. Mueller Furnace Co. 


Air Conditioning 


Automatic Equipment; 
Hea ting— Cooling 


Type “105” 

(ias-fiiTd winter air con- 
ditioner with A, O'. A. in- 
putson00,(K)0aiK] 150,000 
Htu. Can be converted to 
oil. Also av^aiiablt' for 
gravity operation. 



Series “UH” 

(las-lired unit heater for 
large space-heating r(‘<juire- 
nu* n t s . Available in 4 
through 12 sections, with 
.l.t/’./l. inputs of 1S0,(K)0 
to 540, 0(K) Btu per hour. 


Type “900“ and “SHP“ 

4‘ype ''900” Summer Air 
Conditioner is available in 
8- and 5-ton sizes. It con- 
sists of a cooling coil and 
cabinet, compressor and 
cabinet, plus accessories. 


Series “50“ 

Oil-fired winter air condi- 
tioner with outputs at 
register of lOO.OtX) to 225,000 
Btu, with select ion of blower 
sizes. Fired by pressure- 
atomizing burner. 



Type “202“ 

Oil-fired winter air condi- 
tioner available with inputs 
of 100,000 and 150,000 Btu. 
I’nit may be converted to 
gas. Also available for 
gravity operation. 


Type “209“ 

Oil-fired winter air con- 
ditioner with 90,000 and 

120.000 Btu inputs with 
pressure burner; 60,000, 

90.000 and 120,000 Btu 
with vaporizing burner. 




Type “450“ 

Oil-fired conversion burner of 
the pressure-atomizing type. 
Burner is available with in- 
puts of 1 gallon through 6 
gallons of oil per hour. 


Series “FB“ 

Cast-iron, coal-fired 
winter air conditioner. 
Five sizes, with capaci- 
ties at register from 
94,400 to 198,900 Btu. 


Type “702“ 

Steel, coal-fired wdnter air 
conditioner. 3 sizes, 20 in. to 
24 in. drums, with capacities 
at register from 92,650 to 
122,000 Btu per hour. 
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Air Conditioning 


Automatic Equipment 
Heating Systems 


The Waterman -Waterbury Co. 


Minneapolis 13, Minnesota 
Manufacturers of WATERBURY Goal, Oil and Gas 
Fir e^d Furnaces and A ir Conditioning Equipment 



WATERBURY GAS-TITE FURNACE 700 Series 

The welded steel furnace body keeps dust, smoke and fumes out 
of the air stream. A large combustion chamber and radiator with 
long fire travel insure efficiency and economy. 

Also furnished in a complete home Air Conditioner. 


Size 

Furnace 

Diameter 

Height 

Steel Thickness 


Approx. 
Shipping 
Wt Lbs 
Furnace 
less 

Casing 

Output Ratings 

Furnace 

Body 

Pipe 

Casing 

Furnace 

Body 

Pipe 
Casing 
& Hood 

Body 

Head 

Radiator 

Diam. 

Smoke 

Pipe 

Sq In. 
Leader 
Pipe 

Btu 

at 

Bonnet 

720 

20" 

39" 

49" 

64" 

10 Ga. 

10 Ga. 

12 Ga. 

8" i 

~~53l 

482 

87,529 

722 

22" ! 

41" 

49" 

64" 1 

10 Ga. 

7Ga. 

1 12 Ga. I 

8" 

603 

505 

91,730 

724 

24" I 

44" 

49" 

64" i 

7Ga. 

7Ga. 

! 12 Ga 

9" 

730 

541 

98,056 

727 

27" 1 

46" i 

55" 

i 70" 

! 7Ga. 

%" 

! 12 Ga. 

9" 

866 

672 

121.856 


Gastite Air Conditioner 


Size 

Width 1 

Length ' 


Size 

Outlet 

Opening 

Size 

Inlet 

Opening 

No. 

of 

Fil- 

ters 

Size 

thru 

Unit 

Filter 

Blower 

CfmRange 

Btu 

Per Hour 
Output at 
Bonnet 

720-10 

36" 

50" 

55" 

i 32x24 

32x16 

2 

16x16 

375 to 1050 

87,963 

722-10 

40" 

56" 

55" 

36x26 

36x22 

2 

20x20 

375 to 1050 

94.011 

724-10 

40" 

56" 

55" 

36x26 

36x22 

2 

20x20 

375 to 1050 

100,193 

724-12 

40"! 56" 

55" 

36x26 

36x22 

i 2 i 

20x20 

645 to 1677 

100.193 




WATERBURY GAS FIRED AIR CONDITIONER 

The latest achievement of Waterbury’s engineers, designed 
specifically for gas. Completely automatic — filtered, humidified 
forced air — enclosed in a compact, baked enamel casing. Can 
also be furnished for Propane or Butane. 


Size 

Input 
Rating 
Btu 
per Hr 

Output 
Capacity 
Btu per 
hour at 
Register 

"Blower 

Cfm 

Range 

i 

^ i 

1 1 

Height Overall 
In. 

Size 

Outlet 

Opening 

Size 

Return 

Inlet 

Opening 

s 

lZ 

i 

Size 

e«ch 

Filter 

Rec 

Flue 

Diam. 

Size Gas 

Connection 

Required 

6413-9 

90.000 

72,000 

400 to 800 

28 


50 

20x24 

15 x24 

2 

16x25 

5" 

v*r 

6413-9 High 

90.000 

72.000 

400to 800 

28 

28 

64 

24x24 


1 

16x25 

5" 

ViT 

6415-rO 

120.000 

%,000 

600 to 1200 

28 


58 

20x24 

16 x24 

2 

16x25 

6" 

w 







i 



1 

16x25 



6426-12 

180.000 

144.000 

800 to 1800 

55 

52 

50 

24x51 

1 19V^26 

1 

20x25 

2-5 to 7" 

i" 

6426-15 

180,000 

144,000 

1000 to 2800 

55 

56 

50 

24x51 

1 25Hix343ii 

4 

16x20 

2-5 to 7" 

1" 

6430-15 

240.000 

192,000 

1000 to 2600 

55 

56 

56 

24x51 

25Hix343ie 

4 

16x20 

2-6 to 8" 

1'// 

6430-18 

240,000 

192,000 

1232 to 3204 

55 

72 

58 

24x51 

40 x36 

6 

16x25 

2-6 to 8" 

i%" 


WATERBURY GAS GRAVITY FURNACE 


Size 

Furnace 

Input 
Rating 
Btu 
per Hr 

Output 
Ratim Sq 
In. Warm 
Air Pipe 

Width 

In. 

Length 

In. 

Height 

Overall 

In. 

Sne 

Outlet 

C^>ening 

••Rec. 

Flue 

Pipe 

Diam. 

Size Gas 
Connection 
Required 

6413 

90.000 

67.500 

28 

28 

50 

24x24 

5" 

34- 

6415 

120,000 

90,000 

30 

30 

58 

26x26 

6" 

y 

r 

6426 

180,000 

135,000 

28 

55 

50 

24x51 

2-5 to 7" 

6430 

240,000 

180.000 

30 

58 

58 

26x54 

241o8" 

l'/4^ 
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Air Conditioning 


Automatic Equipment 
Heat in A Systems 


The Waterman- Waterbury Co. 



WATERBURY 6300 Series OIL FIRED AIR CONDITIONER 


Completely automatic oil heat with forced, filtered, humidified 
air, all enclosed in one compact casing finished in baked enamel. 


1 

Size 

Input 

Rating Gal 
Oil per Hr 

Output 

Capacity 

Btu per Hr 
at Bonnet 

Width 1 

Casing 

M 

Height 

Overall 

Size j 

Outlet 

Opening | 

Size Return 
Inlet 

Opening 

Distance 

between 

Opening 

No. of t 

Filters j 

•y 

k 

Jb 

W.63I5.I0 

1 gal 

1 97,000 

28^^ 

58' 

|58' 

24x20 

1 24x16 

Lii_ 

2 

1 ! 

16x25 

7 ^^ 


2320-12 OIL FIRED AIR CONDITIONER 


This unit has a side mounted burner and can be furnished with 
a burner hood at slight additional cost. 


S 1 

Input Rating 
! Gal Oil per Hr p 

Output Capacity ‘ 
Btu per Hr at > 
Register \ 

Width Not Inch ! 
Burner Hood 

Length 

1i 

6 

J* 

i 

Size 
Outlet i 
Open- 
ing 

Size 
Return 
Inlet i 
Open- 
ing j 

DistarKe between | 
Openings | 

No. of Filters | 

Size 

Each 

Filter 

Diam. Smoke > 

Pipe I 

Dimens. 

Burner 

Hood 

(Side- 

Side) 

Depth 

X 

U 

J320-l^^ 1.20: 

iM.qoo 

30 

60 

61 

26x24% 

i 

^26x24^ 


i 1-16x25 ) \ 
2 } 1-20x25 S i 

i 

rj 

23 

\\T 




SEAMLESS OIL FIRED FURNACE BODY 

Specially engineered for oil firing only, it may be used as a 
gravity circulating pipe furnace. It is the heating element of the 
Comfortrol Oil Fired Air Conditioners. 

Specifications Comfortrol Oil Fired Air Conditioners 



Input 
Rating 
Gal per 
Hr 

Btu per 

Normal 

Width 

Less 

Front 

Hood 

Length 

Overall 


Size 

Outlet 

Size 

Inlet 

Filters 

Smoke 

Pipe 

Size 

Hr at 
Register 

Cfm 

Range 

Height 

No. 

Size 

1322-12 

1.5 

142,763 

645 to 1677 

44- 

72" 

64" 

36x36 

I9ygx26 

!! 

20x25 

16x25 

8 

1322-15 

1.5 

142.763 

922 to 2397 

44^^ 

7V 

64" 

36x36 

25!iix34;,6 

4 

16x20 

8 

1324-15 

2.0 

190,350 

922 to 2397 

48*' 

78*' 

64" 

40x40 

[ 25%x34' 

4 

16x20 

8 

1324-18 

2.0 

190,350 

1232 to 3204 

48*^ 

8^ 

64" 

40x40 

40 x36 

4 

20x25 

8 

1327-18 

2.5 

237,938 

1232 to 3204 

i 52" 

85*' 

64" 

44x44 

40 x36 

4 

20x25 

9 

1327-21 

2.5 

237,938 

1450 to 3770 

52" 

85*^ 

64" 

44x44 

38 x44 

6 

! 16x25 

9 

1330-21 

3.0 

285,525 

1450 to 3770 

\ 5b" 

89" 

70" 

48x48 

38 x44 

6 

1 16x25 

9 

1333-24 

3.5 

333,113 

1968 to 51 18 

ao" 

104" 

72" 

52x52 

46 x48 

6 

1 20x25 

1 9 

1336-24 

4.0 

380,700 

1968 10 5118 

bb" 

110" 

81" 

58x58 

46 x48 

6 

20x25 

9 


t Burner hood all sizes is 24 in. wide, 10 in. deep. 

Add 140 Jbs for oil burner and controls. Add 80 lbs for burner hood. 



GAS CONVERSION BURNER 


A real gas burner, the same as used in the Gas Air 
Conditioner. Can also be furnished for Propane or 
Butane. 


Number 

Maximum 
Btu Input 

Maximum 
Cubic Feet of 
Mixed Cm 

Maximum 
Cubic Feet of 
Manuf'd. CUs 

Minimum 
Fire Pot Size 

G-lOO 

165,000 

208 

300 

18 Inch 
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^ir Conditioning • °LTc.^i?rt 

Airtherm Manufacturing Company 

I 728 S. Spring Ave. 

St. Louis 10, Mo. 

THE ENGINEERED LINE OF UNIT HEATERS 



AIRTHERM 

Direct-Fired 
Warm Air Heaters 

Offer You These Six 
Heat in Advantages 

1. — A complete factory heating unit. 

2. — Comes to you ready to set in place. 

3. — Control system wired at factory. 

4. — Available in floor-mounted or sus- 

pended models. 

5. — Oil burners or gas burners are inter- 

changeable to meet future fuel con- 
ditions. 

6. — Capacities from 650,000 to 1,950,000 

Btu per hour. 

For detailed information, write for 
Bulletin 801-A. 


AIRTHERM 

STEAM 

UNIT HEATERS 

(Copper Coils) 



Airtherm Horizontal Propeller Tyj^ Steam 
Unit Heater available in capacities from 
26,000 to 274,000 Btu. Write for Bul- 
letin 1206. 



Airtherm Blower Fan Type Unit Heater 
available in capacities from 222,000 to 
827,000 Btu. Floor, vertical or horizontal 
models, ^rite for Bulletin 401. 
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Air Conditioning 


Direct-Fired 

Heaters 


Chicago Steel Furnace Co. 

9326 S. Anthony Ave., Chicago 17, 111. 

DIRECT-FIRED SPACE HEATERS 

Standard Sizes Up to 1,500,000 B.T.U. 



Fired with Gas or Oil 


HEAT EXCHANGER-^Designed and 
constructed in a near tear-drop shape 
which permits the air to flow with a mini- 
mum of friction. This design affords a 
maximum of both strength and area in its 
crown sheet, and reduces power consump- 
tion to the very minimum. 

COMBUSTION CHAMBER Fabri 
cated from four way and in. floor 
plate. The chamber is of the correct size 
and shape to provide proper volumetric 
content for the complete combustion of 
oil or gas. 

BLOWERS — I'hree standard up-blast 
discharge, multi-vane Blowers, each in- 
dividually powered, are provided to supply 
the correct amount of air to properly cool 
the Heat Exchanger. Individually-driven 
Blowers are used because of the great flexi- 
bility of operation obtainable. Uniform 
bonnet temperature ma>’ be enjo>'ed by 
the simple expediency of increasing or 
reducing the amount of air driven around 
any particular section of the Heat Ex- 
changer. 


A Modern, Economical and Flexible Method of Heating Large Areas 


TECHNICAL AND RATING DATA— Larger Sizes Available 


serie:s "A " 

-MODEL NUMBERS 

350-A 

500.A 

j 750.A 

I 1000-A 

Heat Delivery 

Btu. per Hr. 

350.000 

500.000 

750.000 

1.000.000 

Heating Surface 

Sq. In. 

i 26.152 

34.152 

i 46.330 

! 59.124 

Combustion Space 

Cu. In. 

62.264 1 

119.416 

1 182.232 

i 243.524 

Oil Firing Rate 

G. P. H. 

2.5— 4.0 

4.0^-6.0 

6.O-9.0 

' 9.0-12.0 

Air Delivery 

C. F. M. 

3,000 to 

4.200 

6.000 to 

7.800 

1 8.200 to 

! 9.600 

12.500 to 

1 15.000 

Blower Motor 3 Req'd. (ca.) 

Dimensions 

V 4 M. P. 

n H. P. 

i 

i 

1 ’/i H. P. 

1 1.0H.P. 

Height 

Wi^ 

overall 


9'— 6^ i 

i y-lO-' ; 

10'-6' 

overall 

3'-0^ 

3--6* 

4'-2'' 

1 4'-8" 

Lerrgth 

Cold Air Inlet 

overall 

1 6'— KP 

1 r--io^ 

8'— 4^ 1 

lO'-O'^ 

2 each 

i 6'.10^ » 2'4)'^ 

r-\(rx2'-r 

8'.4' X 2 -7'^ 1 

io'-(r X ydF 

Warm Air Outlet 


6'-<Pxr-0*^ 

7'.<rxr-8*' 

r-0^xl'-8'' i 

1 lO'-O^ X 2'.0-' 

Flue Gai Outlet 

Diam. 

8' 

10 ^ i 

12^ 

\4^ 


“TERRITORIES NOW BEING ASSIGNED” 
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Air Conditioning • 


DRAVO CORPORATION 

t HEATING SECTION 

Dravo Bldg., PITTSBURGH 22, PA. 

Sales Offices in Principal Cities 



Dravo Counterflo Direct Fired Heaters 
are designed for open-space heating in 
factories, warehouses, terminals, garages, 
foundries, airport hangars, mills, machine 
shops, and similar establishments. 

Each unit is a self-contained heating 
plant embodying burner, combustion 
chamber, supplementary heat transfer 
surface, motor-driven fans, louvred cowls, 
and automatic control system. Dravo 
Counterflo Direct Fired Heaters may be 


DRAVO 
COUNTERFLO 
DIRECT FIRED 
HEATERS 


installed as single units, or in multiple, 
for buildings of any size. 

Installation is simple and can be per- 
formed by any skilled mechanic. Only 
three connections need be made, — to fuel 
supply, electric power, and flue vent. This 
simplicity permits installation of Dravo 
Counterflo Direct Fired Heaters for 
temporary heating during building con- 
struction; permanent connections can be 
made when heater locations are established 


Descriptive Bulletin FW-516, and specification sheets, 
are available on request. Write Heating Section, 
Dravo Corporation, Pittsburgh 22, Pennsylvania. 
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Draco Corporation 


Air Conditioning 


Industrial Heating; 
Direct-Fired Heaters 



DRAVO CORPORATION 

Pittsburgh 

Philadelphia • Chicago 

Cleveland • Detroit 

New York • Atlanta 

Wilmington 

Distributors for Dravo Counter flo Direct 
Fired Heaters are located in key cities. 


Features of Dravo Counterflo Direct Fired 
Heaters include: 

• Stainless Steel Combustion Chamber. 

• Counterflo Combustion and Heat 
Transfer. 

• 80-85 per cent Sustained Efficiency. 

• Effective Comfort-Zone Recirculation. 

• Minimum Heat Loss Thru Roof. 

• Simplicity of Installation. 

• Flexibility of Application. 

• Adaptability for Wide Range of Fuels. 

Unit capacities of Dravo Counterflo 
Direct Fired Heaters range from 400,000 
to 2,000,000 Btu per hour output. The 
following tables show the external dimen- 
sions and weights of the various units as 
well as the capacities of each size heater. 



Cut-away view of heater showing counterflo principle 
of combustion and heat-transfer, as well as the four- 
pass gas- flow system 


ENGINEERING DATA 


Heater 

Number 

1 1 

Btu 

Output Capacity | 

Air at 70 Deg. Free Delivery 
Appr<«..CFMj 

Fan 

Motor 

HP 

No. 

Discharge 

Cowls 

Approx. 

Shipping 

Weight 

40 

400,000 

4500 

83 

Wi 

3 1 

liOO 

50 

500.000 

5500 

84 i 

2 

3 

1150 

75 

750,000 

8500 

81 { 

3 ! 

4 

2200 

100 

1,000,000 

IIOOO 

84 j 

5 

4 

2300 

125 

1,250,000 

14000 

83 

m 

4 

3000 

150 

1,500,000 

17000 

81 

10 

4 

3100 

175 

1,750,000 

19000 1 

85 

15 

1 4 

3900 

200 

2,000,000 

22000 

84 

20 

1 ^ 

4000 


Heater 

Number 

FUEL CONSUMPTION-80 per cent Heater 
Efficiency AMumra 

Approximate Overall Dimensions 

Light Oil GPH 
(135000 Btu 
Oil) 

Heavy Oil GPH 
(148000 Btu 
Oil) 

GatCFH 
(1000 Btu 

Gaa) 

Width ! 

1 

Length 

Height 

Ft~ln. } 

Ft-ln. 

Ft-In. 

40 

3.7 

3.5 

500 

2-7 1 

4—11 

8—1 

50 1 

4.6 

4.3 

625 

2-7 i 

4-11 

8—1 

75 

7.0 

6.5 

940 

3-8 j 

7— 3 

10-0 

100 

9.3 

8.6 

1250 

3-8 

7- 3 

10-0 


11.5 

10.8 

1560 

4-3 

8-11 

11-2 

150 

14.0 

13.0 

1875 

4-3 

8—11 

11—2 

175 

16.2 

15.0 

2190 


9- 5 

12-9 

200 

18.5 

17.2 

2500 

4—9 

9- 5 

12-9 
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Air Conditioning • 


Lee Engineering Company 

Unioil National Bank Bldg., Youngstown, Ohio 


LEE DIRECT WARM AIR HEATING 

The Lee System of warm air heating generally costs less to install than steam or hot 
water; utilizes fuel with a high degree of efficiency; distributes the heat exactly where 
needed; responds promptly without lag; requires little or no maintenance; and needs 
no licensed attendant. Heaters for use with the Lee System are made in the four types 
illustrated and described briefly below. 


BRICK-SET TUBULAR HEATER 

For use with central heating system in connection 
with duct distribution. Single heater capacities from 
2,800,000 Btu per hour to 8,000,000 Btu per hour. Two 
heaters, installed as a battery serving as one unit, 
provide capacities over 10,000,000 Btu per hour. 

STEEL ENCASED TUBULAR HEATER 
For use with central heating systems in connection 
with duct distribution over a capacity range of from 

2.000. 000 Btu per hour to 6,000,000 Btu per hour. 
Heater may be installed in heated area without en- 
closure, requires no foundation, and may be moved 
from one location to another by taking unit apart and 
reassembling. 

TUBULAR UNIT HEATER 

For use either as a central system in connection with 
duct distribution or with adjustable outlet nozzles as a 
unit heater. Capacity range from 2,000,000 Btu to 

6.000. 000 Btu per hour. In sizes up to 4,000,000 Btu 
heater is shipped as a completely assembled unit with 
all but mechanical equipment, refractory lining and 
controls in place. Heaters require no foundation and 
are equipped with crane hooks so that they may be 
moved from one location to another. 



Brick Set Tubular Heater 



Steel Encased Tubular Heater 



Tubular Unit Heater 


SHELL UNIT HEATER 

For use with or without distributing duct system. 
Heaters have capacity range of from 300,000 Btu to 

2,000,000 Btu per hour. Available for gas, oil or com- 
bination gas-oil firing. All units are shipped completely 
assembled, wired and ready for operation. Units 
furnished with either refractory lined or stainless steel 
combustion chambers. Heaters may be floor mounted 
or suspended in any position. Also available in both 
hand and stoker fired models. 



Shell Unit Healer 


For further information write for Catalog HV*44. 
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Air Conditioning 


Industrial Heating 
Direct Fired Units 


National Heater Company 

2182 Cleora Avenue, St. Paul 4, Minnesota 


N ation A| 

CHAMPIOnL 


STEEL S-P-A-C-E HEATERS 



GAS AND OIL FIRED UNITS firebox of rust and heat resisting Stainless 

National Champion Heaters are available Steel requires no refractory and affords life 

in both factory floor set units, as illu- far beyond that possible with mild carbon 

strated, and in quiet operating, resilient steel. Tear Drop combustion chamber 

mounted models for convenient connection design and conv^ector tube arrangement 

to duct distribution s)'stem. Skeleton view assure complete efficient air impingement 

illustrates compactness of heat exchanger on all heating surface at a minimum of 

and blower section mounted on sturdy resistance. Induced draft blowers can be 

angle-iron base frame. Lifting eyes are supplied when suitable chimney or stack 

provided for crane handling. Streamlined is not available. 


ENGINEERING RATING CHART- TEAR DROP DIRECT FIRED HEATERS 





1 1 

1 ^ 

Maximum 

Blower 

Stack Req'd. 

Htater 

B.T.U. 

VjS.p. 

i Sq. Ft, i 

1 Blowers i 

Firing Rate 

Motor 

Minimum 

Number 

Capacity 

C.F.M, 

1 Surface | 

DWDI 

1 Oil Gas 

HP R P M 

Dia. Hgt. 






1G.P.H. C.F.H. 


Inches Feet 

T.D. 25 

250.000 

3.600 1 

120 

! 1 4^" f win 

1 275^ ~330” 

Vi 1750 

10 20 

T.D. 40 ! 

400,000 

5.400 i 

130 

: 14'" Twin 

i 4,0 550 

1 1750 

10 20 

T.D. 50 

500,000 

6,600 1 

150 1 

1 M'" Triple 

5.0 680 

V/z >750 

10 25 

T.D. 70 ; 

700.000 

8,800 1 

175 1 

1 1 4'" Triple 

7.0 940 

2 1750 

10 25 

T.D. 80 1 

800.000 

10,200 

200 I 

i If' Triple 

7.5 1100 

2 1750 

12 30 

T.D. 100 i 

1,000.000 

12,500 

i 250 1 

1 16' Triple 

9.5 1400 

3 1750 

12 30 

T.D. 125 i 

1,250.000 

15,300 

315 1 

1 18' Triple 

11.5 1610 

5 1750 ! 

14 35 

T.D. 150 1 

1.500,000 

19,400 

! 375 1 

1 18' Triple 

1 14.0 2040 

5 1750 

14 35 


Heater 

Number 

Tubes 

Approximate 

Shipping 

Warm Air 
Plenum 

Overall 

Dimensions 

Inches 

— 

Gauge Material 

(Stainless 1 

Head- Steel Cas- 

Dis- 


No. 

Dia. 

Weight 

Opening 

Width 

Length 

Height 

Tube* 

ers Comb. 
Chamber 

ing 

charge 

Heads 

t“d. 25 

23 

3 

l.30b 

14x 60 

32 


81 

Ta 


'20 

18 

T.D. 40 

23 

3 

1,350 

14x 60 

32 

60 

81 

14 

12 14 

20 

18 

T.D. 50 

23 

3 

1,780 

14x 80 

32 

80 

81 

14 

12 14 

20 

18 

T.D. 70 

23 

3 

1,855 

14x 80 

32 

80 

81 

14 

12 14 

20 

18 

T.D. 80 

36 

3 

2,110 

18x 80 

48 

80 

81 

H i 

10 14 

20 

18 

T.D. 100 

36 

3 

2,200 

18x 80 

1 48 

80 

81 ! 


10 14 

20 1 

18 

T.D. 125 

48 

3 

3,000 

20x 100 

54 

100 

96 

14 1 

14 

20 

18 

T,D. 150 

48 

3 

3,250 

20*100 

54 

100 

96 ! 

14 i 

Vi 14 

20 

18 
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BILT-IN-WALL Heaters 
For Homes and Offices 

These room heaters circulate warm air at floor level for 
greatest efficiency. No ductwork required. Economical 
to install as auxiliaries, or (where electric rates permit) as 
main heat sources. Manual or thermostatic control. 
Thermal cutoff prevents overheating. Electromodes are 
approved by Underwriters' Laboratories : fully guaranteed. 


Mqdel 

Watts 

BTU 

Volta AC 

60 Cycle 

Shipping Wt. 
in Carton 

WI2-I5S 

1300 

5.122 

115 or 230* 

40ibs 

W12.20S 

2000 

6.830 

230 

401ba 

W 12-20 

2000 

6,830 

230 

40lba 

WI2-30S 

3000 

10.245 

230 

401ba 

W 1 2-30 


10,245 

230 

40 lbs 


♦Specify which voltage 

“S” denotes single heat control. All others equipped 
with variable heat switch. 2 KW and 3 KW sizes wired 
for 3-wire, S/N, 115/230 volt service. Dimensions (front 
plate); 21 in. high, 17 in. wide. Each heater shipped 
complete with wall box to fit standard 2 in. x 4 in. wall 
construction. Approximate wall opening required: I 8 I 4 in. 
high, 14J^ in. wide. Finish: baked-on brown enamel. 



X-ray Vieiv shoics ca^l- 
aluminum Safety^Grid ele- 
ment {large arrow) which pro- 
vides complete safety from 
fire, shock or burn. Small 
arrmvs illustrate" Dow n-Flo" 
heal circulation. 


f 



Bllt-in-SMALL-ROOM Heater 

For baths, small bedrooms, dinettes, trailers, etc. Quickly 
installed; operates on usual 115 volt lighting circuit. Cast- 
aluminum Safety-Grid element, with safety thermal cutoff. 
Manual or thermostatic control. Two-way switch permits 
use of fan, without heat, when desired. White baked-on 
enamel finish. Approved by Underwriters' Laboratories. 
Guaranteed. 


Model 

Wfttu 

BTU 

Volta AC 
Only 

Net 

Weight 

Shipping 

Weight 

WJ.I3 

1320 

■T 1— iin'1 in III) 

4508 

115 

j3«/4 Iba. 
inciting 
wall box 

14 lb« 
in 

carton 


Shipped complete with wall box, for standard 2 in. x 4 in. 
wall construction. Approx, opening required, 9J^ in. x 
11J4 in. Toggle type fastener allows for various wall 
thicknesses. Heater front plate dimensions: 
high, 12J^ in. wide. 


Write for Information 

Specific literature is 
available on these and 
other Electromodes for 
domestic and industrial 
heating. See your elec- 
trical supplier, or write 
Dept. HV-18, Electro- 
mode Corporation. 
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FOR HOMI • 




[UCTROMODi 

(Mi ctecVuc i 


INDUSTRY • FARM 



Unit Heaters For Auxiliary Warmth 
Cut Heating Costs; Easily Installed 


SUSPENSION 

TYPE 


For wall or ceilinj^ mounting. 10to()0 
K\V. Klectroniodos aro approved by 
L nderuriters' Laboratories; guaranteed. 


d'he.sc all-electric units supply fan- 
forcetl warmth, directed as desired. As 
auxiliary heat sources, they replace the 
central heating system during changeable 
weather, or when only some departments 
need heat. As main heat sources (where 
electric rates permit), they eliminate the 
need for a central heating .system. They 
re(|uire no plumbing or ductw^ork — only 
circuit wiring. 

Combination Portable and 



No Exposed Hot Wires 

Safety-Grid consists of a 
tubular element embedded 
in a linned aluminum cast- 
ing. 'I'his patented design 
gives high thermal conduc- 
tivity, safety, resistance* to 
corrosion. 


Suspension Type 

Contains a circular 
Safety-(jrid el(‘ment. 
Capacities, 1 .5 to 7.5 
KW. Electromodes 
are approved by 
Underwriters' Labora- 
tories ; g ua ra n teed . 



10 KW to 60 KW Heaters 

For 2.^0 or 460 volts — specify when ordering. 


Model 

1 

KW 

BTU 

! 

CFM 

Approx. 

Shipping Wt. 
Approx. 

“14-10 

10 

34.150 

800 

100 lbs 

“14-12 

12 

40,980 

800 

100 lbs 

“18-15 

15 

51,225 

1500 

180 lbs 

18-20 

20 

68.300 

1500 

180 lbs 

20-25 

25 

85.375 

1800 

200 lbs 

20-35 

35 

119,525 

1800 

200 lbs 

27-45 

45 

153.675 

4000 

360 lbs 

27-60 

60 

204.900 

4000 

360 lbs 


•Models 14-10, 14-12, 18-ir> are for single or 
3 phase. Other models for 3 phase only. 


Heaters are furnished with 4f)0-volt 
single or 3-phase heater elements; wdth 115 
or 230-volt single-phase motor. 


Thermostatic Control 

Available with all models. A contactor 
is necessary on units above 5 KW capacity, 
on 3 phase and on DC, to operate safety 
switch, thermostat. 


1.5 KW to 7.5 KW Heaters 


Model 

KW 

BTU 

CFM 

Approx. 

Shipping Wt. 
in Carton 

“AA-15 

1.5 

5.122 

100 

20 lbs 

bAN-30 

3 

10.245 

200 

30 lbs 

«BN-50 

5 

17,075 

350 

44 lbs 

dCN-7.5 

7.5 

23,613 

550 

60 lbs 


•AA-15 may be plugged into usual 115V branch 
circuit. Also available for 230V single phase. 
bAN-30 is for 115V or 230V — specify which. 
cBN-50 furnished with switch but without cord 
or plug. 230V single or 3 phase; 460V 3 phase. 

dCN-7.5 furnished without switch, cord or plug. 
230V single or 3 phase; 400V 3 phase. 

Models AA-15 and AN-30 furnished 
with on-off switch, 10 ft heavy-duty cord, 
plug. 

Heaters for Special Applications 

Blower units, blast heaters for air ducts, 
mobile units on casters; others. Engineer- 
ing help is at your disposal. 
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Combustion Control Corporation 


Jttilun Safeguards /Mr Seedmter Controls 


77 Broadway, Cambridge 42, Mass. 

205 VV. Wacker Drive. Chicago — 765 Cordilleras Ave., San Carlos, San Francisco 

District Offices in all Principal Cities 


FIREYEl PHOTOELECTRIC FLAME FAILURE SAFEGUARD AND 
PROGRAMMING CONTROL FOR OIL BURNERS 



Type 24PJS 



Type V>JP1 


Complete operating and starting protection for 
industrial and commercial oil burners with Flame 
Rod protection of gas pilot. Type 24PJ8 auto- 
matically starts burner and programs sequence of 
gas pilot, ignition, burner motor, oil valves, pro- 
viding scavenging period, fuel valve delay, post 
ignition time. Flame Rod, Type 45JP1 , monitors 
gas pilot flame, preventing opening of oil valve 
unless gas pilot is established. Scanner T\ pe 
45PH5 takes over monitoring of oil flame after 
pilot is. established. Failure of either gas flame 
during ignition or main oil flame during normal 
operation results in immediate shutdown of 
burner system. 

Fireye equipment is av^ailable in combinations 
providing one or all of these safeguard functions, 
depending on requirements of installation. 


FIREYE ELECTRONIC ROD FLAME FAILURE SAFEGUARD 
AND CONTROL FOR GAS BURNERS 

Operating protection for industrial and com- 
merical gas burners. Flame Rod Type 45JU1 
constantly monitors gas pilot flame after its 
manual or electric ignition. Main gas valve can- Type J4QJ5 
not open until Flame Rod indicates pilot flame 
is established. Pilot flame failure after opening 
of main fuel valve is instantly signalled by Flame 
Rod to Electronic Control Type 24yj5, which 
immediately shuts off Burner. 

Fireye equipment is designed with completely 
fail-safe characteristics. Any circuit element 
failure results in system shutdown. A built-in 
jow-voltage interlock completely checks system, 
internal and external to control, on each burner 
recycle. 

Type 4iiJQl 

FIREYE BOILER FEEDWATER CONTROL AND BOILER WATER CUTOFF 

Electrically maintains desired boiler water level. 
When level drops dangerously low fuel supply 
instantly cuts off and alarm sounds. Fireye 
Boiler Feedwater control is alternating current 
control. Combines probe circuit and transformer 
to operate direct current relay through a rectifier. 
Using direct current in relay circuit increases 
contact pressure, makes possible use of low a-c 
voltages in prooe circuit thereby eliminating 
electrolysis problems and probe sealing. Non- 
corrosive probe fittings, designed for pressures up 
to 300 psig mount parallel to boiler water control. 








Air Coru/iiioning 


Unit Heater* 
and Cooler* 


FEDDERS-OUIGAN CORPORATION 

85 Tonawanda St. 

Buffalo, New York 

Heat Transfer Specialists Since 1896 



fcdden Series 15 Horizontal Unit Heaters 
'd'lth Streamline Copper Tubes and Fins 


Fedders UNIT heaters 

Horizontal Type 
COPPER TUBES AND FINS 

Fedders streamline tubes provide aerody- 
namic efficiency and the ample-area saddle 
of the fins gives generous bonded metal-to- 
metal contact between copper tubes and fins 
for high thermal efficiency. Handsome, rugged 
cabinets — complete relief of expansion stresses 
within the core as well as between core and 
cabinet — latest type broad blade fans provide 
large air volume, quiet operation and maxi- 
mum efficiency. Large Btu capacity with 
low final temperatures assure ideal working 
conditions. Capacities, 100 to 1,000 EDR. 
Write for Bulletin 15C-3. 


Fedders 
DOWNBLOW 
UNIT HEATERS 

Used where requirements necessitate clear- 
ance for material handling equipment, tall 
machinery and other conditions requiring 
piping to be kept out of the way and for spot 
locations such as over frequently opened 
shipping room doors. 


COPPER TUBES AND FINS 

Straight downblow or diffusion of heat is 
accomplished by adjustable directional out- 
lets to fit conditions. 

Circular type for ceiling heights from 20 to 
45 ft. 800 to 1800 EDR capacities. 

Square models chiefly for medium ceiling 
heights of 15 to 25 ft. 

Write for Bulletin 12C-3. 
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Grinnell Company, Inc. 

Heating, Industrial and Power Plant Piping, Fittings, Hangers, 
Valves| Pipe Bending, Welding, Piping Supplies, Etc. 

Executive Offices: Providence 1, R. I. 

National Distributors of Thermofiex Traps and Heating Specialties 

For data on other Grinnell Products, see pages 1118 - 1111 ) 



REG. U. S. PAT. OFF. 


THE GRINNELL UNIT HEATER 



In addition to its patented Internal Cooling Leg Therniolier has many other desirable 
features including its Single Header U-Tube construction which compensates for ex- 
pansion and contraction strains. Radiation is from brass-finned seamless copper U- 
tubes rolled into a cast iron tube sheet. 

Steam circulation and the removal of condensation in Thermolier are distinctly 
different than is usual in unit heaters. The actual cooling effect of this construction is 
equal to a run of more than 100 ft of ordinary, exterior cooling leg piping. 

Steam is delivered into Chamber ‘‘A'’ of the header and circulates from there through 
the pitched U tubes, carrying its condensation with it into Chamber “B." By partition- 
ing off the lower tube or tubes at the bottom of the Steam Supply Chamber “A” these 
tubes carry all condensation from Chamber “B'’ into Drain Chamber “C.” In passage of 
this condensation through these tubes, the air from the fan is rapidly carrying off neat 
just as it does in the rest of the unit. The result is that these two bottom tubes form 
an efficient internal cooling leg, integral with the unit. 

Thermolier is available in 9 Models. Catalog will be sent on request to'Grinnell 
Company, Inc., 277 West Exchange Street, Providence 1, R. I., or to any branch office 
in principal cities listed on our page 1118. 


CAPACITIES 

60 F Entering Air Temperature — 2 Lb Steam Preteure 


Model 

No*. 

Btu 

per Hour 

Equivalent 
Direct Radiation 

Mode) 

No^. 

Btu 

per Hour 

Equivalent 
Direct Radiation 

D2l 

35,600 

148 

D57 

101,300 

422 

D3I 

48.700 

203 

D66 

128.700 

536 

D37 

62,200 

259 

D7I 

151,700 

632 

D44 

84.100 

350 

D9I 

196.000 

817 




Dll) 

275.300 
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ILG Electric Ventilating Co. 

2876 North Crawford Ave., Chicago 41, 111. 

Offices in More Than 40 Principal Cities 


Horizontal Type Unit Heaters — have I LG-built 
Self-Cooled Motor which counteracts coil heat — never 
“slow' roasts.” Ciraduated, 2-piec(‘, cast iron header 
gives “balanced” steam clistribution. Brass orifice 
bushings expand tubes uniformly in header plate. 
Copper fins are pressed into round copper tubes for 
permanent union — no brazing, soldering, or welding. 
Bottom header “floats” to permit expansion and con- 
traction of coil independt'iit of casing. 7'ested and 
Bated according to codes of LV.U.A. and A.S.H.V.K. 
Ratings certilied by I.VJI.A. — “()ne-Nam(‘-Flate” 
Guarant(‘e. Wide range of sizes and capacities. 






Low-Ceiling Type 

For vertical mounting in 
buildings where headroom 
is at a premium. Side in- 
lets and outlets at top and 
bottom assure extremely 
compact installation. 


Vertical Type 

Recommended for instal- 
lations with extremely high 
or extremely low ceilings. 
Air diffusers or deflectors 
available to direct flow of 
heater air. 


Textile Type 

More tubes, no fins — for 
textile mills and applica- 
tions w'here lint or other 
material normally adheres 
to fin surfaces and clogs 
up coil. 


ILG Electric Unit Heaters 



STANDARD TYPE 
For instant, clean, 
safe, dependable 
heating. Coil is of 
black heiit type which 
operates below 400 
degrees. Protected 
against excessive 
temperature rise by 
patented automatic 
thermal cut-out and 
magnetic starter. 
Sizes 5 to 15 KW. 


TYPE “HT” 


For installations re- 
quiring a small volume 
of heat. Exceptionally 
efficient. Suitable for 
constant duty. Non- 
overheating black heat 
type coil with individ- 
ually interchangeable 
elements. Sizes 1 Yz to 
4 KW. 



For ILG Propeller and Centrifugal Fans, see page 1075 
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HASTINGS 





MANUFACTURING COMPANY 


SINCE 1914 


NEBRASKA 


New and Improved Self Contained Air Conditioning Units — for use with cold water. 
Capacities From 1 Ton to 20 Tons with Comparable Capacities for Heating. 

Models for Cooling Include Floor Type for Individual Rooms, Suspended Units and 
Central Plants for Duct Systems. 

Centrifugal Unit Heaters, Package and Utility Type Blowers for Heating and Ventilating 


• Central Plants — capacities from 3 tons 
to 24 tons. Air delivery from 1100 cfm to 
10,000 cfm. All central plants are as- 
sembled in sections to simplify instal- 
lation. All models available with steam 
coils for combination heating and cooling. 

• Suspended Models — capacities from 
1 ton to 4 tons. Air deliver^' 585 cfm to 
2200 cfm. Especially adaptable to in- 
dividual rooms where duct system is 
undesirable. Completely self-contained 
with motor, coils, blower and filters housed 
in sturdy steel cabinet with attractive 
featherweave finishes. 

• Floor Type Models — capacities from 
1 ton to 3 tons. Designed for use in 
individual rooms. All models self-con- 
tained with motor, blower coil and filters 
housed in well designed metal cabinets 
attractively finished or available in base 
coat for finishing in special colors. 



• Package Blowers - capacities 1000 cfm 
to 4000 cfm. All models equipped with 
filters and available with or without fan 
controls. Cabinets of extra heavy steel 
construction with featherweave finish or 
wdth base coat for finishing in special 
colors. 

• Utility Blowers both single — twin 
mounted double inlet type — capacity 
from 800 cfm to 10,000 cfm. Available 
in any discharge arrangement and with or 
without motors. Single blowers available 
in “base type” which includes heavy 
angle frame for special cabinet construc- 
tion when necessary. 

• Unit Heaters — capacities from 76,800 
to 155,000 Btu/hr. std. rating, air delivery 
1165 cfm to 2100 cfm. Centrifugal type 
for use w ith steam or forced circulated hot 
water. Unusually quiet in operation — 
highly efficient and easily adaptable to 
duct installation. Finish^ in attractive 
featherweave or base coat for special 
colors. 



WRITE FOR CURRENT 
SPECIFICATION CATAtOG 
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\ nnRD 



1819 So. Hanley Rd., St. Louis 17, Mo. 

Manufacturers of 
HEAT TRANSFER EQUIPMENT 

AIR CONDITIONING BLOWER UN ITS -HEATING 
AND COOLING COILS - EVAPORATIVE CON- 
DENSERS COOLING TOWERS ~ INDUSTRIAL 
COOLERS ~ UNIT COOLERS - UNIT HEATERS 



WATER COOLING 
AND HEATING COILS DIRECT EXPANSION COILS 



For cooling with cold water and for 
heating with hot water. 


For freon. A complete range of sizes to 
meet all conditions and capacities. 



EVAPORATIVE 

CONDENSERS 

3 to 100 tons. .'\11 refrig- 
erants. .All prime surface 
coils. Indoor or outdoor 
units. 



BLOWER UNITS 

Ceiling and floor type air-con- 
ditioning units. 1 to 50 tons cooling 
capacity range and 24,000 to 
1,125,0(^ Btu 8 range in heating. 
\"ariou8 arrangements of discharge, 
filter box and motor drive. 


INDUSTRIAL COOLERS 

(Not Illustrated) 

1000 to 15,500 cfm. Floor type. Coils 
up to 12 rows in depth. All refrigerants. 


UNIT HEATERS 

Horizontal propeller fan type. Steam 
ratings 26,500 to 268,300 Btu's. 
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McQuay, Inc. 

1602 Broadway, N.E., Minneapolis 13, Minn. 

MANURACTURERS OF AIR CONDITIONING EQUIPMENT 

Sales Offices in all Prlnclftal Cities 


• Air Conditioners 

• Air Conditioning Coils 

• Blast Heating Coils 

• Refrigeration Coils 

• Unit Heaters 

• Unit Coolers 


P ft 0 V { N 



Comfort Coolers 
Blower Coolers 
(Suspended & Floor Type) 
Ice Cube Makers 
Icy-Flo Accumulators 
Zeropak Low Temp. Units 


THE EXCLUSIVE McQUAY RIPPLE-FIN 
RIPPLE-TUBE COIL ASSEMBLY 

McQuay h ydraulicall}’ expanded Ripple-Fin Rip- 
ple-'Fube Coils effect permanent contact between 
tubes and the entire surface of the fin collars — that’s 
the advantage of the hydraulic pressure method — to 
create the lasting mechanical bond without the use of 
any “low conductivity” bonding material. 

This significant advantage is a typical example of 
how a seemingly small detail in engineering design 
plays an important part in making superior products. 

McQuay construction means higher flexible 
strength with less air friction and cleaner operation. 

To provide greater flexibility, all headers are of non- 
ferrous tubes, elipted to compensate for any unequal 
expansions and contractions. 

All secondary surface is of the aluminum ripple-fin continuous plate tyi>e, to give extra 
strength, and to provide heat transfer surface that remains clean for a longer period, 
thereby giving greater efficiency; all tubes are electro-tin plated for further protection 
and longer life. 

The new standardized design provides 11 header sizes and 19 tube lengths, plus other 
intermediate header sizes and many other tube lengths. McQuay thus provides greater 
flexibility for sizing jobs. 

This careful attention to detail makes McQuay performance possible and establishes 
their preference among users. McQuay coils are available in a wider variety of styles 
and sizes, both standard and special coils for steam, hot water, cold water, brine, direct 
expansion and other applications. 




COMBINATION STEAM BUST COIL 

COOLING COIL WATER COIL 


MORE THAN 1,000,000 COIL TYPES AND SIZES 


McQUAY manufactures a complete line of Standard Coils for the Industry. 

Coils for Heating — 1 to 10 rows deep using low or high pressure steam or hot water. 
Jet-Tube (Non-Freeze steam inner tube) type coils 1 and 2 rows deep. 

Cleanable Tube — (Removable plug) type coils 1 to 12 rows deep. 

Water Coils for Cooling — 1 to 12 rows deep. 

Direct Expansion Coils — for cooling 1 to 10 rows deep. 

Refrigeration Coils— all types and sizes. 

Special Coils — of various materials furnished on order for special applications. 
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HOWZONTAL 
UNIT HEATER 



BLOWER TYPE 
UNIT HEATER 


HORIZONTAL UNIT HEATERS 

Restyled in 1947 to provide up to the 
minute eye appeal. This renewed line 
of 12 sizes completely covers the range 
from 23,000 to 300,000 Btu. All sizes 
carried in stock. Write for Catalog 320. 

DOWN FLOW UNIT HEATERS 

Available with various air discharge 
arrangements for low, medium, or high 
suspension, these unit heaters fill a need 
on almost every job. Carried in stock 
in H) sizes from 32,0(X) to 500,000 Btu. 
Write for catalog 740. 

BLOWER TYPE UNIT HEATERS 

Made in 11 basic sizes covering the 
entire range from 1500 cfm and 125,000 
Btu to 10,000 cfm and 1,130,000 Btu. 
Provision for handling external static; 
various outlet diffusers; also available 
with face and bypass damf>ers. 

For long life, efficiency, and for eye 
appeal specify McQuay l-nit Heaters. 

COMFORT COOLERS 
For Small Commercial Applications 

Made in two types— one for use with 
uater or brine; another for Freon or 
methyl chloride. Five sizes (1, 2, 

3, and 5 ton models) in each type — all 
with variable-speed motors. Write for 
catalog 81.\. 



COMFORT COOLER 



AIR CONDITIONER 
(YEAR-ROUND) 


SMALL AIR CONDITIONERS 
Cold Water and Freon Types 
For Small Commercial Applications 

Choice of recirculation of indoor air, 
entire intake of outside air, or a com- 
bination of both. Cold water or brine 
used in one tyi)e; Freon or meth\'l 
chlorule in another. Modern “sound 
isolated” construction assures quiet 
oj^eration. 2, 3, 5, and 7^2 Lon sizes. 
Write for Catalog 83.^, 

LARGE CENTRAL SYSTEM AIR 
CONDITIONERS 
For Large Industrial and 
Commercial Applications 

Suspended and floor types, cools, 
dehuniidifies, filters, and circulates air 
in summer, heats, humidifies, filters 
and circulates air in winter. Extreme 
flexibility and accessibility “built-in.” 
Cooling capacities from 5 to 50 tons in 
both Suspended and Floor TyP^- 
Write for catalog 85. 

McOUAY 

Icy-Flo Accumulators 

The new practical “Storage- Battery” 
for refrigeration effect is now available 
for handling heavy loads of short dura- 
tion. Ideal for chur^es, lodges, mortu- 
aries, noon cafeterias, and many in- 
dustrial applications. Write for catalog 
105, 



DOWN FLOW 
UNIT HEATER 



AIR CONDITIONER 
(YEAR-ROUND) 



AIR CONDITIONER 
(YEAR-ROUND) 





ACCUMULATOR 
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Modine Manufacturing Company 

Heating, and Air Conditioning Division 

\ 

General Offices: 1500 Dekoven Ave., Racine, Wis. 

Factories at Racine, Wis. and La Porte, Ind. 

Branches In all Principal Cities 


NEW MODINE UNIT HEATER LINE 



Horizontal Type 

23 Models — for general 
industrial and commer- 
cial applications. Pat- 
ented Modine center 
tappings permit direct- 
from-pipe-line sus- 
pension. 


Vertical Type 

16 Models — designed for over- 
head installation, up near ceil- 
ings of high bays to clear 
plant production equipment, 
or at low levels as in stores 
and offices. 


New Power-Throw 

8 Models — for specialized 
industrial applications. A 
new type of draw-through 
horizontal delivery unit 
heater with powerful, 
scouring jet action. 


Three Distinct Types — 47 Basic Capacities for 
Industrial and Commercial Unit Heater Applications 

Modine’s beautiful, new, integrated line of unit heaters offers new versatility in steam 
and hot water unit heater application. The three coordinated types may be used 
individually, or, where requirements indicate, in combination with each other. Thus, 
it is possible to meet varying heat, air delivery, mounting height, and location demands 
with the combined action of different unit heaters. 


Condensers: Pure copper or copper 
alloy from inlet to outlet for maximum 
resistance to internal and external cor- 
rosion. Pure copper fins are metallically 
bonded to round, seamless, heavy-guage 
red brass tub^ for permanent contact and 
to insure uninterrupted heat conduction 
from primary to secondary surface. 

■ Modine-patented expansion bend permits 
tubes to expand or contract individually as 
temperature requires. All steam and 
condensate carrying passages are brazed 
into an integral pressure-resisting unit. 

Bonderized Casing: Attractive beige- 
my casing with chrome trim protected 
from rust by Modine Parker Bonderizing. 


Quiet Operation: Scientifically sound- 
silenced for quiet performance. Casing 
interiors are acoustically-insulated to muf- 
fle noises from within. Velocity generator 
eliminates air rush “peaks/* subdues exter- 
nal air-rush noise. 

Efficient Motors: Nationally known 
makes of continuous-duty, totally en- 
closed fan type. Rubber mounted to 
prevent vibration noise from being trans- 
mitted to casings. 

Safety Fan Guard: Staunch, steel 
safeguard .urotccts against danger of 
unshielded fan. 
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WIDE NEW LINE 
OF HEATING COILS 

"J’hc new Modine line of Heating Coils now 
gives you over 1,236 coils to choose from in 
matching your specific performance and 
si/e rec)uirements for heat transfer surface. 
But that’s not all! Newly engineered and 
<lesigned, Modine coils permit use of 
smaller duct sizes for increased conve- 
nience and efficiencN’! Available in four 
major t\ pes: 

1. Standard Coil 

P'or all normal 
heating, venti- 
lating, air condi- 
tioning and dry- 
ing applications 
where steam is 
heating medium. 
595 sizes and 
models. 

2. Non-Freeze Coil 

Incorponites steam 
<iist ribut ing tubes 
for resistance to 
Ireezing and uni- 
form face temjwra- 
tures. I'se where 
temj)er.iture is con- 
trolled b\ modulat- 
ing steam supt)ly 
. . . even with 32 
<leg F entering air. 510 sizes and models. 

3. Booster Coil 

F'or use where 
small volumes of 
air are handled. 
Ideal for con- 
trolling temper- 
atures in branch 
ducts. Face 
areiis as small as 
}/2 square foot in 
standard and non-free/e types. 46 sizes 
and models. 

4. Hot Water Coil 

A seri:)entine coil 
for use on hot 
water. Exclusive 
Modine feature 
permits counter- 
flow^ installation 
regardless of air 
flow direction 
with complete air 
venting and drain- 
age provision, 85 
sizes and models. 






CABINET UNIT HEATERS 

Designed for heating offices, lobbies, 
corridors, etc. . . . wherever quick, posi- 
tive distribution of heat combined with 
quiet operation and gentle air move- 
ment are desirable. Has considerably 
greater heat 
output than 
convector of 
equivalent size. 

Employs cop- 
per heating 
coil for use on 
steam or hot 
water system. 

Mounted on 
wall or ceiling. 

C cl p a c i t i e s : 

105 EDR and 
310 and 450 
EDR. 


CONVECTOR RADIATION 

Built to meet modern 
residential, institutional, 
and commercial heating 
requirements, Modine 
convectors operate on 
the principle of natural 
convection. Cooler, 
heavier air is drawn in 

Fhor^Cabinet through the enclosure’s 
bottom opening; comes 
in contact with copper heating unit that 
carries steam or hot water. As air is 
heated, it rises; is then circulated out into 
room through grille at top of enclosure. 

Concealed copper heating unit combines 
compactness with high heat capacity — to 
give room added floor space as well as 
fast, even heating. Use of copper makes 
the heating unit almost instantly respon- 
sive to automatic control. 

Enclosures are streamlined for simplicity 
and harmonize readily with any type of 
interior. Parker-Bonderized before being 
prime painted, the enclosures are less 
vulnerable to the formation and spread 
of rust. 

Manually installed enclosure fronts can 
be installed in 30 seconds without tools. 
Easy removal of fronts assures convenience 
in cleaning and gives ready access to the 
heating unit. 

Available in recessed and cabinet types. 
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D. J. Murray Manufacturing Co. 

Wausau, Wisconsin 





T. M. REG- 
U S. PAT. OFF. 


i Offices in Principal Cities 

MANUFACTURERS OF THE GRID UNIT 
AND GRID BLAST COILS 



One piece construction “fin” heating 
sections of high test cast iron — no 
soldered, brazed, welded or expanded 
connections. Patented. 


Designed and tested to operate with 
steam or hot water systems — for 
steam pressures from 2 lbs to 250 lbs. 
Engineered along the same lines as 
the standard GRID Unit which had 
aluminum heating sections and has 
been on the market since 1929. 



Cl (CAST IRON) SERIES GRID UNIT HEATER DATA 


Model 

No. 

Dimensions 

1 Motor 

1 

Vol. 

Fan 

CFM 

Capacities 

5 PSI Steam 

60“ F Air 

Pipe Size 

Support 

Dia. 

Weight 

Lbs. 

A 

B 


D 

E 

HP 

RPM 

Btu/ 

Hr 

I 

Final 

Temp. 

“F 

■a. 

3 

C/2 

Return 

CI-1000 

iiy» 

Wl\ 12% 

10% 

ITi/.l 1/25 

I 1550 

572 

29,080 

106 

1% 

1% 

% 

150 

CI-1200 

H'A 

l3’/8j 12% 

I35i, 

21% 

1/15 

1550 

798 

45,450 

112 

1% 

1% 

% 

210 

CI.I500 

I7»/2 

15% 

11% 

16 

23% 

% 

1750 

1500 

76,500 

107 

1% 

1% 

% 

280 

CI-1520 

mi 

155/8 

11% 

21 

28% 

% 

1750 

1700 

1C1.500 

114 

1% 

1% 

% 

390 

CI-2000 

22'/« 

20^» 

11% 

21% 

283/8 

1/6 

1150 

2600 

143.000 

110 

2 

1%' 

% 

490 

CI-2025 

22'/8 

20?^, 

11% 

25% 

35% 

1/6 

1150 

2875 

173,640 

115 

2 

1% 

% 

520 

CI.2500 

2T/2 

25% 

13 

25% 

35% 

% 

! 1150 j 

4350 

224,000 1 

107 

2 

1% 

% 

700 

Cl-2504 

271/2 

25% 

13 

25% 

35% 

% 

1150 1 

3300 

206,000 j 

117 

2 

1% 

Vs 

660 

CI-2530 

271/2 

25% 

13 

31 

40% 

% 

1150 1 

4650 

275.800 1 

114 

1 

2 1 

1% 

Vs 

900 

CI-3000 

325/8 

31 

13 

TP 

40%i 

% 

850 

6300 

332,000 j 

108 

2% 1 

1% 

Vs 

1020 

CI.3000 

325/8 

31 

13 

I 

31 

40% 

1% 

1150 

8000 

380,000 

103 

2% 

1% 

Vs 

1070 


NO ELECTROLYSIS TO CAUSE CORROSION 
Low maintenance expense. Lower outlet temperature. 

More air changes per hour. Larger air volume. 

Positive directed ” heat. No soldered, brazed or expanded joints. 

No leaks — no breakdowns. Open design that keeps units clean. 

Send for complete catalog information 
Send for information on Blast coils and radiation. 
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John J. Nesbitt, Inc. 

Philadelphia 36, Pa. 

Manufacturers of 

THE NESBITT SYNCRETIZER Heating and Ventilating Unit, and 
THE NESBITT PACKAGE, schoolroom ensemble consisting of the Syncretizer, 
Convector and storage units, sold by John J. Nesbitt, Inc., and American 
Blower Corporation; 

NESBITT HEATING SURFACE with Dual Steam-distributing Tubes, 
NESBITT SERIES H HEATING SURFACE, and 
NESBITT SERIES W COOLING SURFACE, 

sold by leading manufacturers of fan-system apparatus; 

NESBITF CONVECTORS, sold by plumbing and heating wholesalers; 
WEBSTER-NESBITT UNIT HEATERS (See page 1229), 

distributed in U. S. A. by Warren Webster & Company. 



NESBITT SYNCRETIZER— Series 400 

For heating and ventilating school- 
rooms, offices, etc., where the continuous 
introduction of outdoor air is desired. P'or 
engineering data, get Publication 2*25-2; 
for “The Story of Syncretized Air,” Publi- 
cation 231-2. For data on The Nesbitt 
Package, schoolroom ensemble consisting 
of the Syncretizer, Convector, and storage 
units, get Publication 249. 

Nesbitt Series B Thermovent 

For heating and ventilating auditoriums, 
gymnasiums, assembly halls, and similar 
gathering places. Publication No. 227-2. 

NESBITT COOLING SURFACE 
Series W Surface 

For air cooling 
and cooling and de- 
humidifying (with 
cold water) or air 
heating (with hot 
water). Construct- 
ed of copper tubes 
and plate-type alu- 
minum fins. Avail- 
able in either con- 
tinuous or cleanable 
tube type, in single 
sections having one 
to eight rows of 
tubes deep, in three 
fin spacings, in 
eleven fin widths, 
and up to sixteen finned tube lengths. 
Sturdy galvanized casings. For engineer- 
ing data send for Publication 246. 



NESBITT HEATING SURFACES 
Series D Surface 

With Dual Steam-distributing Tubes 

Copper tube and aluminum fin surface 
for low-pressure applications. Adapted to 
close, continuous automatic control with 
modulating steam valves. Steam-dis- 
tributing tubes within condensing tubes 
carry the steam equally to the full section 
assuring uniform discharge temperatures 
even under throttled steam supply; eli- 
minating temperature stratification; pre- 
venting tube freezing without preheaters. 

Series D Surface is available in two 
types, Type DS and Type DD. Steam is 
supplied from one end of the surface in 
Type DS, w^hich is recommended for 
lengths up to six feet. Steam is supplied 
from both ends of Type DD, which is 
recommended for lengths over six feet. 

Cased or uncased units of many sizes 
and capacities. For engineeiing data, 
send for Publication No. 247-1. 

Nesbitt Series H Heating Surface 

A lightweight, enduring, highly efficient 
blast-coil heating surface designed for 
steam pressures up to 200 lb. gauge. S^nd 
for Publication 248. 

NESBITT CONVECTORS 

Designed for 
steam or hot water 
heating of resi- 
dences, apartments, 
offices, etc. Send 
for Publication 252. 

Available in 20 
stock sizes. 



Uncased Surface 
Showing Drain Header 
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The Hermah Heisoh Corporatioh 

General Offices and Factories at Moline* Illinois 
Branch OJ^cas and Broduct- Application Engineers in the Following Cities: 


Albuquerque, N. M, 
Atlanta. Ga. 

Boston, Mass. 
Buffalo, N. Y. 

Cape Elizabeth. Me. 
Charlotte, N. C. 
Chicago, III. 
Cincinnati, O. 
Cleveland, O. 
Columbus. O. 

Dallas, Tex. 
Denver, Colo. 


Des Moines, Iowa 
Detroit, Mich. 
Duluth, Minn. 

El Paso, Tex. 

Grand Rapids, Mich. 
Houston, Tex. 
Indianapolis, Ind. 
Jackson, Miss. 
Kansas City, Mo. 
Los Angeles. Calif. 
Louisville, Ky. 
Memphis, Tenn. 


Miami, Fla. 
Milwaukee, Wis. 
Minneapolis, Minn, 
Missoula, Mont. 
Moline, III. 
Nashville, Tenn. 
New Orleans, La. 
New York. N. Y. 
Oklahoma City, Okla. 
Omaha. Neb. 
Philadelphia, Pa. 
Phoenix, Ariz. 


Pittsburgh, Pa. 
Portland, Ore. 
Richmond, Va. 
Saginaw, Mich. 

St. Louis, Mo. 

Salt Lake City, Utah 
.San Antonio, Tex. 
San Francisco, Calif. 
Seattle, Wash. 
Spokane, Wash 
Syracuse, N. Y. 
Washington, D. C. 



HERMAN NELSON 
HORIZONTAL 
SHAFT PROPEL- 
LER-FAN TYPE 
UNIT HEATERS 

Designed for ceiling 
suspension, these unit 
heaters project warm 
air downward in an 


angular direction. Copper heating ele- 
ment for use with steam or hot water, 
incorporates patented stay tube which 
maintains proper relationship between 
headers without increasing strain on loops 
thus prolonging life of unit. A wide 
variety of models, sizes and arrangements. 


• HERMAN NELSON 
VERTICAL SHAFT 
PROPELLER-FAN 
TYPE UNIT HEATERS 

For high ceiling in- 
stallations, Discharge 
air vertically downward, 
or at an angle to vertical 
in various directions. 
Long life copper heating element for use 
with steam or hot water incorporates 
patented stay tube. Units available with 
either high or low velocity discharge, each 
with a wide range of capacities. 


HERMAN NELSON 
DE LUXE UNIT 
HEATERS 

Efficient, economi- 
cal, compact, quiet 
and attractive, these 
Unit Heaters provide 
the ideal method for heating offices, show- 
rooms, corridors, markets, stores, etc. Cop- 
per heating element incorporates patent^ 
stay tube. Units may be placed on floor, 
wall or suspended from ceiling. Eighteen 
models, sizes and arrangements. 



HERMAN NELSON 
CENTRIFUGAL 
FAN TYPE 
UNIT HEATERS 

For efficient heat- 
ing of large areas. 

Can be supplied w'ith 
by-pass damper for 
introduction of in- 
door and outdoor air. 

Design of copper heating element assures 
durability and contributes to high velocity 
discharge. For floor, wall, ceiling or 
inverted w'all mounting. 



HERMAN NELSON 
UNIT VENTILATORS 

Maintain desired air conditions for 
room or auditorium areas wffiere large 
groups of people gather. Copper heating 
element for use with steam or hot water 
is sturdily constructed for long life and 
designed for greatest heating efficiency. 

Exclusive “draw-through” design pre- 
vents unhealthful drafts and eliminates 
unnecessary overheating. Locating motor 
in end compartment provides additional 
space for fan assembly and use of larger 
fans running at slower tip speeds. 



Herman Nebon Unit Heaters and Unit Ventilators are tested and rated in accordance 
with the Standard Test Code adopted jointly by the Ifidustrial Unit Heater ArsociaHon 
and the Americak Society of Heating and Ventilating Engineers. 
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The Hermmh Helsom Corporatioh 

General Offices and Factories at Moline, Illinois 



HERMAN NELSON 
DIRECT DRIVE 
PROPELLER FANS 

Provide most economical 
form of quality ventilation 
obtainable for industrial 
buildings of all types. 
7 standard sizes available 
with wheel diameters from 
from 14 to 36 in. and ca- 
pacities from 655 to 12,400 
cfm. There are 7 high pow- 
ered models to operate 
against static resistance of 
s in., with wheel diameters 
from 14 to 36 in. and capaci- 
ties from 1200 to 14,600 
cfm. Can be obtained in 
acid and e.xplosion resisting models. Also 
three mcxiels especially adapted to small 
store and office applications. 



HERMAN NELSON 
BELT DRIVE 
PROPELLER FANS 

For public and com- 
mercial building instal- 
lations where slow speed, 
quiet operation are re- 
quired, Twelve sizes 
of the standard model 
with wheel diameters from 24 in. to 54 in. 
Also six sizes of the High Powdered model 
with the same wheel diameters. Capaci- 
ties: 5650 to 36,150 cfm. Due to quiet 
operation of 'Herman Nelson Belt Drive 
Propeller Fans, use of two speed motor 
is unnecessary. 

HERMAN NELSON 
DIRECT DRIVE 
UNIT BLOWERS 

Designed for many ap- 
plications, such as fume 
noods, toilet ventilation, 
chemical laboratories, 
industrial processing and drying problems. 




Compact, direct connected, motor driven 
units have universal discharge and mount 
on floor, wall or ceiling. Available in four 
sizes with 9 speed combinations. Wheel 
diameters from 6J^ in. to 11 in. and 
capacities from 360 to 2265 cfm. 


HERMAN NELSON 
BELT DRIVE 

UNIT BLOWERS 

Fully self-contained 
unit including motor, 
driv^es and housing; for- 
wardly curved or back- 
wardly curved blade 
wheels available; adjustable motor pedestal 
wdth vibration dampers; universal dis- 
charge; nine sizes with 70 drive com- 
binations. Available with any rotation 
and discharge. Wheel diameters from 
11 in. to 30 in. and capacities from 980 
to 16,892 cfm. 

HERMAN NELSON TYPE “H” 
AND TYPE “HB” 
CENTRIFUGAL FANS 

Especially suited for heating, air con- 
ditioning and ventilating systems. Type 
“H” has forwardly curved blade wheels. 
Type “HB” has backwardly curved blade 
wheels incorporating non-overloading 
powder characteristics. Seventeen wheel 
diameters from 1234 to 73 in.; single or 
double width; Class I or II construction; 
and any speed or discharge requirement. 




Type HB Type H 


The Complete Line of Herman Nelson Propeller Fans and Blowers is tested and 
rated in accordance with the Standard Test Code adopted jointly by the Natianal 
Association of Fan Manufacturers and the American Society of Heating and Venti- 
lating Engineers. 
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The TRRIIE Company 

2021 Cameron Avenue, La Crosse, Wisconsin 

COMI%.ETE LINE OF HEATING, COOLING, AIR 
CONDITIONING AND AIR HANDLING EQUIPMENT 

Over 70 U. S. Branch Offices 


Aliianv, New York 
Albuquerque, N. M. 
Allentown. Pa. 
Amarillo, Texas 
Appleton, Wis. 
Atlanta, Georgia 
Aurora, Illinois 
Baltimore, Mo. 
Billings, Mon i ana 
Birmingham. .Alabama 
Boston. Mass. 
Buffalo. N. V. 
Canton, Ohio 

CHAirANOOGA. TeNN. 

Chkai o. Illinois 
C.'INCINNATI, Ohio 
Cl.ARKSBl’RG, W. \^A. 

C L A R Kb V 1 L L E . T E NN . 


In Canada; Trane ( on 


Cleveland. Ohio 
Columbus, Ohio 
Dallas, Texas 
Davenport, Iowa 
Dayton, Ohio 
Denver, Colorado 
Des Moines, Iowa 
Detroit, Mkh. 

Flint, Mkhigan 

(iAINESVlLLE. FlA. 

Grand Rapids. Mich. 
Greensboro, N. C, 
Greenville, S. ('. 
HARRISBlfRG. Pa. 
Houston, Texas 
Indiaj^apolis. Ind. 

K A NSAS C ' 1 1 Y. Mo. 

Knoxville, Tenn. 

Sales Connections 
[•any of (^vnada, I. id,, a 


La Crosse, Wis. 

Lake Charles, La. 

Los Angeles. Calif. 
Loi'isville, Ky. 

M EMPi 1 IS, Tenn i:ssii ic 
Milwaukee. Wis. 
Missoula, Montana 
Newark. New Jersey 
New’ Orleans. I.a. 
New York, N. V. 
Oklahoma ('iiv, Oki.a. 
Omaha, Nebraska 
Philadelphia. Pa. 
Phoenix, .\ri7, 
Pitisbi'R(;h. Pa. 
Portland, Maine 
PoRTI.AND, OREf.ON 

Providence, R. J. 

II Over The World 

wat it Khd' Sts.. 'l'( 


Ru hmond, Va. 
Roanoke, Va. 

Roches I ER, N. V. 

Salt Lake Ciiy, Hi ah 
San Francisco, Calif. 
Seattle, Washin(;ton 
Sioux (Tty, Iowa 
South Bend. Ind, 
Spokane, Wash. 

Si. Louis, Mo. 

Si. Paul, Minn. 
Syraci'se, N. Y. 
Toledo, Ohio 
Trumbull, Conn, 
Washington, D. ('. 

W. Hartford, ('onn. 
Wilkes-Barre. Pa. 
Wilmington. Del. 
Worcester, Mass. 

rit(». Out. (l."> Branches) 


A COMPLETE LINE 

The Trane Company fabricates a complete line of heating, cooling, air conditioning 
and air handling equipment. Long years of experience with practical know ledge gained 
from close field contact, have developed products for every requirement. 


Trane Systems --So com- 
prehensive is the I rane Line 
that any number of complete 
heating and air conditioning 
systems can be designed in 
which all the major parts are 
made by Trane. Examples: 
'I'rane Custom- Air System of 
Air Conditioning for multiple- 
room buildings; central and 
unit systems of air conditioning 
for comfort and processes; 
steam and hot water heating 
systems. Products used in 
these systems are designed and 
made together for use together. 
Undivided responsibility. 




Trane Convector-radi- 
ator — The modern successor to 
the old-fashioned radiator, the 
Trane Convector-radiator is a 
compact, light-weight, easy-to- 
install unit. Available for 
either steam or hot water heat- 
ing system. It combines attrac- 
tive appearance with long life 
and economical ^rvice. 

Currently easier to obtain 
and install than ever, new Type 
A Units are available from 
stock throughout the nation. 

Trane CoUs—There are 
Trane Extended Surface Coils 
for every heating or cooling, 
comfort or process application, 
in all types and sizes. Types 




Projection Heater 
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include coils for steam, hot 
water or booster heating, direct 
expansion or water cooling. 

Trane Blower Type Unit 
Heaters — Better known as 
Torridors, Trane Blower Type 
Unit Heaters are available for 
large space or duct work ap- 
plications. Ideal for heating 
large spaces, exposed areas 
requiring a blanket of heat, 
and for process applications. 

Trane Projection Heaters 

— A Trane development, the 
Projection Heater taps the 
usually wasted heat reservoir 
at the ceiling bringing it down 
w^here it is needeeJ. Installed 
at 8 to 50 ft. heights, it projects 
warm air to the floor in a 
circular, vertical air stream. 
Ideal for low or high pressure 
systems in factories, ware- 
houses, etc. 

Trane Propeller Unit 
Heaters — Featuring a quiet 
operating, wide-bladed fan 
that pushes rather than bats 
the heated air through the coil, 
the Trane Propeller Unit Heat- 
er incorpc>rates many unusual 
features, including adjustable 
louvers or grilled outlets di- 
r^ting heated air to the floor 
fine, rugged motor supports, 
attractive appearance. 




The Trane Company 
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Trane Air Ck>nditionini( 
Manual — Trane offers the 
engineering profession a 
straight-forward and unbiased 
textbook covering the funda- 
mentals of air conditioning, in 
a new enlarged edition. The 
Manual not only shows how 
to design every type of air 
conditioning system, but also 
clarifies underlying principles, 
enabling both student and 
engineer to reason out their 
own problems. Price — $5.00. 

Trane Refrif|eration 
Manual published primarily 
as an aid in understanding 
and correcting installation 
and service problems. IVice 

$1.50. 

Trane Climate Changers 

— Trane Climate Changer, a 
unit tyjoe air conditioner, is 
designed for summer, winter, 
or year ’round air condition- 
ing, commercial and indus- 
trial application, comfort or 
process installations. Avail- 
able in various coil combina- 
tions with or without humid- 
fication equipment. 

Trane Refrigeration 
Equipment — Outstanding 
in the refrigeration field is 
the Trane Turbo-Vacuum 
Compressor, a completely 
self-contained hermetically 
sealed centrifugal type water 
chiller, available in 50, 70, 
100 and 200 ton sizes. Year 
’round efficiency in constant 
operation with a minimum of 
maintenance is assured by 
the scientific simplicity of 
this machine. 

Trane also furnishes a com- 
plete line of Reciprocating 
Compressor and Condensing 
Units with capacities ranging 
from 3 to 100 tons. Also 
available are Trane Self-con- 
tained Air Conditioners for 
shop and office spaces. 

Trane Roof Ventilators 

— The Trane Roof Ventilator 
can be used wherever an 
effective roof ventilator is 
reouired. This unit is avail- 
able for either exhaust or 
supply purposes. 

Trane Centiifugal Fans 

— Recommended for all tvp^ 
of heating, cooling, and air 
handling applications. In 



Climate Changer 



Reciprocating Compressor 



Centrifugal Fan 
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direct or belt-driven units, 
single or double widths, and 
all standard discharges in 
both backward and forward 
curved blade construction. 
Capacities 200 to 330,000 
cfm. 

Trane Steam Heating 
Specialties — There are over 
fifty valves, traps, vents, 
strainers, all allied specialties 
in the Trane Line. Among 
them are the famous Trane 
Hermetic Valve with the 
Lifetime Diaphragm that ab- 
solutely prevents steam leak- 
age around the stem and the 
Thermostatic Radiator Trap 
which when used together 
provide an ideal combination 
for convectors and radiators. 

Trane Hot Water Heat- 
ing Specialties — Included 
among Trane Hot Water 
Heating Specialties are the 
Trane Circulator, Flo Valves, 
and Fittings. They combine 
with Trane Convectors or 
Unit Heaters to provide an 
ideal Warm Water Heating 
System for a great variety of 
applications. 

Other Trane Equipment 

— The complete Trane Line 
also includes — 1. Trane Unit 
Ventilators for schoolroom 
air conditioning; 2. Trane 
Condensation and Centri- 
fugal Pumps for a large 
variety of uses; 3. Trane Dry 
Type Water Chillers; 4. 
Trane Evaporative Conden- 
sers to condense refrigerants 
in the air conditioning system 
with a minimum use of water; 

5. Trane Cooling Towers; 

6. Trane Force-Flo Heater for 
quiet heat and neat appear- 
ance; 7. Trane Railroad and 
Bus Air Conditioning Equip- 
ment of all kinds; 8. Trane 
Shell and Tube Heat Ex- 
changers for cooling and heat- 
ing vapors or liquids in a 
closed system; 9. Evaporative 
Coolers for cooling fluids in a 
closed system; 10. Trans- 
former Oil Coolers; 11. Air 
Washers. 

Write today for Trane 
Condensed Catalog PB290 
which describes completely 
all of the products list^ here 
as well as providing sufficient 
data for their selection. 
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Refrigeration Economics Co., Inc. 

1231 Tuscarawas St. E., Canton 2, Ohio 

RECOY PRODUCTS 






C. T. COILS 

Continuous-tube down-draft fin-coils are 
still unsurpassed for meat coolers. Others 
available for practically any application. 

EVAPORATIVE CONDENSERS 

Evaporative condensers from 2 to 100 
tons. Brine spray cooling to 25 tons. 

CEILING DIFFUSER 

Ceiling diffusers distribute the 
cooled air across the ceiling, so 
the blast does not strike the 
products stored or occupants. 



C. F. COILS 

Continuous fin coils for unit cool- 
ers, blast heaters, air condition- 
ing and condensers. 

AIR CONDITIONING 

Air conditioning units of ceiling 
or floor type in all capacities, for 
cooling, heating, or both. 



COOLANT COOLING 
Coolant coolers from 1 to 20 tons 
are a necessity for modern pro- 
duction of accurate machine 
parts. 


WALL UNITS 

Recoy “All Seasons" wall units 
provide means of deflecting the 
cold air down along the wall or 
out horizontally into the room, 
thus providing proper air circu- 
lation for “All !x*asons.“ 



SHELL CONDENSER 
Shell and tube, also shell and fin 
coil condensers. Both types 
have tubes arranged for cleaning 
with tube cleaner. 




WATER COOLING 
Self contained complete ice water 
and brine coolers complete with 
high and low sides, circulating 
pumps, controls, and insulation. 
l}^to 50 hp. 

FLOOR UNITS 
Floor units with cooling surface 
exposed to view have a definite 
advantage over those with coMs 
hidden. Design permits water 
defrosting. 
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Factories: L, J* Wlll^ CO# 

NEWARK N J 

59 Seventh Avenue, New York 11, N. Y. 


Canadian Factory: 
MONTREAL 



WING REVOLVING UNIT HEATERS 



Croi#-5eduw 
tkrouph hsater 
shatnnp moUfr, 

/an, Mating 
•ection and 
moinng dis- 
charpi ouiUi. 

Dmgn No. 8. 

7'his innovation in the method of dis- 


(Ripht) Cro»»~ 
$edion of Tur- 
bine H eater 
ehorvingfan, tur- 
Mne, heater sec- 
tion and revolt^ 
ing discharge 
outlet. Design 
No. 5. 



Motor Driren Heater 



Turbine Driven Heater 


tributing heat produces a sensation in 
heatinp^ comfort never before attained — a 
sensation of fresh, live, invigorating air. 
The fact that the outlets revolve assures 


The latest type of WING Unit Heater — 
with Revolving Discharge Outlets — is the 
WING TURBINE DRIVEN UNIT 
HEATER in w^hich the steam used to 


uniform and thorough distribution of com- 
fortably warmed air throughout the entire 
working area, without drafts, hot spots 
or cold spots. 

Such an unprecedented high efficiency 
in distributing heat is the result of 25 
years of constant study by Wing engi- 
neers to improve on the Floodlight System 
of heating pioneered by WING in 1921. 
This method projects the heated air verti- 
cally downward by means of light-weight, 
ceiling-suspended unit heaters. 

It has needed only this latest refinement 
of slowly revolving discharge outlets to 
bring that method to perfection. 

The WING Revolving Discharge type 
supplements the WING line of standard 
fixed discharge outlets, illustrated and 
described on the following page. 

BidkUn HR-6. 


drive the fan (instead of an electric motor) 
also supplies the heater vsection. 

The Wing Turbine Revolving Unit 
Heater employs the new Wing Allsteel 
Steam Turbine which operates at any 
pressure. Condensate from the heater is 
never at a temperature exceeding 170 F. 
The entire unit is so designed that there 
is no back pressure on the turbine, assuring 
against leaks without the use of power- 
absorbing, troublesome packing. This 
also eliminates the need for traps and 
extra piping. 

As in the motor-driven heater, the 
revolving discharge outlet distributes the 
heat continuously in constantly changing 
directions. 
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y4ir Conefiitontng • C/nit Heaters 


LJ. WingMfg. Co, 

'Y> 



WING 

FIXED DISCHARGE UNIT HEATERS 


'rhe first light-weight, cciling-susj^ndccl, 
unit heater. Eight ciilferent designs of 
outlets meet the requirements of every 
type, size and height of building or oc- 
cupancy. Located near ceiling or roof, the 
accumulation of hot air in the upper 
spaces, with the accompanying costly 
waste of heat, is prevented. 'Fhey project 
the air, comfortably warmed, downward 
to the working area. Bulletin IIR-d, 


DOOR HEATERS 
GARAGE 
HEATERS 

WING developed 
this vertical cone- 
discharge heater in 
1921 and today it is 
still applicable for heating the inrush of 
cold air at large doorways and for garage 
heating. Often cuts heating costs in half. 
Bulletin HR-6. 



FOR LOW CEILINGS 


In this type of 
VyiNG Unit Heater 
the position of fan 
and motor are re- 
versed to meet con- 
ditions of ceiling or 
Type '*LC' height, form 

andshapeof 
building, coverage, etc. Bidletin HR-5. 

WING UTILITY UNIT HEATERS 
A lightweight suspended 
unit heater for delivering 
heated air in one general 
direction. Has the same 
powerful fan and rugged 
heating element ^ WING 
Featherweight Unit Heat- 
ers. 18 the latest re- 

finement of the orimnat horizontal light- 
weight heater whioi was developed by 
WING. BidhtinU-e. 







Design No. 8 


FEATHERFIN 
HEATER 
SECTIONS 
For heating or 
cooling air for any 
purpose by steam, 
hot or cold water or 
refrigerant. The 
heating element is 
extremely light and, 
for equal heat trans- 
fer, offers little resistance to air flow. 
Available for any desirecl final air tem- 
perature. Bulletin HS-S, 



VARIABLE 
TEMPERATURE 
SECTIONS 

Invaluable in supply- 
ing fresh air for space 
heating or process work. 

Close control of the de- 
livered air temperature 
is obtained without 
danger of freezing.' 

Manual or automatic control. Bulletin HS-3. 



WING INDUSTRIAL FOG 
ELIMINATORS 


Eliminate fog, odor 
and fumes in dyeing, 
bleaching and finish- 
ing plants, creamer- 
ies, pasteurizing, bot- 
tling, canning and 
packing plants, chem- 
icat works, paper 
mills, sted pickling 
plants, etc. No ducts 
are required. Bulletin 



FE-ti. 
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L J. Wing Mfg. Co. 


Air Conditioning 


Unit Hesitera 
Fans &nd Blowera 


WINGFOIL SAFETY 
VENTILATING FANS 

An axial flow fan 
that will deliver air 
against static pres- 
sure, quietly and 
efficiently. 

Moves the air for- 
ward in straight 
lines with minimum 
eddy. Capacities to 
100,000 cfm. Bul- 
letin F-9. 


WING FEATHERFIN PROCESS 
HEATING UNITS 

For man- 
ufactur- 
ing pro- 
cesses 
such as 
drying, 
aging, 
etc., re- 
quiring the recirculation of the heated air. 
Motor or turbine located outside air cur- 
Bulletin F-2. 



rent. 

WINGFOIL DUCT FANS 




For economically moving air wherever ducts 
are used. It combines the efficient WINGFOIL 
AXIAL FLOW Fan with a housing which places 
the motor entirely outside the air duct. Motor 
and drive remain cool and clean and are easily 
accessible. 

The powerful WINGFOIL Fan delivers high 
air volume with low power consumption against 
any pressures for which duct systems should be 
designed. V-belt or direct drive. 

Light, compact and easy to install. Bulletin 
F-9. 


WING SYSTEM OF CONTROLLED 
COMBUSTION 

P'or low pressure heating boilers and small power 
boilers. Increases capacity and permits use of 
lowest cost fuel. Includes Type EM Blower 
equipped with fully enclosed dustproof motor with 
spwd regulating rheostat and automatic control. 
Eliminates necessity of frequent firing, allowing 
intervals as great as 24 hours even in zero weather. 
Bulletin M-96. 

WING TURBINE-DRIVEN BLOWERS \ 



Applied to hand, stoker, oil or pulverized 
fuel fired boilers, increase boiler capacity, 
maintain constant steam pressure and 
permit com- 
plete combus- 
tion of low-cost 
fuels. The ex- 
haust steam, 
free from oil, 
can be used for 
heating or pro- 
cesses. Bulletin 
T-98, 

WING DRAFT INDUCERS 
Installed in breeching or flue, or on 
chimney top: provide positive, exact draft 
regardless of weather conditions or inade- 
quate chimney 
or breeching con- 
struction. Suit- 
able for coal, oil, 
or gas-fired boil- 
ers; industrial 
furnaces and 
kilns. BuUetin 

CkifUmy-Top IiuuiUaHm 


Installation 0 / Wing System of Controlled 
Combustion in a large school 

WING MOTOR-DRIVEN BLOWERS 

T y pe COM 
for static pres- 
sures over 5 in. 
and volumes up 
to 35,000 cfm. 

Type EMD for 
moderate static 
pressures up to 
6 in. Both blow- 
ers have fully- 
enclosed dustproof constant speed motor 
and built-in adjustable control vanes. 
Type COM has 
double-staged 
axial flow fan; 

Type EMD, 
single stage fan. 

Extremely com- 
pact; di^arge 
can be vertiial, 
horixontol or in- 
clined* BuUelin 
5W-f. 





Type COM 



Type BMP 
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Air Conditioning 


Unit Heaters 
and Coolers 


Young Radiator Co. 

Dept. 178, Racine, Wis. 

Sales and Engineering Offices in Principal Cities 

Yodbig 

HEAT TRANSFER PRODUCTS 


STREAM AIRE'' UNITS 

“Streamaire” units are a development of Young’s quarter century of experience in 
building heat transfer prciducts. Personalized, “on-thc-job” engineering service by 
field men — backed by modern research and manufacturing facilities — assures the 
practical, economical installation as required in your plans. 


Oil Coolers • Gas, Gasoline, Diesel 
Engine Cooling Radiators • Heat 
Exchangers • Intercoolers • Engine 
Jacket Water Coolers • Gas Coolers 
• Unit Heaters* Convectors • Con- 
densers* Evaporators * Air Condi- 
tioning Units * Heating Coils * 
Cooling Coils * Complete Line of 
Aircraft Heat Transfer Equipment. 



Type “SH” unit i 
heaters for hori- 
zontal air discharge. 

Available with capaci- 
ties from 19.0(K) to 
325,000 Btu per hour. 


Type “V” or j 
X’ertiflow unit heat- 
ers for vertical air 
discharge. 

Capacities from 
52,600 to 552.000 Btu 
per hour. 


Type “BH” 
blower unit heaters 
for floor, wall or 
ceiling mounting. 

Capacities from 
109,400 to 1,047,000 
Btu per hour. 


Type “W” water 
coils for cooling or 
heating with cen- 
tral plant systems. 

Five widths. 11 to 35 
in.; 2 to S rows of tubes; 
many lengths. 


Type “E” evap- 
orator coils for 
direct expansion 
cooling systems 
using Freon or 
Methyl chloride. 

Four widths— one to 
six rows of tubes; many 
lengths. 


“Streamaire” 
Convectors Stand- 
ardized Types — 
circulate rather 
than radiate heat. 
Used with steam or 
hot water systems. 

Cabinets blend with 
arclutecture and room 
furnishings. 

“YAC” vertical 
or horizontal type 
air conditioning units 
provide “weather 
to order” year- 
round. A constant, 
quiet flow of evenly 
distributed clean, 
healthfully-fresh air 
at fingertips. 

Also available in units 
for winter or summer 
conditioning only. 
Capacities from 400 to 
16,625 cfm. 

Types “B” and 
“A” blast coils 

for central plant 
heating and air con- 
ditioning systems. 

Steam distributing 
tube type available. 

Type “C” com- 
mercial heat trans- 
fer coils for use in 
factory built air 
conditioning units. 

Steam distributing 
tube type available. 
One, two and three rows 
of tubes. 
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Air Conditioning and Healing Piping • of Copper and 

« f w Copper Alioya 


Revere Copper and Brass Incorporated 

Executive Office: 230 Park Avcnue, New York 17, N* Y, 

MILLS — Baltimore, Md., New Bedford, Mass., Rome, N. Y., 

Detroit, Mich., Chicago, III. 

SALES OFFICES — Boston, Mass., Providence, R. I., Philadelphia, Pa„ Atlanta, 
Ga., New York, N. Y., Pittsburgh, Pa., Cleveland, Ohio, Cincinnati, Ohio, Grand 
Rapids, Mich., Milwaukee, Wis.. St. Louis, Mo., Indianapolis, Ind., Minneapolis, 
Minn., Dallas, Texas, Seattle, Wash,, San Francisco, Calif., Los Angeles, Calif., 
Hartford, Conn., Dayton, Ohio, Houston, Texas 


REVERE PIPE AND TUBE OF COPPER AND COPPER ALLOYS 

For Heating, Air Conditioning, Plumbing, Fuel Lines, Compressed Air Lines, etc. 


Revere Copper Water Tube, I ypes K, 
L, anti M meets Federal and ASTM 
specifications. 

r\ pes K, and L furnished in hard and 
soft tem|>ers. 

pes M, 2,^ 2 hi- ^iiid above, furnishetl 
in hard temper only. 

Revere Type K Copi^er W ater l ube in 
hard temper is not too hard to be bent 
Avith a hand bender. 

'J>I3e K soft temiDer tube is recom- 
mended for underground water service or 
tuel lines. 

Hot water lines of Copper Whiter l ube 
lose very little heat to ambient air, hence 
save fuel. 

Revere Grade A Red -Brass Pipe or 
('opfier Pii>e (SPS) are recommended for 
piping s\ stems where threaded connections 
are recpiircd. 

For Radiant Heating 

Revere Copper Water Tube, furnished 
in 00 ft coils is easih' bent to form sinuous 
coils for healing panels. 

Long, one-piece lengths of copfier tulie 
reduce the number of couplings or joints 
required. 

Small diameters of copper tube recpiire 
less thickness of enibeddment. 

For Refrigeration Systems, Air Con- 
ditioning, or general use Revere Dryseal 
copper tube is dehydrated and sealed. 

Furnished in dead soft temper, it is 
easily bent and flared. 

Suitable for fuel lines, compressed air 
lines and air control lines. 

For Condensers and Heat 
Exchangers 

Revere Cu pro-nickel condenser tube 
has definitelj^ been found superior for 
condensers, after coolers, and similar heat 
exchangers. 

Similar tubes of Revere Admiralty 
Metal are widely used. 

Revere Seamless Copper Tube is 
commonly used for finned tube coils. 

For Industrial Piping and the 
Process Industry 

Revere produces a wide range of pipe 
and tube made of copper and copper alloys 


for industrial use? where high resistance to 
corrosion is required. 

Solicitations for assistance in selecting 
piping material best suitetl to specific 
conditions are welcome. 

Silver-brazed Joints 

Revere Red -Brass Pipe or Copper 
Pipe is recommended where silver-brazed 
joints are required with standard pipe sizes. 

Revere Copper Water Tube and 
standard soldered type fittings can also be 
silver-brazed with excellent results and 
generally at a saving in cost. 

Technical Advisory Service 

Revere maintains a staff of technical 
men to assist engineers, designers, and con- 
tractors in the selection of suitable Revere 
products for various applications. Their 
services are available without obligation. 

Technical Literature 

Literature relating to many fields of 
application for Revere pipe and tube 
products are available upon request. 

Fwo booklets on Radiant Panel Heating 
cover the subject of design procedure and 
in the form of a non-technical and un- 
biased discussion for lay readers. 


Revere Copper Water Tube 
STANDARD DIMENSIONS AND WEIGHTS 



TypeK 

Type L 

Type M 

In 

In. 

O.D. 

in 

In. 

Wall 

Thick- 

neu 

In. 

Wt. 

Lb 

per Ft 

Wall 

TWek- 

neM 

In. 

Wt, 

Lh 

per Ft 

WaU 

Thick- 

n«M 

in. 

Wt, 

Ub 

per Ft 

% 

.375 

.032 

.134 

.030 

.126 



y« 

.500 

.049 

J69 

.035 

.198 



n 

.625 

.049 

.344 

.040 

385 




.750 

.049 

.418 

.042 

362 




.875 

.065 

.641 

.045 

.455 



1 

).I25 

.065 

.839 

.050 

.655 



l’/4 

1.375 

.065 

1.04 

.055 

.884 



Wl 

1.625 

.072 

136 

.060 

1.14 



2 

2.125 

.083 

2.06 

.070 

IJ5 



2’/a 

2.625 

.095 

2.93 

.080 

2.40 

0.65 

22X3 

3 

3.125 

.109 

4.00 

.090 

3.13 

.072 

2.68 

3*/3 

3A2S 

.120 

5.12 

.100 

439 

j0«3 

338 

4 

4.125 

.134 

6.51 

.110 

538 

jm 

4M 

5 

5.125 

.160 

9.67 

.125 

7AI 


046 

6 

6.125 

.192 

13.9 

.140 

103 

.122 




Air Conditioning and Healing Piping • Copper and Braaa 


The American Brass Company 

General Offices: Waterbury 88, Conn. 

Offices and Agencies In Principal Cities 



I 


o>idA 

wn^umer 




IN CANADA: Anaconda American Brass Limited, New Toronto. Ontario 


PRODUCTS — Anaconda Deoxidized Copper Tubes and Fittings; Anaconda 
*‘85*’ Red Brass Pipe; Everdur Metal for storage heaters, storage 
tanks, ducts and air conditioning equipment 


ANACONDA COPPER TUBES AND 
FITTINGS 

For Heating, Plumbing and 
Air Conditioning 


Anaconda Deoxidized Copper Water 
Tubes assembled with Anaconda Fittings 
offer an unusual combination of advan- 
tages in hot water heating systems at a 
cost only slightly higher than black iron 
and approximately the same as wrought 
iron pipe. These advantages may briefly 
be summarized as follows: 


Low Friction Loss — Because the inside 
surfaces of copper tubes are inherently 
smoother than those of pipe and tubes 
made of ferrous materials and also because 
they do not become roughened by the 
formation of rust, these tubes offer a 
lower resistance to flow. In addition, 
the long radius turns of Anaconda Elbows 
and the smooth inside surface of Anaconda 
Wrought Copper Fittings further reduce 
friction losses. 


These factors naturally increase the 
efficiency of the system, particularly when 
it includes a forced pressure circulator. 


Ease of Inetallatioxi — In many places 
the ffexibility of copper tubes simplifies 
cpnimtions that ordinarily would be awk- 
ward and expensive to make with rigid 
pipe and threaded fittings. Anaconda 


Solder Fittings are compact. They can 
be installed in restricted space where the 
use of a wrench would be impossible. 


Architects and builders naturally object 
to large holes and notches cut in the 
framing members of a building for the 
passage of piping. Anaconda Copper 
Tubes can be installed with a minimum of 
cutting in the structure — although holes 
should be large enough to permit move- 
ment of tut^ due to expansion and 
contraction. 


Temper and Thicknesses — Anaconda 
Copper Tubes are made in both hard and 
soft temper and in standard wall thick- 
nesses. 


They meet the requirements for these 
types of tubes in Federal Specification 
WW-T-799a and A,S,T.M. Sp^ification 
B88. Type K, the heaviest, is recom- 
mended for heating lines and general 
piping. 


Accuracy of Dimensions — Anaconda 
£>eoxidized Copper Water Tubes are all 
finished to the close size tolerances required 
by the A.S.T.M, and Federal Specifica- 
tions, which have been found essential for 
efficient assembly with solder fittings. 


Anaconda Copper Tubes, in standard 
sizes are fuffnished scfft tn 60-ft coils; also 
hard and soft in 20-ft straight lengths. 
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The American 


REFRIGERATION TUBING 

Anaconda Dehydrated Copper Refrig- 
eration Tubes are manufactured in accor- 
dance with A,S.T.M. Specification B68, 
in all standard sizes up to and including 
% in. O.D., in 50-foot coils. Other lengths 
are made to stH.*cial order. These tubes 
are manufactured under exceptionally 
clean mill conditions and close technical 
control to assure clean, smooth inside 
surfaces, unusual accuracy in size and 
shapt% and uniform softness. The tubes 
are cup-sealed immediately after annealing 
and dehydrating. 

ANACONDA “85” RED BRASS PIPE 

Anaconda “85” Red Brass Pipe, in 
standard pipe sizes, is considered the 
highest quality corrosion-resistant pipe 
commercially obtainable at a moderate 
price and is recommended for steam return 
lines. 

Anaconda “85” Red Brass Pipe contains 
85 per cent copper and conforms to Govern- 
ment specifications for Grade “A” water 
pipe. The mark “Anaconda 85” is 
stamped in the metal at one-foot intervals 
throughout each length. 

EVERDUR* 

Ev^erdur Metal is the original copper- 
silicon alloy group. It is manufactured 
by The American Brass Company in five 
standard compositions and in practiaally 
all commercial forms. 

This high strength engineering metal is 
resistant to a wide range of corroding 
agents. Because of a versatile combina- 
tion of useful properties, Everdur has 
become standard as a material for equip- 
ment in many fields of engineering and 
industry. 

In addition to their non-rusting proper- 
ties and high strength, Everdur alloys 
possess many qualities not usually found 
in metals of this character. They are 
unusually resistant to general atmospheric 
conditions and other normally corrosive 
factors. Everdur alloys have excellent 
machining and working characteristics and 
can be faDricated into a variety of forms 
and shapes. Everdur alloys arc available 
for oxy-acetylene or carbon arc welding. 


***Everdttr** is a tmdsmsrk of Th« American 
Bmsc Company registered at the U. S. Patent 
Office. 


Brass Company 


CORROSION RESISTANCE 

The corrosion resistance of Everdur is 
equivalent to that of pure copper and in 
some cases, slightly superior. 

However, like copper and all copper 
alloys, Everdur is not equally resistant to 
all corroding agents, nor to the same cor- 
roding agents under all conditions. As 
with copper, the resistance to corrosion 
may be substantially reduced in some 
instances by the presence of oxidizing 
agents. Nevertheless, Everdur does offer 
excellent resistance to the corrosive action 
of many solutions and atmospheres. 

Everdur Tanks — Everdur copper-sili- 
con alloy is an ideal material for durable, 
rustless water tanks of every description — 
from domestic range boilers to large storage 
heaters for hotels, laundries, hospitals, 
textile plants, schools or breweries. 

Everdur is made in all commercial shapes 
including annealed tank plates which have 
physical properties as given in A.S.T.M. 
Specification B96. 

Minimum specification requirements for 
hot rolled-and-annealed tank plates are: 
Tensile Strength, 50,000 psi.; Yield 
Strength (at 0.5 per cent elongation under 
load) 18,()00 psi.; Elongation, 40 per cent 
in 2 inches. 

Welds made with annealed Everdur 
tank plates meet the requirements for 
Class B and C vessels in the A,S.M,E. 
Code for Un fired Pressure Vessels. 

For additional data and names of fabri- 
cators address our nearest office or agency. 

EVERDUR FOR AIR CONDITIONING 
EQUIPMENT 

Because of its strength and welding 
properties, Everdur may be substituted 
for steel and fabricated by substantially 
the same methods and with much the same 
equipment as steel. 

Everdur metal has been used with 
marked success for fans and blowers, ducts, 
humidifiers, cast and wrought parts of 
other equipment items subject to corrosive 
influences. 

EVERDUR LITERATURE 

Descriptive literature containing much 
pertinent tabular data will be sent on 
request. 
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Mueller Brass Co. 

Port Huron, Mich. 

Branch Offices and Representatives In Principal Cities 


Albany’, N. V. 
Atlanta, Ga. 
Boston, Mass. 
Chicago, III. 
Cincinnati, Ohio 


Canadian Sales and Manufacturer 


MUELLER Ltd., S.arnia, Canada 


Cleveland, Ohio 
St. Louis, Mo. 
Dallas. Texas 
Detroit, Mich. 
Flint, Mich. 


Harrisburg, Pa. 
Indianapolis, Ind. 
Los Angeles, Calif. 
Minneapolis. Minn, 
Newark, N. J. 


Philadelphia, Pa. 

N. S. Pittsburgh, Pa. 
San Francisco, Calif. 
Seattle. Wash, 
Washington, D. C. 


PRODUCTS— STREAMLINE Copper Pipe and Seamless Tubes; STREAMLINE 
Hard Copper Pipe and Solder Fittings; Valves, Flared and STREAMLINE 
Solder Fittings for Mechanical Refrigeration; Forgings of Brass, Bronze and 
Copper; Castings of Brass and Bronze; Rod; Screw Machine Products; Fabri- 
cated Parts and Special Nickel and Chromium Plated Parts; Machined Formed 
Tubes. 



Copper to Outside J.P.S. 


4o Deg Elbow 




Streamline Copper Pipe and Fittings for heating, plumbing, air conditioning and 
industrial use are made by the Streamline Pipe and Fittings Division, Mueller Brass 
Co., Port Huron, Mich. 

The Streamline Solder Fitting is the original solder type fitting, introduced and 
manufactured by the Mueller Brass Co. of Port Huron, Mich. It incorporates many 
advantageous features and has proved to be the revolutionary advance of the age in the 
development of piping systems for plumbing and heating and for many industrial uses. 

The Streamline Solder Fitting is not connected either by threading or flaring, but by 
soldering. The outside surface of the copper pipe and the inner surface of the Stream- 
line fitting are cleaned with sandcloth, and solder flux is then applied to the cleaned 
surfa^ to eliminate oxidation when the assembled joint is heated. The joint is then 
sufficiently heated with a blow or acetylene torch and the soldering operation is per- 
formed by feeding wire or stick solder through the feed hole in the fitting. 

The Streamline Cast Bronze Solder Fitting alone has the solder feed hole. The 
solder feed hole, through which the solder is introduced, enters directly into an internal 
feed channel. The fe^ channel is located equidistantly between the internal shoulder 
gainst which the pipe rests and the outer edge of the fittin^^. When solder is introduced 
it is distributed by capillarity from the feed channel and distributed evenly and thoroughly 
between the bonding surfaces, traveling inward to the shoulder and outward to the edge 
of the fitting wh^e it appears as a continuous solder ring around the full circumference 
of the pipe. This ring, and feed hole completely fillfed with solder, constitute positive 
visuble proof to the operator that the joint is permanently leak-proof. 
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Streamline Pipe and Fittings Division 

MUELLER BRASS CO. 

Port Huron, Mich. 



The solder may be fed from any position, whether the feed hole is located at the top, 
side or bottom. Owing to the never failing phenomena of capillarity, the solder will 
flow up, down or laterally with equal facility. 

Streamline Copper Pipe is a seamless cold drawn copper tubing conforming to 
A,S,T,M. B88. It is made in sizes in. to 12 in. and Types K, L, and M, of which 
Type K is the heaviest. The intermediate weight, Type L, is the preferred weight for 
plumbing, heating and refrigeration. Type M is manufactured only in sizes 2H in. 
and larger. 

For most purposes hard drawn pipe is used, though Typ^ K and L can be furnished 
annealed when bending is reouired. Annealed Type sizes up to 2 in. is widely 

used for underground water ‘^services.” 

Streamline Solder Fittings are furnished in all sizes to 6 in. inclusive. They are of 
the same thickness as Navy and MSS Fittings for 125 steam or 175 lb non-shock water 
pressure. 

All fittings over 6 in. are flanged and may be had with either A.S.A, or riveted pipe 
standard flanges. 

Mating flanges are soldered to the pipe — AS.A. 125 standard flanges are available 
from 1 in. up. 

During the last fifteen years architects and engineers have used Streamline Copper 
Pipe and Fittings successfully in every type of building construction and in thousands 
of installations thi'oughout the United States and Canada. 

In addition to its rust and vibration<proof q^ualities and long life, Streamline 
has many other advantages such as the reduction in size of pipe lines and radiator con- 
nections from those nominally used, a neat, compact installation requiring a minimum of 
^ce and important advantages in industrial and drainage applications. There is a 
Streamline product for every piping requirement. 

Write Mueller Brass Go., Port Huron, Michigan, for complete information 
and catalog. 
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Air Conditioning and Healing Piping 


Flexible 

Tubing 


Atlantic Metal Hose Co., Inc. 

112 West 64th St. New York 23, N. Y. 


ATLANTIC SEAMLESS FLEXIBLE METAL HOSE 
ABSORBS VIBRATION 

on REFRIGERATING and AIR CONDITIONING EQUIPMENT 


For standard pres- 
sures in a variety 
of metals 

Type A 


For high pressures 
and severe service 

Type A-1 




For refrigeration 
and air condition- 
ing Freon Lines 



Vibration Absorber 

Throughout the Heating, Ventilating and Air Conditioning Industry — where the 
ability to control vibration and compensate for expansion must go hand in hand with the 
ability to take punishment and withstand pressure — Atlantic hose continues to break 
performance and economy records year after year. 

Durable — the specially selected alloy and method of construction assures long life 
even under severest service. 

Simplifies Installations — Both slip-on as well as pipe thread fittings can be 
provided in all commercial sizes for quick assembly. 

We also manufacture hose for the conveyance of dust, air, exhaust, steam and all 
liquids. 

Engineering Service — Our engineering department will cooperate with prospective 
users in the selection of suitable standard flexible hose, or in the design of hose to meet 
special requirements. Advise us of the details of the service and we will be pleased to 
offer our recommendation. 
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Chicago Metal Hose Corporation 

Majrwood, Illinois 

PLANTS 

MAYWOOD, ROCK FALLS and ELGIN, ILLINOIS 

OFFICES 

NEW YORK CLEVELAND DETROIT CHICAGO GLENDALE. CALIF. 

PITTSBURGH PHILADELPHIA 

Distributing Outlets in Principal Cities 


REX Vibra-Sorbers 
Noise and Vibration 
Control 

Rex \'ibra-Sorbers control vibration and 
reduce noise in refrigeration and air con- 
ditioning machinery. All-metal construc- 
tion is liquid- and gas-tight, withstands 
high pressures, does not age, and has high 
corrosion resistance. 

Available in copper bearing alloy for use 
with Freon or Methyl Chloride; or steel 
for Ammonia systems. 

Write for detailed data. 



SIZES: 3/16 in. to 4 in. inside diameters. 

PRESSURES: 1,000 psi to 3,700 psi. 

LENGTHS: Standard stock lengths. 

Special lengths available on order. 

COUPLINGS: Stock units with male or 
female sweat fittings; also available with 
male pipe thread fittings. 


REX-TUBE Flexible Metal Hose 


Rex-Tube Convoluted Flexible Metal 
Hose Types have three basic formation 
patterns: square-locked, ball-bearing (or 
double-groove), and fully interlocked. 
Made of stainless steel, brass, steel, alumi- 
num, bronze and other alloys. Packless 
and packed types. Sizes range from 3/16 
in. to 12 in. inside diameters, and lengths 
to suit requirements. 


FOR 

Diesel engine exhaust lines 
Refrigeration tubing armor 
Air blower ducting 
Ventilating ducts 
Control wire casing 
Wiring conduit 
Suction hose 
General utility hose 


REX-WELD Flexible Metal Hose 


Rex-Weld hose types are manufactured 
from uniform wall tubing by a special 
CMH corrugation-forming process. Metals 
used are steel, bronze, and other alloys. 
Rex-Weld sizes range from 3/16 in. to 12 
in. inside diameter; with lengths and 
couplings to fit specific requirements. 
Especially designed for use under high 
temperatures and pressures, and where 
corrosive action is present. 


FOR 

Steam Hose 

Reciprocating flexible connections 
Oil burner connections 
Pressure lubricating lines 
Conducting searching gases and liquids 
Diesel engine exhaust lines 
Misalignment correction 


FLEXIBLE METAL HOSE FOR EVERY USE 
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Air Filters 
and Cleaners 


Air Devices, Inc. 

Air Diffusers • Exhausters • Air Filters 
Filter Holding Frames • Hot Water Generators 


17 East 42nd St. f""| Agents in All 

N^w York 17, N. Y. Principal Cities 



AGITAIR AIR FILTERS 

HIGH VELOCITY • ALL METAL 
PERMANENT • CLEANABLE 

Designed along entirely new air filtering principles, 
the high velocity Agitair Type FM permanent, clean- 
able air filter assures an amazingly high dust arresting 
efficiency and dust-holding capacity coupled with sus- 
tained low resistance to air flow. This permits the 
Type FM to remain in service from two to three times 
as long as ordinary 2 in. permanent, cleanable filters. 

Although these new filters do not have to be cleaned 
as often, particular attention has been paid to their 
design to make cleaning easier and more thorough. 
They can be restored to top efficiency easil>' and 
quickly. Ruggedly constructed to withstand the me- 
chanical abuse of cleaning. Panels and frames are 
accurately designed to prevent leakage around the 
filters. 


HOW IT WORKS 

High turbulence of many finely divided 
air streams is the keynote of Type FM 
air filter’s new design. The media divides 
the air into countless fine streams and 
throws those streams into violent cyclonic 
turbulence. Each little “cyclone” centri- 
fuges its dirt particles against countless 
viscous-coated “wiping surfaces” which 
virtually scrub the air clean by catching 
and holding the dirt. There is no straining 
action, hence no clogging. 

HIGH VELOCITY 

The Agitair FM Filter is designed to 
perform at highest efficiency at an ap- 
proach velocity of 432 fpm — or 1200 cfm 
through a 20 X 20 in. filter panel. The 
efficiency of the FM is higher than con- 
ventional filters when operating at the 
lower design velocity of 288 fpm. 

1/3 LESS SPACE REQUIRED 
The ability of the FM to filter, with 
greater efficiency, 50 per cent more air at 
the high velocity of 432 fpm reduces the 
number of filter panels required. Now 
TWO FM’s will do the work of THREE 
ordinary filters . . . M less space required 
. , . fewer units to be installed , . . fewer 
units to be serviced . . . overall installation 
and maintenance costs reduced to a mini- 
mum. 

HIGHER EFFICIENCY 
At the recommended velocities of other 
leading all metal viscous type filters, the 
i^itair FM has a higher dust arresting 
efficiency, which increases as velocities are 
stepped up. 


LOWER RESISTANCE 

The sustained low resistance of the 
Agitair FM means sustained peak volume 
of air for longer periods of time ... no 
loss in air volume ... no danger of unload- 
ing . . . clean filtered air at all times. 

HIGHER DUST HOLDING CAPACITY 

Employing a new formula for air filtra- 
tion the new Agitair FM holds more dirt, 
from two to six times as much as ordinary 
2 in. permanent, cleanable filters. No 
early clogging of air passages . . . less fre- 
quent servicing . . . lower maintenance cost. 

LONGER SERVICEABLE LIFE 

The Agitair FM Filter with its greater 
dust holding capacity, stays in service for 
longer periods of time; gives efficient per- 
formance for months instead of weeks or 
weeks instead of days. 

Less frequent servicing — and rugged 
construction combine to give the Agitair 
FM Filter a much longer serviceable life. 

TWO TYPES OF HOLDING FRAMES 

Individual Type: Designed and con- 
structed for easy handling in single unit 
installations, and to facilitate “on the 
job” assembly, into a multiple unit bank. 

Pre-Fabricated Type: Delivered com- 
pletely knocked down for easy assembly, 
this Agitair holding frame has been espe- 
cially designed for installations requiring 
an unusually large number of filter panels 
and where cramped and unusual condi- 
• tions place a limitation on available space. 

GREASE FILTERS 

% An efficient, all-metal grease catching, 
grease holding media. Available in all sizes. 


1014 



Air System Equipment • Air Filters 


Air Filter Corporation 


251 4G W. Lisbon Ave. 



Milwaukee 5, Wis. 


Canadian Representative 
DOUGLAS ENGINEERING CO., Ltd. Montreal 

Manufacturers of AIRCOR AIR & GREASE FILTERS— the 
PERMANENT, CLEANABLE, VISCOUS TYPE Air Filters, designed 
for Heating, Ventilating, Air Conditioning and Industrial Use. 


AIRCOR designers and engineers have contributed many of today’s important develop- 
ments in air filtration, dust, grit and grease elimination for domestic, commercial, and 
industrial use. Aircor Air Filters are well known for their high efficiency, low air re- 
sistance, great dust-holding capacity and low maintenance cost. 

I'he specially designed Aircor filter core is constructed of multiple layers of crimped, 
electroplated wire mesh arranged to provide an exceptionally large contact area and 
impart a turbulent swirling action to the air passing through. Galvanized, crimped, 
expanded metal diffuser acts as a lint arrestor to prevent lint from imbedding in filter 
media. All units have heavy gauge galvanized steel frames with full welded corners. 



AIRCOR AIR FILTERS— TYPE Fi & F2 

For Air Conditioning, Heating and Ventilating 

A permanent, cleanable viscous type air filter with 
special Aircor filter mesh design that traps more 
dust through complete depth while providing a 
minimum of air resistance. Dual purpose galvanized 
expanded metal screen deflects air stream, acts as 
lint arrestor — an aid in quicker, easier cleaning. 
Drain slots provided in filter frame. Bulletin 1245A. 

Initial Resistance: Rated Efficiency: 

Type Fi (1 in. thick) .000 in. w. g. at 288 fpm 98.5% 
Type F2 (2 in. thick) .065 in. w. g. at 288 fpm 98.5% 


AIRCOR INDUSTRIAL FILTERS 
For Extra Heavy Duty 

Specially designed for heavy duty service 
on industrial applications. Bulletin 146. 

Initial Resistance: Rated Efficiency: 

Type D2 (2 in. thick) .09 in. w. g. 

at 288 fpm 98.5% 

Type D4 (4 in, thick) .10 in. w. g. 

at 288 fpm 98.5% 

AIRCOR HOLDING FRAMES 
For Flat and “V” Arrangements 

Engineered holding 
frame design provides 
ample filtering capacity 
with a minimum of 
space. Compact, sturdy, 
extremely strong and 
rigid, this frame con- 
struction also simplifies 
filter removal and cleaning. Fireproof lin- 
ing on back flange. Offers extra protection 
against air leakage. Available in V-type, 
or straight banks. Bulletin 600. 


AIRCOR GREASE FILTER 

Permanent, 
cleanable 
type Aircor 
Grease Filter 
specially de- 
signed to re- 
move grease 
from exhaust 
ducts — a ne- 
cessity in 
kitchens, 
galleys. In- 
creases work- 
ing comfort, 
decreases fire 
hazard, protects motors and brushes, and 
lengthens life of mechanical equipment. 
Assemblies for mounting on ceiling or wall, 
single or multiple units — includes holding 
frames, supporting angles and end seals. 
Bulletin 346. 

I. Resistance: .07 in. w. g. at 216 fpm 
Efficiency Rating: 98.5%. 2 in. Thick. 
Write Air Filter Corporation for com- 
plete bulletins, 
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^ Corporation 

5202 Harvard Avenue, Cleveland, Ohio 

ENGINEERS AND MANUFACTURERS OF AIR FILTERS 

Direct Factory Representatives in All Industrial Areas 

Distributors in pruncTpal cities and towns throughout the United States 


Viscous Impingement Type Air 
Filter — Air-Maze viscous impingement 
cleanable type air filters are the result of 
nearly two decades of designing and 
building air filters exclusively. Air filter 
media consists of alternate layers of 
crimped galvanized screen cloth of various 
mesh, arranged to break up the air stream 
into minute, swirling currents. Dirt is 
impinged on the wire baffles, previously 
coated with an adhesive. 



Progressive Density Provides In- 
creased Dirt-Holding Capacity — An 
important feature of Air-Maze construc- 
tion is the progressive density of the filter 
media, permitting lint and large particles 
to be collected on the upstream section of 
filter with little impedance to air flow. 
As shown in photos above, large quantities 
of dirt can be collected before filter re- 
quires cleaning. This design also lends 
itself to quick, thorough cleaning and 
recharging. 

Dirt Arrestance — Efficiency of dirt 
arrestance varies, depending on filter 


design, type of test dust, dust feed, etc. 
Specific information on any type filter 
gladly furnished on request. 

Resistances — Filters available with in- 
itial resistances as low as 0.045 in. water 
at 300 fpm. (Graphs showing resistance 
at various velocities are available for each 
type of filter.) 

Face Velocities — Air-Maze offers air 
filters designed to operate efficiently at 
velocities from 106 fpm to 2000 fpm, de- 
pending upon application, pressure drop 
available, etc. Our representative will 
gladly furnish full information. 

Sizes — Air filter panels made in rectan- 
gular shapes of any reasonable size and 
thickness. 1 in., 2 in. and 4 in. thick- 
nesses are standard. Specially shaped 
filters also built to special order. 

Holding Frames — Holding frames, 
complete with felt seal and choice of lock- 
ing devices, are supplied when requested. 
For filter banks, Air-Maze furnishes either 
assembled frames or will drill frames for 
assembly on the job. 

Gleaning Data — Filters easih' cleaned 
with either hot water, steam or any com- 
mercial solvent. Charged by immersing 
in recommended adhesive or 30-50 

oil. Complete instructions available upon 
request. 

Write for Details — Write for name of 
nearest representative or information on 
any type of filter. Representatives in most 
principal cities. See classified section of 
<your telephone directory. 
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AIR-MAZe 

Corporation 

5202 Harvard Avenue, Cleveland, Ohio 
ENGINEERS AND MANUFACTURERS OF AIR FILTERS 

Direct Factory Representatives In All Industrial Areas 
Distributors In Principal Cities And Towns Throughout The United States 



Type “B” 
Industrial Filter 



Type P‘6 

High‘Velocity Filter 


Type “A" 

Heavy Industrial Filter 
with holding frame 



Air-Maze Corporation manufactures a 
complete line of viscous impingement type 
ventilating air filters to meet your require- 
ments within a wide range of limits of 


pressure drop, velocity, dust-arrestance, 
weight, dirt-holding capacity and price. 
A few types are illustrated on this page. 


These filters are all-metal — washable — fire- 
retardant. 



Kleenflo* Filters 
for average applications 


Greastop* Filters 
for kitchen canopies 


♦Trade Mark registered. 


Air-Maze panel filters arranged to save 
space with a maximum amount of airflow. 



AIR-MAZE 

The Filter Engineers 
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American AirJPilterCompany Inc. 


673 Central Avenue, Louisville 8, Ky. 

In Canada: Darling Brothers, Ltd., Montreal, Quebec 




PRODUCTS : The American Air Filter 
Company, Inc. manufactures a complete 
line of Air Filtering Equipment including 
Electronic Air Filters, Automatic Self- 
Cleaning Filteirs, Viscous Unit Filters, and 
Dry Process Filters to be used for the 
removal of dust, soot, smoke, dirt, bacteria 
and other foreign matter from the air. 

Because air filtration has proved to be 
the economical, practical and efficient 
meth^ of cleaning the air, the modern air 
filter is now considered an absolute neces- 
sity in building ventilation or air con- 
ditioning, in the maintenance of health and 
personal efficiency, protection of interiors 
and furnishings and valuable merchandise 


and equipment. Shown here are but a few 
American Air Filter products in most 
general use. 

The American Air Filter Company is 
recognized as an authority on dust problems 
and their satisfactory solution. Products 
offered embody the knowledge accumulated 
from twenty-six years of intensive research 
devoted exclusively to the study of dust 
problems and the development of air clean- 
ing apparatus; the experience gained from 
designing, building and applying thous- 
ands of air filters; are backed by ample 
technical and financial resources; and may 
be relied upon as the most modern equip- 
ment in their field of service. 


THREE TYPES OF ELECTRONIC AIR FILTERS 


For more than ten years, research and 
experimentation^ with electronic air filtra- 
tion have been in progress by AAF engi- 
neers. Today's complete line includes the 
self cleaning Electro-Matic introduced in 
1939, the washable Electro-Cell with re- 
movable collector plates, and the Electro- 
Airmat with the replaceable Airmat paper 


medium. Here for the first time is high 
efficiency air cleaning in three types of 
electronic filters to meet any requirements 
for super clean air. 

Electro-Matic Self-Cleaning Elec- 
tronic Filter — The Electro-Matic filter 
is a self cleaning electric precipitator 
combining the most advanced principles 
of electronic air cleaning 
with notable improvements 
in construction details 
and method of operation. 
The self-cleaning feature is 
an exclusive advantage of 
the Electro-Matic filter. It 
eliminates the necessity of 
shutting down the filter for 
manual cleaning, minimizes 
the need for personal atten- 
tion and permits continuous 
high-efficiency operation. It 
also allows the Electro- 
Matic filter to be built in 
standardized self-contained 
sections, easy to install and 
with all exposed parts of the 
filter casing electrically 
grounded for the protection 
of operating personnel. 
Send for Bulletin No. 250. 
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American Air Filter Co., Inc. 


Air System Elquipment 


Air Filters 
and Cleaners 


Electro-Cell Electronic 
Filter — Incorporates all of 
the new developments of 
major importance in elec- 
tronic air filtration using col- 
lector plates. Installation has 
been simplified, performance 
improved and maintenance 
advantages provided. Built 
in vertical sections of two 
widths — 2 ft and 3 ft over-all. 
Collector plate assemblies are 
removable; ionizers are hinged 
and extend the full height of 
the sections, preventing cur- 
rent loss. A choice of wash- 
ing collector plate assemblies 
while in place, or removing 
assemblies for individual 
cleaning. Installation is sim- 
plified because filter is built 
in vertical sections rather 
than assembled of small units. 
Parts to be lifted and aligned 
are light in weight and elec- 
trical connections simplified. 
Write for Bulletin No. 252. 

Electro-Airmat Elec- 
tronic Filter — The applica- 
tion of an electrostatic charge 
to a dielectric filtering ma- 
terial is an exclusiv^e AAF 
research development which 
began early in 1934. Airmat 
paper is composed of a num- 
ber of plys of porous tissue- 
like cellulose sheets. When 
electrically charged the plys 
tend to separate and each 
individual fibre becomes a 
collecting electrode which at- 
tracts and holds the dust and 
smoke particles. Ease and 
convenience of maintenance 
is a desired advantage of the 
Electro-Airmat. Requires 
neither water nor sewer con- 
nections for cleaning, nor 
sprayinp; with oil to maintain 
its efficiency. When Airmat 
paper has accumulated its 



Tkroiway Air FUUr 



Electro- A IRMA T Filler 



American Multi-Duty 
Self-Cleaning Filter 



Airmat Type Plr$4 Filter 
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dust load it is removed and 
replaced with clean material 
by means of a mechanical 
loader. In case of power fail- 
ure, filter media provides best 
mechanical air filtration 
known. Send for Bulletin 
No. 253. 

American Multi-Duty 
Automatic Filter provides 
outstanding features of per- 
formance and design and will 
accomodate either armored 
screen panels or die stamped 
louver panels available in 
three types. Offers advan- 
tage of uniformly constant air 
supply, fixed operating resist- 
ance and automatic operation. 
Ideal for ventilation and air 
conditioning service. Avail- 
able in any size or capacity. 
Send for Bulletin No. 241-A. 

AAF UNIT FILTERS 
^ Throway Air Filter — 

Throway filters are inexpen- 
sive and designed to be dis- 
carded after accumulating 
dust load. Send for Bulletin 
No. 117-E. 

Airmat Type PL-24 — 

Airmat filters use standard 
Airmat medium, renewable 
after collecting dust load. 
Used both for comfort and 
industrial air conditioning. 
Available with unit frames to 
be set up to meet any capa- 
city requirement or space con- 
dition. Send for Bulletin No. 
230-C. 

M/W Filters— The M/W 
comes in 2 in. and 4 in. thick- 
nesses. Ideally suited to air 
cleaning problems encount- 
ered in general ventilation 
and commercial air condi- 
tioning. Permanent typN6, 
washable. Send for Bulletin 
No. 202. 
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Air Filters 
• and Cleaners 
Air Recovery 


W. B. CONNOR ENGINEERING CORP. 


114 East 32nd Street 
New York 16, N. Y. 

In Canada: 



Representatives 
in All Principal Cities 


Douglas Engineering Co., Ltd., Montreal, P. Q. 


Air Recovery 


DOREX 


Air Purification 


DOREX Activated Carbon Adsorbers recover the freshness of vitiated air by 
extracting air-borne odorous, gaseous and vaporous impurities. When applied to 
recirculated air in air conditioning, DOREX Adsorbers convert used, stale, conditioned 
air for ventilation thus reducing to a minimum the volume of unconditioned outdoor 
air make-up otherwise necessary. 

With DOREX Air Recovery, the cooling and heating capacity of a proposed air con- 
ditioning system is decreased by the saving in outdoor air load. 

With DOREX Air Recovery, an existing air conditioning system will serve a larger 
space or satisfy a greater conditioning load without increase in cooling or heating equip- 
ment or the consumption of more fuel or energy. 

The highly active, specially processed and imfwegnated carbon employed will 
remove from the air passed through it and retain 95 per cent of all entrained gaseous 
impurities and maintain approximately this efficiency for from 6 months to 2 years 
depending upon the air contamination. Upon exhaustion the carbon is reactivated 
for re-use. 

DOREX Air Recovery equipment is available in several types to suit individual 
requirements. 

TYPE H-FOR COMPLETE DECONTAMINATION OF ALL 
AIR PASSED THROUGH IT 



Fig. 1 Fi 

DOREX Type H Equipment consists 
of light-weight, removable, perforated, 
activated carbon-filled, adsorption canis- 
ters. These are mounted in multiple on 
one or more supporting manifold plates 
in such manner that all air to be treated 
will pass uniformly through the granular 
carbon media. The assembly arrange- 
inent is flexible to suit the space limita- 
tions, The resistance to air flow averages 
only 0.16 to 0.2 in. wg. 

Fig. 1 shows a typical canister. It Is 

All Dor ex equipment is covered by XJ. S. Patents Nos. 
and others pending; Canadian Patents Nos. S8S,986; 


8 Fig. 5 

closed at the top and the inner cylinder 
is open at the bottom, which opening 
registers with a corresponding hole in the 
supporting manifold plate. Fig. 2 is a 
photograph of a typical arrangement of 
canisters as installed. In this instance, three 
manifold plates each support 98 canisters 
airanged in 7 rows of 14 canisters each. 
Fig. 3 is a sectional view of this arrange- 
ment with the side removed and indicating 
direction of air flow. Each canister decon- 
taminates from 25 to 35 cfm of air. 

4Il,8U,787; 8,S0S,SS1; 8.S0S,SS8; 8,S0S,S8S; 8,808,884- 

*9,806; 895,611; 404,855; 410,088; 418,787; 448,835. 




tv. B. Connor Engineering Corp. Air System Equipment • 

Air Recovery 


The DOREX Type G 
Air Recovery Panel is 

designed to remove ac- 
cumulated odors and 
gaseous impurities from 
air recirculated by air 
conditioning units and 
systems. Its extremely 
compact design and the 
ease with which it can 
be installed makes it 
equally adaptable both 
to existing; systems with- 
out requiring expensive 
alterations, and to newly designed systems, 
particularly where space is at a premium. 
It is also adapted to incorporation in 
package conditioners, railway cars, 
buses and airplanes, unit heaters and cold 
diffusers. 


The Type G Air Re- 
covery Panel consists of 
sturdv metal frames, 
each housing a battery 
of exposed perforated 
metal tubes which con- 
tain the granular carbon 
filter media. These 
panel units are available 
in stock sizes, suitable 
for arrangement in air 
ducts, or for attachment 
to standard dust filters, 
outlet or inlet grilles. 
They are designed to expose a maximum 
of carbon adsorption surface to the air 
stream with a minimum of resistance to 
air flow. Standard units are of one, 
two or three tube rows in depth, desig- 
nated as G-1, G-2 and G-3, respectively. 


TYPE G— FOR CONTINUOUS DECONTAMINATION OF 
RECIRCULATED AIR 



Dorex Type G 



Dorex Type SQ 


The DOREX Type SO Odor Adsorber is an entirely 
self-contained unit suitable for either portable or station- 
ary installation. It consists of a cage of closely spaced, 
perforated, granular activated carbon-filled tubes housing 
a quiet operating, circulating fan and motor. It is 
furnished assembled, equipped with starting switch and 
complete with extension cord and plug ready to connect 
to electric socket. The DOREX Type SO Unit keeps 
the room air in continuous motion while, at the same 
time, completely purifying one-third of the total air cir- 
culated. It, therefore, provides both air circulation and 
ventilation without the use of outdoor air. 


At the right is an illustration of the Type A-IOO-B, 
smallest of the DOREX self-contained package recircu- 
lating Odor Adsorbers. In its attractive enameled wood 
cabinet are contained a dust filter, four carbon gas 
adsorbing canisters, circulating fan and motor. It has a 
host of practical uses — in homes, offices, doctor’s rooms, 
walk-in refrigerators, etc. 



Dorex Type A 


m 





Dorex 
Type PL 


The Type PL DOREX 
Vapor and Gas Adsorber 

is designed especially to ex- 
tract oil vapors, fermentation 
odors and other gaseous im- 
purities from compressed air. 
It is the only device which 
effectively removes air- 
entrained gaseous odors and 
impurities not eliminated by 
commercial filters, separators, 
after-coolers or receivers. 



‘AIR CONSERVATION 
ENGINEERING” 

A complete and authori- 
tative text book on the 
function, engineering and 
application of Air Recovery 
in air conditioning. Con- 
tains valuable tables and 
charts. Price $2.00. Com- 
plimentary copies available 
to recognized engineers upon 
request. 


AMONG THOUSANDS OF DOREX USERS 

American Tel. & Tel. Co. General Motors Corp. Radio Corp. of America 

Anheuser-Busch, Inc. Hammermill Paper Co. E. R. Squibb & Sons 

Boeing Aircraft Co. Lever Bros. Union Carbide & Carbon Corp. 

Bristol Myers Co. Monsanto Chemical Co. Western Electric Mfg, Corp. 

E. I. du Pont de Nemours Co. Pennsylvania R.R. Co. Western Union Telegraph Co. 

(See pages 1100 and 1101 for data on KNO-DRAFT Adjustable Air Diffusers) 
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Air Filters 
and Cleaners 


Dollinger Corporation 

Filters for Building Ventilation, 

Air Conditioning, Engine Intake, Pipelines and 
Many Other Special Applications. 

Representatives in Principal Cities 


6 Centre Park 



Rochester 3, N. Y. 


STAYNEW MODEL A-3 
AUTOMATIC FILTER 

An endless curtain type oil-bath filter 
for handling large volumes of air at 
low cost plus exceptionally large dust- 
handling ability. The efficiency of 
Staynew Model A-3 is unsurpassed 
among mechanical self-cleaning filters. 

Operation and Features: Double 
filter curtains (1) carried on heavy 
roller chains driven by sprockets keyed 
to the shafts of the curtain rollers (2). 

These rollers float on ball bearings for 
quiet, frictionless operation. Curtains 
consist of removable panels (3) made of 
a single layer of bronze screen cloth to 
which are attached layers of woven 
copper mesh. 

The first of the curtains is the denser, 
having about twice the impingement 
surface of the second or rear curtain. 

This first curtain acts as the filter and 
travels through the oil reservoir. The 
second curtain does not enter the reser- 
voir, but acts only as a safeguard 
against oil entrainment. This design 
permits a direction of curtain travel 
such that cleaned panels (4) are always 
on the filtered air side. Therefore no dust can be carried across the back or return 
side of the front curtain to be blown off and carried on by the flow of air. 

Patented, exclusive Staynew Air Brush Conditioners (5) prevent excessive amounts of 
oil being carried upward on the curtain panels and being entrained in the air stream. 

Specifications 

Model A-3 Filters are sectional and may be bolted together to obtain any required 
capacity. Sections come in two widths, 4 ft 3 in. and 2 ft 9 in. Curtain drive and 
control mechanism (6) arranged either as an integral part of filter unit or for remote 
mounting, includes a H bp motor (7) driving through a reduction gear and a momentary 
contact time switch (8) for testing and checking curtain travel and compressed air 
control. All are mounted on a common base, plate (9) on clean air side of filter. Shear 
pin (10) is provided for protection of moving parts from accidental damage. The drive 
motor and the Air Brush Conditioners operate simultaneously for a few seconds at 15 
minute intervals. ^ 



Model A’S Automatic Filter 
(numbered features are referred to in accompanying 
description) 
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Model WKE 
Panel and Frame 



Viscous Model DPV 
Panel and Frame 



Standard Panel 
Insert and Frame 



Model ELS 
(Sectional View) 


STAYNEW PANEL TYPE FILTERIS 

Model WKE: Dry-type finned panel filter for use in 
ventilation and air conditioning systems. Extremely large 
filtering area in relation to overall size. Adaptable to wide 
variety of filtering media — in fact, almost any medium obtain- 
able in sheet form that can be crimped. Steel mesh on both 
sides of medium prevents sagging and makes the WKE fire- 
resistant (models available to meet Class I Fire Underwriters 
approval), and cleanable without possible damage from 
vacuum cleaning tool or cleaning nozzle. It may also be 
washed or dry cleaned when and if necessary. There are no 
cross bars, spacer bars, or other obstructions to interfere with 
the cleaning operation. 

Filter cells are held in rigid box-type supporting frames of 
heavy gauge metal by spring-loaded cam-type locking latches. 
Two lifting handles are provided on each cell. Filtering 
medium supplied already crimped and cut to size. It may be 
inexpensively replaced in 2 to 5 minutes right at the filter 
bank — no special tools required. 

Frames are drilled so that they can be riveted together to 
form a flat bank, or by the addition of angle uprights into a 
‘'V” or staggered arrangement. 

Viscous Panel (Model DPV): A permanent type panel 
for air conditioning systems used in heavy duty industrial 
service. Filtering media consist of a series of layers of crimped 
galvanized screen cloth and woven mesh. These media when 
coated with PD-10 Pingene Filter Oil form an unusually 
efficient filter. Model DPV filters are cleaned easily with Jive 
steam or by washing in a suitable solvent. Spring-loaded 
locking latches and lifting handles are provided as in Model 
WKE. 

Both Model WKE and DPV cells are furnished in 2 in. and 
4 in. depths in various standard sizes. 

Standard Panel: Dry-type Fin Construction, high filter- 
ing efficiency. Heavy steel Panel Insert and Frame. Clean- 
able. Forty- two square feet of filtering area. Thousands of 
Staynew Standard Panel Units have given satisfactory service 
for years. Available in 20 in. x 20 in. x 7 in. size only. 

STAYNEW LIQUID FILTER 

Model ELS: Widely used for the filtration of cooling 
water to prevent clogging of spray nozzles. Exclusive, low- 
cost SLIP-ON INSERT easy to remove, clean, replace. 
Radial Fin Construction provides all possible filtering area 
in smallest possible space. Standard models available to 
handle up to 1000 gpm. 

Representatives in Principal Cities 

Complete Information from Factory on Request 

FILTERS FOR INTERNAL COMBUSTION ENGINES, 
COMPRESSORS, PIPE LINES; ALSO 
DUST COLLECTORS 
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Air System Ef^ipnHrA 


Farr Company 

Manufacturing Engineers 
Los Angeles • California 

FAR-AIR FILTERS* for all types of industrial use 
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C.F.M. CAPACITIES 

OF STANDARD 

FILTERS BASED 

ON VELOCITY USED 

1 




Txrar 


2.40 

.06^^ 

625 

795 

800 

1020 

390 

2.70 

.07" 

700 

895 

900 

1145 

433 

3.00 

.09" 

780 

995 

1000 

1275 

476 

3.30 

.10" 

860 

1095 

1100 

1400 

51f 

3.60 

.12" 

935 

1195 

1200 

1530 

563 

3.90 

,14" 

1015 

1290 

1300 

1655 

606 


.16" 

1090 

1390 

1400 

1780 



.19" 

1170 

1490 


1910 



.20" 

1250 

|1590 


2035 


Based on our recommended face velocity 
of 519 fpm, Far-Air filters deliver 50 per 
cent more air with the same blower power. 
Filters are all metal, permanent construc- 
tion , . . Installation of Far- Air Filters, ef- 
fects a saving not only in initial costs but 
maintenance as well— ^ou need only % of 
the filter area, with a Far-Air filter. 



AIR FILTER TEST 
Farr Company has originated a simple 
procedure for testing air filter in place in 
order to determine the degree of efficiency. 
Write for information regarding this test. 
♦Trade Mark registered. 


FAR-AIR STANDARD PANEL FILTER 
For Ventilation For Grease 



HERRINGBONE CONSTRUCTION 

Far-Air filters’ Herringbone design, 
which is a special cirmped wire type of 
construction, allows these filters to load 
progressively, which permits a dirt holding 
capacity two or three times greater. Each 
filter can handle 50 per cent more air with 
the same blower power, thus one-third 
fewer filters are needed to do the same job. 
No special equipment is needed for 
cleaning ... a pressure hose and cold 
water. Far-Air filters can be cleaned in 
place. Of paramount importance to 
heating and refrigeration engineers is the 
fact that Far-Air Filters provide a filter 
area equal to the fin coil area. This special 
feature eliminates clumsy V-shaped ad- 
ditions on vent ducts usually necessary 
with other tyf)e filters. 



PROGRESSIVE LOADING 
As entering orifices of Far-Air Herring- 
bone Construction Filters are loaded, air 
direction changes, flowing past the front 
loaded surface and progressively loading 
the clean screen mesh that remains. 
Greater free area permits a l^^er dust 
load with lower pressure drop. Tne small 
difference in pressure drop when a Far- Air 
Filter is loaded from when it is clean 
maintains a constant balanced air flow 
in the air distribution system. 

For full information about other 
types of FAR-AIR FILTERS^ write: 
teFARR GO*f Dept.H VG^ 2615 South- 
west Dr., LOS ANGELES 43, CALIF. 
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Air System Equipment 


Air 04Umt^ 
mnd CimriM 


Raytheon Manufacturing Company 



tti ^/^ciscnec^ 


Commercial Products Division 

Waltham 54, Mass. 



^iee>0/!^enc0 in /^(nthcnie^ 


Clean air as supplied by Electronic Air Cleaning reduces heating and cooling costs; 
reduces cleaning and redecorating costs; improves worker efficiency; improves product 
quality ; and provides better conditions in which to work or relax. Only electronic air 
cleaning efficiently removes airborne particles as small as 1/250,000 in. in diameter. 


RAYTHEON 

PRECIPITATORS 

A COMPLETE LINE OF 
ELECTRONIC AIR CLEANERS 

For industrial and commercial appli- 
cations 

INDUSTRIAL 

Built up cell-type units for installation 
in ventilating and air conditioning systems. 

Fully automatic, semi-automatic or 
manual washing. 

Capacities 1200 cfm up. 

.See Bulletin DL-P-50S. 


RESIDENTIAL 

The Raytheon Home Precipitator 

Semi-automatically and fully auto- 
matically washed. 

Capacities 1200 and 1800 cfm. 

See Bulletin DL-P-509, 


PACKAGED UNITS 

For Industrial, Commercial and Resi- 
dential Installations: — 

Packaged, self-contained units. Fully 
automatic, semi-automatic, and manual 
washing. 

Capacities 300, 1200 and 1800 cfm. 

See Bulletin DL-P~S05» 



The new, fully automatic Raytheon Pre- 
cipitator washes and dries all ionizers and 
collector plates, reapplies adhesive, shuts 
itself off. Operates without shut-down 
period — requires no cleaning maintenance 
whatsoever. In the picture above, baffle 
doors have been opened and louvres re- 
moved from the automatic washing unit 
to show construction details. 


NOTE THESE IMPORTANT FEATURES 

Ease of installation. Minimum maintenance. Minimum resistance to air flow. Economy 
of Operation. Flexibility — a size for every application. Quality products used throughout. 
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Air System Equipment 


Air Filters 
and Cleaners 


Owens-Coming Fiberglas Corporation 

I 

Toledo 1, Ohio 



AIR FILTERS 

— a FIBERGLAS* product 



Dust-Stop Air Filters are replaceable 
impingement-type filters for use in all 
systems in which air is moved mechani- 
cally — central heating, ventilating and 
air-conditioning systems, and mechani- 
cally-circulated warm-air furnaces. 

Dust-Stops provide high air filtering 
efficiency. They are constructed of packs 
of glass fibers (Fiberglas*), coated with 
an adhesive, faced with a metal grille, 
and bound on the edge with a fiberboard 
frame. 

The Fiberglas fibers, packed to proper 
density, form an exceptionally effective 
medium for air filtration. Being glass, 
they are inorganic, chemically stable, 
resistant to heat and corrosive vapors. 


And being of glass, they do not absorb 
the nonodorous, nonevaporating adhesive 
with which they are coated. Each im- 
pinged particle of dust is quickly soaked, 
acting as a wick to carry adhesive to other 
particles. Thus, the adhesive remains 
effective until the filter is so heavily 
loaded with dust that resistance to air 
flow calls for replacement. 

A minimum of manpower and time is 
required in replacing economical Dust- 
Stops — and they can be obtained quickly 
from near-by suppliers. Dust-Stops are 
made in two standard types: No. 1 (1 in. 
thick) and No. 2 (2 in. thick). Both are 

available in several sizes. 

% 
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Air System Equipment 


Air Filters 
and Cleaners 


Owens-Gorning Fiberglas Corporation Offices 


Atlanta, Ga. 
Boston, Mass, 
Buffalo, N. Y. 
Chicauo. 111. 
Cincinnati, Ohio 
Cleveland, Ohio 
Dallas. Texas 


Detroit. Mich. 
Houston, Texas 
Kansas City, Mo. 
Los Angeles. Calif. 
Milwaukee, Wise. 
Minneapolis, Minn. 
New York, N. Y. 
Philadelphia, Pa. 


Pittsburgh, Pa. 

St. Louis, Mo. 

San Francisco, Calif. 
Seattle, Wash. 
Toledo, Ohio 
Tulsa, Okla. 
Washington, D. C. 



AIR FILTERS 
AND FRAMES 


TWO TYPES OF FRAMES— 

Dust-Stop Air Filters may be in- 
stalled in banks of either “L” Type or 
Type Dust-Stop Air Filter Frames. 
Both types of frames are designed, patent- 
ed and manufactured by Owens-Corning 
Fiberglas Corporation for the convenient 
handling of Dust-Stop Air Filters. 

The choice between ‘‘L” and ‘‘V’” Type 
frames is determined by the frontal area 
available. The “L” Type frame requires 
less depth within the duct or plenum 
chamber but takes a larger face area than 
the frame for the same cfm capacity. 
However, it can be set in various arrange- 
ments that reduce the required face area 
by increasing the depth. 

The “L” Type frame two filters deep is 
designed to hold two No. 1 Dust-Stop 
Air Filters in each cell. The “L” Type 


four filters deep holds four No. 1 Dust-Stop 
Air Filters (20 in. x 20 in.). "L” Type 

frames can be provided in any size from 
a single unit having one cell at a rated 
capacity of 800 cfm at a velocity of 300 
lineal feet per minute to a unit consisting 
of 91 cells with a capacity of 72,800 cfm. 

The “V” Type frame contains tw'o 
“cells" each forming one side of the “V." 
Each cell will hold up to four No. 1 or 
two No. 2 Dust-Stop Air Filters. “V" 
Type frames take only the 20 in. x 25 in. 
filters. The “V" frames are available in 
any size from a single unit having a 
capacity of 2000 cfm to a 98 cell unit with 
a capacity of 98,000 cfm. 

All frames are cold rolled steel and are 
shipped knocked down and crated, com- 
plete with all parts and instructions neces- 
sary for easy and rapid assembly. 


Write for Catalog A5.2,I—*‘AIR FILTRATION IN CENTRAL SYSTEMS” 



V* Type Frame Type Frame 
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Air System Equipment 


Air Filters 
and Cleanere 


H. J. Somers, Inc. 

6063 Wabash Ave., Detroit 8, Mich. 

Agents in All Principal Cities 


SOMERS Heavy Duty Industrial Filter 



All Welded Vee Type 
Patent No’s. 2008800, 2130107 


Somers Hair Glass Filters provide everything required in an efficient air-cleaning 
system. 


Consider These Features: 


• Hii^h rating for dust, soot and 
bacteria separation. 

• Require no adhesive, coating or 
impregnation. 

• Indestructible in normal service. 

• Minimum low-pressure drop. 

• Odorless and non -absorptive. 

• Fireproof. 


• Washable. 

• Permanent — Do not rot nor disintegrate. 

• All welded zinc-plated 20 ga. steel frame. 

• Metal protection strip on apex. 

• Glass cloth between hot-dipped hardware 
cloth. 

• Glass ribbon seal so air cannot short circuit. 


Somers Hair Glass Filters consist of a 20 gauge hot galvanized frame holding gal- 
vanized wire cloth packed with hair-spun glass strands. The glass strands are flexible, 
do not break up and cannot be drawn into air stream. 

Hair Glass being chemically inert, has no facility of absorption; it cannot rust and 
lasts indefinitely in service. Water either hot or cold may be used to clean it, without 
impairing its efficiency. 

These filters eliminate the necessity, the expense and the inconvenience of periodic 
replacement ^ 
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H. J. Somers, Inc. 


Air System Equipment 


Air Filters 
and Cleaners 


SOMERS WASHABLE AIR FILTERS All Welded Vee Type Stock Sizes 


Frame Size 

Frame 

Filter Surface 

For Average 

Dry Filter 
Installations 

Wet 

Height and Length 

Depth 

Square Inches 

Application 

8' 

X 12' 

3'/«' 

288 

288 C.F.M. 

144 C.F.M. 

M" 

X 12' 

2y/ 

288 

288 C.F.M. 

144C.F.M. 

12' 

x20' 

3'/5' 

720 

720C.F.M. 

360 C.F.M. 

If 

X 24V/ 

3ki' 

1023 

1023 C.F.M. 

511 C.FM. 

x24^' 

3'/8' 

1674 

1674 C.F.M. 

837 C.F.M. 


x24^' 

2 

480 

480 C.F.M. 

240 C.F.M. 

isV 

x24%' 

3'/«' 

1110 

1110C.F.M. 

555 C.F.M. 

16' 

x20' 

2 

384 

384 C.F.M. 

192 C.F.M. 

16' 

x21'/2' 

3 

816 

816C.F.M. 

408C.F.M. 

16' 

x25' 

2 

480 

480 C.F.M. 

240 C.F.M. 

16' 

x25' 

2'/2' 

624 

624 C.F.M. 

3I2C.F.M. 

16' 

x25' 

3' 

864 

864 C.F.M. 

432 C.F.M. 

16' 

x25' 

3'/8' 

1344 

1344 C.F.M. 

672 C.F.M. 

16' 

x25' 

3»/8'' 

1440 

1440 C.F.M. 

720 C.F.M. 

16' 

x25' 

3'// 

1632 

1632 C.F.M. 

816C.F.M. 

16' 

x25' 

3'A' 

1056 

1056 C.F.M. 

528 C.F.M. 

18' 

X 18' 

3^6' 

864 

864 C.F.M. 

432C.F.M. 

18' 

X 18' 

3'/8' 

! 1134 

1I34C.F.M. 

567 C.F.M. 

18' 

x24' 

3' 

1080 

1080 C.F.M. 

540 C.F.M. 

19'// 

X 19'/2' 

2' 

480 

480 C.F.M. 

240 C.F.M. 


X 19^' 

3' 

819 

819C.F.M. 

409 C.F.M. 

19(4' 

X 19Vi' 

3' 

936 

936C.F.M. 

468 C.F.M. 

mf 

X 19'^' 

3' 

995 

995 C.F.M. 

497 C.F.M. 


X 19'A' 

3'// 

1053 

1053 C.F.M. 

526 C.F.M. 

\¥/f 

X 19'A' 

X 191/5' 

W 

1170 

1I70C.F.M. 

585 C.F.M. 

19'/J' 

3>4' 

1696 

1696 C.F.M. 

848 C.F.M. 

20' 

x20' 

2' 

480 

480 C.F.M. 

240 C.F.M. 

20' 

x20' 

2V'>' 

600 

600 C.F.M. 

300 C.F.M. 

20' 

x20' 

2^' 

780 

780 C.F.M. 

390 C.F.M. 

20' 

x20' 

2V 

840 

840 C.F.M. 

420 C.F.M. 

20' 

x20' 

3' 

960 

960 C.F.M. 

480 C.F.M. 

20' 

x20' 

3)4' 

1020 

1020 C.F.M. 

5I0C.F.M. 

20' 

x20' 

3'/e' 

1200 

1200CJ*.M. 

600 C.F.M. 

20' 

x20' 


1320 

1320C.F.M. 

660 C.F.M. 

20' 

x20' 

i 1680 

1680 C.F.M. 

840 C.F.M. 

20' 

x25' 

2' 

600 

600 C.F.M. 

300 C.F.M. 

20' 

x25' 

2Vb^ 

1020 

1020 C.F.M. 

510 C.F.M. 

20' 

x25' 

3'/8' 

1560 1 

1560 C.F.M. 

780 C.F.M. 

20' 

x25' 

3^4" 

1800 1 

1800C.F.M. 

900 C.F.M. 

20' 

X 30' 

3'/8' 

1800 

1800C.F.M. 

900 C.F.M. 

20' 

X 30'/2' 

3'Vr 

2400x 1 

2400 C.F.M. 

1200C.F.M. 

23' 

x20' 

3'/8' 

1656 

1656C.F.M. 

828 C.F.M. 


m 

3'/e' 

1621 

1621 C.F.M. 

810C.F.M. 

3' 

1068 

1068 C.F.M. 

534 C.F.M. 

24' 

IW 

3'// 

3'/8' 

1872 

1872 C.F.M. 

936 C.F.M. 

25' 

1800 

1800 C.F.M. 

900 C.F.M. 

26' 

X 23'// 

X 23'/5' 

2'// 

2%" 

936 

936 C.F.M. 

468 C.F.M, 

26' 

936 

936 C.F.M. 

468 C.F.M. 

26' 

x34' 

2652 

2652 C.F.M. 

1326 C.F.M. 

28' 

X 33'/2' 

2'// 

1428 

1428 C.F.M. 

714 C.F.M. 

29' 

x33'/2' 

3<4' 

3045 

3045 C.F.M. 

1520 C.F.M. 

30' 

X 15' 

3?4' 

1800 

1800C.F.M. 

900 C.F.M. 

30' 

x20' 

3'/8' 

1800 

1800 C.F.M. 

900 C.F.M. 

30' 

x24' 

3' 

1800 

1800C.F.M. 

900 C J=*.M. 

31' 

X 23'/4' 

3'// 

3162 

3162C.F.M. 

1581 C.FJVI. 


Other sizes also available. Send for complete stock size list. 

Frames zinc plated for 100 hour salt water spray test. Refill may be inserted if necessary. 
Quotations and further engineering data, including master holding frame drawings will be sent on request. 


Just a few users of Somers Filters 


Chemical Plants 

American Viscose Co. 

American Zinc & Chemical Co. 
Davison Chemical Corp. 

Automotive 

Frederick Sterns Co. 

Cadillac Motor Car Co. 
Chevrolet Motor Car Co. 
Chrysler Corp. 

Fisher Body Corp. 

Refrigeration 
and Air-Gond. 

Frigidare Corp. 

Norge Div. — Borg Warner 
Kemnator Corp. 

York Ice Machine Co. 


Ships 

Amer. Shipbuilding Co. 

U, S. S. Saratoga 
U. S, N. Lake City. Fla. 

U. S. N. Daytona Beach, Fla. 
U. S. N. Vero Beach, Fla. 

U. S. N. Jacksonville, Fla. 

Utilities and 
Municipalities 

City of Kenosha 

Michigan Consolidated Gas Co. 

Detroit Edison Co. 

New York Edison Co. 
Westchester Lighting Co. 

Dep’t. Stores 

S. S. Kresge Co. 

S. H. Kress & Co. 


Food Processing 

Awrey Bakeries 
Gilbert Chocolate Co. 

Kellogg Co. 

Manufacturers 

Buffalo Forge Co. 

Burroughs Adding Machine Co. 
Clarage Fan Co. 

Curtiss-Wright Airplane Co. 
Glensder Textile Co. 

Hoover Co. 

International Heater Co. 
Kearney & Trecker Corp. 
Killian Mfg. Co. 

National Carbon Co.. Inc. 
Pittsburgh Plate Glass Co. 
Rockford Machine Tool* Co. 
Sunstrand Machine Tool Co. 
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Air System Equipment • Air Filters 


Research Products Corporation 

Madison 3, Wisconsin 

RESEARCH AIR FILTERS FOR HEATING AND VENTILATING 


U. S. Patent 2070073 



U. S. Patent 2294478 



Research Air Filters are widely used 
wherever air is moved mechanically in 
blown-air heating and air conditioning 
systems, in window ventilators and for 
protection of industrial equipment. Tests 
prove Research Air Filters have a 93 per 
cent dust removal efficiency (with 80-20 
dust), 99 per cent ragweed pollen removal 
efficiency. The resistance build-up is very 
gradual. 

Self- Seal Edge 
The time and 
labor saving 
Self-Seal edge 
is an exclusive 
Research Air 
Filter feature. 
The filtering 
media is a pad 
constructed of 
single sheets, cut, 
expanded and held together to form a 
honeycomb pattern of thousands of tiny 
baffles. This unique construction allows 
filter to be made slightly oversize, fitting 
snugly into place and eliminating all by- 
pass of air. When filter becomes dirt 
clogged, only the filter pad need be replaced. 


Research Filter Banks. 

Research Air Filters are used ex- 
tensively in filter banks — both 
flat and V types. For maximum 
filtering efliciency and minimum service re- 
quirements, new speedy “Snap-in” grids 
are used with filter pads, the removal of 
front grid only being necessary when 
changing pads. 




Washable Alumaloy Filter. This 
filter has the same efficiency as the dis- 
posable type filter. It is about lighter 
than most other washable type filters. 
Filter is cleaned by agitating in hot soapy 
water. 

Alumaloy “Clean Duct” Grease 
Filter. All aluminum construction. Light 
weight. Easily cleaned. Retains high 
lustre appearance. • 

The Research Filter Watchman, a 
new automatic filter gauge, signals with 
light when filters are loaded to a maximum 
restriction to air flow; it may be set for any 
fecommended resistance. 
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Air System Equipment 


Air Filters 
and Cleaners 


Supreme Air Filter Company 

126 West 21st Street, New York 11, N. Y. 

SUPREME WASHABLE DRY TYPE AIR FILTERS 
AUTOMATIC OR MANUAL CLEANING 


' i '4 .',1 


' 


Supreme Air Filters are made of a spun 
glass filter media, annealed under a patented 
process, and covered with a galvanized or 
copper wire mesh 25-06, encased in a gal- 
vanized or copper frame. 

Supreme Filters offer a low resistance to 
the free flow of air, are light in weight and 
easy to handle. All cells are equipped with 
handles and interchangeable in the same bank. 

Supreme Filters are made in flat and saw'- 
tooth types: The flat filter is encased in a 
Yz in. frame, for convenience in ordering and 
lower cost production. The sawtooth type is 
corrugated the depth of the cell frame thereby 
increasing the filtering surface in a given area. 

The spun glass in Supreme Filters is FIRE, 
ROT and VERMIN proof and not attacked 
by any chemical other than hydro-fluoric acid; it is approved by the Board of Fire 
Underwriters. 

The important factor in rating a filter is generally not the removal of a certain per cent 
of dust by weight but rather the effectiveness for taking out certain objectionable con- 
stituents, which may be either the finest particles present or the coarser ones within a 
certain range. The lower number per cent of dust particles in buildings and out-of-doors 
occur just after air washing by rain or snow storm, and the greatest number in busy 
streets on dry days. 


Supreme Air Filler {Before and after cleaning) 


Supreme Filters can be washed in hot or cold water, adding a little soap powder or 
solvent, and spraying with not over 25 lb water pressure. 

New mats can be supplied for all Supreme cell frames where mats become worn out 
or defaced, thereby saving the cost of a new frame, which has patent pending. 


TABLE OF SUPREME AIR FILTER SIZES 


Sizes 

C.F.M. 

Mat. SQ" 

EFFY 

Pd. W.G. 

Sizes 

C.F.M. 

Mat. SQ" 

EFFY 

Pd. W.G. 

r 





3" 





W X 20^ 

480 

480 1 



16"x20" 

1500 

1500 



16^ X ly 

480 

480 

94.5 

.14" 

16" x 25" 

1500 

1500 

97.1 

.18" 

20^x2(r 

480 

480 



20"x20" 

1500 1 

1500 



20'' X 25"' 

480 

480 { 



20" X 25" 

1500 

1500 



2" 





4" 





16"' X 20" 

800 

800 



16" X 20" 

2000 

2000 



16" X 25" 

800 

800 

95.7 

.16" 

16" X 25" 

2000 1 

2000 

98.0 

.20" 

20" X 20" 

800 

800 



20"x20" 

2000 

2000 



20" X 25" 

800 

800 



20"x25" 

2000 

2000 




Some Users of Supreme Air Filters 


B. Altman Company 
Bendix Radio Corporation 
Bethlehem Steel Corporation 
Christ Hospital 

Colgate Palm Olive Peet Company 
Commercial Bank 6c Trust Company 
Conde Nast Company 
Dime Savings Bank 
E. I. DuPont deNemours 6i Co., Inc. 
Fifth Avenue Hotel 
Garment Capital Center 
Geigy Dye Works 


Koss Restaurant 
Masonic Temple 
Modem Industrial Bank 
New Amsterdam Theatre * 

New York Central R. R. 

New York Telephone Bldg, Corp. 
New York Trust 
Ohio Power Company 
Pabet Air Condg. Coq)- 
Panama Steamship Line 
Posi Print Works 
Riegel Paper Corp. 


Supreme Air Filt^ have been ap- 
prove by the Maritime Commission 
for use on the C-2 ships. 

Gulf Shipbuilding Co. 

Moore Dry Dock Co. 
Mantowac.Shipbuilding Co. 

U. S. S. A. So. Africa 
International Tel. 6( Tel. 

Colonial Trust Co. 

Western Electric Company. 


Write Supreme Air Filter Company for complete information and prices 
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Air System Equipment • Air Conditioning 


Westinghouse Electric Corporation 
SlurlevanI Division 

Air Conditioning, Heating, Ventilating, Dust Control and Fume Removal 
Equipment, Electronic Air Cleaners, Dryers, Compressors, 
Mechanical Draft Equipment 

Hyde Park Boston 36, Mass. 



Westinghouse-Sturtevant Division 

Manufactures a complete line of air condi- 
tioning, heating, ventilating and air han- 
dling equipment. Shown here is a selection 
of the complete line. Individual product 
catalogs are available where more detailed 
information is required on any item. 


Sturtevant Puts Air to Work 

Equipment designed to “Put Air to 
Work” is available for all commercial and 
industrial buildings, to improve comfort 
and efficiency and to provide industrial 
process air conditioning. Applications 


REFRIGERANT COMPRESSORS 

Hermetically-Sealed, Freon 12, Type 
CLS refrigerant compressors are designed 
for air conditioning and industrial refriger- 
ation applications requiring suction evapo- 
rating temperatures ranging from 10°F 
to 5CrF. 

Westinghouse Special Features include: 

1. Shaft seals eliminated. 

2. Direct drive — no belts, pulleys and 
couplings. 

3. Sealed-in mechanism. 

4. Refrigerant-cooled motor. 

5. Compact size and light weight. 

The hermetically-sealed compressors 
are reciprocating multi-cylinder, in-line 
type in sizes 7H to and including 60 hp; 
% deg V-type on the 2, 3, 5, 75 and 100 hp 
sizes. They are protected by manually 
reset high and low pressure switch. Driv- 
ing motors are polyphase, refrigerant- 
cooled induction type. Motors are pro- 
tected by thermal overload protection in 
the De-ion magnetic linestarters. 

Mounting supports are available to 
permit mounting the compressor and suit- 
able Westinghouse water-cooled condenser 
as a unit. ^ Type CLS compressors are 
inade in 12 sizes ranging in nominal capaci- 
ties of from 2 to 100 tons refrigeration 
effect. 


range from the small ventilation and air 
conditioning systems to the large specially 
engineered installations. 

Engineering Assistance 

Sturtevant offers unbiased engineering 
assistance in the selection of the correct 
product for the specific application. 

Many years of experience in the design 
and manufacture of these products com- 
bined with the benefits of close co-operation 
with consulting architects and engineers, 
assure you of reliable recommendations. 

Offices and Distributors are located in 
all principal cities. Refer to your local 
classified telephone directory. 



Two-Cylinder V-Type Compressor 



Sixteen-Cylinder V-Type Compressor 



% Six-Cylinder In-Line Type Compressor 
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UNITAIRE* 

AIR CONDITIONING UNITS 

Central Plant Type Unitaires are 
completely self-contained, with all the 
component parts of an air conditioning 
system, designed especially for installation 
with supply and return air ducts. Uni- 
taires are completely assembled, piped, 
refrigerant -charged, wired and adjusted at 
the factory. Each is given a complete 
operating test to assure satisfactory per- 
formance when installed. All that is re- 
quired is connection of water and electrical 
service and attachment to the duct system. 

The condensing unit is a standard West- 
inghouse hermetically-sealed, direct-con- 
nected compressor, with water-cooled con- 
denser, isolated from the supporting struc- 
ture by rubber anti-vibration mountings. 

Central Plant Type Unitaires are avail- 
able with 7J^, 10, 15, 20 and 25 hp com- 
pressors. 

Self-Contained Type Unitaires are 
widely used in small stores, restaurants, 
office suites and similar establishments. 
Usually they are installed in the room to 
be air conditioned, but in many cases they 
are remotely located with ducts supply ing 
one or more .spaces with air conditioned 
air. Available in sizes of 1, 2, 3 and 5 hp, 
Westinghouse Unitaires offer many im- 
portant features: 

1. Compact Size — Largest unit occupies 
less than 7 sq ft of floor space; smaller 
units often installed on shelves. 

2. Attractive Appearance. 

3. Completely Factory-Built. 

4. Flexible Application. 

6. Westinghouse Hermetically-Sealed 
Compressor. 

6. Quiet Operation. 



♦Reg, U. S. Pat. Off. 
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EVAPORATIVE CONDENSERS 

Where water is scarce or expensive, or its 
use or disposal restricted, the “Aquamiser” 
provides savings in water consumption. 
Westinghouse Aquamisers are available in 
sizes to give a range of capacities from 
approximately 5 tons to 100 tons each, net 
refrigeration effect. 

WATER COOLED CONDENSERS 

Where sufficient water is available from 
city water supply to cooling tower the 
water-cooled condenser is economical and 
efficient. To economically match refrigera- 
tion load requirements, Westinghouse 
water-cooled condensers are available in 14 
sizes, ranging in nominal capacities from 2 
to 100 tons net refrigeration effect. 

WATER CHILLING UNITS 

For the chilling of water for distribution 
to a number of cooling coils, for surface de- 
humidifiers and for use in industrial pro- 
cesses, these efficient water-chilling units 
range in size from 5 to 110 tons net refrig- 
eration effect. The chiller, located close 
by the compressor, eliminates long re- 
frigerant piping or long duct runs. 

HEAT TRANSFER SURFACES 

Direct expansion coils with patented re- 
frigerant distributor, chilled water coils, 
steam and hot water coils are available in 
a great many sizes for all types of systems. 

AIR CONDITIONING UNITS 

Two types are available — a horizontal 
type for ceiling suspension and a vertical 
type for floor installation. In the hori- 
zontal and vertical types, year-round air 
conditioning is accomplished by the in- 
stallation of cooling and dehumidifying 
surfaces for summer, and heating surfaces 
for winter air conditioning. 



Water 

Chilling 

Unit 



Heat-Transfer 

Surface 



Air Conditioning Unit, Type AH 
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AIR WASHERS 

Three types are available — Type H, 
with one bank of nozzles, used primarily 
for humidifying; Type C, with two banks 
of nozzles, used for evaporative cooling, 
humidifying and dehumidifying; and Type 
S, with one bank of nozzles, used for humid- 
ifying, especially where space is limited. 

FILTER-WASHERS 

Self-cleaning filter-washers employ a 
bank of mineral wool, or glass fiber filter 
pads, in conjunction with water sprays to 
clean and humidify the air. Made in 72 
standard sizes and to specifications. 

SURFACE DEHUM IDIFERS 

Available for either chilled water or 
directly expanded refrigerant, these wet 
surface units control accurately wet and 
dry bulb conditions in industrial and com- 
fort air conditioning systems. Capacities 
range from 2000 to 50,000 cfm, with cool- 
ing capacities of 5 to 250 tons of refrigera- 
tion. 

CENTRIFUGAL FANS 

Silentvane*, Design 8, are high speed, 
exceptionally quiet heating and ventilating 
fans engineered for installations where fan 
noise cannot be tolerated. Made in 21 
sizes with rotors from 12}^ in. to 87^ in. 
in diameter, they operate from free delivery 
to 4 in. water gage static pressure, and at a 
maximum tip speed of 9000 feet per minute. 
Capacities range from 700 to 400,000 cfm. 

Multivane, Design 6, high capacity, 
low speed fans, suitable for use in public 
buildings because of low tip speed, low out- 
let velocity, and small size for a given duty. 
With wheel diameters up to 87 in., they 
operate against static pressures up to 4 in, 
water gage, and at a maximum tip speed of 
6000 fpm. Capacities range from 400 to 
450,000 cfm. 

*Reg. U. S. Pat. Off. 
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VENTILATING SETS 

Rexvane* Ventilating Sets, with radial 
blade wheels designed for medium speed 
operation, are suitable for ventilating, 
fume exhausting and air conditioning. 
Rexvane Ventilating Sets are made in 7 
sizes, wheel diameters from 6 in. to 17}i in. 
capacities to in. water gage static 
pressure, and air delivery to 4W0 cfm. 

V-Belt Ventilating Sets are completely 
self-contained units consisting of Multi- 
vane fan and tnotor with V-belt drive. 
These sets are particularly suitable for a 
wide variety of heating, ventilating and 
air conditioning applications. Wheel dia- 
meters from 12 in. to 24 in., and air 
deliveries from 930 to 11,000 cfm. 

PROPELLER FANS 

Propeller Fans, Design 7, with direct 
connected motors, are generally applicable 
to all air exhausting or ventilating problems 
when unit blows air directly outdoors or to 
another room, without ducts or high re- 
sistance to air movement. Motors are 
totally enclosed special fan duty type. 
Design 7 Propeller Fans are made in 7 
sizes, from 12 in, to 36 in. diameter, and 
815 to 11,050 cfm. 

AXIFLO* FANS 



Axiflo pressure fans are axial flow type 
especially designed to meet industrial 
^rvice requirements. They are available 
in straight through or elbow types, with 
either three-bladed aluminum or eight- 
bladed steel wheels. All designs or ar- 
rangements can be used in either vertical 
or horizontal position. 

AIR BLENDERS 

Widely used for central air conditioning 
and ventilating systems in commercial 
buildings, the Air Blender mixes cool de- 
humidified air or heated humidified air 
from a central system with predetermined 
quantities of recirculated air to maintain 
room temperatures for both winter and 
summer, air conditioning. It has no mov- 
ing parts, and is equipped with a booster 
coil for winter operation. All units are 
built with 7 in. front-to-back dimensions, 
and in nominal lengths of from 18 in. to 
60 in. 



% 


♦Reg. U. S. Pat. Off. 
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UNIT VENTILATORS 

Unit Ventilators, filter, heat and circu- 
late air through room areas. Each unit is 
equipped with heating coil, a fresh air in- 
let, motor driven fans, and controls, all en- 
closed in an attractive steel cabinet. Avail- 
able in classroom models, or in auditorium 
type units for heating gymnasiums, au- 
ditoriums, and similar large room areas. 

SPEED HEATERS 

Sturtevant Speed Heaters, Design 14, 
are suspended type unit heaters adaptable 
to commercial and industrial installations 
to provide an even flow of heat over a large 
area. They are available in capacities of 
25,800 to 300,500 Btu, and 398 to 5200 cfm. 
Attractive modern design makes Speed 
Heaters suitable wherever appearance is 
important. Their quiet, efficient operation 
fits them ideally for locations where 
economical, thorough speed heating is 
desired. 


Unit 

Ventilator 




Speed 

Heater 


DOWNBLAST SPEED HEATERS 

Downblast Speed Heaters are suspended 
type unit heaters for use with steam or hot 
water systems. They are designed for in- 
stallation near the ceiling and are available 
in capacities of 40,000 to 400,000 Btu, and 
695 to 5800 cfm. Downblast Heaters 
project the heated air downward to the 
working level, resulting in outstanding 
heating performance in buildings with high 
ceilings, or wherever it is necessary to 
project heated air downward between stor- 
age bins and other obstructions, 

MULTIVANE HEATERS 

Multivane Heaters are large capacity 
type for large area, severe heating jobs. 
They can be installed on floors, fastened to 
walls, hung from ceilings. Air motivation 
mechanism consists of multiple slow speed 
Multivane Fans, mounted on a common 
shaft — resulting in large volumes of air 
handled at low outlet velocity, low horse- 
power consumption, and quiet operation. 
Capacities range from 157,200 to 1,191,000 
Btu, and 2100 to 18,000 cfm. 


Downblast 
S peed 
Healer 
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PRECIPITRON* 

Westinghouse Precipitron — the elec- 
tronic air cleaner — makes possible greater 
efficiency in removing dust, dirt, smoke 
and other foreign particles from the air. 
The Precipitron cells are installed in the 


Home Unit 



♦Reg. U. S. Pat. Off. 


ventilating systems (see illust rat ion abov^e). 
Dust, smoke and soot pass through an 
electrostatic field, receive a charge, and 
are drawn to collector plates of opposite 
polarity where they remain until flushed 
down the drain. 

The Westinghouse Precipitron Home 
Unit is designed primarily for use in homes. 
It performs the same function, on a smaller 
scale, as the larger units do for commercial 
and industrial applications. No longer a 
luxury, the Westinghouse Precipitron elec- 
tronic air cleaner minimizes the endless 
chasing of dust and dirt in the home. 

It is comparable in size to a gas-fired 
furnace, and occupies about the same floor 
area. Provision is made on the unit for 
connection to the duct work of a forced air 
heating or air conditioning system. Placed 
in the air intake to the heating unit, the 
Precipitron removes more than 99.5 per 
cent of the dirt (by weight), and more than 
90 per cent of all air-borne particles. 
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Tests Prove Efficiency 

Accepted testing methods previously 
conducted on a weight basis have been 
obsoleted since Precipitron entered the 
field of air cleaning. The Blackness Test 
reproduced here provides greater accuracy, 
approximates the actual particle count and 
is made without the addition of artificial 
dust. The efficiency of Precipitron by 
Weight Test showed over 99 per cent and 
by the Blackness Test as high as 90 per 
cent at air velocity of 300 fpm through the 
cells. 



Undeaned Air Mechanically Klectrically 
Clea ned A ir Clea ned A ir 

Test Comparisons Proving High Efficiency 
of Precipitron 


Cells 


The cell itself, known as the Collector, is 
composed of two duplicate sets of high 
voltage and ground plates mounted be- 
tween two load-bearing end plates laced 
together by steel bars, angles and channels 
to form a rigid structure. 

Precipitron is built in sizes to handle 
from 1200 cfm (for a single 24 in, cell) to 
any desired volume through multiple cell 
arrangements. Cells are available in two 
sizes: 24 in. x 24 in. x 26 in. and 36 in. x 
24 in. X 26}^ in. For 90 per cent efficiency, 
the 24 in. and 36 in. cells are rated at 1200 
and 1800 cfm respectively. For 85 per cent 
efficiency, ratings are 1500 and 2250 cfm. 


Ionizers 


Ionizing section is made of formed sheet 
steel, top, bottom and side plates welded 
together to form a rigid frame. The ground 
tubes run vertically between the top and 
bottom plates. Two sets of Ionizing wires 
are used; one, the usual vertical set, and 
another set stretching horizontal at the 
ends to prevent leakage around the ends 
of the vertical wires. 


Power Packs 

The Power Pack is employed to change 
the a-c supply to d-c of suitable voltage to 
charge the Ionizers and Collector Cells. 
They furnish approximately 6000 volts d-c 
to the plate circuit of Collector Cells and 
13,000 volts d-c to the Ionizer circuit. 

The Power Packs include an indicator 
system and safety device. Three types of 
Packs are available: 

Type L — Suitable for 4 to 16-36 in. cells. 
Type S — Suitable for 1 to 6-36 in. cells. 
Type M — Suitable for 1-24 in., 2-24 in., 
1-36 in., or 1-24 in. and 1-36 in. cell. 


All Power Packs are designed to operate 
from 115 volts =*=5 volts on single phase a-c 
systems. 

AUTOMATIC WASHER 
Traveling Header 

The basic element of the automatic 
washer is a set of spray nozzles which spray 
either water, compressed air or adhesive on 
the Precipitron cells. Water nozzles are 
mounted on a horizontal header and a 
mechanism is provided to move this header 
vertically up and down over the face of the 
cells. The secondary element of the washer 
is the control of its automatic operation 
which is described under “Control Panel.” 

Illustration below shows complete 
header with back vanes closed, the washing 
being done with vanes in this position as 
air is prevented from going through this 
group and forced through the balance of 
the cells where it is cleaned. 

Header is moved by means of roller 
chains driven through a gear reducer by a 
H hp 220-440 volt, 3 phase motor. A limit 
switch controls up and down travel of 
header. 


Control Panel 

This panel operates the two traveling 
headers of the washer automatically once 
they have been placed in position on eithet 
side of the cell group to be washed and the 
momentary contact push-button on the 
panel has been pushed. 

Control Panel comes fully assembled, is 
internally wired and ready to be set in 
place. The control circuit requires 115 
volts single-phase of sufficient capacity to 
carry a hp motor. The power circuit 
requires either 220-volt or 440-volt, 
3-phase, power of 
sufficient capacity to 
handle two h p 
motors in reversing 
service. 



Conlrci Panel 


TrawUing Header 
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April Showers Company 

4126 Eighth Street, N.W. Washington 11, D. C. 



(Trade Mark Re|». U. S. Pat. Office) 


AUTOMATIC EVAPORATIVE ROOF COOLING 

Distributors and Dealers In Principal Cities 


SPRAY PROTECTION AGAINST SOLAR RADIATION 



U. S. Government Office Building COOLED with APRIL SHOWERS 

SURFACE COOLING has many converts. THESE 1946 installations show the trend 
toward space cooling by the sprayed surface method. Hundreds of installations, from 
Boston to Los Angeles have been made. The systems are automatic, and v^ery little 
water is required : 

Victor Mfg. & Gasket Co., Chicago 103,000 sq ft of roof 

Country Life Press Corp., Garden City, L. 1 90,000 sq ft of root 

Hallicrafters Co.. Chicago 140,400 sq ft of roof 

Lily Tulip Cup plant (Westinghouse air conditioned) 

Augusta, Ga 104,000 sq ft of roof 

Ponemah Mills, Taftville, Conn — 52,015 sq ft of roof 

Harris Covington Hosiery Mills, N. C 19,390 sq ft of roof 

John E. Lucey Co., Bridgew^ater, Mass 14,877 sq ft of roof 

Gering Products Co., Kenilworth, N. J 23,000 sq ft of roof 

Aerojet Engineering Corp., Azuza, Calif - 22,000 sq ft of roof 

Pennsylvania Central Airlines, D. C. Airport 22,500 sq ft of roof 

Remington Rand Corp. Store, Washington, D. C 8,500 sq ft of roof 

and many others. 

Write for Descriptive Literature No Obligation for Estimate 

A FEW DEALERSHIPS STILL OPEN 

APRIL SHOWERS is the trade name of an EFFICIENT fool proof method of pre- 
venting roof heat penetration or solar infiltration causing excessive heat in upper floors 
and in factories, stores, theatres, shops, etc. 

City water under normal city pressure is usually adequate to serve your APRIL 
SHOWERS system. The sun operates it. Roofs LAST LONGER, greater comfort is 
assured, production during the summer’s heat is kept apace, errors through fatigue are 
avoided, and MANAGEMENT acclaims APRIL SHOWERS a GOD-SEND. 

Developed in 1933-34. 

APRIL SHOWERS controlled roof cooling is protected by U. S. Patents; beware of 
imitators or infringers. USED BY AIR CONDITIONING ENGINEERS to cut 
solar load. ^ 

APRIL SHOWERS new residence heads now ready. 
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Foster Wheeler Corporation 

165 Broadway, New York 6, N. Y. 

District Offices 

Atlanta • Boston • Chicago • Cincinnati • Cleveland • Dallas • Detroit 
Houston s Kansas City, Mo. • Los Angeles • Philadelphia • Pittsburgh 
San Francisco • Washington, D. C. 



Cooling Towers 

Foster Wheeler engineers have had wide experience in the design and construction of 
high-efficiency cooling towers for service under any climatic conditions. FW towers 
have been constructed all over the world to meet the cooling requirements of a variety 
of industrial needs, such as those encountered in chemical plants; public utilities; textile 

manufacture; office buildings and depart- 
ment stores; and oil refineries. Careful 
study of each proposed installation is 
undertaken before recommendations for 
the most suitable tower are given. 

• 

Left: Three of five induced draft towers 
installed in 1933 on the roof of the R. H. 
Macy department store in New York City. 
The first two towers cool circulating water 
for the condenser of a turbine; the other 
towers, only one of which is shown, cool 
water used in Macy’s air conditioning 
system. 


Vacuum Refrigeration 

Schematic diagram showing arrange- 
ment of a typical vacuum refrigeration 
system. These systems, which cool water 
by subjecting it to high vacuum, supply 
chilled water for air conditioning or 
refrigeration. When a sufficient quantity 
of steam is available, vacuum refrigeration 
systems have several outstanding advant- 
ages — low initial cost; low maintenance 
cost; no toxic, explosive refrigerants; and, 
exclusive of pumps, no moving parts. 
Entire units designed and constructed by 
Foster Wheeler. 
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Cooling 
Tower B 


The Marley Company, Inc. 

, Fairfax and Marley Roads, Kansas City 15, Kansas 

Representatives in All Principal Cities (Consult Classifled Telephone Directory) 

Water Cooling Towers of All Types and Capacities. Spray Nozzles 


Marley Non- 
Clog Spray 
Nozzles 



Low pressure tan- 
eential inlet with 
nigh speed whirl and 
uniform fine spray. 



Two-Piece Nozzle 
for all cooling and 
staying, Readtly 
cleaned. 



One-Piece Nozzle 
for cooling towers, 
spray ponds; large 
capacity. 



Atomizing Nozzle for 
humidifying, vapor- 
izing; a **mist4ike*' 
spray. 


ATMOSPHERIC SPRAY TOWERS 

Marley Atmospheric Towers are designed for 
lowest cost, high efficiency installations on roof 
or ground where breeze is unobstructed. They 
are easily installed, simple and economical to 
of)erate. No fans, motors or other moving parts 
are employed. All are sturdily constructed from 
durable wood for long, trouble-free life. These 
towers owe their efficiency to the use of Marley 
low pressure spray nozzles and distribution 
systems. They are made in a wide range of 
closely graduated sizes and are shipped complete 
with necessary hardware, ready to erect. 

MARLEY AQUATOWERS 

Completely self-contained, these new “packaged- 
unit’^ cooling towers are the latest product of 
Marley’s constant research and development 
program. Each Aquatoww contains a built-in 
pump of ample capacity driven by the fan motor. 
Pump may be omitted if desired. Their small 
over-all space requirement permits installation 
in limited areas indoors or out. Aquatower 
capacities range from 3 to 15 tons of refrigeration. 
Shipped completely assembled, entire unit may 
be placed in operation by making electrical and 
hot, cold and make-up water connections. 

SMALL SERIES VERTICAL STEEL 
These attractive induced draft steel cased 
towers are specifically designed for medium 
capacity refrigeration and air-conditioning 
service. Small Series Vertical towers are 
equipped with Marley Triple Effect elim- 
inators, Marley low pressure spray 
nozzles and distribution system. They 
are prefabricated and piece-marked for 
simplified field assembly. V-belt fan drive 
is standard equipment for all models. 

Marley Geareducers are available for 
larger caj>acity towers. 

MARLEY DOUBLE-FLOW TOWERS 
For large capacity installations, Marley patented Double-Flow 
Towers are designed to provide maximum efficiency and flexibility. 
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J. F. Pritchard & Co. 

P'idelity Building, Kansas City 6, Missouri 

New York, Pittsburgh, Houston, Tulsa, Los Ani^eles 
Representatives in Other Principal Cities 

Engineers — Constructors — Manufacturers for the Refrigerated Industries 
Specialized Equipment for Use with Refrigeration and Air Conditioning 



ENGINEERING-CONSTRUCTION 
Many years of experience, cover- 
ing large plants and small, all types 
of cold storage and refrigeration 
rocessing, qualify Pritchard to 
andle complete plants, revamps 
or additions, from plans to opera- 
tion, on a full-responsibility turn- 
key basis that saves time and money . 

Any part of the complete Pritchard 
service (process designing, economic 
studies, plant layout, unit instal- 
lations, etc.) is available separately. 

AIR TREATER—Renders Air 
Germicidally Pure — Removes Dust, 
Pollen, Smoke and Other Solid Par- 
ticles and Microorganisms — Con- 
trols Humidity — A compact ‘"pack- 
age” unit for easy installation. 

AIR & GAS DRYING EQUIP- 
MENT — Total or Controlled De- 
humidifying— -Adaptable for Various 
Solid or Liquid Adsorbents — Stand- 
ard units, all capacities, automatic 
or manual regenerating. 

HEAT EXCHANGERS AND 
CONDENSERS— All types of heat 
transfer apparatus, high or low pres- 
sure, shell and tube, atmospheric or 
submerged, standard or special de- 
signs. Pritchard has facilities and 
application knowledge to meet any need. 

COOLING TOWERS— Pritchard has 
long been one of the foremost suppliers of 
cooling towers of all types and capacities. 
Specifications, prices, ratings and applica- 
tion recommendations furnished promptly. 

Small Mechanical Draft Towers-- 
Forced or induced, for indoors or out. 
^If-contained steel-cased units, easy to 
install, 2-ton capacity and up. 

Natural Draft Spray Towers— 
or without deck filling, with or without 
basins. Simple to assemble; slip-fit louv- 
ers; Redwood or all-metal; any capacity. 

Natural Draft Deck Towers— Ct\t- 
brated Pritchard “drift retrievers” mini- 
mize drift loss without restrictive second- 
aty louvers. Free air flow gives higher 
efficiency. Rugged construction; low- 
pressure, uniform water distribution. 

Induced Draft Towers — Extra-sturdy 
structural members and joints; double- 
wall casi^. Valuable exclusive features 
Include “Featherweight Fans” of wrought 


monel, superior air delivery per horse- 
power; trouble-free gear drives, either 
right-angle type with flex-coupled shaft 
to motor outside of fan ring or the famous 
“Sealdflow” unit streamlined to the fan 
hub, mounting motor and gears vertically 
on the fan shaft; low pumping head, 
uniform water distribution. 

ALL-MONEL COOLING TOWER 
FANS — No gears, belts or couplings. 
Spherical hub houses slow-speed ball-bear- 
ing motor, lubricated for life, suspended 
in the fan ring by hollow vanes which 
ventilate the motor and guide the air 
stream. 36 in. to 96 in. diameters, avoid 
costly problems common to ordinary fans. 
Available as replacements, any make. 

“AIRDFIN’’ AIR-COOLED HEAT 
EXCHANGERS — New efficiency and 
economy for many cooling and condensing 
functions, i.e., steam and other vapors, 
jacket water, oils, gases, quenching baths, 
etc. High-efficiencv fan propels air through 
banks of finned tubes. No water problems. 
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Refrigerating Machinery Co. 

HEAT TRANSFER EQUIPMENT 
525 Market Street, San Francisco 5, California 

Distributors in Principal ('ities 


INDUCED DRAFT TOWER 

Designed for modern requirements in 50 
stock sizes from 75 to 2,000 gpm capacity. 
Equipped with multiple fans and of cell 
type construction for simplicity in erection 
and maintenance. Exclusive features per- 
mit compactness, low pumping head and 
automatic control of off peak loads. 
Structurally engineered by timber experts. 
Metallic connectors and tie rods concealed. 
Double sheathed. Fabrication at Nulco 
plant in the Redwood Empire. 





SlOL View 


SINUL PACKING 

(Pat’s. Pending) 

Constructed of California Redwood in 
stout self aligning mats, this efficient 
surface is responsible for the compact- 
ness and low pumping heads of R.M.C. 
Cooling Towers. Protected against 
warping and rigid enough to support 
workmen, it is a gravity packing not 
dependent on metal fastenings. When 
combined with Sinul Airfoil Inlet (Pat. 
Pend. ) low static pressures are achieved. 


ATMOSPHERIC COOLING TOWERS 
DECK TYPE 

In 43 stock sizes from 4 ft x 4 ft x 6 ft to 
6 ft X 28 ft X 20 ft. All units plant fabri- 
cated for k.d. shipment with hardware, 
drawings and erection instructions. 

Recommendations and prices for un- 
usual applications furnished promptly. 

WHte for ^*Hatidbook of Cooling 
Tower Selection’* 
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Cooling 

Towers 


Water Cooling Equipment Company 

8613 New Hampshire Avenue 
Affton Station^ St. Louis 23, Missouri 

MANUFACTUKERS OF MECHANICAL DRAFT AND ATMOSPHERIC COOLING TOWERS 


FORCED 
DRAFT 
COOLING 
TOWER 

41,500 gpm, 
twenty-two cell, 
heavy duty, doub- 
le forced draft 
cooling tower . . . 
equipped with 
twenty-two 12-foot diameter adjustable 
pitch, propeller type fans. 


REDWOOD 
“WATERFALL** 

ATMOSPHERIC 
SPRAY 
COOLING 
TOWER 

Factory fabricated 
and shipped 
knocked-down 
with ail hardware, 
spray headers and 
spray nozzles. Complete erection in- 
structions and drawings are furnished to 
assist in the assembly of the tower. 

These towers are portable and can be 
knocked-down and moved simply by 
removing the louvres and bolts. Shipment 
can be made from stock. Write for Bulle- 
tin 125- A 





REDWOOD 
ATMOSPHERIC 
DECK TYPE 
COOLING 
TOWER 


PRODUCTS 

Heavy duty forced and induced draft 
cooling towers, standard induced and 
forced draft towers, induced draft coil 
towers, atmospheric deck cooling towers, 
atmospheric spray towers, spray ponds and 
spray nozzles. 


INDUCED 
DRAFT 

This type of cool- 
ing tower is rec- 
ommended for in- 
stallations where 
noise is a prime 
factor of consider- 
ation. The noise 
of the mechanical 
items is carried upward and discharged 
into the air. The mechanical draft cooling 
tower assures a positive cooling of the 
water to a specified temperature inde- 
pendent of wind velocity. 



TIMBER 

JOINT 

CONNECTOR 

Special cast iron 
timber joint con- 
nector used to 
develop the full 
strength of the 
timber joint, an 
accomplishment 
almost impossible 
to achieve by bolt- 
ing. 


^1 

• ’ < 

vV 

‘4 53 - 


Patent No. 


SPRAY 
NOZZLES 

‘Whirlcone’* 
non-clogging, 
low pressure, 
cen trif ugal 
type spray 
nozzles for 
spray ponds, 
spray towers 
and other uses. Write for Bulletin 76-A 



Patent No. 2.123,697 


ENGINEERING 

Design and construction are based on 
sound engineering principles to meet speci- 
fic requirements for cooling performance 
and structural strength. Redwood, steel 
or other suitable materials are used. 
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Air System Equipment 


Humidifying 

Units 


American Moistening Company 

Establisrso 1888 

^ Providence 1, R. I. 

Atlanta 2. Ga. Boston 9, Mass. Charlotte 1. N. C. 



UNIT HUMIDIFYIPJG AND AIR CONDITIONING EQUIPMENT 


A few of many AMGO products with a Long Record of Dependable Performance 


Self-cleaning Atomizers. 
Sectional Humidifiers. 
Ideal Humidifiers. 
Amtex Humidifiers. 
Hand Sprayers. 


Fabric and Paper Dampeners. 
Electro Psvchrometers. 

Sling Psych rometers. 
Hygrometers. 

Mine Sprays. 


The Amco line of devices for the supply, maintenance and control of humidity is com- 
plete in its ability to meet any presented problem of applied humidification. Used 
independently or as an adjunct to Central Station equipment, these devices auto- 
matically maintain any required humidity condition in a capable uniform performance. 



AMCO ATOMIZER— No. 5 

Quality and quantity of spray are maintained even under 
adverse conditions because this atomizer is automatically 
self-cleaning. When the compressed air supply is shut oft, 
either manually or in response to a humidity control, both 
air and water nozzles are thoroughly cleaned. 



AMCO HUMIDITY CONTROLS 
Compressed Air Operated 

An extremely accurate and active device operated by 
compressed air which assures a regulation of humidity 
within exceedingly close ranges. 


AMCO HUMIDITY CONTROL 
Electrically Operated 

Similar in principle to the Compressed Air Type except 
that the hygroscopic element operates electrical contacts 
which control the units. 



AMCO EVAPORATIVE COOLING UNIT 

The Amco System of evaporative cooling contributes to 
smooth production at high speeds in two ways; it main- 
tains the percentage of relative humidity best suit^ to the 
fibre and process involved, and at the same time promotes 
the comfort and efficiency of personnel by obtaining the 
maximum practical cooling effect from evaporation. It 
does this by intrcxiucing outside air into the room in vary- 
ing amounts, regulated in accordance with climatic con- 
ditions and inside requirements. 

A ductless ^stem — ^v^ flexible and portable, Can be 
applied in conjunction with an existing humidifying system. 
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Air System Equipment • Spray Nozzles^ 


Jos. A. Martocello & Company 

229-31 North 13th Street, Philadelphia, Pa. 

SPRAY POND AND ATOMIZING SPRAY NOZZLES 



MARTOCELLO 

Atomizing Spray Nozzles 
produce a uniform, good, wide 
spray with less friction and at 
minimum pressure require- 
ments. 

Nozzles illustrated at the 
right are manufactured with 
precision in Brass Forgings and 
Bar Stock. Their design has 
been thoroughly tested for re- 
sults and durability and will 
give you satisfaction. 

Successful, Efficient Re- 
sults depend largely upon 
selecting the proper number 
and type of Nozzles with Brass 
or Monel cap suitable for your 
job. Therefore we suggest you 
send us your specifications as 
we also have several Types 
other than illustrated and we 
will gladly assist you to obtain 
the most efficient application. 



MARTOCELLO 
Spray Pond Nozzles of a 
sturdy one-piece construction 
— cast of High Grade Red 
Brass with Inlet and Outlet 
accurately machined, are less 
clogging, offer less friction and 
give unsurpassed overall effi- 
ciency. 



MARTOCELLO CLUSTER CASTINGS 

Sturdy Grey Iron Construction with large 
area for i^uced friction and even distribution. They 
are Hot Dipp^ Galvanized after fabrication. 

Furnished with Nozzles and continuous Standard 
Steel Long Sweep Galvanized Pipe Spray Arms 
and Center Nozzle Nipple in accordance with 
layout req^uired. 

Sizes Carried in stock for Prompt Shifunent 
1}^ in. P. S. Outlet, 3 in. P, S. Inlet and 2 in. P. S. 
Outlets, 4 in. P. S. Inlet Cluster Castings. 

WRITE, PHONE OR WIRE 

For Bulletin listing Capacities and Prices. 

Prompt shipments from stock. 
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Air System Equipment • Spray Noxxlea 


Monarch Manufacturing Works, Inc. 

2509 E. Ontario St., Philadelphia 34, Pa. 

SPRAY NOZZLES FOR WATER AND OIL 


NON-CLOG AIR WASHER NOZZLES 
produce an exceptionally efficient, evenly distributed hol- 
low cone spray. Single large tangential inlet to swirling 
chamber minimizes any possibility of clogging. Also 
available in in. to 1 in. pipe sizes inclusive, and of 
Brass, Stainless and Monel. 


Capacities: Gallons per Hour 


Sizes 

Lb Operating Pretsiu-e 

Pipe 

'■ . 

Orifice 

to 

1 

20 

30 

40 


69 



5.3 

6.15 


61 


6.25 

7.5 

8.3 


61 x53 

5.7 

7.5 

8.8 

10.0 


53 

6.4 

9.0 

10.7 

II.8 



14.1 

18.7 

22.5 

25.0 






'/« 

23.2 

32.0 

40. 

47.3 



31.0 

43.9 

54.5 

63.0 


45.0 

642 

75.0 

90.0 



73.4 

105 

137 

155 


85.8 

116 

140 

164 



Fig. 6$1 



Ftg. eeo 


AIR CONDITIONING AND OIL BURNER NOZZLES 



Pig. F-SO 


Water Capacity in Gallons per Hour 


Nozzle No. 

Lb Operating Pressure 

25 

40 

60 

80 

too 

1.35 


.57 

.69 

.83 

.92 

1.65 


.75 

.89 

.99 

1.12 

2.00 


.94 

1.14 

1.28 

1.40 

2.50 


I.I3 

1.45 

• r.64 

1.86 

3.00 

1.03 

IJ9 

1.62 

1.85 

1.95 

3.50 

1.36 

1.77 

2.11 

2.46 

2.80 

4.00 

1.56 

2.00 

2.42 

2.77 

3.16 

4.50 

1.86 

232 

2.77 

3.21 

3.68 

5.00 

2.20 

2.88 

3.57 

4.09 

4.59 

5.50 

222 

2.% 

3,75 

431 

4.78 

6.00 

2.55 

335 

4.01 

4.78 

5.23 

7.00 

2.90 

3.91 

4.60 

5.17 

6.00 


Produce finest breakup possible with direct pressure only. Capacities above are on 
water. “Nozzle No.“ is capacity on 34 second Saybolt viscosity oil at 100 lb pressure. 
Larger sizes up to Nozzle No. 60.00. 

Furnished of all Brass for Water — ^Stainless Steel tip and disc for Oil. Standard with 
H in. or in. female pipe Brass adapter and Monel gauze strainer. 


SPRAY POND NOZZLES 


For recooiing condenser water, etc. Operate on 
pressures from 6 lb upward. Made of Cast Red 
Brass and in pipe sizes 1 in., 1^4 in*f 2 in., and 2H 
in. Capacities from 4.1 to ^ gpm at 7 lb pressure. 


Write for Detailed Catalogs 
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Air System E!quipment 


Heat Tranafer Surfacea. 
Condenaera 



Acme Industries, Inc. 

Jackson, Michigan 

Ref>reteiitatlTes In Principal Cities 


REFRIGERATION AND AIR CONDITIONING EQUIPMENT 



FREON CONDENSERS 
AMMONIA CONDENSERS 

Shell and Tube Type for use with Am- 
monia, Freon or other refrigerants. 
Standard or special designs to meet vary- 
ing water temperatures available and 
condensing temperatures desired. 




EVAPORATIVE CONDENSERS 

All prime surface for Freon and Ammonia 
refrigerants. Heavy gage sheet metal cas- 
ing, especially processed for maximum re- 
sistance to rust and corrosion. Capacities 
to 100 tons. 


DRY-EX COOLERS 

Refrigerant in tubes, solution baffled 
through shell. For cooling water, brine, 
glycols or alcohols by direct expansion of 
refrigerant. 




HEAT INTERCHANGERS 
Shell and coil units for smalt capacities. 
Shell and tube units for large installations. 
16 standard models from one ton to 180 
tons capacity. 



PIPE COILS 

Fabricated in all shapes and sizes from 
H in. IPS to 2 in. IPS. Spraal assemblies 
available for custom built evaporative 
condensers, raceway coils. 


FIN COILS 

Direct expansion coils with liquid distri- 
bution for Freon. Low tempmture, wide 
fin spacing ail steel coils hot dip galvanized 
for flooded ammonia. 


Acme InduatrieSi Inc« also manufactores flooded water and brine coolers, 
teceivers, oil eeparatmre end lowside cpecialties. 

WRITE FOR CATALOG ON ANY PRODUCT 
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j4ir System Equipment 


H0at Transfer 
Surface 


/tefiOfiN Corporation 

\ 

410 So. Geddes Street 

S}Tacu8e 1, N. Y. 

AeROflN 

Standardized Light-weight Heat Exchange Surface 

Branch Offices 

CLEVELAND, CHICAGO, NEW YORK. PHILADELPHIA. DETROIT. DALLAS. TORONTO 


Aerofin is the modern Standardized 
Light-Weight Encased Fan System Heat- 
ing and Cooling Surface originated by Fan 
Engineers to meet the present and future 
requirements of this highly specialized 
field. All Standard Aerofin Units are 
furnished as completely encased Units, 
ready for pipe and duct connections. The 
patented casings are built of pressed steel 
and are exceptionally strong and rigid, 
protecting the Unit from all the strains of 
pipe connections and expansion or con- 
traction in service. The casings are flanged 
on both faces, top and bottom, and tem- 
plate punched for bolting together adjacent 
Units, or for duct connection. 



Aerofin Non-freeze heater (Fig. 1) is 
non-freeze, non-stratifying spiral fin coil 
built into casing for air conditioning units 


or for installing in ducts. May be installed 
horizontally or vertically. Used on any 
two-pifxj steam system for preheating or re- 
heating. Modulating control on preheaters. 

Available in 13 lengths and 3 widths, 
from net face area of 2. 76 sq ft to 26,28 
sq ft. 



Fig, $ 


Flexitube Aerofin (Fig. 2) is distin- 
guished from all other developments by its 
off-set tubes, so arranged as to absorb all 
expansion and contraction strains. 

Headers — Steel. 

Tubing — % in. O.D. copper, admiralty 
or aluminum. 

Joints — Where admiralty or copper 
tubes are used together with bronze or 
steel headers tubes are brazed to headers. 
Where both aluminum tubes and headers 
are used tubing is welded to headers. 

Casings — Copper, aluminum or galvan- 
ized iron. 

Design — Constructed with headers on 
opposite ends making possible installation 
of units with tubes horizontal or vertical* 
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Aerofin Corporation 


Air System Equipment 


Heat Trannfqir 
Surface 



Fig, S 


Universal Aerofin (Fig. 3) is distin- 
guished by its “S” l)end construction of 
tubing, units designed with steel headers 
on opposite ends, the ends of the 
bends being connected thereto by com- 
pression nuts, the bends taking care of the 
expansion and contraction of the tubing. 

Recommended where close control is 
desired. 

Headers — Pressed steel. 

Tubing — 1 in. O.D. copper or admiralty. 

Casings— Copper, aluminum or galvan- 
ized iron. 



Fig, 4 


Aerofin Heavy-Duty Industrial 
Heating Ck>il for use where extra-rugged 
coil is needed for close control. Steam 
pressures from 25 to 360 lb gauge; temper- 
atures to 600 F. 

Headers — Pressed steel. 

Tubing — 1 in. O. D. heavy copper. 

Casings — 12-gauge galvanized iron. 



Ftg. 6 


Booster Aerofin — straight tube type, 
single pass construction for pressures from 
I to 200 lb gauge. 

Headers — steel. 

Tubing — 5^8 io* O.D. copper. 

Casings — copper, aluminum or gal- 
vanized iron. Recommended where small 
coils are needed or to raise the air tem- 
peratures in branch ducts. 



Fig. 6 


Narrow Width Aerofin: (Fig. 6) 
recommended for water cooling or for 
flooded Freon systems. Made in straight 
tubes only with headers on opposite ends, 
joints between headers and tubing being 
brazed. Construction similar to Flexitube 
Abrotin. 
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Aerofin Corporation 


Air System Equipment 


Transfer 

Surfuoe 



Fig. 7 


Aerofin Continuous Tube Water 
Coils (Fig. 7) are designed for air cooling 
by circulating cold water through the 
Aerofin and air over extended fin surface. 
Made for cither horizontal or vertical 
air flow. 

Tubes and fins are copper, completely 
tinned with permanent metallic bond 
between fin and tubes. Headers are made 
of steel and casings of heavy galvanized 
iron or copper. 

Tested to 100 lb steam, followed by 
450 lb air with coil submerged in water. 



Fig. 8 

Aerofin Cleanable Tube Units (Fig. 
8) for cooling only made with headers 
removable to permit cloning tubes. 
Recommended for use where sediment or 
scale forming chemicals are present in 
the cooling water. 

Headers — Cast iron. 

Tiibing-*-Copper or admiralty. 
Ca«lngs--Copper or glavaniz^ iron. 



Fig. 9 


Aerofin Direct Expansion Units: 

(Fig. 9) Centrifugal Header Type — For 
cooling air, using Freon expanded directly 
into the coil. 

Aerofin Sizes 

I 

I Flexitube: 13 standard lengths, three 
I widths, one and two rows deep. 

Narrow: same as Flexitube. 

Universal: 17 standard lengths, two 
widths, one and two rows deep. 

ContinuousTube: 13 standard lengths, 
three widths, 2-3-4-6 and 6 rows deep. 

Cleanable Tube: 17 standard lengths, 
one width, 2 and 4 rows deep. 

Direct Expansion: Centrifugal 
Header — 11 standard lengths, three widths, 
2-3-4-6-6 rows deep. 

Steel Supporting Legs: 18 in. and 
24 in. high. Punched same bolt hole 
centers as standard casings. Quickly 
attached. No other foundation required. 

Sale: Aerofin is sold only by manu* 
facturers of nationally advertised Fan 
System Apparatus. List upon request. 

Write Syracuse for Heating Bulletb 
G^2; Direct Expansion Bulletin D£*84 
on refrigeration type units; Continuous 
Tube Bulletin C« T. 34 for Water Cooling 
'Coils; or phamplet on Cleanable Type 
Aerofin for cooling. 
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Air System Eiguipment • Heat Exchan^etB 


Condenser Service & Engineering Co., Inc. 


65 River Street 

HOBOKEN, N. J. 



ELIZABETH, N. J. 

POTTSVILLE, PA. SCRANTON, PA. 
EDGBMOOR, DEL. 


DESIGNERS AND MANUFACTURERS OF 
Steam Generators — Steam Condensers — Steam Jet Air Ejectors — Lub- 
ricating Oil Coolers — Feedwater Heaters — Fuel Oil Heaters — Evaporators 
— Distillers — Oil Refinery Heat Exchangers — Process Industry Heat Ex- 
changers — Strainers — Feedwater Filters — Grease Extractors — Sewage 
Ejectors — Pumps — Oil and Water Separators — Wizard Condenser In- 
jectors — Flowrites — Salinometer Cocks—American Ball Steam Engines. 


Twenty years of specialized experience 
designing^ building, fabricating and a 
special feature — a designing organization 
which also services heat exchangers — 
assures sound design, quality construction 
and economical operation. Conseco builds 
h^t exchangers for all types of air con- 
ditioning systems using, Freon, COi, am- 
monia, methyl chloride and SOj. 

Conseco maintains a highly-trained ser- 
vice organization equipped with special 
tools developed by us to save time, labor 
and material, ready for action any time 
of day or night, anywhere on the continent. 
Heat exchangers are retubed or repaired 
in the shortest possible time, and at low 
cost. Tube sheets, tubes, ferrules, all 
types of packing, and other necessary 
materials are always stocked, ready for 
instant shipment. 



Cmsico COt km $xchanf«rs aptrmng tU 1§00 pH 
replaced dtmhle (uhe type in various Sangpr tktatrm 


The keynote of our service organization 
is fast, accura*^e, dependable service per- 
formed by competent, properly equipped 
men working under qualified engineering 
super vision. 

Every detail of a Conseco heat ex- 
changer is designed to profit from good 
and bad features uncovered by years of 
service work on units of every type and 
make. This has resulted in the pr^uction 
of simple, efficient units, low in original 
cost and inexpensive to maintain. 

Conseco engineers will be glad to serve 
you. If you want fast action, write, phone 
or wire. 


'M' 

‘p.: 


Conseco hm exchanger instaUatwn for ammonia 
service aboard ship. 



Canseco COt heat ekexanger instattoHau, Stanley 
Theatre^ PMladdpma, replaemt douHe tube unit 
shtmn above U, 
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Air System Equipment 


Heat Tranafer 
Surface 


The G & O Manufacturing Company 

138 Winchester Avenue New Haven, Connecticut 

GdO 

SQUARE FIN TUBING 

STRAIGHT LENGTHS— U-BENDS— CONTINUOUS COILS 


THE use of INDIVIDUAL fins results in high efficiency in heat transfer from 
primary tube surface to secondary fin surface. 

Fins of any size or shape may be obtained giving any desired proportion of primary 
and secondary surface. 

A square fin has about 30 per cent greater surface than a round fin of a diameter 
equal to one side of the square. 

Individual fins permit of any fin spacing; also, of using fins in groups at intervals 
along tubes. 



A — Generous Fin Collar provides large 
contact area between Tube and Fin. 

B — Tube expanded against Fin Collar; 
insures mechanically tight joint, made 
permanent by bond of high tempera- 
ture alloy — complete thermal contact. 

C — Free air-flow passages; non-clogging. 


STANDARD SIZES 


O.D. 
of Tube 

Fin 

Siie 

Fin 

Spacing 

1^3. 

1 Surface 

; dZ., 

Foot 

Vi" 

Vi" iq. 

6 

1 0.80 Ml. ft 

Vi" 

Vi"rU 

6 

; 0.60 aq. ft 

) 

i 

1 l'/i"rU 

6 

0 87iq. ft 

V4" i 

1 IVl'rU , 

6 

t.55 iq.rt 

Ve" j 

IVi" -q. i 

j 

6 

2.40 tq. ft 

1" ! 

Wn. 1 

6 1 

4.00 aq. ft 

*Vi" I 

P/l’r-i. 1 

4 

2.33 aq. ft 


RADIATING ELEMENTS FOR ALL HEAT TRANSFER PURPOSES 

GaO Finned Radiation Coils for industrial applications are available in a wide range 
of sizes. 



Uithanat U-SOi SiamM No. iO 

Send for Catalog and Price List 
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Air System Equipment 


Fin Tube 
RadiatowB 


Shaw-Perkins Manufacturing Company 

Pittsburgh 19, Pa. 


RADIATORS 


Developed far beyond ordinary types of radiators and convectors, the Shaw-Perkins 
units have brought to radiation pleasing appearance and greater operating economy. 
Users have been particularly impressed by their highly efficient heat distribution. 
Installed in homes, ships, hospitals, office and industrial buildings. 


The Shaw-Convector Radiators 

The Shaw Convector-Radiator is an 
attractive self-contained unit requiring no 
cabinet or expensive recessing. Occupies 
little floor space and harmonizes with 
modern decoration. 

Designed to operate on high or low 
pressure steam or forced 
hot water. Frequently 
the high pressure steam 
feature alone justifies its 
selection for with such an 
installation smaller heat- 
ing units and piping are 
requiretl resulting in con- 
siderable installation and 
operating savings. 

Wide air spaces between 
smooth steel fins induce 
the movement of large 
volumes of low tempera- 
ture air thereby assisting 
in the fast and even dis- 
tribution of heat through 
the room. 

Because of its high heat output, it com- 
bines sturdy construction with a weight less 
than half that of ordinary exposed radia- 
tors of the same capacity. 



The Shaw Construction 

The heat from the steam or hot water 
contained in the copper tube is conducted 
through all the steel radiating fins over 
which large quantities of low temperature 
air pass constantly and joins with the 
radiant heat from the exposed metal sur- 
faces to produce a quick and economical 
form of comfortable warmth. 



The Perklns-Convector Radiators 

A Modern Industrial Heating Unit for High or Low Pressure Steam 

This Advanced Radiator embodies a 
heavy copper tube arranged in the form of 
a continuous toil to which are mechanically 
bonded a series of steel plates, the whole 
assembly being locked into a rigid unit by 
a combination of tie rods and spacers. 

The Perkins convector-radiator has been 
designed to move large volumes of low 
temperature air in order to produce quick, 
uniform, economical heating. The amount 
of air is greater than that of other types of 
radiators. 

It is designed for operation on either 
high or low pressure steam. At high pres- 
sure the heat emission is greatly increased, 
so there is a reduction in the number of 
heating units and auxiliary equipmeiit. Furthermore by modulating the pressure of the 
steam, the heat output of the^ radiators may be made to balance the heat loss of the 
building under varying conditions, resulting in a remarkable steam economy. 

Representatives in principal cities. Send for cataiotl. 
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Air System Equipment 


Fin~ Typm 
Radiator » 


The Vulcan Radiator Company 

26 Frahcis Avenue Hartford 6, Conn. 

MANUFACTURERS OF FINNED TUBES FOR OVER TWO DECADES 


Vulcan Radiation is used 
in railroad cars, ships, hos- 
pitals, schools, churches, 
homes and industrial plants. 
Available in steel or cop- 
per . , . easy to install . . . 
light in weight . . , requires 
few fittings and supports 
. . . pipe ends threaded 
or chamfered for welding. 
Heat distribution is uni- 
form. Steel radiation comes 
in two sizes ... 2 in. IPS, 
rated — 534 sq ft per lineal 
ft at 1 lb steam and 70 deg 
air . . . for 134 in. IPS 
see illustration — this size 
also available in copper. 



lyi tn. IPS, rated— sq ft per Itneal ft. 


Vulcan Radiation is fabricated by mechanically imbedding offset fins or plates on a tulx* 
or pipe. The patented offset fin construction gives complete rigidity to the entire 
assembly and extends the heating surface of the tube. 

Because of its comparatively light weight and compactness, X'ulcan Radiation responds 
quickly to thermostatic control. Full heat output is obtained almost immediately after 
steam is supplied. Since most of the heat is given off by convection, the result is EVEN, 
UNIFORM HEAT from floor to ceiling. 


Vulcan 

Baseboard Radiation . . . 

fin - on - tube construction 
with grille covers combines 
radiant and convection 
heating. High safe working 
pressure . . . either hot 
water or two- pipe steam 
systems. Light in weight 
. . . easy to install . . . 
requires few fittings or 
supports. Comes in two 
sizes . * . 134 IPS . . , 
steel fins 2J4 in. wide by 
in. high. Rated 4.0 sq 
ft per lineal ft. For 1 in. 
IPS see illustration. 



Contad RaprttenitUms in Principal Cities or Send for Cataloi, 
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Air System Equipment • 


Baker Ice Machine Go., Inc. 

South Windham, Maine 
Omaha, Nebraska 
Cable Address: BAKERICE 

BUILDERS OF DEPENDABLE REFRIGERATION EQUIPMENT SINCE 1905 


SALES AND SERVICE 
IN PRINCIPAL CITIES 



• PRODUCTS: Ammonia Compressors; Self-Contained Ammonia Units; Self- 
Contained “Freon-12” Units; Shell and Tube Condensers, Vertical or Hori- 
zontal; Refrigeration Valves and Fittings; Water or Brine Coolers, Shell and 
Tube or Multi-Unit Type; Coils and Cooler Units of all sizes; Automatic Re- 
frigeration Controls and Accessories; Evaporative Type Condensers. 


BAKER AMMONIA COMPRESSORS 

From 1 to 100 tops 
capacity. V-belt 
drive or direct con- 
nection to motors 
or engines. Vertical 
enclosed single-act- 
ing type. Duplex 
or multiple instal- 
lations to obtain 
any desired capa- 
city. 


BAKER 

AMMONIA COMPRESSOR UNIT 

Model F6B from 7M 
to 20 hp. Bore and 
stroke in. x 3H 
in. Four cylinders, 
reciprocating single 
acting type. Force 
feed lubrication. 
Timken Roller Bear- 
ings, This model 
available in single or 
multiple compressor or condensing units 
as desired. 


BAKER “FREON-12” UNITS 

“Freon-12” Units of 
the self-contained 
automatic type from 
M to 20 hp capacity 
in single units. Fur- 
nishea in air-cooled 
type H to 20 hp and 
water-cooled type 3 
to 20 hp. 


“FREON-12” COMPRESSOR UNITS 

Arranged for use with 
evaporative type con- 
denser or separately 
mounted shell and 
tube condensers. 

Sizes from 3 hp to 20 
hp. Two and four 
cylinder types. Auto- 
matic controls. 


BAKER AMMONIA BOOSTER 
COMPRESSORS 

For sub-zero tempera- 
ture work. Lubrication 
under pressure. Single 
or multiple compressor 
installations. V-belt or 
direct drive. Large gas 
manifold at compres- 
sor suction ports allows 
complete mling of cyl- 
inder at variable 
speeds. 


BAKER SHELL AND TUBE 
CONDENSERS AND COOLERS 

ASRE welded 
single units to 
150 tons, mul- 
tiple units any 
capacity. Shells 
8 in. or 50 in. 
diameter. Re- 
movable heads. 

Vertical or horizontal, single-pass or multi 
pass. Brine or water. 








Bukmr Atso Mamtfactures a Comjpht^ Line of Induetriai^Type CooUng llniu. 
Ammonia Valeee, ScrewEnd Fitting$q Capped VaiveM, Flanged^Type FHtingB 
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Air System Equipment • M’lcif’nerT^ 


Curtis Refrigerating Machine Division 

of Curtis Manufacturing Company 
1959 Kienlen Ave., St. Louis 20, Mo., U. S. A. 

Established 1854 


Full Line of Units 
from ^4 to 30-hp 



Unit Coolers and 
Evaporator Coils 


PRODUCTS: Complete Refrigerating Equipment for Dairies, Creameries, Ice 
Cream Cabinets, Ice Cream Making Plants, Cold Storage Locker Systems, 
Walk-in Coolers, Drinking Water Systems, Commercial and Low Temperature 
Cooling, Processing and Air Conditioning Installation, Packed and Remote 
Types. 


to \ihp Sdf~Contained 
Condensing Unit. 



Commercial Refrigeration 

Air cooled condensing 
units from ]4 to 3 hp, 
inclusive^ and water cooled 
units from to 30 hp, 
inclusive. All models 
available for either Freon 
(F-12) or Methyl Chloride. 
Mechanical advantages 
include Timken Bearings, 
Centro-Ring Positive 
Pressure lubrication. 

Special models are avail- 
able for ice cream, frozen 
food cabinets and for the 
dairy industry. 


IH hp Air Cooled Condensing Unit. 
Other sites <rom j>i to S hp. 



Air Conditioning 

For today's Air Con- 
ditioning requirements 
Curtis offers complete 
packaged, refrigerated air 
conditioning units, requir- 
ing only water and electri- 
cal connections to install. 
Cools, dehumidihes, cir- 
culates and filters the air. 
Eliminates costly instal- 
lation expense. Adaptable 
for heating. 


Um Remote or Central 
Type A ir Conditioner. 



6 hp Water Cooled (Counterftow)- 
Condenstng Unit. Other from sites 
to 6 hp. 



16 hp CleemaUt SheU and Tube 
Condensing Unit. Other sines 
from S to SO hp. 



8 and 6 ton Packaged Type Ait 
CondUUmr, 
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Air System Equipment • 


Atlanta 

Boston 

Buffalo 

Charlotte 

Chicago 

Cincinnati 

Dallas 

Detroit 

Kansas City 

.Los Angeles 


Frick Company 

(Incorporated) 

Air Conditioning, Refrigerating 
and Ice-Making Equipment 

Waynesboro, Penna. 


Distributors in 




Principal Cities 


Memphis 
New Orleans 
New York 
Oklahoma City 
Palatka 
Philadelphia 
Pittsburgh 
St. Louis 
Seattle 
Washington 


AIR CONDITIONING 


AMMONIA REFRIGERATION 





Ask for Frick Bulletins 
60S, 503. 504 and 505 
on Air Conditioning 


Complete Frick sys- 
tems; also refrigera- 
tion for use with 
equipment supplied 
by others. Over 1000 
installations attest 
the value of Frick 
equipment. Success- 
ful experience with 
exacting commercial 
and industrial jobs 
enable us to solve 
your air conditioning 
problem.s. 


Combined 
units and ver- 
tical enclosed 
compressors, 
with two or 
four cylinders, 
in sizes from 
- 1 o n up. 
Widely used 
for air condi- 
tioning, with 
material sav- 
ings. Ask for 
Bui. 603 on 
this subject. 



Pratt and Whitney use Frick 
A mmonia Refrigeration for 
Precision Air Conditioning 
Service 


FREON-12 

REFRIGERATION 

I'rick “Eclipse" and 
the larger F- 12 com- 
pressors provide a 
complete and effici- 
ent line. Coils, cool- 
ers, condensers and 
controls to suit. 
Patented Flexo-Seal 
at shaft, pressure 
lubrication from 
submerged pump, 
capacity controls, 
and other superior 
featum make Frick 
machines your logi- 
cal choice. 



Frick Equipment Air Conditions Three Test 
Rooms for Bendix Radio at Towson^ Md, Tem^ 
perature and Humidity are Automatically Cow- 
trdUed between 19 j^ and — 7d® F 


LOW-PRESSURE 

REFRIGERATION 

Commerical and in- 
dustrial units in sizes 
from yi hp. up. 
Charged with Freon- 
Ifi. Air and w’ater- 
cooled condensers. 
Coils, coolers, and 
air conditioners. Get 
in touch with your 
Frick Distributor; 
ask for Bui. 97. Our 
service includes esti- 
mates, layouts, 
manufacture, instal- 
lation, maintenance. 
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Air System Equipment • 


Mario Coil Co. 

t 6135 Manchester Ave., St. Louis 10, Mo. 

Manufacturers MARLO-HEA& 

Simc9 1995 iRANSFER Equipment 

Industrial Coolers — Unit Coolers — Evaporative Condensers — Low Tem- 
perature Units — Air Conditioning Units — Heating and Cooling Coils — 
Cooling Towers — Diesel Engine and Oil Evaporative Coolers. 




COOLING TOWERS 

Triple-Type: Induced 
Air — Wetted Surface 
— Water Spray. Com- 
pact in space, weight 
and price. Outdoor — 
Indoor — 3 to 50 tons — 
Built sectionally. Write 
for Bulletin 406. 


EVAPORATIVE 

CONDENSERS 

3 to 100 tons — All re- 
frigerants — All prime 
surface coils — No fins 
— Quiet — Motor Uni- 
drive. Indoor or out- 
door units — Durable 
construction. Write for 
Bulletin 404. 


INDUSTRIAL 

COOLERS 

15 unit sizes — 1000 to 
24,000 cfm — Floor 
type. Galvanized 
frame and pans — Sec- 
tionally built. Vari- 
ables: (1) Rows of coil 
and fin spacing. (2) 
Circulating brine spray 
or dry coil. (3) De- 
frost sprays optional. 
(4) All Refrigerants. 
Write for Bulletin 403. 


AIR CONDITIONING UNITS 

Cooling — Heating — Dehumidifying — 

Humidifying. 10 sizes — 3 to 36 ton8--900 
to 13,000 cfm. Noise level ratings — Ceil- (U S. Patent 

ing suspended or floor types. Write for 2206378) 

BuUeiin 4^. 

BLAST COILS ELECTRIC 




UNIT COOLERS 
Pull-through (DUC) and 
Blow- through (UC) types 
— for all refrigerants. 11 
unit sizes— 4 and 6 row 
coils — ^full range of capa- 
cities. 675 to 4160 cfm — 
Venturi fan ring — De- 
flector louvers. Sturdy — 
Economical — Quiet. Also 
Wall Panel Type. Write 
for Bulletins 412 and 3^. 



DEFROST LT UNITS 


Air conditioning — Industrial Refrigeration 
— Heating. Any material— All refrwer- 
ants— Every application. '^BALL- 
BONDED*' — mechanically expanded 
tubes to fins. Wnte for BuUetin 896. 


Compact ceiling type — ^High capacity— 
4-ow cost. 7 sizes— Ammonia or Freon— 
H to 2H tons at 12 deg TD^ Defroi^^ 
electrically. Quickly installed— S^lonal 
doorway-sized. Write for BuUeHn 408. 
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Rtlrf^^rotion DMtion 4100 Fullerton Avenue * Chicago 39, Ullnoif 

Mills Compression Equipment 
for Air Conditioning • Commercial and Industrial Refrigeration 



COMPRESSOR 

2Yl in. X 3 in. four cylinder, 
vertical, single acting, reciprocating 
type . , . heavy, one piece alloyed 
semi'Steel cylinder block and crank- 
case . . . oil sight glass . . . alloy 
semi-steel pistons, two compression 
rings, one oil ring . . . hardened 
piston pins . . . drop forged steel 
connecting rods . . . bronze piston 
pin bearing . . . bronze main bear- 
ings . . . exclusive Mills design 
shaft seal. 

CONDENSING UNIT 

Base of cast iron ends and formed 
steel sides . . . shell and tube type 
receiver condenser with removable 
heads and leak alarm fittings . . . 
complete with automatic water 
valve, starting box, low pressure 
control with high pressure safety 
cut-out . , . complies with Under- 
writers* specifications . . . dynami- 
cally balanced and non-vibrating, light in 
weight, compact, requiring a minimum of 
floor space. Mills Condensing Units are 
economical to operate and maintain. 
Condensing units are shipped ready to 
operate. No special foundations are nec- 
essary. 

APPLICATIONS 

Refrigeration in air conditioning appli- 
cations for comfort, food preservation, and 
industrial uses for processing and testing. 
Compactness of condensing units make 
them ideal for self-contained applications. 

ENGINEERING 

Mills Industries, Incorporated maintain 
an engineering test laboratory as a service 
to their customers, equipped with three 
hot rooms, calorimeter, indicatinp^ and 
recording, pressure and electrical instru- 
ments and all apparatus necessary for a 
thorough analysis of the use of condensing 
units to any manufacturer*s product or 
field applications. 



CAPACITIES AT 40^ 
SUCTION GAS 



Air cooled models from ^ to Z hp. 
Water cooled models from H to 10 hp. 


All models are designed for use with 
Freon-12 or Methyl Chloride refrigerants 
for low, standard, and high back pressures, 
for operation throughout the complete 
ranj:e of temperatures. 

Compressors are desipied for low head 
temperatures and high volumetric effi- 
ciency. 

Condensers are matched to the per- 
formance ranges of each compressor. 


A Memtier of the MUla Field Orgenizatioii Is Near You 
And at Your Service 
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Air System Eiquipment 


Refrigeratin4 

Machinery 


Worthington Pump and Machinery Corporation 


i 


Albany 

Atlanta 

Baltimore 

Birminoham 

Boston 

Buffalo 


Air Conditioning and Refrigeration Division 


General Offices: 


Charlotte 

Chicago 

Cincinnati 

Cleveland 

Dallas 

Denver 


Detroit 
El Paso 
Fort Worth 
Galveston 
H otrSTON 
Kansas City 


HARRISON, NEW JERSEY 


Los Angeles 
Milwaukee 
New Haven 
New Orleans 
New York 
Philadelphia 


Pittsburgh 
Portland, Ore. 
Providence 
St. Louis 
St. Paul 
Salt Lake City 


Representatives in ail Principal Cities 


San Francisco 
Seattle 

Springfield, Mass 

Syracuse 

Tulsa 

Washington. D.C. 
Wilmington, Del. 


Self-contained 
Air Conditioners 

Cooling (or heating, if 
desired), dehumidinca- 
tion, ventilation, circu- 
lation and air cleaning 
for commercial and 
small industrial appli- 
cations. 3 and 5 ton 
capacities. Compres- 
sor, finned copper tub- 
ing condenser, large- 
surface finned cooling 
coils, quiet low-speed 
fan, throw-away filters, 
concealed temperature 
and air volume controls. Freon- 1 2. 

Self-contained Units 




Small sizes range from 14 to 10 hp. Large 
sizes, capacities up to 100 tons. Freon- 12 
compressor units for use with evaporative 
condensers or water-cooled condensers. 
Automatic capacity control. 

Centrifugal Refrigeration 

Water Cooling Systems 



Freon-11 centrifugal compressor, water 
cooler and water-cooled condenser in com- , 
pact unit assembly* Electric motor or ^* 
steam turbine drive. 56 unit sizes ... 150 
to 1200 tons. 


Air Conditioning Units 
For Direct Expansion Freon- 1 2 
or Chilled Water Circulation 



Vertical and horizontal; 1600 to 12,000 
cfm; large air passages; slow speed, quiet 
rugged fans; separable sections; r^dily 
accessible. The design permits flexibility 
in installation arrangements. 



Evaporative Condensers 

A combing condenser, receiver and modi- 
fied cooling tower, in one assembly* for 
Freon-12, methyl chloride, and ammonia 
systems; 10 to 60 tons refrigeration; all 
parts ea^y accessible. 

Jacket Water Coolers 
For cooling jacket water for Diesel and 
gas engines, air compressors, etc. 
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Air System Equipment • Fana ana Blowers' 



2310 Superior Ave. 



Cleveland 14, Ohio 

DESIGNED and Engineered for 
MAXIMUM PERFORMANCE 


Knginecrecl to meet all modern needs and proof-tested for performance, REX Blowers 
set the pace for leadership by better design, smooth operation and trouble-free service. 
You can give your equipment an added s«iles feature b>’ using REX Blowers — it’s a 
feature you cannot afford to overlook. 


Outstanding Features Of 

The REX Blower Line 

Accessible, long-lasting 

oiling element . . . 

The new streamlined bearing bracket wdth 
the sight-feed oil gage, and oil reservoir cap 
near the top of the blower, permits ease of 
lubrication. This revolutionary bearing holds 
2 to 4 times as much oil as conventional 
bearings. 

Adjustable cutoff . . . 

Equally efficient against high or low 
resistances by simple adjustment. 

Rigidity - . . 

The extra heavy construction of the new REX Blower line, insures sturdiness. 
Cross-bracing maintains alignment and quiet operation. 

Reliable • . • 

The operating record of thousands of REX Blowers which are in actual operation 
on air conditioning equipment, is the best testimonial of their reliability. 

For Complete Information, Write For Catalog No. 247 Which Contains Complete 
Performance &. Specification Data. 
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t 


American ((®a 



Corporation 


3606 Mayflower Street, Jacksonville 3, Florida 

Charter Member, Propeller Fan Manufacturers Association 


BUILDERS OF V-BELT DRIVE EXHAUST FANS FOR 20 YEARS 


The principle of Rapid Air Change for 
the effective cooling of commercial and 
industrial buildings has been used by 
Coolair for 20 years, and the company 
sp>ecialized in the development of V-belt 
drive exhaust and home-cooling fans. 
Coolair manufactures a wide range of 
fan sizes and types to fill the ventilating 
and cooling requirements of all kinds of 


buildings. 

In planning a Coolair installation, pro- 
vide for a complete change of air once 
every 30 seconds to one minute. Select 
fan from table on opposite page to conform 
to cubic contents of space to be cooled. 
Write for FREE bulletins containing de- 
tailed information, or for the name of 
nearest Coolair dealer or distributor. 


< 


► 


QUALITY FEATURES OF COOLAIR FANS 
Patented Spring Mountings on Smaller-motored Units. All moving parts 
float on resilient springs, absorb noise. 

Compact Welded-steel frame. Cannot warp or twist. Easy to install. 
Reversible Operation. Fan will blow in or exhaust as desired when equipped with 
reversible motor. 

Oversize Ball Bearings in Fgn Hub. Eliminate chatter and thrust knock, assure 
long life. Permit operation in any position if ball bearing motor is used. 

5. Eight Steel Blades. Up to 12 in larger fans. 

0 Multi-blade design means slower speeds, steadier air 

flow, quieter operation. 

6. V-belt Drive. Small motors operate at most eco- 
nomical running speeds. 

7. Long Hour Service Motor. Nationally known 
motors, 

8, Certified Air Ratings. Set in accordance with 
ASHVE-NAFM Standard Test Code. 

9, Full Streamlined Orifice. Avoids “spill-off” of 
air, reduces power consumption. 

TYPE S — For Large Industrial Jobs 

Especially designed for ventilating and cooling indus- 
trial plants, shops, power stations, warehouses and other 
large buildings. Heavily braced double frame, special 
pillow-block ball bearings on each side of fan wheel, 8 to 
12 reinforced fan blades, multiple heavy duty V-belts. 
Lowest possible operating cost. Type S Fans range 
from six to nine feet with several motor sizes for each. 

TYPE O — For Industrial, Commercial, Home Use 

Patented built-in springs (on smaller motored sizes) 
and streamlined orifice combine to make this type 
extremely quiet in operation. Designed for reversible 
operation. Eaually efficient in any position when 
equipped with ball bearing motor. Usually installed in 
window openings, waUs, skylight openings, penthouses 
or attics. Available in seven tan sizes ranging from 26 
to 62 inches with several motor sizes for each. U. S. 
Patents 1992112 and 2191418. 

TYPE OT— Twin Unit 
This unique Coolair Twin-unit is two fans of 
Type O specifications mounted side by side in one 
frame and operated by a single motor. For use 
where limited headroom or wall space will not 
permit the use of a single fan of ample size. 
Can be placed on end to St into existing window 
and door openings. Covered by U. S. Patents 
1992112, 2108m and 2191418. 
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American Coolair Corporation Air System E^guipmerU • Fatu and Blowarm . 


Dimensions in Inches 


Fan 

Sice 

OveraU 

Height 

1 

Overall 

Width 

Overall 

Depth 

(Approx) 

2S.W 

1 

33 

15 

lO 

30*78 

30*7, 

16 

WrO 

36*7, 

36*7, 

18 

3-0 

42*7, 

42*7, 

18 

^VrO 

49 

49 

*9 


55'7e 

55% 

19 

^/rO 

6I'78 

61% 

19 

U> 

67*7, 

67*7, 

! 19 

6-S 

75% 

75% 

30 

7-S 

87 

87 

1 32 

as 

99*78* 

99*78* 

49 

%s 

n2«78* 

n2'78* 

54 

2-OT 

30*7, 

61% 

18 

2'/2-0T 

36*7, 

73% 

18 

3.0T 

42*7, 

85% 

19 

3«/2-0T 

49 

98 

19 

4-OT 

55V8 

MO‘74 

22 


♦These dimenetons include five- 
eighths inch for bolt heads. 


28.W FAN WITH 
SAFETY GUARD 
eclair’s lowest priced belt- 
drive fan is equipped with 
built-in springs, adjustable 
diameter motor pulley and 
safety guard. This fan can 
be easily and quickly in- 
stalled in upper or lower 
half of any standard window 
of work rooms or offices 
where proper ventilation is 
necessary for health, com- 
fort and efficiency of work- 



ers. See tables for data. 

DIRECT DRIVE FANS 
Four sizes 16 to 24 inches in 
diameter. General purpose 
exhaust fan for most com- 
mercial and industrial uses. 
Data on sizes, performance 
and dimensions furnished on 
request. 


COOLAIR AUTOMATIC CEILING & WALL SHUTTERS 



Precision-built all-steel shutters that open and close auto- 
matically when fan is turned on or oft. Ceiling shutters 
eliminate need of ceiling grille and trap door in attic 
installations. Wall shutters give weather protection for 
fans discharging directly to open air. 


Performance Data — Coolair V-Belt Drive Fans 






























/4ir System Equipment 


Fans and Blowera 


Aladdin Heating Corporation 

2222 San Pablo Ave., Oakland 12, Calif. 

Manufacturers of Centrifugal Blowers, 
Heating and Ventilating Equipment. 



FC Fan and Rotor 

The Aladdin FC fan having a forward 
curved rotor is built in 14 standard 
sizes, single or double width, of 8 ar- 
rangements of drive and 8 directions of 
discharge. The low tip speed which 
is characteristic of this fan makes it 
ideiil for general application where 
quiet of)eration is essential. Write for 
Bulletin No. 490. 




BB Fan and Rotor 

The BB fan is a backward curved fan 
with the non-overloading horsepower 
characteristic. This fan is built in 12 
standard sizes, single or double width 
of 8 arrangements of drive and 8 
directions of discharge. These fans are 
available in class I, II, III or I\' and 
can be built for special application 
where required. Write for Bulletin 
No. 485. 




EX Fan and Rotor 

The EX fan is used chiefly for 
the conveying of materials, 
fume exhaust etc. These fans 
are reversible and can be fur- 
nished in 13 standard sizes of 8 
arrangements of drive and 8 
directions of discharge. They 
can be designed for special 
applications such as for handling 
abrasive materials or for acid 
fumes. Write for Bulletin No. 
460. 




RB Fan and Rotor 

The RB fan having a radial curved 
rotor is used chiefly for kitchen ex- 
haust duty. They are well suited 
for handling grease and other sticky 
materials, also for exhausting fumes 
and vapors irom tanks, hoc^s, etc. 
This fan is built in 12 sizes, single 
width only, of 8 arrangements of 
drive and 8 directions of discharge. 
Write for Bulletin No. 450. 
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Bayley Blower Company 

1817 S. Sixty-Sixth Street Bmnch** in Principal atle« Milwaukee 14, Wis. 

Builders of Heating, Ventilating, Ck>oling, Purifying, Humidifying and 
Air Washing Equipment; Exhaust and l^ing Apparatus, Mechanical 
Draft and Blast, Fans and Blowers of all Types 



TYPE “F” PLEXIFORM FANS AND 
TYPE “AP” AEROPLEX FANS 

Plexiform and Aeroplex Fans are both designed 
for heating, ventilating and air conditioning 
service. The Type “F” fan is using a multi- 
blade wh^l (see cut at left) while the type “AP” 
fan is built around a wheel of high speed design 
(see cut at right.) 



The wheels determine the 
character of the performance 
or the fan “Characteristics,” 
thus the Type ”F” is a slow 
speed fan having a rising 
power curve, while the “AP” 
is a high speed design and has 
self-limiting power character- 
istics. Both fans are highly 
efficient and can be built 
single inlet, single width, or 



double inlet, double width in 
ten different arrangements of 
drive and eight directions of 
discharge. The standard fans 
range in capacity from 1200 
to 300,000 cfm and these fans 
are readily available in Class 
I or II designs for various 
types of duty. Class III and 
IV can be furnished on special 
application. 


Type “EX” Fans 

For all exhaust problems, pneumatic 
conveying, fume exhaust etc. “EX” 
is highly adaptable, 
feasible and serviceable 
fan. It is sturdy in 
construction, easily in- 
stalled and maintained. 
The design is reversible 
and standard sizes Nos. 
15 to 80 inclusive are 
available. 


Type “H” Fans 

For pressure applications from 6 in. 
to 42 in. for belt drive 
or direct connection to 
motor, Type “H” is a 
most practical design. 

Standard sizes Nos. 25 
to 80 are listed but the 
design is suitable for 
modification of wheel 
diameters to meet vari- 
ous motor speeds. 




Both “EX” and “H” fans can be designed to fit specific applications. The design 
permits easy modification of details and the fans can be used for induced, forced draft, 
cupola service, primary or secondary air supply to oil burners, etc. Special details, 
outlet and inlet, or mounting can be designed to suit your special assembly. 


Turbo Spray 

The Turbo Spray for industrial and 
comfort conditioning, cooling and humidi- 
fying, is a practical design as the atomi- 
zation is by mechanical means, thus there 
can be no clogging or interruption of 
service even in atmosphere heavily laden 
with fibers or other foreign material. 
Single or multiple bank washer, one or two 

stage designs 

■ can be fur- 
nished from 
2500 to 100, 
000 cfm ca- 
pacity. To fit 
space re- 
quirements 
width and 
height can be 
modified to 
suit. 


Chinook & Chinookfin 
Both Chinook and Chinookfin Coils 
are based on the tube-within-a-tube de- 
sign, originated by Bayley. The principle 
involved permits single header with all 
tube ends free expanding, thus elimi- 
nating the likeli- 
hood of freeze ups 
and cracking usual- 
ly due to expansion 
and contraction 
strains. Both type 
coils are designed 
for usual hot blast 
heating and cover 
a wide range 
of capacities and 
applications. 
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The Bishop & Babcock Mfg. Co. 

Massachusetts Blower Division 

4901 ^Hamilton Ave. Cleveland 14, Ohio 



SQUIRREL CAGE AND POWER FIXED FANS 

Squirrel Cage Fans, outstanding in performance, 
slow speed characteristics. 

Power Fixed Fans are backward curve blade 
type, with non-overloading characteristics. Double 
width, double inlet, Class I or Class II construction, 
built in a wide range of sizes. Rating and dimension 
tables available. Write for catalogs. 


The new Design 2 Air Conditioning Furnace Blowers are 

now available, with a wide variety of stock combinations and 
discharge arrangements. They can be furnished in special widths 
or in multiples. Also available are wheel assemblies, housings 
and housing sides. Write for catalog. 




Unit Heaters. Blower type. Floor and Ceiling 
type made in 13 standard sizes, with regular or 
non-freeze coils, filter and damper sections. Ratings 
from 50,000 Btu up. Propeller Fan type 
Horizontal made in 16 sizes. Type “V” Vertical 
projection for ceiling mounting. Write for catalogs 
for full information. 


Propeller Fans available with Belt drive with wheel sizes 24 in. to 
48 in. Direct Drive with wheel sizes 12 in. to 36 in. Both types 
available with single or 2 speed motor. A complete line of Automatic 
Shutters and Fan Houses are obtainable. Write for catalog. 




Ventilating Sets* Series MSV Design 2. Belt Driven, with or 
without motor and drive cover. Type “S'* Design 2 are direct 
connected, designed for either supply or exhaust on small venti- 
lation problems. Write for catalog. 
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Buffalo Forge Company 


450 Broadway, Buffalo, N. Y. 

Sales Representatives In These Cities: 


ALBANY 7, N. Y.~Mr. R. B. Taylor, 966 Broadway 
ATLANTA. QA.— Mr. J. J. O'Shea, 305 Techwood Drive 
BALTIMORE 1, MD.— Machinery k Equipment Sales, Inc., 
lOU Cathedral 8t. 

BOSTON 70, MASS.— Mr. E. D. Johnson, 

507 Main St.. Melrose Station 
CHICAGO 6, ILL.— Emmert k Trumbo, 20 N. Wacker Dr. 
CINCINNATI 2. OHIO— Mr. F. W. Twombly, 

626 Broadway 

CLEVELAND 13, OHIO-Weager k Sherman 

418 Rockefeller Bldg. 
DALLAS 1. TEX.-Buffalo Forge Co.— Mr. T. H. Anspacher 
1801 Tower Petroleum Bldg. 
DAVENPORT, lOWA-D. C. Murphy Company, Inc., 

305 Sf^urity Bldg. 

DES MOINES 9, lOWA-D. C. Murphy Comoany, 

214 Old Cirfony Bldg. 
DENVER 17, COLO.— Hendrie k Bolthoff Mfg. k Supply 
Co., Box 5110 Terminal Annex D 
DETROIT 16, MICH.-Coon-DeVi88er Co., 

2051 W. Lafayette Blvd. 

GREENVILLE, S. C.— Mr. Roy A. Stipp, 21 Blue Bldg. 
INDIANAPOLIS 4. INO.— S. E. Fenstermaker k Co., 

937 Architects ABuilders Bldg. 
KNOXVILLE 21, TENN.-Mr. C. F. Sexton. 

P. 0. Box 2224. 702 Empire Bldg. 
LOS ANGELES 13, CALIF.-Buffalo Forge Company, 

Mr. Frank Halladay, 804 Pershing Sq. Bldg. 
LOUISVILLE % KY.,-Mr. H. M. iutes. 633 S. Fifth St. 
MINNEAPOLIS ^ MINN.-Mr. E. F. Bell. 

2102 Foehay Tower 


NEW ORLEANS 12. LA.~Devlin Bros., 

1003 Maritime Bldg. 
NEW YORK 7, N. Y.— Koithan k Johnson. 39 Cortlandt St. 
NEWARK 2, N. J.— Mr. Q. C. Norman, 

27 Washin^n St., Room 203 
OMAHA 2, NEB.— Wain EngineeriM Go., 

375 Brandeis 'Theatre Bldg. 
PHILADELPHIA 2, PA.— Davidson k Hunger. 

1200 Cunard Bldg. 

PITTSBURGH 22, PA.-Mr. H. Lee Moore, 

345 Fourth Ave. 

ROCHESTER 4, N. Y.— Buffalo Forge Co., 

Mr. R. Moyer, 846 SiWey Tower Bldg. 
ST. LOUIS 3, MO.— Mr. J. W. Cooper, 2118 Pine St. 

SALT LAKE CITY 1, UTAH-Lee Pace k Turp^ 

142 8. Fifth West St. 
SAN AN70NIO 8, TEXAS— Langhammer Rummel Co., 

436 Main St. 

SAN FRANCISCO 9, CALIF.— Buffalo Forge Co. 

Mr. C. W. Lockhart, 1214 Cent^ Toww Bldg., 
Third and Market Sts. 

SEATTLE 1, WASH.-A. T. Forsyth Company, 

.^150 Ellioott Ave. 

TOLEDO 2, OHIO— C. M. Eyster Company. 

1118 Madison Ave. 

TUCSON. ARIZ.-Tidmar8h Engrg. Co.. 23 N. Main St. 
WASHINGTON 5, D. C.-Buffalo Forge Company, 

Mr. G. S. Fraukel, 310 WoMward Bldg. 
WILKES^ ARRE, PA. — Power Engineering Co., 

517 Brooks Bldg. 

KITCHENER, ONT., CANADA-Canadian Blower 4 Forge 

Co. 


PRODUCTS — Equipment for all types of Heating and Ventilating, including: 
Unit Heaters, Multiblade Fans, Air Washers, Unit Air Washers, Unit Coolers, 
Drying Equipment, Mechanical Draft Fans, Air Preheaters, Blowers, Ex- 
hausters, Disc Fans, Spray Nozxles. 


BUFFALO 
AXIAL FLOW 
FANS 

High pressure 
ventilating fans 
with non-over- 
loading charac- 
teristic, vibra- 
tionless opera- 
tionand straight 
line air propul- 
sion. The axial flow design cuts energy 
losses and power costs to a minimum. 

BUFFALO AIR WASHERS 

Where washing, 
tempering and 
purifying of air 
under changing 
atmospheric 
conditions is re- 
quired, Buffalo 
Air Washers are 
available in de- 
signs to handle 
every plant problem. At left, above, a 
Buffalo Air Washer widely used in many 
plants. 


BUFFALO 
LIMIT-LOAD 
CONOIDAL 

Dynamically bal- 
anced, these fans 
are non-overloading 
regardless of oper- 
ating conditions. 

Well suited to mov- 
ing large volumes 
of air at low power 
cost. Sturdy rotor 
struction throughout. 

BUFFALO UNIT HEATERS 

For throwing quick heat economically ’ 
into desired areas of plant and public 
buildings, Buffalo “Highboy^*, ^‘Lowbo/* 
and “Breezo-Fin” unit heaters are avail- 
able in floor, wall or ceiling installations. 

VENTILATING INFORMATION ON 
REQUEST 

Buffalo fans and air conditioning units 
cover practically every air application. 
The Buffalo repfee^tatiyeB aTOve will 
gladly mve you advice on your problem, 
or simffly write us. 





and housing con- 
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Fans and Btowarm 
Blower Wheels 


Burden Company 

1000 North Orange Drive, Los Angles 38, Calif. 

Manufacturers of Aluminum*Fan Blades 
Aluminum and Steel Blower Wheels 


Burden Blades and Blower Wheels are designed to operate 
smoothly and efficiently, on a minimum of horsepower, 
giving maximum volume of air flow. All Burden Blades 
and Blower Wheels are tested for dynamic and static 
balance by the patented Burden electronic Balancer. All 
blade hubs are standard for motor on suction side of blade. 
Burden products are outstanding for their low noise level, 
resistance to corrosive action, slight .weight and great 
strength. For specifications of Blades and Blower Wheels 
and for types not listed, write factory. 



FULL PRESSURE 


Four overlapping alumi- 
num blades with plated 
steel hub and spider. 
Available in 8 in. through 
24 in. sizes. 



SEMI-PRESSURE 

Three aluminum blades, 
with plated steel hub and 
spider. Available in 10 
in. through 30 in. in 
diameter. 



SINGLE BLOWER 
WHEEL 

Light weight aluminum or 
steel construction. Ano- 
dized or plain finish. 
Rigid. Sturdily built. 
Cadmium plated steel 
hub. Sizes and widths 
according to needs. 


SINGLE BLOWER 
WHEEL 

Made of aluminum wdth 
choice of plain or anodized 
finish. Also may be had 
in steel. Strong, rigid 
wheel in wide variety of 
diameters and widths. 



Arne 

Balanced for quiet effi- 
cient operation. Full air 
volume affords greater 
cooling capacity. Built of 
polished aluminum with 
steel spider. Light weight. 
Sizes: 36, 42 and 48 in. 
diameters. 



FREE AIR 

A four bladed, one piece 
fan. Available in either 
stamped aluminum or 
platea steel. Made in 
sizes ranging from 6 in. 
through 12 in. Also avail- 
able in colors. 



DOUBLE WHEEL 

Constructed of aluminum 
or steel with double inlet 
and outlet. Rigidly 
mounted cadmium plat^ 
steel hul^. Availaole in 
wide variety of diameters 
and widths. 
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Champion Blower & Forge Co. 

Manufacturers and Engineers 

Plant and Offices: Lancaster, Pa. 

Address Correspondence to Div, 9 

Manufacturers of Blowers, Ventilating Fans and Exhaust 
Fans for Air and Material ; and Blast Gates 

Representatives in Principal Cities 



Type S 


Type S Forward 


curve ventilating / 

fans, single and | 

double width, as well f 


Wm 

as direct motor drive. { 

Sizes 30 in. to 60 I 

11 


in. wheel dia. 


Type S Forward 
curve ventilating 
fans, single and 
double width, and 
electric drive up to 
36 in. wheel diameter. 





Types 



TypeSV 


Type SV Super 
V^entilating fans, 
direct motor drive up 
to 36 in. diameter. 
Motor belt drive up 
to 48 in. size. 


Type M Axial Flow 
non -overloading fans 
for high and low pres- 
sures. Exhausting 
and Ventilating. 

TypsM 




Type BC 


Type BC Back- 
ward curve ventilat- 
ing and exhaust fans, 
single and double 
width ; belt driven 
and direct connected 
electric. 

Sizes 12 in. to 60 
in. wheel dia. 


Type CE Electric 
cast iron exhaust and 
forced draft fans. 
Also volume control 
dampers. 



TyPeCS 
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Chelsea Fan & Blower Go., Inc. 

1206 Grove St., Irvington 11, N. J. 

Charter Members Propeller Fan 
Manufacturers Association 

Trade Mark Registered 

EXPORTED TO ALL COUNTRIES OF THE WORLD BY 
WESTREX CORPORATION 



(Western Electric Export Corporation) 



THE INDUSTRIAL FAN (TYPE IND.) 


Cat. No. 

C.F.M. 

Motor HP 

IND24 

5700 

H 

IND30 

8300 

’/2 

IND36 

II250 

Yi 

IND42 1 

1 16600 


IND48 1 

21500 

1 

IND54 i 

27000 

W} 

IND60 

32000 

1 V 2 


Fans for corrosive fumes or excessive heat quoted on request. 


This fan is one of the most efficient fans built today. Under static pressure, that is, 
operating in moderate length ducts or against automatic louvers, the Industrial fan can 
move more air with less power than most fans on the market. The carefully designed 
venturi orifice and blades make this efficiency possible. 

The fan is belt-driven for three (3) reasons: — first, to reduce power consumption 
through increased efficiency of higher speed motors; second, to give more quiet operation 
through reduced fan speeds; third, to reduce original cost of fan to consumer. 

The frame is all steel, welded to a steel orifice. It is rigid, yet light in weight, simpli- 
fying installation. 

On special order, these fans can be built to operate against static pressure up to 2 in. 


TYPE OPJ— OCTOPUS JR. 
Portable Exhauster and Blower 



3-4*' HOSES 
CPM Per Hose 

10' » 412 50' « 297 


TYPE DXB— BOOSTER 
Spray Booths, Fumes, 
Excessive Heot 



16" to 36" 
2000 to 9500 CPM 


BB—AU PURPOSE 
Removes Smoke, Steam, 
Heat and Fumes 



12" to 30" 
1200 to 7000 CFM 


Bulletins and Engineering Data 
furnished on request 


Air Delivery Ratings of all Chelsea 
Products are in accordance with the 
Standard Test Code of the Propeller Fan 
Manufacturers Assn* and the A.S.H.V.E. 
INSIST ON CERTIFIED RATINGS. 
LOOK FOR THIS SEAL. — ► 
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DeBothezat Fans Division 

American Machine and Metals, Inc. 

Main Office and Factory — East Moline, Illinois 

In Canada: American Machine and Metals (Canada) Ltd., 215 St. James St. West, Montreal 1, P.Q. 
Foreign Sales Office: Wool worth Building, New York 7, N. Y. 

SALES ENGINEERING OFFICES IN ALL PRINCIPAL CITIES 


Certified Wind Tunnel Ratings • Non-Overload Power Characteristics 


EFFICIENT AGAINST PRESSURE 

DeBothezat Axial- 
Flow Fans are built in 
a wide range of sizes, 
from 16 inches through 
12 feet in diameter. 
Volume fans (4 blades) 
are for low to moderate 
static pressures. Pres- 
sure fans p4 blades) 
are for high static 
pressures, up to 2 in. 
SP. Non-overloading power characteristic 
prevents motor burn-out and eliminates 
need for oversize motor. .Vll DeBothezat 
Axial-Flow Fans have certified perform- 
ance ratings. Catalog furnished on request. 

DeBothezat Giant Fans, 5 feet through 
12 feet in diameter, are suitable for gear, 
“V” belt or direct drive, for use with 
electric motor, steam turbine or gasoline 
engine. Catalog furnished on request. 



CONTROLLED VENTILATION 



Power-Flcw Roof Veniilaior 


Motor driven fan with weatherproof 
housing provides positive controlled venti- 
lation at all times, independent of wind or 
weather. Streamlined appearance, low 
height. Operates efficiently with or with- 
out duct system. Hinged hood permits 
ready access to fan and motor. Available 
in four sizes, with fan wheels 16 in. through 
86 in. in diameter. Catalog furnished on 
request. 


FUME REMOVAL 



Bifur color {Cut-away view) 

For exhausting air that is abnormally 
hot, corrosive, flammable or explosive. 
Motor is mounted in separate, through- 
ventilated chamber completely isolated 
from air stream. Destructive fumes are 
by-passed (bifurcated) around motor. 
DeBothezat Bifurcators install directly in 
the duct, in any position from horizontal 
through vertical. Available in eight sizes, 
with fan wheels 18 inches through 48 
inches in diameter. Catalog furnished on 
request. 

SPOT COOLING 



*7/y-V” Air Jet 

DeBothezat “Hy-V” Air Jets are extra- 
ordinarily efficient man coolers, particu- 
larly for workmen who are exposed to 
radiant heat from ovens, furnaces, forges 
and molten metals. Arranged for eitner 
column or floor mounting, they are adjust- 
able to blow a concentrate blast of cooling 
air in any direction to remote spaces with- 
out the aid of ducts. Available in 18 in. 
through 30 in. sizes. Catalog furnished 
on request. 
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General Blower Company 

8622 Ferris Ave., Morton Grove 5, III. 

Engineering Offices in all Principal Cities 



FOR BETTER AIR MOVING RESULTS USE 
GB LUNGS FOR INDUSTRY 

Engineering • Manufacturing • Application of Blowers, 
Fans and Exhausters • for Blowing • Heating • Cooling 
• Conveying • Aerating • Separating • Agitating 

More than 20 years’ exj^erience in the construction of 
Blowers, Fans, and Exhausters for leading Industrial 
Users in widely diversified fields. 



A — Turbo Blowers 


Engineering skill and integrity in the Building and 
supplying of Centrifugal and Rotar\' Positive types of 
Blowers, Exhausters and Gas Boosters enables us to 
supply you with the type of equipment best suited to 
your particular need, whether “standard” or “custom 
built.” 

We maintain Sales Engineering offices in all large 
cities. It is desirable and advantageous to consult with 
our local engineering representatives on all types of air- 
handling applications. They are at your service to help 
with your problems and to bring the engineering skills 
and resources of the General Blower Company to your 
organization. 

Write for our new, illustrated Products Bulletin 
“LUNGS FOR INDUSTRY” 



B — Steel Plate Exhausters 



C — Welding Fume Exhausters 



F — Roiary Positive Mowers E — Exhaust Fans D — Multiblade Exhausters 


1074 



Air System Equipment • c^^r‘!?utl?Fan, 


ILG Electric Ventilating Co. 

2876 North Crawford Ave., Chicago 41, III. 

OflQces in more than 40 Principal Cities 

Propeller Fans, Centrifugal Fans, Unit Heaters, 
Kitchen Ventilators, Night Cooling Fans 



ILG Direct-Connected Self-Cooled 
Motor Propeller Fans 

Used for exhaust of stale air, fumes, heat, dust, odors, 
etc. Self-cooled motor combines protection of enclosed 
motor with low operating cost of open motor — con- 
stantly cooled by fresh, clean air, circulated internally 
— never “gums-up’' from contact with foul air — saves 
5 to 10 per cent on power costs. Rugged, heavy-duty 
framework. Dynamically-balanced fan wheel, direct- 
connected to motor. Smooth, quiet, effortless opera- 
tion — economical, long lived. “ONE-NAME-PLATE” 
Guarantee. Certified ratings. Sizes, 8 in. to 54 in. 


ILG Direct-Connected Centrifugal Fans 

Type “BC” — Load-limiting type with backward curved 
blades. Motor load remains constant oyer wide range of air 
volume and change in static pressure. Wheel mounted direct- 
ly on motor shaft with motor partially recessed in side of 
casing. No motor base required. Unobstructed inlet. 10 sizes. 
Also available for belt-drive in 12 sizes. 





Type “B” 
Volume Blowers 

Small volume, low pres- 
sure, quiet running. Multi- 
blade wheel direct-con- 
nected to motor shaft. 
Cast iron base. Universal 
discharge. 12 capacities. 


Type “P” 
Volume Blowers 

For exhausting dust, 
fumes, removal of steam, 
vapors. Four discharjge 
positions to avoid fric- 
tion in short bends. 7 
capiacities. 




Type “6S” 

Utility Blowers Kitchen Ventilators 


Designed for building into Built-in becomes permanent 
apparatus which requires p^t of kitchen wall. Quiet 
ventilation or air movement, high capacity, efficient, 
Extremely flexible in ar- equipped with ILG Self- 
rangement, furnished with Cooled Motor. 3 sizes, 
or without inlet flange, out- Also models for window 
let flange stand, etc. installation. 


Night 

Cooling 

Fans 



Portable model for use at 
attic or downstairs window. 
For permanent installation 
in attic, use ILG Self-Cooled 
Motor Propeller Fans (top 
of page). 
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JOY MANUFACTURING CO. 

^General Ofifices: Henry W. Oliver Building, Pittsburgh 22, Pa. 
MANUFACTURERS OF VANEAXIAL FANS 


domestic: offk:es 

BrRMiNGHAM. Ala...- 920 Fifth Ave.. N. (Crandall Eng. Co.) 

1814 First Ave., N. (Shook and Fletcher) 

Boston 10, Mass 89 Broad St. 

Butte, Mont ^ 24 W. Granite St. 

Centilalu, III Fifth and Chestnut 

Chicago, Illinois .^07 N. Michigan Ave. 

CoMMEHCE, Okla Ill Commerce St. 

Dallas, Texas 6.=140 Hines Blvd. 

Denver 2, Colo 1 o46 Wazce St. 

(Schlose and Shuhart) . 1646 Wazec St. 

Duluth 2. Minn. 

El Paso, Texa8..._ 

Fairmont, W. Va,. 

Huntington 14 , W. Va. . 

Knoxville 2. TSinn 

Los Angeles 1 1 . Cai 

Miudlesboro, Kt 

New York City 7, N. Y. 

Philadelphia .h Pa 

Pittsburgh 13, Pa 

Portijand 9, Ore 

Salt Lake City 1, Utah 
San Francisco 2, Cal 
SCRANTON 10, Pa 


St. Louis 10, Mo 4120 Clayton Ave. 

Seattle 4. Wash 3410 First Ave., So. 

Spokane, Wash 1118 Ide Ave. 

Washington .S, D. C 1427 1 St., N. W. 

IN C: AN ADA 

Galt, Ont 1 75 Beverly St. 

Hailkybury. ().\t Ferguson Ave. 

Toronto. Ont 208 Simcixs St. 

Calgary, Alta 902 Ninth Ave. West 

Montreal, Que 5929 Decarie Blvd. 

Noranda. Que 54-1 4th St. 

Sidney, Nova Scotia P. 0. Box 233 

EXPORT OFFICES 

New York 6, N. V. Empire State Bldg* 

London WI, England 6 Carlos Place 

Pauls, Franck 18 .\vc. Parmcntier 

Brussels, Belgium 15 Rue de Grand-Hospice 

•loHANNEsnuRG. So. AFRICA 21 Baucr St. Ext. 

N’Dola, Nor. Rhodesia 

Sullivan Mach. Co. (.Africa) (Pty.) Ltd. 

Sydney, N. S. W. Australia Scottish House 

Mexico (^ity, Mex San Juan de Letran 24 

.A.ntofag.asta, Chile Casilla 570 

Rio de Janeiro, Brazil Caixa Postal 54, Copacabana 


.1 E. Michigan St. 

. ...117 N. Kansas St. 

P. O. Box 1046 

742 Eighth Ave. 

108 W. Main St. 

. 29(K) Santa Fc Ave. 

... 501 N. 19th St. 

.K) Church St. 

1617 Pennsylvania Blvd. 

4107 Sennott St. 

1631 N. W. Thurman St. 

117 W. 2nd South St. 

; 155 Fell St. 

125 Adams St. 

AND MORE THAN 500 DISTRIBUTORS THROUGHOUT THE WORLD 


SERIES 1000 AXIVANE INDUSTRIAL AND COMMERCIAL FANS 


Joy Series 1000 adjustable blade 
Axivane Industrial fans are available in 
124 sizes ranging in volume capacity up to 
100,000 cfm with pressures up to 9.6 in. 
W. G. Housing diameters range from 18 
in. to 60 in. For complete specifications, 
construction details, and selector charts 



Blades are adjustable on the job 
by loosening one lock nut 


giving pressure-volume range for each fan, 
write for bulletin number J-605. 

Joy Axivane Series 1000 fans are 
efficient, quiet, compact, flexible, and easy 
to install. 

ADJUSTABLE BLADES 

Joy Axivane Industrial Fans have the 
extra performance flexibility of adjustable 
blades. Adjustable blades, are standard 
equipment on all Series 1000 fans. The 
factory blade setting can be quickly 
changed to provide either a wide pressure 
range for any particular volume or a 
change in volume simply by loosening a 
lock nut with a wrench, setting the blades 
uniformly with the indicator, and re- 
tightening the lock nut. A permanent stop 



construction 


1076 



Joy Manufacturing Co. 


Air System Equipment • Fans and siowers 



Rear vmv, showing vanes and motor 


prevents setting blades in a position likely 
to overload the motor. Minimum blade 
settings are limited by the fan housing. 

Adjustable blades permit on-the-job 
correction for unpredictable duct resistance 
or for ix)orly installed duct work. 

MORE EFFICIENT 

Stationary straightener vanes, located 
immediately behind the rotor, partially 
recover the rotative energy imparted to 
the air by the rotor, and re-establish axial 
flow to the air leaving the vanes. This 
eliminates excess turbulence at the point 
where the air enters the duct system and 
increases efficiency by decreasing pressure 
loss. 

The Joy Axivane fan utilizes an aero- 
dynamically efficient blade and stationary 
vane design. 


QUIETER OPERATION 

For equal weight and space the Joy 
Axivane fan is quieter than a centrifugal 
type fan of equal volume and pressure. 
The streamlined airflow’ from an Axivane 
fan makes sound insulation a simple and 
inexpensive operation when required for 
the ventilation and air conditioning of 
quiet spaces such as hospitals, audi- 
toriums, radio stations, etc., where 
insulation against system noise must be 
used. 

MORE COMPACT 

Joy Axivane fans are built around the 
motor, the fan housing becoming an actual 
part of the duct system. This produces a 
more compact design than is possible with 
a centrifugal fan. An Axivane fan, in* 



front view, showing simplicity of construclwn 


stalled on an in-line connection with venti- 
lation ducts, parallel to and close by an 
overhead structure, may require 70 per 
cent less space than a conventional belt- 
driven centrifugal fan. The compactness 
of a Joy Axivane fan assures a maximum 
of net operating or rentable area. Fan 
rooms are virtually eliminated. 


EASIER TO INSTALL 

The Joy Axivane Series 1000 fan 
develops a greater volume and pressure per 
pound of fan and motor because of its com- 
pact, in-line construction. This li^ht 
weight permits a simplicity of installation 
that minimizes installation costs and total 
weight by eliminating heavy foundations, 
complex duct offsets and elbows, drives, 
and guards. Axivane fans can be installed 
quickly and easily, even by relatively in- 
experienced or unskilled labor. 


MATCHED ACCESSORIES 

Inlet bells, screens, and fan supports are 
accessories designed to fit all Axivane Fan 
housings. In ordering, it is only necessary 
to state the model number with or without 
the accessories, as desired. If required 
with accessories these will be furnished to 
fit the fan model ordered without special 
number. 

No matter how carefully a duct system 
is planned, an incorrectly selected inlet 
bell will reduce fan efficiency by increasing 
intake turbulence. This excess turbulence 
will also increase the noise level of the fan. 
When a fan takes its air directly from the 
weather, a plenum, a fan room,^or from a 
duct system larger in circumference than 
the fan housing, a bell should be used. 
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Fans and Blowers 
Blower Wheels 


The Lau Blower Company 

2007 Home Avenue, Dept. H, Dayton 7, Ohio 
Engineers and fabricators of general Air Handling Equipment 
BtSwer Assemblies • Blower Wheels • Propeller Fans • Accessories 



special 
Features 
Patents 
A pplied for 


NEW Series “A” Blower Assemblies 

The Lau Series “A” Blower Assembly — result 
of years of exhaustive tests of all types of 
blowers — years of research and design evolution 
— is the all-time, outstanding achievement in 
the blower field. Greater mechanical strength. 
Greater efficiency. A more compact unit 
(overall size considerably smaller than formerly). 
Will fit more jobs. Embodies many new and 
revolutionary features exclusive with Lau. 
Includes new 3-point suspension type bearing 
bracket — an integral part of the shroud — 
identical for various angles of discharge. New 
frictionless, self-aligning bearing — completely 
encased in Neoprene. New center suspension 
wheel (see below). New discharge outlet 
design and construction. Cut-off cannot set 
crooked on outlet. No wavy edges. Faster 
installations. New 1-piece motor mounting 
easily convertible, rear to top or vice versa, by 
simple use of two sheet metal screws. Many 
other features. Complete range of sizes. Every 
size tested and rated for performance in accor- 
dance with A.S.H.V.E. and N,A.F,M. Codes. 


NEW Series “A” Blower Wheels 

New center-suspension wheel tested and proved by us to have 
greater mechanical strength, truer concentricity, and far 
more efficient performance than ordinary types of wheel. 

Complete details supplied to interested parties upon request. 

Propeller- type “Niteair” Fans 

For a wide variety of applications where it is necessary 
or advantageous to exhaust undesirable air and provide 
fresh air from the outside. Equally applicable for indus- 
trial, commercial, residential and farm building installations. Efficient and economical 
method for correcting innumerable air-control problems — removing dust-laden, foul, 

contaminated, or excessively hot air, fumes, gases, 
smoke. Circulating cool night air through living 
and sleeping rooms for greater summer comfort. 
Venturi-type entrance housing reduces air “drag** 
and turbulence — eliminates most common cause 
of **air noise.’* 6 sizes — 18 in. to 48 in. 



^yA 


b- 



Selpaligning PiUow Blocks 


Catalogs, performance data, specifications, and prices available on request on above and 
other air handling equipment. Inquiries solicited for anjr application. Our engineers 
will gladly assist you. Write Dept, H regarding your requirements. 
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Fans and Blowera 
Blower Wheels 


Morrison Products, Inc. 

A 25 Year Firm 

EavSt 168 Street and Waterloo Road, Cleveland 10, Ohio 



BLOWER 

WHEELS 

for 

Manufacturers 
of Warm Air Heating 
and Air Conditioning 


Morrison Airstream Blower Wheels 

are made exclusively for original equip- 
ment manufacturers in heating, ventilating 
and air conditioning. Wheels are double 
width — double inlet in standard diameters 
from 10 in. to 16 in. and in widths from 
6 in. to 16 in. 

One-Piece Blade Construction: — 

Blades made from single strips of steel on 
progressive die equipment. No possibility 
of blades coming loose. 

Three-Piece Balanced Assembly: — 
Blower wheel consists of one-piece blade 
assembly and two pressed rings with 
integral hubs. These three pieces are spot 
welded together giving extra rigidity, 
strength and balance for smooth running. 

Equalized Weight Distribution: — 
End mounting of blower wheels distributes 
weight closer to bearings. Smaller shafts 
and bearings therefore possible. Shaft 
whip eliminated. Shaft deflection reduced. 


Available : — Complete engineering serv- 
ice including templates, shop drawings, 
tables, data, cost analysis, graphs, charts, 
sources of component parts. 




• Housing Squares and Scroll Sides avail- 
able for Low Cost Assemblies. 

CATALOGS: 

Morrison Blower Wheels 
Morrison Engineering Service 
Morrison Cost Analysis Estimate Book 

Copies Mailed Upon Request 
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Fans and Ventilating 
Equipment 



NEW YORKI 
BLOWER I 
COMPANY Jl 


GENERAL OFFICES 

3145SOUTH SHIELDS AVENUE • CHICAGO 


FACTORIES LA PORTE. IND and CHICAGO, 


16 

I L L 




Representatives in Principal Cities 

FANS • BLOWERS • UNIT HEATERS • MAKE-UP AIR UNITS 
AIR WASHERS • HEAVY DUTY HEAT SURFACE 


Make-Up 



Ml 5—16, 000 cfm 

A unit that delivers, warmed, filtered, out- 
side air to industrial spaces to replace 
exhausted air and balance minus pressure. 
Corrects drafty conditions and uncontrol- 
led infiltration. Made in 4 sizes from 
5,000 cfm to 20,000 cfm. Described in 
Bulletin 45S. 

Type ME Centrifugal Fans 

Capacities up to 
101,000 CFM 

Slow speed wheels 
offered from 73^ to 
15 in. and 36 to 66 
in. Capacities up to 
70,000 cfm. 

Quiet operating me- 
dium speed wheels 
with non-overloading 
horsepower characteristics for heating, 
ventilating and air conditioning or indus- 
trial applications. Wheel diameters from 
18 in. to 66 in., with any speed or discharge 
required. Class I, II, III or IV con- 
struction. Write for Bulletin 471 

Steelfin Hot Blast Heating Surface 

Extra heavy duty, fin- 
and-oval tube, all-steel, 
welded construction, A 
hot dip metallic coating 
over all, including head- 
ers, affords perfect bond- 
ing and conductivity. ' 
Suitable for continuous 
heating service on steam < ^ 
pressures up to 150 lb. j 




Comet Unit Heaters 

Heavy duty, welded 
steel, fin-and-tube 
heating element. 

Suitable for con- 
tinuous heating 
service on steam 
pressures up to 150 
lb or more. 9 
sizes with capacities 
from 31 Mbh to 300 
Mbh. Bulletin 4^4- 

Comet Exhau stair 

Delivers large volumes 
of air at low resistance 
and low current con- 
sumption. All wheels 
are machine balanced 
for smooth, vibration- 
less operation. Made 
in two types and eight 
basic sizes. Wheel dia- 
meters from 12 in. to 
60 in. Direct or belted 
drive. Capacities from 400 cfm to 22,000 
cfm. Ask for Bulletin 4^^- 

Type GI Industrial and Heat Fans 

For dust and gas re- 
moval, conveying of 
materials and handling 
hot gases. Housings, 
drives, and discharge 
arrangements to meet 
any requirement. 

Wheel diameters from 
14 in. to 66 in. Capa- 
cities from 450 cfm to 
60,500 cfm. 

Details and engineering data in Bulletin 4(11 • 

General Purpose Fans 

Portable, self-con- 
tained units for 
Class I industrial 
and ventilating ap- 
plications. Recom- 
mended for ease of 
installation, low 
maintenance and 
space saving fea- 
tures. Made in 
three types and 
eight basic sizes. Capacities 400 cfm to 
18,000 cfm. Bulletin 4S2, 
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PROPELLAIR Div. 


ROBBINS & MYERS, INC. 
1947 Clark Boulevard 

SPRINGFIELD, OHIO 


VENTILATING SPECIALISTS IN ALL PRINCIPAL CITIES 



For Ducts, 
Walls, Win- 
dows, Hoods, 
Roof Venti- 
lators 




PROPELLAIR 

DIRECT-CONNECTED 

FANS 


For use wherever motors may operate 
within the air stream, from free air to 
medium and relatively high resistance. 
A compact, durable design with fan having 
two to six blades. Sizes: 12 in. to 60 in. 
Capacities: 800-85,000 cfm. Type “CD.” 


For Heat, 
Acids, Alka- 
lies — Fumes, 
Gases, Dust 



BELT-DRIVEN PROPELLAIR DRUM -TYPE 

A complete fan unit in short duct section 
ready for installation in lines from 20 in. 
to 48 in. diameter. Type “CS” may be 
used for severe acid or alkaline conditions, 
explosive fumes and gases. Type “CSV,” 
for excessive temperatures, circulates out- 
side air through belt and fan shaft tubes 
to keep drive and bearings cool. Also 
furnished without duct section. Capa- 
cities: 4100 to 43,000 cfm. 

For Roof Ventilation 
PROPELLAIR 
VERTI-STACK 
Dependable and eco- 
nomical power roof 
ventilators. Butter- 
fly dampers open wide 
the instant fan is 
started, close auto- 
matically as fan 
coasts to a stop, offer virtually zero resist- 
ance as heat, fumes, moisture, dust shoot 
high into air. Rain is prevented from 
entering by fan when operating. Drainage 
gutter prevents leakage when dampers are 
closed. Sizes: 20 in. to 60 in. Capacities: 
3700 to 77,000 cfm. 



For Heat, Moisture, Fumes, Dust, 
and Gases 

PROPELLAIR EXTENDED-SHAFT FANS 

This design locates motor outside air 
stream w^hen fan is installed in duct at 
right angle turn, elbow, “Y,” or offset. 
Simple installation usually can be sup- 
ported by duct without auxiliary bracinp^. 
Drive shaft is enclosed and sealed within 
steel tube. Sizes: 12 in. to 60 in. Capa- 
cities: 2000 to 68,000 cfm. Type “CE.” 



For Cooling Men and 
Materials 

PROPELLAIR PEDESTAL 
& CRADLE-MOUNTED 
FANS 

Pedestal-type Man Cool- 
ers have sturdy steel 
drum protected front 
and rear, formed steel 
base, rigid support, and 
crane hook. Also made 
with adjustable cradle 
mounting (Type “CU”), 
Capacities to 20,650 cfm. 


AIRFOIL-SECTION Blades 

Airfoil Principle Entrance Ring 

Propellair fans have airfoil- 
section blades with variations 
of pitch, curvature, and thick- 
ness to compensate for differ- 
ent lineal speeds of points at 
various radii. Air movement 
is uniform over whole fan 
area. The Propellair curved 
entrance ring eliminates eddy 
currents; helps efficient Propellair blades 
deliver highest pressure and volume. 
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Schwitzer-Cummins Company 

1145 East 22nd Street 

Indianapolis 7, U.S.A. 

Engineers and Manufacturers of Centrifugal Blowers and Blower 
Wheels — Attic Fans — Exhaust Fans — Ventilating Fans of All Types 



PRODUCTS OF THE 
VENTILATING DIVISION 

HY-DUTY BLOWERS 
SINGLE INLET AND DOUBLE INLET 

Ruggedly built and designed for fine performance and quiet 
operation. Double inlet models, four outlet positions — single 
inlet models, eight outlet positions. Wheel diameters 83^ in. 
to 25 in. — 200 cfm to 150(K) cfm. N.A.F.M. code tested. 


HY-DUTY BLOWER WHEELS 

Large range of size, single and double inlet. Diameters 
43^ in, to 50 in. Can furnish our standard wheel or to your 
specifications. Wheels for Hy-Duty Blowers are the center 
disc, wide blade type, accurately balanced. 




FRESH-AIR MAKER VENTILATORS 

An all welded, light weight, low cost, high delivery, ball 
bearing ventilator with unusual flexibility for installations in 
homes, apartments, factories, business establishments. 


*-«FIVE FAN DIAMETERS 

24 in., 30 in., 36 in., 42 in. and 48 
in. *4200 cfm to 20,500 cfm. 



FRESH-AIR MAKER EXHAUST FANS 

12 in., 16 in. and 20 in. arranged also for port- 
able floor use or window mounting. ^ 


WINDOW OR ATTIC FAN 

A handsome Fresh-Air Maker 
for universal application. Ideal 
for inexpensive installation in 
apartments and small homes. Air 
delivery 4200 cfm, very quiet. 
24 in. fan diameter. 
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Air System Elquipment • Fans and Blowers 


Trade-Wind Motorfans, Inc. 

^ 5725 So. Main St. 

Los Angeles 37, Calif. 



Cities. Carried In 
Stock By Many 
Electrical Jobbers 


BLOWER 


CLIPPER BLOWERS 



Phantom View of Model 1301 shows partition which 
isolates motor from air stream, increasing motor life. 

The Trade-Wind Clipper Blower is a 

small capacity centrifugal blower, primari- 
ly used for exhaust application. While 
used extensively for home kitchen ventila- 
tion, it is widely used for other applica- 
tions. Many thousands of these units have 
been in service ten years or more in school 
toilets, therapy and treatment rooms in 
hospitals and clinics,, dental laboratories, 
ticket booths, offices, x-ray and photo- 
graphic dark rooms, and hundreds of 
kindred desirable uses. 

This is a “Unit Package” assembly, 
complete with ceiling grille and proper 
electrical connections. It is Underwriters 
approved and listed and carries a (prorata) 
five year guarantee, 
made possible by the 
use of the highest 
quality electrical mo- 
tor component. The 
installation requires 
only the application 
of a discharge duct 
of the same dimen- 
sion as the outlet col- 
lar and the optional 



Motor and blower as- 
sembly easily removed 
without tools. 


addition of an auto- 
matic shutter for the 
end of the duct. 

Selection Chart and Specifications 
CLIPPER BLOWERS 



Model 1401 Clipper Blower, single wheel, 
vertical discharge, with ''dripless'* grille. 


The assembly is inherently quiet and is 
installed rigidly in the structure without 
need for resilient mountings or flexible 
duct connections. Variable speed controls 
are available on single wheel models for 
the purpose of controlling variable air 
capacity. The blower is normally quiet at 
its maximum speed. The motor and wheel 
unit is removed easily without tools through 
the ceiling inlet opening. The patented 
construction of the Clipper entirely iso- 
lates the motor from the air stream. This 
exclusive feature adds to the service life of 
the motor and keeps the motor free from 
contaminated air. 



Two-speed control unit 
fits standard single switch 
box. 


Automatic shutters avail- 
able for single and double 
bidders. 


Cat. No. 

Description 

Type 

Blower 

Net Air 
CFM* 

Recommended 
Max. Rocm 
Size Cu Ft 

Duct 

Size 

Motor 

Watts 

HP. 

1301 B 
Clipper 


Single 

Wheel 

275 

1500 

7^ X 4*72'^ 


1/30 

1401 B 
Clipper 

Vertical Disebam 
Complete with Grille 

Single 

Wheel 

275 

1500 

7' X 4»/2^ 

100 

1/30 

2501 

Duplex 

Clipper 

Horizontal or Vertical 
Interchangeable l>ischarge 
Complete With Grille 

Two 

Wheel* 

425 

2500 

10>/2'x5>// 

90 

1/20 


*Thi8 rating is based on ^ in. S.P. (W. G.) or the approximate resistance of 30 ft of duct the same size as 
outlet on Blower. The Blower will operate against a maximum of 3/10 in. S.P. with a reduction of approxi- 
mately 4070 rated air capacity. 
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Air System Equipment 


Fans and Blowers 
Blower Wheels 


The Torrington Mfg. Co. 

50 Franklin Street, Torrington, Conn. 
Manufacturers of Blower Wheels and Propeller Type Fan Blades. 




Left — Airolor Blower Wheel — Single Width — Single 
Inlet Patents 2,281,06^; 2,272,695 Des. 126,048 

Right — Airotor Blmver Wheel — Double Inlet — 
Spider End Plates 



Airistocrat ** Standard'* Series 
Pats. 2,072,822 and 2,021,707 



4-Blade Airistocrat Attic Fan "Af" Series 


I Torrington Airotor Blower Wheels 

are light, sturdy and inexpensive — incor- 
porate new principles of design and con- 
struction, which insure rigidity and con- 
centricity. Single Width — Single Inlet 
wheel is of simple four-piece construction. 
No rivets or welds are used; concentric 
rib serving as backing for blade strip is 
formed at same time as hub socket, insuring 
truene^ of wheel. Rigid radial ribs prevent 
deflection by thrust. Three thicknesses of 
metal in rims make for maximum strength. 
Excellent for many heating and ventilating 
uses. Manufactured in both aluminum and 
steel in 1 M in.. 2. 3. 3^. 43^. 5. 6, 7}^, 9 and 
lOJ^ in. diameters. Clockwise or counter- 
clockwise rotation. Same sizes available 
in DA type double width, double inlet 
wheels. 

Torrington Airotor Blower Wheel — 
Double Width — Double Inlet — Spider 
End Plates. Has blades punched and 
formed in a single strip, rigidly held by 
flanged single piece end rings. Hubs are 
rigidly mounted by peening. Wheels of 
in., 35^ in., and lOJ^ in. diameter are 
available at present. Additional sizes now 
being developed. 

AIRISTOCRAT Quiet Propel- 
ler Fan Blades are widely recognized 
for their all-around excellent performance. 
The unique, patented construction em- 
bodies entirely new principles in the art of 
fan design — produces a blade unsurpassed 
for quiet operation, rugged construction 
and attractive appearance. Every Air- 
istocrat unit is carefully built and the 
blades are hand gauged for correct contour 
and alignment. Statically balanced, these 
blades deliver full air volume with a 
minimum of noise. Aluminum alloy blades 
and steel spiders are standard except 
where otherwise noted. 

Available in a variety of finishes. 
Catalog gives detailed dimensions and 
guaranteed performance curves recorded 
under NEMA and NAFM code tests at 


various speeds for each of the Airistocrat 
models described. 


New Blower Wheel Catalog charts capacities, gives detailed dimensions, sug- 
gests housing dimensions for all above wheels. Valuable **Tips** for designing 
air impelling units are also included.^ 
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The Torrington Mjg. Co. 


Air System Equipment 


Fans and Blowers 
Fan Blades 


“Standard” Series — Has blades 
mounted on a steel spider. Sturdy, attrac- 
tive steel or aluminum blades which have 
withstood extreme laboratory breakdown 
tests. Sizes 8 in., 10, 12, 14, 16, 18, 20 
and 24 in. diameters in a variety of pitches 
to meet every need. 

AIRISTOCRAT “M” Series Attic 
Fan Blades — Three outstanding features 
of this new design are: (1) Extremely 
high efficiency, which gives maximum cfm 
per horsepower; (2) knockdown construc- 
tion which drastically lowers shipping 
costs; (3) quiet operation — a point of 
major interest to the consumer. 

This all steel four-blade fan is manu- 
factured for attic use exclusively, in 36 in. 
and 42 in. diameters, in 40 deg pitch only. 

Three Blade “Y” Series — The design 
of this blade is the result of two years 
of laboratory experiment to produce a 
better air circulator blade. At recom- 
mended speed these blades produce a high 
velocity air stream effecting deep penetra- 
tion with unusual quietness. Sizes 10 in., 
12, 14, 16, 18, 20, 24 and 30 in. diameters, 
steel or aluminum blades. 

Pressure “P” Series — Similar in con- 
struction to “Standard” Series but with 
blades especially designed for higher pres- 
sures. Sizes 10 in., 12, 14, 16 and 18 in. 

Pressure “U” Series — Four blade 
models of steel designed for pressure 
operation. Sizes 20 in., 22, 24, 26, 28 and 
30 in. diameters. 

AIRISTOCRAT “B” Series Attic 
Fan Blades have the same proportions, 
proved aerodynamically correct, in all 
diameters. New larger center disc and 
heavier spider arms increase strength and 
a new blade shape adds to the appearance 
of this carefully designed product. Avail- 
able in 3, 4 or 5 blades in standard dia- 
meters 24, 30, 36, 42 and 48 in. All steel 
construction. Available in the following 
finishes: 1. Plain. 2. All one color lacquer. 

“One-Piece” Airistocrat Fan 
Blades — Exceptionally rigid models 
blanked from one piece of metal. Made in 
both steel and aluminum. Sizes 3 in., 4, 
4M, 5, 6J^, 6, 6J^, 8, 9, 10, 12 and 16 in. 
diameters, all four blades; also 5J^, 7, 8, 9, 
10 in. 5-blade. Available in the following 
finishes: 1. Plain. 2. Lacquered. 3. Zinc 
or cadmium plated (steel only). 



S-Blade Airistocrat '‘K” Series 



4-Blade Airistocrat Pressure Fan *‘P*' Series 



**Ons Piece** Airistocrat Fan 
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Air System Equipment 


Fana 0nd Btowra 
Heater a, Cooterm 


Utility Appliance Corporation 

FORMERLY UTILITY FAN CORPORATION 

4851 S. Alameda St., Los Angeles 11, Calif. 

Utility Gas-Fired Heating Equipment, Evaporative Coolers, Blowers and Fans 


FLOOR FURNACES 
Dual and flat register 
models . . . all -welded 
construction . . . vented 
. . . manual or ther- 
mostat control . . . 
draft diverter . . . die- 
stamped steel grille. 

■ FORCED AIR 

FURNACES 
Compact design per- 
mits use in basement 
or closet . . . dynami- 
cally-balanced blower 
rubber mounted . . . 
Fiberglas Dustop filt- 
ers . heavy guage 
steel, die-formed and 
welded . . . baked en- 
amel finish. 

WALL-O-MATIC BUILT-IN 

CIRCULATING 
HEATERS 

Delivered ready for in- i 
stallation, locked to 2 
in. X 4 in. mounting 
studs ... fits standard 
4 in. stud wall without 
added furring. Single 
and dual discharge 
models. Thermostat 
or 3-position manual 
control. Vented. 


BLOWER WHEELS 

Improved five- 
piece welded 
construction 
. . . blades 
stamped from 
strip steel . . . 
certified air 
delivery 
ratings . . . 
, . dynamically 

and statically balanced . . . dual drive . . . 
venturi design end ring. 





EVAPORATIVE 



AIR COOLERS 

Comfort cooling . . , 
residential, com- 
mercial, industrial 
. . . dynamically 
balanced centrifugal 
blower . . . uniform 
water distribution 
to “No-Sag” cool- 
ing pads. 


BLOWERS 

Dynamically bal- 
anced, multiple- 
vane centrifugal 
blowers. Four-side 
angle iron frame in- 
creases rigidity, 
eliminates vibra- 
tion . . . permits in- 
stallation w'ith any 
of four discharge 
positions. 


HEAVY DUTY BLOWERS 



For increased air 
deliveries at higher 
static pressures. 
Dynamically bal- 
anced. Rigid con- 
struction. Single 
and double width. 


PROPELLER FANS 



Direct or belt drive 
. . . panel-mounted 
. . . streamline ring 
permits smooth air 
flow , , , resilient 
mounted motor . , . 
low speeds ... 16 
in. to 30 in. 


Utility Blowers aad Coolers are tested in accordance with the A.S.H.V.E. Code. 

Utility heating appliances are A,G.A. approved. 

Write for complete informaliont catalogs and price. 
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Western Blower Company 

Founded In 1908 


Manufacturers of Heating, Cooling and Ventilating Equipment for 
Public Building, Industrial, Commercial and Residential applications. 


Main Office and Plant 
1800 Airport Way 

Seattle 4, Washington 


Sales Offices in the 
principal cities West 
of Rocky Mountains. 


TURBINE MULTIBLADE FANS — forward curved blade, Type TR, for heating, 
ventilating, drying, mechanical draft, etc. Bulletin No 31. 

TURBINE STREAMLINED FANS — backward a^rved blade, Type S, with non- 
overloading horsepower characteristics, for same general purposes as Multiblade Fans. 
Bulletin No. 30. 

TURBINE ELECTRIC VENTILATING UNITS—direct connected, and PULLEY 
DRIVEN UTILITY SETS — \'-belt driven. For general utility duct ventilating 
systems. Bulletin No. 31. 

WESTERN FURNACE FANS and BOOSTER FANS— for forced circulation of air 
in modern home heating and light ventilating duty. Bulletin No. 60. 

RB VOLUME AND PRESSURE FANS— of the radial blade type, either direct 
connected or Ijelt driven for varied ventilating and conveying applications. Bulletin 
No. 39. 

SLOW SPEED PLANING MILL EXHAUSTERS— single or double for shaving 
exhaust systems. Bulletin 32-3. 

MILL EXHAUSTERS — motor dirven, furnished single or double to suit motor 
speeds. Bulletin No. 32-3. 

SPIROVANE PROPELLER FANS — furnished either direct connected or V-belt 
driven, for commercial or industrial ventilation. Bulletin No. 50. 

WESTERN UNIT HEATERS — vertical and horizontal, for general heating and 
dr)dng applications. Bulletin No. 53. 

VOLUME HEATERS — with one or more centrifugal fans for heating, ventilating 
and air conditioning, available in veritcal and horizontal cabinet units with or without 
filters. Bulletin No. 54. 

OLYMPIC Heat Exchangers, Converters, Side Arm Heaters, Immersion Heaters, 
Oil Heaters, and Condensate Coolers. 

AIR WASHERS — for cleaning, cooling, humidifying and dehumidifying* 

Bulletins as listed above furnished upon requesL 
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Air System Equipment • Motor, 


AFPRRATItS DEPARTMENT 


GENERAL 



ELECTRIC 


SCHENECTADY, N. Y. 


Sales Offices, Warehouses, Service Shops, and Distributors In Principal Cities 


MOTORS FOR HEATING, VENTILATING. AND AIR CONDITIONING 

General Electric offers a complete line of motors for compressors, fans, and pumps, 
from which you can select easily the motors with electrical and mechanical character- 
istics best adapted to your equipment. Many of the most common applications are 
listed below. Information on other motors — vertical, enclosed, etc., with various 
electrical and mechanical modifications — can be obtained at a G*E office near you. 

For additional information, ask for Motor Catalog GEA-4^S1. 



I'ri-Clad* induction motor. Type K, polyphase Fractional^horse- power capacitalor-molor, Type KC 

SOME G-E MOTORS AND THEIR USES 


Application 

Speed 

Type Winding 

Typt 1 Hofepower R.n,e j 

Fans and Centrifugal 

Pumps 

Constant or 
Adjustable 

Shunt 

B&CD i 1/8-200 

Direct- 

current 

Reciprocating Pumps 
and Compressors 

Compound 

B&CD I 1/8-200 

Constant 

Capacitor, 

Normal torque 

KC 1 1/4-3 

Single-phase 

Alternating- 

current 

Capacitor. 

High- torque 

KCJ 

1-3 

Small Direct-connected 

Fans 

Constant 

Resistance. Split-phase 

KH 

1/40-1/3 

Shaded-pole 

KSP 

Constant or 
3-speed 

Capacitor. 

Low-torque 

KCP 

1/50-5 

Belted Fans. Centrifugal 
Pumps 

Reciprocating Pumps 
arid Compressors 

Constant 

Capacitor. 

Normal-torque 

KC 

1/4-3 

Repulsion-induction 

SCR 

5—10 

Constant or 
Multi^Mcd 

Squirrel-cage. 

Normal-torque 

K 

1/4-1000 

Polyphase. 

Aiternating- 

cunrent 

Squtrrd-cage, 

Higb-torque 

KG 

5-200 

Pumps. Compressors. 

Fans 

Crmstant or 
Adjustable- 
varying»^)ced 

Wound-rotor 

M 

1/2-1000 

Constant 

Synchronous 

TS 

25-2000 


Types of Enclosures: Open (dripproop—protected from falling objects or dripping 
liquids* Splashproof — where wetness is a factor. Totally enclosed — for complete 
protection. Explosion -proof — for inflammable gases. Dust-explosion-proof— for com- 
bustible dusts. 


♦Trade-mark reg. U. S. Pat. Off. 
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APPARATUS DEPARTMENT 


GENERAL 



ELECTRIC 


SCHENECTADY, N. Y. 


Sales Offices, Warehouses, Service Shops, and Distributors in Principal Cities 


CONTROL FOR HEATING, VENTILATING, AND 
AIR-CONDITIONING MOTORS 

General Electric ofTers a complete line of standard manual and automatic controls 
for all types of motors driving compressors, fans, pumps, etc. Publications describing 
these items, as well as such control accessories as pressure governors, pressure switches, 
float switches, electrically operated valves, and indicating selsyns, are available on 
request. For special applications, G-E control to meet your exact requirements can be 
designed. Most frequently, however, the needs of the air-conditioning industry are 
best served by one of the many possible G-E “packaged” control combinations desig- 
nated as Cabinetrol* equipments. 



Typical Cabinetrol unit, showing open motor-starter panels 

The Cabinetrol system of motor control is based upon the use of standardized enclo- 
sures equipix^ with standard control devices. General Electric can build quickly most 
air-conditioning control systems — simple or complex — by properly combining standard 
control units and accessories into the required number of basic Cabinetrol sections. If 
future expansion should require further control equipment, additional Cabinetrol units 
can easily be added to the basic system. 

The standard enclosures used in the Cabinetrol system will mount standard motor- 
starting devices up to and including NEMA Size 4. Anmle space is provided for incom- 
ing-line, feeder, and metering equipment. Bulletin GeA-3o 66 details more fully the 
advantages of this new system of centralized low-voltage control. 

The General Electric ComiMiny will gladly assist in the solution 
of any electrical problem related to air conditioning* 


^rade-mark reg. U. S. Pat. Off. 
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Air System Equipment • «o<or» 


The Louis Allis Co. 

Milwaukee 7, Wisconsin 




Louis Allis protected type Squirrel 
Cage motors (Type OG) are specially 
engineered and designed for appli- 
cations requiring greater protection. 



The wide-spread experience of our 
engineering staff will be placed at your 
disposal to assist in powering your 
product with these compact efficient 
Shaftless motors. Available in a wide 
range of sizes and electrical modi- 
ffcations. 



These Direct Current motors are cor- 
rectly engineered and precision built — 
available in a very wide range of both 
electrical and mechanical modifications. 
The extra rugged construction of these 
motors assures long life to dependable 
performance. 



Wound Rotor (slip ring) motors arc 
ruggedly constructed throughout. A 
wide range of speed variations are 
obtainable with comparatively simple 
control. Available with mechanical 
modifications for every industrial use. 


We manufacture a size and type electric 
motor for every industrial requirement. 
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Air System Equipment • Motor, 



6464 Plymouth Avenue 

St. Louis 14, Mo., U.S.A. 

Sales Offices in 
29 Principal Cities 

SINGLE-PHASE 

POLYPHASE 

DIRECT-CURRENT 

MOTORS 


For Heatintt. Ventilating and Air Conditioning Equipment 


SINGLE-PHASE MOTORS 


Repulsion-Start Induction 

1/6 to 15 hp, 
all standard 
frequencies 
and voltages; 
sleeve and 
ballbearings; 
open or total- 
ly enclosed; 
horizontal 
and vertiail; rigid, flange, or resilient 
mounted (in smaller ratings). 



Capacitor-Start Induction 



1/6 to 3/4 hp. all 
Standard frequen- 
cies and voltages; 
sleeve and ball 
bearings; dripproof 
and totally en- 
closed; horizontal 
and vertical; rigid, 
resilient and flange 
mounted. 


POLYPHASE MOTORS 
Squirrel-Cage Induction 

Vfl to 400 hp, 2 
and 3 phase, all 
standard fre- 
^ quencies and 

volta^; sleeve 
and ball bear- 
ings; open or 
totally enclosed; 
horizontal and 
vertical. Built in several electrical types. 


Permanent Split-Capacitor 


1/20 to 3/4 hp, 
constant speed, 
two-speed, or ad- 
justable-speed, all 
standard frequen- 
cies and voltages; 
sleeve bearings; 
totally enclosed ; 
round frame with 
rubber rings. 



Shaded-Pole Fan Duty 

1/125, 1/80, 1/40 
and 1/30 hp, 50 or 
60 cycles, 115 or 
230 volts; sleeve 
bearings; totally 
enclosed ; rigid , 
round frame and 
resilient mountings; 
with or without 3-speed regulator. 

DIRECT-CURRENT MOTORS 

1/20 to 3 hp, all 
standard volt- 
ages, sleeve or 
ball bearings, 
dripproof 
frames, rigid 
mounted. Wag- 
ner direct-cur- 
rent motors in 
the 44 frame are shunt-wound, ail others 
are compound wound. 





Write For These Bulletins 

MU-40 — Lists part numbers and prices 
of Wanner motor repair parts, arranged 
for quick reference. 

MU-1S5 — Describes and illustrates 
all types of Wagner motors. 
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/lir System Equipment • venta 


G. C. Breidert Co. 

3129 San Fernando Road, Los Angeles 41, Calif* 

Representatives Located in Principal Cities of the U. S. 


BREIDERT AIR-X-HAUSTERS 

FOR ROOF VENTILATING, VENT FLUES & CHIMNEY TOPS 



Type B 


The Breidert Air-X-Hauster intro- 
duces a new principle in ventilator design. 
Because of the revolutionary, aerodynami- 
cally-corrcct design of the Breidert Air-X- 
Hauster, wind currents striking it from any 
angle are converted into a powerful suction 
force that rapidly exhausts stale air from 
the interior of the house, kitchen or build- 
ing. The Breidert remains stationary, has 
no moving parts. Back-drafts are elimi- 
nated where there is 
no interior negative 
pressure! 


The Breidert 

ventilator offers 
certified capacity 
ratings based on 
tests made with 
windblow^ingata// 
angles (as shown). 

These high capacities were 
certified by Smith, Emery 



Old 

Method 


Breidert 

Method 


proved and 
Co., Pacific 
Coast branch of Pittsburgh Testing Lab- 
oratories. Insist on certified ratings based 
on directional wind tests at various vertical 
angles as shown in considering any venti- 
lator. Breidert Air-X-Hausters were used 
extensively during the war on many types 
of combat and cargo ships, war housing, 
military barracks, and other government 
buildings. They also are widely used on all 
types of factories, commercial buildings, 
and residences. 


For Kitchen Ventilation . . . The Breidert system provides a continuous, silent, 
effective circulation of air that exhausts heat and odors at their source, with no operating 
or maintenance expense. There are no “hang-over” cooking odors because the exhaust 
action of the Breidert is continuous. The neat, compact appearance of the “Type A” 
Breidert especially recommends it for residences. 

For Vent Flue Caps . . . The Breidert does not have the defects of conventional types 
of caps and accessories. It eliminates the necessity for down-draft diverters, with 
accompanying dangers of explosion in case unburned gas accumulates or is blown into 
the room. 

For Chimney Tops ... By stopping all down-drafts (interior negative pressure 
excepted), a Breidert Air-X-Hauster on the chimney absolutely prevents the fireplace 
from smoking and damaging furnishings. It provides positive '*draw** regardless of wind 
direction! 


Write for Fr6e Engineering Data Book . . . contains specifications and installation 
data, certified capacity ratings, etc. Address Dept. HV. 
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Air System Equipment 


Air Vents end 
Roof VentiJetorB 


The Swartwout Company 

18511 Euclid Avenue, Cleveland 12, Ohio 

Representatives in Principal Cities 

Gravity and Powered Industrial Roof Ventilators 


GRAVITY ROOF VENTILATORS POWERED ROOF VENTILATORS 



Swartwout- Dexter Heat Valve 

Continuous opening natural draft venti- 
lator particularly effective for ridge of 
peaked roof, saw-tooth construction or 
skylights; adaptable to flat or slant roofs. 
Air takes but one turn, flows directly up- 
ward. Made in throat opening sizes 4 in., 
6 in., 9 in., 12 in., 15 in., 18 in., 24 in., 30 
in., 36 in. and 42 in. Ten foot lengths 
may be assembled continuously for any 
roof length. Adjustable damper. 



Swartwout AIRMOVER 


A horizontal type multiple heat valve 
featuring exceptionally short air travel, 
built in units 10 ft x 7 ft 0 in. x 32 in. high; 
30 sq ft of opening per unit. Large scale 
ventilation achieved by use of continuous 
runs, or can be used as single units over 
heat concentration centers. Installed on 
curbs of wood, steel or concrete. Can be 
adapted to any type of roof. 


Swartwout AIRJ ECTOR ' 

Streamlined rotary head type roof venti- 
lator using propeller type fan. Curved 
head turns with wind — outlet points away 
from wind to take advantage of suction 
effect. Made in 13 throat sizes, from 12 
in. to 72 in., with wide range of capacity 
ratings. Adaptable to special conditions 
where high temperatures or fumes are a 
problem. Available without fan as a 
rotary gravity unit. 



Swartwout JECT-O-VALVE 


Powerful exhauster of the straight-through 
type, particularly effective over vats, 
furnaces, foundry pouring floors, etc. Air 
stream opens top dampers, which return 
to closed position when fan is off. Com- 
pletely w^thertight in either open or 
closed position. Hinged top section per- 
mits easy access for servicing. Made in 
28 in., 36 in., 40 in., 44 in., and 48 in., 
throat size, in a variety of cfm capacities. 


.Ml of the above made in galvanized steel as standard; can 
be supplied in copper, aluminum, A.P.M. or stainless steel. 

See Sweets Architectural File for further data, or 
send for complete Swartwout catalog, Bulletin 324. 


1093 



Air System Equipment • o'rf/fn" 


Anemostat Corporation of America 

10 East 39th Street, New York 16, N. Y. 

The Anemostat Draftless Aspirating Air-Diffuser 



THE ANEMOSTAT 
PRINCIPLE 

ANEMOSTATS produce unparalleled 
results because of their unique design 
which operate on the following inter- 
dependent principles: 

1. Air expansion within the device, which 
reduces velocity instantly. 

2. True “Aspiration,” which causes room 
air — equal to from 25 to 35 per cent of 
the supply air— to be drawn into the 
device, where it is mixed with the supply 
air. The percentage of aspiration de- 
pends on the type of Anemostat used. 

3. Creation of a multiplicity of air cur- 
rents and counter-currents at low velo- 
cities which cause slow but adequate 
secondary air motion. 

CEILING OR WALL TYPES 

TYPE “AC” ANEMOSTAT is a com- 
bination device for diffusing supply air 
and exhausting room air. It is designed 
to exhaust 75 cfm of room air for every 100 
cfm of supply air. Furthermore, it has an 
aspiration effect of 30 per cent. The 
Type “AC” may be used wdth velocities 
up to 2500 fpm and wherever both supply 
and exhaust are required through the 
same unit. The Type “AC” Anemostat 
should not be used with ceiling heights 
exceeding 16 ft. 


TYPE “AR” ANEMOSTAT is a diffuser 
for supply air only and aspirates a volume 
of rcwm air equal to 35 per cent of the 
supply air. Type “AR” Anemostat is used 
in enclosures where temperatures to be 
f^intamed require a high rate of air 
changes. 


TYPE B” ANEMOSTAT is a diffuser 
for 8ui>p!y air only. It has 35 per cent 
WTOtion. T>^ “B” may be used with 
ydocitles up 4000 fpm ana Is suitable for 
industrial and commercial installations* 
either exposed or con- 
cealed duct work. 


Type*WAnm0^Liikt 


“NO ^ ^ 
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NEW TYPE C-1 Anemostat is an 
adjustable diffuser for positive control of 
heated, cooled, or ventilating air. It may 
be used flush with ceilings or on exposed 
duct work. Any desirable air pattern may 
be obtained by simply turning the regu- 
lating knob. 

An entirely new simplified metho<l of 
installation is employed for the first time 
on this unit. 

Complete technical data available. 


TYPE “HU-3” and TYPE “HU-4” 
ANEMOSTATS are diffusers for the draft- 
less, uniform and economical distribution 
of heat from vertical-discharge Unit Heat- 
ers, Both types provide approximately 25 
per cent aspiration. '‘HIJ’* Anemostats 
offer very little resistance to the air dis- 
charged from the heater. “HU” Anemo- 
stats may be combined with practically all 
sizes and types of vertical-discharge heat- 
ers on the market. 

“HU” Anemostats are efficient and inex- 
pensive diffusers for use also with general 
heating installations. They will function 
equally satisfactorily attached to either 
concealed or exposed hot air ducts. 

• 

TYPE “W” ANEMOSTAT is a diffuser 
of supply air from the wall-outlet. It has 
an aspiration effect of 35 per cent. Exces- 
sive air motion from the floor to well above 
the breathing level is eliminated . • . and 
the temperature differential, both hori- 
zontally and vertically between points in 
the occupied zone, is reduced to a mini- 
mum. The effective diffusion covers an 
area within a radius of 180 F. This result 
cannot be obtained by any other method 
which introduces air from a wall outlet. 


TYPE “NL” ANEMO-LIGHT is a com- 
bination diffuser and a built-in lighting 
unit . . . attractive in app^rance . . . 
efficient in air-diffusing and lighting. 

• 

TYPE ‘‘CSL’’ COVE-LIGHTING COM- 
BINATION is an indirect cove-lighting 
unit with a Type “CSL” Anemostat, 
particularly suitable for use in theatres 
and auditoriums . • . and wherever varied 
and unusual lighting effects are desired. 

• 

PENDANT LIGHTING FIXTURES of 
all types, standard or special, can be 
hung from the center of the ceiling-type 
Anemostat. 



Type *‘C** Anemostat 



Type **CSL** Anemostat 




Type Anemostat 



Type Ammostai 



"NO AIR-GONDITIONING SYSTEM IS BETTER THAN ITS 
AIR-DISTRIBUTION" 
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Air Devices, Inc. 

Air Diffusers • Exhausters • Air Filters 
Filter Holding Frames • Hot Water Generators 


17 East 42nd St. 
J<ew York 17, N. Y. 



Glim 

□ 



Agents in All 
Principal Cities 


AGITAIR DIFFUSERS 



Square or RectanguLur tn Shape 



Type R AGITAIR is the only diffuser 
that offers the higher efficiency of the 
square or rectangular shape in diffusing 
air quietly, draftlessly and with rapid 
temperature equalization throughout any 
shaped room. Its patented construction 
can be assembled into patterns which 
discharge the required amount of air in 
one to four directions. 

Each side delivers a quantity of air 
proportional to the areas served. Thus 
the engineer or architect can select an 
attractive diffuser that fits his design — 
rather than make his design fit the 
diffuser. 



ACOUSTICAL CEILINGS 
An improved, re-styled air diffuser 
known as the AGITAIR Type RTC, 
square or rectangular in shape, especially 
designed for installation in acoustical ceil- 
ings. Made in sizes to comform to 
standard tile dimensions. 



Type CSF 
with Type 
B Damper 


Circular AGITAIRS combine beautiful 
design with finest operating features to give 
rapid temperature equalization and draftless 
diffusion of air Model CSF is quiet, easy to 
install. Pressure losses at minimum. Type 
A diffusers are smaller, weigh less, are 
easy to install. Type CM is for marine 
use. In all sizes for all types of mounting 
and with lighting combinations. Dampers 
are provided where needed. 

The AGITAIR Diffuser Data Bo(^, available to 
architects and engineers, will help you design and 
install air distribution systems. Consult our engineers. 

AGITAIR WIND-ACTUATED 
EXHAUSTERS 

Provide proper ventilation regardless of 
wind direction, and with positive elimina- 
tion of down-draft. Functions at peak 

efficiency at 
average low 
wind veloci- 
ties. Will not 
restrict the 
flow of air or 
gases when 
there is no 
movement of 
outdoor air 
across the 
head. 

Fan-equipped 
units also for 
higher rat- 
ings. BMetin 
EX-lOU 
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Reifiatera 
and Grilles 


The Auer Register Co. 

3608 Payne Avenue, Cleveland 14, Ohio 

Manufacturers of Registers and Grilles for Gravity and Air Conditioning 
Systems; Metal Grilles for Radiator Enclosure, Ventilation, Concealment 


AIR CONDITIONING REGISTERS AND GRILLES 


'I'he Auer line of registers and grilles for 
all warm air heating and air conditioning 
systems is complete and modern, with a 
wide choice of styles for every pur|X)8e. 
Only a few are shown here. For gravity 
systems, the Auer Heat«Rite is a popular, 
streamline model adjustable for up-or- 
down flow. For extra strength, also for 
floor furnaces, use Dura-Bilt Registers 
and intake, with cross-bars set edgewise 
and all joints inter-locked and mortised. 
All Auer models are designed with due 


regard for air capacity, and supplied in all 
standard sizes and finishes. Latest Auer 
Register Book showing entire line sent on 
request. 

Auer flat stamped metal grilles are made 
in many designs, all cizes, for all purposes. 
Furnished in steel (or stainless), aluminum, 
brass, or bronze, and finished in prime 
coat, special finishes or platings. Send us 
your specifications. Ask for special Auer 
Grille Catalog “G,” with full scale details 
and tables of openings and free areas. 



Airo-Flex No. 4432 Register — Multi- 
louvres adjustable up, straight or down. 
Grille bars adjustable for right or left flow. 
Grille to match. 





Airo-FIex No. 7032 Register — Grille 
bars set to direct air downward at 22}^ 
deg, but adjustable for other angles. 
Single louvre. Grille to match. 



S$A — Square Link Grille 


4 A — Moorish OriUe 
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Barber-Colman Company 

Rockford, Illinois 

ENGINEERED AIR DISTRIBUTION OUTLETS 


VENTURI-FLO 
Overhead Air Diffusers 

Venturi-Flo overhead air diffusers have flow charac- 
teristics similar to those of the well known fluid-flow 
measuring device — the Venturi Meter. The relation- 
ship between the neck area of the unit proper and the 
Venturi-Flo throat area is so proportioned as to create 
a slight back pressure in the neck at all times, thereby 
automatically insuring uniform distribution around the 
entire periphery of the unit. 

Three types of overhead diffusers are available, the 
recessed, the surface, and the thermostatically con- 
trolled types. A wide range of sizes permits handling 
air volumes up to 15,000 cfm per unit. Fittings for 
attaching any standard light fixtures to the outlets may 
be obtained for all designs. The surface and recessed 
types can also be furnished as combination supply and 
exhaust units and with adjustable dampers. 

Uni-Flo Grilles and Registers are especially 
designed for air conditioning applications. They are 
engineered and prefabricated with directional flow fins 
for each individual application. Proper air distribution 
is assured and the necessity for adjustment after instal- 
lation obviated. 

Uni -Flo Grilles and Registers can be furnished in a 
variety of shapes and sizes for plain and curved surfaces. 

Registers are similar in construction to grilles but 
with the addition of spring loaded positive closing fan 
or key-operated dampers. 

Electroplated Finishes: Gunmetal, brushed bronze, 
plain zinc, and satin copper; also available in gray prime 
coat and satin aluminum. 

Uni-Flo Air Distribution Accessories: Include 
the Volocitrol and the Airturn. The Airturn is a scienti- 
fically designed and highly efficient air turning member. 
The aero-dynamically correct vanes reduce losses 
caused by eddies, reverse air flow and low pressure areas 
at the turn to a minimum. Airturns arc prefabricated 
and are available in units of one piece construction in 
sizes up to and including 48 in. x 48 in. 

The Volocitrol has been designed to noiselessly pro- 
vide positive and adjustable control of air volume, 
pressure and distribution across a supply outlet. They 
are available in two models, one for use with side wall 
and the other for overhead systems of air distribution. 



Airturn Volocitrdt 



Venturi-Flo-Recessed Type 



Vcnturi^Fio-Surface Type 



Venturt-Flch i HermostatiaUly 
Conlrolted Type 




Uni-Flo Register Construction 



Circular Volocitrd 


SEE OUR COMPLETE CATALOG IN SWEETS 
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Charles Demuth & Sons 

Mineoia, N. Y. 

Air Distributors— Oil-Fired Conditioners 


TThE demuth air distributor is known to the Air Conditioning industry as 
the Distributor with Curved Vertical Vanes. Operates without any special attachments 
or devices. This special design imparts a series of turbulent air streams, resulting in a 
noiseless and positive 360 deg circulation and recirculation of the air — without a draft. 
Turbulent air streams plus an injector principle provides ix>mplete air mixture. 



Type 5 -/. 


Type S 


Special Type 


Furnished in Polished or Satin 

Aluminum, Galvanized iron Stainless Steel 
and Enameled steel, as standard finishes, 
with sizes from 4 to 30 in. 

Features a practical and simple in- 
stallation meth(^. 


Available with lighting fixtures as show n 
in the left photograph. 

All spinning operations required in the 
production of Demuth distributors are 
performed in the manufacturer’s own shop. 



Demuth “Samoyede’’ 

Oil Fired Furnaces 

Heats, humidifies, filters and circulates the 
air. Domestic and Industrial models from 
100,000 Btu to 2,500,000 Btu. Steel welded 
construction of Denjuth patented design. Gun 
type oil burner, high temperature refractory 
combustion chamber. Large heating surface 
providing long flue passage, offers high efficiency 
and fuel economy. 

Quick heating and troublefree performance. 
Enameled finish, with polished aluminum trim. 
All large sizes for industrial use made to order. 


Heavy Duty Industrial Oil 
Fired Forced A ir U nit 
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W. B. CONNOR ENGINEERING CORP. 


114 East 32ncl Street^ 
New Yotk 16, N. Y. 



Representatives in 
All Principal Cities 


In Canada: Douglas Engineering Co., Ltd., Montreal. P. Q. 

KNO-DRAFT Adjustable AIR DIFFUSERS 


KNO-DRAFT Adjustable Air Diffusers insure efficient air distribution, maximum 
secondary air induction, noiseless and draftless diffusion, and uniform temperature 
throughout the occupied zone, regardless of season or ventilation requirements. Every 
KNO-DRAFT unit is easily and quickly adjustable for individual or seasonal require- 
ments. The same KNO-DRAFT Diffuser is equally effective to expel chilled air pgtmlle) 
to the ceiling or eject heated air downward to prevent stratification. 



TYPE KDA FOR SUPPLY AIR— At- 
tractive — light, yet sturdy — for high or 
low ceilings or attachment to exposed ducts. 
Anti-smudge rim prevents streaked ceilings. 
Sizes 4 in. to 36 in. neck diameter for capaci- 
ties from 50 to 15,000 cfm per unit. 



TYPE SRD FOR SUPPLY AND RE- 
TURN AIR — I'o simplify duct work. 
Sizes 6 in. to 24 in. supply-air neck diam- 
eter for supply capacities from 50 to 2,500 
cfm per unit, with central, return neck area 
75 per cent of supply neck area. 


The KNO-DRAFT Diffuser will effectively distribute large volumes of air — pre- 
mixing room and supply air. It permits the use of higher duct velocities — resulting in 
smaller ducts and lower costs. Duct designs are simplified and fewer outlets are required. 
KNO-DRAFT Diffusers are simple in construction, light in weight, and easily installed. 

]^0-DRAFT Diffusers are geometrically proportional, size for size, insuring like 
resistance at like neck velocity for any size — and balanced static pressure throughout 
the system. 

THE TYPE D AIR VOLUME CONTROL is designed for application exclusively to 
KNO-DRAFT ADJUSTABLE CEILING AIR DIFFUSERS. It is furnished already 
assembled within the diffuser and requires neither field assembly nor attachment to 
ducts, angle rings or other external appurtenances. 


Type D Air Volume Con- 
trol is adjusted and tested 
before shipment and ready to 
function when the diffuser is 
installed. 

Its operation is en- 
tirely independent of 
the air direction ad- 
justment which is part 
of all standard KNO- 
DRAFT Air Diffusers. 



Type D Air Volume Con- 
trol complements the func- 
tion of the air diffuser. It 
varies only the quantily, not 
the characteristic of the 
air distribution. With 
it, a series of diffusers 
may be balanced with- 
out affecting the air 
diffusion efficiency. 


With KNO-DRAFT TYPE KD ADJUSTABLE CEILING AIR DIFFUSERS 
the desired air pattern for any room or zone is AT YOUR FINGER TIPS 

KnoVrafi Diffusers are covered by U. S. Patenis Nos, 2,965,867; 2,369,119; 2,432,280 and others pending; 
Canadian Patents Nos, 429,206; 443,295. 
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Register a 
• and Grilles 
Air DiBusera 


APPEARANCE 

The KNO-DRAFT Adjustable Air Diffuser 
lends itself well to any architectural or indus- 
trial requirement. Its simple, unobtrusive 
appearance and functional design make it an 
attractive air conditioning accessory in any 
commercial or manufacturing area. 

UTILITY 

An air diffuser is the sole “point of contact’* 
between the conditioning system and the people 
it serves. If the diffuser is not adjustable after 
installation everything about that “point of 
contact” must be decided in advance. I'his 
can imf)ose an often difficult, and always unfair, 
limitation on the designer. Air diffusion, 
especially in a room not yet built, can be a 
hazardous element to predict with complete 
accuracy. Air movement requirements, in a 
structure already built, may sometimes change 
with relocation of heat-producing equipmentt 
people, or partitions. The advantage of ad- 
justment after installation offers a new approach 
to this phase of the system design problem. 
With KNO-DRAF7' Adjustable Air Diffusers, 
the behavior pattern of an air distribution 
system can, within fairly wide limits, be con- 
trolled, hence altered, after installation. 

ECONOMY 

The econom>- of the KNO-DRAP'T .Adjust- 
able Air Diffuser is a combination of three 
distinct economies, each contributing an added 
control over costs. 

INSTALLATION Ihe self-containe<l re- 

movable inner assembh can reduce installation 
time by as much as 50 ix?r cent. Where ceilings 
already exist the outer cone is attached to duct 
or collar quickly and easily, 

BALANCING A minimum of time and 
effort is required to balance a KNO-DRAFT 
air distribution system. The single annular air 
stream f)erniits immediate and accurate velo- 
meter reading. Desired air supply ratios may 
be rapidly obtained by adjusting the volume 
control dampers. 

ADJUSTMENT — By simply raising or 
lowering the inner cone the diffuser is adjusted 
for any direction of air discharge from vertical 
to horizontal. By adjusting the volume control 
damper the air supply may be increased or de- 
creased at will at individual points or zones. 

NEW CATALOG AND 
HANDBOOK -- This new 
catalog contains in one com- 
plete and concise manual all 
the data necessary for the 
proper selection of air diffu- 
sers. Much information on air 
diffusion in genera] is in- 
cluded. fVrite for Bulletin 
K-W. 




1 1S ST ALL AT ION — Removable self-contained 
inner assembly cuts installation time and costs. 



AIR DIRECTION ADJUSTMENT— Raising 
or lou'ering inner assembly provides any air 
direction angle — after installation. 



BALANCING — Single air stream allows direct 
velometer reading of wdume immediately. 



AiR VOLUME ADJUSTMENT— Twist of 
wrist regulates air volume instantly after install 
lotion. 


{See pages lOBO and lOBi for data on DO REX Air Recovery Equipment) 
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Hart & Cooley Manufacturing Co. 

Eatabllshed 1901 

Air Conditioning Registers and Grilles - Warm Air Registers 
Damper Regulators - Furnace Regulators - Pulleys - Chain 

Holland, Mich. 


NO. 75 DESIGN— FLEXIBLE FIN TYPE with TURNING BLADE VALVE to 
provide DOUBLE DEFLECTION. Also without Valve as Grille or Intake 



CONTROL OF AIR FLOW IN TWO PLANES 




Instant Adjustment of Air Flow 
(Up, Straight or Down) 

Is obtained by turning the regulator on the register face 
to the proper setting with a key furnished with each register. 
When the valve is opened, as shown at the left, the individual 
valve louvres automatically stop in position to provide the 
proper mr flow (Fig. 1) for cooling systems to avoid 
o\ f *^\*^^^* ventilating systems; I>own 

(rig. 3) for heating systems to prevent stratification. When 
the valve is closed, as shown at the left below, it completely 
stops the flow of air. 

Air Flow Can be Quickly Adjusted Sideways 

No. 75 Design has a flexible fin-type face. Each fin may 
be twisted individually with a wrencn furnished, to provide 
any desired sideway deflection of air flow. 

Greatly Reduced Turbulence and Resistance 

Figs. 1, 2, and 3 show the air flow with No. 76 Design; 
Fig. 4, with the conventional register. Compare the turou- 
lence in the stackhead of the latter with the smooth flow 
obtained with No. 75 Design. 



1102 








Hart & Cooley Manufacturing Co. Air System Eiguipment • 



]'elocities with No. 75 Design Velocities with Conventional Register 

EVEN DISTRIBUTION OF AIR OVER ENTIRE FACE 

The turning blade valve distributes the air evenly with a uniform velocity over the 
entire face, as shown in Figs. 1 , 2, and 3 on the preceding page. Note how the air rushes 
through the upper part of the face with a conventional register, as shown in Fig. 4. 
Since the entire face of No. 75 Design register is utilized for discharge of air, smaller and 
in some cases fewer registers can be used without causing excessive velocities. 

Prevention of Streaked CeiUngs—With either UI\ STRAIGHT, OR DOWN 
deflections the air does not strike the ceiling immediately in front of the register; streaked 
ceilings are thus avoided. ^ 

Excellent Concealment of Duct — The depth and close spacing of the vertical bars, 
combined with the valve, provide almost complete concealment of the duct, adding 
considerably to the pleasing appearance of the register face. 

Special Settings — No. 75 Design functions equally well when located at the end of a 
horizontal duct or. by installing it upside down, when the air is delivered to it from above. 


AVAILABLE IN FOUR TYPES 



With Turning Blade Valve — No. 751 Register (Left) has Sponge Rubber Gasket 
and ^16 in. turndown. No. 754 Register (Right) is similar exc^t has in. projection 
and is furnished without gasket. 



Without Valve — No. 750 Grille (Left) has in. turndown. No. 757 Intake (Right) 

has in. projection 


■ FOUR TYPES OF INSTALLATION FRAMES 

AVAILABLE 

No. 76 Design items can be used with or without 
installation frames. No. 3 Sidewall Stud Frame (illus* 
trated), fastens directly to stud, forming a solid, 
streak-proof foundation for register. No. 8 Frame is 
similar for baseboard use. No. 5 Baseboard Stadc 
Ftame provides inemnsive, stioak-proof installation. 
No. 2 Band Iron Frame provides for connecting 
register to stackhead. 

CATALOG 48 showing the complete H & C line, available upon request. 
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Hendrick Manufacturing Company 

48 Dundaff Street, Garbondale, Pa. 

Sales offices In principal cities — consult telephone directories 

Hendrick Bulators; Hendrick Perforated Metal Grilles; Hendrick Mitco 
Open Steel Flooring, Armorgrids, Shur-Site Treads 


HENDRICK BULATOR* 

Recently developed by Hendrick, and 
tested at the Case Institute of Technology, 
Cleveland, the Bulator* Grille meets every 
requirement of architect and engineer for 
attractive appearance with proper air 
throw and spread. 

Hendrick Bulator* is a practicable 
combination of an ornamental grille and a 
deflecting vane grille. The architect may 
select from a wide variety of Hendrick 
ornamental metal grilles a design that 
harmonizes with the decorative motif. 
Properly placed behind the ornamental 
grille, the deflecting vanes of the Bulator 
give the air throw and spread specified by 
the engineer. But the deflecting vanes are 
not noticeable behind the grille; only the 
decorative grille catching the eye. 

The deflecting vanes are so constructed 
that the air flow can be deflected to right 



Photograph taken with deflecting vanes less than an 
inch behind grille, shows that vanes are not noticeable. 



Vertical deflecting vanes, showing how the vanes may 
be set to produce any desired air stream pattern. 


or left, up or down, or in a combination of 
directions, 

I'he tests made under the direction of 
Prof. G. L. Tuve, at the Case Institute of 
Technology, Cleveland, show that cor- 
rectly designed ornamental metal grilles, 
properly mounted in front of the deflecting 
vanes, have little effect on the air stream 
pattern and air throw. 

Using a 24 in. wide by 8 in. high com- 
bination of control louvers, vertical de- 
flecting vanes, and a metal grille with 65 
per cent open area, the test showed the 
following resistance pressure in inches of 
water: 

Cubic feet of air per minute 
400 600 800 1000 1200 

with grille attached 
0.03^ 0.08^ 0.13^ 0.2r 0.29^ 

with grille removed 
0.02* 0.05* 0.09* 0.14* 0.20* 

Total throw of air stream, feet 
5.5' 8.2' 10.9' 13.6' 16.4' 

The report states: "In the series of 
tests, we found that at a given air volume 
the presence or absence of the ‘Mosaic' 
(pattern) grille made very little difference 
on either the air stream pattern or the 
throw, but the resistance was changed by 
the presence of the grille, as shown by the 
table," 

Hendrick's engineering department will 
be glad to cooperate with architects and 
engineers in the selection and installation 
of Bulator Grilles, incorporating any type 
of control desired. 


♦Beauty -f Ventilator 
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HENDRICK PERFORATED 
METAL GRILLES 

Hendrick decorative grilles are furnished 
in over a hundred patterns, and in a wide 
variety of overall dimensions, bar sizes, 
and number and size of perforations. 

Many exclusive Hendrick designs, 
originally produced to meet an architect’s 
specifications for some particular project, 
are now available as standard numbers, 
and facilities for making special designs to 
specifications make the Hendrick service 
even more complete. The wide range of 
patterns permits the choice of a grille that 
will harmonize with an}’ style of architec- 
tural design or periotl construction. 



Arfiliu—dJ per cent Area 


Grilles are fabricated in heavy-gauge 
aluminum, bronze, copper, Monel, steel, 
stainless steel, and other commercially 
rolled metals. With ample open areas and 
accurate sizes, Hendrick grilles are charac- 
terized by clean-cut jjerforations, fine 
finish, and freedom from l)urrs and other 
imperfections. 



M-.Vo. M — 57 Per cetU Open Area 



M-No. 9 — 6T per cent Open Area 


They are easy to install, and always lie 
flat because of a special flattening opera- 
tion in their manufacture. 



Argive — W per cent Open Area 



La Crosse — 55 per cent Open Area 


AIR CONDITIONING 
GRILLES AND REGISTERS 

Hendrick air conditioning grilles and 
registers for directed air flow are made in 
various meshes, the standard having in, 
oi)ening between face bars. All types are 
furnished with either horizontal or vertical 
directional bars. 

The standard mesh can either be fur- 
nished with grille bars permanently set at 
the factory for straight or directional air 
flow, or furnished so that the grille bars 
may be individually adjusted on the job to 
direct air flow to any desired degree. 



( Front View 


Rear Vieiv 




iimitiiimtii 

llitiifititilkksi 
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Etablissements NEU 

47 rue Fourier — Lille 

Nord France 




Vega 


Any of the three 
following functions 
may be obtained 
with Vega venti- 
lation outlet, 
invented by J. 
Fourtier: 

— delivery of a 
direct air vein, 

— diffusion of the delivered air, 

— no delivery at all. 

An adjustable device, formed by 4 semi- 
circular blades set in a circular opening, 
may change the direction and the diffusion 
of air delivered by the ventilation outlet. 

The Vc^a ventilation outlet is of a very 
reduced size, because the adjustable device 
is placed in the delivered air vein. Of very 
light weight, it is easily fitted up; it can be 
placed on a receiver supporting one or 
^veral devices, or on the ventilation duct 
itself, either vertical or horizontal. Its 
working is simple and rapid. 

The various working settings and the 
numerous applications of this ventilation 
outlet place the Vega on a universal 
standard. 

Direct vein 


Ventilation outlet 

Patent Applied for No. 065, (i89 

Main Dimensions 





V 


Type No. 

Nomina) 

Capacity 

cfm 

A 

mm 

B 

mm 

C 

mm 

D 

mm 

AIRPLANE A 1 

20 

37.5 

80 

1 70 

10 

A2 

30 

45 

80 

70 

10 

A3 

40 

53 

80 

! 70 

10 

NAVY Ml 

60 

65 

132 

! 116 

17 

M2 

90 

75 

132 

116 

17 

M3 

135 

90 

iiL 

116 

17 


The special design and fitting of the de- 
vice enable the quick adjustment of any 
outlet from one number to another. 

Vega ventilation outlet is made of cast 
metal or cast material; its finish is made to 
suit all applications and to be in harmony 
with any kind of decoration. 
Performance curves of Vega Airplane and Navy types Diffusion 









Air System Equipment • 


The Independent Register Co. 

Established 1898 

3747 East 93rd Street, Cleveland, Ohio 

AIR CONDITIONING REGISTERS AND GRILLES 



Rear View 

Showing Adjustable Deflecting Vanes 


No, 321A Grille with Deflecting Vanes — With vertical grille bars and horizontal de- 
flecting vanes. The grille bars may be individually adjusted to direct air flows to right 
or left; and the vanes are made individually adjustable to deflect air flows up or down. 


' r 1 'i' i ^ 'i' ^ 

k ii !AUA .t .in,^ ■< 

W 1 ^ * ' T "i '^ • * *' *^ *1 ^ 1 

l 8 t T J; 1 1 1 1 i' i( 


^ n 1 ‘ 1 M 


^ ".in ni { 1 H I i 1 1 1 


H 1^)11) kl 1 t M M t M 1 

(•i'4 1 ; L' : n 1 

rtif, * ' ' y; > V V. J 



No. 238 Wrought Steel — 4- way adjust- 
able direction of air flow. Flexible vertical 
grille bars, multiple valves. 



No, 139 Wrought Steel — Flexible hori- 
zontal grille bars, bendable for up, down 
or straight air flow. Single valves. 


Independent No- Vision Grilles — No. 1312 for Doors, Walls and Partitions 


The grille bars are “V” 
shaped; it is impossible to 
see through the grille from 
any viewpoint. 





No. 1312R— With 
overlapping rim 5^ in. 
wide, on all four sides. 

No, 1312C— With 
grille core only, in- 
stalled with moulding. 


R 
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Air System Equipment 


Outlets and Grilles 


The Pyle-National Company 

1334-58 North Kostner Avenue, Chicago 51, Illinois 

Representatives In Principal Cities 


Manufacturers of 

MULTI-VENT 

Panels 

for Heating • Ventilating • Air Conditioning 



Control Plate 


Valve 


Distribution Plate 


llyf ULTI-VENT Panels are used for the even distribution of warm, cool or fresh air 
within room spaces. The control plate frame is inserted in the overhead duct at 
the ceiling. The orificed adjustable air valve provides absolute displacement of static 
head, and may be set for varying quantities of air to enter the conditioned space, and 
at varying velocities or speed of entry, producing the comfort zone rate of air motion 
and degree of temperature desired by the occupant (provided the system includes the 
required auxiliaries). The perforated distribution plate, of large area, located in the 
ceiling, accomplishes a wide, gentle, uniform spread and dilution of the conditioned air 
and simultaneously provides panel heating or cooling. When used with the other 
correct auxiliaries Multi-Vent results in uniform temperatures and comfort. 


Application data will be furnished on request 
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Air System Equipment • qMIU"* 


REGISTER & GRILLE MFG. CO. 

Incorpoimted 

70 Berry Street, Brooklyn 11, N. Y. 

Headquarters for all types of Registers and Grilles 

RESIDENTIAL AND COMMERCIAL 


DOUBLE CORE REGISTERS 
AND GRILLES 




V T. # .T M r.i r f 

5- W ^5- «'■ «S' ^ CTK “Zf !&!«■ r . «" ■?», 

'■ (S; s* tiv m.: A”) «« m » ■•:?%} *■! «;.» i®- » m: 




it. ^ ^ ^ ^r. ' I 

f ^ ^ I Z: ■S'^v *> ’•^' J'* •' V r. - 

l % ^ IZ Z" tf T, % :fl 

p V:,' try-;: ,iiys :,- , -v„\ ■,>. , ■>,: y; .v^- ;;i 

t I J i ^v: 'v^ • i -'j 1 

'^■U n t ^ P, -r -:,: .V' :v. '=:. i. 


Designed only for high ■■■■■■■■■■■■■■■■■■■■■■■ 

grade work where appear- , ^ ... 

ance and performance arc ^<y’‘ efo-s, x-Jiay AdjusiabU Drflta,on 

the first consideration. 


When used as a grille only, style 620 gives complete control of directional throw, and, 
when fitted with one of our many types of shutter, permits control of volume as well. 
Can also be had with outside adjustable bars running horizontally (Style 610). 


FOUR- WAY ADJUSTABLE DEFLECTION 



J ///^// //// iiji i\\^ \ \^\\^\ L. 

Style 90 Grille and HMV dejlecting vanes 

Front bars vertically adjustable, rear vanes 
horizontally adjustable; or Front bars hori- 
zontally adjustable, rear vanes vertically ad- 
justable. 


TWO-WAY 

ADJUSTABLE DEFLECTION 


niiiiiinniiiiiiiniii: 

iiiiiiiiiiiiiiiiiiiitiiii 

l!l!ll!{{|||||||||||{|||i 

iiiiniiiiiiiiiiiitiiiit' 


Use No. 20 Grille for adjustable 
right and left deflection. Style 
10 has horizontal adjustable bars 
for up and down deflection. 


Ask for our cataloit which shows other types of air controls; also 81 different Stamped 
Metal designs and over 108 designs in Cast Metals— Iron, Brass or Bronse. 
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Air System Equipment • ol^fun" 



Engineered Products 
for Residential, Com- 
mercial and Institu- 
tional Air C<ondition- 
ing. Heating, Venti- 
lating 


NEW BRITAIN, CONNECTICUT 


AEROFUSE 

DilSuser 

and 

Damper 



The satisfactory, efficient performance 
of an air conditioning installation depends 
largely upon the design of the units which 
provide distribution. The combination of 
Tuttle & Bailey Aerofuse Diffusers and 
Dampers specified at the vital paint of air 
delivery assures that this much of the 
system will do the job it is intended to do 
. . . provide the proper amount of supply 
air, delivered as you want it, where you 
want it, evenly distributed and without 
drafts. 

Aerofuse Diffuser — Five standard 
types in a range of sizes — plus special 
adaptations for specific applications — 
means meeting the requirements of every 
air conditioning, heating or ventilating 
installation regardless of type or size of 


building. Rigid, one-piece construction 
facilitates installation . . , attractive 
appearance assures a design that will har- 
monize with any style interior. 

Aerofuse Damper No. 4 — An improved 
multi-louvre damper with exclusive de- 
signed-in features that provide positive 
volume control. Adds real efficiency w^hen 
installed w ith Aerofuse Diffusers. Minute 
adjustment of volume for accurately 
balanced system ... multi-louvres divide 
supply stream, mean uniform distribution 
over diffuser, minimum turbulence and 
quiet operation. In open position, damper 
provides effective area greater than that 
of corresponding size diffuser . . . closed, it 
assures 100 percent shut-off. Tamperproof, 
louvres may be locked in any position. 
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Tuttle & Bailey 


Air System Elquipment 


R^AiatetB 

Grilha 


Tri-Flex 


SUPPLY AIR GRILLES AND REGISTERS 


26 Standard Sizes for Quick Specifying, Easy Installation 



T60 Grille — Full control of air deflec- 
tion in horizontal plane. Individually 
adjustable bars, pivoted at front assure 
alignment regardless of setting. 


T64 Double Deflection Grille — Com- 
bines T60 and deflector unit. Individually 
adjustable face bars and deflector blades, 

AEROVANE RETURN AIR 

T70-T8fl Return Air Grille— Hori- 
zontal bars (T70) set for straight flow or 
22 deg upward or downward deflection. 
Vertical bars (T80) set for straight flow. 


T62 Multi-Shutter Register — Multi- 
Shutter unit attached to T60 Grille. Hori- 
zontal damper blades interlock when 
closed, eliminate air leakage. Lever or 
key operator. 

T642 Double Deflection Multi- 
Shutter Register — Combines grille, de- 
flector unit, multi-shutter damper. Pro- 
vides 4-way air control. Face bars and 
deflector blades individually adjustable. 
Damper blades lever or key operated. 


GRILLES AND REGISTERS 

T72-T82 Return Air Register — Com- 
bines Aerovane Grille and multi-shutter 
unit as used with Tri-Flex supply register. 
Same bar settings as T70 or T80. 


For detailed engineering data, write 
Tuttle & Bailey, New Britain, Conn. 
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Air System EquipmerU • 


United States Register Company 

General Offices: Battle Creek, Mich., U.S.A. 

Branches: Minneapolis, Minn., Kansas City, Mo., Albany, N. Y. 

Air Conditioning Registers,*! Vents and Grilles 



No. 153 — Single-Valve Air Con- 
ditioning Register-Bars 3 <a io. deep 
— Spaced 4 openings to the inch 
affords Non-Vision. Can be sup- 
plied in Directional Flow in either 
Horizontal or Vertical Bar Styles. 
Can be furnished with all styles of 
Setting Frames. 


No. 249 — Multiple- Valve Air Con- 
ditioning Register. Gives complete Air 
Control. Vertical Front bars — Key-pin 
adjusted to provide 45 deg Right and 
Left or Two-way Side Flow. Lever 
operated Horizontal Back-valves give 
from Full Closed to any degree of Up- 
flow and to 45 deg Down-flow. FULL 
FACE COVERAGE. Can be supplied 
with any style of Setting Frame. Fits 
all Stack Heads of Standard Size 
Dimensions. 


llttlllfllltllHBIIIIIMlillMin 1 
itMtiiliitKdiiiiiiilliMin 



No. 256 — Multiple- Valve Flex-bar-Air 
Conditioning Register. Vertical Front 
Bars set 22 deg Right and Left. Side 
Flow Deflection attained by setting of 
Grille Bars with bending wrench to 
accommodate room condition. Back- 
valves give same Up and Down control 
of air now^ as No. 249 above. FULL 
FACE COVERAGE. Can be supplietl 
with any style of Setting Frame. Fits 
all Stack Heads of Standard Size 
Dimensions. 


All of above Styles can be supplied 
with either Lever or Individually ad- 
justed Multiple Valves or Louvers. 
i,e, 177VVI — V^ertical Valves Indi- 
vidually adjusted. 145V\^L — Lever 
operated V'^ertical V^alves. 

Grilles and V^ents in Matching de- 
signs are available. 

For Complete Information Write 
for Latest Catalogs with Engineer* . t vt * 

ingData. No. 153- VVL Horizontal Bar Non-Vision 

Design-Vertical lever operated rear valves, 

% 

Complete Gravity and Air Conditioning Register, as well as Fitting Catalogs 

furnished on request. 
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Air System Equipment • Air Flow RoAuJator* 


Young Regulator Company 

5209 Euclid Avenue, Cleveland 3, Ohio 

DAMPER REGULATORS; REMOTE CONTROLS; 
VOLUME CONTROL GRILLES; DAMPERS 

Manually and Automatically Controlled 

Sales Representatives in Principal Cities 


Young Regulators meet practically every condition where damper regulators are 
required for controlling air volume. 

No. 1 A-- For installation in finished wall. Mav be locked in position. 

No. 301 A and 201 A For imbedding in plaster. Cover plate flush with finished wall. 
No. 403 A For mounting on duct lever adjustment. May be locked in position. Sizes 
Kfi and in. 

No. 401 A "For mounting on duct. Key adjustment. May be locked. Sizes J 4 , 
and \ in. 

No. 900 A I or o[)erating a splitter damjjer or deflecting vanes. 

No. 656 “-Knd bearing provides a bearing for the damper rod at side away from 
regulator. 




No. 401 A 




No. 666 


Young Remote Control and Dampers. 

No. 700 A — For remote control of one or more dampers at distances up to 250 ft or more. 
No. 704 — Corner pulley eliminates friction on long rung or where there are many turns. 
No. 915 — Volume control grille gives equal distribution of air over entire grille and 
directional flow. 

No. 815 — Relief damper controls temperature in individual rooms. Remote bulb 

thermostat regulates dampers to give desired temperature in each room. 



No. 700 A 


No. 704 



No, 016 No. 816 
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Air System Equipment 


Sheet Metal and 
Tubular Produota 


The American Rolling Mill Company 

Executive Offices, Middletown, Ohio 


Atlanta 3, Ga., 1437 Citiicns k Southern Natl. Bank Bldg. 

Baltdiork 13, Md 3400 E. Chase St. 

Bsrxbijct 2, Calif Seventh and Parker Streets 

Boston 16, Mass 439 Park Square Bldg. 

Bittfalo 2, N. Y. 504 Seventeen Court St. Bldg. 

Chattanooga 2, T*nn 409 Chattanooga Bank BWg. 

Chicago 4, III. 310 S. Michigan Ave. ^ 

Cincinnati 8, Ohio..24 Cooper Bldt, Hyde Park \ 

Cleveland 15, Ohio 1516-20 B. F. Keith Bldg. \ 

Columbus 15, Ohio „....724 Atlas Bldg. ‘ 

Dallas 1, Texar 2112 Tower Petroleum Bldg. 

Datton 2, Ohio 1802 Mutual Home Bldg. 

Detroit 2, Mich 5-261 General Motors Bldg. 

Houston 2, Texas.. „1640 Commerce Bl^. 



Indunapolis 4, Ind..- 800 Fletcher Trust Bldg. 

Kansas City 3, Mo 7100 Roberts St. 

Los Angeles 15, Calif 329 Petroleum Bldg. 

Louisville 2, Ky 1582 Starks Bldg. 

Milwaukee 2, Wi8...627 First Wisconsin Natl. Bank Bldg. 

Minneapolis 1 , Minn 919 Metropolitan Life Bldg. 

New York 5, N. Y 120 Broadway 

J Philadblphu 7, Pa 1808 Lincoln-Liberty Bldg, 

w Pittsburgh 22, Pa 1627 Henry W. Oliver Bldg. 

Richmond 19, Va.,1308 State Planters’ Bank Bldg. 

St. Louis 1, Mo 817 Ambassador Bldg. 

South Bend 21, Tnd 3202 W. Sample St. 

Tulsa 3, Okla 501 Mayo Bldg. 


Choose the Correct Armco Grade 

There is a grade of Armco sheet steel especially suited to every air conditioning appli- 
cation. For detailed information get in touch with the nearest district ofhee or write 
direct to The American Rolling Mill Company, 390 Curtis St., Middletown, Ohio. 


Armco Ingot Iron 

(Galvanized) 


Ducts 

Washer Chambers 
Plenum Chambers 
Steam Line Casings 
Spray Towers 
Drip Pans 
Housings 
Machine Guards 
Unit Conditioners 
Roof Ventilators 
Eliminator Blades 


Armco PAINTGRIP 

(Galvanized) 

A special mill-Bonderfzed galvanized 
sheet that can be painted without pre- 
treatment. Preserves life and beauty of 
paint and enamel. 

Armco Cold Rolled Paintgrip: A zinc- 
hashed sheet with a special miil-Bonderized 
surface that takes and holds paint. 


Hot Rolled 

(Sheets and Strip) 
Fan Blades 
Blower Casings 
Fuel Oil Tanks 
Unit Conditioners 
Stoker Hoppers 


Armco ZINCGRIP 

A special zinc-coated sheet that can be 
severely formed without peeling or flaking 
of the tightly adherent zinc coating. Also 
available with a mill-Bonderized finish for 
immediate painting. 

Cold Rolled 

(Sheets and Strip) 

Furnace Casings 
Room Unit Casings 

Plates 

(Armco ingot iron) 

Smoke Stacks 
Coal Hoppers 
Breeching 

Unfired Pressure Vessels 
Low-fired Boilers 
Tanks 

Stainless Steel 

(Sheets, Strip, Bars, Wire and Plates) 

Oil Burner Nozzles 
Worm Gears for Stokers 
Combustion Chambers 
Heat Flues and Tubes 
Humidifier Pans 
Pre-heaters 

Furnace Parts and Supports 
Fan and Blower Blades 
Spring Wire 
Welded Wire Fabric 

Special grades have excellent resistance 
to destructive heat-scaling up to 2000®F. 


Armco ALUMINIZED Steel 

An aluminum-coated sheet steel wi^ exceptional resistance to heat and corrosion. 
Resists heat discoloration up to approximately 900® F, and will withstand heat scaling at 
even higher temperatures. Also otters exceptional heat reflectivity where this is desiraole. 
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Air System Equipment • shnt Matau 


United States Steel Corporation Subsidiaries 

Carnegie- Illinois Steel Corporation, Pittsburgh and Chicago 
Columbia Steel Company, San Francisco 
Tennessee Coal, Iron &. Railroad Company, Birmingham 
United States Steel Export Company, New York 

District OfRces In all Principal Cities 



U S S COPPER STEEL 

For Superior Rust Resistance at Low Cost 


Corrosion resistance and cost are two 
determining factors of the type of metal to 
be used for various air-conditioning jobs. 

Copper Steel has 2 to 3 times the atmos- 
pheric corrosion resistance of plain steel or 
ure iron as shown in the results of un- 
iased tests made at Pittsburgh, Ft. 
Sheridan and Annapolis by the American 
Society for Testing Materials. 

The cost of U*S S Copper Steel is less 
than that of pure iron or copper-bearing 
pure iron and only slightly more than plain 
steel. Thus there often is a dividend of 
200 per cent to 300 i>er cent longer life and 
a saving in the hrst cost as well. 

When galvanized, U*S*S Copper Steel 
produces a sheet that is rust resistant ail 
the way through — not just on the surface. 
It should be used for all ducts carrying 
humidified air or placed in damp locations 
such as basements, shower rooms, etc. 

USS PAINTBOND 

U’S’S PaintBond should be used 
whenever galvanized steel is to be painted. 
This special Bonderized sheet can be 
painted immediately, offers a much better 
surface for painting, lessens danger of the 
paint flaking and retards corrosion. It is 
used for ductwork, furnace housings and 
outdoor metal work. 

Send far our PaintBond hooklet, 

U S S GALVANNEALED 

U*S*S Galvannealed has a tight, 
matte-surface zinc coating that withstands 
severe formine operations without peeling 
or cracking. Suitable for immediate paint- 
ing without aging or other surface prepa- 
ration. 


HERE'S THE PROOF! 
UNCOATED COPPER STEEL 
91% SOUND AFTER 21 YRS. 



Corrosion test of A.S.T.M. on gage black sheets 
exposed at Annapolis, Md.. October, 1916. The cop^ 
per steel sheets outlasted all others in the test. 

USS DUL-KOTE 

U’S*S Dul-Kote is a specially treated 
non-spangled galvanized sheet which also 
can be painted immediately without aging 
or otherwise preparing the surface. It is 
available in the South and in the West. 

Send for our Dul-Kote booklet. 

OTHER U S S PRODUCTS 
INCLUDE: 

Black Sheets — All grades, hot rolled, 
cold rolled in a number of different 
finishes. 

Stainless — Heat resisting steel for 
various uses where temperatures are high 
and corrosion severe. 

Cor-Ten — High strength steel — greater 
strength, pea ter atmospheric corrosion 
resistance for smokestacks, hoods, etc. 
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Bends, Coils, Fittings • Expansion Joints 


E. B. Badger & Sons Co. 

DESIGNERS • ENGINEERS • CONSTRUCTORS • MANUFACTURERS 

Nbw York 18. N. Y. Cambridc;e 41. Mass. 

500 Fifth Avenue 260 Bent Street 

Agents in Principal Cities 


PRODUCTS AND SERVICES 

BADGER “PACKLESS’’ CORRUGATED EXPANSION JOINTS 

Engineers and Manufacturers of Chemical, Petro- Chemical and Petroleum 
Refining Equipment; Process Engineers, Designers and Constructors of 
Complete Plants. 


BADGER “PACKLESS’’ CORRUGATED EXPANSION JOINTS 


Protect equipment; eliminate costly 
shutnjowns; prevent loss of materials 
flowing through pipe lines. The Badger 
“Packless” Corrugated type of expansion 
joint has been used for many years to 


relieve stresses, absorb vibrations between 
connected equipment, and compensate for 
changes in pipe lines due to temperature 
differentials. 


BACKED BY FIFTY YEARS OF EXPERIENCE 


Badger engineers pioneered the cor- 
rugated “packless” joint and brought it 
to its present high state of dependability 
and usefulness. To meet the increasingly 


severe conditions in industry, the more 
recent developments are included in the 
following brief descriptions. 




Badger Non-EiiiMaisIng '‘PackiM** Cot* 
legated ExpanikMi Joint, Slngl# Corrugacloti. 
Alto madt in multipk cormgatioH and sptemikapat. 
Bnliain No. MOO, 
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E. B. Badger & Sons Co. 


Bends, Coils, Fillings • Expansion Joints 


FLANGED AND WELDING ENDS. 
Badger “ Packless ” Corrugated Expansion 
Joints can be furnished with either flanged 
or welding ends. 


INSTALLATION, OPERATING, 

m^*Packle88** — Since this type of ex- 
pansion joint is made from a single tube ^ 
no packing is required — hence no servicing. 
This is particularly advantageous in under- 
ground installations, because the expense 
of manholes and tunnels can be eliminated. 

• Flexible — This type of joint is readily 
flexed, thus reducing to a minimum the 
thrust on adjacent equipment or fittings. 

• Wide Range of Traver8€8 — By varying 
the number of corrugations, the Badger 
“Packless*’ Corrugated Expansion Joint 
can be made to take care of traverses 


TELESCOPING SLEEVES. Badger 
“Packless** Corrugated Expansion Joints 
can be furnished with telescoping sleeves 
if required. 


MAINTENANCE ECONOMIES 

ranging from small fractions of an inch up 
to any practical limit. 

• Wide Range of Pre88ure8 — Standard 
joints are constructed for normal operating 
pressures; special joints for higher pres- 
sures. 

• Compactne88 — Outside diameter of 
Badger “ Packless*’ Corrugated Expansion 
Joint is a*>out that of a flanged fitting. 

• Eaee of Inetallation — The Badger 
“Packless** Corrugated Expansion Joint 
is as easily installed as any fitting. 


COPPER AND STAINLESS STEEL. 
Badger “ Packless’* Corrugated Expansion 
Joints are made in self-equalizing or non- 
equalizing types; and are made of copper, 
stainless steel, or other metals to meet 
varying conditions w^ith respect to tem- 
perature, pressure and corrosion. 


HEAT TREATMENT. Every Badger 
“ Packless’’ Corrugated Expansion Joint 
is scientifically heat-treated during the 
process of manufacture to remove forming 
stresses. This Badger proeess increases 
resistance to flexing stresses, lengthening 
the life of joint. 


DIRECTED FLEXING— SELF-EOUALIZING 

This feature, exclusive with Badger 
“ Packless*' Corrugated Expansion Joints, 
greatly lengthens the life of the corrugated 
type of exmnsion joint. Through Self- 
equalizing Kings, the flexing movement is 


not only limited but is progressively con- 
trolled throughout the movement. Flexing 
stresses are kept distributed. 



Bends, Coils, Fittings 


Hot Water and 
Industrial Piping 


GRINNELL COMPANY. 

Heating, Industrial and Power Plant Piping, Fittings, Hangers, 
Valves, Pipe Bending, Welding, Piping Supplies, Etc. 

Executive Offices: Providence 1, R. L 


Albant 7, N. Y. 

Atlanta 2, Ga.. (Plant and Foundry) 
Baltimore 2, Mn. 

Boston 9, Mass. 

Butfalo 2, N. Y. 

C^RLOTTE 1, N. C. (Branch) 
Cbicago 9, III. (Branch) 

Cincinnati 2, Ohio 
Cleveland 14, Ohio (Branch) 
Columbia, Penna. (Plant) 


Offices, Plants and Branches 

Columbus 15, .Ohio 

Cranston 7, R.1 (Plant and Foundry) 

Dallas 1. Texas (Branch) 

Detroit 26, Mich. 

Houston 1 . Texas 

Kansas City 16, Mo (Branch) 

Memphis 3, Tenn. 

Milwaueeb 3. Wis. (Branch) 
Minneapolis 15, Minn. (Branch) 
Newark 2, N. J. 


New Orleans 13. La. 

New York 17, N. Y. 

Philadelphia 34. Penna. (Branch) 
Pittsburgh 22, Penna. 

Providencb 1. R, I. (Plant and Foundry) 
Richmond 19, Va 
Rochester 4, N. Y. 

St. Louis 10. Mo. (Branch) 

St. Paul 2, Minn. (Branch) 

Warren, Ohio (Plant and Foundry) 


GRINNELL COMPANY OF THE PACIFIC 

Long Beach, Cal. Los Angeles 13, Cal. (Branch) Oakland 7, Cal. (Branch) 

Ban Francisco 7. Cal. (Branch) Seattle 1, Wash. (Branch) Sacramento 14. Cal. (Branch) 


GRINNELL COMPANY OF CANADA. LTD. 

Montreal, Que (Branch) Vancocvtkr, B. C. (Branch) Toronto, Ont. (Plant and Foundry) Winnipeg, Man. 

OsBAWA, Ont. (Foundry) 


PRODUCTS AND SERVICES— 

Complete Service on materials to 
Specification on Power Plant Piping, 
Industrial Piping, and Industrial 
Heating Systems; Prefabricated Pip- 
ing including Pipe Cutting and 
Threading, Pipe Bends, Welded 
Headers, Welded and Welding Fit- 
tings, Lap Joints and the Grinnell 
line of products for Super Power. 

Grinnell Equiflo Valves for forced 
hot water heating systems; Grinnell 
Adjustable Pipe Hangers and Sup- 
ports; Grinnell Cast Iron and Mallea- 
ble Iron Pipe Fittings; Grinnell Flared 
Tube Fittings; Grinnell Malleable Iron 
Unions; Grinnell Welding Fittings; 
Grinnell Thermollers (Unit Heaters); 
Thermoflex Traps and Heating Spe- 
cialties. 

Also Humidifying Systems; Piping 
for acids and other special materials. 

Malleable Iron, Brass, Bronze and 
other Castings; Brass, Cast Iron, 
Wrought Iron and Steel Pipe; Seam- 
less Steel Tubing in Iron Pipe Sizes. 

Valves: Check, Diaphragm, Globe, 
Pressure Reducing and Regulating, 
Quick Opening, Safety and Y. 

Automatic Sprinkler Systems; Stand 
Pipes; Underground Supply Mains; 
Hydrants; Fire Pumps; Pressure and 
Gravity Tanks. 


Grinnell EquilBo Valves 

For Forced Hot Water Heating 



Equijlo Valve 


The designing of forced circulation hot 
water heating gystems is so simplified by 
the Grinnell £<}uifio Valve that they can 
be laid out and installed as easily as vapor 
or steam systems. This valve consists m a 
regular type packless radiator valve with 
a cartridge or tube made up of a series of 
orifices and baffles capable of setting up 
any required frictional resistance. This 
method of establishii^ any desired resis- 
tance does away with elaborate c^cu* 
lation of pipe sizes. Grinnell guarantees 
perfectly balanced circulation to each and 
every radiator where these valves are 
installed throughout the system. 

^£9uifio Data Book sent to interested 
parties. 


1118 



GrirmeU Company, Inc. 


Bends, Coils, Fillings 


Hot Water And 
Induetrial Piping 


GRINNELL ADJUSTABLE PIPE HANGERS AND SUPPORTS 

One of the chief advantages of Grinnell Adiustable Hangers is that they permit 
adjustment of pipe lines after installation, thus obviating the necessity of turnbuckles or 
the removal of hangers. Their time and trouble-savine qualities dunng installation are 
equally exceptional Below are shown a few Grinnell Hangers and Supports of par- 
ticular interest to heating engineers. Send for Hanger Catalogue showing complete fine. 



fiy. No. Wt 
Solid Ring 


Adjustable Swivel Riags (Patented) 

These Malleable Iron Adjustable Swivel Rings 
can be used with Coach Screw Rod or Machine 
Threaded Rod in connection with practically any 
typ)e of Ceiling Flange, Expansion Case, Insert, etc. 

Adjustment of at least 1 H in. is secured by turning 
Swivel Shank. Swivel Shank automatically locks, 
preventing loosening due to vibration in the pipe 
line. 

The Split Ring permits adjustment cither before 
or after Ring is closed. A wedge type pin is loosely 
but inseparably cast into the hinged section for 
fastening this section after pipe is in place. 



Fig. No. t04 
Sjiii Ring 


Adjustable Swivel Pipe Rolls (Patented) 



Fig. No. 174 
Sviml Pipt Roll 


An adjustable type of pipe roll using a 
single hanger rod. Swivel Shank allows 
vertical adjustment and automatically 
locks, preventing loosening from vibration. 

GB-Universal Concrete Inserts 
(Patented) 

Made of malleable iron, in one body 
size, to take a special removable nut, 
tapped for in., in., ^ in., % in. or 
% in. rod as required. Nuts automatically 
lock by means of V-type teeth on both 
insert and nuts. 




90P Elbow, Long Rad^uo 


GRINNELL WELDING FITTINGS 

Grinnell Welding Fitting are made from 
Seamless Steel Pipe or tubing and possess 
~ the same physical characteristics as stan- 
dard, extra strong and o.d. steel pipe or 
seamless steel pipe of comparable size. 
They can be used under the same con- 
ditions, pressures and temperatures as the 
pipe itself. 

All Grinnell Welding Fittings have weld- 
ing faces for all plain circumferential butt 
welds scarfed or beveled as follows; For 
wall thicknesses Ks to ^ inch inclusive, 

, 37 deg. **» 2H deg., straight bevel. 

Angles ot bevel other than 37}^ deg. can 
be furnished on special order. 



45° Elbow, Long Radna 




Wdiing 



m 


UfdabUShA End with 
iMpPle^nUadiod 


WddmgLatml 
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Bends, Coils, Fittings 


Arthur Harris & Co. 

210-218^. Aberdeen Street Chicago 7, 111. 

ENGINEERS AND BRONZE FOUNDERS— FABRICATORS 
OF NON-FERROUS METALS AND STAINLESS STEEL 


Metals Fabricated — Aluminum, Block Tin, Brass, Bronze, Copper, Everdur, Monel, 
Nickel, Inconel, Stainless Steel and KA2 SMO. Bulletin on request. 



We make bends in ev^ery shape from all sizes of copper water tube, pipe and tubing in 
copper, brass, aluminum, stainless steel, monel, tin and nickel. Standard or special 
connections. U-bends for storage water heaters. 

Also special pif>e work for industriaj installations, plumbing, heating and brewing. 

Non-Ferrous Castings — ‘‘Dairywhite*’ nickel silver for Process Industries Equip- 
ment. Suitable for milk and food products machinery. Castings also of 88-10-2 
80-10-10, 85-5-5-5, silicon bronze and manganese bronze, and special mixtures. 


Copper Expansion Joints 


rr ^ 


For low pressure and vacuum. 
Made in two styles— convex and 
concave. Sizes 4 in. to 60 in. dia- 
meter. Cast iron or steel flanges. 
Flanges drilled to American stand- 
ard unless otherwise ordered: B-290 
available only in sizes 4 in. to 15 
in. inclusive. 




r 



B^fBO Convex 




Coils 

For heating, cooling and condens- 
ing. All shapes made from any size 
pipe or tube — standard or special 
connections, of copper, brass, alumi- 
num, stainless steel, KA2 SMO, 
monel, inconel, nickel, block tin, 
and Everdur. 


Metal Floats 



Column Ball Flat Cylindrical Cylindrical Cylindrical 


Made of copper, plain steel, stainless steel, KA2 SMO, aluminum, brass, Monel, pure 
nickel, Admiralty and Everdur, for open tank and all pressures. 

Seamless copper ball floats carried in stock in diameters of 3 in., 4 in.. 6 in., 6 in*, 7 in., 
8 in., 10 in., 12 in. for open tank and pressures of 25, 50, 100 and 150 lb. Floats in 
special sizes and pressures — made to order. Stainless steel ball floats 2 in. to 12 in, for 
high pressure and corrosion carried in 8tock--ipecial stainless steel floats made to order 
— stainless steel ball floats larger than 12 in. diameter can be made up specially. Float 
catalog sent on request. 
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Bends, Coils, Fittings • 


PipB Wibldin& 
SpeciAltiBB 



Tube Turns 

INCORPORATED 

General Offices and Factory: Louisville 1, Ky. 



TRADE MARK 


BRANCH 

Chicago, Suite 904, 000 S. Michigan Avc. 

Harrison 8527 

Detroit, 615 Griswold St Cherry 8996 

Houston, 1706 Commerce Bldg Charter 4-1068 

Los Angeles, 1489 W. Washington BJvd. 

Prospect 8745 


-DISTRIBUTORS IN 


OFFICES TRADE MARK 

New York, 150 Broadway Rei tor 2-7844 

Philadelphia, Broad Street Station Bldg., 

Rittenhouse 6-0722 

Pittsburgh, 3001 Grant Bldg Atlantic 8848 

Tulsa, 311 Tuloma Bldg. 3-8163 

San Francisco, 2611 Russ Bldg Garfield 1-2594 

PRINCIPAL CITIES- 



Redticinn 
Ouilei Tee 


45® /-ong 

9(P Short Radius Elbow 9CF Long Radius Elba w Radi us Elbow 

In addition to carbon steel welding fittings listed here, 
the complete Tube-Turn line embraces many alloys — 
typt s 304, 347 and 310 stainless, carbon moly and chrome 
moly steels, copper, aluminum, brass, Monel, Inconel, 
nickel and wrought iron. Dimensions and enginet:ring 
data are included in the Tube-Turn Stainless Steel Catalog 
and Catalog No. Ill, sent on request. 

TUBE-TURN WELDING FI ri lNGS—RANGE OF SIZES 

Light Gauge 


r itting 

Description 

Standard 

Weight 

Extra 

Strong 

Sched- 

ule 

160 

Double 

Elxtra 

Strong 

Iron 

Rpl Pip* 

Sie 

Elbows 

90" Long Radius 

•/2''-24' 

»/2*-24' 

l'- 12 ' 


4'-24' 3'- 1 2' 

Ellbows 

. 90" Short Radius 

f'-30' 

1 1 / 2 '- 30' 




Elbows 

45" Long Radius 

V2'-30'" 

V'2^-30" 

l'- 12 ' 


4'-24' 3'-l2' 

Returns 

180" Long 







Radius 

«//-24' 

V2"-24' 

I'-I 2 ' 

3'-8' 

4'-24' 3'- 12' 

Returns 

180" Short 







Radius 

r-30' 

IV2'-30' 





Return* 

Tee* 

Tec* 

Reducer* 

Cap* 

Stub Elnd* 
Nipple* 

Nipple* 

. Saddle* 
Lateral* 
Laterals 

Crosace i 

Rings 

Sleeves 


180** Elxtra Long 
Radius 
Straight 
Reducing Outlet 




j Concentric fit 
Eccentric 

Lap Joint 
Shap^, 90** to 
Header 

Shaped. 45** to 
Headtf 

Straight 

Reducing-on- 

Run 

Straight 

Welding 

Welding 


1/2'-24*' 


*'^- 12 ** 

r- 12 '' 




I *1-24x20, 1x1-24x20 lx| -12x10 Ixl-Sxe 
r-24-' I l-'-24-' r-l 2 ^ iM-* 
1^-24' r.24' 

I‘//-I2**4‘//-12' 


P/AI2' !I«/4'-I2^ 

2*-24'** 

iy/-24* P//-24* 



SUPER Tube-Turn 45" long 
radius elbows. 90" long radius 
elbows, and 180" long radius 
returns available in both 
Standard weight and Elxtra 
Strong in sizes from 3* to 12'. 
T ube-T urn wddingfittin^and 
flanges conform to applicable 
ASA and ASTM Standards. 
For further details please refer 
to Tube Turn* catalog and 
date book No. 111. 


1 

TST” 

Lb. 

■WT 

Lb. : 

*1551 
Lb. I 

600 

Lb. 

900 ! 
Lb. 

1566 

Lb. 

5^ 

Lb. 

Welding Neck , 

k'-24' 

l'-24'i 

i'-24't 

t'-24' 

.'-24"- 

f'-24' 

'-24' 

Sl^ j 

'-24' 

i'-24'i 

f'-24't 

'-24' 

'-24" 

'-24' 

'-24' 

LjU» Joint 

'-24' 

'-24'r 

'-24't) 

'•'-24': 

.'-24" i 

f'-24' 

*.-24' 

Threaded 

'-24'i 

'-24' 

'-24't; 

-'-24'; 

['-24'*; 

'-I2', j 

'-12' 

BUnd 1 

'-24'! 

'-24'i 

['-24't; 

' '-24' J 

'-24"; 

r-24'; 

'-24' 


'-24'| 

M' j 


'-31'. 


1 

1 



I r-24'i r-24'ir~24'i 


tOliiieiitiofig on tiaes thru ZH in. 
*Dil&ensiotti on shieg thru 3H Ia. i 


tame 

tames 


It for 600 ib. flaitget. 
I for 1500 lb. fianget. 
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45 ® Shaped 
Nipple 


* . S' 

9(jP Shaped 



Saddle 


lapt 
Nipple 

Straight Cross 


*30 in. tize thort radius. **I>o not conform to iron pipe thicknesses. 
TUBE-TURN FORGED STEEL FLANGES— RANGE OP SIZES 



Bund Flange Welding 
Neck Flange 


r-24'r->24'*{ f'-24' r-u* 



Lapped Flange Threaded Flange 






Controls and Instruments 


Alco Valve Company 

pGINEERED REFRIGERANT CONTROLS 
851 Kingsland Avenue, St. Louis 5, Mo. 

New York Office: 122 East 42nd Street 



THE COMPLETE LINE OF REFRIGERANT CONTROLS 
ALCO THERMO EXPANSION VALVES 

THERMO EXPANSION VALVES: for automatic control of liquid refrigerant on 
all types of refrigeration and air conditioning systems. Capacities — from fractional 

tonnage to 100 tons Methyl Chloride, 50 tons “Freon-12.'* 



Thermo-Limit — vtilh 
pressure limiting fea- 
ture and capacity 
change 


Type TK- 
“5 valves in 1 *' 


Type TCL 


Type TR — Multi* 
Outlet 


ALCO SOLENOID VALVES 


SOLENOID VALVES: for all types of service. For Liquid: “Freon" — up to 75 
tons. Methyl Chloride — up to 150 tons. For Suction: “Freon" — up to 8.8 tons. 
Methyl Chloride — up to 17 tons. 



Type Si 


Type MS 


ALCO AMMONIA CONTROLS 


AMMONIA CONTROLS; 
Solenoid Liquid Valves — up 
to 172 tons. Solenoid Suc- 
tion Valves — up to 28 tons. 
Thermo Expansion Valves — 
from fractional tonnage to 
60 tons. 







Type U9P 


Type TG 


TypeEPRlS 


ALGO ALSO MAKES: Evaporator Pressure Regu» 
iators for *Treoii*\ Methyl Chloride and Attunonta 
with connection sizes up to 6 in,-— Solenoid Valves for 
brine« water, gas, air and steam — Float Switches--^ 
High Pressure Float Valves ---Constant Pressure Be* 
pension Valves— Liquid and Suction Line Strainers* 





Controls and Instruments 


flUTomimc PQODUCTS coropiiiiY 

2450 nORTH THIRTY — SCCOHD STR€€T 

miLuiRUKft Wisconsin 


A-P DEPENDABLE CONTROLS 

For Heating, Refrigeration and Air Conditioning 


• A-P Therm- 
ostatic Expan- 
sion Valves. 

Several models 
and sizes, for ca- 
pacities up to 16 
tons Freon or 32 
tons Methyl 
Chloride. Also 
available with 
pressure limiting feature in capaci- 



• A-P Solenoid 
Operated 
Water Valve. 

Made especially 
for Deep Well 
Cooling. 


ties to 1 ton. 


• A-P Thermostats 

For Cooling or Heating 


• A-PSolenoid 
Refrigerant 
Valves. Capa- 
cities up to 50 
tons Freon. 



• A-P Water 
Regu la ting 
Valves. Capaci- 
ties up to 1200 
Gallons per hour. 



• A-P “Trap-Dri” 

Combined Filter- Strainer- Drier 
Traps dirt, scale, moisture in refrigeration systems. 

A-P Controls for Oil Burning Gravity-Feed Heating Plants. 



A-P Constant Level A-P Complete Fur- A-P Fuel Oil “Trap- 

Oil Control Valve — nace Control Set — It’*— Traps dirt and 

With Fuel Compensator. Made in variety of tyoM water in fuel s)^en». 

Used on Gravity Oil for Gravity-Feed Oil Improves operation of 

Burning Appliances. Burning Furnaces. all oil burning devices. 

A-P Valve DEPENDABILITY 

to widely recognized in Refirlg^tion, Air Conditioning and Heating. This 
reputation to bom of cloee awerence to a rigid standard of perfection— in 
materlato need, careful teating, Inspection and simplicity of construction. 
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Controls and Instruments 


Detroit Lubricator Company 

^ Division ol HmmcMi R wiatob & COItK>ltATION 

General Offices 5900 Trumbull Ave., Detroit 8, Michigan, U. S. A. 


New York 18. N. Y., 40 West 40lh Street Chicago 6, III., 816 S. Michigan Avenue 

Export Department — Box 218, Ridgefield, N. J. 

Canadian Representative: 

Railway and Engineering Specialties Limited, Montreal, Toronto, Winnipeg 



Automatic Controls 

Detroit Lubricator Company 
manufactures a very complete 
line of electrical controls, de- 
signed to open or close an 
electrical circuit with changes 
of temperature or pressure. 

The No. 411 Thermostat (illu- 
strated) is a low voltage model 
and is made in plain and Day 
and Night types. All No. 411 
Thermostats are available with 
heat compensation to provide 
smooth, accurate temperature Nq .411 
control. The No. 855 Mercoid Room 
Thermostat (illustrated) 
is a line voltage type-y- 
available in heating, air 
conditioning and refrig- 
eration ranges. 

For industrial use the 
No. 250 and No. 450 
line of pressure and tem- 
perature controls is 
available, in pressure 
ranges from 20 in. vac. 
to 350 lbs, and in tem- 
perature ranges from —30® F to 495® F. 
Write for Catalog No. 100-C. 



No, 8SS 


Furnace Controls 

Also available is a full line of blower 
controls, combination blower and limit 
controls, such as the CA-815 illustrated. 

There is a “Detroit” control available 
for practically eveiy application where a 
dependable device is required to open or 
close an electrical circuit with changes of 
pressure or temperature. Write for com- 
plete information. Our Engineering De- 
partment is always ready to make recom- 
mendations on any specihc problem. WVite 
for Catalog No. 100-C. 



No. CAStS 



No. V-670 


Gas Valves 
The No. V- 
570 Electric 
Gas Valve is 
an electrical- 
ly operated 
valve for con- 
trol of gas 
lines from 
to in. It 
provides par- 
tial opening 
upon initial 
operation, permitting quiet ignition of gas. 
Inexpensive, compact, and attractive in ap- 
pearance, it employs an easily serviceable 
bimetal strip motor for actuating force. 
Write for Bulletin 201. 

The No. 566 Valve combines in one 
compact unit all of the functions of a 
control system for gas heating. All 
safety functions are mechanical and 
operate independent of electric current. 
Adjustable for full snap or any degree of 
throttling action. Limit control closes 
valve with a snap action. Valve may be 
manually 
operated in 
case of cur- 
rent failure. 

Applicable to 
all gases, 
natural, 
manufac- 
tured, or 
mixed. Write 
for Bulletin ggg 

No. 80. 



Solenoid Valves 

“Detroit” Solenoid Valves for control of 
water, air, oil, gas, or refrigerant, embody 
many desirable features. A.C. hum is 
minimized and they will open against high 

r pressures. Available 
m all standard volt- 


No. ess-s 


ages and cycles A.C. 
or D.C. No. 683-3 
(illustrated) is a small 
size valve with in. 
connections. No. 681 
is a pilot operated, 
intermediate size 
valve, and the No. 
686 is a large pilot 
operated valve with 
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Detroit Lubricator Company 


Controls and Instruments 


capacity up to 17 tons Freon-12. No. 686 
valve available with flanged connections. 
No. 681 and 686 are furnished with man- 
ual opening feature to permit opening in 
case of current failure. All models may 
be taken apart and cleaned in the field 
without removing from pipe lines. Write 
for Bulletin No. 199. 



“Detroit” Thermostatic 
Expansion Valves 

“Detroit” Thermostatic Expansion 
Valves are designed to keep the evaporator 
in a refrigerating system completely re- 
frigerated. Power elements are “gas 
charged” to a definite pressure, for motor 
overload protection; providing quicker 
response and more sensitive control. Capa- 
cities from H to 20 tons Freon-12. All 
needles and seats are made of Delubaloy, 
a very hard, corrosion resistant alloy to 
insure long, trouble-free service. 

No. 673, the “standard of the industry,” 
has a long record of dependability. It is 
sensitive and accurate in operation. No. 
573 has the quality and operating charac- 
teristics of the 673 for smaller installations. 
It has a single powei element w'ith double 
diaphragm. Write for catalog No. 200B 
for complete expansion valves listings. 



“Detroit” 
Expansion Valves 


These valves are of 
single diaphr^m 
construction. The 
diaphragm is made 
No. 89$ of Special alloy, care- 
fully tested for flexibility to assure uniform 
capacities and smooth operation. Power 
elements are gas charged for protection 
against motor overload and for maximum 
sensitivity. Needles and seats are hard, 
corrosion resistant Delubaloy. 

Automatic and thermostatic types in 
capacities from to 20 tons Freon-12 and 
.9 to 86 tons methyl chloride. Write for 
Catalog No. 200-B. 



Refrigerant Distributors 

“Detroit” No. 790 Refrigerant Distribu- 
tors insure a uniform supply of refrigerant 
to all sections of multiple circuit evapo- 
rators and are attached directly to the 
expansion valve by means of a flanged 
connection. These corrosion-resistant dis- 
tributors are available for “Detroit” Ther- 
mostatic Expansion Valves No. 786, No. 
787, No. 788 and No. 899. 

They are made in five types of 2 to 18 
passes for the above valves. 

All distributors are designed for use with 
34 in. O.D. copper outlet tubes. 

For complete capacity tables write for 
Bulletin No. 207. 

“Detroit” Float Valves for 
Vaporizing Oil Burners 



CRC-246 Single Metering Float Valve. 
The Greatest Improvement in Float Valve 
Design in Many Years. 

For space heaters, furnaces, floor fur- 
naces, water heaters, ranges, etc., the CRC 
246 mounts directly on the burner nipple, 
eliminating tee, fittings and tubing. Low 
flows are extremely accurate, assuring 
exact control of fuel delivery for low pilot 
burners. Rate of flow constant for inlet 
heads from 2 inches to 84 inches — elimi- 
nates dying fire when fuel is low. Auto- 
matic temperature compensation assures 
even fuel now regardless of fuel tempera- 
ture — ^an important “Detroit” feature. 
Magnetic trip mechanism is positive — 
will not trip from vibration. Valve may 
be tilted a reasonable amount without 
affecting flow. Leveling by eye is satis- 
factory. So simple to clean that servicing 
is no problem. Write for Bulletin No. 
217. 
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Controls and Instruments 


Fulton Sylphon Div, 


ROBERTSHAW-FULTON 
CONTROLS CO. 

Knoxville, Tenn. 

Sales Representatives 
in 

Principal Cities 



Manufacturers of 
Sylphon Automatic Temperature 
Controlllnjit Instruments and 
Packless Expansion Joints 



HOT WATER SUPPLY 
No. 923 Temperature Regulator — 

For controlling water temperature in 
heaters, open or closed tanks 
and other equipment. Oper- 
ation unaffected by tempera- 
ture fluctuations at the valv^e, 
either above or below bulb 
temperature. All parts, except 
steel adjustment spring, made 
of non-ierrous metals. May 
r ^ installed in any position. 
Ranges from 40° —80° F to 
290° -330° F. Bul’n HVG-20. 
Sylphon Thermostatic Water Mixers 
Utilize hot water from any storage tank 
or instantaneous heater, and effectively 

regulate the 
amount of 
cold water 
required to 
temj>er it to 
the desired 
degree, actu- 
ally mixing 
the hot and 
cold water to- 
gether before 
delivery. 
Temperature 
remains con- 
stant in spite 
of fluctua- 
tions in supply water temperatures or 
pressures, h our sizes with capacities rang- 
ing from 5 to 131 gpm. Bulletin HVG-20. 
REFRIGERATION 
CONTROLS 

Adapatable wherever brine is 
used as the refrigerant. Latest 
development is a “freeze-proof” 
^ valve (illustrated at left on the 
No. ^5-2 popular Sylphon No. 945-Z Reg- 
Regulator ulator). Bulletin HVG-20. 

PACKLESS 
EXPANSION JOINTS 
The Sylphon Packless Expan- 
sion Joint eliminates useless 
building height, expensive con- 
struction, non-revenue producing 
space. No leaks or repairs, no 
repacking, always tight; heating IJO 
system operates at Tull efficien- 
cy. Bulletin HVG-140. joST 



- y 





i 

1 




w % 


No. 902 Sylphon Thermostatic 
Water Mixer — 14 to 131 gpm 
depending on water pressure 


mg iroin i 

i 


SPACE HEATING CONTROL 

No. 885 Automatic Radiator Valve — 

For exposed radiation. Small, neat, attrac- 
tively finished, adjustable to room tempera- 
ture desired. Simply replace ordinary radi- 
ator valves with these Sylphon Auto- 
matic Valves -no wiring, piping or auxili- 
ary equipment is required. These valves 
answer the demand for an inexpensive 
means of providing accurate, depend- 
able space temperature con- 
trol in rooms, sections or 
throughout large buildings, 
SviphonNo.ssr, ''ew or old. Similar typ 
.Automatic Radi- valves for concealed radia- 
aior Valve tion- -get Bulletin HVG-80. 

No. 890 Radiator Control Valve — 

For either exposed or concealed radia- 
tion. Similar in api^rance and action 
to other Sylphon .Automatic X'alves, but 
operated by an electric wall thermostat. 
The closing of the thermostat circuit ener- 
gizes a low voltage electric 
heater coil surrounding a 
bulb containing a volatile 
liquid, rhis liquid exi>an- 
sion causes pressure on a 
bellows in the valve head Sylphon No. 
operating the valve. This Elearic 

provides radiator valve con- 
trol from a remote location, permits regu- 
lation of several radiators from a single 
thermostat, enables a time switch to be 
installed, if desired, offers effective zone 
control of large areas at a fraction of the 
cost of conventional motor-operated valve 
systems. Bulletin HVG-70. 




No. 7 Temperature Control — self- 
contained, self-powered regulator for con- 
trolling unit heaters, wall or ceiling type 
radiators, heating coils 
in duct-type heating 
systems, etc. Quickly 
||H||^|P[ installed, holds tem- 
Sylphon No. 7 peratures within close 
Temperainrt l»niits. Valve placed 
Control in steam line to one or 
{Self-operating)^ battery of heaters, 
thermostat mounted on wall or column, 
jpor use on regular heating pressures up 
to 15 lb. Similar regulators, Nos. 7-2 and 
7-3 for 60 and 76 lb. Pressure and tem- 
peratures up to 170®F. Bulletin HVG-220. 
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Fulton Sylphon Dio. 


Controls and Instruments 


HEATING AND AIR CONDITIONING CONTROL 


Almost any type of heating, ventilating 
or air conditioning system can be advan- 
tageously controlled wholly or in part by 
Sylphon Regulators. Basic advantages of 
Sylphon Controls are: 

Modulating — Maintains ideal conditions 
— not continually correcting too hot, too 
cold, too humid or too dry conditions. 

Compensating — Many S>’lphon Regu- 
lators offer compensating control, auto- 
matically raising their low limit setting at 


a predetermined rate as outside tempera- 
tures fall. 

Sensitive — Close operating temperature 
differentials. Quick response. 

Simple — in design. 

Rugged Construction — To give years of 
satisfactory service. 

Adapatable — Any one of many combina- 
tions of Sylphon Instruments can be ar- 
ranged to control any air conditioning sys- 
tem and to provide exactly the conditions 
desired. Write for Bulletin SAC — 220, 



The No. 928-C R^ulator — Simple, compact yet 
highly sensitive. Suitable for modulating control of 
air temperatures in ducts. Bulb is constructed of 
numerous coils of copper tubing giving sensitivity to 
the slighest temperature variation. Packless valve 
eliminates service problem and makes this regulator 
ideal for fnstallation in inaccessible locations. Suit- 
able for steam pressures up to 15 lb; other types 
available for pressures up to 75 lb. 


Regulator 028-C 

The No. 928-ECC Sylphon Regulator — Room 
control and low-limit control in a single valve regu- 
lator for modulating control of ventilating systems. 

Main control from an electric room thermostat 
operating through the electric head “D” on the 
valve. Low-limit control by Bulb “B” located in 
discharge duct from the heater. Bulb “C”, located 
in inlet side of the duct to the heater, compensates 
Bulb “B”. Compensating thermostat can be furnished to raise low-limit setting at prede- 
termined rate with falling outside temperature. Suitable for steam pressures up to 15 lb. 

The Sylphon No. 889-C Regulator — modu- 
lating, dual-function regulator for control of duct 
heating and ventilating systems — two independent 
valves in a single Ixxly. 

Adjustable Thermostat “A” governing Valve “D** 
functions to maintain room temperature from tem- 
perature of recirculated air. Adjustable Thermostat 
“B*' acts as a low-limit ductstat controlling Valve 
to maintain minimum discharge air temperature. 
Bulb “C” compensates Bulb ‘"B” to maintain even 
discharge air temperature irrespwtive of demand. Compensated Thermostat “B‘* ^n 
also be furnished to raise its setting at a predetermined rate with falling fresh air tem- 
peratures, if desired. Suitable for steam pressures up to 15 lb. 


The Sylphon No. 889-C7 Regulator — The No. 
889-C7 regulator has a wall type adjustable thermo- 
stat that 18 placed in the room or space to be con- 
trolled. This thermostat “A’* operates upper half of 
the regulating valve. Otherwise, same as No. 889-C 
regulator described above. 


Sylphon No. 971 Differential Regulator — For con- 
trolling room temperature on the cooling cycle, where 
chilled water or brine is used as cooling medium and 
where it is desired to have a gradual increase in room 
temperature as outside temperature increases. This 
regulator is modulating in action, thereby affords better 
control ov^ humidity than is procured when usual on* 
and-off type control is employ^* 






Reguhitor &71 
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Controls and Instruments 


GENERALlcjrCONTROLS 

FACTORY BRANCHES: Boston Detroit • Houston • Kansas City 

Birmingham • Chicago • Cleveland , New York • Philadelphia • Pittsburgh 

Dallas • Denver Francisco • Seattle 

DISTRIBUTORS IN PRINCIPAL CITIES 

HOME OFFICES AND FACTORY: 801 Allen Ave. Glendale 1, California 


AUTOMATIC TEMPERATURE- 
THERMOSTATS 

B Trimtherm provides ac- 
curate, remote control 
of desired temperature. 
Streamlined, compact- 
extends only in. from 
wall, yet sensitive to 
slightest temperature 
change (Differential H 
F.) Chrome cover, 
natural ivory base. 

MAGNETIC GAS VALVES 
Versatile, two-wire, 
straight magnetic cur- 
rent-failure valve. Pack- 
less. Insures tight shut- 
off indefinitely. Humless. 
Size range, in. to 6 in. 
I.P.S Operating pres- 
sures up to 5 lb. Voltages 
and frequencies, A.C. or 
b.C. Quiet, positive, 
trouble-free. Available in 
Type K-SB explosion -proof housing. 


•PRESSURE— FLOW CONTROLS 

3-60 GAS ACTUATED 
PACKAGE SETS 



Everything needed in a convenient pack- 
age for remote gas control Valve, 
Trimtherm rhermostat. Pilot Burner 
Generator and 25 ft of wire. No outside 
current reejuired. Safe, quiet, det^endable. 
.Applicable to gas furnaces, floor furnaces 
boilers, circulators, gas radiators. Oj^er- 
ates on all types of gases. 

*hi.g MAGNETIC VALVES 




Type B-66 


SLOW OPENING GAS VALVES 

For industrial and com- 
mercial burners and 
furnaces. Adjustable 
opening time, 5 to 50 
secs. Wide pressure 
range up to 5 lb. Size 
in. to 6 in. I.P.S. 
Ample power for louvre 
control. Damper arm 
easily rotated. Packless. 
MAGNETIC VALVES 

Provides six times more 
power than ordinary 
solenoid valves. Con- 
trols air, gas, water, 
light, heavy oils, steam. 
Positive opening, com- 
plete shut-off, packless, 
hum-free. Available for 
any voltage, A.C. or 
D.C., in sizes up to 
IJi in. I.P.S., port sizes up to % in. 
K-20 Series is designed for applications 
where single needle port sizes provide 
sufilicient now capacity. W-3 Series are 
magnetic 3* way valves for controlling 
fluid to piston and diaphragm operators 
on valves, doors, gates, etc. 




Type K-tO 


Type PV 
MK)-S 


Designed for positive oper- 
ation on aircraft, trucks, 
tractors, tanks, graders, 
ships, and other moving 
equipment. Handle all 
fluids, vapors and gases on 
anything that rolls, floats 
or flies at pressures up to 
3000 lb or more. Packless, 
two-wire, current-failure 
type, available normally 
open, normally closed for intermittent or 
continuous duty. 

♦Trade Mark — “hi-g” indicates positive ability to 
function in any position, regarcfless of vibration, 
change of motion or acceleration. 


REFRIGERANT 

CONTROLS 

Magnetic piloted, two- 
wire, current failure, high 
pressure, packless. Han- 
dle large capacities with 
minimum pressure drtm 
"and loss. Tight shut-on. 
Operates on wide variety 
of fluids and gases. 



Type K-ti 
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HYDRAMOTOR VALVES 

Simplify valve control instal- 
lations. Two-wire, current 
failure, electric-hydraulic 
operation. Ample motor- 
driven power, slow opening 
and closing movement. Oper- 
ator drives against a spring 
in one direction; power failure 
or opening of circuit causes 
spring to operate in other 
Type G-l-7 direction. 

MANUAL RESET VALVES 

4 Equipped with manually- 
reset electromagnetically- 
held valve operator. Cur- 
rent flowing to operator 
permits manual opening by 
turning valve wheel at side. 
Current failure releases 
operator allowing valve to 
close. Trip-free mechanism 
cannot be opened under un- 
safe conditions. Once 
‘ closed, valve is re-opened 

Type MR-U2 manually because applying 
current has no effect. 

STRAINERS Actual tests prove impor- 
tance of strainers in pro- 
longing operating life and 
reducing leakage of flow 
controls. S-5 Series 
STRAINERS come in 8 
types; meshes ^ in. diam. 
Typt S-6-1 to 120-per-inch. 




THERMOPILOT 



Typt MR-t 


(Valve Mode!) 
Manually-reset, 
electromagneti- 
cally-held-open 
valve with cur- 
rent generated 
by single couple 
subject to heat 
of pilot flame. 
Available in, 
to in. I.P.S. 


THERMOPILOTS 

Proven principles of oper- 
ation insure dependa- 
bility. Flame applied to 
thermocouple maintains 
electrical contact, allowing 
electrical gas valve to 
open. When flame fails, 
Thermopilot opens circuit 
to main gas valve. Flex- 
ible, armored, asbestos- 
covered cable detachable 
from relay, 2 or 8-wirc 
control. Electrical rating, 2 amp., 24 volt; 
1 amp., 115 volt; 0.5 amp., 2^ volt. 



Type A-lOO 


THERMAL EXPANSION VALVES 
Type V-200 provides un- 
matched sensitivity and de- 
pendability. Handles freon, 
methyl chloride, sulphur 
dioxide. Quickly removed 
orifice cartridges eliminate 
need for stocking several 
sizes for low tonnage in- 
stallation. 



GAS FUEL GOVERNORS 


Throttle gas lines according 
to boiler pressure applied to 
diaphragm. Ball bearing 
thrust adjustment, ground 
and polished non-corrosive 
stems, low friction packing 
gland seal, multiple cali- 
brated springs, high lift for 
maximum capacity. Suit- 
able for butane, natural or 
manufactured gas. Avail- 
able H in* to 3 in., I.P.S. 



Type V-P5-t 


RELAYS AND TRANSFORMERS 


Type RS-lOO handles 
single phase motor loads 
up to 1 hp or heating 
loads up to 1.1 kw. Com- 
bines double-break relay 
and integral transformer. 
Normally open; large 
double-break contacts. 
Two- wire control circuit; 
maximum holding cur- 
rent 0.4 amps. Furnished 
with Yi in. conduit con- 
nections and low voltage 
outlet. A.C. only. 



Type RS-lOO 


TANK THERMOSTATS 

Averages 6 to 10 degrees 
effective differential on 
water heater. Saves fuel 
by eliminating over- 
heating due to large dif- 
ferentials. Temperature 
range, 00 to 170 F. 

Also to 230 F. 





LOW PRESSURE GAS REGULATORS 

New V-300 Series are 
reliable, trouble-free 
valves with high capac- 
ity, close regulation, 
yet small and compact. 

Regulator sizes range 
from % to 2 in. I.P.S. 

Internal parts, cor- 
rosion-resistant. Cast 
iron regulator bodies, ong life calibrated 
springs, properly fitted all-metal valves. 


> KC#VirUX.*/\ I 


GENERAL CONTROLS tiuuiufactures a complete lloe of Automatic Temperature, 
Flow and Preasure Controls. For complete specifications write fm- Catalog S2B. 
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Henry Valve Company 

3260 W. Grand Avenue., Chicago 51, 111. 


HENRY PRODUCTS FOR REFRIGERATION, AIR 
CONDITIONING, AND INDUSTRIAL APPLICA- 
TIONS: CONTROL DEVICES, VALVES, STRAINERS, 
DRIERS, FITTINGS, AND ACCESSORIES. 


DIAPHRAGM 
PACKLESS 
VALVES 

Line shut-off, 
branch shut- 
off, and angle 
types; flare, 
solder, or 
pipe connec- 
tions. Hand 
expansion 
types also available. Forged brass body 
and bonnet, ports-in-line, non-directional, 
stainless steel diaphragm and working 
parts. Stock sizes yi"* to 1 S.A.E., 
to solder, to V F.P.T. 


WING CAP 
PACKED 
VALVES 

Globe and angle, 
types, bronze with 
solder connections, 
semi-steel wdth solder 
and pipe connections. 

Floating, replaceable 
stem disc, back- seat- 
ing to permit repack- 
ing under pressure, wrench socket in top of 
wing cap operates valve. For “Freon or 
methyl chloride. Sizes: Bronze globe, to 
4H'" solder; bronze angle, to 3^'" 
solder; flanged semi-steel globe with tail- 
pieces for Jt'' to solder and for to 
S'' I.P.S. butt weld. 





SOLENOID VALVES 

Made in a wide range of 
sizes for refrigeration and 
industrial applications. 
Details furnished on re- 
quest. 



RELIEF VALVES 
Diaphragm Type (Illus- 
trate): For low-pressure 

refrigeration. 

Approved under safety 
codes. Diaphragm actuated. 
Sizes, W F^P.T., W solder. 
^Ider extensions provided to protect 
internal parts from heat. Smaller reli^ 
valves also available. See Catalog 97. 


Ferrous Type: For ammonia, “Freon,” 
or methyl chloride. Approved under 
safety codes. Sizes to 2" F.P.T. See 
Catalog 65 for illustrations and details. 

DRIERS 

Henry Abso-Dry Driers are charged with 
dehydrated air. When seal caps are 
opened at time of installation, hiss of 
escaping air proves dehydrant is moisture- 
free. Perforated dispersion tube prevents 
channelling. Complete line of refillable 
and non-refillable types for air condition- 
ing and refrigeration. See Catalog 97. 



Type 756 (Illustrated): Cartridge-type 
drier with side outlet, compression spring, 
dispersion tube, and distortion- proof access 
flange. Dehydrant volume capacity 12 
to 300 cu in. Sizes to I (i-D.S. 


STRAINERS 

Henry strainers feature large capacity, 
large screen area, easy cleaning, all- 
brazed construction. Sizes and designs 
for all applications. See Catalog 97. 


Type 866: 

A n ^ I e 
strainer 
with solder 
c o n n e c - 
tions, rein- 
forced 
monel 

metal screen, drawn brass shell, distortion- 
proof access flange. Screen area 23 to 275 
sqin. Sizes Ji-' to O.D.S. 




23 to 175 sq in. 
ior Yb "to 


Type 895: Steel 
“Y” type strain- 
er. Welded con- 
struction, dtstor* 
t ion -proof access 
flange, protec- 
tive baffle on in- 
let. Screen area 
C^^city and connections 
O.D.S.; 1" to 3" pipe. 


Sold and Recommended hy Leading 
Refrigeration Jobbers in 130 Cfltles 
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Illinois Testing Laboratories, Inc. 

Room 5J6, 420 N. La Salle St., Chicago 10, III. 

Cl£/ruyv 

Precision Instruments for Every Industry 


The direct-reading ALNOR 
VELOMETER 



The Alnor Velometer is an instan- 
taneous, direct -reading air velocity meter 
designed for convenient, rapid determina- 
tion of air velocities in air conditioning, 
heating and ventilating, and exhaust 
systems. It gives instantaneous direct 
readings in feet per minute, without tim- 
ing, calculations, or reference to tables or 
charts. Accurate information on per- 
formance of equipment, duct systems, etc., 
can be obtained with a few moments' in- 
spection with the VELOMETER. It can 
be effectively used to loaite drafts and 
leaks around window's and doors, or in 
duct systems. 

The Alnor Velometer is built in 
several standard ranges from 20 fpm to 
6000 fpm, and up to 3 in. static or total 


pressure. Special ranges available as low 
as 10 fpm and up to 25,000 fpm velocity 
and 20 in. pressure. 



TYPE 4"F Standard minimum set for heating and 
air conditioning air velocity measurements. 


ALNOR PYROMETERS 
Alnor Pyrometers include a wide range 
of portable and wall mounting types, both 
single and multi-point instruments, for a 
variety of industrial temperature measure- 
ments. Temperature readings of molten 
metals, industrial furnaces, and similar 
equipment, and temperatures of surfaces, 
either metallic or non-metallic, moving or 
stationary, are readily obtained with 
standard ALNOR Pyrometers. 
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Johnson Service Company 


AU’^OMATIC TEMPERATURE AND AIR CONDITIONING CONTROL 


General Office and Factory 

Milwaukee, Wis. 


Direct Branch Offices in Principal Cities 

Johnson Tempkraturh Regulating Co. of Canada. Ltd.. 113 Simcoe St., Toronto. Ont. 
Halifax, N. S. Montreal, Quk. Winnipeg, Man. Calgary, Alta. Vancouver, B. C. 


PRODUCTS AND SERVICES 

Manufacturers^ Engineers and Contractors for automatic 
temperature and humidity control systems applied to all types of 
heating, cooling, ventilating, air conditioning and industrial process- 
ing installations. 

Space Control — Automatic control of room temperatures and 
humidities, applied to radiators, radiant heating, unit ventilators, 
unit heaters and heat delivery ducts. Johnson “Duo-Stats" main- 
tain proper relationship between outdoor and heating system tem- 
peratures for groups of radiators, or “heating zones." A complete 
line of controllers for air conditioning systems, heating, cooling, 
humidifying, dehumidifying. 

Process Control — Automatic temp^ature and humidity control 
for every range required in manufacturing and industrial processing. 
Thermostats, valves and dampers applied to tanks, dryers, vats, 
kettles, curing rooms, coolers, lalns, etc., in textile, rubber, pulp and 
paper, petroleum refining, meat packing, dairying, baking, sugar 
refining, brewing and distilling, tanning, candy making and other 
industries. 

Nation-wide Service — Johnson sales engineers, and trained in- 
stallation men available at all branches listed above. None is an 
agent, jobber, or part-time representative. All are salaried employees, 
devoting their efforts to the interests of the Johnson Service Company 
and its customers. 

Send for Bulletins describing Johnson controllers. 


JOHNSON THERMOSTATS 

Room Thermostats — Proportional (gradual) or two-position 
(positive) action, maintaining temperatures within one degree above 
or below point of setting. Various covers, allowing wide selection 
of adjusting features, guards and method of mounting. Red- 
reading thermometers with magnifying tube attached to covers. 

Insertion and Immersion Thermostats — Rigid stem or capil- 
lary. Liquid or vapor-filled capillary systems for temperatures which 
are measured at point remote from location of operating mechanism. 
Various tyyes of bulbs. Standard connecting tubing lengths: 8, 15 
or 25 ft. Up to 50 ft on special order. 

Thermometers — High grade insertion or immersion thermome- 
ters to measure temperatures in ducts, tanks, etc., w'ith red- 
reading mercury column in heavy lens glass tube and 9-in. scale. 
Insertion thermometers have patented adjustable tilting feature. 

Special Controllers — For applications encountered in industrial 
processes. “ Record-O-Stat," combination capillary temperature 
controller and recorder. 12-in. chart and liquid or vapor-fill^ capil- 
lary systems. Single or duplex type, the latter controlling and 
recording wet and ary bulb temperatures . . . Pressure Re^lators 
— Pressure ranges 27 in. of vacuum to 150 lb pressure. Bourdon 
tubes of types and sizes for required pressure range and for medium 
to be controlled; Air, water, steam or freon. (Xher regulators for 
pressures between lb and 200 lb . . . Liquid Level Regulators 
(Float type) — Control within extremely close limits. Mounted 
through wall of containing vessel by stem with 1 in. pipe thread. 
Floats of copper, stainless steel or special alloys . . . Static Pres- 
sure Regulator — Measures variations in pressure from .009 in. to 
3 in. of water. Also used as differential regulator, measuring dif- 
ference in pressure between two chambers. 



Single Room 
Thermostat 

T-m 



* Dual" Room 
Thermostat 
T-A60 



Room Humidostai 
H-107 



Sylphon" 
RaduUor Vah* 
V-ltl 
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Rigid Stem Insertion 
Thermostat 
T-$60 



Capillary Thermostat 

T’$eo 



Sub-Master Capillary 
Thermostat 
T-901 



Globe Valve with 
Pilot Positioner 
V-IOS 



Sub-Master Thermostats — An important development for in- 
dustrial applications and air conditioning. Applied to various con- 
trollers where readjustment must be made from a remote point. 

Johnson Sensitivity Adjustment — A distinctive feature 
affording convenient means of adjusting the sensitivity of thermo- 
stats and humidostats, on the pb, balancing “time-lag" with 
respect to caoacity of conditioning apparatus, “Hunting" and 
temperature fluctuations prevented. Available on Johnson pro- 
portional action insertion and immersion thermostats, insertion 
humidostats, and certain room thermostats and humidostats. 


JOHNSON HUMIDITY CONTROL 

Johnson Humidostats— Automatically control supply of 
moisture delivered to air by a humidifier or other means, main- 
taining constant relative humidity. Available in room and 
insertion patterns with various elements, the most sensitive con- 
trolling within 1 per cent at relative humidities as high as 95 
per cent at 100 F. Humidostatic elements are wood cylinder, 
by-wood strip, bow-wood, horn, hair or animal membrane. 

Johnson Humidifiers — “Steam grid" type (perforated pipe 
supplied with low pressure steam) or pan type with copper 
evaporating pan, biass heating coils and float control. 

JOHNSON VALVES 

Johnson Diaphragm Valves — Simple and rugged. Dia* 
phragms of special molded rubber, resistant to age and oxidation, 
operate valve stems against pressure of dependable springs. 
Available also with Sylphon seamless metal Inflows. Made in 
standard sizes and patterns. Normally open (direct acting) or 
normally closed (reverse acting). Three-way mixing and by-pass 
valves, for steam, water, brine and other gases and liquids. 

John^n “Streamline’* Diaphragm Valves — With modu- 
lating discs and special internal construction. Superior propor- 
tional control . . . Where maximum power is required for reposi- 
tioning at slightest demand of controlling instruments. Johnson 
molded rubber diaphragm valves are fitted with pilot positioner, 
independent of friction and pressure variations. 

JOHNSON DAMPERS AND SWITCHES 

Standard Johnson Dampers— Steel blades in flat steel 
frames with adequate bracing to form rigid assembly. Black 
lacquer or special corrosion-resisting finishes. Angle iron frames 
optional. 

Special Dampers — Galvanized iron, monel metal, aluminum, 
copper, rust -resisting steel, etc. Brass pins in steel bearings or 
ball bearings. 

Johnson Damper Operators — Similar in principle to valves. 
Seamless metal or specially molded rubber diaphragm operates 
damper through suitable linkage. Johnson “Piston" damper 
operators afford long travel at full power. With or without pilot 
mechanism, as described for “Valves." 

Johnson Pneumatic Switches — For operation of dampers 
and to place controllers in and out of service, from remote points. 

Oil^ slate is standard. Ebony asbestos, 
polished oak, and genuine or imitation 
marble on order. Various apparatus, at 
central control points, is mounted on 
special switchboards, including lever 
type switches, ^adual and multiple-step 
switch^, clocks, air pressure gauges, 
recording gauges, etc. 


proporlioniM^^wver Damper Piston Dom^^ Operator 
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The Mercoid Corporation 

^ Main Office and Factory, 4201 Belmont Avenue, Chicago 41, Illinois 

New York Office, 205 East 42nd Sr. Philadelphia Office, 3137 N. Broad Sr. 

AUTOMATIC CONTROLS FOR HEATING, AIR CONDITIONING, 
REFRIGERATION AND VARIOUS INDUSTRIAL APPLICATIONS 



FOR PRESSURE & TEMPERATURE 

These controls have a 
wide range of applica- 
tions. They are noted 
for their accuracy and 
dependable performance. 
The outside double ad- 
justment feature and 
visible dial eliminate all 
guesswork when setting 
the operating range. 

VISAFLAME 

The Mechanical Eye Actuated 
by Light. A positive safety con- 
trol system for domestic and in- 
dustrial oil burners. Operates 
direct from the light of the flame 
instead of from heat in the stack. 
Tried and proven to be the most 
practical method for dependable 
oil burner performance. (Sec next page.) 

OIL BURNER SAFETY CONTROLS 

Type JMI provides posi- 
tive protection against 
flame or ignition failure on 
intermittent ignition oil 
burners. This control in- 
sures having ignition cir- 
cuit closed before every 
starting operation of 
burner. Type JM is used 
for constant ignition 
burners. 


THE ONLY 100% MERCURY 
SWITCH EQUIPPED CONTROLS 

The distinguishing feature of Mercoid 
Controls is the exclusive use of Mercoid 
hermetically sealed mercury switches. 
These switches are not subject to dust, 
dirt or corrosion, thereby assuring better 
performance and longer control life. The 
Items shown below are but a few miscel- 
laneous items. See Catalog No. 700 for 
complete line. 

MERCOID THERMOSTATS 

Mercoid low voltage room thermostats are 
known by their trade name Sensathicrm. 

i They operate on a total dif- 

ferential of 1 degree F. Type H fljHk 
is the regular popular room 
thermostat. Type DNH is a 
hand wound day and night 
Sensatherm. Type HBH is the 
two-stage tyi>e for control ol 
high-low oil or gas burners. hHV 
Recommended also for stokers. 

Type 855 is designed for direct line voltage 
applications recommended for unit heaters, 
air conditioning, etc. 

LOW WATER CONTROLS 

Available also as a 
combined low water 
and pressure control to 
prevent firing into a 
dry boiler or building 
up excess pressure. 

There are a number of 
different types for 
various requirements. 

The illustration shows 
type provided with 
Quick-nook-up fittings 
designed in accordance 
with the A. S,M,E. code. 

STOKER TIMER CONTROLS 

Type TV2 Stok-A-Timer 
combines a Mercoid 
Iransformcr- Relay and a 
synchronous motor timer 
mechanism for maintain- 
ing the stoker fire during 
periods when thermostat 
18 not calling for heat. 

Interval adjustment can 
be set for ^ hour or 1 hour 
merely by moving a lever. 
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MERCOID VISAFLAME CONTROL SYSTEM 

(Actuated by Light) 

FOR DOMESTIC AND INDUSTRIAL 
OIL BURNER APPLICATIONS 



The Visafiame is a departure from the 
usual oil burner control operation. Instead of 
having a safety control on the stack, actuated 
by the heat from combustion, the Visaflame 
is located within or adjacent to the oil burner 
where it uses the light of the flame as a means 
of actuating the control system. This permits 
a more direct and positive method for pro- 
tection against flame failure, power failure, 
or low line voltage. 

The Visaflame System lends itself to 
streamline burner design as it can be built into 
the burner unit by the manufacturer, thereby 
making it possible to test the complete burner 
with safety device at the factory which also 
simplifies and reduces the cost of installation 
in the field. 

MANNER OF OPERATION 

The Visaflame, when properly focused, 
closes its circuit in the presence of light and 
o{>en8 its circuit when the light is absent. 
The light of the flame passes through bulb “A” and is picked up by the concave reflector 
which concentrates the light waves on the small bimetal coil “G**. This bimetal 
coil is opaque and therefore transmutes the light waves into heat, which causes it to 
move the attached electrode “D"' into the pool of mercury '‘E.’' The electric circuit is 
then closed between the fixed electrode and the movable electrode The outer 
bimetal coil to w^hich the movable electrode is attached, compensates for varying 
ambient temperatures. 

The Visaflame is available for Intermittent Ignition or for Constant Ignition oil 
burners. Also for manually operated industrial burners. Adaptable to high-low flame 
operation. 
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Minneapolis-Honeywell Regulator Company 

2958 Fourth Ave., S., Minneapolis 8, Minn. Cable Address: Minnreg, Minneapolis 

Electric or Pneumatic Control Systems for 
Heating, Ventilating, Air Conditioning 

BROWN INSTRUMENTS for Indicating, Recording, Controlling 

Factories: Minneapolis, Minn., Puiladelpiiia, Pa., Wabash, Ind., Chicago, III., Toronto. Canada 


Branch Offices or Distributors are located in the following cities 


Albany, N. Y. 
Albuquerque, N. M. 
Atlanta, Oa. 
Balthiors, Md. 
BntMiNQHAM, .Ala. 
Boston, Mass. 
Butfalo, N. Y. 
Butte, Mont. 
CHAELOm, N. C. 
Chicaqo, III. 
Cincinnati, Ohio 
Clevblanb, Ohio 


Corpus Christi, Tex. 
Dallas, Texas 
Davenport, Iowa 
Denver, Colo, 

Des Moines, Iowa 
Detroit, Mich. 
Duluth, Minn. 

El Paso, Texas 
Fresno, Calif. 
Harrisburg. Pa. 
Hartford, Conn. 


Houston, Texas 
Indianapolis, Ind. 
Kansas City, Mo. 

Los Angeles, Calif. 
IxiuisviLLB, Kv. 
Milwaukee, Wis. 
Minneapolis, Minn. 
New Orleans, La. 
New York, N, Y. 
Okla homa City , Okla. 
Omaha, Neb. 


Peoria, III. 
Philadelphia, Pa. 
Phoenix, Ariz. 
Pittsburgh, Pa. 
Portland, Me. 
Portland, Ore. 
Providence, R. I, 
Richmond, Va, 
Rochester, N. V. 

St. Louis, Mo. 

Salt Lake City, Utah 


San Francisco, Calif. 
Seattle, Wash- 
South Bend, Ind. 
Sioux City, Ia. 
Spokane, Wash. 
Springfield, Mass. 
Syracuse. N. Y. 
Toledo, Ohio 
Tulsa, Okla. 
Washington, D. C. 
Wichita, Kans. 


In Canada: 


Montreal, Toronto, Cal(.ary. London, Winmpkg, V''ANXorvER 


In Europe: London, Brussels, Stockholm, Amsterdam, Zurich 
In Mexico: Mexico City 


Distributors in all the principal cities in the world 



Temperature Controller 



Line Voltage Thermostat 


AUTOMATIC CONTROLS FOR EVERY 
APPLICATION 

Minneiipolis-Honeywell manufactures a complete line of 
electric, pneumatic, and self-contained control units and 
regulators designed for every type of heating, ventilating, 
and air conditioning installation. Indicating, recording, 
and controling instruments manufactured by HoneywelTs 
Brown Instrument Division have wide application in the 
control of industrial processes. 


RESPONSIBILITY FOR ENTIRE 
CONTROL SYSTEM 

Minneapolis-Honeywell can supply a complete line of both 
electric and pneumatic controls. You can place full 
responsibility for all phases of automatic control with 
Honeywell. And you gain the advantage of unbiased 
advice about every type of control — ^advice based on 
Honeyweirs 60 years of specialized engineering knowledge 
and experience. 



**Modutrol Valve** 


THE MODUTROL SYSTEM OF 
ELECTRIC CONTROL 

The Modutrol System designation is applied to any 
combination of Minneapolis-Honeywell Automatic Electric 
Controls or Self-contained Automatic Valves used to 
govern the operation of air conditioning or heating systems 
other than the small domestic installations. A wide variety 
of both modulating and two position motors, controllers 
and valves are available thus making the Modutrol System 
extremely flexible as to the selection of control equipment 
to produce the desired results. 
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(Irad-U-'J'rol Vaht 



“drad-^U-AJotor” — Putumntu-- 
for mihlulattHfi 
control oi dampers 



Outdoor Weather sitii 



Wea/hrrslal Panel 



Brtmn Flow Meter 


THE GRADUTROL SYSTEM OF 
PNEUMATIC CONTROL 

I'he Gradutroi System designation is applied to any combina- 
tion of MinneapoHs-Honeywell Automatic Pneumatic Controls 
used to govern the operation of air conditioning or heating 
systems. Such features as infinite positioning with the Gradu- 
troi Relay and accurate graduation of v^alve and damper 
motors makes the Gradutroi System a truly remarkable ad- 
vance in pneumatic control of commercial air conditioning 
and space heating installations. 


COMBINATION ELECTRIC AND 
PNEUMATIC SYSTEMS 

d'he outstanding advantages of both the electric Modutrol 
System and pneumatic Gradutroi System of control may be 
combined in a single installation. Thus maximum flexibility 
and low installation cost are obtained. Minneapolis-Honey- 
well can offer either an electric or pneumatic system, or a 
combination of the two. I'his is \our guarantee of an un- 
jirejudiced recommendation. 


WEATHERSTAT HEATING CONTROL 
SYSTEM 

Heat Metered to the Weather 

riie outdcKir control s\steni that responds to wind, sun, and 
tem[)erature conditions. Saves fuel, offers greater comfort to 
occupants by keeping a building in proper heating balance 
with all t> pes of weather. Has wide usage on apartments, 
hotels, and other commercial and industrial buildings. The 
W'eatherstat s>’steni is designed for direct control of the heating 
plant, or for /one applications. Zone s> stems are available in 
modulating or on-off control. 


BROWN INSTRUMENTS 

rhe extent to which air conditioning equipment is being used 
in office buildings, theatres, stores, industrial buildings, etc., 
has opened up a wide demand for indicating and recording 
resistance thermometers. To obtain uniform conditions and 
maximum economy from modern equipment, it is necessary 
that the engineer in charge have a visual picture of actual 
temf>eralures throughout the s\stem. 


Brown Resistance thermometers are av^ailable for indicating, 
recording, and controlling service and are applicable to all 
tv jies of air conditioning and space heating installations. 


In addition to Resistance Thermometers, The M-H 
Brown Instrument Division manufactures: 


'fhermometers 
Hygrometers 
Pressure Gauges 
Vacuum Gauges 
Potentiometer Pyrometers 


Flow Meters 
COs Meters 
Tachometers 
Liquid I.^vel Gauges 
Protcctoglo System 
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Controls and Instruments 


Moeller Instrument Company 

■ 132 nd St. and 89 th Ave., Richmond Hill 18, New York 

Representatives in Principal Cities 


INSTRUMENTS FOR HEATING AND VENTILATING 



MOELLER BRASS CASE INDUSTRIAL THER- 
MOMETERS “mercury filled” with MOELLER glass red 
reading column are available in 7, 0 and 12 in. cases, fixed, union or 
separable socket types, for pipe line and tank applications. Air duct 
thermometers are supplied with flanged union connection and bare 
bulb for sensitivity. 


v J 





MOELLER DIAL AND RECORDING THERMOMETERS are mer- 

cury actuated, built for accuracy and long life. Dials are available in 4}^, 0 and 8 in. 
sizes, single or duplex type. Recorders in 10 and 12 in, sizes, in 1, 2, 3 and 4 pen types. 



Remote Reading Type, mercury 
actuated with separable socket 
connection. Back connection or 
flush mounting. 


Single and multiple pen. 
Remote Reading types 
in rectangular or round 
cases. 


Duplex mercury actuated, plain 
bulb type indicates temperatures 
at two separate points. 


Send for catalogs and literature on 

INDUSTRIAL* LABORATORY AND RECORDING THERMOMETERS 
THERMOSTATS • HYGROMETERS • HYDROMETERS • PSYCHRO- 
METERS and MARINE SPECIALTIES 
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Controls and Insirumenis 


Penn Electric Switch Co. 

Goshen, Indiana 

Offices 

Atlanta; Bkrkklky, Calif.; Boston. Newton, Mass.; Chicago; Cleveland; Dallas; Dayton; 
Detroit; Los Angeles; Milwaukee; Moline. III.; New York; Philadelphia; 

St. Louis; Seattle; Syracuse 

Export— 13 East 40th St., New York 16. N. Y. 

Repreaentativea — Specialty Sales Co., Salt Lake City; Vincent Brass 
AND Copper Co., Inc., Minneapolis; H. M. Olmstead, Denver 

In Canada — Penn Controls. Ltd., 24G Parliament St., Toronto 2, Ont. 

Diatrlbutora and Jobbers in All Principal Citiea 

Automatic Controls for Heating, Refrigeration, Air 
Conditioning, Engines, Pumps and Air Compressors 



Thermostats 



Stoker Timers 



Oil Burner Stack Switches 




HEATING CONTROLS 

The Penn line of controls includes models for 
every type of heating service on steam, vapor, 
hot water or warm air systems whether gas, oil 
or coal fired. In this complete line there are: 
Low and line voltage Room Thermostats — 
Stoker Timers — Oil Burner Stack Switches — 
Hot Water and Warm Air Temperature Controls 
— Vapor Controls — Steam Pressure Controls — 
Relays — Humidistats — Day-Nite Tern Clocks — 
Damper Motor Controls — and Solenoid Valves. 
Condensed description and specifications are 
given in Bulletin 1508. Write for your free copy. 


REFRIGERATION CONTROLS 

Whatever your need may be in refrigeration 
controls — choose the exact type to fit the job 
from Penn’s complete line of automatic controls. 
New scries “270'^ pressure and temperature con- 
trols feature two-pole construction and direct 
reading calibrated scales. Also: Cooling Room 
Thermostats — Humidistats — Relays — Solenoid 
Valves — ^and Water Regulating Valves. All of 
these controls are described and illustrated in 
condensed Bulletin 1487. Write for your free copy. 



New Series **970** Low 
Side Pressure Control 


New Series **S7i** Dual 
Pressure Control 
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Controls and Instruments 


The Powers Regulator Co. 

Over 55 Years of Temperature and Humidity Control — Offices in 47 Cities 


New York 17, N. Y., 231 East 46th St, — Chicago 14, 2710 Green vie‘w Ave. — Los Angeles 5. 1808 W. 8th 
St. — Boston 15, 125 St. Botolph St. — Detroit 1, 320 McKerchev Bldg. — Philadelphia 32, 2240 N. Broad 
St. — Cleveland 13. 2012 W. 25th St. — St. Louis 3. 2118 Pine St,— Pittsburgh 22. Oliver Bldg. — 
Buffalo 2, 250 Delaware Ave. — New Elliot Ave. — Houston 6, 809 Stuart Ave. — 

Orleans 12, 208-209 Vincent Bldg. — Cin- Atlanta 3, 142 Spring St. N.VV. — Dallas 

CINNATI 2. 702 American Bldg.— Kansas 1. 602 N. Akard St —Greensboro, 733 

City 8, 1510 Main St.— Seattle 1, 3150 Jefferson Standard Bldg. 


A very complete line of ^ 
Temperature, Humidity, Pre 
sure — indicating, controilin 
and recording regulators — f 
heating and air condition!] 
systems, industrial process 
and all types of hot wat 
heaters. 
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Over 55 years of experience in furnishing and installing temperature 
and humidity control for every conceivable purpose in all types of build- 
ings have given us a wealth of experience from which you can draw in 
selecting the proper type of control for any purpose. 


Catalogs and Bulletins describing any or all of our products furnished upon 
requests Phone or write our nearest office* See your phone directory* 


1140 




Controls and Inslruments ■ 


Spence Engineering Company, Inc. 

28 Grant Street, Walden, N. Y. 


SPENCE METAL DIAPHRAGM “DEAD END” REGULATORS 
Advantages of Spence Regulators 

Dead-end Shutoff — Spence Regulators SECO Metal — Guaranteed to resist the 

arc guaranteed to hold a dead-end. wiredrawing action of steam. 

Sinale ^at— Spence design mak^ Interchangeable Pilota— Any type of 
possible a balanced single seat even in ,(,iil fit any size main valve, 

large sizes. . , 

Metal Diaphrajlma— Under normal AccesalblHty—Pilot is connected to 
conditions never require replacement. main valve with unions. 

Accurate Regulation — Regardless of No Stuffing Boxes — All main valves 
fluctuations in either load or initial pressure. and most pilots are packless. 

Spence Weather Compensator and Orifice Zone Control System 

This simple, dependable Control, 
v/hcn installed on a properly de- 
signed oriflced heating system, will 
show a substantial degree-day steam 
saving, at a low maintenance cost. 

The delivery pressure of the 
Regulator is automatically adjusted 
in direct proportion to the building 
heat losses. In other words, as the 
losses become greater, steam pres- 
sure on the system is automatically 
increased. 

Any number of zones can be con- 
trolled by one automatic Signatrol, 
automatic Wind Loss Compensator 
(Anemometer), Time Switch and 
Master Control Panel equipped with 
Manual and Automatic Dials for 
each zone. In this way each zone 
can be set individually and at the same time be under the Master Control. 




Pressure Regulator — 
Type ED 

Designed to ^ulate a 
steady or varying initial 
pressure so as to maintain a 
constant, adjustable, de- 
livery pressure. Applica- 
l^e to heating sterns, 
power plant operations, or 
manufacturing processes. 


Combined Temperature 
and Pressure Regulator 
—T^pe ETD 
Self-contained, pilot oper- 
ated, dead-end. Desired 
to control flow of fluid to a 
heating or cooling element, 
so as to maintain a constant, 
adjustable temperature, and 
protect the element against 
excesMve pressure. 


Electrically Operated 
Valve— Type EM 
Can be opened or closed 
independently by an elec- 
trical switch. 

Type ET — Same as ETD 
except pressure control is 
omitted. 

Order a SPENCE Regula- 
tor lor 40 days* free trial. 


Fall-O-Matic Universal Pipe Intersection Cutter. 
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Controls and Instruments 


* laulor Irutrumeni Cdmfmidu 

Rochester 1, N. Y., U. S. A. 

IN CANADA — Taylor Instrument Companies of Canada. Ltd., Toronto 


NEW YORK LOS ANGELES ST. LOUIS IIOT\STON BALTIMORE 

CHICAGO PITTSBURGH SEATTLE CINCINNATI DETROIT 

BOSTON CLEVELAND SAN FRANCISCO TULSA ATLANTA 

BU^^LO^^^^^ Afanu/oc/ur/n# Distributors in Great Britain, Short S- Mason, Ltd. London j InViTOI^ 


Taylor Instruments for Indicating, Recording and Controlling 
Temperature, Pressure, Humidity, Flow and Liquid Level 


Taylor Industrial Thermom- 
eters — with new “BINOC” 
Tubing — Includes many styles 
and scale ranges with bulbs for 
every application. These ther- 
mometers contain a new and 
radical development of tremen- 
dous importance — ''BINOC* 
Tubing, This newly designed and 
optically correct glass tubing 
assures an ease of reading that 
has been generally lacking in 
industrial thermometers. 

"BINOC* Tub- 
ing more than 
doubles the an- 
gle of vision 
within which 
readings can be made. Because 
of the patented Triple-lens construction 
its broad mercury column can be read 
easily and accurately with both eyes. 
Bore reflection is absent. 



Taylor Biram’s Anemom- 
eter — For measuring air 
velocities with fan revolu- 
tions indicated on dial. 

Various models for a wide 
range of air speeds and 
registration limits. 

The Taylor “Fulscope” Recording 
Controller — An air-operated controller 
that gives practically any character of 
process control regardless of time lag in 
apparatus. 

Available for controlling temperature, 
pressure, humidity, rate of flow, liquid 
level. Where extreme load changes or 
badly balanced 
operating condi- 
tions exist, preci- 
sion control can 
be maintained 
by the automatic 
reset feature. 
For applications 
where a record 
is not needed, 
Taylor supplies 
an Indicating 
‘Tulscope” Con- 
troller, 




Taylor Re- 
cording Hy- 
grometer — 

Records both 
wet- and dry- 
bulb tempera- 
tures on the 
same chart in 
different color- 
ed inks, mak- 
ingcomparisoii 
very easy. 

Type shown 
has motor- 
d riven fan for 
conditioned rooms or passages where cir- 
culation is poor. Furnished without fan 
for installations where circulation across 
bulb is good. 



Taylor lOBG Hygrometers 

— For Air-conditioning sup- 
ply and return ducts, dryers, 
and other closed compart- 
ments where 
tern perature 
and humid- 
ity readings 
are desired. 
Combines 
the accuracy 
of an etched-stem thermometer and rugged - 
ness of an industrial thermometer. Easily 
installed. Available with bottle or con- 
stant automatic water supply. 



Taylor Sling Psychrometer 

— Two accurate etched-stem 
thermometers mounted on die- 
cast frame, with the bulb of one 
covered with a wick to be mois- 
tened. Whirling bulbs subject 
this hygrometer to complete air 
contact to produce extreme ac- 
curacy of temperature and hu- 
midity measurement. 



Taylor also offers a complete line of 
the famous Taylor Recording and Dial 
Thermometers; Ratio, Pneumatic Set, 
Self-Acting and Type “P” Controllers; 
Indicating Hygrometers and many 
types of Humidriguldes. 
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Controls and Instruments 



United States Gauge 

Sellersville 44, Penna. 

Division of American Machine and Metals, Inc. 


MANUFACTURERS OF PRESSURE, TEMPERATURE, 
FLOW AND ELECTRICAL MEASURING INSTRUMENTS 


OFFICES AND DISTRIBUTORS 



IN PRINCIPAL CITIES 


MOST COMPLETE LINE OF ITS KIND 


You will probably find in the U. S. 
Gauge line, the instrument you need for 
indicating or recording pressure, tempera- 
ture, flow or electriail values. 

USG Instruments have a reputation for 
r>erforming accurately, uniformly over a 
long period — as evidenced by the choice of 
e.xperts — the manufacturers who install 


U. S. Gauges on over 6 out of every 10 
pieces of original equipment. The USG 
system of quality control and 40 years of 
instrument manufacturing experience is 
your guarantee of dependable service from 
instruments that always “TELL THE 
TRUTH.“ 


COMBINATION THERMOMETER AND 
ALTITUDE GAUGE 

For use on hot water heating systems. Indicates on 
one dial: water temperature, head of water above gauge 
and pressure in system. Rugged construction with 
easy-to-read dial. Available in round or square case. 

COMPOUND PRESSURE AND VACUUM GAUGE 

Designed for installation on boilers, steam pressure, 
refrigeration, air conditioning and house heating 
systems, where it is desired to read pressure and 
vacuum on one dial. Available wdth or without an 
internal syphon, it has a sturdy corrosion resistant 
movement and a bronze bourdon tube. Furnished in 
dial sizes from 2 in. to 4,V2 i”- Ranges from 15 to 300 lbs 
per sq in. 


BI-METAL THERMOMETER 

Attractive fan shaped dial thermometer, for instal- 
lation on hot water boilers in house heating systems or 
other apparatus where sensitive bi-metallic element 
mounted in bulb can be used. Can be supplied in 
black, satin, chromium or nickel-finished case. Tem- 
perature range 60-260 F, Also made with back con- 
nection. 
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Controls and Instruments 


White-Rod gers Electric Company 



1209 Cass Avenue, St. Louis 6, Mo. 
AUTOMATIC CONTROLS 

for 

HEATING • AIR-CONDITIONING • REFRIGERATION 



White- Rodgers controls with Hydraulic-Action have many features that assure complete 
accuracy and dependability in all applications — 

• Maximum Sensitivity. •No Temperature Drift. •High Electrical Ratings. 

• Positive Settings. • Easily Adjusted. •Versatility. 

• Full Range Accuracy. •Extra Sturdy Switch. •Protected Switch. 

• Consistant Differential. 

• Not affected by Ambient Temperature or Atmospheric pressure. 


THERMOSTATS 



Series 1£0 


Series ISO 


Series 120 and 130 light-duty, low- voltage 
thermostats are smartly designed with 
visible touch temperature adjustor. Un- 
usually sensitive with powerful snap action 
that assures long life. Series 150, with 
Hydraulic-Action, are heavy-duty, line- 
voltage thermostats ... for unit heaters, 
unit coolers, display cases, walk-in boxes 
and similar applications. 


WARM AIR, STEAM AND HOT WATER CONTROLS 


These controls are recommended wherever 
maximum flexibility must combine with 
extreme accuracy : Series 1 100, Hydraulic- 
Action hot water controls designed for 
6trap-on installations or with vertical or 
angle immersion wells; single or dual open 
and close-on-rise in compact case. Series 
500, Hydraulic- Action warm air fan and 
limit, single or dual. Series 1200, steam or 
vapor pressure controls; short bellows 
movement insures Jong life. 



Series 1200 


Series 1100 


Senes 500 



White- Rodgers Diaphragm Gas \'alves, Series 
2600, are readily applicable to all types of 
domestic and small industrial heating instal- 
lations including boilers, conversion burners and 
floor furnaces. Light weight, easy to install, 
provided with manual operation switch in case of 
power failure. Also available with built-in 
mechanical limit control. 

Series 2500 Solenoid Gas Valves, are desirable 
on installations requiring small overall dimen- 
sions. Especiall}^ designed centering springs 
eliminate chattering and magnetic hum. Each 
valve and seat individually ground and lapped 
for perfect fit. Series 3000 Gas Safety Pilots, 
made completely of stainless steel, employ a 
principle of differential expansion to close the 
main ^Ive when pilot flame is extinguished. 
Economical ... use less than 2 cu ft per hour at a 
line pressure of 3H inches. 
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Healing Systems 


Boilern, Radiators ’ 
Valves, Tanks 


BOILERS and RADIATORS 


Irvington-on-Hudson, N. Y, 

There's a Burnham for Every Purpose —Catalog No. 80 Sent on Request 


BASE-RAY Radiant Heating with Radiant Baseboards 



STANDARD Model BASE-RAY— 
Ratings — 1.25 sq ft [ler lineal foot, 
fappings — bottom only of both 
end panels. Sections are 7 in. high, IJ 4 
in. thick and in 12 and 24 in. length. 



HY-POWER ModerBASE-RAY— 

[Ratings — 2.08 sq ft per lineal foot. Tap- 
pings — in. at bottom only of both end 
panels. Sections are 7 in. high, 2 in. thick 
and in 12 and 24 in. length. 



No. 1, 2, 3 and 36 in. 
Series — All Fuel. 230 
to 4920 sq ft Steam and 
370 to 7880 for Water. 



Burnham Radiant 
Radiator — Two 
heights. 20 and 23 in. 


Burnham Slender- 
ized Radiators (not 
shown) made in three 
to six tubes in all 
heights from 19 in. to 
33 in. 



YELLO-JACKET Boiler 
(with extended Jacket)— All 
Fuel Convertible. 305 to 935 
sq ft for Steam and 490 to 
1495 sq ft for Water. 



Welded Steel Boiler — Capacities from 
2500 to 35|000 sq ft for Steam and 4800 
to 56,000 sq ft for Water. Furnished for 
coal, oil or stoker firing* 



56 In. Twin-Section— 4500 to 14,600 
sq ft for Steam and 7200 to 23,360 sq ft 
for Water. 
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Heating Systems • f 


American ^tattdavd 
R adiator ^ (^a«itai?s 


CORPORATION 

Pittsburgh 30, Pa. 


SEVERN BOILER 
FOR Coal (hand fired 
or stoker), or Oil 

An efficient Boiler with 
many new features for 
convenience and econo- 
my. Ratings: Steam — 
350 to 780 sq ft, Water — 
560 to 1250 sq ft, instal- 
led radiation. 


STANDARD 
GAS BOILER 

Designed by ex- 
perts to burn 
gas efficiently, 
and cconomical- 
ly. Ratings: 
Steam — 400 to 
12,420 sq ft, 
Water — 135 to 
19,860 sq ft, in- 
stalled radiation. 



OAKMONT OIL 
BOILER 

Exclusively for oil 
firing. Also supplied as 
complete boiler-burner 
unit with Arcoflame 
Burner. Ratings: Steam 
— 390 to 810 sq ft, 
Water— 625 to 1295 sq 
ft, installed radiation. 


REDFLASH 
BOILERS 
For All Fuels 

Economical heat for 
any size or kind of 
building. Ingot red 
jacket, fully in- 
sulated. Ratings: 
Steam— 770 to 9900 
sq ft. Water — 1230 to 
15,840 sq ft, installed 
radiation. 


EXBROOK 
BOILER— For Oil 
or Stoker 

A new boiler in sizes 
adapted for larger 
than average homes 
and buildings. Rat- 
ings: Steam 775 to 
1650 sq ft, Water 
1240 to 2640 sq ft 
installed radiation. 


WATER TUBE 
BOILERS 
Stoker or Oil 

For medium to large 
buildings. Efficient 
and economical. Rat- 
ings: Steam — 930 to 
4600 sq ft, Water — 
1490 to 7360 sq ft, 
installed radiation. 


ARCOLINER 
OIL BOILER 

A boiler of advanced 
design for smaller 
homes. Wet base con- 
struction Ratings: 
Steam — 260 to 520 sq 
ft, Water— 420 to 835 
sq ft, installed radia- 
tion. 


MOHAWK 
Winter Air 
Conditioner 
Gas^Fired 

Provides auto- 
matic gas-fired 
Winter Air Con- 
d i t i o n i n g in 
homes of any size. 
Capacities range 
from 43,200 to 
216,000 Btu input 
per hour. 





fw ,, c* M Burner*, 

Heating oystems • water HeaterB, 

AcceBBariea 


American 

Radiator 



^tandavd 


CORPORATION 

Pittsburgh 30, Pa. 


YOU CAN FILL EVERY HEATING NEED FROM THIS COMPLETE LINE 
From )\^EiucAN-i$tandard come Boilers, Warm Air Furnaces and Winter Air Conditioners 
of all types and sizes for Coal — stoker or hand- fired — Oil, or Gas, and a full line of 
Radiators, Convectors, Oil Burners, Domestic Water Heaters, and Accessories — all 
backed by the undivided responsibility of one of the world’s largest manufacturers 
of Heating and Plumbing Equipment. 



Area Radiator 


ARCOFLAME OIL BURNERS 


The Model 
“C” Arcoflame 
has a capacity 
of up to 3 gal- 
lons per hour. 
The Model “L” 
(not shown) 
from 3 to 7 gal- 
lons per hour. 
Both are high- 
ly efficient. 


ARCO RADIATOR 

The modern, slim type 
radiator that occupies less 
space and ^ives more heat. 
It comes in four narrow 
widths and in four heights 
— 19, 22, 25 and 32 inches. 


SUNRAD 

RADIATOR 

Installed re- 
cessed or free- 
standing. Re- 
quires no enclos- 
ure. Two sizes: 
20 in. high X 5 in. 
wide « 2 sq ft, 
and 23 in. x 7H 
in. « 3'sq ft. 

BASE- 

BOARD 

RADIANT 

PANELS 

Made to re- 
place ordinary 
baseboards. 
Available in 
two styles : 
Radiant type 
1.25 so ft per 
lineal foot. 
Convertor 
type 2.08 sq ft. 



Typ§ 


ARCO 

CAST IRON 
CONMiCTOR 

For convection 
heating. Avail- 
able in four 
widths and in 
virtually any de- 
sired length. 

ARCO 

MULTIFIN 

CONVECTOR 

For all systems 
except one-pipe 
steam. Made in 
five widths. 
Non-ferrous. 


BUDGET GAS FIRED 
WATER HEATER 

Heats water automatically, 
stores it for instant use. 
Jacket finished in white 
enamel, black trim. Thrifty 
and dependable. Four sizes 
— 15, 20, 30, and 40 gallons. 

EXCELSO 
INDIRECT 
WATER 
HEATER 

A complete line 
ranging from 
30 to 2500 gal 
capacity. 





Budget 
Gas Fired 



Neum 

Hwtimd 

VedH 

(/or mains) 


No. 900 
Multiport 
AdimtaNe 
VatmObr 
radiators) 


No.OPOArso 

Packless 

Steam 

Radiator 

Valve 
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« Boilers, Radiators, Furnaces, 
liCOitTl^ lOy stems Heating Accessories, Stokers 


Crane Co. 

BOILERS, RADIATORS, FURNACES, VALVES, FITTINGS, PIPE, WATER 
AND STEAM SPECIALTIES, CONTROLS AND PLUMBING MATERIALS 

General Offices: 836 South Michigan Avenue, Chicago 5, Illinois 
Natlon>Wide Service Through Branches, Wholesalers. Plumbing and Heatin|t Contractors 


CRANE OFFERS EVERYTHING IN HOME HEATING 


There’s a Crane Boiler to fit any home — 
regardless of its size — whether coal, coke, 
oil or gas is the preferred fuel or whether 
the owner wants steam or hot water heat- 
ing. These boilers are styled for beauty, 
dependability and simplicity, and they in- 
corporate many new engineering features 
that assure greater fuel economy and 
operating efficiency. 

Crane also builds boilers for many 
types of non-rcsidential buildings. In ad- 
dition, the Crane line includes everything 
else needed for heating systems — furnaces, 
stokers, oil burners, radiators, convectors. 


controls, water and steam specialties, pipe, 
valves and fittings. 

For full information on Crane Boilers 
and other heating equipment, consult your 
Crane Branch or Crane Wholesaler. 




CRANE FOURTEEN BOILER 


CRANE TWENTY 
BOILER 



CRANE SIXTEEN 
BOILER-- BURNER UNIT 



CONTROLS 

The complete line of 
controls includes thermo- 
stats, stack switches, limit 
switches, aquastats, damp- 
er controls — everything nec- 
essary for a heating system. 
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Crane Co. 


• Boilers, Radiators, Furnaces, 
liCCLlttlj Systems Heating Accessories, Stokers 


COMING! CRANE RADIANT BASEBOARD HEATING 



Steam or hot water is 
circulated through the 
baseboard panel — no 
radiators or grilles are 
necessary. Will give 
many advantages: 
more room space; more 
uniform distribution of 
heat; easier cleaning. 
Recommend it to 
customers who are 
planning new homes or 
remodeling. 


CRANE RADIATORS AND CONVECTORS 



COMPAC RADIATORS: Slender in 
line — modern in design — give more heat 
— use less space. For free-standing or 
recessed installation, steam or hot water. 


CONVECTORS : F or attract! ve installa- 
tions that harmonize perfectly with room 
decorations. Recessed or free-standing 
types for new construction or remodeling. 



STOKERS 

Newly designed and engi- 
neered. Assure uniform 
heating with minimum 
fuel consumption and 
minimum attention. 
Wide range of sizes. 


WATER SPECIALTIES 
Crane hot water specialties 
are made to suit every instal- 
lation. They include water 
heaters, circulators and flow 
control valves — ^all top-quali- 
ty equipment. 



OIL BURNERS 
Newly engineered. Crane 
oil burners provide heating 
comfort at low fuel costs. 
Simplified design and sturdy 
construction i^uce main- 
tenance to a minimum. 
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Heating Systems • 


THE NATIONAL RADIATOR COMPANY 


MODERN DESIGN 
Johnstown 



HEATING EQUIPMENT 
Pennsylvania 


Branch Office*: 

Baltimore 2100 St. Paul Street Philadelphia 401 North Broad Street 

Boston 620 Newbury Street Pittsburoh Fourth and Wood Streets 

Chicago 400 West Madison Street Richmond 12 South Third Street 

New York 60 East 42nd Street Washington 4034 Georgia Avenue. N.W. 



"£00" Series 



OH Heating Unit 


NATIONAL HEAT EXTRACTOR CAST IRON BOILERS. The 

distinguished family of National Heat P2xtractors was designed with 
an appreciation for the requirements of automatic heating. National 
Heat Extractors are provided with many features to insure high 
operating efficiency and maximum fuel economy. These include 
extended heating surface, multiple-flue section construction, effec- 
tively insulated jacket and doors and heat conserver baffles. Con- 
vertible from hand to automatic firing after installation and readily 
adaptable to any desired fuel or method of firing. Wide range of both 
storage and tankless domestic water heaters available. 

NATIONAL OIL HEATING UNITS, cast iron or steel, provide 
complete “one package” equipment designed for maximum efficiency 
and top performance with this fuel. Complete automatic controls, 
prefabricated combustion chamber of proper proportions, quiet 
burner for rear firing and an attractive all-enclosing jacket. 
NATIONAL GAS BOILERS are modern, compact and designed 
exclusively for gas firing. Cast iron sections for long life and depiend- 
ability. Tapered flues, long zigzag fire travel and heavy insulation 
insure efficiency and economy. 




"300” and "400” Series 

HEAT EXTRACTOR BOILERS 


”600” Series 


Boiler 

Series 

j Net I-B-R Ratings, Sq Ft 

Steam 

Water 

100 

170 to 410 

270 to 660 

200 

350 to 880 

560 to 1410 

300 

700 to 2300 

1120 to 3680 

400 

2300 to 6000 

4000 to 9600 

500 

4000 to 10300 

6400 to 16480 



OIL HEATING UNITS 


GAS BOILERS 


Gas Boiler 


Type of Unit * 

Net Ratings. Sq Ft | 

Steam 

Water 

100 Seriea Cast haa. 

230 to 410 

370 to 660 

200 Seriet Cast Iron. 

400 to 880 

640 to 1410 

Reakientiai Steel 

275 to 700 

440 to 1120 


Boiler 

Serte» 


20 

30 

40 


Net Ratinga, Sq Ft A.C.A. Approved 


Steam 


109 to 390 
353 to 983 
445 to 1920 


Water 


174 to 624 
565 to 1570 
711 to 3070 
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The National Radiator Company 


Heating Systems • fadStor#, 

• Convectora 


NATIONAL STEEL BOILERS meet all the requirements of the 
5BI Testing and Rating Code and the AS ME Boiler Construction 
Code. All are inspected and approved by a representative of the 
Hartford Steam Boiler Inspection and Insurance Company, The 
18 in. and 23 in. Series Residential Steel Boilers are designed 
for smaller homes. The 26 in., 29 in., and 39 in. Series Residential 
Steel Boilers are de- 

RESIDENTIAL STEEL BOILERS 



signed specifically for 
large homes, apartments, 
and commercial instal- 
lations. Can be fur- 
nished unjacketed, or 


steel Boiler heavily insulated jacket. 


Boiler 

SBI Net Ratings, Sq Ft 

Series I 

Steam 

Water 

I8'^and23^ 

275 to 700 

440 to 1120 

26*. 29". end 39". . 

700 to 3000 

1120 to 4800 



NATIONAL COMMERCIAL STEEL BOILERS are designed 
to supply the heating needs of larger building.s. Their firebox 
proportions conform with the recommendations of the Stoker 
Manufacturers' Association. Hand fired boilers may be converted 
to stoker, oil, or gas firing at any time after installation. 


COMMERCIAL STEEL BOILERS 


Boiler 

Type 


SBI Net Ratings, Sq Ft 


Steam 


Water 


Automatically fired. . 3000 to 35000 

Hand fired 2500 to 29170 


4800 to 56000 
4000 to 46670 




Aero Convector 



Convector Enclosure 


NATIONAL AERO CONVEC- 
TORS are of compact cast iron 
design with fins cast integral 
with tubes. Adaptable to any 
type of heating system and can 
be used with direct radiation. 

NATIONAL ART RADIA- 
TORS blend inconspicuously 
with most decorative schemes. 
Compact proportions require 
minimum floor space. \ wide 
variety of sizes and ratings can 
be furnished. 

NATIONAL CONVECTOR 
ENCLOSURES are made in 
several different types applicable 
to modern structural or decora- 
tive requirements. They were 
designed to develop maximum 
output of the convector. 

NATIONAL UNIT HEATERS 
are designed for quiet , economical 
operation with steam or hot 
water. Available in both Hori- 
zontal and Vertical delivery 
types in a number of sizes. 
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Unit Heater 
Horizontal Delivery 
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spencer Heater 

Division -The AVCO Manufacturing Corporation 

Williamsport, Pa. 




New York 
Philadelphia 
Boston 
Binohampton 


v^AN Antonio 
HARRISPOR t; 
.\llentown 
Baltimore 


Washincton 

l^ALLAS 

Richmond 


Greensboro 
Nashville 
COLI MBI s 


ClNCINNAl'l 
Los Anc.ells 
Cleveland 

1 I KOI I 


Indianaimlis 
Cmc'ACJo 
St. Pall 

POK ILAND 


Since 1888 S{)encer has been manufacturing ciualily automatic magazine feed heaters- - 
and has pioneered other outstanding developments in the heating indust r\ . The Spencer 
line today includes a series of steel tubular boilers of proven design, qu<dit>' and work- 
manship. 


SPENCER STEEL HEATING BOILERS 
for Oil, Stoker or Hand-firing. 

SPENCER SERIES “K 
Net S.B.L 320 to 550 

A star performer in the Spencer line for 
small and medium homes for steam, vapor 
or hot water heating. Its beautiful two- 
tone jacket makes it easy to add another 
room in the basement. It is delivered with 
standard or extended jackets. A steel ' 
tubular heating boiler that can be oil or j 
stoker-fired. Easily converted to a hand ' 
fired unit, it wall give efficient, economical 
performance for many years. Here are a 
few reasons why the Spencer '‘K'’ performs 
so well: Insulated precision-ground doors 
— heavy duty uniform wall thickness steel » 
tubes—square fire box and fire tube turbu- * 
lators insure high temperature combustion 
— low’ stack loss. 



Spencer Series “iC” 



Spt'ncer Series “C” 


SPENCER SERIES “C” 

Net S.B.I. 700 to 3000 

I'he ideal boiler for homes and smaller 
commercial buildings. The “C” boiler’s 
amazing economical efficient performance 
is the result of Spencer’s 59 years* exper- 
ience. It is fitted with beautiful standard 
or extended jackets. Its many exclusive 
Spencer features make it easy to install — 
easy to clean — a safe, practical boiler that 
gives long, trouble-free service. Spencer 
hot water heating service can be readily 
installed for year-round hot water. The 
“C’* boiler is designed for oil or stoker 
firing but also available with specially 
designed grate equipment for hand firing. 


All Spencer “K” & Series Boilers are manu- 
factured in accordance with the AS ME Codes and 
are fully approved by the Steel Boiler Institute, 
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spencer Heater 


Healing Systems • soUerB, steei 


SPENCER SERIES “A” 

1800 to 42,500 Square Feet EDR Steam 

For large homes, commercial buildings or 
apartments. The many features of the 
Spencer Series "A” are essentially the same 
for hand firing, oil, gas or stoker types. 

The series ''A” is of proven design — in 
use in thousands of installations. Spencer’s 
peaked firebox design affords rapid natural 
circulation of boiler water and provides a 
self cleaning action. Maximum heating 
surface assures quick steaming with effi- 
cient low' cost operation. All its internal 
units are easily accessible — easy to clean, 
keeping boiler at peak efficiency - resulting 
in economical performance. The “A” 
lioiler has either rear or top smoke box 
outlet and you can readily install the 
Spencer > ear-round hot water system. 

All sizes available with either mechanical 
foil, gas or stoker) or hand fire bases. 
Smokeless .\rch supplied on special order. 



CAST IRON MAGAZINE FEED 
BOILERS 

SPENCER SERIES “F” 

From 290 to 740 EDR (Steam) 

j For the small home or building, you can’t 
I heat Spencer’s “F” heater. Note clean 
; design of Spencer’s “F” series boiler, 
j Jacket available in harmonious two-tone 
j blue of highest quality steel . . . fully in- 
} sulate<l. Its many features include easy 



5 pf ncer Series "A" 


SPENCER SERIES L.2 L-3 
Capacities 690 to 4510 EDR (Steam) 

Designed for quick, economical heat with 
minimum service requirements for larger 
homes, apartments or churches. Fuel 
feeds by gravity, automatically, con- 
stantly — needs little attention in 24-hour 
period. No mechanical parts — burns No. 
1 buckwheat and pea size anthracite at 
substantial saving. 


; accessibility for cleaning heating surfaces 
1 ... no variance in combustion space and 
I fire bed ... no mechanical parts. The 
; home owner really gets safe, trouble-free, 
i economical performance w ith Spencer “F” 
heater. 

I The series 'T'” is one of the famous line 
I of cast iron sectional magazine feed boilers 
> especially designed to burn the small 
! economical, buckwheat and pea size 
! anthracite and coke fuels. 



Sptneer Series “F” 
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The H. B. Smith Company, Inc. 

Westfield, Mass. 

Branch Offices and Sales Representatives in Principal Cities 


A complete line of modern cast iron sectional boilers for residential, 
commercial and industrial heating and for domestic hot water supply 


15-20-25 SMITH-MILLS BOILERS 

Capacities 200 sq ft to 2275 sq ft steam 
radiation. This complete line of modern push 
nipple boilers is available in models for oil, gas, 
stoker and hand firing. Provisions have been 
made for built-in domestic hot water heaters and 
controls. 


MILLS WATER TUBE BOILERS 
Series 24-34-44 

Capacities 900 sq ft to 13,380 sci ft of steam 
radiation. Independent header type construc- 
tion — tens of thousands of these famous Mills 
Boilers are installed in schools, hospitals, apart- 
ment houses, stores, and other commercial and 
public buildings. Models for hand and all types 
of automatic firing. 


42 AND 60 SMITH BOILERS 

May be used in batteries for heating loads up to 
and over 100,000 sq ft steam radiation. Many 
of these large units installed in industrial plants 
furnish steam for process requirements as well as 
for heating and domestic hot water. 


60 Smith 

SMITH HY-TEST BOILERS 

Smith Hy-Test Boilers for hot water supply, are 
available in several models and many sizes for 
tank capacities to 20,000 gai. Constructed of 
the finest quality grey iron castings, these 
Hy-Test units are carefully tested at high 
pressures before shipment. The No. 17 series, 
for example, is tested at 350 lbs hydrostatic 
pressure — the highest test pressure of any cast 
iron boiler made. 

/7 nY-T$u 

Ck>mplete catalog information describing Smith boilers is filed in current 
issuesof SweeUs ^'Archltecturar’and Etomestic Engineering Catalog Directory 
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oivifioM 

United States Radiator Corporation 
General Offices: Detroit 31, Michigan 

Sales Offices in Principal Cities 


MEMBER 



ft#9. U. $. Pat. Off. 


A Complete Line of Low Pressure Steel Heating Boilers 



All Pacific Boilers are built using the 
AS.M,K. Boiler Code Standards as mini- 
mums, and rated in accordance with Steel 
Boiler Institute code. 


DIRECT DRAFT AND SMOKELESS SERIES 
FOR COAL FIRING 

Built in the following capacities for steam 
2200 to 35,000 sq ft and in corresponding 
capacities for water. 

All Pacific Boilers are built, inspected, and 
tested under the supervision of the Hartford 
Steam Boiler Inspection and Insurance 
Company. 

HIGH FIRE BOX SERIES FOR MECHAN- 
ICAL FIRING, STOKER, OIL OR GAS 

Built in the following capacities for steam: 
2680 to 56,830 sq ft and in correspn^nding 
capacities for water. 

All Pacific Boilers are made of flange-quality 
steel, electrically welded — built to last. 

PACIFIC THREE-PIECE CONSTRUCTION 

All commercial sizes of Pacific Boilers are 
built in three sections — shell, firebox and 
base — and require minimum building open- 
ing. W here necessary, Pacific fire^xcs can 
be split (as ijlustrated) to allow the boiler 
to be taken into the building in four sec- 
tions. No cutting, no welding is required 
in assembling any Pacific Boiler. 

PACIFIC RESIDENTIAL SERIES FOR 
COAL, STOKER, OIL OR GAS 

Built in the following capacities for steam: 
400 to 3000 sq ft and in corresponding 
capacities for water. 


PACIFIC BOILER 

For oil or gas — built in 4 sizes ranging from 
400 to 900 sq ft steam and from Ofi) to 1440 
sq ft water. 

Descriptive Bulletins on Pacific Steel Heating 
Boilers will be mailed on request. 
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Member 

NEC U S . ^ AT . OFF . 


RADIATOR CORPORATION 


GENERAL OFFiCE, DETROIT 31, MICH. BRANCHES AND SALES OFFICES IN PRINCIfAL CIHES 


US-CAPITOL* 

THINTUBE 
RADIATORS 

3-Tub« 


Heights 

Per Section 

In. 

Heating Surface 

25 

1.6 SqFt 

4-Tube 

22 i 

L^SqFt 

25 1 

! 2.0 Sq Ft 

5-Tube 

22 i 

2.1SqFr^ 

25 

2.4 Sq Ft 

6-Tube 

19 

irsqTT"* 

25 

3.0 Sq Ft 

32 

3.7 Sq Ft 

in. 

Centers. 




11' li'l 

I hm ii 


A.G.A. 
Boiler Rating 
No. Sq Ft 
Water 


A.G.A. 

Output 

Btu 

Per Hour 


*i&irect C. I. 
Radiator j 
Load j 
Sq Ft j 
150 Btu Per I 

SqFt I 

Emission I 


•Direct C. I. 
Radiator Load 
Sq Ft of Water 
Accelerated 
(200 Btu Per 
Sq Ft Elmission) 


3-11 

240 

36,000 

155 

IIS 

4-1 1 

360 

54.000 

230 

175 

5-11 

480 

72.000 

310 

230 

6-11 J 

600 

90,000 

385 

290 

7-M 

720 

' 108.000 

470 

350 

8-11 1 

840 

; 126,000 1 

550 

410 


US-SUNRAY RADIATORS 


19 in. li 0 i 14 h t Is 

standard, 21 in . 
and 22 J 2 heights 

can be furnished 
use of higher legs. 

No. 5- 



Heights 

1 Per Section 

In, 

1 Heating Surface 

19 

j 1.8 SqFt 

.No. 6 — 

i)epth in,. 


Heights Per Section 
In. Heating Surface 

19 1.8 SqFt 


Input Water j Water 
Btu : Inlets j Outlets 

Per No. and 
Hour 


45.000 

67.500 

90.000 

112.500 

135.000 

157.500 


Size 


2‘W 

2-2Vr 


2-21 

2 - 2 '/ 

2 - 2 '; 


nf'?' Minimum 
wuiieia Outlets |Main 

No. and No. and , Gas 

Size ! Size jValve 


2-2'/2" : 
2-2'/2* , 
2-2'// , 

j 

mcl. 


1^4" 

l-S-' 

|.5" 

r.7' 

1-7-^ 


4^ 

y 

y 

b*' 

7^^ 

7-^ 


• The Amount Allowed for Piping and Pickup Capacity for Each Boiler is Based on I-B-K Selection Factors. 



US-22 

“COMFORT 

LINE” 

GAS BOILER 
Data below 


US-11 

“COMFORT 

LINE” 

GAS BOILER 
Data above 



Boiler 

No. 

K,CJi. 

Rating 

SqFt 

Steam 

A.G.A. 

Rating 

SqFt 

Water 

A.G.A. 
Output 
Btu 
Per Hr 

•Direct C. I. Radiator Load 

Input 
Btu 
Per Hr 

Steam 

or 

Water 
Inlets 
No. and 
Size 

Steam 

or 

Water 
Outlets 
No. and 
Size 

Flue 
Outlets 
No. and 
Size 
Inches 

Water 

Line 

Inches 

Flue 
Size to 
Chim- 
ney 
Inches 

Size of 
Main 
(jias 
Valve 
Inches 

SqFt 

Steam 

SqFt 

Water 

& Ft of 
Water 
Accele- 
rated 

7-22 


1280 

192,000 

530 


635 


2-3'' 

2-4' 

wm 

34' 

9' 

VA'' 

9-22 

1120 

1790 

268,800 

750 



336,000 

2-3' 

2-4' 


34' 


W 

11-22 

1440 


345.600 

980 


1175 

432.000 

2-3' 

2-4' 

2-8' 

34' 

12' 

W 

13-22 

1760 

2820 

422.400 

1210 


1450 

528.000 

2-3' 

2-4' 

2-9' 

34' 

13' 


1 5-22 


3330 

499.200 

Kua 


1740 

624.000 

2-3' 

2-4' 

2-10' 

34' 

15' 

kUi^I 

17-22 

mSSm 

3840 

576.000 



2030 

720.000 

2-3' 

2-4' 

3-9' 

34' 

16' 


19-22 

2720 

4350 

652.800 

1935 


2320 

816,000 

2-3' 

2-4' 

3-9' 

34' 

16' 


21-22 


4860 

729.600 



2600 

912.000 

2-3' 

2-4' 

3-10' 

34' 

18' 


23-22 

3360 

5370 


2425 


2910 

ifixJLu:'] 

2-3' 

2-4' 

4-10' 

34' 

20' 


25-22 

3680 

5890 


2675 


3210 

IH'ifcVi] 

2-3' 

2-4' 

4-10' 

34' 

20' 


27-22 

4000 

T t 

6400 

IMi! 

2930 

4690 

3520 

f«200.000 

2-3' 

2-4' 

4-10' 

34' 

2xr 
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CORPORATION 


GENERAL OFFICE, DETROIT 31 , MICH. BRANCHES AND SALES OFFICES IN PRINCIPAL CITIES 



US-2 

CAPITOL SUNRAY 
OIL FIRED BOILER 


Boiler 

No. 

Net So Ft 

Direct Cast 

Iron Radiation 

Net 

Btu 

Per Hr. 

Gross 

Output 

Btu 

Per Hr. 

Steam 

Water 

2-03 

350 

560 

84.000 

129.000 

U04 

500 

800 

120.000 

182.000 

24)5 

650 

1040 

156,000 

234.000 

2-06 

800 

1280 

192.000 

285.000 


I US-3 

“THRIFT MODEL” 

SUNRAY BOILER 


Sq Ft Direct Cast Iron Radiation 


Boiler 

Number 

Hand 

Fired 

1 Stoker Fired | 

j Oil Fired 

Steam 

Water 

Steam 

Water 

Steam 

Water 

R43-Sor W 

300 

480 

1 400 

640 

400 ! 

640 

R53-Sor W 

450 

720 

550 

880 

550 

880 

R63.Sor W 

600 

960 

700 

1120 

700 

1120 



Boiler 

No. 

NetSqFt 
Direct Cast Iron 
Radiattmn 

Net 

Btu 

Per Hr. 

Gross 

Output 

Per Hr. 

Steam 

Water 

US.25-3 

545 

875 

)3).000 

197.000 

US-25-4 

905 

1450 

217.000 

320.000 

US-25.5 

1265 

2025 

304.000 

439.000 

US.25^ 

1625 

2600 

390.000 

555,000 

US.25-7 

1985 

3175 

476.000 

669.000 


RED TOP 

CAPITOL BOILERS 

“A” Series — All Fuels 


Sq Ft Direct Ca*t Iron Radiation 


No. 

Steam 

Water 

A.7 

340 

545 

A-8 

440 

705 

A-9 

540 ! 

865 

A-IO 

640 

1025 

A-)I 

740 

1185 


“B” Series— All Fuels 


B-7 

740 

1180 

B-8 

920 

1470 

B-9 

1110 

1770 

B-IO 

1275 

2040 

B-ll 

1440 

2300 

B-12 

1580 

2530 

B.13 

1730 

2770 

B.14 

1880 

3000 


“C’» Series -All Fuels 


Boiler 

No. 

Sq Ft Direct Cast Iron Radiator 

Steam 

Water 

C-12 

2250 

3600 

C.14 

2715 

4345 

C-16 

3180 

5090 

C-18 

3645 

5830 

C-20 

4110 

6575 

C-22 

4575 

7320 

C-24 

5040 

8065 

C-26 

5450 

8720 

C-28 

5800 

9280 

C-30 

6110 

9775 


‘DEEPFIRE” 

HOT WATER 
SUPPLY BOILERS 
COAL OR OIL 
100 lb Working Pressure 


Capacity — Gallona 
100^ rise in I Hour 


Coal Fired 

Oil Fired 

Boiler No. 

Gallons 

Boiler No. 

GalliHia 

30 

132 

030 

115 

40 

252 

040 

165 

50 

360 

050 

215 

60 

450 j 

060 

265 
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Weil-McLain Company 

Manufacturing Division: Michigan City* Ind. and Erie^ Pa. 

General Offices: 641 W. Lake Street, Chicago 6, 111. 

NEW YORK OFFICE: 501 Fifth Avenue 

Weil-McLain Boiler and Radiator service is made conveniently available through local stocks 
carried by Weil-McLain Distributors in most of the important distributing centers. 



No. 68 Boiler 
for Automatic Firing 

Boiler is completely 
jacketed and insulated. 
Has an integral front 
burner extension. Net 
I-B-R Ratings: Steam 
390 to 690 sq ft, Water 
625 to 1,100 sq ft. 



No. 78 Boiler 
for Automatic Firing 

Boiler has insulated en- 
ameled de luxe jacket. 
Front or rear jacket ex- 
tension available. Net 
I-B-R Ratings: Steam 
530 to 1,130 sq ft. Water 
850 to 1,810 sq ft. 



Conversion type boilers 
for hand or automatic fir- 
ing. Connected Load 
Ratings: Steam 210 to 
1000 sq ft, Water 340 to 
1600 sq ft. 



Raydiant ^^Concealed** 

A Radiant convector 
type all cast-iron Radi- 
ator. Made in *'Con- 
cealed/’ also Partially Re- 
cessed types. 



Round-Type Boiler 
Unjacketed Round 
Boiler with corrugated 
heating surfaces for eco- 
nomical home heating. 
Connected Load Ratings: 
Steam 310 to 900 sq ft 
Water 490 to 1440 sq ft 



Solray Radiator 
Free standing all cast- 
iron Cabinet t 3 rpe Radia- 
tor with metal cover top. 
Available in three deptns 
in 21, 24 and 27 in. 
heights. 



“RO Series” Boiler 
for Automatic Firing 

Jacketed and insulated 
round boiler for small 
homes. Connected Load 
Ratings: Steam 420 and 
520 sq ft. Water 630 and 
790 sq ft. 



Square-Type Boilers 

Sectional boilers for 
larger installations. Com- 
plete ranee of sizes. Con- 
nected Load Ratings: 
Steam 1,815 to 11,300 sq 
ft, Water 2,900 to 17,900 
sq ft. 




Junior Radiator 
Smaller Tubular type 
Radiation which conserves 
space. Available in in. 
centers in 3, 4, 5 arra 6 
tube widths and 19 to 32 
in. heights. 
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THE BABCOCK Bl WILCOX COMPANY 


85 Liberty Street 

Water-Tube Boilers 
Oil Burners 


New York 6. N. Y. 

Manufscturert of 



Chain-Grate Stokers 
Seamless Steel Tubing and Pipe 


Branch Office* and Repreaenta tires In all Principal Cities 


Type H Stirling Boiler 

The Babcock & Wilcox Type H Stirling 
Boiler is a highly efficient unit built for 
moderate pressures at moderate prices. . . . 
and is designed to occupy minimum floor 
space and head room for the heating sur- 
face reouired. 

This boiler is built in four classes and 36 
sizes ranging from 691 to 6225 sq ft of 
heating surface, and can be designed for 
operation with any fuel and every method 
of firing. 

The moderate price is due only to the 
simplicity of design, efficient production 
methods and superior shop equipment. 



Type H Stirling Boiler with Babcock 6* Wilcox 
Chain-Crate Stoker 


Advantages of the Babcock & Wilcox 
Type H Stirling Boiler: 

Unusual steaming capacity for the floor 
space and head -room requir^. 

The choice of three locations for gas exit 
reduces cost of flues and breeching;. 

Distribution baffles make effective all of 
the heating surface. 

Tube renewal is facilitated by correct 
tube spacing, and a tube removal door. 

The boiler is supported by a structural- 
steel framework entirely independent of 
the brickwork. 

A complete table of sizes and dimensions 
will be sent upon request. Simply ask for 
Bulletin G-8-C. 



B&W Integral-Furaace Boiler, 
Type FF 

Many of the advantageous features in- 
corporated in large B&W central-station 
boilers are now available for the first time 
in the B&W Integral-Furnace Boiler, Type 
FF, which is offered in sizes ranging from 
13^ to 6506 sq ft heating surface. 

Distinguishing features include: 

A completely water-cooled furnace. The 
construction provides water cooling for 
front and rear (or bridge) walls, as well as 
side walls and roof. 

A furnace arrangement in which the 
primary combustion zone is followed by an 
open pass, thus making use of a principle 
of combustion that was first developed and 
used successfully in the B&W Open-Pass 
Boiler for central stations. This design 
insures mixing of the gases while at high 
temperatures, thereby aiding efficient and 
smokeless combustion. 

Cyclone Steam Separator, which pro- 
vide dry steam at high boiler- water con- 
centrations independently of normal varia- 
tions in water level, and increase circula- 
tion by eliminating steam from the water. 

These, with related features, result in a 
boiler that is outstanding for economy of 
fuel and maintenance and for ease of 
operation. Write for Bulletin G-34. 


1159 




Healing Systems • Boi/era 



The Bigelow Company 

105 River Street, New Haven 3, Connecticut 

MANUFACTURERS OF 


FIRE TUBE BOILERS WATER TUBE BOILERS 


SALES REPRESENTATIVES IN PRINCIPAL CITIES 

Catalog Furnished on Request 


BIGELOW SCOTCH TYPE 
HEATING BOILER 

A compact, self contained, highly ef- 
ficient oil fir^ boiler that requires low 
head room and has low water line. All 
parts internally and externally are readil>' 
accessible. The boiler is of welded con- 
struction and contains no water leg or 
stay-bolted surfaces. Built in units with 
steam rating from 1,820 to 42,500 sq ft. 



BIGELOW 
TWO-PASS BOILER 

This boiler is designed to meet heating 
and power requirements, especially where 
space limitations prevail. The unit may 
DC oil, stoker or hand fired. The elimi- 
nation of special brick shapes and stay- 
bolts reduces the cost of maintenance to a 
minimum. The Two-Pass boiler is built 
in standard sizes from 25 hp to 250 hp. 



BIGELOW TYPE F 
WATER TUBE BOILER 

Cut shows boiler equipped with spreader 
type stoker. The flexibility of design 
permits oil and other type stoker firing. 
Partial water wall surface is provid^ 
without extra headers, downcomers and 
circulating tubes. The Type F Steam 
Generating Unit is built in sizes ranging 
from 10,000 to 60,000 lb of steam per hour. 
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Boiler9 and 
Stokers 



The Brownell Company 

Established 1855 

452 N. Findlay St. 

Dayton 1, Ohio 

Manufacturers of 

BROWNELL BOILERS, STOKERS, AND 
HEAT EXCHANGERS 

Representatives In All Principal Cities 



Welded Triple Pass Heating Boilers 
built in either high leg or low water line 
types. Hand fired ratings 500 to 35,500 
sq ft steam, 800 to 56,800 sq ft water 
radiation. Stoker, Oil or Gas fared up to 
43,100 sq ft steam or 69,000 sq ft water 
radiation. A.S,M.E. Code construction. 



High or Low Pressure Double Pass 
Boiler with Type LR Stoker. Designed 
and manufactured as a matched unit 
steam generating plant. Furnished in 
working pressures from 15 to 150 lb and 
sizes up to 300 hp. For power, heating, 
and process steam. Steam ratings 3,600 
to 42,500 sq ft. Water rating, 5»800 to 
68,000 sq ft when used with stoker, oil, 
or gas. A.S.M*E» Code construction. 



Type LR (Low Set) Underfeed Ram 
Tyi^ Stoker. Ideal where height of 
setting is limited. Sizes to 300 hp; *‘R** 
models up to 700 hp. Automatic air 
volume control. Can be furnished with 
Brownell exclusive, fully automatic inter- 
mittent coal feed control. 



Type C Screw Feed Stoker, proved by 
years of service to be sturdy, reliable and 
efficient. Illustration shows dead plates; 
can also be furnished with dump plates 
in the larger sizes. 30-300 hp. 



Heat Exchangers, Generators, Con- 
verters. Hourly capacities from 60 to 
4,400 gal; storage capacities 25 to 1,904 
gal. 


The illustrations show only a part of the complete Brownell line. We shall gladly 
send literature describing Brownell equipment. Our held organization is ready to assist 
in problems of steam generation and heating. 
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BoiJera and 
Stokers 


Combustion Engineering Company, Inc. 


All 


Types of Fire Tube and 
Water Tube Boilers 
Mechanical Stokers 



Complete Steam Generating Units 
Pulverized Fuel Systems 


200 Madison Avenue, New York 16, N, Y. 

Offices in all principal cities of the United States and Canada 


More than 19,500 G-E Stokers purchased to date 



C-E SkeUy Stoker 



C-E Low Ram Stoker 



C-B Spreader Sttdter 


C-E Skelly Stoker — A compact, self- 
contained unit with integral forced-draft 
fan, adapted to burn either anthracite 
or bituminous coal. Alternate fixed and 
moving grate bars assure lateral distribu- 
tion of fuel Automatic control is stand- 
ard equipment. Approximate application 
range — 20 to 200 rated boiler hp. 

Type E Stoker — A single-retort, under- 
feed stoker with an established reputation 
of many years’ standing for dependable 
service. Designed to burn a variety of 
bituminous coals under boilers up to about 
600 rated hp. Available with steam, 
mechanical or electro-hydraulic drive. 

C-E Low Ram Stoker — A single-retort, 
stationary-grate underfeed stoker for burn- 
ing bituminous coals under boilers in the 
upper size range of the C-E Skelly Stoker. 

C-E Spreader Stoker — A simple, 
rugged overfeed stoker designed to burn a 
wide variety of coals. Fines are burned in 
suspension and the, coarser coal on a grate 
which may be of either stationary, 
dumping or continuous discharge type. 
Rate of coal feed and air supply may be 
regulated over a wide range and are readily 
adaptable to automatic control. Applica- 
ble to boilers from about 100 boiler hp up. 

C-E Multiple Retort Stoker — For 
burning bituminous and semi-bituminous 
coals under boilers up to the largest sizes. 

C-E Traveling Grate and Chain 
Grate Stokers — Including both Coxeand 
Green types. Available with grate surfaces 
suitable for anthracite, coke breeze, lignite 
or bituminous coal, as required. Traveling 
grates are all forced-draft types; chain 
grates are either forced draft or natural 
draft types. 

C-E Boilers — All fire tube and water 
tube types in sizes ranging from 25 hp up 
to the largest. Standard and special de- 
signs to suit all conditions of fuel, load 
and space. Included are all types formerly 
known by the trade names *'Heine,*^* 
‘'Walsh & Weidner,” "Casey-H^ges/* 
“Ladd’' and “Nuway." 

Separate Catalogs describing each 
of these products are available. A-sst-a 


1162 




Heating Systans • Boiler 9, Stemt 


Farrar & Trefts 

Incorporated 
ESTABLISHED 1863 

20 Milburn Street, Buffalo 12, N. Y. 


FARRAR & TREFTS SALES OFFICES 


Atlanta, Ga. 
Baltimore, Md. 
Buenos Aires, S. A. 
Cambridge. Mass. 
Charlotte, N. C. 
Chicago, III. 
Cincinnati, Ohio 
Cleveland, Ohio 
Cuyahoga Falls, Ohio 


Detroit. Mich. 

(iENEVA, N. Y. 
Glendale, Calif. 
Grand Rapids, Mich. 
Houston, Texas 
Indianapolis, Ind. 
Louisville, Ky. 
Madison, Wis. 
Marion, N. C. 


Mecahanicsburg, Pa. 
Memphis, Tenn. 
Milwaukee, Wis. 
Minneapolis, Minn. 
Montevideo, 

Uruguay, S. A. 
Nashville, Tenn. 
New York, N. Y. 

N UTLEY, N. J. 


Orchard Park, N. Y. 
Philadelphia, Pa. 
Pittsburgh, Pa. 
Richmond, Va. 
Rochester, N. Y. 

Salt Lake City, Utah 
San Francisco, Calif 
Seattle, Wash. 
Tampa, Fla. 

Utica, N. Y. 


The F&T Bison Compact Welded Heating Boiler is more 
than just another boiler. It has been designed carefully so as to 
have a large furnace volume, the proper volume of water, just 
the right amount of steam liberating surface, the correct volume 
for steam storage and a balanced circulation. The result is a 
remarkably steady water line — A Balanced Boiler. 

This boiler requires a minimum amount of floor space and is 
easy and inexpensive to install. It is reasonable as to first cost 
and economical in operation. Construction is in accordance 
with the A,S.M,E. Code for 15 lb working pressure and boilers 
are designed for hand firing with anthracite or bituminous coal 
or for mechanical firing with oil, gas or stoker. There are 
The Bison Compact Boiler various sizes available from 1,800 to 35,000 sq ft of steam radi- 

Series 100 and 900 ation, all ratings as required by the Steel Healing Boiler Institute, 

The Bisonette Compact Boiler has the same characteristics as the larger Bison 
Compact Boiler. It has been designed for installation in large residences and small 
business establishments where the advantages inherent in a Steel boiler are desired. 

Firebox Return Tubular Heating Boilers are 
Quality Boilers. They are constructed to measure up 
to the high standards set by Heating Engineers and will 
give unfailing service under all conditions. Being 
economical to install and operate, they are highly 
favored by Architects and Engineers for heating 
Schools, Hospitals, etc. 

There are two types of Firebox Boilers, the Up- Draft 
Type and the Down- Draft Type. Both types are made 
of welded or riveted construction for hearing purposes 

Firebox Return Tubular Boiler 
Series $00 and 600 

ft of steam radiation, as rated by 
the Steel Heating Boiler Institute, are designed for hand firing with coal or for mechanical 
firing with oil, gas or stoker. 

Scotch Wet Top Back Boilers are designed so that no refractory tile are required at 
the top of the rear combustion chamber. The steam space extends the entire length of 
the boiler and the furnace is entirely surrounded by water which permits immediate 
maximum heat transfer and absorption. This special design results in a boiler that is 
extremely efficient to operate and is maintained at a minimum cost. 

The Scotch Wet Top Back Boiler is a self-contained unit. It can be moved easily and 
can be installed on two saddles. No expensive foundation or pit is required. No external 
brickwork is needed. Because of its short length, low height and low water line, this 
compact boiler unit can be installed in small spaces where there is lack of headroom and 
where no other type will fit. 

Designed for oil, gas or mechanical firing, in accordance with the requirements of the 
A,S,M,E, Code for 15 Ib working pressure, ratings of these boilers conform to S,BJ, 
Sizes range from 5160 to 42500 sq ft of steam radiation. 

**€atfilogs on Request^* 
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at 10 ID working pressure ana riveted, or, uiass l lusion 
welded x-rayed and stress-relieved for power purposes 
at 100, 125 and 150 lb working pressure in accordance 
with the A ,S,M,E, Code. Sizes from 4.500 to 35.000 so 
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VitzUibbons Boiler Companyjnc. 

Batablisbed 1886 

General Offices: Architects Bldg., 101 Park Avenue 
New York 17^ N. Y. Member 

Manufactured at: OSWEGO. N. Y. 

Sales Branches In Principal Cities 

Member, Steel Boiler Institute 

Reft. U.S. Pat. Off. 



PRODUCTS— STEEL HEATING and POWER BOILERS for all fuels and all 
heating systems. Capacities to meet requirements of any building. Built and 
rated according to A.S.M.E. and S.B.L Codes.— AIR CONDITIONERS for 
Direct-Fired installations in residences of all sizes. 



FITZGIBBONS 
‘D’’ TYPE 

Welded Steel 
Firebox Boilers 
For 15 lb W.S.P. 
A.A.Af.E. Built 
S.B.L Rated 
Hartford Inspected 


The boiler for apartments, office build- 
ings, theatres, schools, hospitals — capaci- 
ties from 1800 to 42,500 sq ft steam EDR. 

Full and complete combustion is a 
feature of the Fitzgibbons “D” Type steel 
boiler. In the oil or gas fired type, the 
generous combustion area insures the 
liberation of every Btu. 

In the coal burning type, grate aper- 
tures and secondary air intake are correct 
for admitting the right amount of air. 
Flue gases make several passes over the 
length of the boiler. 


♦Reg. U.S. Pat. Off. 


Positive water circulation — a rapid con- 
tinuous surging sweep induced by the con- 
centration of heat at the crown sheet. This 
powerful circulation is further helped by 
the absence of convolutions or distorted 
forms which might impede it. 

Ample domestic hot water is provided 
with no storage tank by the Fitzgibbons 
“Tanksaver.”* Where a storage tank is 
used, the “Tankheater” may be furnished. 

Hand-fired, Coal Type — 1800 to 35,000 
sq ft steam Oil, Gas, Stoker — 2190 to 
42,500 sq ft steam 18 sizes. 
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Healing Systems • Bailers, Steel 



FITZGIBBONS 400 SERIES 
Built - 5.B./. Rated 
Hartford Inspected. 

5 Sizes —320 to 000 sq ft steam 
net radiation load. 


FITZGIBBONS “400” SERIES 

the Steel Boiler 
for residences 

A boiler that brings to the home every 
advantage of Fitzgibbons steel boiler con- 
struction. Electrically welded in a one- 
piece unit, it combines strength and dura- 
bility with leak-proof, crack-proof con- 
struction. 

The 400 Series is a particularly quick 
heating boiler, giving immediate response 
to thermostat control. This reduces the 
periods of burner operation and is the 
reason for outstanding fuel savings and 
comfortable temperature uniformity en- 
joyed by the thousands of 400 Series 
heated homes. Abundant domestic hot 
water for kitchen, laundry and baths is 
provided by the Fitzgibbons Tanksaver* 
summer and winter, with no storage tank 
required. 

This boiler is available in types for all 
mechanical firing methods, and for hand 
firing with coal, the latter type supplied 
with complete grate equipment. 

*ReK. r.S. Pat. Off. 


FITZGIBBONS “DIRECTAIRE’”^^ 

The winter air conditioner for residential comfort 



FITZGIBBONS “DIRECTAIRE” 
6 Size8--65,0fKl to 200,000 Btu/hr. 


With a notable degree of 
economy in fuel, Directaire 
winter air conditioner tempers 
the air in response to thermo- 
static action, humidifies the air 
automatically to the degree cor- 
r^t for comfort, cleans the air of 
dirt, dust and foreign matter, 
and circulates the air quietly, 
and without drafts. The Direc- 
taire is notable for fuel economy, 
due to the Fitzgibbons “Contra 
Flo" principle, in w'hich the 
passage of air through the unit is 
oppo^ to the flow of combus- 
tion gases. A further advantage 
is the variable pitch pulley which 
increases blower capacity, for 
summer circulation of cool base- 
ment air. 

Fitzgibbons “Weld-Seal" 
crack- proof construction, pre- 
vents all chance of combustion 
gas leakage into the air stream. 
Installation is quick and easy. 


*Reg. U.S. Pat. Off. 
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Type *'A'” Up-draft Iknler 
for Hi-Pressure 


Kewanee Boiler Corp 


Heating Systems • Bouera, steal 
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Ketoanec Boiler Corp 
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The Titusville Iron Works Company 

Division of Struthers Wells Corp. 

Titusville, Penna. 

PLANTS AT TITUSVILLE, PA. and WARREN, PA. 


Designers and Builders of Heating and Power Boilers for every purpose since 
1860 — Water Tube Boilers — Scotch Marine Boilers — Oil Country Units. 

TITUSVILLE COMPACT STEEL HEATING 
BOILERS 

19 sizes in Hand Fired, Mechanical Fired, using any type fuel. Constructed to ASME 
Code, Hartford Inspected S.B.L rated. 



Working pressures — 15 lb 

Steam; 30 lb Hot Water. Extra 
large combustion chambers, two- 
piece construction, rear smoke box, 
full width flue doors — designed for 
new operating economy. 

Hand Fired Coal, 1800 to 35,000 
sq ft steam, 2880 to 56,000 sq ft 
Hot Water. 

Mechanical fired 2190 to 42,500 
sq ft Steam, 3500 to 68,000 sq ft 
Hot Water. 


TITUSVILLE SERIES “R.P.” PORTABLE FIREBOX 

BOILERS 

13 sizes in Hand Fired, Mechanical Fired, using any type fuel Constructed to ASME 
Code, Hartford Inspected, S.B.I. rated. 



An ideal *'all around” boiler for high pres- 
sure steam generation. Two pass, 3 in. Fire- 
tubes, Front Smoke Outlet, 100, 125 lb 
working pressures. 

Hand Fired Coal 25 to 250 hp 3500 to 
35,000 sq ft Steam Radiation. 

Mechanical Fired 30 to 304 hp 4200 to 
42,500 sq ft Steam Radiation. 
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The Titusville Iron Works Company 

TITUSVILLE “SOH” LOW PRESSURE SCOTCH 
BOILERS 

Mechanical Fired, Hand Fired, using any type fuel. Constructed to AS ME Code. 
Hartford Inspected, S.B.l. rated. 

Completely self contained, compact, low 
water line, low head room, no pit or brick 
base, 3 inch boiler tubes. Extra large 
steam volume and disengaging area. 

Ilan4 Fired Coal 2366 to 33,950 sq ft 
Steam. 3786 to 54,320 sq ft Hot Water. 

Stoker Fired Coal 3160 to 42,500 sq ft 
Steam. 5050 to 68,000 sq ft Hot Water. 

Oil, Gas Fired 2190 to 42,500 sq ft 
Steam. 3510 to 68,000 sq ft Hot Water. 

“WEE SCOTT” WELDED SCOTCH MARINE 
BOILERS 

Mechanical Fired for Oil, Gas or Stoker. Constructed to ASME Code, Hartford In- 
spected, S.B.L rated. 




9.7 to 50 hp, 125 lb working pressure — due 
to extra large combustion volume and large 
flue areas — higher ratings than shown are 
available. Can be adapted to hand coal 
firing. Noted for economy, efficiency, easy 
installation, low maintenance costs. 

Steam Rating 1650 to 8483 sq ft. 


TITUSVILLE “SPO” HIGH PRESSURE SCOTCH 
MARINE BOILERS 

Mechanical Fired, Hand Fired using any type fuel, constructed to ASME Code, Hart- 
ford Inspected S.B.l. rated. 



AH welded construction, working pres- 
sures 125 lb and 150 lb. Titusville Scotch 
Marine Boilers are the ultimate in eco- 
nomy and durability — the results of 86 
years of progressive engineering and 
experience. 

Hand Fired Coal 58 to 292 hp. 

Meclianical Fired 60 to 300 hp. 
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The International Boiler Works Company 

350 Birch St., East Stroudsburg, Pa. 

i SALES OFFICES IN PRINCIPAL CITIES 


F or years “Fuel-Saver” Boilers Type C 
have met the requirements for low 
cost heating in office and apartment build- 
ings, hotels, schools, theatres, industrial 
plants, etc. 

Their design and construction makes 
them especially suitable for modern heat- 
ing requirements: 

QUICK STEAMING 

Due to rapid and positive internal 
water circulation. 

MAXIMUM HEAT 
ABSORPTION 

Due to effective distribution of 
heated gases. 

EASE OF CLEANING 

Due to accessibility of heating 
surfaces. 

“FUEL-SAVER” Boilers have cut 
fuel costs in thousands of heating instal- 
lations. 

Complete range of standard 
sizes rated in accordance 
with 5,i3./.-15 lb A.S.M.E. 
standard — for hand, stoker, 
oil or gas firing. 

Type C twin section — a heating boiler 
in halves. For installation where Type C 
one piece cannot be carried through exist- 
ing passages. 

Type KD — knocked down — a heating 
boiler designed for shipment so that 
sections can be carried through a door or 
window. Eliminates expensive cutting or 
patching of building. Reduces time out 
when in need of steam. 




Halves of twin section ready foi bolting 



Type CR water-tube power 
boiler for processing and power. 
100-125-150 s.w.p. A.S.M,E. 
standard. 

Complete range of sizes — 10 
to 300 hp for hand, stoker, oil 
or gas firing. 

BOILER BUILDERS 
FOR 62 YEARS. 

Write fi)r bulletins 
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The Webster Engineering Co. 

419 West 2nd St., Tulsa, Oklahoma 
Division of 

SURFACE COMBUSTION CORPORATION, TOLEDO, OHIO 



WEBSTER SERIES F600 
GAS BURNERS 


^ SIZE 

The Series F600 venturi tube 
is O'K in. wide, 10 in. long, 
as shown and the complete 
assembly is only 15 in. high. 
An infinite number of as- 
semblies arc possible by 
proper arrangement of the 
individual tubes. For com- 
plete sizing information 
write for bulletin. 


For Use in Any Steel 
Firebox or Sectional Boiler 


50.000 to 10,000,000 
Btu Output 


Improved venturi and greater port area 
insure much higher capacities at lower 
pressures. 

Unique baffles at the outlet of the mixing 
tube make possible perfectly even distri- 
bution of flame completely around the 
baffle brick. As a result the maximum 
flame length is greatly reduced. 

Interchangeable grills with multiple ports 
can be varied to suit the combustion char- 
acteristics of various gases. The proper 
sizing of these grills prevents any possi- 
bility of flash back. 

In addition to the above major improve- 
ments the F600 possesses the same desir- 
able features that made the 600 so popular. 

1. Simple installation requiring no ex- 
pensive insulated combustion chamber and 
having no furnace radiation loss. 

2. Extreme quietness due to low rate of 


combustion over a large area. , 

3. Flexibility from infinite number of 
possible combinations varying both size 
and shape to meet load and firebox con- 
ditions at various gas pressures. 

4. High radiant transmission rate due to 
radiant temperature of the standard fire- 
brick baffles on the top of the burner tubes. 

5. Low draft loss because of ample 
secondary air openings. 

6. Plain gas pilots of heat resistant 
material and of a design that will not allow 
flame to pull off. 

7. Safety pilot applied in a cool zone 
in a manner that insures perfect direct 
ignition of the burner yet allowing the 
the thermal element to cool quickly upon 
flame failure. 

8. Guaranteed vibrationless under all 
conditions. 


CAPACITY OF SINGLE F600 VENTURI TUBE— No. 17 MTD ORIFICE 


Manifold Cat Pressure . | 

2.0" i 

3.0" 

4.0" i 

5.0" 

6.0" 



8 oz. 


W.C. 1 

W.C. 

W.C. 

W.C. 

W.C. 

4 oz. 

6 oz. 

Input — Cu Ft, I hr 

5«.0 

72.0 

84.0 

94.5 

104.0 

112.0 

138.0 

159.5 

Output ~Sq Ft, St. Rad 

178 

222 

258 

289 

318 

343 

423 

488 

Output— Boiler H.P 

1.28 

1.59 1 

1.85 

2.07 

2.28 

2.46 

3.04 

3.4 
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Iron Fireman Manufacturing Company 



Automatic Firing Equipment for Coal, Oil, Gas 

Portland, Oregon Cleveland, Ohio 

Address inquiries to 3166 West 106 St., Cleveland 11, Ohio 

Retail Branches or Subsidiaries: Chicago, III.; Milwaukee, Wis.; St. Louis, Mo.; 
New York, N. Y,; Brooklyn, N. Y.; Toronto. Canada 

Dealers in Principal Cities and Towns in the United States and Canada 
Representation in numerous foreign countries 


COMMERCIAL AND INDUSTRIAL STOKERS 

STANDARD HOPPER MODELS 


I his series of stokers is the standard of value in equipment for automatically firing 
boilers rcinging in size up to 350 hp. Available in a wide range of coal feeding capacities, 



Hopper Model Iron Fireman in Operation in 

Commercial Installation — Hopper Model Horizontal Return Tubular Boiler 


STANDARD COAL-FLOW MODELS 



Commercial-Industrial Installation Coal-Flow model 
that carries coal direct from main bin or bunker to fire 


A heavy duty stoker which combines 
Iron Fireman’s well known firing efficiency 
with the automatic conveying of coal direct 
from bunker to fire. An integral coal con- 
veying mechanism eliminates the labor 
and expense of manual coal handling. The 
IRON FIREMAN COMMERCIAL- 
INDUSTRIAL COAL-FLOW stoker fires 
boilers developing up to 350 horsepower. 
PNEUMATIC SPREADER STOKERS 
also available in Coal-Flow models. 


POWERAM STOKERS 



Combines ram-type coal distributor system in retort 
with free-funning worm conveyor from coal supply, and 
has these advantages: Delivers the fuel to the fire bed 
in a loose, easily aerated condition; the reciprocating 
pusher blocks insure proper fuel distribution, and make 
possible the successful and efficient burning of many 
types of coal which otherwise are impractical to fire 
automatically with underfeed stokers. Designed for 
boilers di^veloping up to 400 hp. 
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Iron Fireman Mant^aciming Co. 
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PNEUMATIC SPREADER STOKERS 



As shown in the illustration above, the 
IRON FIREMAN PNEUMATIC 
SPREADER STOKER meters steam size 
coal from hopper or main coal bunker to 
transfer housing, where coal is picked up 
by pneumatic conveyer and delivered to 
furnace. The conveyor nozzle accitrately 
spreads the larger particles of coal over 
the entire grate in a shallow, uniform fuel 
bed. The preheated lines burn in sus- 
p(*nsion, reducing the cinder carry-over 
and greatly imp)roving the combustion 
efficiency and responsivcmess, as compared 
with other stokers which do not preheat 
fuel. The conveying air provides the over- 
fire air which is essential for efficient 
combustion. Entering at right angles to 


the flow of burning gases 
from the fuel bed, the con- 
veying air produces maxi- 
mum turbulence; another 
requisite of efficient and 
smokeless combustion. 
THE IRON FIRE- 
MAN PNEUMATIC 
SPREADER STOKER 
was designed to burn effici- 
ently such economical fuels 
as the lower rank bitumin- 
ous, and sub-bituminous coals and also 
lignite. It provides reliability of opera- 
tion, physical udaptability, ease of opera- 
tion, and low maintenance which is not 
aflfon'ed b}' other t>’pes of automatic coal 
burning systems. Pneumatic Spreader 
stokers are particularly adaptable to 
operation at high ratings, and as a result 
are greatly stepping up steam output in 
many plants throughout the United States 
and Canada. IRON FIREMAN PNEU- 
MATIC SPREADER STOKERS are 
made in both hopper and Coal-Flow 
models; the latter carry coal direct from 
the bunker to the fire. Available in capaci- 
ties up to 1000 hp per nozzle. Multiple 
units for larger boilers. 


INDUSTRIAL OIL BURNER 



Oil Volumeter accurately regulates oil 
regardless of its temperature or viscosity 


This industrial oil burner brings new 
precision and dependability to the firing 
of high viscosity oils. Accurate adjustment 
of the fuel feed rate, eliminating pulsating 
fires and difficult “cold boiler room” 
starting, is achieved by a principle of 
multiple-piston feeding. 7'his positive 
feed control produces a steady flame even 
when burner is throttled down to low 
capacity. Any fuel oil, from the lightest 
to the heaviest, will operate without need 
for special adjustments. Models available 
for manual, semi-automatic, or fully auto- 
matic operation. Control combinations 
can be provided to meet individual re- 
quirements. Available in capacities from 
8 to 125 gph., to develop up to 425 hp. 


RESIDENTIAL STOKERS, OIL AND GAS BURNERS— 

OIL AND COAL SELF-FIRING DOMESTIC BOILERS 
AND FURNACES — RESIDENTIAL GAS FURNACES. 

Write for new general Catalog No. 1396, illustrating and describing the complete 
line of Iron Fireman automatic heating equipment for industrial, commercial and 
domestic use. 
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Aldrich Company 

121 E. Williams S(., Wyoming, Illinois 
Boiler-Burners, Domestic and Commercial Oil Burners 


BOILER-BURNER UNITS 
Sizes — Specifications — Dimensions 


Size of Boiler-Burner 

Rating— Sq Ft Hot Water EDR 
Rating^ — Sq Ft Hot Water Standing 
Rating — Sq Ft Steam EDR 
Rating— Sq Ft Steam Standing. . 
Rating- -BTU per hour (Max.) 

Water Heater Delivery- GPH (y, 100° 

Rise 

Storage Capacity — gallons 

Firing Rate GPH— Maximum 
Firing Rate GPH — Minimum .... 
Firing Rate GPH- Best 
Model Aldrich Burner furnished 
Sq Ft of Heating Surfaces 
Outside Diameter . , ... 

Height from Floor ... 

Smoke Pipe Diameter 

Riser and Return Size-- NPT (2 ea.) 
Shipping Weight lbs — Boiler only. 
Shipping Weight lbs — ^Burner only 
Shipping Weight lbs — Total .... 


. I 100 150 250 I 400 642 700 


750 

500 

500 

333 

118000 

125 
26.5 
1.3 
.9 
1.2 
AX- 1 
20.6 1 
20 " 
50" 
7" 
T 

575 

85 

660 


1000 

650 

630 

420 

160000 

190 

38 

1.7 

1.2 

1.35 

AX-2 

26.6 

23" 

54" 

8' 

T 

7701 

85 

855 


1500 

1000 

935 

620 

224800 

280 

53.5 

2.7 

1.7 
2.0 

AX-3 

42.5 
26 " 
62 " I 

85, 

11651 


2100 

1400 

1275 


3300 

2200 

2025 


8501 13501 

3150001514000! 


475! 
82! 
3.6 
2.4| 
2.5 
AX-3 
69 1 
291// 
70' 
9" 

f^do 

85 

1585 


610! 

IK) 

5.7 

3.7 
4.5 
BX 

96i 

10 " 
3" 
2400 
1 40 1 
25401 


Aldrich Boiler-Burner Units — available in a range of 6 sizes for 
Hot Water Heating, Steam Heating, and Hot Water Supply — 
are designed for home, apartment, garage, club, restaurant, 
hotel, and factory installations. Gages, covers, and trim are 
furnished to suit model and type of unit ordered. Coils are 
factory-installed and tested in W’C and vSC models. Matched 
Aldrich Oil Burner furnished with each unit. Standard equip- 
ment includes full set of basic automatic contnds. 

Models Available 

W — Water Boiler (universal tapping) 

WC — Water Boiler (with coil) 

S — Steam Boiler (universal tapping) 

SC^ — Steam Boiler (with coil) 

HSG — Hot Water Heater (galvanized, with dress jacket) 
Models W, S, and HSG available in all sizes. 

Models WC and SC come in 100, 150, 250, and 400 sizes only. 


ALDRICH OIL BURNERS 
Capacities from .75 gph to 19 gph 
Models AX-BX-JU 




Universal tapptn.(; on all 
models provides openings 
for necessary gages, 
valves, controls, J risers, 
d returns. 

Built-in tankles's healer 
IS copper tube coil in 
It'C or SC models. It 
provides adequate supply 
of hot water; no external 
storage tank or indirect 
heater is needed. 
Correctly proportioned, 
seamless, steel fire tubes 
are easily cleaned; spirals 
inserted within tubes in- 
crease heating efficiency. 
Main shell is heavy steel, 
welded to top and bottom 
plates. Entire assembly 
is tested under 160 lbs 
hydrostatic pressure. 

A 2 in. thick blanket of 
rock wool insulation, be- 
tween main shell and 
outer jacket, minimizes 
heat loss and reduces 
running time of burner. 
Welded steel fire box is 
surrounded by water leg 
for high efficiency. Cast 
refractory lining has high 
resistance to chipping or 
deterioration. 


Aldrich Oil Burners are designed for do- 
mestic or commercial installations on warm 
air, steam, or hot w'ater systems. Capaci- 
ties range from .75 to 19 gph in 3 sizes and 
5 models. Model AX (illustrated) has in- 
terchangeable draft tube assemblies and air 
cones, thereby permitting quick change through 3 firing ranges. Capacities: AX-1, 0.75 
to 1.35 gph; AX-2, 1.35 to 2 gph ; AX-3, 2 to 5 gph. Model jBX, for large homes or apart- 
ments, comes with two-stage pump and firing range of 4 to 9 gph. Model JU, a heavy- 
duty burner for commercial and industrial use, has a capacity of from 5 to 19 gph. It is 
equipped with a ^ hp motor, duplex nozzles and ignition, a two-stage pump. All 
models feature a well-designed fan housinjg, steel draft tubes, large inspection openings. 
Aldrich Oil Burners and Boilers are U. L. approved. 
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Automatic Burner Corp. 

1823 CARROLL A\^E, 

Chicago 12, III. 


THE TRADE MARK OF QUALITY OIL BURNERS FOR 26 YEARS 

PRESSURE TYPE OIL BURNER 
Model 51 

llcro is the burner which meets every deiiiaiKj 
of ihu complete ran^e of domi'^tic 
iiec'ds. It combines beauty of design: excel- 
lence of (mgincerin^ ; precision prod nc I on, to 
deliver guarantec'd performance. 1 he Modid 
51 mounts directK to thi* lioiler by means of a 
flange, accurateh' machined for pn-cise lit. 

Its 3 yth horse power motor insures trouble- 
free, amazingdy ijuiet operation. It is at- 
tractiveK' finished in the non-rusting, wear- 
resistant beauty of Hammerloid. Available 
in standard and odd cycles and voltages. 


PRESSURE TYPE OIL BURNER 
Model 52 

The gun type oil burner has the famous ABC 
Oilairator mechanism that atomizes the fuel, 
mixes it with air, and delivers it with correct 
twist and velocity to insure complete com- 
bustion. The ABC nozzle combined with the 
proper choke and turbulator guarantees 
precise control and flexibility , . . guarantees 
a thoroughly satisfactory economical home 
heating unit. Capacity 0.6 to 6.0 gallons 
per hour. 




RANGE BURNER 

This ABC oil burner offers the advantages of 
all-steel construction, complete interchange- 
ability of parts, and precision manufacture. 
Tight joints insure constant efficiency of the 
flame. Easy to clean , . . easy to operate . , . 
ideal for stoves, ranges, water heaters. Uses 
kerosene as a fuel. 


Makers of . . . 

Domestic Boiler and Furnace Units. Range 
Burners. . .Water Heaters . . . Special Products. 
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R. W. Beckett Corporation 

Elyria, Ohio 

Manufacturers of 

Beckett Commodore Oil Burners 

For all types of heating systems . . . steam, hot water, 
and warm air. For homes, apartments, business blocks, 
churches, schools and other applications. 



Protected in the United States and Canada 
by 16 issued patents. Other patents 
pending. 

Approved by Underwriters’, and meets 
the specifications of the U. S. Dept, of 
Commerce, N. Y. C., Board of Stds. and 
Appeals, Canadian Stds. Ass’n. 


Each time the Beckett COMMO- 
DORE starts operating, peak combus- 
tion efficiency is attained immediately. 
The air for combustion is violently 
rotated and mixed with atomized oil 
before the mixture is ignited resulting 
in a clean, quiet, uniform flame held in 
suspension. 

The special automatic air shutter 

of the COMMODORE opens only to 
admit measured air for combustion 
while the burner operates. When the 
burner stops, the air shutter closes, 
preventing gravity air flow through the 
heating plant and up the chimney. 

The complete power assembly of fuel 
unit, motor and fan is removable as a 
single unit. Electrode assembly and 
all current-carrying parts are enclosed 
in the air tube. Accurate center to 
center alignment of motor and pump 
shafts and dynamic balancing of all 
rotating parts assure vibrationless, 
noiseless operation. 

Every Beckett COMMODORE Oil 
Burner is given an actual test under 
fire before shipment from the factory. 


SPECIFICATIONS 


CAPACITIES 

Series “OB” 

Series “M” 

Series "L" 

Maximum Oil Rate (G.P.H.) 

3.5 

6.00 

13.00 

MAXIMUM CONNECTED LOAD: 




Steam Sq. Ft 

1,600 

2,700 

5,850 

Hot Water Sq. Ft 

2,500 

3,240 

9.350 

Warm Air B. T. U 

350,000 

600,000 

1.300.000 


ELECTRICAL REQUIREMENTS 

110 Volts, 60 cycle A.C. 

110 Volts, 25 cycle A.C. 

IGNITION REQUIREMENTS 
Electric Ignition by integral transformer.^ 


CONTROLS 

Underwriters’ Listed Constant or Inter- 
mittent. 

FUEL REQUIREMENTS 

^‘No. 3 Fuel Oil” . . . Commercial Standard 

Specifications. 
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18th and Florida Streets • San Francisco 10, Calif. 
Combustion Equipment Division 

Distributors in all Principal Cities 



Enterprise Rotary Oil Burners are designed for efficient utilization of No. 3 and 
No. 5 oils, and when furnished with electric pre-heaters for No. 6, or Bunker oils. Ap- 
proved by the Underwriters’ Laboratories, the sizes range from 12 to 330 boiler hp in 
the pump type and to 650 boiler hp for gravity feed or with independent pumpset. By 
addition of a multi-jet gas head in the burner front plate, standard Enterprise Oil Burners 
can be converted to a combination unit where natural, manufactured, or process gas 
is available. 

Enterprise Burners are available with manual, semi-automatic and full-automatic 
controls, and low fire, two-position or modulating controls. 

Enterprise engineers have developed many applications for these burners where 
heat is required for industrial processing. The burners are designed for firing high or 
low pressure boilers of all types for commercial and industrial uses. 

One of the features of the Enterprise Burner is the V-Belt Drive which offers a wide 
range of burner flexibility and makes possible the use of standard and modern type 
motors. The Enterprise design features durability, simplicity, quiet and economical 
operation. 

Watch for Early Announcement of New Enterprise Oil Burner Models. 
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S. T. Johnson Co. 

Builders of Domestic and Commercial Oil Burners 

940 Arlington Ave., Oakland 8, Calif. 

401 No. Broad St., Philadelphia 8, Pa. 


Self-storage water heaters, separate burner units, burner- 
boiler units, conditioned air units, range burners and various 
specialized items comprise the line-up of Johnson light-oil Burners. 

There is a wide range of sizes and capacities in each classifica- 
tion with which heating engineers and contractors can successfully 
meet every type of problem. 

Every Johnson Burner is backed by an unbroken 44-year 
record of fine engineering and excellent craftsmanship. 


AQULUX water heaters - 



Fully automatic, self-stor- 
age. Capacity: 100 to .540 
gph. 


BANKHEAT BURNERS 

Fully automatic, pres- 
sure atomizing type. 
Sizes up to 20 gph. 



SELEGTAIR 

HEATERS 

Hot air, hot 
water or steam 
heat. 3 sizes. 
Bankheat 
Burners. 


ECONOLUX 

HEATERS 

Heat and hot 
water. Fully 
automat ic 
Bankheat 
gurners. 
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S. T. Johnson Co. 

Builders of Heavy-Duty Industrial Oil Burners 

940 Arlington Ave., Oakland 8, Calif. 

401 No. Broad St., Philadelphia 8, Pa. 


Johnson Industrial Burners arc designed to operate on Heavy Oils which produce 
extra heat at low cost. They increase the capacity of equipment formerly fired 
with coal and produce desired steam pressures more quickly. Automatic regulation 
permits the boiler to operate with maximum efficiency at any specified steam pressure, 
without watching, care or attention, thus reducing labor costs. 


They have been installed with marked 
success in hotels, hospitals, factories, 
office buildings and other large structures 
all over America because they provit^e 
heating engineers with a wide range of 
capacities and with every desired feature 
of economy, performance and automatic 
control. 

In their design and in their construction, 
Johnson Burners represent the new" and 
advanced engineering and building tech- 
niques backed by 44 years of practical 
experience. 



TYPE 30 AVH 

Fully automatic. Pre-heater type. 
Burns No. 6 Oil. Six sizes, 20 to ^0 
horse power output. 



I 

TYPE 30 AV 

Fully automatic. Burns No. 5 
Oil. Six sizes, 2 to 100 gph. 

TYPE 28-^ 

Manual and semi-automatic. With or 
without built-in pumps. Burns No. 5 
and No. 6 Oils. Seven sizes, 2 to 135 
gph. Illustration shows burner swung 
away from fire-hole-plate for easy in- 
spection. 
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Petroleum Heat & Power Company 

Main Office and Factory; Stamford, Conn. 

Good Oil Burning Equipment . . . “Since 1903” . . . Fuel Oils 

DOMESTIC 
OIL HEATING 
EQUIPMENT 



PRESSURE ATOMIZING DOMESTIC BURNERS 



Pelro P 20 Burner 




1 Total Capacity 



Nozzle 



App. 

Sh'p’g 

Wgt. 

Model 

Number 

Size 

Gal. per Hr. 

Steam 
Sq. Ft. 

Hot Water 
Sq. Ft. 

P-20-A 

1.00 

350 

560 

155 


1.25 

435 

695 


P-20 

To 

To 

To 

155 


2.50 

875 

1400 



2.00 

700 

1120 


P-21 

To 

To 

To 

160 


4.50 

1575 

2520 



300 

1050 

1680 


P-22 

To 

To 

To 

170 


6.00 

2100 

3360 



6.00 

2100 

3360 


P.I2 

To 

To 

To 

215 


10.00 

3500 

5600 



9.00 

3150 

* 5040 


P.I3.A 

To 

To 

To 

285 


12.00 

4200 

6720 



12.00 

4200 

6720 


P.13 

To 

To 

To 

285 


16.00 

6300 

10080 



Models P 20.A, P 21, P 22 

In domestic heating this group of Petro 
burners has wide and general application 
to steam, hot water, or warm air systems. 

Burns No. 3 fuel oil (or lighter), heaviest 
and lowest priced fuel oil approved by 
Underwriters for domestic use. I'hey 
are precision-built atomizing (or “gun” 
type) burners, with constant electric ignit- 
ion for ri'liable, safe operation. May be 
instalU‘d with inside or outside fuel storage 
tanks without adding auxiliary pumping 
facilities. Order or inquiry should specif>' 
the t\ p(‘, size and rating of boiler or furnace 
to be fired, together with the total load. 


Models P 12, P 13-A, P 13 

Have wide application in heating large 
residences, stores, garages and other com- 
mercial buildings. 

Approved for No. 3 (or lighter) fuel oil. 



Petro P IS Burner 


Petro Boiler Units — both cast iron sec- 
tional and steel — in a range of five sizes 
covering normal domestic needs, and 
Petro Water Heaters and forced warfn air 
furnaces are planned for production in 
late 1947. Information on this equip- 
ment available at that time. Send for 
catalog of Petro Domestic Oil Heating 
Equipment. 
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Petroleum Heat & Power Company 

Main Office and Factory: Stamford, Conn. 

Good Oil Burning Equipment . . . “Since 1903” . . . Fttei Oils 


PetrO 

!■ REG. U. S. PAT. OFF. 


INDUSTRIAL AND 
COMMERCIAL OIL 
BURNING SYSTEMS 


FOR AUTOMATIC . . . SEMI-AUTOMATIC ... OR MANUAL 

OPERATION 


For Unheated No. 5 or Lighter 
Oil 

Model WA — Automatic ignition and oper- 
ation with synchronized control or oil 
and air. 

Model W-SA — Semi-automatic, i.e,; auto- 
matic variation of firing rate with 
manual ignition ; or for manual variation 
and manual ignition. 


For Heated Oils: Heavy No. 5, 
No. 6 (Bunker “C”) oil 

Model W-AH — Automatic ignition and 
operation with synchronized control of 
oil and air, and of oil heaters. 

Model W-SAH — Semi-automatic with oil 
heaters, i.e.; automatic variation of 
firing rate with manual ignition; also 
available for manual variation and 
manual ignition. 


CAPACITIES 


j 

Model 

Motor 

H.P. 

Max. 
Gals, 
per Hour 

Rated 

Cap. 

B.H.P. 

Sq. Ft. C.I. 
Steam 
Rad. 

W-2'/2 


11 

37 

5,150 

W.3 

n 

15 

50 

7,030 

W-4 

Vz 

25 

84 

11.720 

W.5 

1 

33 

no 

15.470 

W.6 

2 

45 

151 

21.100 

W-7 

2 

62 

208 

29.100 

W-8 

3 

100 

336 

46,600 

W-9 

3 

145 

487 

68.000 


These burners are available for all electrical 
current characteristics. 


PETRO’S THERMAL 
VISCOSITY CONTROL 

The only dependable and accurate control 
of viscosity — and hence delivered com- 


bustion efficiency — is through the heat 
appliec^ to the oil. Petro’s Thermal Vis- 
cosity System controls this heat-applica- 
tion at its source. Has been used suc- 
cessfully for years, without any need for 
frequent manual adjustment. 



This burner is a self-contained assembly 
of motor, fan, pump, rotary cup atomizer 
and all air and oil adjustment apparatus. 

Interlocking air and oil control mechan- 
ism permits any minimum or maximum 
operation required within the burner’s 
range of operation. Counter-flow Angular 
Air Vanes at nozzle increase air and oil 
turbulence and aid efficient combustion 
of heavy fuel oils. 

Special oil adjustment valve meters oil 
to rotary cup, yet permits manual opera- 
tion without disturbing permanent burner 
adjustment. 

Removable rotary cup and nozzle per- 
mits changing shape of flame to suit re- 
quirements of any boiler and prevent 
flame impingement. 


Send for catalog of Petro Commercial and Industrial Oil Burners 
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TRADE MARK 


Burner Co. 

Head Office: San Rafael, Calif. 

Factory Representatives in 18 Principal Cities 



Natural Draft, Automatic, Vaporizing Burner 

Natural draft vaporizing burner, specifically designed 
for low cost furnace oil and listed by the Underwriters' 
Laboratories. Cutaway model shown in typical conver- 
sion in.stallation (with controls attached) is fully auto- 
matic, with electric ignition (no pilot light) and ther- 
mostatic control. Manually operated models, which do 
not r(‘f|uire electricit>', are also listed for low cost oil. 
.Seven sizt's: 1.45 qts to 2} ^ g^il pt^'r hour. 



Fully Automatic Oil Burning Floor Furnace 

These low cost units are factory assembled, including 
all controls, ready to hang in floor. Easy installation, 
no basement needed. Natural draft vaporizing burner, 
automatic operation, with electric ignition and thermo- 
static control. Ine.xpchsive to operate. Listed by 
Underwriters’ Laboratories for low cost furnace oil. Two 
sizes: No. 70-47 — 47,250 Btu output (22 in. wide x 
28 in. long x 44 in. high); No. 100-47 — 75,000 Btu out- 
put (22 in. wide x 40 in. long x 45^2 in. high). 



Utility Room Furnace 

Ideal for modern homes 
without basement. Com- 
pact, fits neatly in small 
utility room or closet. 
Overall size: 20 in. wide 
X 32 in. deep x 73}^ in. 
Very high efficiency. Two 
filters, 10 in. x 20 in, x 2 
in.; 9 in. blower, 1000 cfm 
capacity at 34 SP. 
Cold air return bottom or 
sides. 84,000 Btu output. 



Coil Water Heater 

For camps, auto courts, 
apartments or small hotels. 
Uses separate hot water 
storage tank. Also makes 
excellent boiler for hot 
water installations in home 
heating. Two sizes: No. 
150 — 106,960 Btu output, 
150 gph (80° rise); No. 
250 — 160,440 Btu output, 
260 gph ,(80° riseX 



Winter Air Conditioner 

Size A, 85,000 Btu output. 
Size B, 125,000 Btu output. 
Multivane Blower, filters, 
vaporizing burner. 


Ceiling Furnace 

Industrial overhead 
heating saves floor space. 
Units are factory assemb- 
led, including vaporizing 
oil burner (no refractory 
brick saves much weight), 
thermostatic control, high 
capacity heat distributing 
blower with 34 hp motor. 
Conforms to requirement 
of the Underwriters’ Lab- 
oratories for use in garages. 
140,000 Btu output. 



A complete line of oil-fir«d small home heating units 
— plus special industrial units of moderate capacity. 


1184 



Heating System 


Oil Burners 

Water Heaters 

Air Conditioning Unit 


Ray Oil Burner Co. 


405 Bernal Avenue 
San Francisco 12, 

Distributors in 
all Principal Cities 


Since 1872 


629 Grove Street 

Jersey City 2, N. J. 

Consult your local 
Telephone Directory 


Products: A complete line of Horizontal Rotary and Pressure Atomizing) 
Oil Burners; Combination Oil-or-Gas Burners; Industrial Gas Burners; Oil 
Burning Water Heaters; Winter Air Conditioning Units, Commercial Ranges. 



Semi-AuUmaiic, I'ype 
AP~ 14 , for No. B oil. 



Fully Automatic Type 
AR IU^ fot No. 6 oil. 



Fully AtUomatie Type 
JPt 4 8 or lighter oil. 


RAY HORIZONTAL ROTARY 
OIL BURNERS 

Built in fully automatic, semi-automatic 
and manual types; in sizes Irom 1 to 1000 
Boiler hp; to burn all grades of fuel oil. 

Standard models include both direc^: and 
belt drives — the latter being recommended 
for use where other than 50 or 60 Cycles 
AC, or only DC is available. T>pes for 
straight electric or straight gas ignition; 
pump or gravit> feeds. Direct drive types 
include a steam turbine driven model. 

All fully automatic types for heavy oil 
incorporate the Ray Dual Pump and 
Reservoir, with the Ray VISCOSITY 
Valve, a patented, exclusive feature which 
automatically meters the correct amount 
of fuel at all times, regardless of changes 
in viscosity. All larger sizes employ dual 
ignition, for maximum reliabilit}'. 

RAY PRESSURE ATOMIZING 
OIL BURNERS 

Fully automatic, for No. 3 oil or lighter. 
AC or DC; capacities to 18 gal /hr. 

RAY COMBINATION 
OIL-or-GAS BURNERS 

Operate on any grade of fuel oil, any 
grade of natural or manufactured gas. Oil 
burner sizes to 1000 boiler hp; maximum 
gas capacity: 43,600 cu ft/hr. Changeover 
may easily be made in a few minutes. 

RAY INDUSTRIAL 
GAS BURNERS 

For gas pressures above 1 Ib/sq in. May 
be used alone or in combination with a 
Ray Oil Burner. Built in eleven sizes; in 
capacities to 43,000,000 Btu/hr. 

RAY WINTER 

AIR CONDITIONING UNITS 

Built in four sizes, with input capacities 
of 140,000, 230,000, 350,000, 450,000 Btu. 

RAY OIL WATER HEATERS 

Two sizes. Capacities: 45 and 75 gal* 
Maxitnum recovery rates: 154 and 240 gt^h. 
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Belt Drive Automatic 
Type BR- 141 , $6 oil. 



Gas Burner, Type HN, 
for high pressure gas. 



Steam Turbine Drive, 
Type TG, all grades oil. 



Small Capacity (H to 
gPh) rotary burner. 



kayOilPurnace, Winter 
Air Conditioning Unit. 
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Combustion Equipment Division 

TODD SHIPYARDS CORPORATION 
81-16 45th Avenue, Elmhurst, Queensj N. Y. 


New York, Brooklyn, Rochester, 
Charleston, S. C., Chicago, Boston, 
Washington. Detroit, Grand 
New Orleans, Los Angeles, San 
Toronto, Barranquilla, 



Hoboken, Newark, Philadelphia, 
Springfield, Mass., Baltimore, 
Rapids, Tampa, Galveston, Mobile, 
Francisco, Seattle, Montreal, 
Buenos Aires, London. 


THE TODD HEX-PRESS REGISTER in 
combination with the TODD “VEE-CEE” 
VARIABLE CAPACITY BURNER . . . 

makes possible increased combustion effici- 
ency under almost any type of boiler of 
100 hp. capacity or larger, operating 
at 50 lb. steam pressure or higher. 

It provides equal efficiency under either 
forced or natural draft conditions. The 
Hex-Press Register assures the most inti- 
mate mixture of oil and air as well as 
quicker, more complete combustion . . . 

COMBINATION GAS 

For Natural or Refinery Gas and/or 
Fuel Oil. Available in wide range of 
capacities. Quickly adjustable for the 
combustion of either fuel alone, or both in 
combination. Of special value where 
fluctuating comparative costs of these 
fuels call for equipment suited to change- 
over without time-consuming structural 
changes. 

Maintenance and operation are reduced 
to a minimum by compactness and sim- 
plicity of design . . . accessibility of all 

ROTARY FUEl 

For firing high or low pressure steam or 
hot water boilers of all types ... in smaller 
factories and industrial plants, laundries, 
dryers and cleaners, office buildings, 
hotels, apartment houses. Also applicable 
to industrial ovens, kilns, etc., where 
furnace and general physical conditions 
permit. 

Available with manual, semi-automatic 
or fully automatic control ... in varying 
sizes and types ... for burning light or 
heavy oil. 

Horizontal atomizing cup is rotated by 


with minimum draft loss at high capacity 
. . . effecting great economy in mainte- 
nance and materially reducing fuel costs. 

Through the exclusive “variable range” 
feature of the “Vee-Cee” Burner, practi- 
cally unlimited firing range is assured . . . 
without change of burner tips, oil delivery 
pressure or angle of spray. 

Constant steam pressure can be main- 
tained regardless of demand . . . changing 
load requirements are met instantly under 
manual or fully automatic control. 

AND OIL BURNERS 

parts . . . rugged construction and positive 
overall efficiency. 

Design features eliminate possibility of 
escaping gas due to structural distortion 
. . . prevent stratified combustion resulting 
from improper air distribution and high 
gas pressure. 

Providing sufficient flexibility to care 
for varying loads, these units assure high 
furnace temperature and radiant heat 
transfer with low stack temperature . . . 
thorough mixture and optimum air-fuel 
ratio with utmost ease of adjustment. 

OIL BURNERS 

direct-connected electric motor, assuring 
constant firing as long as motor is in 
operation. Motors are of extra large 
frame size, air-cooled and built to with- 
stand long, hard service. Positive air-oil 
interlocking device automatically shuts 
off oil supply following any burner 
stoppage. 

Of rugged construction . . . with all parts 
easily accessible for cleaning or renewing 
. . . these burners provide a flexible 
capacity range, with complete and efficient 
combustion under widely fluctuating loads. 


TODD MANUFACTURES: Mechanical Pressure Atomizing Oil Burners — VEE- 
CEE Variable Capacity Burners — Horizontal Rotary Oil Burners — Oil Burning Air 
Registers for Natural, Assisted, Induced or Forced Draft — Inside Mixing Steam Atomiz- 
ing Oil Burners — Combination Gas and Oil Burners — Furnace Doors and Interior 
Castings for Converting Howden Type Furnace Fronts to oil firing — Oil Burning Galley 
Ranges — Oil Heating, Pumping and Straining Equipment — Heated Air Generators. 

All installations of Todd Equipment are always individually engineered to fulfill 
specific requirements. Send for descriptive literature. 

Todd enginoere are alwaye agedUMefor coneultaHon and 
analyeie ef comhwuUon prohleme-^^thout obligation, 

1186 



Heating Systems • Burners, Oil 


Williams Oil-O-Matic Division 

EUREKA WILLIAMS CORPORATION, BLOOMINGTON, ILLINOIS 
WILLIAMS ODSnC PRODUCTS 

Manufacturers of Automatic and Manually Controlled Fuel Oil Burners 


OIL BURNERS 

Williams Oil-O-Matic Lo-Pressure burn- 
ers are offered in 4 sizes ranging in capacity 
from to 7 gallons of fuel oil per oper- 
ating hour. Easily installed in any type 
heating plant. Patented Thrift Meter pre- 
meters oil to exactly meet heating plant 
needs. Wide, non-clogging orifice handles 
even the heaviest oils. 



Williams Hi- Pressure 
precision-built burners 
are available for those 
who want high quality 
at minimum cost. 3 
sizes with capacities from 
1 .00 to 7 gallons per hour. 

How to Decide Size of Burner 

For low pressure domestic boilers, 1 gal 
of fuel oil per hour (140,000 Btu) is re- 
quired for approximately 300 sq ft of 
steam radiation or its equivalent, or for 
480 sq ft of hot water radiation or its 
equivalent. 70,000 Btu when using hot 
air furnace ratings. 24 sq ft steam boiler 
heating surface (or 2.2 hp). For exact 
data, see Oil-O-Matic Installation and 
Service Manual. 


0il>0-Matic Lo-Pressure Burners 
Leg or Flange Mt. 


Model 

1 Oil Capacity 

1 Motor 

Atom. 

Prcasure 

Min. 

Max. 

Hp 

Rpm 

K.150 

.50 

1.50 

1/10 

1800 

2 lbs 

K-3 

1.00 

3.00 

1/10 

1800 

2 lbs 

K-4.5 

1.35 

4.50 

1/5 

1800 

IVz lbs 

K.7 

4.00 

7.00 

1/5 

1800 

3iL 


Williams Hl-Pressure Burners 



Leg or Flange Mt. 


HP-1 

1.00 

1.50 

1/16 

1725 

100 lbs 

HP-3A 

1.35 

3.00 

1/12 

1725 

100 lbs 

HP-7 

3.50 

7.00 

1/5 

1800 

100 lbs 


WINTER AIR CONDITIONERS 

Williams Oil- 
O-Matic Winter 
Air Conditioners 
automatically 
draw in air, filter, 
heat and humidify 
it, and gently cir- 
culate the condi- 
tioned air to all 
rooms. 2 sizes fill 
all needs. Choice 
of Lo-Pressure or Hi- Pressure Burner. 


Oil-O-Matlc Winter Air Conditioners 


Model 

Btu at 
Bonnet 

C.F.M. 

Oil 

Input 

G.P.H. 

Filters 
Sq In 

Blower 

Motor 

10 

100,000 

1300 

1.00 

1000 

'4 hp 

15 

150.000 

1800 

1.50 

1920 

'4 bp 


BOILER BURNER UNITS 
Williams Oil-O-Matic 
Boilers are available in 
3 models: Lo-Boy (illus.) 
in 4 sizes for steam, 4 
for hot water; Water 
Base in 3 sizes for steam, 

3 for hot water; Resi- 
dential Steel in 4 sizes 
for steam, 4 for hot 
water. All units furnished complete with 
either Lo-Pressure or Hi-Pressure burners. 


Oll-O-Matic Cast Iron Boiler Burner Units 


Model 

Net Load Ratings 
I.B.R. 

Gross I.B.R. 

Steam 

SqFt 

Water 

SqFt 

Btu 

Oil 

Input 

G.P.H. 

Output 

Btu 

LB-5S or 5W 

360 

580 

86000 

1.35 

130000 

LB.6S or 6W 

450 

720 

108000 

1,65 

162000 

LB-8S or 8W 

620 

990 

149000 

2.20 

222000 

LB-IOSor low 

780 

1250 

187000 

2.75 

278000 


Oil-O-Matlc Cast Iron Water Base 
Boiler Burner Units 


16S or 16W ! 


460 

69000 

1.05 

105000 

20S or 20W 1 

350 

560 1 

83000 

1.25 

126000 

24S or 24W ! 

410 j 

660 

98000 

1.50 

147000 


Oil-O-Matlc Steel Boiler Burner Units 


320S or 320W 

320 

510 

76800 

1.10 

118000 

400Sor400W 

400 

640 

96000 

1.40 

146500 

540S or S40W 

540 

860 

129600 

1.90 

195000 

680S or 680W j 

680 

1090 

163200 

2.30 

244000 
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Heating Systems 


Generator Unit 
Steam 


'Preferred Utilities Manufacturing Corporation 



Executive Offices 

1860 Broadway, New York 23, N. Y. 

FACTORY— DANBURY, CONN. 
BRANCH OFFICE; BOSTON, MASS. 


Representatives 

in 

Principal Cities 



Unit Steam Generator 

PREFERRED 

UNIT STEAM GENERATORS 

The Preferred Unit Steam Generator is 
a heavy duty, oil-fired, portable, auto- 
matic steam plant with all the equipment 
necessar)^ to produce steam — economically 
— with a minimum overall thermal 
efficiency of 80 per cent. 

Induced Draft — Induced or “pull 
through” draft requires only a small vent 
to the outside air — no large, expensive 
stack is necessary. Induced draft oper- 
ation automatically controls air volume 
to meet the requirements of complete 
combustion and also eliminates the danger 
of forcing the products of combustion into 
the boiler room. 

Heavy Oil Types — Preferred Unit Steam 
Generators are made in all sizes, up to and 
including 500 hp (pressures up to 200 lb 
psi) for use with the heavier grades of 
bunker oils, including the new catalytic 
residual oils — for either fully or semi- 
automatic operation. 

Light Oil Types — For use with lighter 
oils, the Preferred Unit Steam Generator 
is made in all sizes up to and including 
80 hp (pressures up to 200 lb psi). 

For further details write for Bulletin 
No. 1000. 




Oil Burner 


PREFERRED OIL BURNERS 

Preferred oil burners are made in both 
the horizontal rotary and pressure atomiz- 
ing types. Each type is suitable for 
manual, semi-automatic or fully-auto- 
matic operation. 

Horizontal Rotary Type — The rotary- 
cup burner is suitable for use with either 
light or heavy oil as well as the new 
catalytic residual Oils. A throttle control 
which includes the patented Voluvalve 
automatically delivers the correct mixture 
of oil and air for efficient combustion at 
all rates of firing, regardless of variation 
in temperature, pressure or viscosity of 
the oil. 

The sizes range from 5 to 150 gph for 
residual oils (see Bulletin 175) and H to 
3 gph for Diesel or lighter oils (see Bul- 
letin 100). 

Pressure Atomizing Type — Preferred 
pressure atomizing burners are designed to 
burn light oil only. Mad.e in conversion 
models from 1 to 3 gph and unit steam 
generator models from 3 to 30 gph,' 
(Bulletiri in preparation) 


Other Preferred Products 

c 


Water Heaters 

Oil Burner Accessories 
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Draft-A-Justors 

Boiler Room Compounds 






Heating Systems • Burners, Oil 



York-Shipley, Inc. 

Main Office and Plants — York 16, Pennsylvania 
OIL-FIRED EQUIPMENT FOR INDUSTRY 



HORIZONTAL ROTARY BURNERS 



Model AH PM direct-drive fully automatic 
pump-type burner with full modulating 
system, for heating or process work. Uses 
No. G oil. 

York-Shipley Horizontal Rotary Burn- 
ers cover the range from 45 to 400 boiler 
hp, and are built in direct-drive and belt- 
drive types. Models are offered for use of 
fuel oils No. 1 through No. 6 (light distil- 
late to most viscous bunker oils), for 
manual, semi-automatic, or full modulat- 
ing control, with or without pumps. 

The extremely wide range of models and 
sizes, high efficiency, and adaptability of 
this line assures easy selection of the right 
unit to fit any type or shape or make of 
boiler, with long life and low operating 
cost. 

'I'hree exclusiv^e engineering develop- 
ments provide precision combustion to an 
unparalleled degree: The Iris Shutter ^ 
which gives absolute control of burner air, 
causing metered volume of burner air to 
remain constant; The Flame- Former, which 
shapes the flame to fit combustion cham- 
bers of any type; and 2^he Automatic 
Torch Lighter, a pressure-type igniter for 
smooth and positive automatic starting. 

All York-Shipley Industrial products are 
sold, engineered and installed by local 
distributors who have been selected because 
of their knowledge of engineering and of 
equipment using heavy oils. These local 
distributors have well-trained staffs and 
will aid in solving any heating or power 
problems. 


STEAM-PAK GENERATORS 



Model SPL-30-3 low-pressure boiler for 
heating applications. A three-pass, down- 
draft, horizontal fire tube design. Uses 
No. 3 oil. 

Steam-Pak Generators are built both 
for low-pressure heating load and for high- 
pressure process load, in sizes from 15 to 
100 hp. Using fuel oils No. 3, 5, and 6, 
they require only a low-cost vent to 
remove products of combustion. 

With about half the size, weight, and 
installation cost as compared to brick-set 
boilers of comparable capacity, Steam- 
Pak Generators require only four simple 
service connections, feature '‘one-man 
maintenance," are completely wired, piped, 
and pre-tested at the factory. Ready to 
operate when delivered. 

The Steam-Pak Generator is an efficient 
unit, combining the oil burner and boiler in 
one package. It is designed to operate at 
peak efficiency through the entire firing 
range. This is accomplished with the Iris 
Shutter and modulating pump. 

A COMPLETE LINE OF INDUSTRIAL 
COMMERCIAL AND RESIDENTIAL 
EQUIPMENT 

York-Shipley, Inc. builds one of the 
widest range of oil-fired units. Beside the 
Horizontal Rotary Burners and Steam- 
Pak Generators for industrial and com- 
mercial use described here, we offer the 
famous York-Heat boiler-units, winter 
air conditioners, water heaters, vaporizing 
warm air furnaces and conversion burners. 
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Healing Systems • Boiler Compounds 


The Vinco Company, Inc. 

305 past 45th Street New York 17, N. Y. 


Only a clean boiler can he an efficient boiler. A clean boiler means saving fuel^ 
as well as safeguarding boiler metal. 



ttmnESYOo* 

WlNGSY^, 


Boiler Cleaner 
3 and 5 lb. cans 


A positively harmless insoluble powder cleaner for new, 
remodeled and old heating systems. A unique, scientifically 
processed compound on a special formula not to be confused 
with other powder boiler cleaners. 

What Vinco Boiler Gleaner Does 

Vinco removes oil, grease, scale, rust and dirt from the internal 
surfaces and from the boiler water without the labor ^ expense, and 
uncertain results of blowing boilers over the top or of wasting returns. 

By this thorough cleaning Vinco prevents or cures foaming, priming, 
surging, and slow steaming. 

How Vinco Boiler Cleaner Works 

Each minute grain of Vinco powder adsorbs several times its own 
weight of oil, grease, rust and dirt. These larger grains of adsorbed 
impurities then settle and are drained through the bottom according 
to directions on each can. 


Vinco Guarantees 

1. Vinco contains no potash, lye, soda of any kind, oil, acid, or 
other harmful ingredients. 

2. Purchase price is refunded if results are not as claimed when 
Vinco has been used according to directions. 


VINCO RUST PREVENTER 

When used after Vinco Boiler Cleaner has removed oil, grease, 
rust, scale and dirt, it will add and keep the rust inhibiting factors 
at the optimal constant for a year or more. 
(Test kit below has complete instructions 
and chart.) 


VINCO FIELD TEST KIT No. 10 
for Testing and Treating Heating Boiler Waters 

The kit enables the layman to make simple, rapid tests to 
diagnose and prescribe correct treatment of boiler waters right 
on the job. 

A new time saving method that permits valid conclusions 
heretofore requiring complicated and often lengthy laboratory 
analysis and technique. 

Each kit has sufficient material for complete tests on 100 jobs. 

Refills cost about 2 cents for testing each job. 



Vinco Field Test Kit No. 



Rust Preventer 
1 ql. cans only 
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The Vinco Company, Inc. 


Healing Systems 


• Bailer Compounds 


SPECIFICATIONS FOR COMPLETE VINCO TREATMENT OF NEW 
OR REMODELED STEAM* VAPOR, OR HOT WATER SYSTEMS 

Do not use as a cleaning agent soda or CONSULT THIS TABLE FOR NEW i 
any alkali, vinegar or any acid. Use REMODELED HEATING SYSTEMS J 
Vinco. When a Vinco Field Test Kit No. 10 is 


1. AFTER THE SYSTEM IS TEST- 
ED AND TIGHT, USE THE PROPER 
QUANTITY OF VINCO LISTED. 

After this first clean-out of any new or 
remodeled heating system^ Vinco Boiler 
Cleaner need be used only if more piping, 
radiation, or another boiler is added to the 
original installation, or if the system is 
fouled by unwise cleaning or leak-sealing 
experiments, 

2. After using Vinco Boiler Cleaner, 
Vinco Field Test Kit should be used to 
determine and apply the proper quantity 
of Vinco Rust Preventer. Vinco Rust 
Preventer should be applied annually or i 
whenever the boiler water is drained for 
necessary repairs to the system. 

SPECIFICATION FOR OLD 
HEATING SYSTEMS THAT DO NOT 
PERFORM PROPERLY 

Diagnose and treat according to Vinco 
Field Test Kit. If a test kit is not avail- 
able, consult table of quantities on this 
page and follow directions on Vinco cans. 

SPECIFICATION FOR 
HOT WATER SYSTEMS 

Use half quantities listed for treatment 
of steam systems to remove impurities. 
Then use test kit to determine proper 
quantity of Vinco Rust Preventer. 


VINCO SOOT-OFF 


CONSULT THIS TABLE FOR NEW AND 
REMODELED HEATING SYSTEMS AND 
When a Vinco Field Test Kit No. 10 is not 
available if cleaning old heating systems. 

QUANTITIES OF VINCO (IN POUNDS) RE- 
QUIRED FOR HEATING SYSTEMS 

(Note that quantities are based on actual 
installed radiation, not on boiler capacity.) 


Sq Ft of Radiation 

For Steam or 
Vapor Syatenu, 
topreventorcure 
priming or foam- 
ing. AlaoforHot 
Water Heating 
Systems Main- 
tained at approx. 
200 F or al^ve. 

Annually, to re- 
nwve rust scale, 
dirt and for Hot 
Water Systems 
below 200 F. 

up to 

350 

3 

Wi 

351 “ 

600 

5 

2Vi 

601 “ 

1100 

8 


ItOi * 

1400 

10 

5 

1401 • 

:800 

13 

Wi 

1801 - 

2100 i 

15 


2101 - 

2700 

18 

\ 9^^ 

2701 * 

3100 

20 

10 

3101 - 

3700 

23 

1 1'/2 

3701 - 

4200 

26 

13^ 

4201 * 

4600 

28 

14 

4601 “ 

5000 

30 

15 

5001 • 

5300 

31 

151/2 

5301 « 

5600 

32 

16 

5601 • 

5900 

33 

16'/2 

5901 “ 

6200 

34 

17 

6201 * 

6500 

35 

17>/2 

6501 « 

6800 

36 

18 

6801 - 

7100 

37 

I8'/2 

7101 “ 

7400 

38 

19 

7401 - 

7700 

39 

I9»/2 

7701 « 

,8000 

40 

20 

8001 • 

8300 

41 

20»/2 

8301 • 

8600 

42 

21 

8601 * 

8900 

43 

2P/2 

8901 • 

9200 

44 

22 

9201 “ 

9500 

45 

22/2 

9501 * 

9800 

46 

23 

9801 * 

lOlOO* 

47 

23/2 



*Above 10 100 sq ft use an additional pound Vinco 
for each additional 300 sq ft of actual installed 
radiation. 


Soot-Off — 1 lb. cans 
60 and too lb. drums 


Safely and thoroughly removes the insulating blanket of soot on 
fire pot, flues and chimney. It also insures against external corrosion 
(caused by dampness and soot forming sulphuric acid during summer 
layofif.) No dangerous chemicals. 

REMOVE SOOT WITH VINCO SOOT-OFF SEVERAL 
TIMES A YEAR 


VINCO SUPERFINE LIQUID BOILER SEAL 

A different liquid seal. Unique in that it does not induce priming 
and foaming. It has no unpleasant smell. Makes speedy and 
permanent repairs of boiler and heating system leaks. Fine to tighten 
up new jobs. Directions simple. 

Quantities 

Steam and Vapor Sy sterna— -Use 1 quart Vinco Liquid Boiler 
Seal to each 6 sq ft grate area. 

Hot Water Systema— Use 2 quarts Vinco Liquid Boiler Seal 
to each 6 sq ft grate area. 







Liquid Boiler Seal 
I qt, cans only 
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Heating Systems • Boiler Feeders 


McDonnell & Miller, Inc. 

Safety Devices for Steam and Hot Water Boilers and Liquid Level Controls 

General Offices: Wrigley Building, Chicago 11, Illinois 

— ^Doin^ 

PRODUCTS: ^ \/ ^ 


Boiler Water Feeders; Feeder Cut- 
olf-Combinations; low Water Fuel 
Cut-offs; Pump Controls; Low 
Water Alarms; llunridiber Water 
Level Controls; Safety Relief Valves 
for hot water heating boilers 
and storage tanks; High and Low 
Oil Switches and Liquid Level Con- 
trollers for a wide range of services. 


The service range and types of in- 
stallations covering most common 
applications of McDonnell Boiler 
Water Level Controls are described 
here. For facts concerning pro- 
tection of process boilers, or any 
special information, consult our 
engineering department. 


McDonnell Combined Boiler Water Feeder and Low Water Cut-off 



McDonnell No. for heattng boilers under 6000 McDonnell No. 51-2 for heating boilers over 6000 
sq fl capacity, Maximun ilcatn pressure, 25 lbs. sq ft capacity. Maximum steam pressure, S5 lbs. 


A typical installation of the McDonnell 
No. 47-2 Combined Boiler Water Feeder 
and Switch is illustrated above. The water 


feeder maintains safe level by feeding when 
water line drops. In case of foaming and 
priming or failure of water supply, causing 
water level to drop to 34 in. in the water 
glass, low water switch comes into action. 
For automatically fired boilers switch may 
be wired to cut current to burner. F or hand 


fired boilers switch may be wired to com- 
plete alarm bell circuit. Also furnished for 
hand fired boilers without switch — desig- 
nated No. 47. 

Installation time is cut to minimum by Quick- 
Hook-Up Fittings for gauge-glass installation, valve 

mechanism is is- 
olated from the 
heat of the float 
chamber. Large 
area straight- 
through blow- 
off valve is 
standard equip- 
ment. 

The McDon- 
n e 11 No. 2 
Switch used in 
the No. 47-2 is 
Underwriters’ 
approved. Elec- 
trical rating: 
a-c H hp 
220 V.; d-c 10 
amp. 116 V. 



The illustration above shows a typical in- 
stallation of the McDonnell No. 51-2 Com- 
bined Boiler Water Feeder and Switch used 
for larger boilers. This combination func- 
tions the same as the No. 47-2, the feeder 
taking care of normal requirements and 
the switch safeguarding against emergencies 
by cutting off the burner in automatically 
fired boilers or completing a low water 
alarm circuit for hand fired installations. 
The feedef is also furnished for hand fired 
boilers (as No. 51) without low water 
cut-off and alarm switch. 

Basic features of the No. 51-2 are the 
same as in the No. 47-2, except that it is 
installed with 1 in. equalizing pipe instead 
of the McDonnell “Quick-Hook-Up” and 
has the larger 
feeding capacity 
required for larger 
boilers. 

For boiler operating 
at pressures from 35 
lb to 75 lb use the 
McDonnell No. 63-2 
(with switch) or No. 

63 (without switch). 

Electrical rating of 
switches used In No. 

51-2 or 53-2 is the 
same as previously 
given for the No. 47-2. 
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McDonnell & Miller, Inc. 


Healing Systems • Boiler Feeders 


McDonnell No. 67 Low Water Cut-oif for automatically -fired steam boilers 




No. 67 


of any size. Maximum steam pressurer25 lb 
The N^o. 67 takpcare of low water cut-off requirements of automatically 
fired boilers with steam pressure below 25 lbs. It has the McDonnell 
‘Quick-Hook-Up” for quick, easy and trouble-proof installation in the 
gauge glass tappings; deep sediment chamber with large quick- 
opening blow-off; packless, non-binding construction; adjust- 
able terminal box to make wiring neat and easy; dependable, 
snap-action, twin switches. 

One switch closes on small drop without stopping burner. It 
can be used to complete an alarm bell circuit, warning of ap- 
proaching low water, or can be used to complete circuit to the 
^ . McDonnell No. 101 Electric Water Feeder described below. 

Second switch cuts current to burner if water level drops to ,1^ inch in gauge glass. 
Underwriters* ratiiiRS for both switches: a-c hp. 110-220 V.; d-c 14 hp. 1 15-230 V. 

McDonnell No. 101 Electric Boiler Water Feeders 
for boilers up to 5000 sq ft capacity 

pie Na 101 is an electric water feeder for use wdth No. 67 Low 
Water Cut-off or with McDonnell “built-in” Low Water Cu< offs 
which are standard equipment on many modern heating boilers. 

It converts the cut-off into a combination boiler water feeder and 
low water cut-off as described on the opposite page. 



McDonnell No. 150 Pump Control, Low Water Cut-off 





and Alarm Switch for boilers of any size. Maximum steam pressure, 150 lb 



This boiler water level 
control may be used as a 
pump control, a low water 
cut-off, a low 
water alarm 
switch, or for 
any combina- 
tion of these 
functions. 

Electrical _ 
ratingsare:a-c 

1 hp, 110-220 V., d-c hp, 110-220 V, as 
pump control or cut-off; 1 amp. 110 V, 
a-c or d-c — as low watei alarm. No. 150 
has automatic reset low water cut-off 
switch but may be ordered with manual 
reset as No. 150-M. 

A typical hook-up of the McDonnell 
No. 150, controlling an electric pump and 
providing low water cut-off, is shown 
opposite. When water level drops % in. 
below normal. No. 150 starts pump and 
then stops it when normal water line has 


been restored. If emergency occurs and 
water level falls to arrow mark on body of 
control, cut-off switch stops burner. If 
steam pump is used. No. 150 is wired to 

BOILER FEED LINE 



„ ELECTRIC ROMP 

burner control “ 

control electric valve in steam line to 
pump. Note that McDonnell No. 51-S 
Feeder is used to supply make-up water 
to the pump receiver. 

Drawings available covering use of No. 150 
on two or more boilers supplied by a common 
feed pump; ask for No. 150 Data Book. 


McDonnell No. 29 Safety Relief Valve and No. 247 
Float Operated Feeder for Hot Water Heatin}^ Systems 

The drawing below' illustrates how the McDonnell No. 21) and No. 247 team up to provide 
good operation as well as protection of a hot water heating system with boiler and radia- 
tion on the same level. 

The No. 247 float operated feeder maintains the proper level above the high point in the 
supply main, eliminating the chance of separation of the water and loss of connected load. 

'Fhe No. 29 Htu rated safety relief valve protects 
the boiler against 
excessive pressure 
when matched to 
the gross Btu out- 
put of the boiler. 

This team of I 
controls gives flex- J 
ibility and protec- 
tion to this type of 
system. 



No. S9 
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Heating Systems • »<>* 


Bell and Gossett Company 

Morton Grove, Illinois 

HYDRO-FLO HOT WATER SYSTEMS AND SPECIALTIES 


B & G Booster Pumps 



The B & G Booster is the basic unit of 
a B & G Hydro- Flo Forced Hot Water 
Heating System. It is built as a horizon- 
tally driven unit for sound engineering 
reasons which have demonstrated their 
practical value in the thousands of in- 
stallations now in operation. This con- 
struction makes possible man>- desirable 
and exclusive features. 

For example, the patented water-tight 
vSeal eliminates the need for a stuffing box. 


This Seal positively prevents entry of 
water into the bearings. The shaft is of 
highly polished, hardened machine steel 
and the close-fitted Impeller makes ever\^ 
revolution count by holding water slippage 
to a minimum. 

B & G Boosters have a genuine oil-circu- 
lating lubrication system — one of the great- 
est reasons for the quiet, dependable and eco- 
nomical operation of this pump. Oil is drawn 
up from the oil well by wool fibre wicking 
and dropped on 
the horizontal 
bearing surfaces. 

Medium grade 
motor oil is usccl 
and only a few 
drops at infre- 
quent intervals 
required. 

Oil Lubricated 
Bearings 



B & G Universal Pumps B — >- 

The B & G Universal Pump is designed for 
large forced hot water heating systems in 
apartment buildings, office buildings, factories, 
schools, etc. The installation can be operated 
as a large single zone or divided into several 
zones in which circulation of the pumped 
water in each circuit is controlled by a B & G 
Motorized Valve, operated by a zone ther- 
mostat. 




B & G Angle Flo-Control 
-< — m Valves 

This valve, installed in the 
main, shuts off circulation to 
radiators when heat is not 
needed, permitting summer 
operation of a B & G Indirect 
Water Heater. It also helps 
maintain a uniform room tem- 
perature during the heating 
season. 


B &G 
Motorized 
Valves 

Thermostatical- 
ly operated valves 
used for control- 
ling boiler water flow through 
the individual circuits of zoned 
heating systems. 




— «| B & G MonoBo Fittings 

B & G Monoflo Fittings permit the use of a single pipe main instead 
of the conventional flow and return lines. It is installed at the junction 
of the radiator risers to the single main and assures the diversion of the 
proper amount of heated water into each radiator. Savings in space, 
latx>r and materials are obviously effected. 


SEE THE B & G HANDBOOK FOR COMPLETE DESIGNING DATA 
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Bell and Gossett Company 


Heating Systems 


Hot Water Heat ini 
Heat Transfer 


HOT WATER SYSTEMS AND SPECIALTIES 



B & G Relief Valves 

For relieving excess 
boiler pressures in hot 
water heating systems, 
and in the lines of service 
water systems. B & G 
Relief Valves have the 
design features which as- 
sure dependable service. 


B & G Reducing Valves 

Fast operating valves 
for keeping hot water 
heating systems properly 
filled. Easily adjusted to 
meet varying building 
heights. Also high pres- 
sure reducing valves for 
protection of plumbing 
fixtures. 




B & G Type “CWU” Radiation Heater 

The B & G Radiation Healer is a “shell and tube” 
heat exchanger and is installed below the water line 
of a ste^am boiler. Hot boiler water is pumped by a 
B & Ci Booster Jirough the shell, thereby heating 
the water for the heating system, which is pumped 
through the tube . of the Heater. 

Pumping the water through both the heater and 
the heating system not only affords excellent tem- 
perature control, but also permits the use of much 
smaPer pipe and fittings. 



B & G Type “SU” 
Instantaneous Water Heaters 

For heating water wdth steam. Ideal 
for industrial plants or wherever large 
volumes of hot water are required con- 
tinuously for service water supply or pro- 
cess work. No storage tank required — the 
large heat transfer surface in these units 
heats water instantly as needed. Avail- 
able in a wide range of capacities. 



B & G Centrifugal Pumps ^ 

Design and construction based on 
years of experience in the industrial 
field. Rugged, compact units — 
built to stand up under the strain of 
continuous operation. Available 
with semi-open or enclosed impellers 
— motors flexible coupled or integral 
with pump. Send for Catalog. 


B & G Indirect Water Heaters 

Any steam, vapor or hot water heating 
boiler can be equipped with a B&G Indirect 
Water Heater. With the proper electrical 
controls, the Heater will furnish an ample 
supply of hot water, winter and summer, at 
very low operating cost. Heater must be 
used with a storage tank of suitable 
capacity. 

B&G Refrigeration Components 

A very flexible line of direct expansion 
evaporators, condensers, liquid receivers, 
combination liquid receivers and sub- 
coolers for refrigeration purposes are now 
available. Special alloys may be incorpo- 
rated in the units for those critical heat 
transfer applications. 
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Heating Systems • p^nei 


Pan-L-Heat Corporation 




Manufacturers of 




for Radiant Heating 


2838 N. E. Columbia Blvd., Portland 11, Oregon 

Factory Representatives in Si-ATTLii. Wash.; Spokank. Wash.; Salt Lakk City, LI i ah; San Krancts('o, 
Calif.; Loni. Bilvcil Oalif.; and Pokilanh, Ou1':c;()N. 


r 



Inside TFa//.s 



Outside Walls 


TYPICAL PAN-L-GRID INSTALLATIONS 


4-7 or 4-6 Grids for 16 in. Stud and joist 
spacing. 

3- 7 for 12 in. stud and joist spacing. 

4- 10-2 and 4-10-3 developed for concrete 
installation. 

Engineers, Architects and Contractors 
are specifying PAN-L-GRIDS because 
they are less costly and more applicable to 
installations for warm water heating 
systems. 

PAN-L-GRIDS are being used with 
e(|ual satisfaction in ceiling, wall or floor 
radiant heating and cooling systems. 

Capacity ratings for each size of PAN- 
L-GRIDS have been determined by labor- 
atory tests conducted by licensed Engi- 
neers. 8,000 PAN-L-GRIDS have been 
installed and are producing very satis- 
factory results based on these ratings. 
PAN-L-GRIDS are installed in various 
t^^pes of buildings and in climatic con- 


ditions ranging from design temperature 
of plus 30^'. to minus 20F. 

I'he PAN-L-GRID incorporates an 
orificing principle which insures equal 
distribution of flow through the grid. 

PAN-L-GRIDS are BONDED for the 
users’ protection. PAN-L-GRIDS are 
manufactured in sizes to fit standard 
building construction. 

Tube — V 2 in. Standard Black Steel 
Butt-weld Pipe. Headers — 1 in. Standard 
Black Steel Butt-weld Pipe. These sizes 
apply to the 6 ft and 7 ft models of the 
Grid. On’ the 10 ft Grid the tubes are 
either Yi in. or ^4 in. and the headers 1 in. 
or 1 in. respectively. The Grid is an all 
electric-weld unit furnished with standard 
H in., female I.P.S. screwed end connec- 
tions. We can furnish all of these Grids in 
Byers genuine wrought iron pipe at a 
higher price if so desired by customer. 


STANDARD GRID DIVISIONS 


Grid Size 

Nominal 

Length 

Overall 

length 

Overall 

Width 

Overall 

Thickness 

Shipping 

Weights 

4x7' 

7'-(r 


r- 11/4 


28 lb 10 oz 

3x7' 


r-v 

(y-W 

O'-IV 

201b 9 qz 

4x6' 

6'-0'' 

e-A" 

v-W 

O'- 154'^ 

24 lb H oz 

4xI0'xV2'^ ! 

lO'-O^ 

w-r . 

1-2^ 

O'-m^ 

43 lb 10 oz 

4«IO'x>^' 


10'-4'" 

3'-2»/2" • 

0 '- 15 ^^ 

59 lb 13 oz 


For further formation, ratings, ennneeti^g data, catalogs and installation details — write 
PAN-L-HEAT CORP. or contact your nearest representative. 
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Heating Systems • not water 


Taco Heaters, Incorporated 

342 Madison Avenue, New York 17, N. Y. 

Taco Heaters of Canada, Ltd., 24 Adelaide St., W., Toronto 


•^HERE is a storage or tankless, Biltin or external, type Taco indirect water Heater 
for every job. 

Biltin Taco Heaters, which are standard equipment on leading heating boilers, are 
catalogued only in the boiler catalogs. For additional information on Biltin Tacos 
write boiler manufacturer or Taco. 


Complete catalog information on external Taco Heaters is also available for home, 
apartment house, hotel and housing projects. 


Domeslic Tacos 




Tankless Taco Nos. 12, 14> 15, 18 and 2S 


M ulti-coil 
Taco 


“Taco-One” Venturi System 

A forced circulating warm heating system using a single 
pipe main from boiler to radiators and back again. Small TlSal P i m 

pipes and one pipe main make a neater job, reduce installation 
cost?s. Radiators can be placed above and below main. 85 per 
cent of residential jobs need only one circuit which requires no 
balancing valves. This revolutionary heating system is made 

possible by the Taco Venturi Fitting and remarkable Taco Hy-Duty Circulator. 


Taco Venturi Fitting — Acts as a suction pump in which the only moving part is 


water. Water does the 
trick by producing a vac- 
uum pull that draws water 
through each radiator, 
giving positive uniform 
circulation. 



Taco Venturi Fitting 
(Cross Section) 
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Heating Systems • water 


H. A. Thrush & Company 

Peru, Indiana 

Representatives in Principal Cities 


FORGED CIRCULATING THRUSH FLOW 
CONTROL SYSTEM OF HOT WATER HEATING 
AND HEATING SPECIALTIES 



Patent Nos. 2,054,(K)9, 2,111,441, 
2,1.17.791, 2,207,183, 2,207,208, 
2,257,867, 2,.156,482 2,358,670 



Patent Relssiie No. 19,873 



Number 4 lUuBtrsted 


Flexible, economical of fuel, forced circulating Thrush 
Summer-Winter System of Hot Water Heat is the most 
satisfactory way to heat buildings. Thrush Systems, 
Water Circulators, Water Heaters, Pressure Relief and 
Pressure Reducing Valves and other fuel-saving hating 
specialties are available. Write today for information or 
engineering assistance. 


THRUSH WATER 
CIRCULATORS 

Five sizes, 1 in., in., l }/2 
in., 2 in. and 3 in., for forced 
circulation in Hot Water 
Heating and Domestic Water 
Systems. Save fuel, insure 
uniform heating. 



THRUSH FLOW 
CONTROL VALVES 

For use with Thrush 
Water Circulators 

This patented valve 
prevents circulation 
when not required. 
Six sizes, 1 in., in., 
in., 2 in., 2J^ in. 
and 3 in. Work auto- 
matically by pressure 
head, generated by 
Thrush Circulator. 


THRUSH LOW 
PRESSURE WATER 
RELIEF VALVES 

Protect heating boil- 
ers from excess pres- 
sures. Made in angle 
or straight types, of 
iron or brass, sizes 
^2 in., % in. and 1 in. 
Unfailing depend- 
ability nas been 
proved by over a 
quarter of ^ century 
of successful opera- 
tion. 


THRUSH PRESSURE REDUCING 
VALVES 

Types for High and Low Pressures 

Sizes, in., in. and 1 in. Low 
pressure reducing valves to reduce 
pressure of water entering heating 
system and maintain water supply 
in system automatically. High 
pressure reducing valves for protect- 
ing house plumbing and heating 
equipment from excessive city line 
pressures. 

THRUSH AIR-TIGHT 
PRESSURE TANKS 

An essential part of 
every hot water heat- 
ing system. Conserves 
water and fuel, be- 
cause the heated water 
expands into the 
Thrush Pressure Tank 
and returns to the sys- 
tem as it cools. Adds 
to the continued oper- 
ating efficiency of the 
heating system over a 
long peri^ of time. 
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Heating Systems • ffot water 



THRUSH HIGH 
PRESSURE WATER 
RELIEF VALVES 

Protect water supply or 
range boilers and gas or 
electric water heaters 
from excess pressure and 
temperature (some 
types). Made in angle or 
straight types, of iron or 
brass, sizes, in., in. 
and 1 in., for pressure 
relief only or combina- 
tion pressure and tem- 
perature relief. 



THRUSH WATER HEATERS 

Highly efficient heat exchangers or con- 
verters. Sixteen sizes, for Hot Water or 
Steam. Pressure up to 150 lb water, 75 
lb steam. Straight tubes readily cleanable. 
Provide Domestic Hot Water at low cost. 
Also used industrially for heating or cool- 
ing liquids. 


THRUSH SUPPLY 
TEES FOR ONE 
PIPE SYSTEMS 
NON-ADJUST- 
ABLE 

Assure positive 
diversion to ra- 
diators. Cast 
iron sizes, 1 in., 
134 in., in. 
and 2 in., with 
branch outlets of 34 in., H in. or 1 in. Also 
sweat copper sizes % in., 1 in., 134 in. and 
134 in. all with 34 in. branch. 



THRUSH ADJUSTABLE SUPPLY TEE 
FOR ONE PIPE SYSTEMS 



Balances flow of water through each radi- 
ator, resulting in uniform heating. When 
branch flow is cut down, main flow is in- 
creased not re- 
tarded. Easily 
adjusted. Sizes 
in cast iron, 1 
in., 1 34 in., 1 34 
in., and 2 in., 
with branch 
outlets of 34 
in., ?4 in., and 
1 in. 



THRUSH DUAL CONTROL UNITS 
Provide automatic pressure relief, reduce 
line pressure, automatically fill and main- 
tain water supply in hot water heating 
system. Built-in strainer. Made in four 
types, brass or cast iron, 34 in. or J4 in. 

No. 201 THRUSH RADIANT 
HEAT CONTROL 



No. 200 No. 201 


Automatically maintains room tempera- 
ture within a fraction of a degree. Controls 
both room and water temperature in the 
radiators, compensating to prevent varia- 
tion in room temperature or a lack of 
radiant heat. Requires No. 200 Thrush 
Relay Transformer for low voltage. 


Ko, 205 THRUSH BOILER WATER 
TEMPERATURE CONTROL 

No. 205 
immer- 
sion con- 
trol is 
used to 

operate the firing de- 
vice of Thrush Flow 
Control Systems or 
to operate Thrush 
Water Circulator in a 
domestic storage 
water system. 

Other electrical 
water temperature 
controls. No. 202 im- 
mersion and No. 206 
clamp-on type avail- 
able. No. 205 



WRITE FOR COMPLETE CATALOG 
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Heating Systems • Pumps 


Buffalo Pumps, Inc. 

450 Broadway, Buffalo, N. Y. 

Sales Representatives in These Cities; 


ALBAfJY 7, N. Y.- -Mr. II. B. Taylor, 96G Broadway 
ATLANTA 2, GA.—Mr. J. J. O’Shoa, 305 Techwood Drive 
BALTIMORE 2, MD., Mr. C. A. -Conklin, III, 

11)14 Cathfdral St. 

BOSTON 76, MASS., Mr. E. D. Johnson. 507 Main St., 

Melrtise Station 

CHICAGO 6, ILL., Emmert & Trurnbo, 20 N. Waeker Drive 

CINCINNATI 2, OHIO, Mr. V. W. Twombly. 

G2G Broadway 

CLEVELAND 13, OHIO, Mr. T. A. W(>ager, 

418 Rockefeller Bldg. 

KITCHENER, ONTARIO, Canada Rumps, Ltd., 

Mr. A. S. Capwell 

DALLAS 1, TEXAS, Mr. T. H. Anspacher, 

1801 Tower Petroleum Bldg. 
DAVENPORT, IOWA, D. C. Murphy Co., Inc., 

305 Security Bldg. 

DENVER, COLO., Mr. C. 0. Voight, 

Sterns-Roger Mfg. Co., 1718 California St. 
DETROIT 16, MICH., (loon-DeVisscr Com])any, 

2051 W. Lafayette Blvd. 
DES MOINES 9, IOWA, 1). C Murphy Co., 

214 Old Colonv Bldg. 

GREENVILLE, S. C., Mr. Roy A. Stipp, 21 Blue Bldg. 
INDIANAPOLIS 4, IND., S. E. Fenstermaker & Co., 

937 Architectft & Builders Bldg. 


LOS ANGELES 13, CALIF., Mr. F. Halladay, 

804 Pershing Sq. Bldg. 
MINNEAPOLIS 2, MINN., Mr. E. F. Bell, 

2102 Foshay Tower 

NEWARK 2, N. J., Mr. G. C. Norman, 27 Washington St. 
NEW ORLEANS 12, LA., Devlin Bnw., 1003 Maritime Bldg. 
NEW YORK 7, N. Y., Koithan & Johnson, 

Room 1110, 39 Cortlundi St. 
NEW YORK 7, N. Y., Mr. W. A. Wagner, 

Room 1113, 39 C-ortlandt St. 
OMAHA 2, NEB., Wain Engineering Co., Mr. M. E. Wain, 
37.S Brandeis Theatre Bldg. 
PHILADELPHIA 2, PA., David.son & Hunger, 

1200 Cunard Bldg. 

PITTSBURGH 22, PA., Mr. H. E. Moore, .145 4th Avc. 
SAN ANTONIO 6, TEXAS, Langhammer Rummel Co.. 

436 Main St. 

SAN FRANCISCO 11, CALIF., Harry W. Parsons, Inc., 

1214 Central Tower Bldg 
SEATTLE 1, WASH., A T. Forsyth (/omi)any 

.B50 Elhcott Ave 

ST. LOUIS 3, MO., J. W Coop'r, 2118 JHne St. 

TOLEDO, OHIO, Mr. C. M. Evstcr, 1118 Madison Ave. 
WASHINGTON 5, D. C., Mr. G. S. Frankei, 

310 Woodward Bldg. 


PRODUCTS — A Complete Line of Centrifugal Pumps For Use in All Types of 
Heating and Air Conditioning Installations. For Complete Information, 
Contact Your Nearest Buffalo Representative or Write Us. 



Buffalo Single-Stage 
Double Suction Pumps 

Where installations require handling of 
10 to 50,000 gpm, clear water, these pumps 
afford excellent service at low power cost 
and very little maintenance. 'I'hey incor- 
porate all accepted features of modern 
centrifugal pump design. 


Buffalo 
Automatic 
Sump Pumps 

Distinct power sav- 
ings are made possible 
with these Buffalo 
pumps, because their 
unusual efficiencies en- 
able use of very small 
motors. A compact unit 
with ball bearing thrust 
and enclosed shaft. 

% 



Buffalo Close-Coupled 
Single Suction Pumps 

Especially suited to handling hot water 
with low submergence on suction, these 
Buffalo pumps exert a high suction life. 
An important advantage in this type is its 
close coupling to the electric motor. This 
dispenses with bearings, assures perma- 
nent alignment and saves space. Easily 
serviced. 

Buffalo Self-Priming 
Single and Double 
Suction Pumps 

These centrifugal 
pumps provide a con- 
stant, positive prime 
without foot valves, 
with a primer under 
license from Nash 
Engineering Co. Featuring typical Buffalo 
design, the pumps have quiet, vibration- 
less rotors and fully accessible parts. 
Moving parts are above the liquid pumped. 
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Chicago Pump Company 

2330 Wolfram Street BRUnswick 4110 Chicago 18 

PRODUCTS — Return Line Vacuum Heating and Boiler Feed Pumps, Con- 
densation, House, Booster, Fire Pumps, Circulating, Brine, Sewage, Bilge, 
Sludge, Pneumatic and Tankless Water Supply Systems and Automatic 
Alternator for Duplex Sets of Pumps. 


“CONDO-VAC” 


“Sure-Return” Condensation Pump 


Return Line Vacuum and Boiler 
Feed Pump for Heating Systems 



Fig. 2102 — Duplex ''Condo-Vacs” with 
Duplex Double Automatic Control 


No vacuum on stuffing boxes, ample clear- 
ance in rotating member. It costs less to 
operate a “Condo-Vac.” “Condo-Vac” 
reduces corrosion in piping and boiler to 
minimum — because pump does not take 
in air from atmosphere and entirely elimi- 
nates all air coming back from system. 
“Condo-Vac” is quiet, has a low inlet, 
entirely automatic, fool-proof, easy to 
maintain. Ask for bulletin 270. 

Close -Coupled Pumps 
Boiler Feed, Circulating, Tank Filling, 
Water Supply 



Fig. 21 SO — Close-Coupled, side suction pump 

Capacities range from 3 to 600 Gpm 
against heads up to 189 ft. Motors from 
to 20 Hp. Discharge 1 to 3 in. Closed 
and open type impellers. Bulletin 108. 


for Lovv and Medium Pressure, and Systems 
up to 75,000 Sq Ft Radiation 



Fig. 1946 


“Sure Return” Condensation Pumps and 
Receivers are built for systems up to 
75,000 sq ft of direct radiation and for low 
and medium pressures. Built in either 
single or duplex units. Duplex units are 
alternated in their operation by the Auto- 
matic Alternator. Complete data in Bulletin 
250. 


Vertical Condensation Pumps 

for Low and Medium Pressure for Systems 
from 500 to 100,000 Sq Ft Radiation 



The vertical condensation 
pump is designed to re- 
ceive returns from lowest 
radiation. The receiver is 
placed underground — ^an 
ordinary hole sufficing if 
necessary — and requires 
very little floor space. 
Unit is shipped complete, 
easy to install, assembled 
so as to prevent steam 
leaks. Special bearings 
will stand up under hot 
water for several years. 
A special float mechanism 
is guaranteed not to leak 
or stick in stuffing box. 
Complete data and descrip- 
tion in Bulletins 245^ 258 
and 255. 
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The Nash Engineering Company 

234 Wilson Road South Norwalk, Conn., U. S. A. 

i Sales and Service Offices In all Principal Cities 



Return Line Vacuum Heating 
Pump 

Standard with the heating industry for over 
eighteen years. Removes air and conden- 
sation from return lines of vacuum steam heat- 
ing systems, discharging air to atmosphere and 
returning water to the boiler. 

Two independent units are combined in a 
single casing — an air unit and a water unit. 
Impellers of both are mounted on the same 
shaft. Pump is bronze fitted throughout. 

Supplied direct connected to standard elec- 
tric motors, for belt drive, or for steam turbine 
drive. For continuous or automatic operation. 
Standard in capacities up to 300,000 sq ft 
E.D.R. Larger units special. Bulletins Nos. 
307, 308, 309, and 310 on request. 



Vapor Turbine Vacuum Heating 
Pump 

Jennings Vapor Turbine Heating Pumps 
combine all advantages of the standard return 
line heating pump with a new type of drive, a 
specially designed low pressure turbine which 
operates directly on steam from the heating 
mains on any system, requiring a differential 
of only 5 in. of mercury, and returns that 
steam to the heating system with practically 
no heat loss. 

This pump affords the safety and economy 
which goes with continuous condensation re- 
turn and steady vacuum, and at no cost for 
electric current. Furnished standard in capa- 
cities up to 65,000 sq ft E.D.R. Larger units 
special. Bulletin No. 290 on request. 



Condensation Pump and Receiver 

Removes the condensation from radiators in 
return line steam heating systems, particularly 
radiators set below the boiler water line level, 
and pumps the condensation back to the 
boiler. Pump is bronze fitted with enclosed 
centrifugal impeller of improved design. By 
making the pump casing a part of the return 
tank, and bolting the motor base to the tank, 
floor space is conserved. The rectangular 
construction permits installation in a corner 
against the wall. 

These pumps are furnished in standard sizes 
with capacities ranging from 1 to 225 gpm 
of water. For serving up to 160,000 sq ft of 
equivalent direct radiation. Bulletin No. 319 
on request. 


1202 






Heating Systems • Pump9 


The Nash Engineering Company 

234 Wilson Road South Norwalk, Conn., U. S. A. 

Sales and Service Offices in all Principal Cities 


SEWAGE EJECTOR 

For pumping unscreened sewage or drainage 
from basements below the street sewer level, 
handling crude sewage from low level districts, 

f )umping effluent, sludge and other heavy 
iquids. The Jennings Sewage Ejector is of 
the pneumatic type. Air, compressed only 
to the pressure at which it is used, by a Nash 
Hytor Air Compressor, is motive power to 
pump the accumulated sewage from a pot to 
the sewer. There are no air storage tanks, 
reciprocating air compressors or screens, no 
air valves. Furnished in several standard 
sizes up to 1500 gpm against heads to 100 
ft. Bulletins on request. 



Suction Sump and Sewage Pumps 

Jennings Sump Pumps are self-priming cen- 
trifugals for handling seepage water and 
liquids reasonably free from solids. Sewage 
Pumps are equipped with non-clog type im- 
peller for liquids containing solids. Suction 
piping only is submerged. Centrifugal impeller 
and vacuum priming rotor are mounted on 
same shaft that carries rotor of the driving 
motor, forming a single moving element, ro- 
tating without metallic contact. 

Will handle air or gas with liquid being 
pumped, and because of self-priming feature 
are installed entirely outside of pit, affording 
perfect accessibility for inspection or cleaning. 
Capacities to meet all requirements. Bulletins 
Nos. 159, 161, and 338 on request. 



Air Compressor and 
Vacuum Pump 

Nash Air Compressors operate on a unique 
and different principle. The one moving part 
rotates in casing without metallic contact. 
There is nothing to wear, and no internal 
lubrication. 

Nash Compressors deliver absolutely clean 
air; ideal for agitation of liquids, pressure 
displacement, and handling gases. Vacuum 
pumps ideal for priming pumps, blood sucking 
pumps in hospitals, and wherever non-pul- 
sating vacuum is required. 

Prmure 76 lb or vacuum 27 in. of mercury. 
Furnished for any capacity; special for higher 
vacuums and pressures. Bulletins Nos. 282, 
326, 331 and 337 on request. 
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BIRMINGHAM 

BOSTON 

BUFFALO 

BUTTE 

CHICAGO 

CLEVELAND 


Iitgeissdl-Rand 

^ 11 BROADWAY. NEW YORK 4, N Y. 


DALLAS 
I)ENV1:R 
DETROIT 
DULUTH 
EL PASO 


KNOXVILLE 
LOS ANGELES 
NEWARK 
NEW ORLEANS 
NEW YORK 


PHILADELPHIA 

PICHER 

pitisbi;r(.h 

SALT LAKE CITY 
SAN FRANCISCO 


Offices and agents throughout the world 


SCRAN I ON 
SEATTLE 
ST, LOIHS 
T1 TLSA 

WASHINGTON 
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CENTRIFUGAL PUMPS 

T h e is a compact, 

“package” unit, mounted integrally with 
motor on a rigid, oversize shaft and over- 
size bearings. It is highly adaptable to 
many services, needs no special foundation, 
and operates equally well in any position. 
It is available in several materials for 
pumping various liquids. Capacities from 
10 to 1800 gpm, heads to 600 ft. 

Other I-R pumps are offered for all 
hydraulic services, with any type of drive. 

ALL PURPOSE PORTABLE TOOL 

The 4U Electric Impact Tool is a light- 
weight, portable, tool for running and re- 
moving nuts, screws and studs, drilling, 
reaming, tapping, wire brushing, drilling 
brick and masonry, driving wood augers, 
hole-saw work, and the 101 jobs en- 
countered in installation work. Plugs into 
any wall outlet. Capacities: 34 in. drills, 
step-reaming to 34 in., running nuts to 
Js in. thread size. 110 and 220 volts, 25 to 
60 cycles universal motor. 

LIGHT-WEIGHT JACKHAMER 

d'he J-10 Jackhamer is the smallest of the 
self-rotating, rock-drill line, weighs 14 lbs. 
and is especially designed for maintenance 
and installation work. Its uses include 
drilling masonry for conduit, sprinkler 
hangers, foundation bolt holes, pipielines 
and drains as well as tearing out brick- 
work for doors and windows and similar 
demolition jobs. The J-10 is air-powered. 


STEAM-JET REFRIGERATION 

Where refrigeration is needed down to 35F, 
and a supply of steam is available, the I-R 
system of water- vapor refrigeration with 
Steam-Jet Coolers is offered. In this 
system water is the only refrigeration 
medium. It is cooled by direct evapora- 
tion in a high vacuum created by steam-jet 
booster ejectors. There are no moving 
parts, no vibration nor noise. Sizes run 
from 20 to 1200 tons of refrigeration and 
can be built to operate at any one of a wide 
range of pressures down to 2 lb per sq in. 

I-R COMPRESSORS OF ALL TYPES AND SIZES 

I-R Compressors are offered in all sizes and types from 34 to 3000 hp, in pressures from a 
few ounces to 15000 lbs, and in stationlry or portable models. Air-cooled units range 
from 34 to 90 hp. I-R Water systems are available fpr industrial and domestic uses. 
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INTERNATIONAL HEATING & VENTILATING EXPOSITION 

THE AIR CONDITIONING EXPOSITION 

Permanent Address — Grand Central Palace, New York 17, N. Y . 


EXPOSITIONS HELD 

New York, 1948; Cleveland, 1947-1940; 
New York, 1938; Chicago, 1936; New 
York, 1934; Cleveland, 1932; Philadel- 
phia, 1930. 

1949 IN CHICAGO 

The Ninth Air Conditioning Exposition 
will be held at the International Amphi- 
thealre, Chicago, 111., January 24 to 28, 
1949. This promises to be one of the 
largest ever held and is in accordance with 
previously announced plans to hold the 
Exposition annually through 1950. 

These Expositions continue to provide a 
valuable service to the industry by offering 
common meeting places where newest 
developments may be personally deihon- 
strated and problems may be discussed 
with technical personnel. Every phase of 
air conditioning is covered — heating, cool- 
ing, fiiping, ventilation, humidification and 
dehumidification for industrial and com- 
mercial establishments as well as homes. 

UNDER AUSPICES OF A.S.H.V.E. 

These Expositions have been and will 
be held co-incident with the annual meet- 
ings of the American Society of Heating 
and Ventilating Engineers and under their 
auspices. Management is by International 
Exposition Compan}^ with permanent 
headquarters at Grand Central Palace, 
New York 17, N. Y. 

EXHIBITORS 

Comprise leading firms in each phase of 
the industry; number has varied from 150 
to 400 exhibitors. 

EXHIBITS 

These range from and comprise all the 
types of articles discussed or advertised in 
this copy of The A.S.H.V.E. Guide. 

1. The Combustion Group: 

Furnaces, burners (coal, oil and gas), 
grates, stokers, boilers, radiators (vari- 
ous types), refractories and auxiliaries. 

2. The Oil Burner Group. 

3. The Hydraulic Group: 

Water feeders, water heaters, pumps, 
traps, valves, piping, fittings, expan- 
sion joints, pipe hangers, etc. 

4. The Steam Heating Group: 

Vapor heating and steam specialties. 

5. The Hot Water Heating Group. 

6. The Air Group: 

Warm Air furnaces and stoves, regis- 
ters and grilles, cooling towers, air 
filters, motors, fans, blowers, condi- 


tioning equipment, ventilators (room 
and industrial types), unit heaters, etc. 

7. The Air Conditioning Group: 
Equipment which circulates and filters 
the air, in summer dehumidifies and 
cools; in winter heats and humidifies, 
and does all these in proper season for 
complete, all year-round air condi- 
tioning. 

8. The Control Group: 

Instruments of precision for indicating, 
controlling or recording temperature, 
pressure, volume, time, flow, draft or 
any other function to be measured. 

9. The Refrigerating Group: 
Compressors, condensers, cooling ap- 
paratus, contingent apparatus and 
refrigerants. 

10. The Central Heating 
Apparatus and materials especially 
designed or adapted to the uses of 
central heating and central heating 
station supplies. 

11. r/ie Insulating Crowp.* 

Structural insulators (refractory and 
cellulose materials), asbestos, mag- 
nesia clays and combinations thereof, 
pipe and conduit covering, etc., 
weather-stripping, etc. 

12. The Miscellaneous Group: 

Electric Heaters, boiler and pipe re- 
pair alloys, liquids and compounds, 
tools of all kinds, and equipment not 
specifically included in the' above 
groups, but related thereto. 

13. The Machinery and General 
Equipment Group. 

14. Books and Publications. 

VISITOR ATTENDANCE 

Attendance is by invitation and registra- 
tion only, thereby presenting a selected 
audience. Included are contractors, deal- 
ers, jobbers, supply houses, home owners, 
industrial users, professional and service 
organizations, public utilities, real estate 
management concerns, etc. A detailed 
analysis of registered attendance is avail- 
able on request. In 1948 at New York, 
there were 50,000 registered visitors. 

Industrial Expositions in America lead 
the expositions of the world in style, 
business effectiveness, industrial influence 
and educational value. This Exposition 
stands among the leaders in Industrial 
Expositions in America. It is an edu- 
cational institution which brings together 
the research developments and improve- 
ments in equipment and materials for use 
in heating, ventilating and air conditioning 
all types of buildings. 
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The V. D. Anderson Company 

1942 West 96th Street, Cleveland, Ohio 


Representatives 
In all 
principal 
cities 


SUPER-SILVERTOP STEAM TRAPS 

Are inverted bucket steam traps of an im- 
proved, thoroughly tested design. These steam 
traps automatically remove both condensate 
and air from the steam system — no manual 
operations are necessary. 

APPLICATIONS 

Super-Silvertops are used on any steam-using 
equipment where it is desired to remove con- 
densate andair automatically in order to produce 
maximum heating efficiency. 

FEATURES 

Simplified Piping — Connected either as an 
elbow or straight-in-line — only one nipple needed 
since the U-tube is inside the trap. Saves as 
much as three elbows, three nipples and 60 min- 
utes of time, compared to other inverted bucket 
steam traps. 



Shows hmv trap is installed either as an 
elbow or straight in-line, using a 
minimum of fittings. 


Precision Parts Alignment — The bucket does not 
swing free. It is controlled in true engineering fashion, 
guided on a hexagonal tube. This makes a knife-edge 
contact, eliminating almost all friction. The unusual 
guide arrangement keeps all parts in proper alignment 
and prevents the bucket from hitting the sidewalls of 
the case. Positive closing of the valve is insured. 

Self- Cleaning — The reversing of the condensate 
flow on entering the trap produces a scrubbing action. 
This stirs up any sediment and dirt which is then 
carried away in the discharging condensate. 

No Restricting Passages — Even in the smallest 
sizes there are no narrow cored passages to become, 
clogged with scale. 

Cannot Air-bind — As the air is automatically dis- 
charged ahead of the condenaste in each cycle of 
operation. 

Vacuum ol* Pressure — These traps do not leak 
steam. No danger of vacuum being destroyed — trap is 
recommended for vacuum operation. 

INSTANT HEAT 

Anderson Super-Silvertops can be equipped with 
Thermal Air Eliminators where instant heat is desired. 
Other Anderson products are: combination open 
float and thermostatic steam traps, float-type steam 
traps, air release valves, and pipeline stfeiners. 



Materials: Case and head are of 
nickel semi-steel, bucket is copper, 
guide tube of admiralty bronze, 
valve and seat of special chrome 
alloy, all other parts of stainless 
steel. All interior parts can be 
furnished in stainless steel when so 
ordered. 
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The V. D. Anderson Co. Heating Systems • Specialties 


SIZES, LIST PRICES AND CAPACITIES 


No. of Trap 

Code Word for Telegram# 

10 

19 

20 

21 i 

22 

23 

24 

25 

Val. 

Vys. 

Vyt. 

Vol. ' 

Vil. 

Viz. 

Vet. 

Vas. 

Pipe Connections. In. 

(See Note) 

only 

^ or 3/4 

^ or 3/4 

14 or 3/4 

% or 1 

3/4orl 

1 or 1*4 

11^ or 2 

Shipping Weight, Lb' . . 

23/4 

6 

7 

8 

14 

16 

38 

Diameter, In 

3^'i6 

33A 

33/« 

4‘5i6 

5'/2 

5'/2 


93/4 

Height, In 

12? 

Wa 

, 69.(4 

63/4 

OKs 

IO->>6 

131H6 


Maximum Gauge Pressure 

200 

200 

200 

250 

250 

250 

250 

List Price 

$ 8.00 

$10.00 

; $12.00 

$14.00 

$23.00 

$32.00 

$45.00 

$60.00 

Chrome Plated 

10.00 

12.00 








WITH THERMAL AIR ELIMINATOR 


Code Word for Telegrams 

Valel 

$9.60 

Vysel 

$11.60 

Vytel 

$13.60 

Volel 

$15.60 

Vilel 

$26.20 

Vizel 

$35.20 

Vetel 

$49.80 

Vasel 

$66.40 


Differential Pressure 


CAPACITY IN POUNDS OF WATER PER HOUR 


, 

200 

215 

390 

775 

1050 

1500 

2400 

9200 

2 .. 

285 

305 

535 

1100 

1500 

2100 

3300 

13200 

3 

320 

340 

665 

1350 

1800 

2500 

4100 

16000 

4 

410 

440 

815 

1500 

2100 

2900 

4500 

18500 

5 

475 

505 

970 

1700 

2300 

3200 

5274 

21000 

10 

600 

640 

1125 

2000 

3200 

4600 

7500 

2%50 

15 

330 

745 

1380 

1750 

3300 

5400 

10000 

30475 

20 . .... 

375 

800 

1500 

2000 

3500 

6000 

11100 

40300 

30 

450 

550 

1060 

1300 

3500 

4500 

6200 

48600 

40 . 

400 

600 

1115 

1500 

2800 

5000 

7000 

23400 

50.. 

450 

700 

1275 

1600 

3100 

4500 

7500 

26000 

60 . 

325 

640 

1040 

1300 

3250 

4900 

8000 

20000 

70 

350 

670 

1115 

1375 

2700 

3541 

8000 

21500 

80 

375 

700 

1150 

1500 

2800 

3750 

8600 

23000 

90 

255 

645 

1120 

1550 

2900 

3950 

9100 

24000 

100 

275 

675 

1200 

1600 

2450 

4200 

10000 

25300 

125 

300 

700 

1275 

1700 

2900 

3400 

8000 

19100 

150 


550 

970 

1200 

2000 

3700 

8600 

20500 

200 .. 


630 

1000 

1300 

2200 

4150 

8900 

16800 

225 





1800 

4400 

9200 

13300 

250... 





1900 

4500 

9600 

13750 


Capacities based on continuous flow. When ordering be sure to specify maximum steam pressure. 

Note: Pipe sizes shown in heavy type are standard and traps will be shipped tapped standard unless 
otherwise specified. Pipe sizes shown in light type furnished at no additional, cost but only from 
Cleveland stock. 



SUPER-SILVERTOP STEEL 
SERIES 

... for higher pressures and temperatures 
— come complete. No need for extra, 
expensive fittings, no pipe to bend, and no 
labor cost for making up extra pipe joints. 
Installation may be straight-in-line or as 
an elbow. Only two threaded joints 
required in either installation. The case 
and head are made of steel ; and the gasket 


joints are of the recess type, preventing 
any possibility of gasket blowouts; all 
interior parts are stainless steel, except the 
valve and seat which are special chrome 
alloy. 

CAPACITIES AND LIST PRICES 


No. of Trap 


Size 

33 1 

34 

36 

List Prices 

$77.00 ! 

$120.00 

$230.00 

Code Word 

FSH 

FSB 

FSC 

Pressure, Lbs. 




150 

2800 

6000 

11000 

200 

3100 

5500 

9000 

250 

3300 

6000 

10000 

300 

2500 

6400 

11000 

350 

2800 

4500 

8300 

400 

2500 

4500 

8700 

500 

2800 

4750 

9000 

600 

3000 

4900 

8500 

700 

2000 

4500 

8500 
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Heating Systems • Steam 


Barnes cjones 

129 Brookside Avenue Boston 30, Mass. 

s New York Office: 101 Park Avenue 

Barnes & Jones Vapor and Vacuum Systems of Steam Heating; Modulation 
Valves; Adjustable-Orifice Radiator Valves; Packless Quick-Opening Radiator 
Valves; Thermostatic Radiator Traps; Thermostatic Trap Replacement Units; 
Gondensators (Boiler Return Traps); Float and Thermostatic Traps; Strainers; 
Damper Regulators; Gages; Systems of Zone Control for Steam Heating. 
Complete Catalog on Request 


Series K 



The Series K valve is 
of the modulating 
type equipped with 
dial and pointer to 
indicate whether the 
valve is open or shut 
or in an intermediate 
position. 

Lever or wheel 
handle. 


Series F 



The Series F valve 
has no dial or pointer 
and is therefore fur- 
nished only with 
wheel handle or lock 
shield. Of same 
quality as Series K 
but lower priced. 
Both Series K and 
Series F valves are 


quick opening, non-rising stems, renew- 
able disc seats, of packless design. Made 
angle pattern in 1 and in. sizes; 

straightway (globe) pattern in ^ and 1 in. 
sizes. For use in vapor or vacuum 
systems. 


Capacities — Sq Ft E. D. R. 


Size valve 


VC 

r 

1'// 

2 ounces pres 

25 

50 

90 

160 

8 ounces pres 

45 

90 

160 

280 


Type H 

■ The Type H valve is 
of the adjustable ori- 
fice type so arranged 
that the dial indicates 
at all times the size 
of the radiator for 
which the valve is 
adjusted. 

May be adjusted with 
steam on the system. 
Noiseless in operation. 

Lever or wheel handle, unauthorized 
tampering virtually impossible. Made for 
pressure differentials of 1, 2, 3, 4 and 5 
pounds, in. valve up to 100 sq ft. 
I in. valve over 100 sq ft. 


Thermostatic Radiator Traps 

The B & J precision 
made thermostatic 
trap contains the 
unique, patented 
cage unit which is 
a complete operat- 
ing unit in itself. 

The cage assembly 
contains the double 
thermostatic ele- 
ment calibrated in the factory, and locked 
in correct adjustment with the trap seat, 
which is also an integral part of the cage 
unit. Suitable for pressures up to 15 lb. 


Capacities — Sq Ft of E. 1). R. 


Size 

No. 

Pres. Diff. — Lbs. per Sq In. 


Vs 

'4 

I 

2 

5 

15 

'/2 

~\ 22 ~ 

70 

92 

168 

228 

320 

610 

Vs 

134 

120 

152 

320 

450 i 

710 

1260 

1 

147 

200 

300 

590 

760 

1200 

2200 


Medium and High Pressure traps suitable for 
pressures between 15 lb and 100 lb can be furnished. 


Float and Thermostatic Traps 

Made in five sizes for 
handling large and 
sudden loads of con- 
densate that are 
greater and more 
variable than can be 
handled efficiently by 
thermostatic traps. 

Suitable for pressures 
up to 15 lb. 

Capacities Lbs Water per Hour 


Size 

No. 

Pres. Dilf. — Lbs. per Sq In. 

Vs 

V2 

2 

5 

15 

Vs 

T4I 

70 

100 

200 

210 

230 

I 

T42 

175 

250 

500 

525 

575 

l'/4 

T43 

425 

600 

1200 

1260 

1380 

IV2 

T44 

850 

1200 

2400 

2520 

2760 

2 

T45 

1775 

2500 

5000 

5250 

5750 


Medium pressure F. & T. traps in % in. and 1 in. 
sizes can be furnished for pressures up to 65 lb. 


Barnes & Jones, Inc., manufactures a 
complete line of control systems operated 
either manually from a central station or 
automatically from an outdoor thermostat. 
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Heating Systems • Specialties 


Carty & Moore Engineering Co. 

Established 1919 

511 West Lamed Street Detroit 26, Mich. 


STEEL RADIATOR BRACKETS STEEL CONCRETE INSERTS 

For over a quarter of a century Carty & Moore Brackets have been recognized 
by engineers and contractors as a superior product and there are nearly a 
million in use today. Specify them on your next job and watch labor costs 
drop because of quick and easy installation — they won’t let you down! 


MODEL NO. 22 BOTTOM HUNG 
RADIATOR BRACKETS 

Illustrated is the No. 22 Universal Radiator Bracket for 
hanging all types of wall, tube or slender-tube radiation. 
This bracket is completely as- 
sembled when shipped and all 
parts are furnished, ready for 
quick end easy installation. A 
brief instruction card is enclosed 
with each bracket to explain the 
simple adjustments required to 
hang any particular type of radi- 
ation. Roughing-in specifica- 
tions are shown by the drawing 
on the right. Because the Model 
No. 22 is completely assembled 
and is so simple to adjust, it cuts 
installation time to a minimum. 

Six No. 22’s packaged in an at- 
tractively labeled carton for 
warehouse purposes - for specific 
jobs 40 brackets to a burlap bag. 

This bracket is also available 

with double hook and reinforced frame for double 
row wall radiation — specify No. 222. 

MODEL NO. 33 TOP HUNG BRACKETS 

A completely assembled top hung hanger with 
in, outset from the wall, especially approved 
for government jobs. Also available with 2J^ in. outset for hospitals, institutions, etc. 
where frequent cleaning behind the radiator is required — specify No. 333. When order- 
ing top hung brackets, specify model number and the type of radiation to be hung. 




MODEL NO. 44 CONCRETE INSERTS 

Carty & Moore No. 44 Concrete Inserts have long been 
used by leading heating contractors and are designed 
to meet the most exacting requirements. The C & M 
Insert is made of heavy gage pressed steel stampings 
and is strong and dependable. A long travel slot per- 
mits ample adjustment yet the nut cannot pull out and 
the wide wingspread allows the insert to become deeply 
imbedded in the concrete so it cannot tear out or 
loosen even under a heavy strain. Packed in nicely 
labeled cartons, 50, ^ iq'. or in. to a box; 25, ^ in. 
or % in. Sheets giving complete specifications will be 
sent on request. 
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Heating Systems • Specialties 


The Clark Manufacturing Company 

1830 E. 38th St., Cleveland 14, Ohio 

Estabitohed 1908 



Clark, manufacturers of steam specialties for 39 years, produces a complete 
line of fluid controls. They are engineered for the jobs required of them, such 
as heating and air conditioning and wherever air, steam or gas is used. 



(Series 70) 


Inverted Bucket Traps are of three general sizes: (1) 
small, for general drainage service (2) for greater capacity 
(3) for high pressure and temperatures. The combination 
inverted bucket and blast type (Series 70-T) has a built-in 
thermal-by-pass to rapidly bring systems up to operating 
temperature by fast elimination of air and condensate. 

The Clark Patented Bucket Venting Device provided in 
top of bucket furnishes the means of relieving the accumu- 
lated steam and air within the bucket. 



Open (Upright) Bucket Type used for general drainage — 
are available in Semi-Steel to 250 psi and Cast Steel to 400 
psi. The discharge value is located at the top of the trap for 
easy inspection and can be replaced without removing trap 
from the line or breaking pipe connections.Th ey are equipped 
with “Clark-loy’’ ball type disc and seat. 


(Series SO) 



(Series •*CRV'’) 


“CRV” Pressure Regulator is integral pilot controlled — 
piston operated single seated type. It is suitable for operation 
at initial pressures and temp)eratures up to 250 psi and 450 F 
for cast semi-steel construction; 400 psi and 600 F for cast steel 
construction wherever steam, air or gas is used. 

Steam Capacities (In Lbs. per Hour) of Clark **CRV** 


Regulators, at Various Initial Pressures 


Initial 

Preuure 

Vl in. 

V4in. 

1 in. 

l'/4in. 

V/z in 

2 in. 

2»/2in. 

3 in. 

30 

100 

210 

345 

580 

1000 

1500 

2500 

4000 

50 

120 

295 

500 

815 

1120 

2000 

3500 

5000 

100 

190 

500 

1000 

1500 

2500 

4000 

6000 

8000 

150 

270 

910 

1180 

2000 

3500 

5000 

8000 

10000 

200 

500 

1500 

1525 

3000 

4000 

7000 

10000 

15000 

250 

560 

^000 

2200 

3500 

5000 

8000 

12000 

20000 
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Clark M/g. Co. 


Heating Systems • Specialties 


Air Traps — Automatically drains water 
from air lines, 
air receivers, 
drip pockets, 
aftercoolers, etc. 
Also adaptable 
for draining 
non-corrosive 
liquids from 
lines or equip- 
ment carrying 
vapors, such as 
steam and vari- 
ous kinds of 
gases. 

No. 440 



Separators — 

Effectively separates, 
collects and removes 
condensate and en- 
trained moisture from 
lines conveying 
steam, air or other 
gases. This saves 
fuel. For there is 
more energy per 
pound in dry steam 
than in wet. 



Horizontal 
HCT HCT-S 


Trap 

Nos. 

Std. 

Pipe 

Conn. 

Opt. 

Pipe 

Conn. 

List 

Price 

Wt. 

Lbs 

Continuous Flow Capacities of Condensate in Lbs per Hour For 

Various Sizes at given Differential Pressure Ratings. 

10 

1 

30 

1 50 

75 

125 

150 

200 

250 

300 

400 

600 

70 


Va 

$ 8.00 

6 

760 

1290 

1060 

775 

685 

515 

375 





72 


Va 

10.50 

9 

945 

1760 

1615 

1250 

955 

730 

580 





73 

Va 

1 

15.50 

10'/2 

1600 

2600 

2230 

1900 

1230 

1025 

850 





70T 

Vi 

Va 

11.00 

7 


1290 

1060 

775 

685 

515 






72T 


Va 

13.50 

10 


1760 

1615 

1250 

955 

730 






73T 

Va 

1 

18.50 

ll'/2 


2600 

2230 

1900 

1230 

1025 






80 

Vi 

Va 

17.00 

15 


3800 


1900 

1560 

1330 


900 




81 

Va 

I 

22.50 

26 


8100 


5900 

3300 

2940 


2070 




82 

1 

IV 4 

30,00 

39 


1600 


8800 

6100 

5320 


3700 




83 

l'/4 

V/2 

37,00 

48 


21200 


14000 

10200 

9430 


6500 

*Cast Steel 


84 

l'/2 

2 

55.00 

77 


35950 


21700 

15400 

12875 


11000 

Series 


85 

2 

2Vz 

73.00 

117 


76000 


42000 

32000 

29300 


20000 




30 

y? 


2150 

42 

3000 

2600 



1230 



625 




31 

Va 


28.00 

48 

4200 

4300 



1560 



900 1 

680* 

485* 


32 

I 


34.00 

75 

11080 

6900 



2750 



1250 1 

1335*| 

1080* 


33 

V/a 


47.00 

175 

21000 

14500 



6100 



3750 

34 OOH 

2460* 


34 

Wz 


60.00 

150 

28000 

19200 



8700 



5000 

69001 

3145* 


35 

2 


85.00 

210 

48000 

27500 



12100 



7350 I 

146001 

5100* 


36 

21/? 


120.00 

330 

6000 

54200 



27300 



14500 

14600* 

11500* 


800** 

V? 

Va 

55.00 

34 





1230 


850 


680 

485 


80I** 

Va 


68.00 

57 





2750 


1900 


1335 

1080 

860 

802** 

I 

VA 

90.00 

93 





5500 


4600 


3400 

2460 

1730 

803** 

VA 

V/2 

125.00 

150 





9500 


6700 


5700 

4200 

2820 

804** 

V/z 

2 

150.00 

215 





14300 


10600 


7800 

6000 

4200 


**The 800 series shown here are the screwed type. Information on the flanged and extra heavy models is 
available upon request. 


Strainers — Both the “T” and 
“Y” can be installed in steam, 
air, water and other fluid lines 
to remove dirt, scale, grit from 
fluid flow, protecting working 
parts of control valves. There 
is no appreciable pressure drop 
because of the straight thru flow. 
The blow-off connection at the 
bottom permits easy removal of 
collected dirt. Screen area is 
considerably greater than that 
of the pipe. 
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Heating Systems 


Steam Systems 
Specialties 


C. A. Dunham Company 

AdministratlTe and General Offices 

400 W. Madison Street, Chicago 6, 111. » 

Fadfories: Marshalltown, Iowa; Michigan City, Ind.; Toronto, Canada; London, England 
TORONTO 4, 1623 Davenport Road. LONDON, Lombard Rd , Merton, S.W. 19 


THE DUNHAM DIFFERENTIAL VACUUM HEATING SYSTEM 

Fully Automatic 

^'Dunham Heating Service,” as close to you as your telephone in most principal 
cities, see classified telephone directory. Expert heating engineers are available 
to architects and engineers for counsel at every one of these offices. 


THERMOSTAT CONTROL PAHBL 



CONTROL 



The Control Panel is the centralized operating station at which all control adjustments 
and settings are made and from which remote readings of room temperatures, control 
valve openings and percentage of heat output as measured by the Heat Balancer may 
be obtained. The Temperature Control Equipment appraises the heat demand of the 
building utilizing the resistance thermometer principle of operation. The Resistance 
Thermometers comprise coils of metal conductors whose electrical resistance varies with 
variations in their temperature connected in a Wheatstone Bridge circuit. Such tem- 
perature sensitive elements have no moving parts. All moving parts are contained in 
the Panel and in the Control Valve. 

The basic control of the Differential Temperature Control Equipment balances the 
heat supply (measured by the Heat Balancer) with the heat demand (measured by the 
Selector). Compensating or limiting features are provided by the room Resistance 
Thermometer units. Since this room thermometer is not depended upon to perform 
the function of the conventional room thermostat, it is not as limited in its application. 
It can be used to register room temperatures from any location regardless of the type of 
occupancy of the room. 

DUNHAM THERMOSTATIC TRAPS 

For Operating Pressures up to 15 lb psi gage 

The in. trap is available in AP, 

RH, LH, SW, and vertical patterns. 

The ^ in. in AP, SW only. The 1 in. 
in AP only. 

Construction — Bodies, covers, nut 
and nipple are of brass, valves and seat 
are cast bronze. The trap is non- 
adjustable, permanent adjustment for 
correct operation is built into the ele- 
ment. The thermostatic elements for • 
traps of the same size are interchange- 
able without adjustment. The disc is 
made from Monel Metal sheet. The cor- ^ 



Fi£* SSSS 
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C A. Durham Company 


Heating Systems 


Steam Systems 
Specialties 


rugations are shaped to reduce hinge action at the rim of the disc and to distribute 
disc motion uniformly. The filling nozzle and the valve assembly are attached to 
their respective halves of the disc by threaded nuts making tight screwed joints which 
are further reinforced, locked and sealed by sweating with solder. The valve is flat 
and is attached to the disc by a ball swivel joint to insure its seating squarely and 
tightly. Valve opening is exceptionally large and the passage of water or dirt out 
of the trap is not obstructed by a guide as none is necpsary with the Dunham 
design. Valve seat is raised slightly and rounded to minimize the depositing of 
incrustants. 

DUNHAM THERMOSTATIC STEAM TRAPS— TYPE TH 

For Working Pressures 25 Lb to 100 Lb 

Construction — Type TH traps are the 
thermostatic fluid expansion type. 

The trap consists of two principle parts, 
a body with renewable valve seat and a 
cover containing the thermostatic element. 
Permanent adjustment for correct opera- 
tion is built into the element. The covers 
may be removed from the trap body while 
hot without danger to the thermostatic 
element. The valve is swiveled to insure 
its seating tightly without causing localized 
stresses on the element. Body, cover, nut 
and nipple are of brass; valve and seat are 
of special heat treated stainless steel; thermostatic element is formed from monel 
metal sheet. Capacity lbs condensate per hour Type THIA 1200 to 2600; Types 
TH2A and TH3A 1800 to 4500. 



DUNHAM RADIATOR VALVES 

“ORIFLEX” PACKLESS RADIATOR VALVE 


Type 175 Oriflex self-contained adjustable orifice valve 
combines the conveniences of both lever and wheel handle 
valves. The adjustable orifice within the valve controls 
the steam flow. Oriflex eliminates the time consuming 
operations of disconnecting and re-connecting the valve in 
order to balance a system. Merely remove the handle, 
insert the key on the adjustment stem thus made acces- 
sible, adjust the orifice (calibrated guide surrounds stem) 
to the exact setting needed for perfect balance. Instead 
of being limited to orifices calibrated in steps of five square 
feet, Oriflex provides for adjustments in increments of 
one square foot. 



PACKLESS RADIATOR VALVE, SERIES 1140 
Wheel Handle 

Suitable for all types of low pressure steam heating 
systems. The bellows construction, the non-rising stem, 
low bonnet, heat-resistant composition handle requiring 
less than one turn to open the valve fully, recommend this 
valve for services in which long-wearing quality, absolute 
tightness and attractive design are desired. 

Bodies and bonnets are brass castings, rough finish. The 
valves are furnished with heavily constructed brass union 
nuts and nipples. The expansion member is the built-up 
type of bellows, fabricated from tinned phosphor bronze giving maximum resiliency and 
wear. The expansion member not only prevents leakage of steam, air and water, but also 
prevents steam, water and dirt from clogging and corroding the spindle nut and screw. 
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C. A. Dunham Company 


Healing Systems 


Steam Systems 
Specialties 



740 SERIES DUNHAM RADIATOR VALVE 
(Spring Packed) 

Designed for low pressure steam heating service. 
Bodies are brass castings, rough finish. The valves are 
equipped with heavily constructed brass union nuts and 
nipples. All pipe threads and tappings are carefully 
machined and checked to standard gages. Non-rising 
stem, requires less than one turn of handle to open the 
valve fully. Dial shows direction and amount of opening. 
Heavy steel spring keeps a constant pressure on a 
special graphited asbestos composition ring to maintain 
a tight seal around the valve stem. 



DUNHAM INVERTED BUCKET TRAPS 
Type OB For Operating Pressures up to 250 lb 
Type OBS For Operating Pressures up to 150 lb 

Type OB sizes are in. to 134 in. inclusive, Type OBS made only 
34 in. and in. sizes, right hand female tappings. Body and cover 
are of high test semi-steel castings and are provided with a plugged 
opening at the lowest point of the body. The valve and seat, which 
are renewable and interchangeable, are constructed of especially 
hardened, corrosion resisting steel. Bucket is formed from sheet 
copper. Cover cap screws are steel. 


DUNHAM FLOAT AND THERMOSTATIC TRAPS 
30 Series — For Operating Pressures up to 15 lb Gage 

Trap is comprised of a cover and mechanism assembly and a body. 
Thermostatic disc and valve controls flow through a cored passage 
between the trap body and the discharge tapping for the release of 
air. The float is copper alloy. The float valve and seat are 
monel metal. Thermostatic elements are interchangeable. The trap 
body can be readily removed without disturbing piping connections 
to fully expose the working parts for inspection. Covers and disc 
Assemblies are interchangeable. Capacities, based on a rate of 341b 
condensate per sq ft of EDR per hour, at a pressure difference between inlet and outlet 
of 2 lb gage, 800, 2000, 4800, 9600, 20000. Female right-hand threaded inlet and outlet. 
Connections in., 1 in., 134 in., 134 in. and 2 in. 



Dunham Closed Float Traps In Same Capacities 



Type VR 



DUNHAM PUMPS 

Tested and Rated with A.S.H.V.E. Code. 


Vacuum Pumps 

Made in 9 sizes from 2500 to 65,000 EDR to be 
applied in accordance with EDR load, no allow- 
ance necessary for piping. Furnished as single or 
duplex units with a separate accumulator tank to 
take care of low returns. Each automatic pump 
has its own control panel wired through to motor. 
Selector switch on panel permits pump to operate 
on full vacuum and float control. 

Pump and motor assembled on rigid cast iron 
base. Bronze fitted centrifugal pump has non- 
corrosive shaft. Enclosed type Impeller. Liberal 
size ball bearings. 

Type CH-Model C, Single and Duplex — 

Capacities 2000 to 50,000 sq ft EDR discharge 
pressures 20 to 50 lbs; 60 cycle d.c. or a.c. 1750 
rpm; 25 or 50 cycle a.c., 1450 rpm. 

Type GHH-Model G, Single and Duplex — 
Capacities same as type CH. Discharge pressures 
20,30, 40,50 and 70 lb. 60 cycle d.c, or a.c. 3450 
rpni^ 25 or 50 cycle a.c., 2850 rpm. 
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C. A. Dunham Company 


Heating Systems 


Steam Systems 
Specialties 


DUNHAM CABINET CONVECTORS 
With Non-Ferrous Heating Element 

Dunham Convectors can be used on steam or vapor, and gravity or forced hot- water 
heating systems. EDR capacities with 1 lb steam, 65® F entering air range from 12 to 
108 sq ft EDR. Made in 4 in., 6 in., 8 in. and 10 in. widths; 20 in., 24 in., 32 in, enclosure 
heights; casing lengths from 18 in. to 64 in. Casings are constructed of No. 18 gage steel 
with removable fronts having rounded corners for pleasing appearance. The outlet 
grille consists of horizontal openings punched in the casing front. Dampers can be fur- 
nished when so ordered. Heating element is constructed of non-corrosive materials, 
copper or aluminum fins on seamless drawn, round copper tubes brazed to bronze headers. 
The tubes are expanded after assembly to assure intimate contact between fin and tube 
for permanent heat transfer. Heavy side plates protect the fins from damage. The 
elements are tested at a hydrostatic pressure of 400 lb per sq in. and are suitable for 
operation on 150 lb steam or water working pressure. Either end or top and bottom 
tapped headers ( in. I.P.S.) can be supplied. 




Type FCF 
Convector 


levels, 



Types C and R are essentially ; ^ ' 

industrial type units designed for 7 
heating large spaces. Type C, ' 

discharging large volumes of ^ ; ^ Type WCl 

heated air downward to working Convector 

distributes heat evenly over large areas. 



Type C — Built in various 

Type R — Wall Type Type R — Ceiling Type Type R — 'Inverted Wall Type sizes up to 2000 sqft EDR. 



Type R — Floor Type with 
mixing damper also fur- 
nished with elongated 
nozzles 


Type R is available in various types of 
mounting as shown. All units have belt 
driven centrifugal type fans using constant 
speed 1750 rpm motors. Complete heating 
element and complete fan and shaft as- 
sembly can be removed through either end 
of casing. Heating element is replaceable 
copper tube type. 



Type V — Horizontal 
propeller fan type. 
Built in various sizes 
from 66 up to 1500 
sq ft EDR. 


DUNHAM AIR CONDITIONING UNIT 

This single unit, when correctly installed, supplies heated air 
in winter and cooled and dehumidified air in the summer, with 
filtering, ventilation and circulation of air the year Tound. These 
combined services are rendered with a minimum requirement of 
space and a high functional efficiency w’hich guarantees genuine 
satisfaction and genuine economy. 
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C. A. Dunham Company 


Heating Systems 


Steam Systems 
Specialties 


DUNHAM TYPE OTS HEATING ELEMENT 

An extended surface heating element made 
of steel or copper. Light in weight, and lias 
unusual heating capacity. Each element is 
made up of IM in. pipe with heavy fins 
mechanically attached, eliminating the use 
of a solder bond without sacrifice of heat 
transfer. Each fin, when pressed on the pipe, interlocks with the preceding fin — 
forming an exceedingly tight and permanent mechanical joint. The complete unit is 
painted with heat-resisting zinc chromate black enamel. Lengths from 18 in. up to 144 
in. can be supplied in 6 in. increments. Standard units are threaded at each end with 
standard pipe threads. 



DUNHAM BASEBOARD 


The Dunham Baseboard Simplicity Heating S 3 ^stem is completely automatic. A room 
thermostat starts and stops the water circulator to provide just the right amount of heat. 
An aquastat Starts and stops the heating device on the boiler to maintain a minimum 
water temperature and provide adequate hot water for washing, bathing and other 
domestic purposes. This automatic operation, plus the high efficiency and complete 
simplicity of the Dunham System, cuts installation and operation costs to a fraction 
of what you pay for old-fashioned heating systems. 

Smart design and easy maintenance are combined in the Dunham Baseboard Simplicity 
Heating System. The specially engineered baseboard comes in an attractive style with 
completely hidden louvres to provide a decorative note that doesn’t detract from the 
layout of your rooms as does an ordinary radiator heating system. It’s easy to keep 
clean, too, because the Dunham Baseboard has no outside openings to catch dirt — and as 
it goes completely to the floor there is no hard-to-clean pocket of accumulated dust. The 
baseboard cover is easily removed and all parts are readily accessible. Attractive in 
appearance — easy to install — simple to operate and gives clean, comfortable, satisfying, 
healthful warmth . . . from wall to wall . . . from floor to ceiling. 

This completely concealed heating system surrounds 
the entire house with a one inch pipe inside the outside 
walls (lengths of finned radiation are installed as 
required ) to provide a wall of warmth, to keep out the 
cold. It wraps a house in a blanket of warmth. 

Designed and tested at odd moments during the long 
war years, an independent laboratory says, “Its per- 
formance was better in a basementless house than 
any other device that has been tested.” 
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William S. Haines & Company 

1010-12-14 Wood Street, Philadelphia 7, Pa. 
Manufacturers of 

EQUIPMENT FOR VAPOR AND VACUUM HEATING SYSTEMS 











Heating Systems 


Steam and 
Hot Water 


Hoffman Specialty Company 

General Office and Factory 
1001 York Street, Indianapolis 7, Ind. 

Sales Represen tatlTes in Principal Cities 


Manufacturers of Radiator Air Valves, Quick Vents and Air Eliminators for all 
types of Steam and Vacuum Heating Systems — Steam Traps of all kinds — 
Radiator Supply Valves — Vacuum and Condensation Pumps — and Hot Water 
Automatic Heat Control Systems. 

RADIATOR AIR VALVES FOR STEAM AND VACUUM SYSTEMS 



No. 40 Steam — Hoffman patented tongue syphon — 3^ in. connection — fixed port. 
No. 41 and 43 Steam — Straight shank for convectors — telescopic syphon — and }4 
in. connections. 

No. 70A Steam — Tongue Syphon — Non -adjustable, single port — }/i in. connection. 
No. lA Steam — Tongue syphon — ADJUSTABLE air opening — ^ in. connection. 
No. 2A VACUUM — Tongue syphon — ADJUSTABLE air opening — in. connection. 
No. 3 Steam — For Airline or PAUL systems — ]/% x H in. conn. — union tailpiece. 
All radiator air valves operate on 10 lb max. press. 



No. 4 No. 4^ ^ 0 . IGA No. 74 No, 75 No, 7G No, 79 


No. 4 Steam Mains — Will not close against water — 25 lb press. % in. connection. 

No. 4A Steam Mains — Float closes against water — 10 lb press. % in. connection. 

No. 16A VACUUM Mains — Float closes against water — 10 lb press. % in. connection. 

No. 75 Steam Mains — ^^Large systems — has float — 10 lb press. ^ in. connection. 

No. 76 VACUUM Mains — ^Large Systems — has float — 10 lb press. % in. connection. 

No. 75A Steam Mains — Large systems at low pressure — hasfloat — Slbpress. in. conn. 

No. 76A VACUUM Mains — Large systems low pressure — hasfloat — Slbpress. in. conn. 

Nos. 74-75-75A-76-76A have cast iron bodies— others brass 

UNIT HEATER VENT VALVES 

No. 74 — Operates 0 to 35 lb. Vents all air at any pressure and whether rising or falling 
— can be used on steam mains — has cast iron body — in. connection — finished in 
attractive Hoffman gray -green colot. 

No. 79 — Hot Water Vent valve — Positively removes air from piping of any hot 
water system. Max. pressure 75 in. connection at base and tapped at top 

for H in. pipe connection. 
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Hof man Specially Company 


Heating Systems 


Steam and 
Hot Water 



Low pressure traps have brass bodies, caps, and union nut and tail piece. 17C is made in 
Angle, Swivel and Vertical patterns. 8C is made in Angle and Straightway patterns. 9C 
is made in Angle pattern only. Thermostat and seat both renewable. 

No. 17C Capacity 200 sq ft EDR 16 lb pressure in. connection 

No. 8C Capacity 400 sq ft EDR 25 Ib pressure % in. connection 

No. 9C Capacity 700 sq ft EDR 25 Ib pressure 1 in. connection 

Medium Pressure Nos. 8 & 9 and High Pressure Nos. 8H & 9H have all bronze bodies 

and caps with union nut and tailpiece. Thermostats are 6 diaphragms of special non- 
corrosive metal. Thermostats and seats are renewable. 14, in. sizes are furnished in 
Angle, R.H., L.H., and Straightway patterns, others in Angle only. Medium Press. 
50 lb limit. High Press. 125 lb. 


Capacities — Lb Condensate per Haur — Working Pressure — Lb per Sq. In. Gage 


Trapi 1 

5 

15 

25 

50 

Traps 

25 

50 

100 

125 

8 1 


100 

180 

235 

400 

8H 

Ve" i 

235 

400 

550 

590 

8 

'/2" 

125 

225 

300 

490 

8H 

>/2" 

300 

490 

650 

720 

9 

V4^ 

225 

350 

450 

650 

9H 


450 

650 

875 

950 

9 

r 

325 

500 

625 

850 

9H 


625 

850 

1125 

1250 


FLOAT TRAPS, DIRT STRA: 


NERS AND SUPPLY VALVES 



50 Series Float and Therm. Traps, are available in large capacities and four pressures, 
15, 30, 60 and 125 lb. Used for venting and draining risers, steam mains, unit heaters, 
blast coils, etc. 50 Series Traps are made for easy servicing with all working parts 
mounted on cover. Remove four bolts to expose all parts. Pipe sizes are from % in. to 2 in. 

Radiator Supply Valves are made in sizes from ^tol]4 in. in Angle and Straightway 
patterns. Brass bodies, union nut and tailpiece. No. 80 has reversible cone disc and 
bevelled seat. No. 85 is Modulating type. Both are packless. 

Hoffman Dirt Strainers are self-cleaning Y type. Brass strainer cylinders and cast 
iron body. Sizes to 2 in. for 125 lb pressure. Should be used in line ahead of all 
float and thermostatic traps. 

CONDENSATION AND VACUUM 
PUMPS 

Hoffman-Economy pumps 
are available in varying ca- 
pacities, D.C. and A.C. cur- 
rent, single, two, or three 
phase, and in pressures up to 
200 lb. Also made in single 
and duplex units for different 
capacities and pressures. 

Condensation Pump 




Vacuum Pump 
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Hoffman Specialty Company 


Heeding Systems 


Steam and 
Hot Water 


HOFFMAN HOT WATER CONTROLLED HEAT 

Especially Designed for Panel Heating 

The Hoffman method vastly improves the ordinary forced hot water system by the 
application of Continuous Circulation. This method permits a smoothly modulated 
regulation of the heat supply. The Control Valve closes and the circulating stream 
by-passes the boiler as long as the heat requirements are satisfied. 

When the circulating water begins to lose heat, the Control Valve is slowly opened 
by the Controller, permitting hot boiler water to enter the system. Thus, the delicate 
precision of the Hoffman Controller smoothly varies the temperature of the continuously 

circulating water so that the 
heat supply is always equalized 
with the heat loss and room 
temperature remains constant 
throughout all changes in the 
weather. 

There is no type of building 
to which Hoffman Hot Water 
Controlled Heat cannot be ap- 
plied. The system permits 
zoning of apartments, institu- 
tions, large residences and fac- 
tories, thereby assuring a dis- 
tribution of heat in direct 
relation to either personal tem- 
perature preference or to the 
functional activities of the 
building. 

HEATING COMFORT IS ACHIEVED BY HOFFMAN 
SPECIALTIES 





Hot Water 
Control Valve 

Opens only sufficiently 
to supply the correct 
amount of water to main- 
tain the proper water tem- 
perature being circulated 
through the system. 


Balancing Orifice 



A calibrated orifice used 
to balance the circuits 
through the boiler and 
through the Hoffman cir- 
culating pipe. 


The Comfort Controller 

The brain of the Hoffman system. It auto- 
matically maintains a constant comfort con- 
dition regardless of the outdoor temperature. 
Its accurate balancing mechanism electrically 
opens or closes the Hoffman Hot Water 
Control Valve as required. 

Outdoor Temperature Anticipating Bulb 

This Bulb transmits changes 
in the outdoor temperature to 
the balancing mechanism of the 
Comfort Controller. 

Hot Water Temperature Bulb 

' Accurately relays temperature 
changes of the supply main 
water to the balancing mechan- 
ism of the Hoffman Comfort Controller. 

Hoffman 
Circulator 
A centrifugal 
pump of prescribed 
capacity and low 
in power consump- 
tion. Usually in- 
stalled in the 
return main and 
continuously cir- 
* culates the water through the system. 
Continuous operation puts less strain and 
wear on the pump motor than intermittent 
^ operation as any engineer will attest. 
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Hoffman Specialty Company 


Heating Systems • 



Series 600 


HOFFMAN INVERTED BUCKET TRAPS 

Working Pressures to 200 lbs 

Simple mechanism assures high 
operating efficiency. Features in- 
clude — straight-through pipe con- 
nection; simple seat adjustment; all 
working parts connected to bonnet 
and. easily removed with it; stainless 
steel seat and pin. 


HOFFMAN PRESSURE REDUCING VALVES 


Series 710 

Max. High Pressure 2t50 psi. 

Low Pressure Rangc.-5 to 80 psi. 


Series 700 

Max. High Pressure 200 psi. 

Low Pressure Range _.l to 25 psi. 


Choice of types specifically engineered for your needs — continuous 
service, or, for tight sealing against low pressure side when there 
is no demand — and with t^^pical Hoffman features of design. 



Series 700 


HOFFMAN TEMPERATURE REGULATORS 

Series 1100 for steam pressure to 150 lb. per sq in. Standard 
temperature range — 130F to 190F. Other ranges available 
from 80F to 250F. Self-motivated. Hydraulically formed 
bellows of selected material. Rugged all-bronze construction. 
For water heaters, convecters, fuel oil preheaters and other 
similar applications. 



Series 1100 


HOFFMAN CONTROLLED HEAT FURNACES 



Warm Air — Vaporizing Oil Burner Type 


(Left) HU-70 For Homes Without Basement 


Capacity 70,000 Btu output at 
bonnet; mechanical draft two 
stage vaporizing burner; blower 
delivers 750 cfm; floor space 
22 3^ X 22 in.; height 81 in.; 
shipping weight 408 lb.; assem- 
bled, with combination fan and 
limit control, all burner controls, 
thermostat, and draft regulator. 

(Right) HB-75 Basement Unit 

Capacity 75,000 Btu output at 
bonnet; mechanical draft two 
stage vaporizing burner; blower 
delivers 750 cfm; floor space 
22 in. X 45 in.; 55 in. high; ship- 
ping weight 400 lb.; completely 
equipped. 
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ILLINOIS {NGINEERING COMPANY 


•General Offices 
and Factory: 

Chicago 8, III 



Represcn ta tives 
In Principal Cities 


Illinois Thermo Radiator Traps 

Illinois 
Thermo Ra- 
diator Traps 
for vacuum, 
vapor and 
low pressure 
heating sys- 
tems. Has 
Series G conetype 

valve. 

Flushes thoroughly and seats perfectly at 
all times. Valve and seat are of hardened 
steel alloy. The duplex diaphragm is of 
special phosphor bronze. Scientific design 
and rugged construction assure flexibility 
and long life. These diaphragms have 
withstood over three million strokes on a 
breakdown test. 

Ask for Bulletin. 




V a pair Vent I'rap Boiler Return Trap 


Illinois Selective Pressure 
Control Systems 



SeUciivt 

Controller 


An entirely new and unique 
method of Steam Circulation 
Control . . . Heating Systems 
that set new standards in 
comfort, economy, simplicity 
and convenience of operation. 
Each system individually 
engineered to meet exact 
requirements. Recorded fuel* 
savings, without sacrifice of 
comfort, warrant your inves-^ 
tigation. 


Illinois Radiator 

Quick-opening, 
packless. Steam tight 
on 50 lb pressure. 
Large diameter of 
thread spool and ma- 
chine cut threads 
make valve operation 
easy. Furnished in a 
complete line of sizes 
and patterns. 


Supply Valve 



Illinois Vapor System 

A two pipe low pressure steam circu- 
lating system which may be installed in 
any type of building, where the condensate 
can return to the boiler by gravity. 

A sensitive damper regulator or other 
means of automatic control is used to 
control initial steam pressure above, at or 
below atmospheric pressure. Steam is 
regulated at the radiators by Illinois 
Packless Supply Valves. Condensate 
and air are discharged from the radiator 
through Illinois Thermostatic Radiator 
Traps. In the boiler room a Vapair Vent 
Trap and Boiler Return Trap are installed 
near the boiler. The vent trap eliminates 
air from the system and the Return Trap 
insures return of condensate to the boiler. 

The system and the piping arrangement 
are simple. No metering orifices or vacuum 
pumps are needed. This system will be 
found suitable for many installations where 
low first cost and low operating cost are of 
prime importance. May be used with unit 
heaters or any type of radiation. 


Illinois Float and Thermostatic Traps 



Series G 


Unsurpassed for 
draining ventilating 
units, unit heaters, 
and for dripping 
mains and risers — 
wherever it is desira- 
ble quickly to vent air 
from the main as well 
as handle the water 
of condensation in 
quantity, whether 
hot or cold. 
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ILLINOIS ENGINEERING COMPANY 


General Offices 
and Factory: 

Chicago 8, III. 



Represen ta ti ves 
In Principal Cities 



Series SO 


Illinois Steam Trap 

Valve and 
stem are 
separate 
from the 
bucket and 
operated only 
by the bucket 
at the ex- 
treme top 
and bottom 
of tr&yel — 
result — valve 
is always 
either full 
open or ti^ht 
closed. Pro- 
vided with continuous ihermostaticair vent. 
No wire drawing or cutting of valve and 
seat which are of hardened steel alloy. 

Illinois Thermostatic Traps for 
High Pressures 

Maximum working pres- 
sure 150 pounds. Used 
where neat appearance and 
compactness are desirable, 
as for trapping sterilizers 
or water stills in hospitals; 
steam jacketed kettles, 
coffee urns, warming 
tables and for process work. Also used 
extensively for air vents on blast type 
drying heaters. Multi-diaphragm of 
phosphor bronze. Heavy duty bronze 
body. Made in three sizes. 

These traps are also furnished for 
medium pressures. Write for literature. 

Steam and Oil Separators 

t Eclipse steam sepa- 
rators are made in both 
horizontal and vertical 
type, standard or extra 
heavy. 

Eclipse oil separators 
are furnished in the 
horizontal type and 
have a removable baffle 
plate to facilitate clean- 
VerUc„l suam j"? oj baffle and keep- 
Separators lUg the separator s effi- 

ciency at the highest point. 




Series HG 


Illinois Motorized Valves 
(on and off) 


For automatic con- 
trol of steam temper- 
atures and pressures 
to prevent overheat- 
ing land conserve 
steam; to control fluid 
levej«; and to regu- 
late flow in hot water 
heating systems. 
May be operated by 
any automatic con- 
tact device or by 
manual switches. 

Furnished in three 
types. 



Type RS 


Pressure Regulating Valve 
Semi-Steel Bodies, Bronze Trim 

Furnished in either single 
seat or double seat type as 
service requires, for the con- 
trol of steam, air or gas. 

Control spring is completely 
enclosed, protecting it from 
dirt and rust. Valves are 
furnished with proper size 
diaphragm and proper 
length spring to give satis- 
factory service under all 
operating conditions. Fur- 
nished also in weight loaded Rig. lisi 
type, Fig. 71. 

Write for Bulletins. 



Non-Return Valves 


Placed between boiler 
and header to prevent 
return of steam to boiler. 
Sensitive in operation. 
Extra heavy semi-steel 
bodies with bronze trim 
for 250 lbs steam working 
pressure. Bronze dash pot 
and water sealed pistons 
prevent valve sticking. 
Globe and angle patterns 
from 4 in. to 12 in. 



Fig. 260 
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Sarco Company, Inc. 

Empire State Bldg., New York 1, N. Y. 

Branches in Principal Cities 

SARCO CANADA LIMITED. 496 Church St.. Toronto 5. Ont. 


PRODUCTS— A complete line of Specialties for Steam and forced hot water 
Heating Systems, and automatic control for same, combined with a competent 
engineering service to architects and heating engineers to assist them in pro- 
viding modern heating. 



Radiator Trap, Type H 



Radiator Valves 

Type 4S Type SM 



SARCO RADIATOR TRAPS 

Type H is the standard radiator trap for vapor and vacuum 
systems. It is equipped with the well known Sarco heavy 
wall bellows, drawn from flat blanks and helically corrugated 
in our own plant. It operates noiselessly and positively at 
pressures from highest vacuum to 25 psi. 

Body and cap are of cast brass, rough brass finish; self- 
aligning valve head and renewable seat of hard bronze; union 
connection* on inlet. 

Available in in. and % in. sizes, angle, 
straightway or corner offset patterns; also 1 
in., angle style only. Catalog No. HV-150. 

SARCO RADIATOR VALVES 

Sarco offers two types of radiator valves. 
Where highest efficiency is desired, the bellows- 
packless valve, type 45, is recommended. The 
valve stem is sealed by a standard Sarco bel- 
lows. Leakage of air into the system under 
vacuum is impossible. 

Modulating types with proportioning disc 
and indicating dial are available. 

Type SM is of the ‘'spring-packless” type, quick opening, 
non-rising stem. Also available for Hot Water Systems. 

Bodies of all valves are cast brass, rough brass finish. Out- 
let fitted with union connection. Sizes in. to in., with 
wheel handle or lock shield. Catalog No. HV 150. 

SARCO N-lOO TRAP 


N-lOO Medium Pressure Trap 



Float-Thermostatic Trap 



For high pressure radiators and heating coils in stationary 
and marine service, and for hospital and kitchen equipment. 
Has full length protecting shield and stainless steel valve 
head, and seat. Sizes in. to 1 in, pressures to 100 lb. 
Catalog HV-190. 

Also S-65 for pressures to 65 psi. 

SARCO FLOAT-THERMOSTATIC TRAPS 

For dripping ends of mains and risers, and for stack or 
blast heaters, large unit heaters and hot water generators. 
Automatic thermostatic air vents built in. Available in six 
sizes with connections 54 in* to 2 in. Pressures up to 200 psi. 
Catalog HV-450. 

SARCO INVERTED BUCKET TRAPS 

Are recommended for high pressure unit heaters and some- 
times preferred for kitchen and laundry equipment. Strainers 
are built right into these sturdy traps. Seats and valves are 
stainless steel and renewable. Automatic air vents can be 
furnished for ei^ra rapid removal of air. Available in sizes 
3^ in. to 2 in. for pressures up to 900 psi. Catalog HV~S60. 
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SARCO ALTERNATING RECEIVER 

A complete line of boiler return traps for vapor 
systems. 

Returns water of condensation to boiler auto- 
matically, thereby assuring positive return of water 
under all pressure conditions. 

Made in four sizes for up to 14,000 sq ft of radiation. 
Catalog HV-165. 


SARCO AIR ELIMINATORS 


A 

For venting air from vapor systems at one 
central point in the basement. Available in 
IHH three sizes, for systems up to 15000 sq .^t rad- 
iation. All are equipped with float valves to 
Hf stop water escaping through the vent and with 

check valves to prevent ingress of air when 
system is under vacuum. 

Also several types for hot water heating systems. 
Catalog HV^m. 


SARCO SELF-CONTAINED 
TEMPERATURE REGULATORS 

Sarco Temperature Regulators are simple, self- 
operated valves — the only self-contained units that use 
the irresistible force of liquid expansion. No stuffing 
boxes to leak, no auxiliary “power** required; all 
moving parts are inside the equipment. Here again-— 
a type and size for every purpose — for steam, gas, oil, 
water or brine for temperatures ranging from 0 to 
300® F. Catalog HV-600, 



Alternating Receiver 



SARCO WATER BLENDERS 
AND TEMPERING VALVES 

For mixing hot and cold water to deliver automatically water 
at any desired temperature. Two models are available, type MB 
for showers, wash basins, etc., and type DB, a tempering valve 
for use with submerged heating coils or tankless heaters. Catalog 
HV^SOO. 


SARCOTHERM HOT WATER HEATING SYSTEM 

A simple, all-mechanical system for the control of radiator 
temperatures in direct relation to outside temperatures. Radia- 
tion is balanced by Sarcoflow fittings in the radiator outlets. 

The Sarcotherm three-way valve recirculates a varying pro- 
portion of water around the boiler and back to the system as 
dictated by the thermostatic bulb outside the building. Write to 
Sarcotherm Controls, Inc., 280 Madison Ave., New York 16, 
N.Y. for Catalog No. HV-1. 


SELF-CLEANING STRAINERS 

For use in pipe lines carrying brine, steam, 
oil, gas, water, ammonia or air. Have large 
free screening area with minimum resistance 
to flow. Steam or air strainers can be 
cleaned by blowing through without disas- 
sembling. Made in cast iron, bronze or 
cast steel for pressures up to 500 psi, with 
brass, iron or monel screens. Available in sizes yi to 8 in. 
Catalog No. HV-1800. 




Water Blender 
Type DB 



Sarcotherm Weather 
Control Valve 
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WARREN WEBSTER & COMPANY 

Pioneers of the Vacuum System of Steam Heating 


tJJ /J j Main Office and Factory: 

Camden, New Jersey 

HEATING SYSTEMS 

REPRESENTATIVES 



UNIT HEATERS 


Albany (i, N. Y. 
m. A. Bond 
152 Washington Ave. 
Atlanta 3, Ga. 

*E. W. Klein 
152 Nassau St., N.W. 
Atlantic Crry, N. J. 

•B. H. Strouse 
630 Guarantee Trust Bldg. 
Baltimore 18, Mn* 

•H. M. Harris 
230LN. Charles St. 
Birmingham 3, Ala. 

•Haydn Myer 
2224 Comer Bldg. 

Boston 10, Mass. 

•J. F. Tuttle 
127 Federal St. 

Buffalo 2, N. Y. 

•Wm. Roebuck, Jr. 

502 Jackson Bldg. 

Butte, Mont. 

•T. J. Sullivan 
909 E. Second St. 
Chattanooga 2, Tenn. 

C. E. Mills 
801 James Bldg. 

Chicago 6, III. 

P. W. Stickney 
549 W. Washington Blvd. 
Cincinnati 2, Ohio 
•G. B. Houliston 
707 Race St, 

Cleveland 15, Ohio 
•A. L. Vandbrhoof 
233 Hanna Bldg. 
Columbus 15, Ohio 
•M. R. Hamlin 
20 S. Third St. 

Dallas 1, Tex. 

•J. R. Dowdell 
1003 S. Western Life Bldg. 
Davenport, Ia. 

H. H. Evanson 
2121 Main St. 


DenveIi 4, Colo. 

*H. H. Herman 
1228 California St. 

Des Moines 9, Ia. 

H. E. Drain 
506 Securities Bldg. 
Detroit 2, Mich. 

A. B. Knight 
8316 WoMward Ave. 
Easton, Pa. 

J. N. Stipe 
207 Burke St. 

Grand Rapids 2, Mich. 
•Hero D. Bratt 
33 Pearl St., N.W. 
Harrisburg, Pa. 

Fred W, Schimmel 
277 Cumberland St. 

Houston 1, Tex. 

•R. B. Johnson 
1605 Westheimer Dr. 

Indianapolis 4, Ind. 

•S. E. Fensterinaker 
333 N. Pennsylvania St. 

Kansas City 2, Mo. 

•F. N. Schaad 
Westport Bank Bldg. 

Los Angeles 13, Calif. 
•R. M. Gunzcl 
320 Crocker St. 

Louisville 2, Ky. 

Clarke Kaye 
519 Barret Ave. 

Memphis 3, Tenn. 

•T. J. O’Brien 
1030 Exchange Bldg. 

Milton, N. Y. 

(Near Poughkeepsie) 
Winfield C. Bailey 

Milwaukee 3, Wis. 

A. M. Freeman 
6088 PlanUnton Bldg. 


Minneapolis 2, Minn. 
•H. E. Gerrish 
nil Nicollet Ave. 
Newark 2, N. J. 
hkiwanl Mayr 
1060 Broad St. 

New Haven 10, Conn. 
H. R. Briggs 
902 Chapel St. 

New Orleans 12, La. 
•W. H. Grant, Jr. 

209 Vincent Bldg. 

New York 16, N. Y. 

J. F. Hanbury 
95 Madison Ave. 
North Hero, Vt. 

H. J. Clark 
North Hero, Vt. 

Oklahoma City 1, Okla. 
•F. X. Loeffler 
1604 N.W. Fifth St. 

Omaha 2, Nebr. 

M. E. Wain 

18th and Douglas Sts. 

Orlando, Fla. 

G. R. Macnamara 

210 S. Main St. 

PHII.ADELPHIA 3, PA. 
•Karl Rugart 
26 South 20th St. 

Pittsburgh 22, Pa. 

•R. B. Stanger 
1005 Empire Bldg. 

Portland 4, Ore, 

D. R. Munro 
112 S.W. Pine St. 

Raleigh, N. C. 

B. C. Allen 
239 Fayetteville St. 

Richmond 19, Va. 

W. W. Neale 
IQH N. Ninth St. 


Rochester 4, N. Y. 

•L. M. Hakes 
Reynolds Arcade Bldg. 
Saginaw, Mich. 

John M. Witheridge 
2340 Mershon St. 

St. Louis 3, Mo. 

•T. J. Hester 
2835 Washington Blvd . 
Salt Lake City 4, Utah 
*R. C. Midgley 
44 W. 8 St., South 
San Antonio 5, Tex. 

•R. S. Ryden 
403 Insurance Bldg. 

San Francisco 11, Calif. 
•E. H. Goins 
420 Market St. 

Seattle 4, Wash. 

•W. W. Cox 
326 Columbia St. 
Spokane 8, Wash. 

•J. C. Kelly 
2932 E. Trent Ave. 
Springfield 3, Mass. 

J. E. Carey 
1537 Main St. 

Syracuse 2, N. Y. 

R. H. Bacon 

214 E. Fayette St. 
Toledo 9, Ohio 
•F. C. Richardson, Jr. 
2927 Oxbridge Dr. 

Washington 5, D. C. 

S. E. Vance 

816 Union Trust Bldg. 
Wichita 5, Kanb. 

•Ray F. Bauer 
628 N. Main St. 

Wilkeb-Barrb, Pa. 

F. H. Roes 

1018 Miners Nat’I. Bank 
Bldg. 


•Member of American Society of Heating and Ventilating Engineers. 

Licensees and Manufacturers for Canada and Newfoundland: 
DARLING BROS., LTD., P. O. Box 187, Montreal, Canada 


THE COMPANY 


Warren Webster & Company have 
specialized for almost sixty years in the 
field of steam circulation and steam 
distribution, particularly vacuum, vapor 
and low pressure steam heating of build- 
ings, and medium pressure steam in in- 
dustrial and process heating applications. 

The specialized experience of the Com- 
pany is available through engineers at the 
Home Office and through the Representa- 
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tives listed above. These engineers are 
thoroughly conversant with methods and 
equipment to control steam distribution and 
heat transfer, assuring maximum heating 
effectiveness with minimum fuel or steam 
consumption. Webster Representatives 
are prepared to supply on request full tech- 
nical, availability and price information 
on all Webster Systems and Products. 




fVarren fVehter & Company 


Heating Systems 


Steam 
Hot Water 


WEBSTER HEATING SYSTEMS 

There is a type of Webster Heating 
System to meet practically every need and 
purpose. These include Webster Steam 
Heating Systems for larger buildings of 
almost every type, and Webster Baseboard 
Heating, a hot water system particularly 
suited for small residences and other 
small buildings. 

Webster Steam Heating Systems 
are all low pressure, two-pipe systems of 
steam circulation in which steam is 
delivered to radiators and other heating 
surfaces through supply piping and water 
of condensation and air are removed 
through separate return piping. Webster 
Radiator Valves and Thermostatic Traps 
are installed respectively on the supply 
and discharge connection of each radiator. 
Webster thermostatic or float and ther- 
mostatic traps are provided to assure 
removal of water of condensation anci air 
from the piping. 

Webster Steam Heating Systems are 
available with vacuum return, or with 
open return (vented to the atmosphere) 
with either Condensation Pump or Boiler 
Return Trap and Vent Trap to return 
water to the boiler, or with Vent Trap 
alone where condensate is wasted to the 
sewer, or in appropriate small installations. 

Webster Vacuum System — A con- 
ventional vacuum heating system in 
which the return mains are joined together 
and connected to the suction end of one or 
more vacuum pumps which remove air 
and water of condensation and assists 
circulation by maintaining a lower pressure 
in the return than in the supply piping. 

Webster Type “R” System — A two- 
pipe, low pressure or vapor heating system 
in which water of condensation is returned 
to the boiler by gravity, prompt return 
being assured regardless of variations in 
boiler pressure through the operation of a 
Webster Boiler Return Trap and Vent 
Trap in combination. Boiler Return Trap 
Equipment is available in sizes to care for 
systems ranging from the smallest to 
16,000 sq ft equivalent direct radiation. 
Where desired, or where gravity return 
is not possible, a Condensation Pump may 
be substituted for the Boiler Return Trap 
Combination. 

Webster Type “V” System — Employs 
only a Webster Vent Trap. For instal- 
lations of 1000 sq ft equivalent direct 
radiation or less in which the following 
requirements are fully met. Oil burner, 
stoker or gas burner installations with 
vaporstat having cut-in pressure of about 

lb and cut-out pressure of about MJb 


(not pressurestat), lockswitch or protector 
relay and one or more key room thermo- 
stats. Vent Trap at ample height above 
water level. Burner or stoker should not 
have too great capacity. Boiler Protector, 
or at least a low water cut-out. 

Webster Moderator Systems — These 
are all Webster Steam Heating Systems 
with vacuum or open return to which are 
added (a) accurately sized metering orifices 
in radiators and other heating surfaces to 
balance distribution and permit “partial 
filling” of all radiators practically simul- 
taneously and at various rates of steam 
flow, (b) Automatic control by Outdoor 
Thermostat for variations in outdoor tem- 
perature, (c) Manual Variator to provide 
for convenient adjustments for heating up, 
reduced night heating, shut off, etc. 

Series Moderator Controls — In 

this series the Outdoor Thermostat and 
Variator position a motor-operated Steam 
Control Valve throi^h an Electronic 
Differential Pressure Control Cabinet to 
produce continuous steam delivery and 
heating effect at the radiators with auto- 
matic variation in heating for changes in 
outdoor temperature and automatic ad- 
justment to compensate for variations in 
steam supply pressure. 

“EH” Series Moderator Controls — 
In this series the Outdoor Thermostat and 
Variator may control a motor-operated 
steam valve or directly control oil or gas 
burner or stoker through a cycling Control 
Cabinet. Steam delivery is intermittent 
but in short cycles so that heating effect is 
substantially continuous, particularly with 
cast iron radiation. “EH” Series Controls 
are also applicable to forced circulation hot 
water systems including Webster Base- 
board Heating. 

Webster Baseboard Heating — A pat- 
ented forced circulation hot water heating 
system in which the heating element fits 
behind a specially built metal baseboard. 
Air enters at the floor line, passes over the 
finned heating element, is warmed and 
comes out of slots at the top of the base- 
board. The heating element is a copper 
tube with copper fins running in a con- 
tinuous loop around the exposed walls of 
the house — a separate loop for each floor. 

Webster Baseboard Heating uses less 
material and less labor than conventional 
radiator heating systems, while providing 
all the advantages claimed for forced hot- 
water, plus radiant effect from warmed 
baseboards and walls, plus natural con- 
vected air movement essential to comfort. 
Temperatures vary less then 2 deg from 
floor to ceiling. 
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STEAM HEATING AND 

Radiator Valves — Choice of spring re- 
tained* packing, Type BW-P or Sylphon 
Bellows Packless Series 600-S. Hin., ^ in., 

1 in., in. sizes. In angle, right and 
left hand; straightway, with single or 
double union. Spring retained packing. 
For low pressure vapor and vacuum steam 
heating service. 

Double Service Valve — % in. and 1 in. 
sizes. Incorporates Webster Thermo- 
static Trap and Webster Radiator Supply 
Valve in a single compact unit. Drips 
down-feed riser and serves as supply valve 
to radiator or convector. Saves six 
fittings and installation work. 

Thermostj^tic Traps— Series '7" (dia- 
phragm type) and Series ''5” (bellows 
type) for radiators and drips. in., 
in. and 1 in. sizes. There are six body 
models for the in. size alone. Maximum 
pressure, 25 lbs per sq in. For low pres- 
sure vapor and vacuum steam heating 
service. Series ‘78” for process. % in., 
in., ^ in. and 1 in. sizes. Class 2 for 
pressures of 60 to 150 lbs. Used to dis- 
charge air and water from heating coils of 
any apparatus using steam at process 
pressures. 

Heavy Duty or Drip Traps — Series 
“26” FIoat-and-Thermostatic for heating 
and air conditioning. Most used sizes: 
00026, ()026, 026. Pressures up to 15 lbs 
per sq in. Made for the pressure and 
capacity conditions encountered at all 
drip points. Series “79” Float-and- 
Thermostatic for process. For pressures 
up to 150 lbs per sq in. For use where 
large volumes of hot condensate must be 
handled more quickly than is possible by 


PROCESS SPECIALTIES 

thermostatic traps alone 

Dirt Strainers — 3^ in. to 6 in. sizes. 
- Maximum working pressure 150 lbs per 
sq in. Placed ahead of traps in return lines 
of steam-using equipment and steam heat- 
ing systems to catch dirt and other parti- 
cles, preventing them from impairing the 
tightness of the traps. 

Boiler Protectors — One size, with % 
in. connections with or without electrical 
cut-out switch. Maximum pressure 15 lbs 
per sq in. Maximum cold water main 
pressure, 150 lbs per sq in., minimum not 
less than 25 lbs per sq in. Prevents 
breakage in low pressure heating boilers 
when the water level becomes inadequate. 

Vacuum Pump Governors — In sizes 
?4 in. to 3 in. Standard valve furnished 
for pressures up to 150 lbs per sq in. 
Special valve available for higher pres- 
sures. Govern flow of steam to steam- 
driven vacuum pumps. 

Suction Strainers — Maximum work- 
ing pressures 15 lbs per sq in. Installed 
ahead of vacuum pump to prevent dirt 
from damaging pump. 

Vacuum Breakers — Sizes ^ in., 1 in. 
and in. adjustable on job. Size }/$ in. 
for radiators is factory adjusted. For 
automatic breaking of vacuum at pre- 
determined setting in heating systems, 
feed water heaters, hot water generators, 
industrial pressure chambers, etc. 

Expansion Joints — Crosshead or in- 
ternally guided. In single slip and double 
slip models in most widely used pipe sizes. 
For pressures up to 200 lbs per sq in. For 
steam, hot water, hot oil, hot gas, and 
condensate return lines. 


RADIATION AND HEATING SURFACE 


Webster System Radiation — Non- 
ferrous convector radiation. Each Web- 
ster System Radiator includes a complete 
enclosure of furniture steel with baked 
prime coat. Contained within the en- 
closure is a prefabricated unit, combin- 
ing heating surface, valve, trap and union 
connections, shipped ready to connect to 
supply and return piping. 

Webster System Radiation was first 
offered in 1932. From its introduction 
until withdrawal from the market because 
of war conditions, more than 1,000 in- 
stallations were made. 

Now, available in an improved design; 
using the same basic material, copper tubing 
and aluminum fins. Increased rigidity o^ 


the tubing and the development of a new 
method of manufacturing has produced 
a fin surface of unusual rigidity, free of 
expansion and contraction noises. 

Webster Type WI Extended Surface 
Radiation — Covered by patents and pat- 
ents pending. Completely non-ferrous, 
being made up of 1 }/$ in. outside diameter 
.035 in. thick specially annealed copper 
tubing with rib-reinforced, square pressed 
aluminum fins and brass female couplings 
with 1 in. i.p.s. tapping. Available in five 
lengths from 2 to 6 ft inclusive. Can be 
used to advantage in many buildings with 
steam or hot water heating, particularly 
where floor space or vertical wall space 
is limited. 
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WEBSTER-NESBITT UNIT HEATERS 

Are manufactured by John J. Nesbitt, Inc., Philadelphia 36, Pa., and are distributed 
solely through Warren Webster & Company, Camden, New Jersey. Designed to circu- 
late large volumes of air at comparatively low temperatures, assuring quick heating. 


Ratings of Webster-Nesbitt Unit Heaters are based on tests made in accordance with 
standard test code of Industrial Unit Heater Association and A.S.H.V.E. 


PROPELLER FAN UNIT HEATERS 



Fig. tl. Standard Propeller-Fan Type 


Designed to incorporate four character- 
istics proved by wide experience to be 
essential to both proper application and 
satisfactory performance: 

1. ) Selective range of sizes. Manu- 
factured in nine sizes. Heating capacities 
vary from 34,700 to 338,000 Btu per hour. 
Air deliveries from 470 to 4800 cfm. 

2. ) Quiet Operation. All fans have blades 
of exceptionally large areas and of a shape 
to impart a gradual acceleration to the 
air stream. Ample spacing is maintained 
between the fan and heating element. 
Motors are of sleeve bearing type and 
equipped with isolators. 

3. ) Durable lightweight Heating Elements. 
Extended fin-and-tube type, constructed 
of copper condensing tubes and plate-type 
aluminum fins. 

4. ) Modern Casing Design. Compact 
suspended type. Catalog W-N 126. 



GIANT UNIT HEATERS 

Sturdy blower-fan 
units for the econom- 
ical heating of large 
areas. 

Standard (Non-Ther- 
madjust) Type. Used 
principally where heat- 
ing is by recirculation 
only, and where con- 
stant heat output is 
desired during period 
of operation. 

Thermadjust Type. 

Employs dampers in 
front of casing and Blower-Fan Type 
over face of heating 
element to provide mixing of unheated and 
heated air, producing heat output in accor- 
dance with requirements and continuous 
circulation of air volume. 

Valve Controlled Type. Unit is of stand- 
ard casing arrangement but equipped with 
Nesbitt Heating Surface with Steam- 
distributing Tubes which allows for auto- 
matic control of heat output. 

Floor mounted, wall mounted, ceiling 
suspended, from 101,000 Btu, 3250 cfm, to 
930,000 Btu, 15,200 cfm. Write for 
details. Catalog W-N 128. 

LITTLE GIANT UNIT HEATERS 



Fig. IS. "Little Giant" Down Blow Type 

New, light compact draw-through high 
velocity down blow unit heaters. 122,600 
Btu, 2370 cfm to 505,000 Btu, 10,080 cfm 
at basic rating of 2 lb steam and 60 deg 
entering air. 

Down Blow Type. Generally used 
when the presence of cranes and other 
machinery requires that the unit and 
piping be locate well above the floor level. 
Write for details. Catalog W-N 127. 
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Armstrong Machine Works 

851 Maple Street, Three Rivers, Mich. 


Representatives 
in Principal 
Centers 


Steam Traps . . . Air Traps . . . Humidifiers 
High Side Floats . . . Refrigerant Purgers 


ARMSTRONG INVERTED BUCKET STEAM TRAPS 


Armstrong offers a complete line of 
traps for draining low and medium pres- 
sure steam headers, pipe coil radiation, 
unit heaters, air conditioning equipment, 
process equipment, etc. Armstrong de- 
sign and construction results in fast heat- 
ing, uniformly high temperatures and long 
trap life with exceptionally low main- 
tenance. 


Automatic Air Discharge. Standard 
traps automatically discharge normal 
amounts of air along with condensate. 
Where large amounts of air must be vented 
quickly when steam is first turned on, 
Armstrong BLAST Traps with thermic 
bucket vents are recommended. Depend- 
ing on size, air handling capacity ranges 
from 500 to 1500 cu ft free air per hour. 




Side Inlet Traps 

No. 800 

No. 81 1 

No. 812 

No. 813 

CAPACITIES, PRICES 
DIMENSIONS 

Note that capacities of 
No. 811, 812 and 813 
traps are the same as 
No. 21 1,212 and 213 re- 
spectively. On most in- 
stallations, the engineer 
therefore has a choice of 
side inlet — side outlet or 
bottom inlet — top outlet 
body styles. 

Pipe Connections 

List Price (Regular) 

List Price (Blast Trap) . . . 
Telegraph Code (Regular). . 
Telegraph Code (Blast Trap) . . 

Dimension A 

B 

C 

D. 

E, . . 

Number of Bolts , . 

Diameter of Bolts ... 

Weight 

Maximum Pressure, lbs. 

Vf or Va" 

$7.00 

$8.50 

Aloe 

Aloette 

^Va" 

' 6 ' 

Va" 

AVi lbs. 
125 

'/z" or 3 / 4 " 
$10.00 
$11.50 
Brown 
Brownette 

33 / 4 " 

w 

' 6 ' 

Va" 

Vi" or 3 / 4 " 
$16.00 
$18.00 
Cherry 
Cherette 

55 / 8 '^ 

8>!.6" 

Wi" 

■ 6 ' 

w 

13'/2 lbs. 
250 

3 / 4 " or!" 
$22.00 
$24.00 
Dawn 
Dawnette 
7" 

nVs" 

7 V 4 " 

' 6“ 

V 2 " 

25 lbs. 
250 


5 

450 

830 

1600 

2900 

4800 

7600 

14500 


10 

560 

950 

1900 

3500 

5800 

9000 

17300 

Continuous discharge 

15 

640 

1060 

2100 

3900 

6500 

10000 

19200 

capacity in lb of water 

u 20 

690 

880 

1800 

3500 

6000 

8500 

18500 

per hour at pressure 

^ 30 

500 

1000 

2050 

4000 

6800 

9800 

18000 

indicated, tor more 

2 50 

580 

840 

1900 

4100 

6300 

9000 

18200 

complete information 
see the Capacity Chart 

cu 70 

660 

950 

2200 

3800 

6000 

9200 

18300 

^ 100 
-J 125 

640 

860 

1800 

3600 

6200 

10400 

18000 

in Armstrong Steam 

680 

950 

2000 

3900 

6700 

10900 

20000 

Trap Book. 

150 


810 

1500 

3500 

5700 

9500 

18500 

200 


860 

1600 

3200 

5300 

9200 

17500 


250 


760 

1300 

3500 

5700 

7000 

19000 

Bottom Inlet Traps 


No 211 

No. 212 

No. 213 

No. 214 

No. 215 

No. 216 

Pipe Connections 

List Price (Regular) , . . 



,'^25 

'/z' or 3 / 4 - 

$15.00 

1/2" or 3 / 4 '' 

$20.75 

r 

$29.00 

r or 1%" 

$38.00 

1V2" or r 

$55.00 

List Price (Blast Trap) 



$10.75 

$17.00 

$22.75 

$31.50 

$40.50 

$60.00 

Telegraph C^e (Regular) 


Aspen 

Aspette 

6V8" 

w 

Birch 

Walnut 



tamarack 

Televaph C^e (Blast Trap) 


Birette 

Walette 

10'/4^ 

Hemlette 

I2V2" 

Larette 

j4/r 

Tamrette 

16?i" 

KPie" 

Diameter “ 

A 


5^ 

64" 

74" 

8V2" 

Wall Thickness. “ 

Diameter of Bolts .... 

C 


%r 

Y 

S’/ilb 

2 ^ 

Vs" 

Vs" 

%" 

r 

19 lb 

250 

¥ 

w 

47 lb 

250 

H>" 

Vz" 

Number of Bolts 

Weight 

Maximum Pressure, lb.. 



8 

321b 

250 

12 

801b 

250 
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High Capacity, Compact Size. The 

high leverage of the patented free-floating 
lever makes it possible to open discharge 
orifices which are very large for over-all 
trap size. 

Positive Action. The discharge valve 
is either wide open or closed tight. Fast 
opening and closing prevent wire-drawing. 

Self- Cleaning. vSwdrling action of 
condensate during discharge carries dirt 
through trap. There are no dead spots for 


dirt to collect. 

High Quality. 18-8 stainless interior 
parts. Valve and seat are chrome steel, 
hardened, ground and lapped. Low pres- 
sure trap parts same material and quality 
as those used for 1500 psi, 900® F. 

Armstrong Steam Trap Book. 36 
pages of data on traps, selection, installa- 
tion and maintenance. A usable hand- 
book for any engineer dealing with traps. 
Free copy on request. 


ARMSTRONG STEAM HUMIDIFIERS 

For Stores, Offices, Hospitals, Factories, Laboratories 


Operation. These 
units provide automatic, 
closely controlled humid- 
ification by introduction 
of steam directly into 
the atmosphere. Instal- 
lation is comparable to 
that of unit heii ers. 
Steam at 10 psi or less is 
required. A solenoid 
discharge valve on the 
humidifier is controlled by a sensitive 
humidistat. A fan mounted on the humid- 
ifier aids in steam dispersal, or a venturi 
nozzle can be supplied. Where an electric 
spark might represent an explosion hazard, 
compressed air operated models are avail- 
able. In addition to the unit humidifier 
illustrated, there is a large model for in- 
stallation in large air ducts and central 
heating systems. Capacities range from 
31 to 630 lbs of steam per hour. 

Advantages. Installation cost of Arm- 
strong Humidifiers is as much as 80 per 
cent less than some types of equipment. 
The small C-2 unit lists at $120.00 com- 
plete with fan and motor, humidistat, 
strainer and steam trap. Operation, using 
steam at around $1.00 per ton, is economi- 



cal. There is no extra load on the heating 
system. No dripping — any moisture in 
the steam is re-evaporated in the steam- 
jacketed separating chamber. Control is 
accurate within a few per cent R. H. 
There is almost no noise with open nozzle 
types. 

Bulletin No. 177 gives complete data 
on required relative humidities, selection 
and installation of Armstrong Humidifiers. 
Available on request. 



ARMSTRONG NON-CONDENSIBLE GAS PURGERS 


Armstrong Purgers automatically remove air and other non- 
condensible gases from refrigerating systems, with minimium 
loss of refrigerant. Refrigerant gas is condensed in the cap 
of the purger, causing non-condensibles to separate out at the 
top from where they discharge through a needle valve. These 
purgers are suitable for systems from 12 to 1200 tons capacity 
— Ammonia, Freon, CO 2 and other refrigerants. Body is 
forged steel, interior parts stainless steel. List price is $200.00 
BULLETIN NO. 173-A describes benefits of purging, gives 
complete data on installation and operation of Armstrong 
Purgers. Available on request. 



All Armstrong products are sold on a basis of satisfaction guaranteed or your 

money back. 
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Jas. P. Marsh Corporation 

Dept. 5, Skokie, Illinois 

Branches in Principal Chics 


Marsh products include: Pressure, Vacuum and Compound 
Gauges; Dial Thermometers; Steam Traps; Vents; Packless 
Radiator Valves and other heating specialties. 


Thermostatic Diaphragm 
Radiator Traps 

These efficient traps are equipped with 
a phosphor bronze diaphragm, consisting 
of two wafers of tinned phosphor bronze, 
drawn and spun to perfection of temper. 



Thermostatic Diaphragm Radiator Trap 


The wafers are spun together and soldered 
to form a seamless, sensitive, powerful 
expanding member — not easily fouled by 
dirt and foreign matter. Diaphragms are 
charged with a volatile fluid making them 
self-equalizing for use on pressures below 
atmosphere to 15 lbs gauge. Traps are 
factory adjusted. 


Packless Radiator Valves 

Marsh all-metal packless valves are 
truly packless. These valves contain no 



Packless Radiator Valve 


packing to deteriorate, wear or crack, and 
are simple in design, with ample strength 
where strength is required. The principles 
upon which they are designed have been 
proved sound over many years of service. 
Valves operate easily — opening or closing 
tightly with less than one full turn. All 
valves are individually tested. Adaptable 
for use on hot water — forced or gravity 
systems — as well as all steam heating 
systems. 


Marsh No. 12 

Float and Thermostatic Traps 



Float and Thermostatic Trap 


Marsh Heavy Duty Float and Ther- 
mostatic Traps are designed for removal 
of air and condensate from steam mains, 
branches, or risers, unit heaters, steam 
coils, etc. The size and weight of the trap 
permits installation in the piping without 
any other means of support. Condensa- 
tion is discharged through a float operated 
valve located at the lowest point inside 
the trap body. Air vent is located in a 
by-pass in the cap or cover of the trap. 
Air passes through a passageway and out 
through the trap outlet. Construction 
permits removal of mechanism without 
disturbing the piping. 
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Marsh No. 500 
Inverted Bucket Type Trap 
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This type is ideal for all types of hospital 
and kitchen equipment or similar service 
where a considerable volume of condensate 
ivS handled. The trap is self-venting, 
which, combined with the large vater 
capacity assures unusually high efficiency 
in removing condensate, air and gases. 





Marsh No. 17 
Float and 
Thermostatic Trap 


This trap is de- 
signed for removal 
of air and conden- 
sate from short 
steam mains, 
branches or risers. 
Operating charac- 
teristics adapt it for 
unit ventilators, unit heaters, and other 
equipment subjected to freezing tempera- 
tures when heating system is not in opera- 
tion. Outlet discharge is water sealed at 
all times. Air vent is located in trap 
bonnet and air is normally discharged 
through a port directly to the outlet con- 
nection. A removable strainer protects 
mechanism. All working parts are made 
accessible by removing bonnet. The 
piping is all the support required for the 
No. 17 Trap. 


Marsh Low Pressure Gauge 

The Marsh A.S.M.E, standard, low 
pressure gauge will contribute to the 
economy and improve the operation of any 
type of steam boiler. It is finely built 
throughout and is available with the Marsh 


“Recalibrator” for quickly and easily 
resetting the hand to zero when the gauge 
is knocked out of adjustment. 

Marsh Gauges include vacuum and com- 
pound types in a wide range of designs 
covering all services and pressures. Over 
75 years of gauge manufacturing has 
reached its highest achievement in the 
Marsh “Mastergauge” for use where high 
pressures and temperatures are present 
and where maximum stamina and accuracy 
are essential. 



Marsh Dial Thermometers 

Have the same basic refinements found 
in Marsh Gauges. Typical Marsh Ther- 
mometers of bourdon tube type in self- 
contained and distant reading types are 
illustrated. They are available in either 
vapor tension or gas-filled types. Bi- 
metallic types of dial thermometers are 
also available. Practically all temperature 
ranges up to 750® F. are covered. The 
“Recalibrator” is standard in all Marsh 
bourdon tube type thermometers. The 
Marsh line also includes recording ther- 
mometers. 



Ask for complete information covering any problem involving traps, 
vents, gauges, dial thermometers, packless valves, etc. 
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Mueller Steam Specialty Co., Inc. 

40-20 22nd Street, Long Island City, N. Y. 

^team, Water, Air, Oil and Gas Specialties for Heating and Power Plants 


Pressure Reducing Valves — Straight Pattern and With Increased Outlet 



No. 11 — For Vacuum, Vapor and Low Pressure Heating Systems. Initial Pressures, 
up to 200 lb; Reduced Pressures, 0 to 10 lb. 

No. 17 and 21 — For automatic control of reduced pressures on dead-end service, 
requiring a tight closing valve, such as tank heaters, kitchen utensils, sterilizing ap- 
paratus, laundry equipment, kettles, cookers, driers, etc. Initial Pressures up to 200 lb. 
Reduced Pressures 0 to 150 lb. 

Constructed with full globe bodies. Center guide eliminates the wings on discs, and 
increases efficiency, assures minimum noise and prolongs the life of the seats and discs. 
Lever and weight operates on a steel roller bolt, assuring a most sensitive valve. Spring 
type furnished with special long springs for sensitive operation and wide ranges of 
reduced pressures. 


Water Pressure 
Reducing Valves 

For controlling water 
pressures that require 
automatic and positive 
control of reduced pres- 
sures. Compact, and have 
full flow and renewable 
composition discs. 

Standard and extra 
heavy weights suitable for 
all initial pressures and 
wide ranges of reduced 
pressures. 


Diaphragm Operated 
Water Relief Valves 

For relieving exces- 
sive pressure of hot or 
cold water, air, oil or 
gas. 

Very sensitive, re- 
spond quickly. 

Their construction is 
durable and compact, 
and accessible without 
disturbing pipe con- 
nections. 




Sediment Strainers for Steam, Water, Oil, Gas, Air, Etc. 

For removing scale, cuttings, and other foreign matter from steam, water, air, oil and 
gas lines, or in connection with valves, pumps or other apparatus. 

Furnished with iron bodies, plain or galvanized, with brass or copper mesh suitable 
for the service. Can be furnished all brass or nickel-plated iron or brass, or cast steel for 
extra high steam pressures, at additional cost. 

Strainers with special mesh or of special metal furnished at a slight additional cost. 



No, IBS 


Figures Nos. 145 and 
165 Strainers have 
closed or open bottom 
baskets, so that the 
basket can be removed 
for cleaning, or all dirt 
and sediment can be 
blown out through bot- 
tom blow out connec- 



No, 14s 



Catalog and Bulletins covering our Complete Line gladly furnished on application. 
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Yamall -Waring Company 

Manufacturers of Steam Specialties 

133 Mermaid Ave., Philadelphia 18, Pa. 


YARWAY IMPULSE STEAM TRAPS 


Construction — The Yarway Impulse 
Steam Trap is unique in that there is only 
one moving part, the simple valve F. 
This trap is made of bar stock throughout, 
no castings used. For pressures up to 400 
lb, body and bonnet of cold rolled steel, 
cadmium plated; cap of tobin bronze, valve 
and seat of heat treated stainless steel. 
For pressures 400 to 600 lb, trap is all 
stainless steel. 

Operation — Movement of valve (F) is 
governed by changes in pressure ir c^'ntrol 
chamber (K). At lower temperatures, con- 
densate bypassing continuously through 
orifice in center of valve reduces chamber 
pressure below inlet pressure and valve 
opens, allowing free discharge of air and 
condensate through seat. As condensate 
approaches steam temperature, low cham- 
ber pressure causes vaporizing and the 
increased volume builds up pressure in 
control chamber, closing valve (F). 

Other Advantages 

Light Weight — Yarway traps need no 
support — Yi in. trap weighs only lb. 
2 in. trap weighs 8^ lb. 

Small Size — Can be installed in cramped 
quarters — 34 in. trap measures 234 ir*- 
long — 2 in. trap, 4^ in. long. 

Will not air bind. Require no priming. 

Insure quick heating. 

Low Price — Often cheaper than repair- 
ing old traps. 

Factory set to operate at all pressures 
up to 400 lb (or 600 lb) without change 
of valve seat. 

Send for descriptive Bulletin T-1739. 



List Prices, Weights and Dimensions 
No. 60 Series — up to 400 lb and 
No. 120 Series — up to 600 lb 


Size 

Trap 

Complete 

Weight 

Pound* 

Length 

Inche* 

1 / 2 ' No*. 60 or 120 

$15.00 

I'/4 

25/8 

WUot.b\ or 121 

22.00 

2 

3 

1' No*. 63 or 123 

31.00 

2Vi 


I'A' No*. 64 or 124 

48.00 

4 


I 'A' No*. 66 or 126 

68.00 

55/4 

4/4 

2' No*. 67 or 127 

90.00 

Wi 

4V4 


Yarway Fine -Screen Strainers offer 
better protection against rust, scale and 
dirt for all steam equipment. 

Made in ten standard sizes from 34 in. to 
3 in. Cadmium plated bodies. High grade 
Monel woven-wire screens. Many thou- 
sands in use. Write for Bulletin S-201. 


YARWAY EXPANSION JOINTS 


All-steel welded construction; light but 
strong. Chromium covered sliding sleeves. 



Cylinder guide and stuffing box integral, 
assuring perfect alignment. Internal 
limit stops. Gun-pakt and Gland-pakt 
types: Gun-pakt (illustrated) fitted 
with screw guns which permit addition 
of plastic packing while joint is under 
pressure. Sizes 2 in. to 24 in., single 
end or double end, flanged or welding 
ends; 150, 300 and 400 lb pressures. 
Also all-brass joints, % in. to 2 in. 
For additional details send for Bulletin 
EJ-1911. 
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The Dole Valve Company 

Main Offices and Factory: 1933 Carroll AvcnUC, ChicagO 12, 111. 


tiIe all star line 


AIR AND VACUUM VALVES 


Selecting the right vent for a particular purpose is your assurance of the utmost efficiency 
and economy from one pipe steam heating systems. The Dole line covers every venting 
need and offers a complete choice for every purpose. 


Dole No. 1 A Vari- Vent Air Valve 

Modern gas, oil or stoker 
fired one pipe steam sys- 
tems require QUICK vent- 
ing. This radiator valve 
lets air escape twice as fast 
as ordinary valves and 
balances the flow of steam 
at the first “breath” of 
boiler pressure. Adjust- 
able vari-vent feature gets 
air out of those “far away” 
radiators as quickly as those close to the 
boiler. 




Dole No. 3 Air Valve 

Vents radiators of hand 
fired gravity steam heat- 
ing systems. Double shell 
construction provides 
separate passages for air 
and condensation — extra 
large float defeats spitting 
or water leakage. Com- 
plete venting assured at 
pressures up to 10 lbs. 


Dole No. 2B Vari-Vent 
Vacuum Valve 
Adjustable radiator 
valve for “ vacuumizing” 
and balancing gravity 
steam heating systems. 
Patented Dole bellows 
vacuum seal locks out 
air after it has been once 
expelled from the sys- 
tem. Easily adjusted 
vari-vent feature assists 
in equalizing steam flow to all radiators. 




Dole No. 1933 Air Valve 

Low cost valve for venting 
radiators of hand fired 
systems. Large float pro- 
vides a seal against con- 
densation to stop spitting. 



Dole Water Mixer 

Specify Dole Water Mixers on all tankless 
heater installations. Dole Water Mixers 
will provide safer, tempered domestic hot 
water. Available in three sizes; ]/2 in., 
in- and 1 in. Adjustable temperature 
range controls domestic water to service 
from 125 to 175 deg F. 

The use of a Dole Water Mixer increases 
the useable hot water of any tankless 
heater in that the draw through the heater 
is reduced, thus providing more time for 
heat absorption. The useable hot water 
is increased, too, because water at city 
temperatures is blended with the high 
temperature water discharged from a 
tankless heater. 

Installation is accomplished easily and 
quickly at low cost. 


Dole No. 14 Key Valve 


Low cost venting 
device for con- 
cealed radiators 
and convectors of 
hot water heating 
systems. Protects 
panel fronts from 
rusty water stain. 



Write The Dole Valve Company for complete catalog and handy selector chart which 
indicates the Dole Air or Vacuum Valve most suited for a particular need. 
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Jenkins Bros. 

80 White Street, New York 13, N. Y. 

Bridgeport, Conn.; Boston. Philadelphia, Chicago, San Francisco, Atlanta 

LOOK FOR THIS DIAMOND MARK 

Leading Supply Houses Everywhere Stock Jenkins Valves 



^en/4hta d3rtrt 



FOR EVERY NEED 

JENKINS CATALOG LISTS OVER 500 VALVES 


Consult Jenkins Catalog for complete 
details on more than 500 different valves 
that cover practically all industrial plumb- 
ing and heating, and engineering require- 
ments. Below is a brief list. 

All-Iron Valves, — globe, angle, gate; 
Angle Valves, — bronze, steel, and iron 
body with bronze mounting or trimming. 

Blow-Off or Y Valves, — bronze and 
iron. 

Electrically Operated Valves, Gates, 
Globes, Angles, Fire Line Valves; Floor 
Stands; Foot Valves for gasoline service. 

Gate Valves, — bronze, iron, steel; with 
solid wedge or double disc parallel seats; 
with removable bonnet and renewable 
bushing. 

Globe Valves, — bronze, iron and steel; 
one piece and union bonnets; renewable 
and integral seats; rubber composition or 
metal discs and plugs. 


Horizontal Check Valves, — bronze, 
iron and steel; Hose Valves; Indicator 
Posts; Lock Shield Valves. 

Needle Valves; Non-Return Valves; 
Quick-Opening; Self-Closing Valves. 

Radiator Valves; Rapid Action 
Valves; Regrinding Valves; bronze and 
iron body with bronze trimming; renew- 
able plug seats and bevel seats of a special 
nickel alloy in globe, angle, check and 
swing check patterns. 

Selclo Valves; Stop and Check 
Valves, — combination or automatic equal- 
izing; Swing Check Valves, — bronze, iron 
and steel. 

Stainless Steel Valves, — globe, angle, 
gate and check. 

Underwriters’ Pattern Valves, — 
check and gate; Whistle Valves; Water- 
works Valves. 
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Insulation • Air Ducts 



PRODUCTS 


The Philip Carey Mfg. Company 

Lockland, Cincinnati 15, Ohio 

Branches In All Principal Cities 


CAREYDUGT is reconinieiuled where- 
ever quietness, ease of installation, fire 
safet}’, fume resistance and good appear- 
ance are desirable or essential. Used in 
air conditioning systems widely before 
the war, Carey duct has proven itself on 
some of the largest governmental indus- 
trial and commercial installations in the 
country. 

Write for engineering performance and 
installation data. 

ACOUSTICAL. C-are) (luct is a natural 
sound absorber and non-conductor of 
sound. Quiets fan noise; won’t pick up 
and “telegraph” other outside noises. 

INSULATED. lligh-efficienc>' insula- 
tion assures deliver)' of hot or cold condi- 
tioned air to outlets with minimum change 
in temperature. 

AIRTIGHT. Won’t “breathe” or vi- 
brate at high velocities. Slipjoint con- 
struction prevents leakage. 

SAVES SPACE. Being 40 to 50% 
quieter than ordinary duct, Careyduct 
handles higher velocities, permitting the 
use of smaller sized ducts. 

EASY TO INSTALL. Prefabricated 
Careyduct units are easy to install — 
particularly in tight places. Simple low 
cost fittings can be made in the shop or on 
the job. 

FIREPROOF. Being 100% asbestos 
construction Careyduct won’t smoulder or 
burn. Approved by Underwriters^ Labor 
atorieSt Inc. 




GOOD LOOKING. Surfaces arc 
smooth and free from unsight K' raised 
seams or joints. No stiffeners or braces. 
Blends well with modern interiors. 


5 TYPES OF CAREYDUCT 

Insulated and Acoustical Type. 

100% asbestos construction - combines 
duct and insulation. 

Key-lock Type. For high temperature 
applications up to 500 F. Impervious 
to water. 

Single -wall Type. For heating and 
ventilating systems. 

Reinforced Corner Type. F abricated 
of Carey Firefoil or insulated sheathing. 
An ideal duct for large industrial installa- 
tions. 

Asbestos-cement Type. Made of as- 
bestos-cement wallboard in different thick- 
nesses. Sizes: 23^ in. and up. 
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Insulcdion • Air Ducts 


The Philip Carey Mfg. Company 

Lockland, Cincinnati 15, Ohio 

Branches In All Principal Cities 



PRODUCTS 



CAREYCEL FOR AIR DUCTS 

Uses: A fireproof, low cost, high efficiency asbestos 
board for insulating ducts and all types of air conditioning 
equipment. 

Description: Composed of 12 to 14 laminations of 
indented (not corrug-ated) asbestos felt per inch of thick- 
ness. Weight: approximately 1 lb per board foot. 
vSheet Size: 36 in. x 36 in., or cut to order. Blocks: 6 in. 
X 36 in. rhickness: I2 up. 



CAREYCEL FOR HEATING SYSTEMS 

Uses: Pipe coverings and blocks for pipes, boilers, 
ovens and other apparatus where the temperature doesn’t 
exceed 300 V. 

Description: Pipe covering .sections 36 in. long 

by 1 in. thick, finished with cotton duck jacket and bands. 
Blocks: 6 in. x 36 in. Sheets: 36 in. x 36 in., or cut to 
order. Thickness: I'i in. up. 



CAREY IMPERVO FOR COLD PIPES 

Uses: A high efficiency insulation for cold or ice water 
pipes — keeps the water cold and prevents sweating. 

Description: Laminated insulating felt with water- 
proof liner and jacket. 36 in. long in in., in., double 
in. and double ^4 in. thick sections, finished with cotton 
duck jackets and bands. 



CAREY PROTECTO TO PREVENT 
FREEZING 

Uses: Designed especially to reduce the danger of 
freezing of exposed water pipes. 

Description: Consists of an inner layer of hair felt, 
a waterproof felt liner and an outer layer of insulating 
felt. For severe conditions use two thicknesses. 36 in. 
long sections with cotton duck jacket and bands. One 
thickness only — ^approximately 1 in. 
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Grant Wilson, Inc. 


141 West Jackson Blvd. 
Gtiicago 4, Illinois 


DUX-SULflTIOn 



Designed for efficient insulation of metal ducts in Heating, 
Ventilating and Air Conditioning equipment. 

Dux-Sulation is composed of fine, flexible fibres fabricated 
into a strong felt with millions of dead air spaces, producing a 
thermal insulation efficiency of 70 per cent (K Factor .27 Btu). 
Saves 75 per cent of bare duct heat loss. 

A heavy asbestos membrane is woven into the felt body 
below the surface, giving the protection of fire proof asbestos. 

The outer surface is heavy woven fabric. A high sound 
deadening surface — absorbs 70 per cent of air borne noises — 
with low frictional resistance (F = 0.0001322). 

Complete Pack^e: — A flexible insulating blanket 3^ in. 
and 1 in. thick. Comes complete with corner tape and ad- 
hesive for cementing on to sheet metal duct work. Dux- 
Sulation comes 36 in. wide in a roll containing 100 sq ft. 
Will not rot, chip or crack. 


Surface Temperature of 34 in. Dux- 
Sulation applied to Metal Duct 


Outside 

Duct 

Temperature 

Room Temperature — Deg F 

30 

50 

70 

90 

4(PF 

33 

48 

63 

— ^ 

60®F 

37 

53 

68 

83 

8(PF 

42 

57 

72 

88 

KXPF 

47 

62 

81 

93 

120° F 

52 

68 

82 

97 

I50°F 

60 

75 

90 

105 


Dew Point Temperature — Deg F 



Dux-Sulation is also applied to the 
inside of ducts, as illustrated, for high 
sound absorption efficiency. 


Relative 


Room Temperature — Deg F (Dry Bulb) 



30 

50 

70 1 

90 

20% 

0 

12 

28 

44 

40% 

10 

27 

45 

64 

60% 

18 

37 

56 

75 

80% 

25 

44 

64 

84 


Note: As determined through using the two 
Tables above, the Surface Temperature of the Dux- 
Sulation must be HIGHER than the DEW POINT 
to prevent condensation. 


Asbestos Protected Dux-Sulation is 

applied to round pipes, rectangular ducts 
or irregular surfaces. It bends in any 
direction, even to very sharp and abrupt 
angles. The tape is applied to the corners 
and joints as illustrated. 


Acoustical Values 

70 Per Gent Reduction in Loudness 


Frequency 

1035 

Feet 

: 

204ft 

07 

4100 

11 4 

617..^ 

,„l.*i2 

269 

^9?n 

129.. 

34.0 
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Durant Insulated Pipe Company 

1015 Runnymede Street, P. O. Box 88 

Alto, California 

TRADE-MARK 

REG U S PATENT OFFICE 

4 SIMPLE STEPS IN SEALING FIEL^ JOINTS 

1. Field joint ready for inspection. 

2. Joint covered with standard pipe in- 
sulation. 

3. Special Durant joint casing in place 
ready for asphalt. 

4. Asphalt poured in slot — to seal. 

ADVANTAGES 

• Completely waterproof. 

• “Elimination” of electrolysis and 
corrosion. 

• Requires no sub-drains. 

• In multiple lines, individual 
Durant Pipes can be added, re- 
moved or replaced without 
disturbing others. 

• Minimum trenching & field work. 

• No rollers or pipe supports re- 
quired. 

• Tile or masonry protection not 
required. 

• Lower field costs. 

• Insulation protection is abso- 
lutely dependable. 

CONSTRUCTION OF D.I.P. 

The Durant Construction Principle involved consists of encasing the piping, or the 
insulation covering around the piping, with a heavy layer of High Melting-Point Non- 
Porous Asphalt. The asphalt is poured hot into a sheet metal form which is spaced con- 
centrically around the pipe or insulation. For all underground conditions the thickness 
of the asphalt casing is one inch thick minimum for insulated piping. The insulation for 
all pipes carrying heat should be 85 per cent magnesia or Unibestos and for cold pipes 
either 85 per cent magnesia, Unibestos or moulded cork covering should be used. The 
thickness of the insulation will vary with the conditions of operation. See details in 
diagram illustration above. 

Load bearing supports are provided within D.I.P. structure to prevent weight of pipe 
from resting on specified insulation. These load bearing supports are full circles slipped 
on between insulation sections at regular spacings during the fabrication of D.I.P. 
After covering and load baring supports have been fitted to pipe, all joints are taped 
and sealed. A cylindrical jacket of heavy galvanized steel with a diameter large enough 
to provide a minimum 1 in. air space outside of the insulation, is placed concentrically 
around insulated pipe. This metal jacket has openings at regular intervals or a full 
length slot along the top. The insulated pipe is then ready to receive the asphalt pro- 
tection which consists of a special grade of high-melting point asphalt heated to proper 
temperature and poured through openings in top of metal jacket. 

INSTALLATION OF D.I.P. 

Since the insulation and protection are factory-applied to D.I.P., field operations are 
limited to placing the pipe lengths into position, connecting them and then, after heat 
pressure tests, insulating and sealing the joints. In underground pipe systems, backfill 
can be made at once, and can be flooded with water to pack it. The system is com- 
pletely waterproof as soon as the joints have been finished. 

Foundations are practically never required for underground D.I.P. installations. The 
pipe needs merely to be placed on the bottom of the graded trench. Only comparatively 
narrow trenches are required and the individual lengths of D.I.P. can be readily lowered 
into the trench with rope slings. In the trench the pipe can be turned and slid into 
proper position and the exposed pipe ends provide plenty of clearance for workmen to 
connect and finish the joints. 
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Insulation 


Conduit and 
Underground 


H. W. Porter & Go. ^ erm-O-^/ c, 

INCORPORATED ^ ^ 

817-G Frelinghuysen Avc., Newark 5, New Jersey 

Permanent Protection and Insulation for Underground Pipe Lines 

BAl/riMOR^i. MD. CIIARLOTTK. N. C. RICHMOND. VA. 

Also sold and installed by Johns-Manville 
Construction Units in all principal cities. 


This is what you get with Therm-O-Tile:- 


1“ 'Higher efficiency. Much better insulation. A truly DRY conduit. 

2 — Greater strength. Arched construction. Spread- footing foundation. 

3 — Long-lasting life. 'Fhe correct grade is maintained PKF^MANENd'LY. 

4— No leakage. Positive 
sealing throughout. 

5 — Most convenient instal- 
lation — on a concrete 
“sidewalk.” 

6 — No condensation pockets 
at any time. 

7 — Greater economy. 

8 — Experienced engineer- 
ing. 

9 — Competitive first cost, 
and definitely lower ulti- 
mate cost. 



This phologtaph i//o7i's 
'nearly everything." Sole 
channel dram tn (ontrele base 
which rnakci) for "permanent pro- 
tection" of the insulation and assures 
continuous high efficiency. 


THERM-O-TILE 

STEAM 

CONDUIT SYSTEMS 

“Long-Lasting” — Now that Therm-O- 
Tile has been on the market so many years, 
and its design is so well known by all lead- 
ing heating and ventilating engineers, we 
again wish to emphasize the importance of 
“Permanent protection.” It is not diffi- 
cult to provide TEMPORARY protection 
and insulation for underground pipe lines. 
Threads and joints don’t fail immediately, 
and foundations don’t sag immediately, 
but unless the job is properly done in the 
first place it won’t be long before water 
seeps in and ruins the insulation. So, 
watch out. With wet and spoiled insula- 
tion, efficiency drops drastically. Unless 
the conduit is built on a truly solid founda- 
tion there will be sagging and collection of 
water in pockets. 

Ample Drainage, Always — In the 
Therm-O-Tile concrete base there is a 
drainage channel— clearly visible in photo- 
graph — which carries off all water that 
may enter the conduit from any source, 
thereby keeping the insulation PERMAN- 
ENTLY dry. Drainage is entirely inter- 
nal. The channel is accurately and PER- 
MANENTLY sloped so that condensate 
or other pockets cannot form. Open to 
thorough inspection at any time at man- 
holes. Amply large to keep the pipe space 
dry at all times. 


“Spread Footing” Foundation — 

Positively preventing settling or sagging 
the Therm-O-lile “Spread Footing” found- 
ation base is a thick concrete slab poured 
directly in the trench bottom. Steel rein- 
forced or placed on piles when installed 
over filled or boggy ground to insure PER- 
MANENT protection. 

Already Told — In previous issues of 
this GUIDE we gave details regarding the 
Tile Envelope which produces 27 different 
conduit cross sections. We told about the 
ideal accessibility of this conduit, its great 
strength, how it is water-proofed, and so on. 
For complete information ask forBulletin 
381. 

Our Engineers Co-Operate — 7'hey 
have had exceptional experience in de- 
signing and installing steam conv'eying 
equipment for nearly every purpose. 

Competitive in Cost — Despite the high 
efficiency, greater strength, dependability, 
and other outstanding features that are 
obtained in Therm-O-Tile, it is nev^erthe- 
less competitive in total first cost. Final 
cost is much less, thanks to its permanence. 

Single or Multiple 
Pipe Lines Using 
Sectional Pipe 
Insulation. 

Showing a typical 
Therm-O-Tile pip- 
ing arr angtment 
when there are two 
pipe lines. Note the 
channel drain which 
"permanently pro- 
tects” the insulation. 
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Insulation • ^lldirZound 


The Ric-wiL Company 

INSULATED PIPE CONDUIT SYSTEMS 
Union Commerce Bldg., Cleveland, Ohio • Agents in Principal Cities 


There is a Ric-wiL insulated conduit system engineered to your specific 
needs— the transmission of steam, hot water, oil, hot or refrigerated 
process liquids — providing heat transfer with the lowest possible loss. 



1. RIC-WIL INSUUTED PIPE UNIT-SINGLE OR MULTIPLE PIPES 

Prefabricated complete units with one or more pipes — in 
any specified combination— in helical corrugated conduit, 
coated and wrapped with asphalt saturated asbestos felt. 
21 -ft lengths for easy installation. Insulation is applied 
to any or all pipes in any thickness specifif'd. 

2. RIC-WIL INSULATED PIPE UNIT~F0R PROCESS LIQUIDS 

An adaptition of the multiple system used where a steam 
or hot water line heats fluids in other lines. Pipes are 
insulated from the exterior but not from each other. 
Sizes and specifications as required -conduit same as for 
other insulated pipe units. 

3. RIC-WIL FOILCLAD PIPE UNITS-FOR OVERHEAD LINES 

Pipe and insulation are f)rotectcd and wvaterproofcd by a 
double coating of machine-applied, high temperature 
asphalt. L'nit is th(*n wTapped wdth asbestos felt and 
covered with a final spiral w rapping of copper or aluminum 
foil for maximum insulation and protection. 

4. RIC-WIL STANDARD TILE CONDUIT-TYPE F 

X’itrified glazed A.S.T.M. Standard Tile Housing~“acid 
and waterproof — with foundation type base drain sup- 
porting weight of piping through correctly engineered pipe 
supports. I’ositive locked-in-place cement seals on sides 
and ends. For single or multiple pipes. 

5. RIC-WIL SUPER TILE CONDUIT-HPE F 

Same advantages as Standard Tile but with walls approxi- 
mately double thick for strength under heavy traffic or 
where overhead load is above normal. Will support con- 
centrated static load of 6 tons per wheel under actual 
installation conditions. Base drain of extra-heavy tile. 

6. RIC-WIL CAST IRON CONDUIT-TYPE F 

Heavy reinforced cast iron conduit for use where under- 
ground pipe lines run close to or under railroad tracks. 
Durable, water-tight and vibration-proof. Positive locked- 
in-place cement seals on sides and ends with metal clamps 
for extra tightness. 

7. RIC-WIL TILE CONDUIT-UNIVERSAL HPE 

Where installation conditions dictate the use of a concrete 
pad Ric-wiL Universal Tile is recommended. Side walls 
are double-cell vitrified trapezoidal block design. Arch 
may be Standard Tile, Super-Tile, or Cast Iron. 


Ric-wiL accessories are available in all type systems; standard and special fittings, 
factory fabricated or field fabricated expansion devices, alignment guides, and anchors. 
Descriptive bulletins on request. Write: The Ric-wiL Co., Dept. 278 
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Insulation 


Glass Blocks 
Skylights 


American 3 Way-Luxfer Prism Co. 


431 S. Dearborn St., 

Chicago-5, 111. 



26-20 Jackson Ave., 

Long Island City, 
N. Y. 


AMERICAN GLASS BLOCK SKYLIGHTS 


— tUe AMERICAN Wcuf! 


American 3-Way Rooflights make use of Glass Blocks of special design and strength, 
manufactured by the proven process, incorporating designs on inner surfaces of plates, 
resulting in uniform even light distribution over wide areas, leaving top and bottom 
surfaces smooth for easy cleaning. 

Glass Blocks are 9 in. x 9 in. x 2J^ in. and spaced approximately 105^ in. on centers. 


Low Heat Transfer 

Tests conducted by methods suggested 
by the A.S.H.V.E. Code show that Glass 
Block Rooflights have about two and one- 
half times the insulating value of sheet 
metal skylights with no heat losses by 
“escape,” since the construction is air- 
tight. 

Solar Heat Transmission 

Reduction in total solar heat gain as 
compared with ordinary windows is in- 
dicated by relative values given in Table 18 
and Table 20 in Chapter 15. 



American Glass Block Skylight 


Triple Plates of Glass 

Magnalite Diffusing Glass units may 
be attached to under side of glass block 
construction thus making for effective 
uniform light diffusion and even distribu- 
tion; also very effective in condensation 
problems. 



Section of American Glass Block Skylight 
Showing Method of Block Application 


Insulated Construction 

Construction of rigid reinforced con- 
crete grids can be arranged with insulation 
materials sufficient to approximately equal 
the performance of the glass blocks. 

Condensation 

Due to the nature of the grid con- 
struction where insulation materials are 
employed with semi-vacuum glass blocks 
assemblies there is little or no tendency for 
condensation to form on the under side. 
Should relative high humidities . or ab- 
normal conditions exist, further insulation 
treatment can be provided. 

Glass Block Assemblies for all 
off-vertical arrangements are available. 
Details will be furnished on request. 

3-Way Glass Block Skylights may 
also be furnished without special insula- 
tion treatment in reinforced concrete grid 
construction. 


Write for Complete Information 
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Libbey Owens ‘Ford Glass Company 

Nicholas Building, Toledo 3, Ohio 




THERMOPANE* 
Insulating Glass 

L-O-F Thermopane is a transparent 
factory-fabricated insulating glass unit 
composed of two or more panes of glass 
separated by in. or in. of dehydrated 
captive air, hermetically sealed at the edges 
in the factory with a metal-to-glass bond. 



Thermopane is made in more than 60 
standard sizes, all of which can be used 
vertically or horizontally. The glass is 
specially cleaned before the patented 
Bondermetric seal is applied. The layer of 
air inside the Tljermopane units is scien- 
tifically cleaned, dried and hermetically 
sealed. 'I'he patented, metal-to-glass seal 
bonds the two or more panes of glass into 
one unit to prevent dirt and moisture from 
entering the air space. 

Thermopane Reduces the coefficient 
of heat transmission; increases the room- 
side surface temperature, thus promoting 
radiant comfort and lowering the dew 
point; furnishes a control of light quantity 
and quality through combinations of 
various types of glass, and deadens sound 
transmission to some degree. 

Thermopane Uses are many, but may 
be briefly summarized as below: 

Double-glass Thermopane: Glazing 
of wood or metal windows, doors and 
window walls for practically any purpose 
in structures requiring heating or air con- 
ditioning. 

Triple- glass Thermopane: Large 
stationary units such as insulated glass 
walls in homes, apartments, public and 
commercial buildings and in show windows 
for refrigerated display where temperature 
diflFerential must be considered. 

Quadruple- glass Thermopane: Engi- 
neered to meet low temperature and high 
humidity conditions. 

Thermopane Units provide a high 
resistance to heat flow, varying with the 
number of panes and the thickness of the 
air space used. In summer the low heat 
transmission coefficient reduces the load 
on air conditioning systems. In winter it 
saves heat. The greater efficiency of 
Thermopane makes it possible to incor- 
porate larger windows in houses and keep 
the cost of fuel constant. For example, a 
house could have 107 sq ft of Thermopane 
instead of 35 sq ft of single glazing and not 
lose any more heat. Thermopane permits 
the influx of solar heat in exterior glazing 
of buildings without a prohibitive com- 
pensating Toss from conduction. 


The over-all heat transmission coef- 
ficient U varies with the ranges of tem- 
perature at which the coefficient is deter- 
mined. For most practical heat loss cal- 
culations coefficient U can be the value de- 
termined at zero deg outside temperature, 
70 deg inside temperature, 15 mph outside 
air velocity, 0.25 mph average inside air 
velocity. The following table gives such 
values from actual tests with glass sizes 
30 in. X 30 in. 



Glass 

U Value 

Number of Panes 

Thickness 

Airspace 



None 


'/2" 

Single Glass j 

VnT 

1.16 

1.15 



IDouible Thermonane 
(one air space) 

VfT or 


.65 

.58 

Triple Thermopane 
(two air spaces) 

y*r 


.47 

.40 

The Room i 

Side Surface Tempera- 


ture of Thermopane is considerably higher 
than that of single glazing. Usually 
radiators or registers are near glass areas 
in buildings to offset conducted heat loss 
from a room and radiant loss from the 
bodies of persons near cold glass areas. 
The higher glass surface temperature of 
Thermopane greatly reduces the amount 
of heat which must be supplied, permitting 
more flexibility in room design. 

Another Important Benefit from 
Thermopane is the prevention of frost or 
condensation from forming on the room- 
side surface of a single pane of glass in 
winter due to higher room humidity. The 
absence of condensation on the room-side 
surface of glass is of considerable impor- 
tai^e where clear visibility is a factor as in 
residences, all types of commercial or 
industrial buildings and refrigerated dis- 
play spaces. 

More Complete Information on 
Thermopane is available by writing to 
Libbey-Owens-Ford, or its district office 
nearest to you, and requesting technical 
data sheets prepared by Don Graf, a 
general booklet about the product, and a 
brochure which discusses Solar Housing. 


♦Reg. U. S. Pat. Off. 


1245 




Insulation • oiass 


(PimBURtN 



CORNINO 


Pittsburgh Coming Corporation 

Room 500-8, 632 Duquesne Way Pittsburgh 22, Pa. 
PC FOAMGLAS INSULATION 


When installed according to our 
specifications for recommended ap- 
plications, PC Foamglas retains its 
original insulating efficiency perma- 
nently. 

PC Foamglas is a cellular glass insula- 
ting material having unique characteristics. 
It is not a fiber, not a wool, not a board nor 
a batt. Consists of millions of glass en- 
closed air cells, in the form of big, rigid 
light-weight blocks. 

Being glass, PC Foamglas is highly re- 
sistant to the fumes, acid atmospheres, 
vapors and other elements that so often 
cause deterioration of other insulating 
materials. 

PC Foamglas has proved its ability to 
help maintain desired temperature levels 
and to minimize condensation — without 
maintenance, repairs or replacement re- 
sulting in worthwhile economies. It is 
widely used in ductwork and core walls, 
on roofs and floors. As a pipe insulation, 
PC Foamglas can be used to insulate both 
hot and cold piping, indoors and outdoors. 
Note the illustrations of some typical ap- 
plications. 


When you are figuring on insulation, 
make sure that you have the latest infor- 
mation on l^C Foamglas. Send for our 
booklets on wall, floor and roof insulation. 
They tell you what you want to know'. 
Pittsburgh Corning Corporation also 
makes PC Glass Blocks. 

When >'ou insulate with PC Foamglas 
you insulate for good 



Here’s the secret of permanent insulation. PC 
Foamglas is composed of tiny glass cells . . . millions 
of them. And these cells are filled with sealed-in air. 
PC Foamglas has the unique advantage of retaining 
its original insulating value — permanently. 



This picture shows how PC 
Foamglas is aPPUed to roofs. 
The Foamglas is laid on the roof 
deck, the specified number of plies 
of roofing felt are butlt up on the 
firm base which is provided by 
big solid blocks of PC Foamglas. 


PC Foamglas, under the concrete 
cover-floor, prevents heat travel to 
and from this room. It helps 
to control temperature and mini- 
mizes condensation. Strong and 
rigid, PC Foamglas will support 
heavier them normal floor loads. 



In core walls, PC Foamglas sup- 
ports its own weight when laid 
between brick, tile, blocks and 
many other types of backing and 
facing. It helps control tempera- 
ture and minimize condensation. 
It will not pack, rot or check. 
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Pittsburgh Corning Corporation 

Room 702-8, 632 Duquesne Way, Pittsburgh 22, Pa. 


PC GLASS BLOCKS 


Distribution through Pittsburgh Plate Glass Company Warehouses in principal cities and by 
the W, P. Fuller Company on the Pacific Coast and by Hobbs Glass Ltd, in Canada. 

Also makers of PC Foamglas Insulation. 


pn Glass Blocks allow the economical 
Hi use of large glass areas, reduce heat 
loss in cold weather and materially 
aid air-conditioning. This is because each 
PC Glass Block contains a sealed-in dead- 
air space that is an effective retardant to 
heat transfer. 

Thermal Insulation 

Tests run by nationally recognized labora- 
tories have established the value of glass 
blocks for insulation of light-transmitting 
areas. These tests have proved that with 
glass block panels, heat loss is slightly less 
than half that experienced with single- 
glazed windows. In computing heat losses 
through panels for most design purposes, 
it is recommended that a ‘‘ U'' value of 
0.46 to 0.49 be used for all block sizes and 
face patterns. For complete data on heat 
transfer values see the section on heat 
transfer elsewhere in this Guide — page 136. 

Surface Condensation 

Due to high insulating value, condensation 
will not start forming on the room side of 
glass block panels until outside air has 
reached a temperature much lower than 
that necessary to produce condensation on 
single-glazed windows. The accompanying 
chart shows at what temperatures con- 
densation will form.. 


door temperature of —14 deg is reached. 
Under similar conditions with single-glazed 
sash, moisture will begin to form when the 
outdoor temperature reaches 

Solar Heat Gain 

The use of glass blocks for light-trans- 
mitting areas results in a marked reduction 
in total solar heat gain as compared with 
ordinary windows. This factor is of con- 
siderable advantage in buildings that are 
properly air-conditioned, but does not 
eliminate the need for adequate ventilation 
or shading in non-air-conditioned rooms. 

For data on solar heat gain through glass 
blocks see table 10 in the solar radiation 
section of this Guide — chapter 15. This 
table is for standard pattern glass blocks. 

PC Glass Blocks Aid 
Air-Conditioning 

Two of the chief aims of air-conditioning — 
temperature control and cleansing of air are 
aided by the use of PC Glass Blocks. Heat 
loss is less in winter — heat gain is less in 
summer. Ideal conditions are much ,more 
easily maintained without undue conden- 
sation. Solar heat transmission and radi- 
ation are reduced. Neither dirt nor drafts 
can filter in, for each panel is a tightly 
sealed unit. 


Outdoor temperature required to produce 
Condensation on the room side surface of 
PC Glass Blocks panels. 



For example, with inside air at 70°F and 
relative humidity at 40 per cent, condensa- 
tion will not b^in to form on the interior 
surfaces of a glass block panel until an out- 


Sizes and Shapes Available 

PC Glass Blocks are 

available in ten at- 
tractive patterns, 
some of the patterns 
being designed for 
special control and 
direction of trans- 
mitted daylight. For 
complete informa- 
tion on the sizes and 
shapes of PC Glass 
Blocks, and for illustrations of the many 
patterns available, write the Pittsburgh 
Corning Corporation, Pittsburgh, Pa., or 
call the nearest Pittsburgh Plate Glass 
Company warehou«. 

• • • 

Additional technical data, including de- 
tailed figures on thermal insulation, solar 
heat gain, surface condensation, light 
transmission and construction data, will 
be furnished on request. 
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Owens-Illinois Glass Company 

INSULUX PRODUCTS DIVISION, Toledo 1, Ohio 

GLASS Q GO S 03 

Dealers in all principal cities 


Insulux Glass Block Give Better 
Control of Interior Conditions 

Insulux Glass Block are hollow, partially 
evacuated units, in. thick. Faces are 
smooth or ribbed. Solid panels of these 
block, laid in mortar, make a light-trans- 
mitting wall of high insulating value. 
Their proper use aids control of interior 
conditions to a point where initial and 
operating cost of heating or cooling equip- 
ment is reduced. 



Conductivity 

The U factor for ribbed glass block is 
0.46; smooth face, 0.49. For design pur- 
poses, the^ factors may be used as con- 
stant for either 6 in., 8 in. or 12 in. block. 
See Chapter 6 of this volume for additional 
data. 

This U factor is only 43 per cent of that of 
ordinary light-transmitting materials. The 
reason lies in the two heavy glass surfaces 
separated by partially-evacuated and her- 
metically sealed dead air space. 


Surface Condensation 

Because of the low overall air-to-air heat 
transfer, the room condensation point of a 
glass block panel is much lower than that 
of ordinary windows. This will permit 
higher humidities for both comfort air- 
conditioning and in industries where high 
humidity is part of the process. Glass 
block are not subject to deterioration 
caused by moisture. 

Infiltration 

Insulux Glass Block are sealed in the 
building. They form a barrier against 
infiltration of dust, air and vapor. Winter 
drafts and summer vapor leakage are cut. 
Natural ventilation requirements can be 
met by installation of windows either inset 
in the panels or installed directly below 
the panels. 

Solar Heat Gain 

A comparative test showed 94 per cent 
more solar heat through steel sash than 
through glass block. However, as with 
sash, glass block transmit less solar heat 
when properly oriented and shaded. Data 
in Table 18, Chapter 15 of this Guide are 
for standard block. Other designs, such as 
the No-glare and Directional block afford 
further reduction. Data will be sent on 
request. 

Design, Sizes, Erection 

Insulux Glass 
Block is made in 
10 face patterns 
for residential or 
industrial uses. 

Sizes are: in. 

X in., 7% in. 

X 7% in, and 
\l% in. X \\% 
in. All are 3ji 
in. thick. Blocks 
are erected by 
laying in mortar 
like any masonry 
material. Complete technical data, des- 
cription, etc.y sent to you on request. 
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American Flange & Manufacturing Co. Inc. 

30 Rockefeller Plaza, New York 20, N. Y. 

Circle 7-3741 

Terro^erm 

Reg. U. S. PaL Off. 

STEEL INSULATION 

FULLY PROTECTED BY U. S. AND FOREIGN PATENTS 
ISSUED AND PENDING 



Installing Ferro-Therm 

Ferro-Therm Steel Insulation, made from 
rigid steel sheets with a special alloy coat- 
ing, reflects 90 per cent to 95 per cent of all 
radiant heat. This high reflectivity, com- 
bined with extremely low heat storage 
capacity, provides maximum insulating 
efficiency in a minimum overall thickness. 

Saves Pay Space and Weight 

In building construction, the general 
practice is to install one sheet of Ferro- 
Therm between roof rafters or over ceiling 
joists and between studs of exterior wails. 
In cold stors^e construction, the number 
of sheets of Ferro-Therm depends on the 
temperature to be maintained and the U 
value required. The k value of Ferro- 
Therm, based on tests, is listed in the Data 
Book of the American Society of Refriger- 
ating Engineers as 0.226 Btu per (hr) (sq ft) 
(*F temperature difference). Laboratory 
tests and thousands of applications have 
demonstrated that a wall of Ferro-Therm 
will provide insulating efficiency equiva- 
lent to a wall of mass insulation approxi- 
mately twice as thick. 


Assures Rapid Pull Down 
of Temperature 

The low heat storage capacity of Ferro- 
Therm is extremely important in achieving 
rapid pull down of temperature, and in 
saving refrigeration costs for the initial 
and each subsequent cooling of space. 
Specifically, the heat storage capacity of a 
single sheet of No. 38 gauge is 0.029 Btu 
per (hr) (sq ft) (®F temperature difference). 
This is approximately Vfe of the heat 
storage capacity of 1 sq ft of 1 in. thickness 
corkboard. 

Permanent, Fire-proof 
Insulation 

Ferro-Therm construction eliminates trap- 
ping of moisture condensate, with sub- 
sequent deterioration of the construction. 
As it is all-metal, Ferro-Therm cannot be 
penetrated by rodents, vermin or termites, 
and is absolutely non-combustible. The 
value of Ferro-Therm for fire protection 
is apparent. 


125° Below Zero Maintained in 
Altitude Test Chambers 

Ferro-Therm has proved its superiority in 
buildings, cold storage rooms, refrigerated 
cabinets, locker rooms, dry ice containers, 
refrigerated railway car construction, 
ovens, high-temperature storage tanks — in 
fact, practically every type of application 
where high insulating efficiency with 
economies in space and weight are a 
requisite. The most notable demonstra- 
tion of Ferro-Therm performance has been 
its selection for the insulation of altitude 
chambers for the testing of Army and Navy 
aviation equipment and personnel. In 
these chambers, temperatures as low as 
— 126®F were maintained, with a tem- 
perature drop of -{-70° F to —70° F in 
10 to 12 min. 


Our catalogs giving data and installation details 
on Ferro-Therm, will he sent upon request. 
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Armstrong Cork Company 

Building Materials Division 


Lancaster 



Pennsylvania 


Albany 

Chicago 

Offices 

Hartford 

Memphis 

Pittsburgh 

Atlanta 

Cincinnati 

Houston 

Milwaukee 

Providence 

Baltimore 

Cleveland 

Indianapolis 

Minneapolis 

Richmond 

Birmingham 

Columbus 

Jacksonville 

New Orleans 

Rochester 

Boston 

Dallas 

Kansas City 

New York 

St. Louis 

Buffalo 

Denver 

Los Angeles 

Omaha 

San Francisco 

Charlotte 

Detroit 

Louisville 

Philadelphia 

Tulsa 



In Canada 


Washington, E 


Montreal, Qle. Toronto. Ont. V^ancouver, K. C. Winnii’I-a., Man. 


Distributors 


Charleston 23 ,W. Va Capital City Supply Co. 

Eau Claire, Wis Horel-George Co. 

Fort Wayne, Ind Midland Engineering Co. 

Grand Kapida, Mich...._ Tony Batcnburg Insulation Co. 

Jamestown, N. Y Laco Roofing & Asbestos Co. 

Joplin, Mo — Joplin Cement Co. 

Little Rock, Ark Fischer Cement & Roofing Co. 

Manitowoc, Wis. 

Northwestern Asbestos and Cork Insulation Co. 


Portland 4, Ore Asliestos Supply Co. of Oregon 

San Antonio. Tex General Supply Co., Inc. 

Seattle 4, Wabh.„ Asbestos Supply Co of Seattle 

South Bend 23, Ind Midland Engineering Co. 

Spokane 12, Wash Asbestos Supply Co. of Spokane 

Springfield, Mo. Southwestern Insulation Co. 

Tacoma 2 Wash Asbestos Supply Co. of Tacoma 


For detailed technical information, samples, and descriptive literature, ask any office or distributor. 
Specifications appear in Sweet’s Catalogs for Architects, Engineers, and Power Plants. 


PRODUCTS — Armstrong's Corkboard, Cork Covering, Mineral Wool Board — 
Foamglas*, Heat Insulations, Armstrong’s Insulating Refracto- 
ries. Cushiontone**, Temlok**, Insulation Sundries. 


Corkboard 

The thermal conductivity of Armstrong’s 
Corkboard is 0.27 Btu per hour, per degree 
temperature difference, per inch thickness 
at 60°F mean temperature. It is furnished 
in rigid boards 12 in. x 36 in., 18 in. x 36 in., 
24 in. X 36 in., and 36 in. x 36 in., in 1 in., 
IJ^ in., 2 in., 3 in., 4 in., and 6 in. thick- 
nesses. Armstrong’s Corkboard conforms in 
all details to Federal Specification HH-C-561b. 

Cork Covering 

Armstrong’s Cork Covering is made of 
pure cork in sizes to fit all standard pipe 
sizes. The inside surfaces of each piece are 
machined to assure an accurate fit, free 
from moisture-catching air pockets. Cork 
covering is rigid and will not sag. Thick- 
nesses are: Light Duty (1.20 in. to 1.93 
in.); Standard (1.70 in. to 3.00 in.); and 
Heavy Duty (2.63 in. to 4.00 in.). 

Armstrong’s Fitting Covers are rigid and 
are designed to fit accurately all types of 
standard ammonia and extra heavy fittings, 
screwed, flanged, and welded. 

Mineral Wool Board 

Armstrong’s Mineral Wool Board equals 
or exceeds Federal Specification HH-M- 
371a for board or block form insulation; 
has low thermal conductivity; is moisture 
resistant, odorless; is easily handled ^nd 
erected; possesses structural strength. 


Standard size 12 in. x 36 in.; thicknesses 
1 in., in., 2 in., 3 in., 4 in. 

Foamglas 

Foamglas has a closed cellular structure 
which will not permit passage of air or 
moisture. It is efficient, moistureproof, 
fireproof, and offers effective, lasting insu- 
lation. This new type of insulation is made 
in standard 12 in. x 18 in. blocks; thick- 
nesses 2 in., 3 in., 4 in., and 5 in. It may 
be used to insulate all types of low-temper- 
ature storage rooms. 

Heat Insulation 

The Armstrong Cork Co. distributes and 
offers contract service on a complete line 
of high temperature insulations. In- 
cluded are: 85 per cent magnesia block 
and pipe covering; high temperature block 
and pipe covering; air cell block, sheet, 
and pipe covering; wool felt; hair felt; etc. 

Engineering and Contract Service 

All Armstrong offices and distributors 
maintain skilled erection crews. For aid 
in the solution of any technical problems 
involving insulation or acoustical treat- 
ment, and for literature and prices, get 
in touch with an Armstrong district office 
or distributor or the Armstrong Cork Co., 
Building Materials Division, Lancaster, 
Pennsylvania. 

♦T. M. Reg. U. S. Pat. Off., Pittsburgh Corning 
Corp. 

**T. M. Reg. U. S. Pat. Off. 
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TRENTON, N. J. 


Baldwin-Hill Co. 

549 Breunig Avenue, Trenton 2 , N. J. 

Plants in 



KALAMAZOO. MICH. HOUSATONIC. MASS. HUNTINGTON. IND. 


B-H No. 1 INSULATING CEMENT 

A plastic insulation pro- 
duced from high -tempera- 
ture-resisting, nodulated 
B-H black Rockwool com- 
bined with high-grade, long- 
fibre asbestos and colloidal 
clay. Effective up to 1800 
F ; rcclaimable up to 1200 F. 
Suitable for insulating large 
or small irregular surfaces, 
including those not suited to 
molded types of insulation. 
Contains a special rust inhibitor which pre- 
vents corrosion taking place between insu- 
lated surface and cement. Makes a secure 
bond on either hot or cold surfaces. In- 
stantly adhesive, easy and economical to 
apply. When mixed with water to trowel- 
able consistency, the nodules of B-H black 
Rockwool retain their physical properties; 
when dried out, the dead air cells in these 
nodules provide maximum insulating effi- 
ciency. Packed in strong 50-lb bags; can 
be stocked without breakage or loss. 

B-H KOLDBOARD 

Effective from 
-150 to 300 F. 
Made from 100 
per cent chemical- 
ly stable B-H 
Rockwool fibres, 
felted and bonded 
together to form 
flat, semi-rigid 
blocks which do 
not disintegrate or 
break down struc- 
turally under 
severe service con- 
ditions. Kold- 
board will not support combustion nor 
smolder when flame is applied. Low 
moisture absorption: 0.68 per cent at 
relative humidity of 65 per cent at tem- 
perature of 75 F. Thermal conductivity: 
0.29 Btu/sq ft/hr/F at a mean temperature 
of 70 F. Standard sizes: 18 in, and 36 in, 
long; 6 in., 12 in., 18 in., 24 in. wide; H in. 
to 4 in. thick; packed in high test fibre 
cartons. 




B-H MONO-BLOCK 

A one-block insulation effective over 
the full temperature range up to 1700 F. 


Fabricated of high-temperature-resisting 
B-H black Rockwool, felted by a special 
patented process. A strong, light-weight 
block, easily cut and fitted on irregular or 
flat surfaces. Low alkalinity factor in- 
sures stability under severe temperature 
conditions. Density — approx. 20 lb per 

cu ft. Standard sizes: 18 in. and 36 in. 
long; 6 in., 12 in. and 18 
in. wide; 1 in., 1}^ in., 

2in.,2J4in.,3in., 3J4 
in. and 4 in. thick- 
nesses. Other 
sizes to order. 

Packed in 
high -test 
cardboard 
cartons. 



B-H DUCT SOUNDLINER 

A rigid material felted of chemically 
stable Rockwool fibres. Provides an 
effective means of minimizing sound 
transmitted through the ducts, by instal- 
ling it inside the ducts, also provides ther- 
mal insulation. Does not disintegrate nor 
support combustion. Easily cut andffitted 
around bends in the duct — attached with 
either bolts or specially prepared acoustical 
cement. Standard sizes: 24 in. x 36 in.; 
% in. or 1 in. thickness. 

CATALOG ON REQUEST 

We invite you to write for fully illus- 
trated catalog giving more detailed 
specifications on these and other B-H 
Industrial Insulation Products of many 
types. 


INDUSTHmi 

IMSULflIIONS 

% 
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Insulation 


The Celotex Corporation 


General Offices 

120 South LaSalle Street, Chicago 3 



Celotex Cane Fibre Insulation prod- 
ucts are made by felting the long, tough 
fibres of bagasse into strong, rigid boards. 
They are manufactured under the Ferox 
Process (patented) which effectively pro- 
tects them from destruction by termites, 
fungus growth, and dry rot. They are 
integrally water- proofed which insures a 
non-hygroscopic insulation of low capillar- 
ity and enduring insulating efficiency. 


Celotex Insulating 
Sheathing 

An insulating, weather-resisting sheath- 
ing for use under any type of exterior. 
Surfaces and edges are moisture-proofed 
with a surface impregnation of asphalt. 

Sizes: 2 ^ thick; 4 ft wide: 8 ft, 
9 ft, 10 ft and 12 ft long. 


Celotex Insulating Lath 

Regular Insulating Lath — A cane 
fibre plaster base of high insulating effi- 
ciency. Surface provides a strong bond 
for plaster and the bevelled ed^es and ship- 
lap joint provide additional reinforcement. 

Size: 18 in. x 48 in.; thickness: in. 


Celotex Roof Insulation 

Regular Roof Insulation — A cane 
fibre product possessing superior insulating 
properties. It reduces roof heat trans- 
mission as shown by coefficients established 
in The Guide; reduces roof movement due 
to contraction and expansion. 

Size: 23 in. x 47 in.; thickness: in., 

1 in., 1 in. and 2 in. 


Cemesto 

A completely fabricated fire and mois- 
ture resistant structural insulating ^a\\ 


unit. Consists of a Celotex cane fibre core 
surfaced on both sides with a in. layer 
of asbestos-cement board. The established 
low thermal conductivity of the Celotex 
core is maintained in the manufacture of 
Cemesto. 

Sizes: 4 ft x 4 ft, 4 ft x 6 ft, 4 ft x 8 ft, 
4 ft x 10 ft, 4 ft x 12 ft; thicknesses: IJ^ 
in., in. and 2 in. 


Celo- Siding 

A weather-resistant, insulating, struc- 
tural siding. Replaces wood or other 
sheathing materials and provides the 
exterior finish as well. Made of a Celotex 
cane fibre core that has been asphalt 
coated on all sides and edges. The weather 
side is additionally coated with a high 
grade asphalt into which mineral granules 
are firmly embedded. 

Sizes; Thickness, % in. and in.; 
% in. — 4 ft x 8 ft (square edges only); 
% in. — 2 ft X 8 ft tongue and groove (long 
edges only), and 4 ft x 8 ft, 4 ft x 10 ft 
(square edges only). 


Celotex Rock Wool 
Products 

Available in the following forms — Loose, 
Granulated, and Paper-backed Batts. 
Celotex Rock Wool is made from the clean 
fibres of molten rock. It is incombustible 
and integrally waterproofed. 


0-T Ductliner 

An acoustical material designed espe- 
cially for duct lining in air conditioning 
systems. Absorbs duct noises. Made of 
rock wool and a special binder. Designed 
to withstand air duct humidity conditions. 
Is fire resistant and will not smoulder or 
support combustion. Thermal conduct- 
ivity of 0.30. 
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Douglas Co. 


Waco, Texas 


FLAME PROOF 

FIRE-RESISTANT 




EFFICIENCY 

The low thermal conductivity of Heat 
Stopper Insulation makes it ideally suited 
for all insulation requirements. K factor: 
0.24 Btu/hr/sq ft/ deg F/in, (See table.) 

EASY TO INSTALL 

Requires a minimum of labor and expense 
for installation. Unrolls like a rug. Com- 
plete flexibility insures uniform distribu- 
tion in all odd shaped spaces. An easy 
one man job. 

LIGHTWEIGHT 

The fluffy lightness of Heat Stopper Insu- 
lation gives maximum protection with 
minimum load factor. Density: % lb/ 
cu ft. 

NON-ABSORBENT 

The natural wax-like coating on each of 
the cotton fibres, along with the aid of 
chemical treatment, makes Heat Stopper 
Insulation resistant to moisture. 

FLAMEPROOF 

Treated with a chemical formula for per- 
manent fire-resistance. Effectively with- 
stands 1800 deg blow torch test. 


NON-IRRITATING TO THE SKIN 

Heat Stopper Flameproof Cotton Insu- 
lation contains no splinter or needle like 
points to injure skin or breathing passages. 
Always clean and fresh, has no odor. 


WILL NOT SETTLE OR PACK 

Because of its natural resiliency, Heat 
Stopper Insulation will not pack down 
from vibration or age. If ever compressed 
for any reason. Heat Stopper quickly 
regains original thickness or better w’hen 
exposed to air. 

REPELS HOUSEHOLD PESTS 

Heat Stopper Insulation will not harbor 
such household pests as insects, rats, mice, 
etc. Chemicals used in the tretament of 
Heat Stopper Insulation, although harm- 
less to humans, is repulsive to household 
I>ests. 



THERMAL CONDUCTIVITY OF T* THICK 
HEAT -STOPPER INSULATION AT DENSITY 
OF 0.95 LBS. PER CUBIC FOOT 


Heat Stopper Flameproof Cotton Insu- 
lation is available in a wide variety of 
widths and thicknesses to fit standard 
building requirements. 
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The Eagle-Picher Company 

General Offices: American Building, Cincinnati 1, Ohio 

Offices in Principal Cities 



EAGLE-PICHER 

A Remarkable Insulating 

Wool Made From Minerals 

Years ago Eagle-Picher pioneered 
a method of fusing and fiberizing 
carefully selected minerals into a 
dark gray insulating wool. This 
mineral wool is chemically inert. 

Fibers are mechanically strong, 
extremely resilient and flexible. 

They withstand expansion and con- 
traction without loss of efficiency 
even at elevated temperatures. 

From this mineral wool, Eagle- 
Picher has fabricated a long list of 
insulating products to meet a wide 
range of temperatures and opera- 
ting requirements. 

H-2 Loose Wool 

A clean fill insulation that is highly 
efficient for temperatures to 1200® F. 
Averages considerably lighter in weight 
than many rock and slag wools — goes 
farther. Fibers are soft and flexible. Eagle- 
Picher Insulation is as fireproof as the 
minerals from which it is made. Retains 
physical and chemical stability in presence 
of water. Packed in 40-lb bags. 


7-B Granulated Wool 

Another grade of fill insulation that has 
all the advantageous properties of Eagle 
H-2 Loose Wool. It consists of small 
pellets averaging H to in. in size. 
For all fill jobs in irregular spaces. May 
be poured. Packed in 40-lb bags. 


Low Temperature Felt 

A highly efficient insulating material for 
subzero and low temperatures (to 400® F). 
Available in densities 6-lb to 8-lb per cu ft. 
Recommended for refrigerator rooms, 
trucksi refrigerators, stoves, etc. Sheds 
water. Extensively used in marine field. 


Paper Backed Batts and Blankets 

These light-weight, sturdily constructed 
batts and blankets are easy to apply. 
One side is protected with asphalt coat^ 
paper which serves as an approved valpor 


barrier. Strong tacking flanges. Quickly 
cut with knife or shears. Two thicknesses 
— Ful-Thikand Semi-Thik. For home use. 


Super “66” Cement 

A high-temperature insulating cement. 
Easy to apply and trowels to a smooth 
finish. Actively inhibits rust. Will stick 
on any clean, heated surface. Dry cover- 
age 60-55 sq ft per 100 lb. 100 per cent 
reclaimable up to 1200® F. Packed in 
60-lb bags. 


Super temp Blocks 

An all-purpose high-temperature block 
insulation which will withstand elevated 
temperatures up to 1700® F without loss of 
efficiency or structural strength. Fibers 
are water-repellent. Light weight. Easily 
cut to fit irregularly shaped surfaces. 
Blocks withstand all normal vibration and 
abrasion encountered in use for which they 
are recommended. All standard sizes. 

Insulseal 

A protective coating for Industrial 
Insulation Blankets, Supertemp, “66” 
Cement and other kinds of heat insulation. 
Provides a permanent seal that safeguards 
insulation against air infiltration, moisture, 
water, fumes; also against vibration and 
abrasion. Does not support combustion. 

For more complete specifications and 
technical data on these and other Eagle 
Insulating Products, see Sweet’s Engi- 
neering or Power Plant catalogs. 
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Insul-Mastic Corporation of America 

General Offices: 

Oliver Bldg., Pittsburgh 22, Pa. 


GILSONITE INSUL-MASTIC TYPE “D” INSULATION 
One Single Application 

INSULATES, DEADENS SOUND, RUSTPROOFS, WATERPROOFS 
Steel, Copper, Tin, Galvanized Sheet Metal Ducts, Plates, Partitions, 
Buildings, etc.; Pipes, Pipe Lines; Oil Tanks, Water Tanks, etc. 


One single application of Gilsonite Insul- 
Mastic Type “D” Insulation reduces the 
acoustic properties of metal plates, metal 
partitions, metal ducts, etc. It insulates 
against cold, reduces heat losses, is im- 
pervious to humidity conditions, and pro- 
tects all surfaces over which it is applied 
against corrosion. It is chemically inert, 
and not subject to electrolysis. 

Type “D” is waterproof throughout its 
entire mass, and is especially effective in 
preventing mildew and rot caused by con- 
densation of moisture vapor on encased 
metal panels. The total moisture absorp- 
tion when kept continually submerged in 
water, is only 3.2 per cent — too small to 
exert any practical effect. 

A unique feature of Type is that, 
without any form of mechanical attach- 
ment, it bonds perfectly with surfaces 
when applied at any angle from straight 
vertical to straight horizontal, including 
ceilings. Its bond is unaffected by ex- 
tremes of heat or cold, and the material 
adheres tenaciously throughout its many 
year’s life of full efficiency. 

Type '‘D” is a highly viscous, semi- 
plastic material composed of from 65 per 
cent to 75 per cent granulated cork held in 
a matrix of genuine Gilsonite asphalt which 
surrounds each individual cork granule 
like a jacket. The total asphaltic base of 
Type “D” contains approximately 50 per 
cent washed select fine Gilsonite. Inert 
fillers of flake mica, asbestos fibre, etc., 
provide for prolonged efficient functioning. 

Application of Type “D” is easily and 
rapidly made by spray under high air 
pressure, thereby assuring uniform thick- 
ness of covering over entire surfaces spray- 
ed, regardless of “high” or “low” areas, 
angles, bolt or nail heads, or other surface 
irregularities. There are no joints or 
seams in a-sprayed-on application. (Type 
“D” can also be trowled.) The material 
dries in from 3 to 9 days depending upon 
weather, and reaches constant weight in 
about 18 days. 

The density of Gilsonite Insul-Mastic 
Type “D” insulation is approximately 16 
lb per cu ft when applied by spray and 
dried to constant weight. When applied 


by trowel, density varies according to the 
manner in which troweling is done; a fair 
average is 30 lb per cu ft when troweled 
by hand. The extremely low density (or 
high insulating value) of Type “D” ob- 
tained by spray application, is because 
that only by spraying can a large amount 
of desirable air cells be incorporated and 
retained in the mastic. 

Quantities of Gilsonite Insul-Mastic 
Type Insulation required for different 
thicknesses, per 100 sq ft are approxi- 
mately: 3^ in. — 12 gal; in.— 20 gal; 

% in. — 30 gal. When applied in. thick 
at the rate of 20 gal per 100 sq ft, the 
approximate weight of the applied material 
is 1 3^ lbs per sq ft. Shrinkage is negligible. 

The thermal conductivity (“K” factor) 
of Gilsonite Insul-Mastic Type “D” Insu- 
lation, per sq ft per 1 in. thickness, is .36. 

An application of Type “D” 34 in. 
thick reduces heat flow through metal 
plates from 60 per cent to 65 per cent. 

Gilsonite Insul-Mastic Type “D” re- 
tains its full functions of insulation and 
resistance to acids and akalies, throughout 
temperature ranges from 300 F to —30 F, 
but above 230 F, the coating becomes 
progressively more susceptible to injury 
by mechanical means. Down to —30 F, 
the material does not check, crack, scale, 
or lose its bond. 

Type “D” has a black, tar colored finish 
and does not require any additional paint- 
ing or other exterior surface treatment. If 
a bright surface is preferred, however, 
Insul-Mastic manufactures a gilsonite base 
aluminum paint which, by having the 
same base-binder as Type “D,” is com- 
pletely compatible with that material and 
which when sprayed over Type “D,” will 
not discolor or run apart from it. The re- 
sulting combination has the added ad- 
vantage of extremely high reflective prop- 
erties. If a colored finish is desired for 
beautifying purposes, Vermont Slate gran- 
ules may be sprayed over Type “D,” while 
wet, in any color or blend of colors. 

Type “D” is used as it comes from the 
drums. No pre-heating or other prepara- 
tion of the material is necessary. 

Catalog on request. 
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INSULITE 


General Offices 

500 Baker Arcade Bldg., Minneapolis 2, Minnesota 

THIRTY-FOUR YEARS PROVEN DURABILITY 



For 34 years engineers and architects have specified Insulite materials for structural 
uses, interior finish, low temperature duct lining, and for other thermal insulation and 
sound control work. Insulite materials have proved themselves practical through their 
performance on the job. 


STRUCTURAL MATERIALS 


Lok-Joint Lath — An insulating plaster 
base, fabricated from Graylite. Patented 
“Lok” firmly locks the sheets between 
supporting members. Thickness: in. 

Size: 18 x 48 in. 

Sealed Graylite Lok-Joint Lath — An 
insulating plaster base of Graylite, scaled 
on stud space side with an effective moist- 
ure vapor harrier. Has patented “Lok” on 
long edges. Same thickness and size as 
Graylite Lok-Joint Lath. 

Bildrite Sheathing is an asphalt-con- 
taining wood fiber insulating board manu- 
factured under an exclusive process which 
provides increased strength and moisture 
resistance. It is in. thick and has a 
gray-brown color. Thermal conductivity 
maximum: 0.36 Btu per inch thickness. 
Each sheet is marked to indicate proper 
nail spacing. Available in sizes 4 x 8 ft up 
to 4 X 12 ft with all edges square. Also 
available in 2 x 8 ft size with interlocking 
joint on long edges. Used as a structural 
sheathing board and as roof boarding. 

Condensation Control — Where low 
outside temperatures and high inside 
humidities may occur, authorities recom- 
mend “sealing the warm side and venting 
the cold side’^ of the wall to prevent con- 
densation. An adequate vapor barrier, 
Sealed Graylite Lok-Joint Latn, should be 
used on the warm (room) side of the wall 
thereby effectively reducing vapor trans- 





mission into the stud space. Bildrite 
Sheathing is designed to allow' any surplus 
vapor in the stud space to “breathe” or 
be vented to the exterior air. If vapor is 
trapped within the stud space and cannot 
escape through the sheathing, destructive 
condensation may occur. 

THE APPROVED INSULITE 
WALL OF PROTECTION 

This construction consists of Bildrite Sheathing 
on the exterior of the frame work and Sealed 
Graylite Lok-Joint Lath on the interior. Trans- 
mission coefficient (U) is shown below. 


Exterior 

Finish 

and 

Sheathing 

Interior Finish 

No Insulation 

Between Studding 

Plaster QA in.) on Sealed 
Graylite Lok-Joint Lath 

0/2 in.) 

Wood Siding. in. 

Bildrite Sheathing 

0.15 Btu /sq ft./hr/'F 


The above value is typical of results which can 
be obtained by utilizing Insulite materials in frame 
construction. For further (U) values refer to 
Chapter 6 pages 124 and 125. 



Applying Bildrite Sheathing 
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Applying Lok-Joint Lath 






Insulite 


Insulation . 


INTERIOR FINISH MATERIALS 


Graylite Building Board — An integ- 
rally treated asphalt containing wood fiber 
board of grayish brown color — burlap and 
linen textured surfaces. Thermal conduc- 
tivity nominal 0.35 Btu per inch thickness. 
Furnished in thickness of inch and 
sizes of 4 X 6 ft to 4 X 12 ft. 

Smoothcote Interior Board — Factory 
Coated Insulating Board with smooth, 
finished surface one side, having 68 per 
cent light reflection. Furnished in inch 
thickness only and in sizes of 4 x 6 ft to 
4 X 12 ft. 

Satincote Interior Board — Factory 
finished Insulating Board in colors light 
ivory and oyster white. Light reflection 80 
per cent for the light ivory color. Requires 
no further decoration. Resistant to abra- 
sion and washable. In I 2 inch thickness 
and in sizes of 4 x 6 ft to 4 x 12 ft. 

TileBoard — Available in Smoothcote 
and Satincote. TileBoard is furnished 
with the Lok-Grip Joint that permits con- 
cealed nailing and which together with the 
Lok-Pin (a flat diamond shaped metal 
dowel) definitely and mechanically safe- 
guards against any falling units even 
though no face nailing is used. 

Smoothcote and Satincote TileBoard 
available in H inch thickness and sizes of 
12 X 12 inches to 16 x 32 inches. 

Plank — Available in Smoothcote and 
Satincote. Plank has the Lok-Grip joint 
which permits concealed nailing and is 
beveled and beaded both long edges. 
Smoothcote and Satincote Plank furnished 
in inch thickness, widths of 8 to 16 
inches and lengths of 8 to 12 ft. 

Acoustilite — A high efficient acousti- 
cal material for sound control. Coefficient 
of sound absorption, at 512 cycles, is 0.79 



Aeousiiliie or Fibtrlite effedively 
quiet and control sound 


when mounted on solid background and 
0.80 when on furring strips. Noise re- 
duction coefficient is 0.65 when mounted 
on solid background and 0.76 when on 
furring strips. Factory painted in buff, 
(light reflection 77 per cent) and in white 
(light reflection 80 per cent). Units have 
a butt joint and are beveled on four edges. 
Thickness, ^ in.; sizes, 12x12 in. to 16x32 in. 

Fiberlite — An efficient sound absorp- 
tive and decorative material. Coefficient 
of sound absorption, at 512 cycles, is 0.53 
when mounted on a solid background and 
0.72 when on furring strips. Noise re- 
duction coefficient is 0.55 when mounted 
on solid background and 0.65 when on 
furring strips. Factory painted in buff 
(light reflection 77 per cent) and in white 
(light reflection 80 per cent). Units have 
a butt joint and are beveled on four edges. 
Thickness, in. ; sizes, 12x12 in. to 16x32 in. 

HardBoard Products 

HardBoard materials are tough, durable, 
grainless, pressed wood fiber boards with a 
hard , smooth surface. Available in a range 
of densities from 55 to 68 Ib/cu ft. Thict 
nesses are from Ko to ^6 in. and sizes of 
4 X 2 ft to 4 x 12 ft. 

Industrial Insulation 

Industrial Insulation is a wood fiber 
board for use in all types of manufacturing 
industries producing items such as refriger- 
ators, coolers, showcases, brooders, parti- 
tions and cabinets. 

It can be cut-to-size and fabricated to 
customer’s specifications. Three types of 
industrial board are available, 

Lowdensite Industrial Board — A 10 
to 14 lb density board with an average 
tensile strength of 100 Ib/sq in. and an 
average conductivity of 0.30 Btu/hour 
/sq ft/F/inch thickness. 

Ins-Lite Industrial Board — A 14 to 
18 lb density board with an average tensile 
strength of 250 Ib/sq in. and an avera^ 
conductivity of 0.33 Btu/hour/sq ft/F 
/inch thickness. 

Graylite Industrial Board — Differs 
from two above products in that it has an 
integral asphalt treatment which provides 
increased strength and moisture resistance 
as well as minimum thickness and linear 
expansion. A 16 to 20 lb deniuty board 
with an average tensile strength of 350 
Ib/sq in. and an average conductivity of 
0.35 Btu/hour/sq ft/F/inch thickness. 
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Insul-Wool Insulation Corp. 

General Offices, Wichita, Kansas 

Factories in Following Cities 

Atlanta, Ga. Dallas. Tex Kansas City, Mo. 

Cleveland, Ohio Des Moines, Ia. St. Louis, Mo. 

Council Bluffs, Ia. Detroit, Mich. Trenton, N. J. 


Wichita, Kans. 



Oklahoma City, Okla. 



Insul-Wool is a non-mineral, fibrous 
insulation of the “fill” type — made of wood 
pulp, a natural insulation material. By 
the special “Insul-Wool” method, the 
wood pulp is converted into a loose fluffy 
substance which, when installed in a build- 
ing, forms a soft heat-resisting blanket 
having millions of tiny air cells capable of 
resisting passage of either heat or cold. 

UNIFORMITY OF PRODUCT 

Only one grade of Insul-Wool is made 
and every “run” is tested at the factory 
to insure uniformity of product and un- 
varying high quality. It is free from grit, 
silicon particles, or “shot.” Insul-Wool 
is distributed and installed only by special- 
ly trained men — direct factory represen- 
tatives. 

RESISTANT TO FIRE AND VERMIN 
Insul-Wool’s patented method of 
chemical treatment makes Insul-Wool 
thoroughly and permanently vermin and 
fire resistant. 


ADVANTAGES OF INSUL-WOOL INSULATION 


1. It is manufactured from wood pulp, a 
natural insulating material. 

2. Chemical treatment makes Insul-Wool 
safe under all conditions and hazards. 

3. Its light weight, 5^ lb per square foot, 
4 in. thick, adds very little load to the 
ceiling rafters. 

4. Insul-Wool is a permanent type insu- 
lation which does not pack or settle 
and outlasts the building in which it is 
installed; this is backed by a Bonded 
Guarantee. 


5. Insul-Wool does not attract moisture. 

6. Cuts fuel costs up to 51 per cent and 
reduces Summer temperature up to 20® 
F in the home. 

7. Meets U. S. Government requirements 
of Federal Construction with a thermal 
conductivity of 0.24 Btu per hour, 
per sq ft, per degree Fahrenheit, per 
inch thickness. 


Analysis of Insul-Wool in Terms of Commercial Thickness 


Material 

Commercial Form 

Comm'l. Thickneas Inches j 

D. Wt. Per Cu. Ft. 

C. Conductivity 

INSUUWOOL 

Wood Fiber-Looie Type, 
permanently treated for 

1 

4 

2.5 

0.24* 

0,067** 


vermin and fire. 





♦Kansas City Testing Laboratory, Inc., February 26, 1938. 
•*J. C. Peebles, Armour Institute of Technology, April 8, 1937. 


Complete data on Insul-Wool Insulkting Product will be sent upon request. 
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The Korfund Company, Inc. 

48-50 32nd Place 


Long Island City 1, N. Y. 


Representatives In 



Principal Cities 


TYPE LK UNIVERSAL VIBRO-ISOLATORS are 

recommended for isolation of compressor and condens- 
ing units where almost perfect absorption of noise and 
vibration is required, as for instance on upper floors of 
office buildings, hospitals and hotels. These units 
absorb vibration in all directions and provide for both 
horizontal and vertical adjustment. Loading range 
75-12,000 lb. Catalog LK-550. 


KORFUND CORK PLATES provide a high 
degree of noise and vibration isolation when 
applied to compressors mounted on a slab of 
concrete. Since Cork Plates should be loaded to^ 
a minimum of 1,500 lb per sq ft, it is ^Idom^ 
necessary to cover the entire area of concrete. 
Instead, a number of Cork Plates of dimensions 
8 in. X 8 in., or smaller, may be spaced under the 
concrete so that the load will be evenly distri- 
buted over the several plates. Bulletins Bc-13; 
Bc-22. 




The TWIN RAIL FAN BASE 
is a development in fan and blower 
isolation which incorporates many 
new and exclusive features. Inter- 
changeable prefabricated parts are 
used throughout. It is light in 
weight, yet has great rigidity to 
vertical and lateral stresses. The 
Twin Rail Base is easily assembled 
and installed, and is fully adjust- 
able. Rubber-in-Shear, Cork, or 
Steel Spring Isolators are supplied, 
depending upon requirements. 
Catalog TR-800. 



The Korfund Go.» Inc.« is exclusive national distributor of ARMSTRONG 
STANDARD DENSITY VIBRAGORK in 2 in., 3 in^, and 4 in. thicknesses, 
loading capacity 1500 to 4000 lb per sq ft. 
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Johns-Manville 

ExecuHve otBces: 22 East 40th Street, New York 16, N. Y. 

Offices in All Large Cities 



Johns-Manville 

Johns-Manville Rock Wool Home In- 
sulation is a light, fluffy mineral wool, 
highly efficient in heat-proofing practically 
any building, old or new. It is durable, 
rot-proof, fire-proof and odorless, and will 
not corrode or settle. Full stud thickness 
of this material will save up to 30 per 
cent on fuel in winter and help keep rooms 
up to 15 deg cooler in hottest weather. 
J-M Rock Wool Home Insulation is fur- 
nished in two forms: for new construction. 



Applying J^M Super-Fell Type B halts in new home 


in easily handled batts; for existing build- 
ings, in nodulated form to be installed 
pneumatically. 

For New Construction 
J-M Super-Felt Type B Batts 

Super-Felt Type B Home Insulation is 
furnished in pre-fabricated batts of uni- 
form thickness and density, in both full 
stud thickness and semi-thick, in sizes 
15 X 23 in. and 15 x 48 in., designed to fill 


Home Insulation 

completely the space between studs, joists 
and rafters on the usual 16 in. centers. 
The sturdy felted “ wooF' is strong enough 
to be handled rapidly without damage. 
The batts are backed with waterproof, 
vapor-resistant paper, extending on both 
the long sides in IJ^ in. wide flanges, by 
which the batt is fastened in place and 
which also aid in sealings the joints. This 
backing protects against penetration of 
moisture from wet plaster and also resists 
infiltration of moisture vapor from the 
house into the wall. 

As a further protection against moisture, 
the felted wool is also waterproofed. 

Super-Felt may also be obtained in 
blanket form, in Thick, Medium and 1 in. 
thicknesses. The blankets have a water- 
proof vapor barrier paper on one side and 
a permeable kraft paper on the opposite 
side, cemented together along the long 
edges to form a strong nailing flange. 

For Existing Homes and Buildings 
Type A “Blown” Rock Wool 

Type A Rock Wool is blown pneu- 
matically into the spaces between studs in 
outer walls and between rafters or joists in 
roofs or attic floors. Insulation thickness 
in walls corresponds to stud depth, ap- 
proximately in.; the density, approxi- 
mately 5 to 8 lb per cu ft, assures maximum 
thermal efficiency. This type of insulation 
is installed only by Johns-Manville or by 
Approved J-M Home Insulation Contrac- 
tors, who are equipped with the necessary 
apparatus and trained crews. 

Write for Details 

Complete information on all types of 
J-M Rock Wool Home- Insulation will be 
furnished on request. 


J-M Airacoustic Sheets for lining Air-Conditioning Ducts 


J-M Airacoustic Sheets, for duct linings 
of air conditioning s^tems, are flame- 
proof, highly sound -absorbent and mix- 


ture - resistant, with a surface which wilt 
not materially increase friction losses in 
the duct system. Write for Bulletin AC-23 A.. 
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JohnS’Manville Pipe and Boiler Insulation 



J-M 86% Magnesia Pipe Insulation 


J-M Pre-Shrunk Asbestocel 
Pipe Insulation 

Cellular type of insulation for pipes 
carrying low pressure steam or hot water. 

Made up of alternate layers of plain and 
corrugated, specially-treated, moisture- 
resistant, asbestos paper. Three finishes: 
Glazed White for quick application, will 
not carry flame; asbestos paper; and 
regular canvas cover. 

Furnished in 3-foot sections, in thick- 
nesses of 2 to 8 plies, each ply approxi- 
mately ]4: inch thick.* 

J-M 85% Magnesia 

Recommended as the most widely used 
insulation of the molded type for tempera- 
tures up to 600 F. Pipe insulation is 
furnished in sectional or segmental form 
for all commercial pipe sizes,* in thick- 
nesses up to 3 in. Blocks are 3 in. by 
18 in. and 6 in. by 36 hi., flat or curved, 
from 1 in. to 4 in. thick. Minimum thick- 
ness for curved blocks, 1J4 in. 

J-M Pre-Shrunk Wool Felt 
Pipe Insulation 

Due to its dual-service liner — an asphalt- 
saturated felt — J-M Pre-Shrunk Wool Felt 
is equally effective and durable on either 
hot or cold water service piping. By the 
use of moisture-resistant felts, shrinkage 
troubles have been minimized. 

Supplied in the regular canvas finish, it 
is furnished in 3-ft sections in thicknesses 
of in., in., 1 in., Double in., and 
Double % in., for pipe sizes of in, and 
larger.* 


J-M Asbesto- Sponge Felted 
Pipe Insulation 

Recommended on all high pressure 
steam piping at temperatures up to 700 F 
where insulation may be subjected to 
rough usage or where maximum efficiency 
and durability are desired. Furnished in 
3-ft sections up to 3 in. thick, for all com- 
mercial pipe sizes.* 

J-M Superex Combination 

Superex Combination Insulation (an 
inner layer of high temperature Superex 
and an outer layer of 85% Magnesia) is 
recommended where temperatures exceed 
600 F. Superex and Magnesia are both 
furnished in sectional and segmental pipe 
covering, and in block forms. 

J-M Asbestocel Sheets and Blocks 

Asbestocel Sheets and Blocks are used 
for insulating warm-air ducts, flues, heater 
casings and fan housings in ventilating 
systems. Temperature limit 300 F. Fur- 
nished 6 to 36 in. wide by 36 to 96 in. long, 
from 14: ill* to A in. thick, 

J-M Rock Cork Sheets and 
Pipe Insulation 

J-M Rock Cork is made of mineral wool 
and a rnoisture-proof binding ingredient 
molded into sheets for insulating refriger- 
ated rooms, air conditioning and other low 
temperature equipment; and into sectional 
pipe insulation with an integral waterproof 
jacket, for all low temperature service. It 
is strong, durable, and will not support 
vermin. Because of its unusual moisture 
resistance, its high insulating efficiency is 
maintained in service. 

Furnished in sheets 18 in. by 36 in., in 1, 
iHf 2, 3 and 4 in. thicknesses; also 18 in. 
by 18 in. by 1 in. thick. In lagging form, 
for curved surfaces, supplied 18 in. long 
by 1}^, 2, 3 and 4 in. thick, 2 to 6 in. wide^ 
dependinp; on diameter. In pipe covering 
form, in ice water, brine and heavy brine 
thicknesses, for all commercial pipe sizes.*' 

Details on Request 

Write for complete information on any 
Johns-Manville insulating material. 


*Al8o available in sections to fit straight runs of 
copper pipe or tubing with outside diameter % in., 
and larger. 
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Kimberly-Clark Corporation 

Neenah, Wisconsin 



I. 4 CAN Ml oil 


KIMSUL* insulation . . . 

a many-layer, wood fiber blanket 
with these 12 advantages: 


A rnoDucT or \ 


1. M any- layer Const^-uction. Kimsul* 
insulation is scientifically designed on the 
many-layer principle. Dozens of layers 
create millions of tiny trapped-air cells, 
effectively shut heat in during winter, lock 
it out in summer. 

2. Handy Compressed Package. Kim- 
sul comes compressed to l/5th installed 
length. Reduces storage, shipping and 
handling charges. 

3. Extra Width. The Kimsul blanket 
is made extra w'ide to provide fully insu- 
lated fastening edges. 


7. Low “k” Factor. Thermal efficiency: 
0.27 Btu/hr/sq ft/ deg F/in. (J. C. 
Peebles, Armour Institute). 

8. Lasting Protection, Kimsul is long- 
lived because of the materials from which 
it is made; wood fibers impregnated with 
asphalt. 

9. Resists Fire, Moisture, Vermin and 
Fungi — Is Termite-Proof. 

10. Non-Settling. Won’t sag or settle. 
Rows of strong stitching, running the 
length of the blanket, hold Kimsul at 
the proper density. 


4. Flexibility. Fits in corners, tucks 
behind pipes, electrical wiring and other 
obstructions. 

5. Excellent Caulking. Trimmed pieces 
make effective caulking around w'indow 
and door frames. 


6. PYROGARDt fire-resis- 
tant cover. Chemically treated 
to resist fire just as the inner 
layers of Kimsul are treated. 


*T.M. Reg. U.S. & Can. Pat. Off. 
tTrademark 



11. Light Weight . . . Easy To Install. 

1,000 sq ft of Standard Thick Kimsul 
weighs 115 lbs. Average density, includ- 
ing Pyrogard cover is 1.4 lbs per cu ft. 
A precut, prefabricated blanket, Kimsul 
is easy for any one to install. 

12. 3 Thicknessess ... 4 
Widths. Kimsul blanket comes 
in Commercial Thick (about 
in.), Standard Thick (about 1 in.) 
and Double Thick (about 2 in.) 
. . . giving choice of thicknesses 
to fit specific needs. Each thick- 
ness is available in four standard 
widths: 16 in., 20 in., 24 in., 
and 48 in. 



For easy measuring, trademarks 
are printed at approximately £ ft 
intervals on expanded blanket. 




KIMSUL can he cut to fit non-’ 
standard spaces. Just saw the 
KIMSUL upll as shown. 


Clean, rapid and permanent in- 
stallation in walls, ceilings or 
roofs. No sharp particles. 
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Kimberly-Clark Corporation 


Insulation 


PERFORMANCE OF 

KIMSUL INSULATED WALLS AND CEILINGS 


Calculations apply to a one-story home in the 
Chicago area. 

As shown in the table, almost any desired per- 
formance can be produced by insulating with 
KIMSUL. The economic thickness provides the 
best balance between insulation costs and resultant 
fuel savings. 

Surface I 

Ten^jCTature j 

Coal Consumption 
Reductions 

Wall 

Ceiling 

Tons per 
Season 

Tons Saved 
per Season 

%Coal 

Saved 

No Insulation. . . . 

60.0 

52.0 

1 12.1 




64.4 

60.0 

8.0 

4.1 

33.9 

Standard Thick 

65.3 

63.0 

7.1 

5.0 

41.3 

Double Thick 

66.5 

65.4 

6.4 

5.7 

47.1 

KIMSUL in Walls Commercial Thick in Walls 
and Ceilings. . . Standard Thick in Ceilings 

64.4 

63.0 

7.5 

4.6 

38.0 

Commercial Thick in Walls 

Double Thick in Ceilings 

64.4 

65.4 

1 7.0 

5.1 

42.1 

Standard Thick in Walls 

Double Thick in Ceilings 

65,3 

I 65.4 

6.7 

5.4 

44.6 

KIMSUL in Commercial Thick 


60.0 

9.1 

3.0 

24.8 

Ceilings C^ly Standard Thick 


63.0 

8.5 

3.6 

29.7 

Double Thick 


65.4 

8.1 

4.0 

33.1 


, 



SPECIFICATIONS AND INFORMATION 


Specihcation 

Nonunal 

Thickness 

Thermal 

Resistance 

..R.. 

Sq Ft/Roll Standard Widths 

Awroximate Net 
Weight per M 
Square Feet 

16. 20, 24 Inches 

48 Inches 

Commercial Thick 

0.5 In. 

1.85 

200 

500 

75 Lbs. 

Standard Thick 

I.O In. 

3.70 

200 1 

500 

126 Lbs. 

Double Thick 

2.0 In. 

7.40 

100 

250 

236 Lbs. 



FOR YOU— 

This Application Data File. 

A technical manual to help solve your insulation 
problems. A request on your letterhead will 
bring you a free copy. 




Flexible KIMSUL is easily 
applied lo difficuU positions* 
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Insulation 


Lockport Cotton Batting Co. 

Lockport, New York 


FLAMEPROOFED 



COTTON INSULATION 


Fire proofed and manufactured under Department of Agriculture Specifications 



Lo-“K” is made of processed American 
cotton of varying thicknesses, packaged in 
rolled form, with or without Kraft paper 
backing — an added moisture barrier. 

Thermal Conductivity — The “k” 
value for cotton is 0.24 Btu/hr/sq ft/ 
degree F/inch, {See table.) 

Light Weight— Weight of 1 cu ft is 
% lb. {See table.) 

Flame-Proofed — To comply with De- 
partment of Agriculture specifications to 
withstand a temperature of 1800° F. This 
flameproofing is accomplished by a process 
that Lockport has used exclusively for 
over 15 years. 

Moisture-Resistant — Chemical treat- 
ment, combined with natural protective 
coating on cotton fibres, enables cotton to 
effectively resist moisture. Prevents rot 
and mildew. 

Smooth Texture — Cotton contains 
none of the sharp particles that can harm 
workmen’s hands during process of in- 
stallation. 

Flexible — Cotton batt may be expanded 
or contracted to fit any enclosure. It easily 
passes over and under pipes and wires. 

Easy to Warehouse and Handle. 
Offers far more “compressibility,” Re- 
quires one third the trucking and ware- 
house space of ordinary insulation. 

Simple and Economical to Install. 
Saves from 25 to 40 per cent in time and 
labor costs. 


Designed to Maintain Maximum 
Utility throughout the life of the struc- 
ture. Resists all types of deterioration. 
Will not sag or settle. 

Packaged in Rolled Form. 

Thicknesses — inches: 1, 2, 3, 

Width — 16, 20, 24 in. centers. Lengths: 
Standard from 12 ft up. 

Available in Quantity — Lockport is 
establishing dealers in principal distribu- 
ting centers. If your dealer doesn’t hap- 
pen to have Lo-“K” in stock, we invite 
your inquiry for prices and samples. 
INSULATING VALUE OF VARIOUS INSULATORS* 
The coefficients of conductivity (Jk value) are ex- 
pressed in Btu per hour per square foot per degree 
Fahrenheit per 1 in. of thickness. 


Type of Ineulation 


Value 

Cotton : 1 nsulating Batt 

.875 

0.24 

Rock Wool: Fibroui material made 



from rock 

10.00 

0.27 

Mineral Wool: Fibrous material made 



from mineral slag 


0.27 

Glass Wool: Fibrous material made 



from glass slag 

1.50 

0.27 

Rimd Insulation made from sugar cane 



fibre 

13.50 

0.33 

Chemically treated wood fibre betweoi 

layers or paper 

3.62 

0.25 

Eel grass between layers of paper 

Stitched and creped expanding fibrous 

3.40 

0.25 

blanket 

1.50 

0.27 

Shavings; Various fr<Hn planer 

8.80 

0.41 

Corkbwd: No binder added 

7.00 

0.27 

Rigid insulation made from wood fibre. . 

15.90 

0J3 

Rigid fibre board made from shredded 



wool and cement 

24J0 

0.46 


“Compiled from Chapter 6. 

h*'*" indicates temperature conductivity. 
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Insulation 


Mundet Cork Corporation 

7101 Tonnelle Ave. insulation division North Bergen, N. J. 

Manufacturers of Gorkboard, Cork Pipe CoTerlnd, Compressed Machine^ Isolation Cork, 
Natural Cork Isolation Mats, and all kinds and varieties of Cork Specialties. 

Authorized contractors for high temperature insulation. 

Mundet Branches 

Atlanta, Ga. Cincinnati 2. Ohio Jacksonville 6, Fla. Philadelphia 39, Pa. 

Boston Dallas 1, Tex. Kansas City 7, Mo. St. Louis 4. Mo. 

(No. Cambridge) 40, Mass. Detroit 21, Mich. Los Angeles t Maywood) San Francisco 7, Calif. 

Chicago 16, III. Houston 1, Tex. New Orleans 16, La. 


Mundet Distributors are Located in the Following Cities — Names and Addresses on Request 


ARIZONA 


Phoenix, Tucson 


COLORADO Denver 

CONNECTICUT Hartford 

D. C. Washington 

IOWA Amana 

MINNESOTA Minneapolis 

MARYLAND Baltimore 


MONTANA 


Anaconda 


OHIO Toledo 

OKLAHOMA Oklahoma City 
OREGON Portland 

RHODE ISLAND Providence 

SOUTH DAKOTA Brookings 

TENNESSEE Johnson City 
Knoxville, Memphis, Nashville 


TEXAS El Paso 

UTAH Salt Lake City 

VIRGINIA Norfolk, Richmond 
WASHINGTON Seattle, Tacoma 
W. VIRGINIA Charleston 
WISCONSIN Appleton 


NEW ^ ORK, Averill Park, Buffalo, Plattsbuhq, Rochester, Utica, Westburt, L. I. 


Natural Cork — Cork in its natural 
state consists of minute hermetically sealed 
cells containing “dead” air. Approxi- 
mately 200,000,000 cells per cubic inch. 
Cell walls are resinous, resilient, and im- 
pervious to the passage of air. There is 
no “free” air to conduct heat or moisture 
through the mass and no capillary at- 
traction. 

Mundet “Jointite” Gorkboard 

— for all low temperature insulation and 
for acoustical correction. Natural cork is 
ground into 34 in. to 54 in. granules and 
compressed under heat in moulds to pro- 
duce Mundet flat or shaped corkboard. 
Air spaces between granules are eliminated 
by the pressure and the milled resin in the 
cell walls cements the mass into a homo- 
geneous structure retaining the properties 
of natural cork. 

Mundet Corkboard meets U, S. Govern- 
ment Master Specifications. Its heat 



Section of Mundet Moulded Cork Pipe Covering with 
Fitting. The pipe covering is made tn sections 30 in. 
long, to fit all sizes of pipe. 


transmission is guaranteed not to exceed 
.29 Btu when tested in accordance with 
Bureau of Standards regulations. In 
actual cold storage practice, this figure 
may be safely reduced to .27 Btu. Sold in 
standard 12 in. x 36 in. sheet. Standard 
thicknesses, 34 in., 1 in., 134 in., 2 in., 
3 in., 4 in., 6 in. 

Mundet “Jointite” Cork Pipe Covering 

Shown below, with fitting cover. Pro- 
tects all types of low temperature lines. 
Made in 3 thicknesses, with complete line 
of standard covers, suitable for pipes 
carrying sub-zero to 50 F temperature. 

Mundet Cork Vibration Isolation 

Machinery vibration encountered in 
heating and ventilating work is effectively 
controlled by the use of Mundet Natural 
Cork Isolation Mats. These consist of 
blocks of pure cork, held together within a 
rigid steel frame or bound with asphalt 
paper applied with hot asphalt top and 
bottom. Mundet steel bound mats are 
usually used under exposed mounts; as- 
phalt paper bound mats under concrete 
foundations of the envelope type. 

Engineering and Specification Service 
Our engineering department is at the 
service of Architects and Engineers, to 
assist and advise in the preparation of 
specifications pertaining to cork. This 
service is available without obligation to 
any one who has a low temperature in- 
sulation or a vibration isolation problem. 
Our latest catalogue will be sent on re- 
uest. It is replete with information and 
ata of value to every specification writer 
whose field touches our products. 

Mundet Contract Service 
Covers the complete installation of our 

B icts, in accordance with best estab- 
practice. Divided responsibility is 
avoided. Materials and workmanship are 
guaranteed. 
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Insulation 


The Pacific Lumber Company 

100 Bush Street, San Francisco 


LOS ANGELES 
CHICAGO 
NEW YORK 




PALCO WOOL Provides Efficient Insulation 

Constant low temperature control within extremely close 
ranges requires an insulation of high thermal efficiency. 
PALCO WOOL, with its low thermal conductivity of .255 
Btu, has proved to be one of the most efficient types of 
insulation in use today throughout the United States and 
Canada. It has the quality of being entirely self-support- 
ing within a wall. Because of its lasting resilience PALCO 
WOOL will not settle nor compact over an extended period. 
Permanence is further insured by its exceptional ability to 
withstand moisture and resist decay and deterioration. 
PALCO WOOL is inherently repellent to insects, vermin 
and pests. It is odorless itself, and will not absorb odors. 
Specially processed PALCO WOOL is additionally treated 
under an exclusive SAFEKIZED process to make it flame- 
proof. Due to its permanent low cost, PALCO WOOL 
has proved exceedingly economical to use. Its high efficiency 
assures continued savings in operation and maintenance. 



Typical Wall and Ceil- 
ing Wood Ftnish jor Loiv 
Temperatures. 



Accepted Partition Con- 
struction between Freezer 
and Cooler with Wood 
Finish Wall and Floor, 
and Concrete Chill Floor. 


Check These 8 Proved 
Qualities of PALCO 
WOOL 

1. High Thermal Efficiency 

2. Economy 

3. Durability 

4. Non-Settlement 

5. Odor-Proof 

6. Vermin-Repellent 

7. Moisture-Resistant 

8. Fire-Resistant 


Recommended Thick 
ness of PALCO WOOL 

For temperature of: Use 


34° F 4" 

25° F b" 

10° F 8" 

0° F 10" 

-10° F 12" 

-20° F .,.14" 

-30° F 16" 

Walls between freezers 
(i.e. 0° F) and coolers 
(i.e. 36° F) 10" 


For Further Engineering Details, Send for Your Copy of the new PALCO WOOL 
COLD STORAGE MANUAL 



etc. 



Normal Frame Con- 
struction, Wood Walls, 
Flooring, and Exterior 
SiiHng for Cold Storage. 
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INSULATION 


Manufactured by 

Reflectal Corporation 

155 East 44th Street 

New York 17, N. Y. 


HEAT INSULATION for ALL PURPOSES 



Easy to Apply 



Handy Package — 250 Sq Ft of Insulation 


Alfol Building Blanket — for all Types of 
Building Structures. 

Alfol Building Blankets consist of spaced 
layers of Alfol Aluminum Foil Insulation at- 
tached along the edges to a liner sheet of heavy 
vapor proof paper. 

Packaged in handy rolls of 250 sq ft each for 
use on 16 in., 20 in. or 24 in. centers. Weighs 
less than 1/10 lb per sq ft. 

• High Insulation Efficiency. 

• Positive Vapor Barrier. 

• Low Heat Storage Capacity. 

• Negligible in Weight. 

• Moisture Proof. 

• Durable. 

• Odorless and Clean. 

• Easily Applied. 

• Low Cost. 


Specifications 


Description 

Widths 

Net Area 
per Roll 

Net Weight 
per RoU 

Type 1.— 1 Uyer ALFOL 

l6"'-24^ 

250 sq. h. 

17 lbs. 

Type 11. — 2 Layers ALFOL 

!6'^-2r-24'' 

230 sq. ft. 

19 lbs. 


See technical data in ‘Table 1, Section C, Page 116, 
this volume. 


ALSO 

• ALFOL PREFABRICATED INSULATION PANELS 

For Tanks, Towers, And All Types of Heated Equipment. 


• ALFOL ASBESTOS 

Alfol Aluminum Foil Insulation Laminated To Asbestos For Ovens, Ranges, Boiler 
Jackets, Hot Water Heaters, And All High Temperature Insulation Purposes. 

• ALFOL JACKETING 

Heavy Reinforced Paper Combined With Alfol Aluminum Foil. Provides Insulation 
And Vapor Barrier In One Convenient Form. For Refrigerator Cars, Trucks, Buses, 
Trailers, Etc. 

Write for complete information, catalogs and prices. 
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Insulation 


Silvercote Products, Inc. 

161 East Erie Street, Chicago, 111. 


1 .\ i: K r OT i: 


C/(efee4SGt^^ INSULATION 


SILVERCOTE INSULATION 

Silvercote — A reflective insulation de- 
signed to retard the transfer of heat by a 
combination of heat reflective surfaces and 
air spaces, is manufactured in three forms 
to meet various insulation requirements. 

Silvercote Fabric — A fabric reinforced 
insulation and vapor barrier consisting of 
two sheets of Silvercote paper laminated 
with specially prepared asphaltum and 
reinforced with an interlining of in. 
mesh jute fabric imbedded in the lamina- 
tion. The two exposed silver-like surfaces 
retain their high reflectivity to radiant 
heat under the most severe conditions 
encountered in the building construction, 
air conditioning and refrigeration fields. 
Silvercote Fabric weighs approximately 
100 lb per thousand sq ft and is available 
in 500 sq ft rolls in standard widths of 
26 in., 36 in,, 49 in., and 52 in. Special 
widths up to 120 in. can be manufactured 
for industrial users. 

Silvercote Duplex — A product similar 
to Silvercote Fabric except that the re- 
inforcing fabric is omitted. Silvercote 
Duplex has the same insulating and vapor 
barrier values as Silvercote Fabric. Silver- 
cote Duplex is available in standard 
widths of 26 in., 36 in., 49 in., and 52 in. 
in 500 and 1000 sq ft rolls. Weight: 
approximately 65 lb per thousand sq ft. 

Silvercote Simplex — An economical 
reflective insulation designed for use where 
a vapor barrier is not called for. Silvercote 
Simplex is a single sheet of kraft paper 
coated on both sides with the Silvercote 
surface. Silvercote Simplex is available 
in 2000, lOOO and 500 sq ft rolls of 36 in. 
and 54 in. width. Weight: approximately 
30 lb per thousand sq ft. 

SILVERCOTE— HEAT AND 
WATER VAPOR BARRIER 

Insulation Value — The thermal con- 
ductance of Silvercote Fabric dividing a 
IJ^ in. vertical air space has been estab- 
lished by laboratory test as 0.23 Btu per 
hour per sq ft per deg F. The thermal 
conductance of Silvercote Fabric mounted 
in the center of a I J^ in. horizontal air 
space with heat flow in the upward direc- 
tion is 0.26 Btu per hour per sq ft per 
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degree F. With heat flow in the down- 
ward direction the thermal conductance is 
0.16 Btu per hour per sq ft per degree F. 
The emissivity of Silvercote has been 
found by test to be 0.17. Copies of test 
reports on the conductance or emissivity 
of Silvercote are available upon request. 
Silvercote Duplex and Silvercote Simplex 
have the same insulation value as the 
Fabric. 

Water Vapor Permeability— Silver- 
cote Fabric and Silvercote Duplex each 
have a permeability to water v%apor trans- 
mission of approximately 0.40 grains per 
hour per square foot per pound per square 
inch difference in vapor pressure. 'Inis is 
approximately of the maximum allow- 
able transmission for materials classed as 
vapor barriers. 

ENGINEERING SERVICE 

For complete specifications and engi- 
neering service address Silvercote Pro- 
ducts, Inc., 161 East Erie Street, Chicago 
11, Illinois. 



Silvercote Fabric SQ in, wide applied over inside 
face of studs 16 in, on center. Excess 4 inch 
width in two . stud spaces permits suitable vapor 
seal lap and forms sealed air space between 
Silvercote instdalion and interior finish. 



Insulation 


Wood Conversion Company 

Dept. 220-8 First National Bank Building 

St. Paul 1, Minnesota 

NEW YORK CHICAGO 



EFFICIENT INSULATION FOR EVERY NEED 


For many years a leader in the insulation 
field, Wood Conversion Company manu- 
factures a complete line of flexible, fiber 
and rigid insulation for all industrial and 
domestic purposes. This insulation is the 
product of scientific research, and is 
especially designed to embody the most 
desirable qualities for every use. Backed 
by the name of Weyerhaeuser, Wood Con- 
version Company insulation assures high 
efficiency and long, satisfactory service. 

Balsam- Wool Sealed Blanket Insu- 
lation — A building insulation that is com- 
pletely armored against the three major 
insulation enemies — wind, vibration and 
moisture. The Balsam-Wool mat is com- 
pletely enclosed in tough waterproof liners 
which surround all foqr sides, with spacer 
flanges which assure positive application. 
Balsam-Wool will not settle or pack down 
within walls — is fire retardant and vermin- 
proofed. 

K-25 Fiber — A clean, new wood fiber 



insulation with an amazingly low K factor. 
Shipped in compact bales, K-25 is easih 
processed on the job to create a lasting!) 
effective insulation and is ideal for use in 
locker plants, cold storage plants, walk-in 
coolers, etc. 

K-25 Fiber Pneumatic System — The 

modern, high-speed, automatic way to 
insulate domestic refrigerator cabinets and 
doors. Fluffed to proper low density in the 
manufacturer’s plant, K-25 is blown into 
cabinets and doors under high pressure, 
forming a tightly felted insulating mat 
without joints, laminations or voids. 

Tuffiex — A soft, felted blanket material 
made from fleecy wood fiber, combines 
high insulating efficiency with toughness 
and exceptional resistance to heavy impact 
blows, Tuffiex is light in weight and non- 
abrasive — will not tear or pull apart even 
when cut into narrow strips. Tuffiex is 
available in rolls or sheets of various 
thicknesses and widths. 



NU-WOOD STRUCTURAL INSULATION 


Nu-Wood Interior Finish — A multi- 
ple-purpose wood fiber material available 
in tile, plank and board. Nu-Wood insu- 
lates, decorates and quiets noise. Nu- 
Wood’s colors are soft and harmonious — 
will not fade. The Nu-Wood interior 
finish line includes Sta-lite, an insulating 
interior finish with more than 70 per cent 
light reflection. 


Nu-Wood Insulating Lath — Used as 
a plaster base, assures strong, smooth, true 
walls and ceilings, free from cracks. 

Nu-Wood Roof Insulation — Will fill 
all requirements of Federal specification 
LLL-N-321A. Furnished in any practical 
thickness. 

M'47-7I«9 
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United States Gypsum Company 

General Offices: 300 W. Adams Street, ChicagOt 111. 

INSULATION PRODUCTS 

Balt Decorative Structural 


RED TOP* INSULATION WOOL 



RED TOP MINERAL WOOL BATTS 
“k” Valve .27 Btu’s 

Made for standard (16 in. or 24 in. O.C.) 
framing in two thicknesses, Medium 
(Approx. 2 in.) and Thick (Approx. 3 in.). 
Lengths are either 24 in. or 48 in. Batts 
are provided with an efficient vapor 
barrier paper providing nailing flanges for 
easy application. Adequately packed to 
insure material will arrive at the job in 
good condition. 


Decorative 



Decorative 


WEATHERWOOD* PLANK— Manu- 
factured in widths of 8, 10, 12 and 16 
inches and in lengths 6, 8, 10 and 12 feet — 
inch thick. The fitted edges (see cut) 
conceal nails and seal against dust and air 
infiltration. WEATHERWOOD Plank is 
made in Blendtex (gray and tan blends) 
and Hilite (ivory) colors. When combined 
in variations of shades and width, Weath- 
erwood Plank produces maximum values 
in both insulation and decoration. 



Tile and Plank Pitted Edge 


♦Reg. U. S. Pat. Off. 


WEATHERWOOD TILE— Available 
in 12 x 12, 12 x 24, 16 x 16 and 16 x 32 
inches in and 1 inch thicknesses. Colors 
are Blendtex (gray and tan blends) and 
Hilite (ivory). 

WEATHERWOOD PANELTILE— 

Hilite color available in 12 x 24 and 16 x 32 
inches in ^ inch thickness. Blentex colors 
available in 12 x 24 and 16 x 32 inches. 
Tile sizes 12 x 24 and 16 x 32 inches can be 
mill cross scored to represent Y 2 inch Tile 
Dimensions. All tile have fitted edges. 


Structural 



WEATHERWOOD SHEATHING— 
Asphalt coated. 2 feet x 8 feet x 
inches thick, with tongue and grooved long 
edges for horizontal application. Also 
available in 4 x 8, 4 x 9, 4 x 10 and 4 x 12 
feet in either Yi inch or 2 ^ inches thick- 
ness with square edges for vertical ap- 
plication. 


WEATHERWOOD BUILDING 
BOARD — 4 feet wide, made in lengths 
6, 7, 8, 9, 10 and 12 feet, Yt^ and 1 inch 
thick in either ivory or gray tan colors. 
Applied by nailing; /effectively insulates, 
strengthens and decorates. 


WEATHERWOOD INSULATING 
LATH — 18 x 48 inches x Y 2 and % inch 
thick with V joint on long edges. Gives an 
excellent plaster bond and also acts as a 
cushion for plaster with sound deadening 
qualities. 

Heat Loss Factors 

The heat loss factors shown on the 
opposite page indicate the comparative in- 
sulation value of various insulating treat- 
ments included in common construction 
systems. 
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Insulation 


NOTE: These figures apply to 1 story buildings. To get figures for 2 story homes add 20 per cent to the 
values below for the wall constructions and divide by one*half for floor and ceiling constructions It is 
important to use correct factor due to variations in the ratio of wall and window areas. 



WALLS 

Batic Construction — Frame 
Wood Siding 
Wood Sheathing 

2 X 4*8 

Roclclath & Plaster 


Basic Construction 
Substituting in Above Basic Const. 

a. W Sheathing 

b. Y? WW Plaster Base 

c. W WW Plaster Base 

d. r WW Plaster Base 

e. Hii" WW Sheathing and 
Yf WW Plaster Base 

f. W WW Bldg. Bd.. Tile or 
Plank 

t.W Bldg. Bd.. or Tile 
n. Gyplap Sheathing 

i. Yl^ Sheetrock 

j, Gyplap Sheathing and 
Yi" Sheetrock 


No Wool 
Between 

Adding Red 
Top Wool 

Studs 

r 2\ 

3* 

.248 

.120 . 063 

.064 

.186 

.105 .076 

.059 

.183 

.103 .076 

.059 

.157 

.094 . 069 

.055 

.143 

.088 . 067 

.054 

.147 

.090 . 068 

.054 

.187 

.104 . 077 

.059 

.160 

.095 . 070 

.056 

.310 

.135 .090 

.068 

.260 

.123 . 085 

.064 

1 .330 

.136 . 091 

.069 



Basic Construction 
Substituting in Above Basic Const. 

a. WW Sheathing 

b. Yl" WW Plaster Base 

c. Ya" WW Plaster Base 

d. r WW Plaster Base 

e. WW Sheathing and 
Yi" WW Plaster Base 

f. W WW Bldg. Bd.. Tile or 
rlank 

g. W WW Bldg. Bd. or Tile 
n. Gyplap Sheading 

i. Vi^Sheetrock 

j. Gyplap Sheathing and 
»/ 2 ^Shectrock 


dtuds 


2 * 

3* 

.270 

.125 

.085 

.065 

.202 

.III 

.078 

.061 

.200 

.107 

.077 

.060 

.178 

.102 

.073 

.058 

.157 

.094 

.070 

.055 

.162 

.095 

.070 

.055 

.215 

.112 

.079 

.061 

.187 

.104 

.075 

.059 

.350 

.128 

.087 

.066 

.288 

.130 

.088 

.066 

.368 

.142 

.093 

.069 



WALLS 

Basic Construction 
8 ^ Brick Wall-4'^ Face Brick 
and 4'^ Common Brick — No 
interior finish 

No Wool Adding Red 
■ Between Top Wool** 


Between Top 
Studs* -TFT 


Basic Construction 
Adding to Above Basic Const. 

a. Yl'' Plaster 

b. Rocklath and Plaster (Furred) 

c. Yi" WW Plaster Base and PL 


f Plaster Base and PI. 

I 

Plaster Base and PI. 
f Bldg. Bd.. Tile or 


WALLS 

Basic Construction — Plywood 
Plywood on Wood Studs 
Vs* C)utside — V 4 * Inside with 
one Air Space Over 


c. V 2 WW 

(Furred) 

d. 54 * WW 
(Furred) 

e. r WW F 


480 

;300 ,143 . 693 . 069 


.220 .121.084 . 064 


(Furred) .160 .101.073.058 

f. WW Bldg. Bd.. Tile or 

Plank .230 .124 . 085 . 065 

g. WW Bldg. Bd.. Tile or 

Plank .200 .115 . 081.062 

h. 1* WW Bd.. Plank or Tile , 170 . 104 . 075 . 059 

i. >/2' Sheetrock Furred .320 .146 . 095 . 070 

*Based on Vs' Furring Strip **Based on Full Dimension 


Basic Construction 
Substituting in Above Basic Const. 

a. WW Bldg. Bd.. Tile or 

b. WW Bldg. Bd. or Tile 

c. r WW Bldg. Bd. or Tile 

d. Vs' Sheetrock 

e. V 2 ' Sheetrock . 

f. Adding to basic construction 

WW Sheathing 


No Wool 
Between 

Adding Red 
Top Wool 

DtUuS 

r 2* 

3* 

.431 

.151 .095 

.074 

.275 

.126 . 087 

.065 

.230 

.115 .081 

.062 

.196 

.106 .076 

.060 

.430 

.151 .095 

.074 

.413 

.148 .095 

.074 

.218 

.113 .080 

.061 


CEILINGS 
Basic Construction 
Rocklath and Vi' 

No Wool Adding R^ 
Between Top Wool 
Joists 1' I 2* I 3* 



FL(X)RS 

Basic Construction 
Maple or Oak Flooring 
on Yellow Pine Sub- 
Flooring 


Basic Construction 
Substitutingin Above Basic Const. 

a. V 2 * WW Plaster Base & Plaster 

b. W WW Plaster Base & Plaster 

c. rWW Plaster Base 8c Plaster 

d. lA*WWBIdff.Bd..Tilcor 
Manic. No Master 

e. Vs' WW Bldg. Bd. or Tile 

f. V 2 ^WW Bldg. Bd. or Tile 

g. W Sheetrock 

Sheetrock 


.169 .116 . 080 

.136 . 091 .068 
.128 . 087 . 066 
.110.079.061 

.139 . 092 . 067 
.124 . 086 . 065 
.113 . 080 . 062 
.174 .118 .089 
.170 .115 .079 


Basic Construction 
Adding to Above Bask Const. 

a. Y^ WW Bd. on bottom of 

b. ^ WW Bd. on bottom of 
joist* 

c. 1* WW Bd. on bottom of 
joist* 


No Wool 
Between 

Addiim Red 
Top Wool 

Joists 

r 

2* 

3* 

.340 

.138 

.091 

.068 

.180 

.102 

.075 

.059 

.158 

.094 

.070 

.055 

.141 

.088 

.066 

.053 


Above calculations based on data from A.S.H.V.E. Guide — 1942. 
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Publications 


American Society of Refrigerating Engineers 

40 West 40th Street, New York 18, N. Y. 

.. .i 



T/i* most 
rapidly 
growing 
magazine 
in the 

refrigeration 

field 


E ng acknowledged the most authori- 
tative periodical in the field, Refrigerat- 
ing Engineering has added steadily to the 
practical value of its contents, and its 
number of readers has grown in proportion. 
A wide variety of material is presented, 
all from the viewpoint of its usefulness 
to the reader in his own business. This 
magazine is a must for men who keep in 
touch with all that is new and important 
in refrigeration and air conditioning. The 
annual subscription price is $3. 


subject of refrigeration and air condition- 
ing theory and applications in more than 
3(W current publications throughout the 
world. Prepared by a staff of experts, it 
is invaluable for those engaged in research, 
design, or in exploration of unfamiliar 
fields. Five issues annually at $7.00. Sub- 
scriptions can be predated to include the 
January, 1946 issue. Additional informa- 
tion on request. 

APPLICATION DATA BULLETINS 

S OME 37 bulletins are available sepa- 
rately at reasonable prices for single 
copies or quantity orders and can also be 
had bound with a paper cover, the com 
plete set for $8.00. 

The APPLICATION DATA Bulletins 
tell precisely how refrigeration is used in 
various fields, giving examples and specific 
information on the best practice up to date. 
Some of the subjects covered to date are: 
refrigeration of locker plants, fur storage, 
restaurants, liquids, apples and pears, 
skating rinks, butter and cheese making, 
milk plants, citrus fruits, beer dispensing, 
retail stores, wine making, load calcula- 
tions, operation of ammonia machines, 
meat packing plants, etc. 

CODES AND STANDARDS 


THE REFRIGERATING DATA BOOK 

I S an essential tool in the refrigeration and 
air conditioning industries. It has been 
published biennially since 1932 and ap- 
pears in two volumes, published alternately 
— the Basic volume, now in its fifth edition, 
a standard reference work which deals 
with refrigeration cycles, fundamental data, 
industrial, domestic, and commercial sys- 
tems, and air conditioning; the Refrigera- 
tion Applications volume, consisting wholly 
of practical how-it-is-done chapters on all 
the known applications of refrigeration 
and air conditioning. The current edition 
is dated 1946. Either volume sells for 
$5.00 in the U. S. 

REFRIGERATION ABSTRACTS 

A JOURNAL devoted to abstracts of all 
r\ worthwhile articles appearing on the 


T he ASRE further contributes to 
refrigeration progress by its partici- 
pation in establishing codes and standards 
in the industry. Among the recent codes 
made available are: No. 14-;-Methods of 
Rating and Testing Mechanical Conden- 
sing Units; No. 21 — Testing and Rating 
Milk Coolers; No. 22 — Rating and Testing 
Water-cooled Refrigerant Condensers; No. 
24 — Rating and Testing Water and Brine 
Coolers. 


MEMBERSHIP ACTIVITIES 

I T is the policy of the ASRE to treat in 
its meetings current subjects touching 
upon all phases of the art of refrigeration. 
Membership is in several grades with dues 
from $7.50 to $15.00. Sections hold meet- 
ings in 27 principal cities. More detailed 
information will be sent if you wish. 


To keep apace with progress in refrigeration and air conditioning, read the 
publications and follow the activities of THE AMERICAN SOCIETY OF 
REFRIGERATING ENGINEERS, 40 West 40th St., New York 18, N. Y. 
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Publications 


Coal-Heat 

Published at 

20 W. Jackson Blvd., Chicago 4, Illinois 

Phone Wabash 9464 


F or informa- 
tion on the use 
and sale of stokers, 
coal and coal heat- 
ing equipment, 
you can turn to 
COAL-HEAT 
with complete 
confidence. 

Here is a maga- 
zine that appeals 
to every man con- 
cerned with the 
market, use and 
sale of solid fuel 
and modern heat- 
ing equipment. 

Having long since 
recognized the 
importance of 
properly designed 
efficiently oper- 
ated, properly 
maintained equip- 
ment to the suc- 
cessful use of coal, 
and therefore to the welfare of the coal 
industry, COAL-HEAT constantly em- 
phasizes the significance of the “equip- 
ment factor” in heating merchandisii^. 

It is only natural that COAL-HEAT 
was the first trade magazine to recognize 
and promote the small stoker; to introduce 
many new developments in coal-burning 
equipment to further fuel conservation; to 
support the use of dustless treatment; and 
to urge the sale of equipment by coal men. 

COAL-HEAT has at its disposal an 
almost unlimited number of sources of 
authentic information on the topics it 
covers; its articles are written by the best 
informed men in the coal, stoker and heat- 
ing industries. It enjoys quite a following, 
not only among the most progressive 
merchants in these industries, but among 
the industry’s leading combustion and 
heating engineers. For years it has 
championed the importance of the fuel 
engineer to the coal and stoker industries, 
and each year prints many articles /<7r and 


by fuel engineers. 

COAL-HEAT’s 
fundamental edi- 
torial policy is “to 
further the more 
satisfactory use 
and sale of coal 
and modern coal- 
burning equip- 
ment.” It actively 
supports the ap- 
plication of scien- 
tific and engi- 
neering knowledge 
to the use of coal 
and coal-burning 
equipment. It 
covers both the 
merchandising 
and utilization of 
the coal, stokers 
and modern }ieat- 
inv equipment. 
With over a 
million stokers in 
use today, the 
importance of COAL-HEAT’s field is 
clearly evident. It has been and is COAL- 
HEAT’s job to supply coal and stoker 
men with the information they need to 
insure satisfaction for stoker users. The 
same is true with hand-fired heating plants 
and all kinds of household and commercial 
coal heating equipment. 

In addition to providing its readers 
with a basic and diversified editorial pro- 
gram, COAL-HEAT also publishes a 
number of books and booklets, manuals 
and reprints covering a wide range of 
subjects of interest to coal, stoker and 
heating men. Its series of heating guides 
for the consumer have proved particularly 
popular. These are available at small 
cost. 

Subscription rates — ^$2.00 a year; $3.00 
for two years in United States. Canadian 
and foreign rates $3.00 a year. 

Advertising rates and other information 
will be furnished upon request. 






Publications 


Domestic Engineering Publications 

1900 Prairie Avenue, Chicago 16, Illinois 



8 TIMES A WINNER! 


For outstanding editorial achievement during 
the twelve month period ending July 31, 1947, the 
publishers of DOMESTIC ENGINEERING have 
again received high honors in the annual editorial 
competition conducted by Industrial Marketing. 
Recognition for two more of its many outstanding 
accomplishments thus has come again 
to an organization which has been 
amazingly consistent in the winning of 
these awards. 1939, 1942, 1943, 1944, 
1945, 1946 and now 2 awards in 1947! 
8 times these highly coveted honors 
have been accorded to DOMESTIC 
ENGINEERING in acknowledgment 
of its editorial excellence. Rarely has 
an honor so great been bestowed on one 
organization . . . seldom has such a 
degree of consistency been attained in 
the face of the keen competition 
offered by hundreds of the nation’s 
leading business papers. 

During its fifty-eight years of con- 
tinuous publishing experience the DOMESTIC ENGINEERING organization has 
similarly demonstrated to the industries it serves, as well as to the nation as a whole, 
the high standard of its editorial accomplishments. 
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Publications 


Fueloil & Oil Heat 


232 Madison Ave. 

LExington 2-4566 

Pacific Coast Representative 

Don Harway 

420 Halliburton Bldg., Los Angeles 14, Cal. — Fairfax 8576 
68 Post St., Snn Franrisco 4 Cal. — Yukon 1069 


New York 16, N. Y. 


Baltimore 2 

c/o Fleet-McGinlev, Inc. 
Candler Bldg. — Lexington 7065 



A. E. Coburn, Robert Gray, 

Editor Business Manager 

Arthur G. Winkler, 

Advertising Manager 

O ILHEATING is a vertical, integrated 
industry, selling through the same re- 
tail outlets: oilburners, oilfired heating and 
air conditioning equipment, and fueloil. 

Starting about 16 years ago, this integra- 
tion of fuel and the equipment to bum it 
has grown until in 1947 two-thirds of all 
oilheating equipment (including boilers, 
furnaces and accessories) sales were made 
by companies that also supply the fuel, 
and about three-fifths of all heating oil 
was sold , by companies also selling oil- 
heating equipment. 

FUELOIL & OIL HEAT, the only pub- 
lication actively covering both the equip- 
ment and fueloil interests of dealers, was 
organized in 1922. It is recognized as the 
dominant editorial and advertising source 
for all heating contractors, fueloil dealers, 
furnacemen and others who actively sell oil- 
heating; also for the^any manufacturers 
who cultivate this vast market for their 
products and services through our low-cost 
advertising space. 

Oilheating Manufacturers 

Oilburner manufacturers in 1947 had 
factory shipments of 993,000 domestic 
burners and oil-boilers or oil-furnaces, 
more than 67 per cent above the industry's 
previous peak of 492,593 in 1946. This 


was accomplished in a year of constant 
material shortages. 

Approximately 300 manufacturers of 
domestic oilburners and integral units are 
now in production, with a dozen of these 
supplying about half of the total output. 

Dealers 

Largest outlets for oilburners and re- 
lated equipment in 1947 continued to be 
those firms who specialized in (had largest 
dollar volume in) oilburners or fueloil, the 
two groups accounting for 74 per cent of 
all oilburner retail business. The balance 
was divided among coal companies, who 
have added fueloil departments and sold 
7 per cent of the oilburners, general heat- 
ing dealers and contractors, who sold 5 
per cent of the oilburners, with the remain- 
ing 14 per cent sold by a variety of dealer 
types. 

Chief purchaser of domestic oilburners 
was the homeowner who had been shove- 
ling coal. Of all 1947 oilburner installa- 
tions, 57 per cent replaced handfired coal 
in old homes, 31 per cent went into new 
homes, 7 per cent replaced old oilburners 
5 per cent replaced coal stokers and 1 per 
cent replaced gas heating burners. 

As the home building program got into 
full swing in 1947, dealers gave it much 
more attention than previously in the post- 
war period, since they had ample burners 
available above the numbers needed for 
the more profitable individual conversions 
from coal. 

During the two and a half years since 
the war ended and restrictions on oil- 
burning were lifted, the fueloil distributor 
has had a very strong gain in annual 
volume. At the close of 1947 the number 
of oilheated homes in the country was 
57 per cent higher than the number when 
the war ended, and 27 per cent higher than 
at the end of 1946. In the oil industry, 
fueloil continues to expand in volume 
much faster than gasoline, and^may soon 
become the principal petroleum product. 

For a statistical picture of all phases 
of oilheating — wartime and postwar, 
send $1.00 for the January, 1948, 
Yearbook Issue and for a free copy of 
^^Oilheating Tomorrow’* — an 8-page 
statistical study. 
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Publicaliom 


KEENEY PUBLISHING COMPANY 
6 North Michigan Avenue, Chicago 2, 111. 



Heating, Piping and Air Conditioning 

This is the publication which carries the Journal of 
the A.S.H.V.E. in addition to its own regular editorial 
section. Its field is that of industry and large buildings. 
It is devoted to the design, installation, operation, and 
maintenance of heating, piping and air conditioning 
systems in such plants and buildings. 

Each January issue includes a complete directory of 
commercial and industrial heating, piping, and air 
conditioning equipment, which lists all products, their 
trade names, and the manufacturers’ addresses. It is 
the established buying and specifying guide of the 
industry. 

H. P. & A. C. is read by consulting engineers and 
architects . . . contractors . . . and engineers in charge 
of heating, piping and air conditioning in industrial 
plants, and other large buildings, federal, state, and 
city governments, school boards, and public utilities. 
All A.S.H.V.E. members are subscribers. 

Such coverage means, for the advertiser, considera- 
tion at all points in the selling of a heating, piping, or 
air conditioning product . . . consideration in its selection 
during the preparation of plans and specifications; in 
its actual purchase for installation; in its year-’round buying for operating and main- 
tenance requirements. Without waste, the manufacturer of air conditioning products 
and equipment can reach through H. P. & A. C. those from whom he is seeking the 
necessary engineering acceptance. Write for our new booklet “A Quick Picture.” 
Member — A.B.P. — A,B,C, Subscription Prices — U.S. S3 per year. 

Canada, Central and So. America — $4 per year. Elsewhere $6 per year. 

American Artisan 

AMERICAN ARTISAN covers the field of warm 
air heating, residential air conditioning, and sheet 
metal contracting. Its readers are warm air heating 
and sheet metal contractors, dealers, jobbers, manu- 
facturers, and public utility companies. 

A special section of each issue has been devoted to 
air conditioning since 1932, when it first became 
apparent that air conditioning for homes was to be 
along the lines of the central forced warm air heating 
system. As a result of the ready adaptability of this 
type of heating system to all air conditioning factors, 
hundreds of thousands of homes today have winter 
air conditioning — supplied through forced warm air 
heating with air cleaning and humidification. Cool- 
ing apparatus can be attached to these systems 
readily whenever year-’round air conditioning is 
desired. 

Each January issue includes a complete directory 
of warm air heating, air conditioning, and sheet 
metal products and equipment, which lists all 
products, their trade names, and the manufacturers’ 
addresses. 

The key man in the residential air conditioning picture is the warm air heating and 
sheet metal contractor— the one man experienced in “treating air” at a central place 
and getting it properly distributed. And the key publication — because it reaches these 
key men with an information service that has made it the recognized authority on 
residential air conditioning practice— -is AMERICAN ARTISAN. For full information 
on this field, write for a copy of “A Quick Picture.” 

Member — A .B.P. — A .B. C, Subscription Prices — U.S. S3 per year. 

Canada, Central and So. America — $4 per year. Elsewhere S6 per year. 
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Publications 



Heating and 

VENTILATING is 
a monthly publication 
read by engineers and 
contractors. These are 
the men who specify, 
install and maintain 
the mechanical equip- 
ment used in heating, 
ventilating, air condi- 
tioning and refrigera- 
tion systems of indus- 
trial, commercial and 
institutional buildings 
and residential pro- 
jects. Its readers in- 
clude also engineers and 
designers of the firms 
which manufacture this 
mechanical equipment. 

The editorial con- 
tent is edited to be of 



experienced profession- 
al engineers. 

Generally speaking, 
the emphasis is on 
practical rather than 
on theoretical consider- 
ations. 

Each month an origi- 
nal Reference Data 
sheet is included for 
permanent use in a 
standard binder. 

Special sections are 
published from time to 
time. These sections 
are devoted to subjects 
of timely interest, such 
as Heat Pump, Radi- 
ant Heating, Pipinpj, 
Cooling Coils, Air 
Sanitation, Exhaust 
Hoods, Air Condition- 


practical use to these engineers, and is ing, etc. A comprehensive Buyers Di 
prepared under the direction of field- rectory is published each fall. ' 


CIRCULATION 


HEATING AND VENTILATING’S 
total distribution (A. B.C. Report, May, 


1947) — classified as follows: 

Consulting Engineers (388) and Ar- 
chitects ( 132) Engineers Employed 
by them (430)... 950 

Contractors (1,991) and Engineers 
Employed by Contractors (412) 2,403 

Governments and School Boards and 
their Engineers 889 

Public Utility Group 575 

Industrial Firms, their Executives, 


Engineers and other Employees... .2, 005 

Buildings, Real Estate Management 
Companies, their Engineers— 677 

Manufacturers of Air Conditioning, 
Heating, Piping and Ventilating 
Equipment, Their Officials and 


Employees (843) and Designing 


Engineers (227) 1,070 

Manufacturers’ Agents and Sales 
Engineering Firms (197) Sales 
Engineers and Salesmen (938)...~ 1,135 

Wholesalers (143) and Dealers (517) 660 

Educational Institutions, Libraries, 
Technical Associations. 458 

Miscellaneous and Unclassified 324 


11,146 

Field Staff, Correspondents, Ex- 
changes, Advertisers, Advertising 


Agencies and Samples 589 

TOTAL 11,735 


Subscriptions to HEATING AND 
VENTILATING, 148 Lafayette St., New 
York 13, are $3.00 a year. 
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Publications 


Sheet Metal Worker 

Published by Edwin A. Scott Publishing Company 

45 West 45th Street, New York 19, N. Y. 



Subscription rates — $3.00 
per year^ U. S., Canada and 
Pan Amer. Foreign $4,00. 
Advertising rates on request. 


T he January 1948 issue of Sheet Metal Worker 
was its 74th Anniversary and Directory Number. 
It is the oldest publication in its field and is of vital 
importance to men interested in sheet metal work — 
air conditioning — warm-air heating and ventilation. 
Founded in 1874 and published to 1909 by David 
Williams Company; 1909 to 1920 by United Publishers 
Corp.; since 1920 by, the Edwin A. !^ott Publishing Co. 

Subscribers are mainly merchandising contractors 
purchasing practically all products and equipment 
which they fabricate, erect or install. Manufacturers, 
jobbers and distributors also subscribe. 

The market has three main divisions: 

(1) Equipment for resale in connection with erection or instal- 
lation work. 

(2) Materials for fabrication. 

(3) Shop equipment and supplies. 

Circulation: Sheet Metal Worker is a member 
of the Audit Bureau of Circulations and the Associated 
Business Papers. 

Sheet Metal Worker also publishes books on 
heating, ventilating, sheet metal work, air conditioning, 
etc. 

The Annual Issue published in January, contains a 
comprehensive and valuable Directory Section. 


Plumbing and Heating Journal 

Scott-Choate Publishing Co., Inc., Publisher 


45 West 45th Street, New York 19, N. Y. 



Subscription rates — $3.00 
per year^ U. S., Canada and 
Pan Amer, Foreign $4»00. 
Advertising rates on request. 


P LUMBING and Heating Journal is edited to furnish 
a well-rounded, efficient service to the men engaged 
in the plumbing, heating, ventilating and air con- 
ditioning fields. It covers both the tecnnical and busi- 
ness phases of their work. 

It gives free technical service through a staff of 
practical engineers; expert merchandising assistance, 
and its technical and business articles are by men of 
recognized competence. 

THE JOURNAL editorial department draws its 
news from scores of trained correspondents located at 
strategic points throughout the country. 

This combination of the technical, business, news and 
other aspects of the industry enables THE JOURNAL 
to achieve a finely balanced magazine that gives the 
reader the type of information he wants and needs, in 
brief, compact form. 

A department “With the Water Systems, “ informs 
the trade of the latest developments in the rural plumb- 
ing field and its increasing potentialities for the plumbing 
— heating contractor, esp^ially with the recent exten- 
sions of rural electric lines throughout the country. 
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ENGINEERS OF HUMAN COMFORT 

The Heating, Ventilating and Air Conditioning Engineer through his .work and 
research brings to our homes, our offices and our factories, in both summer and winter, 
that climate best suited to our comfort and health, and he creates for our industries 
those atmospheric conditions which improve quality of product and speed production. 

He is truly an Engineer of Human Comfort and a public benefactor. 

It was in 1894 that a small group of nationally known engineers, educators, and 
manufacturers organized the A.S.H.V.E. for the express purpose of improving the art 
through the interchange of ideas and stimulation of scientific research and invention. 

In 1894, it was agreed that the great art of heating and ventilating deserved and 
required recognition as an essential, distinctive and highly specialized division of modern 
engineering. These men realized the basic importance of heating and ventilating as 
the primary element in the well-being of civilized mankind, living and working mostly 
indoors. 

These keen, alert, progressive men knew that the methods and equipment of their 
day could be improved even beyond their own vision if all the personalities striving for 
such improvement could be welded into one organized cooperative group, imbued with 
the same ideals and set toward the same goal. So they formed themselves into the 
nucleus of such an organization and called it The American Society of Heating and 
Ventilating Engineers. 

That the Charter Members had great faith in their enterprise is evident, although 
little did they dream that progress would be so rapid in their profession. 

During the intervening years since that little group of 75 pioneers unfurled the 
banner of The American Society of Heating and Ventilating Engineers — 6065 
of the real leaders of thought and action in heating, ventilating, and air conditioning 
have gathered about that standard and carried it proudly before them far along the 
way of real accomplishment. They may be identified among engineering groups by 
the distinctive emblem which was adopted by the Charter Members. 

The record of the Society’s accomplishments is a long and brilliant one, yet it must 
embrace but a small part of the real achievement which the Society has inspired both 
among its members and the many non-members whose work it has influenced. Re- 
warding the efforts of its founders, who gave unstintingly of their time and means, the 
Society has been tremendously effective in the advancement of the Art and Inddstry 
through its manifold activities. 


FOUNDING OF THE A. S. H. V. E. 

The organization of a Society of heating and ventilating engineers was first talked 
of by Hugh J. Barron and L. H. Hart in the early summer of 1894. 

On August 2, 1894, a group of 15 men met at the office of Heating and Ventilation, 
146 World Bldg., New York, and a committee of 5 was chosen to effect an organization. 

The first meeting was called at 3:00 P.M., September 10, 1894, at the Broadway 
Central Hotel and temporary officers were elected: F. P. Smith, Chairman; and L. H. 
Hart, Clerk, The roll call showed that 75 persons had become Charter Members. It 
was voted that the name of the organization should be The American Society of 
Heating and Ventilating Engineers and a Constitution and By-Laws were adopted. 
The following were elected to hold office until the 1st Annual Meeting, January 22-24, 
1895: President^ E. P. Bates, Syracuse, N. Y.; First Vice-President^ W. M. Mackay, 
New York, N. Y.; Second Vice-President, W. F. Wolfe, Boston, Mass.; Third Vice- 
President, Chas. S. Onderdonk, Philadelphia, Pa.; Treasurer, Judson A. Goodrich, 
New York, N. Y.; Secretary, L. H. Hart, New York, N. Y,; Board of Managers, E. P. 
Smith, H. J. Barron, A, A. Cary, New York; James A. Harding, Vineyard Haven, Mass.; 
Henry Adams, Washington, D. C.; Council on Membership, Chas. W. Newton, Balti- 
more, Md.; R. C. Carpenter, Ithaca, N. Y.; Albert A, Cryer, New York; F. W. Foster, 
Boston; U. G, Scollay, Brooklyn, N. Y. 
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A. S. H. V. E. RESEARCH LABORATORY 


Since 1919 The American Society of Heating and Ventilating Engineers has 
maintained a permanent research staff and facilities devoted solely to the study of funda- 
mental problems in the field of heating, ventilating and air conditioning. During the 
past quarter century much has been done to advance the art by establishing scientifically 
sound data which the engineer can apply in the design, operation, and maintenance of 
heating, ventilating, and air conditioning systems and equipment. 

For twenty-five years the Society’s Research Laboratory was located at the U. S. 
Bureau of Mines Building, Pittsburgh, Pa. The Laboratory was moved to Cleveland in 
1944, and early in 1946 the Society purchased premises at 7218 Euclid Avenue. In 
addition to work at the Society’s Laboratory, a substantial part of the research program 
has been carried on through the medium of cooperative agreements with leading edu- 
cational institutions of the United States and Canada. 

All research activities are planned and supervised by the Committee on Research of 
15 elected members, assisted by various I'echnical Advisory Committees of the Society. 
The research activities are financed from Society funds, of which a portion comes from 
membership dues and from its publications, and these funds are amplified by contribu- 
tions from friends in the industries engaged in the general field of heating, ventilating, 
and air conditioning. 


THE GUIDE 


A distinctly new service was inaugurated by the Society in 1922 when it established 
The Guide. Now in 1948, as the 26th Edition of the Heating Ventilating Air 
Conditioning Guide makes its appearance, it is notable that The Guide has served 
effectively not only the membership but the entire profession and the allied industries, 
and has received world wide recognition as a reliable and authoritative compendium of 
useful heating, ventilating and air conditioning data. 

Throughout the 26 years of its service The Guide has become a reference book of 
unchallenged position in its special field of engineering. The intention of its founders, 
to provide an instrument of service containing reference material on the design and 
specification of heating, ventilating and air conditioning systems and containing essential 
and reliable information concerning modern equipment, has been carefully safeguarded 
by those responsible for the compilation of each edition. 

During its quarter century of service The Guide has progressed from a distribution 
of 5,000 copies to the present distribution of 18,000 and it has reached all parts of the 
world. 

Throughout the years The Guide has served a double purpose of providing the 
profession with a practical reference work and the advertiser with an effective medium 
for dissemination of catalog data. 
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HEATING and VENTILATING ENGINEERS 



Corrected to January 31, 1948 

Published at the Headquarters of the Society 
51 Madison Avenue^ New York 10, N. Y. 


Officers and Council 


American Society of Heating and Ventilating Engineers 

51 Madison Ave., New York 10, N. Y. 


1947-48 


President 

First V ice-Presideni.. 

Second Viu-Presidful . 

Treasurer . . 

Serr clary ... 

Tethnical Secretary 


Baldwin M. Woods 

G, L. Tuve 

...A. E. Stacey, Jr. 

J. F. Collins, Jr, 

A. V. IlUTCIIlNSON 

Carl H, Flink 


Council 

B. M. Woods, Chairman 
G. L. Tuve, Vice-Chairman 

Three Years: M. W. Bisiiui*, Carl F. Boester, Leo Hungerford, R. F, Taylor. 

Two Years: E. G. Carrier. F. W. Hutchinson, R. A. Sherman, M. S. Wunderlich. 

One Year: W. A. Danielson, K. K. McDonnell, Alfred J. Offner, H. R. Roth, Ernest Szkkely, 
L. P. Saunders, Ex-Ojfficio^ 


Council Committees 

Executive — B. M. Woods, Chairman; A. E. Stacey, Jr., G. L. Tuve, J. F. Collins, Jr. (ex-officio). 
Finance — A. E. Stacey, Jr., Chairman; R. A. Sherman, Ernest Szekely, J. F. Collins, Jr. (ex-offiicio). 
Meetings — G. L. Tuve, Chairman; E. G. Carrier, Leo Hungerford. 

Membership — M. W. Bishop, Chairman; F. W. Hutchinson, H. R. Roth. 

Standards — M. S, Wunderlich, Chairman; C. F. Booster, W, A. Danielson 


Advisory Council 

Alfred J. Offner, Chairman; Homer Addams, M. F. Blankin. W. H. Carrier, S. E. Dibble, S. H. Downs, 
W. H. Driscoll, E. O. Eastwood, W. L. Fleisher, H. P. Gant, F. E. Giesecke, E. Holt Gurney, L. A. 
Harding, H. M. Hart, C. V. Haynes, E. Vernon Hill, M. D., John Howatt, D. D. Kimball, G. L. Larson, 
S. R. Lewis, J. F, Meinlire, F. B. Rowley, A. C. Willard and C.-E. A. Winslow, 


Special Committees 

Admission and Advancement: E. L, Crosby, Chairman; E. R. Queer (two years), T. F. Rockwell (three years ) . 

ASnVE Code for Testing Heavy Duty Furnaces: K. K. Campbell, Chairman; Bowen Campbell, R. S. Dill, 
F. A. Kitchen, A. P. Kratz, W. J. MaGirl, B. F. McLouth, F. L. Meyer, F. J. Nunlist, A. A. Olson, 
B. B. Reilly, Dr. H. J. Rose, H. A. Soper. 

Business and Financial Policies: FJ, N. McDonnell, Chairman; M. F. Blankin, J. F. Collins, Jr., L. E. Seeley, 
A. E. Stacey, Jr. 

Chapter Felations: H. F. Taylor, Chairman; F. T. Ball, W. G. Boales, C. S. Koehler, J, Donald Kroeker, 
F. A. Leser, 11. King McCain, G. W. F. Myers, D. L. Taze. 

Constitution and By-Laws: S. H. Downs, Chairman; John James, H. E. Sproull. 

i 

F. Paul Anderson Award: G. L. Tuve, Chairman; C. M. Aahley, F. E, Giesecke, F. C. McIntosh, D. W, 
Nelson. 

Guide Publication: R. S. Dill, Chairman; R. L, Byers. R. P. Cook, R. C. Cross, B. H. Jennings, C. F. Kayan, 
W. M. Wallace, H, W. N. Witheridge, C. P. Yaglou, Cyril Tasker, Ex-Officio. 

History Committee: John F. Collins, Jr,, Chairman; Homer Addams, E. K. Campbell, W, H. Carrier, W. H. 
Driscoll, W. 1., Fleisher, S. R. Ivcwis, F. C. McIntosh, G, D. Winana. 


2 



Nomt^ting: Neil H. Peterson. San Francisco, Calif., Chairman; T. E. Haines. Minneapolis, Minn., 
Secretary H. E. Adams. Soudi Norwalk, Conn.; A. W. Edwards, Cincinnati. Ohio; C, Rollins Gardner. 
Dallas, Texas; John James. Cleveland, Ohio; h. F. Kent, Atlanta, Ga.; A. S, Morgan. Toronto, Out., 
Canada; C. H. Pesterfield, East Lansing, Mich.; J, R. Vernon, Milwaukee, Wis.; E. C. Willey, Corvallis. 
Ore. 

Alternates: Leo Garneau, Montreal. Que., Canada, and L. T. Mart, Kansas City, Mo. 

Promotion of Research: J. E, Haines, Chairman; A. J. Hess, J. B. Hcwett, F. A. Leser, C. E. Price. 
Publication: J. C. Fitts, Chairman; John A. Goff {two years)^ John James {three years)^ 

To Cooperate with Other Professional Societies: G. D. Winans, Chairman; James Holt, A. P. Kratz, 


Chapter Delegates Committee 


Delegate 

Alternate 

Chapter 

H. King McCain 

L. L. Barnes 

Atlanta 

H. K. Ormsby, Jr. 

C. M. Ashley 

Central New York 

R. B. Brbneman 

H. R. Allonier 

Central Ohio 

A. W. Edwards 

H. K. Jennings 

Cincinnati 

L. A. Tkasdale 

A. J. Lawless 

Connecticut 

F, G. Burns 

J. S. Burke 

Delta 

C. E. BENTI.EY 

John Everetts, Jr. 

Golden Gate 

O. J. Prentice 

W. A. Kuechenberg 

JllinoiB 

I. W. Cotton 

Ferdinand Jehle 

Indiana 

E. O. Olson 

C. A. Wheeler 

Iowa 

P. C. Leffel 

R. B. Mason 

Kansas City 

Einar Anderson 

J, R. Stephenson 

Manitoba 

C. W. Larson 

P. A. Croney 

Massachusetts 

N. C. Ledbetter 

J. B. Lammons 

Memphis 

F. R. Bishop 

A. E. Knibb 

Michigan 

J. E. Haines 

A. B. Algren 

Minnesota 

A. B. Madden 

F. A. Hamlet 

Montreal 

D. E. McCulley 

Henrv Kleinkauf 

Nebraska 

W. A. Sherbrooke 

M. <:, Giannini 

New York 

C. Z. Adams 

K \ f. Selden, Jr. 

North Carolina 

C. R. Gardner 

li. J. Martyn 

North Texas 

John James 

W. W. Frankfurt 

W. R. Moore 

Northern Ohio 

J. H. Spaan, Jr. 

Oklahoma 

D. A. Stott 

E. G. Spall 

Ontario 

W. B. Morrison 

J. D. Kroeker 

Oregon 

E. H. Langdon 

W. M. Wallis 

Pacific Northwest 

J. O. Kirkbride 

L. A. Childs 

Philadelphia 

D. W. Loucks 

E. H. Riesmbyer, Jr. 

Pittsburgh 

J, J. Johnson 

H. J. Wobhlke 

Rocky Mountain 

G. W. F. Myers 

B. L. Evans 

St, Ix)ui3 

C. C. Quin 

D. M. Mills 

South Texas 

Art. Theobald 

R. A. Lowe 

Southern California 

R. W. Barnes 

E. J. Watts 

C. E. Murdock 

Southwest Texas 
Utah 

R. C. Thomas 

W. H. Webster, Jr. 

Virginia 

F*. A. Leser 

L. B. Nye, Jr. 

Washington, D.'C, 

C. I£. Pesterfield 

H. R. Limbacher 

Western Michigan 

G. E. Adema 

Edwin Woolcock 

Western New York 

F. J. Nunlist 

J. R. Vernon 

Wisconsin 

T. H. URrMHL, Vice-Chairman 

COMMITTEE ON RESEARCH 

L. P. Saunders. Chairman 

Cyril Tasker, Director of Research 

One Year 

A. C. Fieldnkr, Ex-Officio 

Two Years 

Three Years 

R. M. Conner 

L. N. Hunter 

R. C. Cross 

John A. Goff 

C. O. Mackey 

M. K. Fahnestock 

F. W. Hutchinson 

R. D. Madison 

John James 

R. K. Thulman 

L. G- Miller 

F. J. Kurth 

W. E. ZiEBER 

L. P. Saunders 

T. H. Urdaiil 

R. M. Conner 

Executive Committee 

L. P. Saunders, Chairman 

T. H, Urdahl, Vice-Chairman 

L. N. Hunter 

W. E. ZiEBER 


Technical Advisory Committees 

Air Cleaning: R. S. Dill, Chairman; R. C. Cross*, O. C. Eliason, R. S. Farr, C. D. Graham, A. B. Hubbard, 
R. E. Hunsaker, D. L. Hunzicker, J. W. May, R. H. Mills, G. W. Penney. R. S. Poole, R. P. Warren, 
W. N. Witheridge, R. D. Wood. 

Air Distribution and A ir Friction: Ernest Szekely^Chairman; N. E. Berry, S. li. Downs, W. H Hoppmann, II, 
F. J. Kurth*. J. N. Livermore, R. D. Madison* G. E. McElroy, L. G, Miller*, D. W. Nelson, G. B. 
Priester, C. A. Thorp, T. H. TroUer, J. H. Van Alsburg. 

Air Sterilisation: W. F. Wells, Chairman; W. T. Anderson, Jr„ L. J. Buttolph, C. W. Flood, Jr., Leonard 
Greenburg* M.D., B. H. Jennings, F. W. Hutchinson*, J. A. Reyniers, Mildred Wells, M.D., C.-E. A. 
Winslow. 


♦Member of Committee on Research. 
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Cooling Load: W. E. Zieber*, Chairman, C. M. Ashley, V ice-Chairman; R. D. Blum, W. F. Friend, R. H. 
Heilman, H. W. Heisterkamp, R. C. Jordan, C. F. Kayan, J. N. Livermore, R, II. Lock, C. O. Mackey*, 
C. H. Randolph, J. P. Stewart, 

Corrosion: L. F. Collins, Chairman; R. M, Conner*, A, S. Gates, Jr., A. E. Griffin, Dr. E. VV. GiiemBey, 
Dr, R. L. Hallett, P. G, Kayser, Dr. H, A. Pray, F, N. Speller. 

Fuels: E. T. Selig, Jr., Chairman; P. R. Achenbach, J. F. Barkley, R. M. Conner*, W. A. Danielson, R, B. 
Engdahl, L, N. Hunter*, R. C. Johnson, S. Konzo, J. W. Miller, W. M. Myler, Jr., Harold J. Rose, 
T. H. Smoot. R. K. Thulman*, E. C. Webb. 

Cira^s: R. A, Miller, Chairman; A. B. Algren, Dr. F. L. Bishop, Jr., J. E. Frazier, J. S. Herbert, E. H. 
Hobbic, L, K, Jones, C. O. Mackey*, F. IVeston, W. C. Randall, Vic Sanders, H. B. Vincent, G. B. 
Watkins, 

Healing Load: T. F. Rockwell, Chairman; C. M. Ashley, R. A. Biggs, A. I. Brown, R. C. Cross*, R. S. Dill, 
W. S. Harris, J. M. Hartman, S. I. Rottmayer, M. W. Shears, G. H. Tuttle. 

Industrial Ventilation: W. N. Witheridge, Chairman; A. D. Brandt, W. B. Harris, W. C. L. Hemeon, D. E. 
Humphrey, J. M. Kane. M, G. Kershaw, L. L, liewis, L. G. Miller*, H. A. Mosher, Ralph Poole, B. F. 
Postman. B. R. Small. R. P. Warren, H. E. Ziel. 

Insulation: E. R. Queer, Chairman; R. E. Backstrom, C. B. Bradley, H. E. Lewis, L. E. Pasek, H, E. 
Robinson, Vic Sanders. T. D. Stafford, R. K. Thulman*. T. T. Tucker, P. M. Woodworth, 

Panel Healing and Cooling; G. D, Winans, Chairman; A. B. Algren, R. L. Byers, P. B. Gordon, L. N. 
Hunter*, John James*, J. S. Locke, H. Randolph. Group A — Heat Distribution Within and Behind 
the Panel: L. N. Hunter*. Chairman; P. B. Gordon. Vice-Chairman; A. B. Algren, R. A. Biggs, Wharton 
Clay. R. S. Dill, H. L. Flodin, Dr. F. E, Giesecke, W. S. Harris, C. F. Kayan. G, D. Lain, R. S. Leigh, 
C. W. Meininger, D, L. Mills, C. W. Nessell, P. S. Park, S. I, Rottmayer, S. M. Van Kirk, L. H. Yeager. 
Group B — Heat Transfer Between the Panel and the Space: John James*, Chairman; H. F. Randolph, 
Vice-Chairman; C, M. Ashley, J. T. Bergen, C. F. Boester. Linn Helander, A, L. Jaros, Jr., H. A. 
Lockhart, C. O. Mackey* R. A. Miller, G. W. Penney, G. G. Sward, J. M. van Nicukerken. Group D — 
Controls: J. S. Locke, Chairman: A. B. Algren, H. W. Alyea, S. I). Browne, R. L. Campbell, C. M. 
Garner. P. B. Gordon, W. J. Hajek, A. J. Keating, Dr. Waldo Kliever. H. T. Kucera, P. F. Neess, 
R. S, Penn, J, K. M. Pryke, E. J. Ritchie, C. W. Signor, N. D. Skinner, A. S. Widdowfield. 

Physiological Research: C.-E, A. W’inslow, Chairman; Thomas Bedford, M.D., A. R. Behnke, M.D., A. C. 
Burton. M.D., E. F. DuBoia, M.D.. A. P. Gagge, F. W. Hutchinson* R. W. Keeton, M.D., D. H. K. 
Lee, M.D., Andre Missenard, Cliarles Sheard. 

Sensations of Comfort: C. P. Yaglou, Chairman; R. S. Arnold, A. R. Behnke, M.D., Thomas Chester, F. G. 
Ewens, M. K. Fahnestock*, J. D. Hardy, M.D., F. C. McIntosh, A. B. Newton, K. E. Robinson. 

Sorbents: John Everetts, Jr., Chairman; F. C. Dehler, John A. Goff*, C. H. B. Hotchkiss, E. R. McLaughlin, 
J. C. Patterson. G. L. Simpson, F, J. Swaney. 

Sound Control: T. A. Walters, Chairman; C. M, Ashley, P. H. Geiger, W. H, Hoppmann, II, G. C. Kerr, 
R. D. Madison*, J. S, Parkinson, A. G. Sutcliffe, T. H. Troller. 


♦Member of Committee on Research. 


Officers of Local Chapters, 1947-48 


Atlanta 

Headquarters, Atlanta, fia. 
Meets: First Friday in Month 
President, H. King McCain 

615 Trust Co. of Georgia Bldg. 
Secreatry, Leo Suddertu, Jr. 

300 Bona Allen Bldg., Atlanta 3 

Central New York 

Headquarters, Syracuse, N, Y. 
President, H. G. Strojk; 

300 S. Geddes St., Syracuse 1 
Secretary, G. F. Keane 

316 Haddonfield Dr., DeWitt, N. Y. 

Central Ohio 

Headquarters, Columbus, Ohio 
Meets: Third Monday in Month 
President, R. B. Brkneman 

1282 !l^ge^i Rd., Columbus 8 
Secretary, E. A. Norman, Jr. 

1150 Chesapeake Avc„ Columbus 

Cincinnati 

Headquarters, Cincinnati, Ohio 
Meets: First Tuesday in Month 
President, H. K. Jennings 

1639 Union Trust Bldg,. Cincinnati 2 
Secretary, K. B. Little 

832 Temple Bar Bldg,, Cincinnati 2 


Connecticut 

Headquarters, New Haven, Cann. 
President, S. R. Osborne 
Waterbury 91 

Secretary, Winfield Roedkr 
405 Temple St„ New Haven 

Delta 

Headquarters, New Orleans, I^a. 
Meets: Second T'uesday in Month 
President, J. S. Burke 

317 Baronne St., New Orleans 9 
Secretary, R. B. Guest 

827 Dryades St.. New Orleans 13 

Golden Gate 

Headquarters, San Francisco, Calif. 
Meets: First Wednesday in Month 
President, F. W. Kolb 

698 Monadnock Bldg., San Francisco 5 
Secretary, K. F. Baldwin, Jr. 

419 Kentucky Ave., Berkeley 7 

Ullnola 

Headquarters, Chicago. Ill, 
Meets; Second Monday in Month 
President, W, A. Kuechenberg 
1714 Sheffield Ave., Chicago 14 
Secretary, G. W. BornqUisT 

629 W. Washington Blvd., Chicago 6 


4 



Officers and List of Chapters, 1947 *^^~-{Continued) 


Indiana 

Headquarteris, Indianapolis, Ind, 
Meets: Fourth Friday in Month 
President, I. W. Cotton 

1035 N. PeonsylvaJiia St., Indianapolis 4 
Secretary, W, R. Fknsterma.ker 

216 E. New York St., Indianapolis 4 


Iowa 

Headquarters, Des Moines, la. 
Meets: Second Tuesday in Month 
President, C. A. Wheeler 

1217 Grand Ave., Des Moines 
Secretary, D. E. Wells 

304 Home Federal Bldg., Des Moines 9 

Kansas City 

Headquarters, Kansas City. Mo. 
Meets: First Monday in Month 
President, P, C. Leffel 

3323 Main St., Kansas City 2 
Secretary, Henry Nottberg, Jr. 

914 Campbell, Kansas City 


Manitoba 

Headquarters, Winnipeg, Man,, Canada 
Meets: Third Thursday in Month 
President, D. S, Swain 

1186 Downing St., Winnipeg 
Secretary, A. W, Moss 

26 FerndaJe Ave., Norwood, Manitoba 


Massachusetts 
Headquarters, Boston, Mass. 
Meets: Third Tuesday in Month 
President, Ajdolph Ehrenzeller 

329 Washington St„ Dorchester 21 
Secretary, R. T. Keen 

61 Claflin St., Leominster 

Memphis 

Headquarters, Memphis, Tenn. 
Meets: First Monday in Month 
President, N. C. Ledbetter 

22 S. Cooper St., Memphis 4 
Secretary, A. T. Bevil 

1621 Waverly Ave., Memphis 6 


Michigan 

Headquarters, Detroit, Mich. 
Meets: First Monday after 10th of Month 
President, A. E. Knibb 

1003 Maryland Ave., Detroit 30 
Secretary, L. A. Burch 

6853 Hamilton Ave., Detroit 2 


Montreal 

Headquarters, Montreal, Oue- Canada 
Meets: Third Monday in Month 
President, T. H. W'orthington 

405 Bcaubien St. W., Montreal, Que. 
Secretary, S. W. Salter 

910 New Birks BJdg., Montreal 

Nebraska 

Headquarters, Omaha, Neb. 
Meets: Second Tuesday in Month 
President, Vernk Simmonds 
2416 Vane St., Omaha 
Secretary, G. W. Colburn 
106 N. 15th St., Omaha 2 


New York 

Headquarters, New York, N, Y. 

Meets: Third Monday in Month 
President, M. C. Giannini 

New York University, New York 53 
Secretary, Carl H. Flink 

Room 3000, 61 Madison Ave., New YorkJlO 

North Carolina 

Headquarters. Durham, N. C. 

M eets: Quarterly 
President, E. S. dkWitt 

1211 Commercial Bank Bldg., Charlotte 
Secretary, R. M. Warren, Jr. 

1001 N. Church St., Charlotte 1 

North Texas 

Headquarters, Dallas, Tex. 

Meets: Third Monday in Month 
President, C. R. Gardner 

1000 St. Louis St., Dallas 1 
Secretary, G. A. Linskie 

3124 Milton St., Dallas 5 

Northern Ohio 

Headquarters, Cleveland, Ohio 
Meets: Second Monday in Month 
President, John James 

3170 W. 106th St., Cleveland 11 
Secretary, W, M. Rowe 

1302 Swetland Bldg., Cleveland 15 


Oklahoma 

Headquarters, Oklahoma City, Okla. 
Meets: Second Monday in Month 
President, W. W, Frankfurt 

619 Apeo Tower. Oklahoma City 
Secretary, J. H, Spaan, Jr. 

1303 N. Klein, Oklahoma City 6 


Minnesota 

Headquarters, Minneapolis, Minn. 
Meets: First Monday in Month 
President, L. C. Gross 

6324 Oaklawn Ave., Minneapolis 10 
Secretary, L. J. Krause 

2753 4th Avenue S., Minneapolis 8 


Ontario 

Headquarters, Toronto, Ont., Canada 
Meets: First Monday in Month 
President, D. A. Stott 

196 Spadina Ave., Toronto 
Secretary, H. R, Roth 

57 Bloor St., W., Toronto, Ont. 
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Officers and List of Chapters, 1947-48 — {Concluded) 


Orefton 

Headquarters. Portland, Ore. 

Meets: Thursday after First Tuesday in Month 
President, C. W. Brissenden 
Electric Bldg., Portland 5 
Secretary, L. G. Williams 
• Box 304, Gladstone 

Pacific Northwest 
Headquarters, Seattle, Wash. 

Meets: Second Tuesday in Month 
President, E. H. Langdon 
72 Vine St.. Seattle 
Secretary, E. J, Rosen 

10238 18th Ave., S. W., Seattle 66 

Philadelphia 

Headquarters. Philadelphia, Pa. 

Meets: Second Thursday in Month 
President, K. H. Daftkr 

12 S. 12th St.. Philadelphia 7 
Secretary, E. K. Wagner 

2240 N. Broad St.. PhUadelphia 32 

Pittsburgh 

Headquarters, Pittsburgh, Pa. 

Meets: Second Monday in Month 
President, D. W. Loucks 

435 Sixth Ave., Pittsburgh 19 
Secretary, E. H. Riksmeykr, Jr. 

231-33 Water St., Pittsburgh 22 

Rocky Mountain 
Headquarters, Denver, Colo, 

Meets: First Wednesday in Month 
President, J. F. Mohan 

2229 Blake St., Denver 2 
Secretary, H. C. Kogeler 
2365 Ash St., Denver 7 


St. Louis 

Headquarters, St. Louis, Mo. 
Meets: First Tuesday in Month 
President, J. H. Carter 

710 Key West Ave., Webster^GrovesllO 
Secretary, J. S. Rosebrougii 

1014 Arcade Bldg., St. Louis 1 

South Texas 

Headquarters, Houston, Tex. 
Meets: Third Friday in Month 
President, D. M. Mills 

Gray and Crawford, Houston 3 
Secretary, L. L. Ladewig 
Box 1188, Houston 1 


Southern California 
Headquarters, Los Angeles, Calif. 
Meets: Third Wednesday in Month 
President, R. A. Lowe 

6381 Hollywood Blvd., Los Angeles 28 
Secretary, John L. Blakb 

1700 S. Bedford St., Los Angeles 35 


Southwest Texas 

Headquarters, San Antonio, Tex. 
President, F. C. Benham, Jr. 

702 S. Flores St., San Antonio 
Secretary, L. S. PaWkett 

810 Insurance Bldg., San Antonio 5 

Utah 

Headquarters, Salt Lake City, Utali 
Meets: First Wednesday in Month 
President, E. V. Gritton 

2470 S. 15th, Salt Lake City 5 
Secretary, C. E. Ferguson 

838 Garfield Ave., Salt Lake City 

Virginia 

Headquarters, Norfolk, V’^a. 

President, R. C. Thomas 

819 Westover Ave., Norfolk 7 
Secretary, J. F. Reynolds 

Gatling and Marble Ave., Norfolk 2 

Washington « D. C. 

Headquarters, Washington, D, C. 

Meets: Second Wednesday in Month 
President, H. H. Hill 

438 Woodward Bldg., Washington 5 
Secretary, J. G. Muirhkid 

2013 New Hampshire Ave., N.W., Washington 9 

Western Michigan 

Headquarters, Grand Rapids. Mich. 

Meets: Second Monday in Month 
President, Frank Harbin, Jr. 

280 E. 6th St., Holland 
Secretary, W. C. DeRoo 
500 E. 8th St., Holland 

Western New York 
Headquarters, Buffalo, N. Y. 

Meets: Second Monday in Month 
President, G. E. Adema 

39 W. Balcom St., Buffalo 9 
Secretary, J. H. Bryce 

88 E. Girard Blvd., Kenmore 

Wisconsin 

Headquarters, Milwaukee, Wis. 

Meets: Third Monday in Month 
President, J. R. Vernon 

507 E. Michigan St., Milwaukee 2 
Secretary, B. M. Kluge 

1817 S. 60th St.. Milwaukee 14 

Student Branch . 

Texas A. & M, College 

Headquarters, College Station, 'l ex. 

Meets: Third Thursday in Month 
President, G. H. Jackson 

225 W. Nevada St., El Paso 
Secretary, T, V, Burns, Jr. 

P. O. Box 1651, College Station 
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Roll of Membership 

American Society of Heating and Ventilating Engineers 

1948 

(Corrected to January 31, 1948) 


HONORARY MEMBERS 

CARRIER, WILLIS H. (1944) (M 1913), (Presidential Member), Syracuse. N. Y. 
FIELDNER, A. C. (1944) Washington, D. C. 

BALDWIN, WM. J. (1915) New York, N. Y. (Deceased May 7, 1924). 

BILLINGS, DR. J. S. (1896) New York, N. Y. (Deceased March 10, 1913). 
BOLTON, REGINALD PELHAM (1897), (Presidential Member), New York, N. Y. 
(Deceased February 18, 1942). 

BRECKENRIDGE, L. P. (1920), North Ferrisburg, Vt. (Deceased August 22, 1940). 
GORMLY, JOHN (Charter Member), Norristown, Pa. (Deceased January 31, 1929). 
NEWTON, C. W. (Charter Member), Baltimore, Md. (Deceased August 6, 1920). 
HOOD, O. P. (1929), Washington. D. C. (Deceased April 22, 1937). 

JELLETT, STEWART A. (Charter Member), (Presidential Member), Philadelphia, Pa. 
(Deceased April 5, 1935). 


LIST OF MEMBERS 
Arranged Alphabetically 

(^Asterisk indicates authorship of papers; • Indicates address for mail) 

(M 1923; .4' 1918; J 1916) indicates. Election as Member 1923; Associate 1918; Junior 1918. 
(Pres. 1923) indicates, Elected President in 1023 and is now a Presidential Member. 


A 

ABBOTT, Furman S. (M 1943) Chief Engr.. 
W. H. Wheeler, Inc., 7 East 47th St., New York, 
N. Y., and *80 Afterglow Ave., Montclair, N. J. 
ABBOTT. Thomas J. (M 1938) Vice-Pies., 

• George C. Abbott, Ltd., 62 Shaftesbury Ave., 
and 294 Oriole Pkwy., Toronto, Ont., Canada. 

ABENDROTH, Harold F. (A 1947) Sales Engr., 

• Temperature Control, 710 Commercial National 
Bank Bldg., Peoria 1, and 201 Ehrett St., Creve, III. 

ABRAMS, Abraham (M 1927; J 1924) Cons. 

Engr., 112 Bon Air Ave., New Rochelle, N.»Y. 
ABRAMSON, Ralph J. (A 1938) Mech. Engr.. 
1884 Pratt Ave., (Chicago 20, III. 

ACHENBACH, Paul UK* (M 1942) Asst. Chief, 
Htg. & Air Cond. Section, • National Bureau of 
Standards, Connecticut Ave. and Van Ness St., 
Washington. D. C., and 1912 N. Randolph St., 
Arlington, Va. 

AGHESON, L. K. (M 1944) Laboratory Coordi- 
nator, The Hoover Co., and • 81 6 Portage St., 
North Canton, Ohio. 

ACHEY, Harry S. (/ 1947) Assoc., C. E. MUIs. 
801 James Bldg., Chattanooga, Tenn., and • 1109 
S. Crest Rd., Rossville, Ga. 

ACHEY, H. Norwood (.4 1947) Owner, Norwood 
Achey Co., and • John Ross Rd., Rossville, Ga. 
ACKER, Charles B. {M 1946) Mech. Engr., 

• Yonge & Hart, Archts., 614 Blount Bldg., and 
2025 North 11th Ave., Pensacola, Fla. 

ACKERMANN, Reynold H. (M 1943) Engr., 
Charles S. Leopold, Cons. Engr., 213 Broad St., 
PliUadelphia, and • 267 Cooper Ave., I^ansdowne. 
Pa. 

ADAIR, James S. (A 1941; J 1940) Owner, 
•James S, Adair, Sales Engrs., 306 Pere Mar- 
quette Bldg., New Orleans, and 715 Phosphor 
Ave., New Orleans 20, La. 

ADAM, Ray W. (A 1938) Owner sW. A. Adam 
Com 8810 Grinnell Ave., Detroit 18, and 951 E. 
Grand Blvd., Detroit, Mich. 

ADAMS, Chester Z. (M 1939) Owner and Mgr., 

• Chet Adams Co., Box 1366, 209>f BeUemeade 
St., and 207 E. Avondale Dr., Greensboro, N. C. 


ADAMS, Euftene £. (A 1938) Sales Engr.. 

• Garden City Fan Co., Room 1508 A, 55 West 
42nd St., New York 18, and 35-46~79th St., 
Jackson Heights, N. Y. 

AJDAMS, Eugene F, (M 1941) Mech. Engr., 

• Peter Kiewlt Sons’ Co., P. O. Box 739, and 276 
Wal Nani Way, Honolulu, T. H. 

ADAMS, Frank L, (M 1939) Htg. and Air Cond. 
Engr., eP. O. Box 840, Denver 1, and 1186 


Grape St., Denver 7, Colo. 

ADAMS, George F, (Af 1944) Engr., • Midwest 
Plumbing & Heating Co., 2450 Blake St., Denver, 
and 3301 Jay St., Wheat Ridge, Colo. 

ADAMS, Harold E. (Af 1930) Chief Engr.. eThe 
Nash Engineering Co., South Norwalk, and Mer- 
rill Heights, Norwalk, Conn. 

ADAMS, Neil D. (M 1929), (Council 1938-40) 
Supt., • Franklin Heating Station, 220 Second 
Ave., S. W., and R. F. D. No. 2, Elne-DeU, 
Rochester, Minn. 

ADAMS, Octavius C. (A 1944) Sales Engr., 
Owner, • Adams Heating Equipment Co., 41 
East 42nd St., Room 314, New York 17, and 32-20 
93rd St., Jackson Heights. N. Y. 

ADAMS, Robert B. (A 1946) Chief Power Plant 
Engr., Nordberg Manufacturing Co., 3073 S. 
Chase Ave., and •2855 Soutli 46th St., Mil- 
waukee 7, Wia. 

ADAMS, Robert Russell (A 1947) Supvr., Gilson 
Manufacturing Co., Ltd., Guelph and •245 Ken- 
nedy Rd., Toronto 13, Ont., Canada. 

ADAMS, Thomas K. (Af 1946) Mgr., Htg. and 
Vent. Dept., •Rennert & Lenz, Ltd., P. O. Box 
1092, and Halford Ave., Highlands N. Etn., 
Johannesburg, South Africa. 

ADAMS, William J. (A 1946) Estimator, • 3911 
W. North Ave., Chicago 47, and 1718 Nordica 
Ave., Chicago 36, 111. 

ADAMSON, L, C. (A 1945) Owner, • Air Con- 
ditioning & Heating Service Co., 3922 Troost, 
Kansas City 4, and 1920 East 71 st Terrace, 
Kansas City, Mo. 

ADDAMS, Homer {Charier Member; Life Member) 
(Presidential Member), (Pres., 1924; 1st Vice- 
Prea„ 1923; Treas., 1915-22; CouncU, 1915-26) 
Cbm.. Board of Directors, Fitzgibbons Boiler Co., 
Inc., 101 Park Ave.. New York 17, N. Y, 
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ADDAMS* Paul K. (M 1943) Pres., aFitzglbbons 
Boiler Co., Inc., 101 Park Ave., New York 17. and 
466 West 23rd St.. New York 11, N. Y. 

ADDIE. Georfte R, (M 1945) Managing Din, 
J. G. Wagstaif, Ltd., Alma Iron Works, Dukin- 
field. Cheshire, andaMottram House, Mottram 
in Longdendale, Nr. Manchester, England. 
ADDINGTON, Harold M. (M 1939) Leading 
Designer, Chemical Mfr., Nemours Bldg., Rm. 
13524, and •504 Delaware Ave., Wdmington, Del. 
ADDINGTON. Herbert B. (M 1938) Cons. 
Engr., • Myers. Fuller and Addington, 21 East 
40th St.. New York 16, and 699 Ocean Ave., 
Brooklyn 26. N. Y. 

ADEMA, George E. (M 1939) Prop., ^N. M. 
Adema & Son, 39 W. Balcom St., Buffalo 9, and 
299 Deerhurst Pkwy., Kenmore 17, N. Y. 
ADLAM, T. Napier (M 1932) Vice-Pres. and 
Gen. Mgr., Sarco Manufacturing Corp., Empire 
State Bidg., Fifth Ave. and 34th St., New York, 
N. Y., and • 124 Forest Hill Rd.. West Orange, 
N. J. 

AEBERLY, John J. (M 1928), (Council, 1937-39) 
Chief of Bureau of Htg., Vtg. and Indus. Sanita- 
tion, City of Chicago. Room 702, City Hall, 
Chicago 2, and • 6225 N. Newcastle Ave.. Chicago 
31, III. 

AHEARN, William J. (M 1929) 331 Newbury 
St., Boston, and* 131 Windermere Rd., Auburn- 
dale 66, Mass. 

AHLFF, Albert A. (M 1923; A 1918) Sales. Rust- 
Oleum Corp., Evanston. III., and #18 Heather- 
brook Lane, Kirkwood 22, Mo. 

AHLRICHS. Herman (A 1947) Owner, H. 
Ahlrichs Plumbing and Heating Co., and *7 
South 16th St., New Hyde Park. L. L, N. Y. . 
AIKEN, Hector H. (A 1947) Instructor, Mech. 
Engrg., • University of Arizona, and Rt. 6, Box 
734, Tucson, Ariz. 

AIKIN, A. A. (M 1945) Sales Engr., AAA Engi- 
neering Sales Co., and • Maplewood Manor, 
I^ansing, Mich, 

AIKIN, Frank W, (A 1945) Pres, and Treas., 

• Northern Controlled Heat Co., Inc., 567 Factory 
Square, and 126 Ward St., Watertown, N. Y, 

AINSWORTH, Samuel E. (A 1939) Partner, 

• Roche Newton & Co„ Box 1049, and 1624-26th 
St., Lubbock, Texas. 

AITKEN. Milton Lawrence (M 1945) Gen. Mgr., 
Propellair, Inc., Div. of Robbins & Myers, Inc., 
and *99 Broadmoor Blvd., Springfield. Ohio. 
AITKEN, Thomas (A 1946) Owner, Aitken Co., 
470 S. Nelson Rd., Columbus, and *6422 Havens 
Comer Rd., Black Lick, Ohio. 

AKERLOW, R. W. (A 1944) Sales Engr.. • The 
Starns Roger Manufacturing Co.. 1720 California 
St., and 935 S. Elizabeth St., Denver, Colo. 
AKERMAN, Joseph R. (M 1946) Instructor In 
Mech. Engr., University of Wisconsin, M. E. 
Dept., and *322 Karen Ct., Madison, Wis, 
AKERS, Georfte W. (M 1929) Pres,, George W. 
Akers Co.. 16526 Woodward Ave., Detroit 3, and 

• 1184 W. Tienkon Rd., R. F. D. 2, Rochester. 
Mich, 

ALBERT, William J. (A 1946) Air Cond. and 
Refrig. Designer, Stewart A. Jellett & Co., 1200 
Locust St., Philadelphia, Pa., and • 666 Randolph 
St., Camden, N. J. 

ALBRIGHT, C. Barton (A 1945) Owner, oC. 
Barton Albright. Engr., 114 Liberty St., New 
York, and 264 Rushmore Ave., Westbury Downs, 
L, L, N. Y. 

ALBRIGHT, Joseph C, (M 1946) Cons. Engr., 
Davison Chemical Corp., Baltimore 3, Md., and 

• 107 Dartmouth Rd., Bala Cynwyd, Pa. 
ALEXANDER, Granville P. (M 1944) Secy., 

• Htg., Piping & Air Cond. Contractors Phila- 
delphia Assn.. 328 Chestnut St.. Room 208, 
Philadelphia 6, and Montgomery Ct., Apt, J-33. 
Narberth, Pa. 

ALEXANDER, Hufth V. (M 1943) Branch Mgr,, 

• Johnson Service Co., 922 Architects Bldg., 
Indianapolis 4, and 67u0 Kingsley Dr., India- 
napolis 6. Ind. 

ALEXANDER, JohnL. (A 1944} Owner, • Charles 
H. Alexander & Son Co., 2746 Elmwo^ Dr. S.E„ 
Grand Rapids 6, Mich, 

ALEXANDER, John W. (if 1946) Design Engr., 
Office of the Supervising Architect, Public Budd- 
ings Administration, Washington 26, B. C., and 

• 403 Prince George St., Laurel, Md. 


ALEXANDER. Keith O. (if 1943) Sales Engr., 

• Neil H. Peterson Co., 1129 Folsom St., San 
Francisco 3, and 464 Mastick Ave., San Bruno, 
Calif. 

ALEXANDER, Samuel W. (if 1935) Pres., 
S. W. Alexander Co., Ltd.* 182 Main St., and • 124 
Kingsmount Park Rd., Toronto, Ont., Canada. 
ALFAGEME, BrauUo (if 1946) Almagro 1. 
Madrid, Spain. 

ALFERY, Henry F. (M 1038) Pres., • Erie Manu- 
facturing Co., 300 N. Eighth St., Milwaukee 3, 
and 1819 W. Center St., Milwaukee 6, Wis. 
ALFSEN, Nikolai (M 1933) Civil Engr., Alfsen & 
Gunderson, Prinsensgt, 2B, and • Utsiktsveien 
22, Stabekk. Oslo, Norway. 

ALGER. Irving G.. Jr. (A 1947) Mech. Engr., 
G. M. Simonson, 625 Market St., San Francisco 5, 
and *2417 Taraval St., San Francisco 16, Calif. 
ALGREN, A. B.* (if 1930) Assoc. Prof., Htg., 
Vent., and Air Cond., Engrg. Experiment Station, 
University of Minnesota, and eSlOO-nth Ave. 
S.. Minneapolis, Minn. 

ALLAN, James E, (if 1946) Principal, • Hunt & 
Allan, 914 Main St., Cincinnati 2, and 2830 
Harrison Ave., Cincinnati 11, Ohio. 

ALLAN, William (A 1938) Pres., •Allan Engi- 
neering Co., 724 E. Mason St., Milwaukee 2, and 
2736 N. Farwell Ave., Milwaukee 11, Wis. 
ALLCORN. Luther H.. Jr. (A 1946) Design 
Engr., The Bahnson Co., and *2425 Elizabeth 
Ave., Winston-Salem 7. N. C. 

ALLEN, Abraham B. (A 1945) Office Mgr.. 
Oil Burning Engineers, Inc., 3146 W. Chicago 
Ave., Chicago 22, and *2233 Birchwood Ave., 
Wilmette, 111. 

ALLEN, Arnold G. (A 1946) Sales Engr., mA. G. 
Allen Co., Liberty Bldg., Kentucky and Capitol 
Aves., Indianapolis, and Milroy. Ind. 

ALLEN, A. Walter (M 1936) Sales Engr., Pease 
Foundry Co., Ltd.. 227-235 Victoria St., Toronto, 
and elSl Glen Ave., Ottawa, Ont., Canada. 
ALLEN, Charles G, (A 1946) Engrg. and Dvlpt., 
Bryant Heater Co., 17825 St. Clair, Cleveland, 
and •1212 Irene, Lynhurst, Ohio, 

ALLEN, DeWltt M- (M 1936) ♦Allen & Ralston 
Co.. Room 101, B. M. A. Bldg.. 216 Pershing Rd.. 
Kansas City 8, and 39 West 70th Terrace, Kansas 
City 6. Mo. 

ALLEN, Edward C. (5 1948) Student. A. & M. 
College of Texas, • Box 2082 College Station, and 
1906 Chestnut St., Houston. Texas. 

ALLEN, Frank €. (Jlf 1944) Mech. Engr.. U. S. 
Bureau of Reclamation, u. S. Customhouse, 
Denver, and *4467 King St., Elenver 11, Colo. 
ALLEN, George W. (A 1945) Steamfitter, Bel- 
smitlf Air Conditioning & Refrigeration Co., 10 
Stewart St., Las Vegas, and • Box 955, Henderson, 
Nev. 

ALLEN, J. Lloyd (M 1944) Partner. •Allen & 
Kelley. Archts,, 333 N, Pennsylvania, and 5699 
N. Delaware, Indianapolis, Ind, 

ALLEN, Michael H. P, (ilf 1946) Dir. and (Sen. 
Mgr., • Bell’s Asbestos & Engineering (Africa) 
Ltd., P. O. Box 4878, and 214 Killarney Ct., 
Johannesburg. South Africa. 

ALLEN, Robert C., Jr. (A 1947) Branch Mgr.. 

• General Controls Co,, 4056 Broadway, Kansas 
City 2, and 8006 Spring I^ne, Rt. 7. Kansas City, 
Mo. 


ALLEN, Robert P. (J 1946) Engr.. • Carrier 
Corp., 710 N. Harwood St., Dallas, Texas, and 83 
Willow Ave., Larchmont, N. Y. 

ALLEN, Raynold W, (A 1947) Mgr., Htg. Dept., 

• Atlas Supply Co., 236 S. Liberty St,, and 422 
Avalon Rd., Winston-Salem, N. C. 

ALLEN, Roy H, (A 1946) Owner, • Allen Copper 
Coil Mfg. Co., Aqua Heating Co., 400 E. Pine St., 
battle 22, and 616 East 60th St., Seattle, Wash. 
ALLEN, S. Ruahmore (Jlf 1947) Sales Engr., 

• American Blower Corp., 438 Woodward Bldg., 
Washington 5, D. C., and 8906 Fifth St. N., 
Arlington, Va. 

ALLEN, WUUam T. (A 1947) Simt. of Htg.. Dept, 
of National Defence, Royal (Canadian Engrs*, 
Wolseley Barracks, and • 166 Chesley Ave,, 
London. Ont.. Canada. 

ALLEN. William W, (A 1936) Ptes., American 
Coodair Corp., Box ^00, Jacksonville, Fla. 
ALUSON. H. H. (A 1946) Mech. Engr., •United 
Rexall Co., 365 S. Broadway, and 1106 Masselin 
Ave., Los Angeles, Calif. 
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ALLISON, John H, (A 1945) Sales Engr., E. J. 
Deckman Co., 1502 Oliver Bldg,, Pittsburgh 22. 
and *601 Sherwood Rd., Pittsburgh 21, Pa. 
ALLISON, Robert E. (A 1941) Owner • American 
Sheet Metal Co., 001 First Ave., Dallas 10. and 
7069 Fairdale, Dallas, Texas. 

ALLISON, William F. (A 1947) Sr. Engr., E. A. 
Berman Co., 268 Northampton St., Boston, and 

• 348 Webster St-, Rockland, Mass. 

ALLONIER, Howard R. (A 1936) Dist. Mgr., 

• J. J. Nesbitt, Inc., 101 N. High St., Columbus 
15, and Shawnee Hills, R- D. 1, Powell, Ohio. 

ALLSHOUSE, Irvin P. (A 1946) 1922 Des.Plainea 
Ave., Des Plaines, 111. 

ALLSOP, Rowland P. (A 1940; J 1934) Cons. 
Engr., • 1221 Bay St., Toronto, Ont., and Stop 21 
Kingston Rd., Scarboro Bluffs, Ont.. Canada. 
ALMERT, Harold (A 1944) Cons. Engr., 1605 
York Ave., New York, and • 619 East 86th St., 
Apt, 6"B. New York 28, N. Y. 

ALSCHULER, John H. (A 1946) Designer. 
Parkins & Will, 309 W. Jackson Blvd., Chicago, 
and •1099 Merrill Ave., Hubbard Woods, 111. 
ALT, Harold L.* {M 1913) Basic Mech. Design 
I{:ngr., Voorhees, Walker, Foley & Smith, 101 
Park Ave.. New York 16, and • 1 15-27-225th St., 
St. Albans 11, N. Y. . 

ALTEMUELLER, George F. (A 1940) Utility 
Officer, Veterans Administration Hospital. Man- 
hattan Beach, Brooklyn, and • 2624 East 27th 
vSt„ Brooklyn 29. N. Y. 

ALVAREZ, Joaquin (A 1946; / 1942) Eo.t., 
Export Sales r)iv.,a Frick Company, Ir.c.. lind 
1 1 8 W. Third St., Waynesboro, Pa 
ALYEA, Harold W, (M 1944) Design and Dvlpt. 
Engr., • Johnson Service Co„ 507 E. Michigan 
St.. Milwaukee, and 919 Arcadian Ave., Wau- 
kesha, Wis. 

AMBROSE, Alfred IL (/ 1943; S 1941) Tieas.. 
H. R. Ambrose & Sons, luc., 46 Pleasent St., and 

• 30 Central St, Woodstock, Vt, 

AMBROSE, Eugene R. (Af 1940) Air Cond. 

Engr., American Gas & Electric Service Corp„ 
30 Church St., New York 7, N. Y., and • 412 
Walnut St., Roselle Park, N, J, 

AMEZAGA, Miguel F. (M 1946) Vicc-Pres., 

• Compania Electric de Cuba, Apartado 22S4, 
and Calle 36 No. 59 Miramar, Havana, Cuba. 

AMINOFF, Eugen (A 1947) Managing Dir., 

• Varme & Sanitetsaktiebolaget Ido, Box 3110, 
Stockholm 3, and Wartavagen 4, Stockholm, 
Sweden. 

AMMERMAN, A. S., Jr. (M 1944; A 1941; 
J 1937) Dist, Mgr,. • Aerofin Corp,, 111 W. 
Washington St., Chicago 2. and 132 N, Wolf Rd., 
Des Plaines. III. 

AMMERMAN, Charles R. (Life Member; M 1916) 
Pres., • Ammerman, Davis & Stout, Inc., 912-23 
K. of P. Bldg., and 4716 Rockwood Ave,, India- 
napolis. Ind. 

AMMONS, Staron E, (.S 1947) Student. • Box 
4388, College Station, and 212 13th Ave, N., Texas 
City, Texas. 

AMPHLETT, A. L. M. (A 1947) Engr,, • Min gle- 
dorff's Inc., 735 Broad St., Box 638, and 1012 
Carolina Ave., Augusta, Ga. 

AMUNDSON, Carl H. (M 1944) Branch Mgr., 

• Herman Nelson Corp., 759 N. Milwaukee, St., 
Milwaukee 11, and 609 North 115th St., Wau- 
watosa, Wis. 

ANDEREGG, R. H, (M 1920) Vice-Pres. and 
Chief Engr., The Trane Co„ and • 450 Losey 
Ct., La Crosse. Wis. 

ANDERSON, Carl G* (M 1942) Asst. Chief Engr., 
Union Special Machine Co., 400 N. Franklin St*, 
Chicago, and el?! Perry St., Elgin, 111. 
ANDERSON, C^l O. (M 1944) Htg. and Vent. 
Engr., Board of Education, Room 536-228 N. 
LaSalle St., CMcago 1, and *900 N. Rush St., 
Chicago 11, lU. 

ANDERSON, Carroll S. (M 1920) Dist. Mgr. 

• American Blower Corp., 1106 Architects Bldg., 
Los Angeles 13, and 4267 Holly iCnoU Dr„ Holly- 
wood 27. CaUf. 

ANDERSON, David B. (A 1939; J 1936; S 1933) 
Wood Conversion Co., First National Bank Bldg., 
and • 19199 Pinehuret Ave*, St. Paul 5, Minn. 
ANDERSON. Edvhird R, (/ 1946) Appl. Engr., 

• Westlnghouae Electric Corp., Sturtevant Div*, 
1408 Wsdnut St., Des Moines 8, la., axul 1932 N. 
Moreland Ave^, Indianapolis 8, Ind. 


ANDERSON, Edwin G. (A 1944) Owner, • Edwin 
C. Anderson Co., 1863 Wazee St., Denver 2, and 
1623 Adams St., Denver 6, Colo. 

ANDERSON, Edwin J. (A 1939) Mfrs. Agent, 

• Chicago Pump Co., 14 Smith St., Detroit 2, 
and 274 Lenox, Detroit 16, Mich. 

ANDERSON. Edwin L. (M 1941) Chief Engr., 
Sun Chemical Corp., 100 Sixth Ave., New York 

13, N. Y., and Oakridge Rd., Verona. N. J. 
ANDERSON, Elnar (A 1940) Gen. Sales Mgr., 

Vulcan Iron & Engineering Ltd.. Sutherland and 
Maple St., and • 162 Bannerman Ave., Winnipeg, 
Man., Canada. 

ANDERSON, Erik A. (A 1947) Asst. Dist Engr., 
Weatinghouse Electric Corp., Sturtevant Div., 
901 Walton Bldg-. Atlanta, and •1121 Winburn 
Dr., East Point. Ga. 

ANDERSON, George A. (A 1946) Chief Engr., 
William Adams Engineers, 3911 North Ave., 
Chicago 47. and •3030 Sheffield Ave., Chicago 

14. 111. 

ANDERSON, George A. M. (M 1947; A 1939; 
J 1935) Pres.. • King Ventilating Co., and 717 S. 
Cedar. Owatonna, Minn. 

ANDERSON, George E. (5 1946) Student, Uni- 
versity of Minr^'sota, and • 36 Melbourne Ave. 
S.E.. Minneapolis 14. Minn. 

ANDERSON, Granville W. (A 1943) Service 
Engr. eKoppers Coal Division, 1217 Ford Bldg.. 
Dctn it 26. and 5096 Burns Ave., Detroit 13, 
Mich. 

ANDERSON, Harv’ey E. (A 1944) Partner. 

• Anderson & Litwack Co., Ventilating Contrac- 
tors, 514-516 S. Laflin St., Chicago 7, and 460 
Fair Ave.. Elmhurst, 111. 

ANDERSON, James T. (J 1947) Instructor, 

• Michigan State College, Engineering Division, 
and Bldg. 700, Cherry Lane, Apt. 108, East 
Lansing, Mich. 

ANDERSON, N. B. (A 1945) Mgr.. •Lamar 
Supply Co., 3100 Lamar Ave., Houston, and 2910 
Chartres, Houston 4. Texas. 

ANDERSON, Raymond O. (A 1947) Research 
Coordinator, Minneapolis-Honeywell Regulator 
Co., 2835 Nicollet Ave., Minneapolis 8, and 

• 3025 East 50th. Minneapolis G, Minn. 
ANDERSON, Robert B. (A 1944) Owner, R. B. 

Anderson Heating Contr, & Engr., 1377 W. 
Alameda, Denver, Colo. 

ANDERSON, Robert V. (A 1945) Div. Sales Mgr., 
I>ennox Furnace Co.. Inc., 401) N. Midler Ave., 
Syracuse, N. Y., and • 306 N, Confederate Ave., 
Sandston, Va* 

ANDERSON, Sydney, Jr. (A 1043) Dir., Natl. 
Acet. Sales, • Chry^er Corp., Airtemp Div., 
Dayton, Ohio, and 8503 Irvington Ave., Bethesda, 
Md. 

ANDERSON, William S., Jr. (M 1945) Partner, 
Axeman-Andersou Assocs., 233 West St., and 

• 1332 Sheridan St., Williamsport, Pa. 
ANDERSON, William T., Jr. (M 1946) Dir. of 

Research. • Hanovia Chemical & Manufacturing 
Co., Chestnut St. and N. J. R. R. Ave., Newark 
5, and 19 Bowdoin St., Maplewood, N. J. 
ANDREAS, Charles A. (A 1946) Asst. Chief 
Mech. Engr., • U. S. Army Air Force Proving 
Ground, Climatic Hangar, Eglin Field, and 
Valpariso, Fla. 

ANDREW, Gordon J. (J 1947) Htg. & Indus. 
Engr.. W. T. Andrew Co.. 15815 Hamilton Ave.. 
Detroit 3, and • 9959 Sussex Ave., Detroit 27, 
Mich. 

ANIJREWS, William G. (A 194D Pres. & Gen. 
Mgr., •Southern Refrigeration Corp., 1750 S. 
Jefferson St., P. 0,r*Box 1096, and 2216 S. Jefferson 
St., Roanoke, Va. 

ANDREWS, William R. (M 1942) Asst. Mgr., 

• Ross Engineering of Canada, Ltd., 426 River 
St.. Sect. "A" Verdun, Montreal 19. and 3770 
Cote St. Catherine Rd., Montreal, One., Canada. 

ANDREWS, W. M. (M 1941) Partner, • Lock- 
wood & Andrews, Cons. Engra., 904 Union 
National Bank Bldg., and 2333 Sunset, Houston, 
Texas. 

ANGELL, Lawrence D, (M 1944) Minneapolis- 
Honeywell Regulator Co.. New York, and •450 
East I6th St., Brooklyn. N. Y. 

ANGELO, Herbert G. (A 1944) Htg. and Vent., 
4805 Washington, Denver 16, and • 1225 East 
14th Ave., Apt. 28, Denver, Colo. 
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ANGERMEYER, Albert H. (A 1936) Owner. 

• Plumbing & Heating. 119 N. Commercial St.» 
and 245 Webster St., Neenah, Wis. 

ANGLIN, T. G. (A 1947) Cons. Engr., •T. G. 
Anglin Engineering Co,, Ltd,, Room 703 Dominion 
Sguare Bldg., Montreal, and 540 Prince Albert, 
Montreal O.tQue., Canada. 

ANGUS, Donald L. (J 1946) Engr., H. H. Angus, 
Cons. Engr., 1221 Bay St., and •102 St, Hubert 
Ave., Toronto, Ont., Canada. 

ANGUS, Frank M. (ikf 1937) Owner. Texas 
Refrigeration & Elngincering Co., 4030 Swiss Ave., 
Dallas 4, and •5134 Ridgcdalc, Dallas, Texas. 
ANGUS, Harry 11.* (M 1918), (Council, 1927-29), 
Consulting Engr., 1221 Bay St., and *34 E'arnhani 
Ave., Toronto, Ont., Canada. 

ANIK, Bernard (5 1946) Student, Mech. Engrg, 
Dept., •Purdue University, West Lafayette, Ind., 
and 3464 Knox PI., New York, N. Y. 

ANNABEL, Cecil H. (A 1940) Owner, • Belsmith 
Co., F. O. Box 1508, and 10 Stewart St., Las 
Vegas, Nev. 

ANOFF, S. M. (/ 1940) Dept. Mgr., Albert Pick 
COm Inc., 2159 Pershing Kd., and •5048 Marine 
Dr.. Apt. A-5, Chicago 40, 111. 

ANSPAtlHER, T. H. (M 1939; J 1936) Dist. Mgr., 

• Buffalo Forge Co., Tower Petroleum Bldg.. 
Dallas 1, and 4512 Arcady St., Dallas, Texas. 

ANTllES, LawTence L. (A 1935) Pres., •Anthes- 
Jmperial Ltd., 30 Jefferson Ave., and 119 Dowling 
Ave., Toronto. Ont., Canada. 

ANTHONY, William R. (J 1948) Partner. 

• Anthony Co., 2220~19th St., and 2501-32nd 
St., Lubbock. Texas. 

ANWAY, H. Wilbur (M 1943) Research Physicist. 

• VV^ood Conversion Co., Arch St., and 1012 
Prospect Ave., Cloquet, Minn. 

APPELT, Joseph E. (M 1945) Mgr.. The Trane 
Co., 1200 Godfrey S.W,, Grand Rapids, and 

• Green Ridge Dr., R, R, 1, Comstock Park, 
Mich. 

APT, Sanford R, (M 1935) Mech. Engr., Parsons, 
BrinckerhofF, Hogan & Macdonald, 142 Maiden 
Lane, New York 7, and • 30“39-205th St., Bay- 
aide. L, I., N. Y. 

ARANDA, Arturo (A 1940) Engr., • Dept, dc 
Elidraulica-Morande, Institute of Inter-American 
Affairs, Casilla 9182, and Rosas 3114-F, Santiago, 
Chile. 

ARAR, Raymond M. (5 1948) Student, Uni- 
versity of Michigan, and *714 East University St., 
Ann Arbor, Mich. 

ARCIIAMBAUL'r, Joseph A, (A 1939) Mgr., 
Sales Office, • C, A. Dunham Co., Ltd., Room 
201-3, C W(41ington N., and 65A Council St.. 
Sherbrooke, Que.. Canada. 

ARCHER, David M. (M 1934) Sales Repr., 

• Sarco Co„ Inc., 143 Federal St., Boston 10, 
and 10 Harding Ave., Braintr(?e, Mass. 

ARCHER, WUliam J. (M 1945) 175-19th Ave., 
San Francisco 21, Calif. 

ARENBERG, Milton K. (A 1920) Pres., Robert 
Barclay, Inc., 122 N. Peoria St., Chicago, and 

• 1415 Wildwood Lane, Highland Park, 111. 
ARGUE, Edgar J. (A 1935) Sales Engr., Anthes 

F'oundry, Ltd., Saskatchewan Ave., and •773 
McMillan Ave., Winnipeg, Man., Canada. 
ARMBRUSTER, Frank T. W, (M 1936) Service 
Engr., American Radiator & Standard Sanitary 
Corp., 73 E. Naghten St., Columbus, and • 105 
First Ave., Waverly, Ohio- 
ARMISTEAD, WUliam C. (M 1937) Sales Engr., 

• 163 Second Ave. N., Nashville 3, and Granny 
White Pike, Brentwood, Tenn. 

ARMISTEAD, WUliam C., Jr, (5 1947) Student, 
Vanderbilt University and • J|,53 Second Ave. N., 
Nashville, Tenn. 

ARMSPACH, Otto W. (M 1919) Dist. Chief 
Engr., Carrier Corp., 405 Lexington Ave., New 
York 17, and^N. 2, Stratford Rd., Scarsdale, 
N, Y. 

ARMSTRONG, Charles E. (M 1939) Regis. 
Mech. Engr., 624 N.E. Hazelfern PI., Portland 13, 
Ore. 

ARMSTRONG, Rov E. (A 1947) Bldg. Chief 
Engr., • Humble Oil & Rerfrlg. Co., Room 105 
Humble Bldg., Houston, and 2912 Austin SL, 
Houston 4. Texas. 

ARNDT. HeinHch W, (A 1944) Owner, « The 
Hobby Shop, Masonic Building Lobby No. 2, 
and 2007 Central Ave.. Augusta, Ga, 


ARNDT, Marquard H. (M 1947) Chief. Data & 
Control Branch, Atomic Energy Commission and 

• 1434 Johnston Ave., Richland, Wash. 
ARNOLD, O. J. (A 1946) Engr., Mental Deficiency 

Colony, and • 3 Heiisol Villas, Nr, Pontyclun, 
Glamorgan, South Wales, Great Britain. 
ARNOLD, Jonah S. (J 1947) Designer •Stuart- 
Aire Inc., 413 Greenwich St., New York, and 47 
Harrison Ave., Brooklyn 11, N. Y. 

ARNOLD, Richard S. (M 1944) Dist. Chief 
Engr., •Carrier Corp., 300 Ivy St. N,E., Atlanta 
3, and 2395 E. Lake Rd.. Atlanta, Ga. 

ARNOLD, Robert S. L. (M 1944; A 1920; J 1922) 
Owner, Robert Arnold Co., 602 Otis Bldg., 
Philadelphia 2, and • Sherwood Lane, Walling- 
ford. Pa. 

ARNOLD, Thomas L. (A 1945) Mgr., •Vulcan 
Radiator Co., 26 Francis Ave., Hartford 6, and 
59 Bevei-ly Rd., West Hartford 7, Conn. 
ARONOFF, Melvin S. (J 1947) Design Engr., 

• Herman Blum. Cons. Engr., 2812 Fairmount 
St., and 2926 Park Row. Dallas, Texas, 

ARONSON, Henry H. (A 1939) Sales Engr., Dole 
Valve Co.. Chicago, and • Warren ville, 111. 
ARROWSMITH, John O. (M 1934) Siipt. of 
Works, •(Canadian Kodak Co., Ltd., and 9 
Huraberview Rd., Toronto 9, Ont., Canada. 

AR'I IIUR, John M., Jr. (M 1023) Div. Mgr., 

• Kansas City Power & Light Co., 1330 Balti- 
moie Ave., Kansas City 10, Mo., and 3311 State 
Ave., Kansas City. Kans. 

ARTRAN, Carlyle (A 1945) Pres., •Industrial Air 
Conditioning Corp., 3030 Fierro St., Loa Angeles 
41. and 2334 Birkdale St., Los Angeles 31, ('alif. 
ARVIDSON, Ernest R. (M 1943) Electrical 
Engrg. Draftsman, Carbide and Carbon Chemicals 
Corp., South Charleston, and • 2820 Kanawha 
Terrace, St. Albans, W. Va. 

ARZE'r, Fred A. (A 1944) Sales Engr., U. S. 
Radiator Corp., 309 East 19th St.. Indianapolis, 
and •3704 N. Emerson Ave., Indianapolis 1, Ind. 
ASBURY, Edgar M, (A 1946) Sales Engr., 

• Armstrong Cork Co., 841 Electric Bldg., 
Houston, Texas. 

ASH. Norman B. (A 1945) Pres., Braniff Engi- 
neering Co., 2908 North we.st 12th St., Oklahoma 
City, Okla. 

ASH. Robert S. (A 1943; J 1940) Buyer, Mont- 
gomery Ward & Co., 29th Ave., & East 14th St., 
Oakland, and #8080 Earl St., Oakland 5, Calif. 
ASHCRAFT, J. P. (A 1943) Owner, J. P. Ashcraft 
Co., and •2826 Fondren Dr., Dallas 5, Texas. 
ASHLEY. Carlyle M.* (M 3933), (Council, 1943- 
40). Chief Dvlpt. Engr., • Carrier Corp., 300 S. 
Geddes St-, Syracuse 1, and 22 Lynacrcs Blvd., 
Fayetteville, N. Y. 

ASHLEY, Edward E. (Af 1912) Cons. Engr., 
Partner, Edward E. Ashley, Cons, Engr., *10 
East 40th St., New York 16, N. Y., and 193 
Middlesex Rd.. Noroton Heights, Conn. 

ASHLEY. Ronald D. (M 1944) Partner, • United 
Equipment Co., 337 S. High St., Columbus 15, 
and 141 S. Southampton Ave., Columbus 4, Ohio. 
ASHTON, Jed L. (A 1944) Owner, Ashton Heating 
& Air Conditioning, 163 Motor Ave., Salt Lake 
City 1, and •2686 Alden St„ Sait Lake City 5, 
Utah. 

ASKER, Gunnar C. F. (A 1948) Chief Engr., 

• Dry Air Products Corp., 726 Jackson PI. N. W., 
and 4530 Lowell St. N*.W., Washington, D. C. 

ATHERTON. Alfred E. (A 1937) Dir., aA. E. 
Atherton & Sons, Pty., Ltd., 383 Latrobc St.. 
Melbourne, and 129 Esplanade, Elwood, Vic., 
Australia. 

ATHERTON. Russell C. (M 1945) Mech. Engr., 
M. J. Daly & Sons, Inc,, 641 Bank St., Waterbury, 
and • 74 Essex Ave., Waterbury 49, Conn. 
ATKINS, George E. (M 1941) Cons. Engr., 1308 
Hobart Bldg., San Francisco, and • 64 Oak Ridge 
Rd., Berkeley, Calif. 

ATKINS, Oren H. (A 1946) IDesigning Engr., 
United Electric Co., Louisville Ave., Monroe, and 

• 302 Filhoil Ave., West Monroe, La. 

ATKINS, Thomas J. (Af 1945) Electrostatic Air 

Cleaning Engr., Westinghouse Electric Corp.. 
Philadelphia, and *276 Henley Rd., Philadelphia 
31. Pa. 

ATKINSON, Robert P. (S 1948) Grad. Student, 
University of Minnesota. Minneapolis 14, and 

• 4618 Upton Ave. N., Minneapolis 12, Minn. 





Roll of Membership 


n 


ATKINSON, RumcU R, {A 1946) PlbR. and Htg, 
Dept., Central Supply Co., 838 S.W. P'irst St., 
Portland, and • 1631 S.W. Yamhill St., Portland 
6, Ore. 

ATKINSON, WllUam J. (A 1946) Dept. Mgr., 

• Winnipeg Supply & Fuel Co., Ltd., 812 Boyd 
Bldg., and 768 Clifton St., Winnipeg, Man., 
Canada. 

ATLAS, Sidney F. (/ 1946) Owner, • Atlas Air 
Conditioning Co., 2915 JRusk Ave., Houston, 
Texas. 

A'rrEBERRY, Clark (M 1947) Owner & Mgr.. 
Atteberry’s Heating & Sheet Metal Works, P. O. 
Box 453, Mercedes, Texas. 

ATWATER, Harry A. (M 1945) Chief Engr., 
Combustion Equipment Co„ 1820 Cherry St., 
Kansas City 8. and •641 West G7th St.. Kansas 
City 6, Mo. 

AUERBACH, Leonard F. (A 1947) Dir. of Sales, 

• Temperature Equipment Corp., 4505 Euclid 
Ave., Cleveland, and 1844 Forest Hills Blvd., 
East Cleveland 12, Ohio. 

AUGUSTERFER, Raymond J. (M 1948) Treas.. 
Ambrose- A ugusterfer Corp., 247 E, Ashraead St., 
Philadelphia 44, Pa. 

AUSLANDER, George (M 1940) Pres,, • National 
Combustion Co., Inc., 101 Park Ave.. New York 
17, and Harbor Rd., Hewlett Harbor, L. I,, N. Y, 
AUSTIN, William H. (A 1943; J 1940; 5 1937) 
ICngr., Cox Engineering Co., 621-7 Putnam Ave., 
Cambridge 39, and • 1095 Hyde Park Ave., Hyde 
Park 36, Masa. 

AVERA, A. F. {M 1944) Chief Engr., •Dallas Air 
Conditioning Co., 2809 Canton St., and 5810 
Lewis, Dallas, Texas. 

AVERA, William W. (J 1946) Engr.. •The 
Bahnson Co., 1001 S. Marshall St., and Room 431, 
Y.M.C.A., Winston-Salem, N. C. 

AVERY. Edward G. (M 1947) Sales Engr., 

• Sarco Co. Inc., 53 W. Jackson Blvd., Chicago 4, 
and 10536 S. Hale Ave.. Chicago 43. 111. 

AVERY, Lester T. (M 1934), (Council, 1944-46), 
Pres., •Avery Engineering Co.. 1906 Euclid 
Ave.. Cleveland 15. and 21149 Colby Rd., Shaker 
Heights, Cleveland 22, Ohio. 

AVILES, Alonso (A 1946) Owner. • P. O. Box 874, 
and 116 Wayside Dr.. Nogales. Ariz. 

AXEMAN, James E, (M 1932; A 1931; J 1925) 

• Axeman-Anderson Assocs., 233 West St.. 
Williamsport 3. and 1328 Woodmont Ave., 
Williamsport, Pa. 

AXTHELM, Fred G. (A 1945) Sales Engr., Front 
Rank Furnace Co.. 2500 Ohio Ave., St. Louis 4, 
and ^648 N. Forest Ave., Webster Groves 19, Mo. 
AYRES, James M.* (S 1946) Student, University 
of California, Berkeley, and ^2411 Bowditch Ave., 
Berkeley 4, Calif. 

AYRES, Robert O. (A 1946) Owner, Ayres & Co., 
P. O. Box 672, Houston 1, Texas. 

B 

BABCOCK. Dan (M 1945) Plant Engr., Allison 
Div., General Motors Corp., Indianapolis, and 

• 6511 Riverview Dr., Indianapolis 6, Ind. 
BABCOCK, Paul R. (M 1941) Cons. Engr., 

G. M. Simonson, 625 Market St., San Francisco, 
and •328~24th St.. Oakland 12, Calif. 
BACHMANN, Arthur J. (A 1948; J 1940; 5 1939) 
Service Mechanic, Minneapolis- Honeywell Regu- 
lator Co., 221 Fourth Ave., New York, and • 129 
Brooklyn Ave., Westbury, L. I., N. Y. 
BACHMANN, William L. (Af 1947) Engr., 

• Tucker & Rice, Inc., 11 Garden St., Worcester, 
and Main St.. Bast Brookfield, Mass. 

BACKSTROM, Ruesoll E.* (A 1931; J 1928) 
Mgr., Indus. Dept., • Wood Conversion Co., 
E'irst National Bank Bldg., St. Paul 1, and 1655 
Hillcrest Ave., St. Paul 6, Minn. 

BACON, Eari (A 1946) Mgr., M. F. Fischer & Son. 
203 Fredericksburg Rd„ and • 1802 Clower St., 
San Antonio, Texas. 

BACON, WUliam H., Jr. (A 1942) Automotive 
Engr., Tide Water Associated Oil Co., East 22nd 
St.. Bayonne, and #217 Baker Ave., Westfield, 
N. J. 

BADGETT, W. Howard* (M 1937; J 1932) Lt. 
Col., Asst. Mgr., College Constr. Program, 

• A. & M. College of Tejtaa, Box 236 Faculty 
Exchange, and 204 Pershing Ave., College Station, 
Texas. 


BADHNI, J. (M 1946) Prop., Badhni, Engineering 
& Trading Co., 38 Avenue Ferdowsi, Teheran, 
Iran. 

BAECHLIN, Alfred C., Jr, {M 1942) Gen. Sales 
Mgr., Northern Air (ijlonditloning Corp., 21 
Central Ave., Newark, N. J., and •2033 North 
40th St., Rt. 10, Box 716 M, Phoenix, Arlz. 
BAGGALEY, Walter (Af 1938) Advisory Equip. 
Engr., Research Div., •The Austin Co.. 16112 
Euclid Ave., Cleveland 12, and 3390 Glencairn 
Rd., Shaker Heights 22. Ohio. 

BAGlll, A. R. Mir (A 1946) Service Engr., Anglo 
Iranian Oil Co., 115 Bawarda N., Abadan, Iran. 
BAHNSON, Agnew H., Jr. (A .1945) Vice-Pres., 
The Bahnson Co., 1001 S. Marshall St.. Winston- 
Salem, N. C. 

BAILEY, Albert E. (A 1947) Branch Engr.. 
Frigidaire Sales Corp., P. O. Box No. 900, Roanoke 
5, and •1602 Westover Ave., Roanoke 15, Va. 
BAILEY, Charles F. (A 1947; J 1939) Gen. Mgr.. 

• Lorenzo Bailey Sc Co., and Windsor, Va. 
BAILEY, Frank T. (A 1947) Vice-Pres. & Gen. 

Mgi., • Register & Grille Manufacturing Co., Inc., 
70 Berry St., Brooklyn 11, N. V., and 16 Cam- 
bridge Rd., Verona. N. J, 

BAILEY, Frooerick A., Jr. (A 1939) Prop.. 

• Bailey's, 130 King St., Charleston 6, and 70 
Warren St„ Charleston, S. C. 

BAI? EY, Fred N. (M 1947) Industrial Engr., 
Hairis Pumi; & Supply Co., and •902 Agnew Rd., 
Pittsburgh 27, Pa. 

BAILEY, George G. (A 1947) Htg. & Vent. Engr,, 
Boynton Cole, 1873 Piedmont Rd.. and •3041 W. 
Roxboro Rd., Atlanta, Ga. 

BAILEY. J. L. (A 1940) Asst. Chief Engr., Parks- 
Cramer Co., Box 946. Charlotte. N. C. 

BAILEY, Murray C. (A 1946) Sales, •C. A. Dun- 
ham Co., Ltd., 1139 Bay St., and 698 Sherbourne 
St., Toronto, C)nt., Canada. 

BAIN, Lawrence F, (A 1944) Constr. Siipt., 
Narowetz Heating & Ventilating Co., 1722 W. 
Washington Blvd., and •3324 N. Laramie Ave., 
Chicago, 111. 

BAIRD, Alexander D. G. (A 1944) Pres,. •A. G. 
Baird, Ltd., 25 Ritchie Ave., Toronto, and Linden 
Rd., Scarborough Bluff, P. O. Scarborough, Ont., 
Canada. 

BAIRD, Floyd E. (M 1940) Owner, •314 Palmer 
Bldg., Atlanta 3, and 900 Church St., Marietta, Ga, 
BAK, Stanley J. (7 1947) Sales Engr.. The Crosbie 
Co., 2039 K St. N.W., Washington, and •2410-- 
20th St. N.W., Washington 9, D. C. 

BAKER, Clyde H. (M 1945) Htg„ Vent, and 
PIbg. fimgr., Snyder & McLean, 2214 Penobscot 
Bldg., Detroit, and •15444 Vaughan St., Detroit 
23. Mich. 

BAKER, Donald L. (M 1947; A 1940) Service 
SpecialivSt, Carrier Corp., Syracuse, and • Otisco 
Lake, Marietta, N. Y. 

BAKER, Edward L. (A 1945) Mgr., • Burbidge 
Coal Co., 311 S. Main St., Salt Lake City 1, and 
1533 Glen Arbor, Salt Lake City 5, Utah. 
BAKER, Harland E, (A 1946; J 1945) Partner. 
Baker & English, 1360 W. Ninth St., and •3786 
Freemont Rd.^ South Euclid 21, Ohio. 

BAKER, Harold S. (A 1937) Sales, Westinghouse 
Electric Supply, and • P. O. Box 822, Fresno, Calif. 
BAKER, Harry L,, Jr. (A 1943; J 1935) Georgia 
Tech Research Institute, Georgia School of Tech- 
nology, Research Bldg., Atlanta, Ga. 

BAKER, Henry A. (Af 1945) Vice-Pres., W. B. 
Connor Engineering Corp., 114 East 32nd St., 
New York, and • 145-53-17th Rd., Whitestone, 
N. y. 

BAKER, Henry E. {M 1946) Supt. of Engrg. 
Services, Messrs. Kirklees, Ltd., Tottington. and 

• 11 Newcombe Rd., Holcombe Brook, Bury, 
Lancashire, England. 

BAKER, I. C. ai 1921) Vice-Pres,, • Chrysler 
Corp., Airtemp Div., 1119 Leo St.. Dayton 1. 
and 252 E. Monteray Ave., Dayton 9, Ohio. 
BAKER, Jamea (M 1944) Owner, •Ross & Greig 
Registered. 738 Notre Dame St. W.. and 6716 
Darlington Ave., Montreal, Que., Canada. 
BAKER, John G. (M 1947) Chief Engr., Viking 
Manufacturing Corp*, 1747 Chester Ave., and 

• 1279 West 102nd St., Cleveland. Ohio. 

BAKER, John T. (A 1948) Htg.-Vtg. Engr., 

Magney, Tusler & Setter, ^02 Foahay Tower, 
Minneapolis* and •2612 Dupont Ave. S., Minne- 
apolis 8, Minn. 
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BAKER, L. P. {A 1945) Engr., Kendall Baker & 
Co. Ltd,, 365 Yonge St., Toronto, Ont., Canada. 
BAKER, Merl iS 1940) Instructional Staff & 
Student, •Purdue University, Mech. Engrg. Bldg., 
West Lafayette, Ind., and Butler Rd., liopkina- 
ville, Ky, 

BAKER, Roland H. {M 1928; A 1924) Pres., 
R H. Baker Co., and •Elkins. N. H. 

BAKER, Russell A. (A 1946) Branch Mgr., 

• Minncapolis-Honej'well Regulator Co., 121 W. 
Onondaga St., and 310 Caxlton Rd., Syracuse, 
N. Y. 

BAKER, T. A. (M 1942) Vice-Pres., • Baker 
Specialty & Supply Co,. 701 Erie Ave., and 2206 
E. Broadway, Logansport, Ind. 

BAKER, Thomas (M 1938) Vice-Pres., Chief 
Engr., Herbert Keller Corp. 179 Ellison St., Pater- 
son, N. J., and *660 East 242nd St., New York, 
N. Y. 

BAKER. William H.. Jr. (A 1935) Asst. Mgr., 
Pittsburgh Sales Office, American Radiator & 
Standard Sanitary Corp., 102 Sixth St.. Pitts- 
burgh. Pa. 

BAKKO, Reuben (A 1944) Air Conditioning Co. 
of So. Calif., 1003 Santa Fe Ave., Los Angeles 21, 
and *212 W. Avenue 42, Los Angeles 31, Calif. 
BAKSA, Stephen (4 1947) Plant Engr., •Johnson 
& Johnson, Walnut Ave., Cranford, and 28 Pulaski 
Ave., Carteret, N. J. 

BALCIL Rol>ert M., Jr. (A 3944) Sales Mgr., 
Apartment C<3ntrolg Div., • Minneapohs-IIoney- 
well Regulator Co., and 402 W. Minnehaha 
Pkwy., Minneapolis, Minn. 

BALDWIN, C. W. (A/ 1947; A 1945) Vent. Engr., 

• U. S. Rubber Co.. 1230 Avenue of the Americas, 
New York 20, and Clay. N. Y. 

BA1.DWIN, Karl F.. Jr. (A/ 1047; A 1941 ; J 1938) 
Mech. Engr., Clyde E. Bentley, 1441 Franklin St., 
Oakland, and ^419 Kentucky Ave., Berkeley 7. 
Calif, 

BALDWIN. Ralph T. (A 1948) Treas., • E. C. 
Powers & Son, Inc., 135 Arch St., and 5936 Lans- 
clowne Ave., Philadelphia, Pa. 

BALL, F. T. (A 1940) • The Canadian Fairbanks- 
Morse Co.. Ltd., 102r>5-104th St., and 11034- 
126th St,, Edmonton, Alta., Canada. 

BALL, William (A 1936) Pres., • Interstate 
Heating & Plumbing Co., 521 Southwest Blvd., 
Kansas City, Mo., and 1026 Shawnee Rd., Kansas 
City, Kans. 

BALLAGH. A. Bruce (A 3946; J 1943) Sales 
Engr.. • B. F. Sturtevant Co, of Canada. Jvtd., 
19 Melinda St., and 2405 Queen St. E., Toronto, 
Ont., Canada,. 

BALLANTYNE. George L. (4 1936) Mgr., Htg. 
Dept., • Crane, Ltd,. 1170 Beaver Hall Sq,. 
Montreal, and 140 Ballantyne Ave. S., Montreal 
West, Que., Canada, 

BALLMAN, William H. {M 1937) Prod. Mgr,, 

• Holly Hill Fruit Products, Inc., Davenport, and 
510 Revere St., Orlando, Fla. 

BALSAM, Charles P. (M 1932) Gen. Mgr.. 

• National Horae Equipment Co., 50 Church St., 
New York 7, and 324 Fourth St., Brooklyn, N. Y. 

BALSTER, Joseph A. (A 1947) Chief Engr,. 
Cafritz Co., 1404 K Street N.W., and 9 5520 
Sherrier PI. N.W., Washington, D. C. 

BAMOND, Manuel J. (M 1942) Branch Office 
Mgr., •Temperature Control Equipment, 403 N. 
Desplaines St., Chicago 10, and 5859 Winthrop 
Ave., Chicago 40, III, 

BANACH, Gasimer J. (A 1946; J 1939) Engr., 
Chicago Fan & Fin Coil Co., 1937 W. Walnut St., 
Chicago 12, and 9 819 N. Mozart Ave., Chicago 
22, lU. 

BAND, Jack P. (A 1944) Mech. Engr., GIffels & 
Vallet, Inc.. 1000 Marquette Bldg., Detroit 26, 
and aP. O. Box 2032, Detroit 81, Mich. 

BANKS, John B. (A 1942) Branch Mgr., •Minne- 
apolis-Honey well Regulator Co., 122 N.E. Broad- 
way, Portland 12. and 4616 Northeast 40th Ave., 
Portland 11, Ore. 

BANKSTON, Clayton V. (A 1945) Dist. Sales 
Mgr., • Industries Sales Corp., 2927 Jackson Ave., 
and 29 San Jose Ave.. New Orleans, La. 
BANOWSKY, A. B. (M 1988) Mgr., Retail Dlv., 
Payne Furnace Co., P. O. Box 990, Beverly Hills, 
and • 2652 Glendon Ave., Los Angeles 34, Calif. 
BAPPLKR, CharhM T. (A 1948) Regional Sales 
Mgr., McQuay, Inc.. 122 East 42nd St^ New 
Yorl^ and *91-17 48th Ave., Elmhurst, N. Y. 


BARBECK, Chester A, (A .1947) Sales Engr.. 

• Matthews Engineering Co., 2122 Olive St-, and 
4636 Bowser Ave., Dallas, Texas. 

BARBECK, William R. (M 1947) Partner, 

• Rodgers- Barbeck Co., 2021 Cedar Springs, and 
3301 Greenbrier Dr., Dallas, Texas. 

BARBER, Richard C. (J 1945) U. S. Naval Gun 
Factory, Washington, D. C., and • 4100 33rd St., 
Mt. Rainier. Md. * 

BARBIERI, Patrick J. (A 1943; J 1936; 1933) 

Air Cond. Engr,, eArmo Cooling & Ventilating 
Co., Inc., 30 West 15th St., New York, and 2237 
Belmont Ave., Bronx. N. Y. 

BARD, WUllam S. (M 1946) General Mgr., F. D. 
Ramsey & Co., Inc., 504 Washington St., and 

• 1315 Michigan Ave., La Porte, Ind. 

BARDO, Frederick J., Jr. (A 1947) Designer. 

Beman & Candee, Cons. Engr., Buffalo, and *364 
Walton Dr., Snyder 21. N. Y. 

BAREITHER, Harlan D. (5 1947) Grad. vStudent, 
University of Illinois, and • 608 South Race, 
Urbana, 111. 

BARFUS, Louis (M 1946) Vicc-Pres., • Sarco- 
therm Controls, Inc., 280 Modison Ave., New 
York 16. and 2775 East 16th St.. Brooklyn, N. Y, 
BARKER, M. Stanley (A 1943) Chief Engr., 
Carrier Engineering, Ltd., 30 Bloor St. W., and 

• 686 Eglington Ave. E., Toronto, Ont., Canada, 
BARKLEY, Kenneth L, (M 1946) Designing 

Draftsman, • Ecusta Paper Corp., Box 200, 
Spmdale, and 7 W. Jordan St„ Brevard, N. C. 
BARLOW. F. John (A 1945; J 1943) Chief Prod. 
Engr., Western Condensing Co., 936 E. John St., 
Appleton, Wis. 

BARM ANN, Paul V. (M 1946) Pres., • Lydick- 
Barraann Co., 505 Commerce St., and 1134 Clara 
St., Fort Worth, Texas. 

BARNARD, M. Everett (A 1936) Dist. Mgr., 
Indus. Htg. Dept., • Carrier Corp., 12 South 
12th St., Philadelphia 7, and 0730 Crittenden St., 
Philadelphia 19, Pa. 

BARNARD, William B. (S 1948) Student, Purdue 
University, and *712 Northwestern, W’est Lafay- 
ette, Ind, 

BARNES, Arthur F. {M 1038) Owner & Mgr., 
Texas Engineering Co., 4607 Montrose, Houston 
0, and •3015 Jarrard St., Houston 5, Texas. 
BARNES, Arthur R. (M 1937) Engr., *0. S. 
Supply Co., 1315 West 12th St., and 326 East 70th 
Terrace, Kansas City, Mo. 

BARNES, Charlea A, (M 1944) Engr., Meta! 
Fabricators, 465 Bishop St, N.W., •?. O. Box 
4304, Atlanta 2, and 947 Katherwood Dr, S.W. 
Atlanta, Ga. 

BARNES, Hugh S, (A 1947; J 1940) Metal Fabri- 
cators. Inc., P. O. Box 3232, Charlotte 3, N. C. 
BARNES, John C. (A 1944) Branch Mgr,, 

• National Radiator Co., 401 N. Broad St.. 
Philadelphia 8. and 143 Golf View Rd., Merion 
Golf Manor, Ardmore, Pa. 

BARNES, John G„ Jr. {M 1947) Engr., •Natkin 
& Co., 1924 Oak St., and 404 Huntington Rd„ 
Kansas City 2, Mo. 

BARNES, Lewis L, (M 1943; A 1942; J 1937) 
Chief Engr., Carrier Atlanta Corp., 306 Wachtree 
St., and *3865 Wieuca Terrace, Atlanta, Ga. 
BARNES, Raymond W. (M 3939) Cons. Engr.. 
631 Moore Bldg., San Antonio 5, and •1208 N. 
Main Ave., San Antonio 2, Texas. 

BARNES, Walter E. (M 1933) Pres,, Barnes & 
Jones, Inc., 128 Brookside Ave., Jamaica Plain 30, 
Boston, and • 7 Woodlawn Ave., Wellesley Hills 
82, Mass. 

BARNES, Willis L. (A 1946) Sales Engr.. • The 
H. L. Thompson Co., 414 Esperson Bldg., Houston 
2, and 410 Marshall St., Houston. Texas, 
BARNETT, Hairy (M 1942) Dist. Mgr., •Zephyr 
Laundry Machinery Co., Box 1125, and Briarcliff 
Hotel. Atlanta, Ga, 

BARNETT, Robert E. (A 1944) Structural Engr,, 
Toltz King & Day. and • Grand Hotel, St. Paul, 
Minn. 

BARNEY, WUliam E. (M 1986) Mgr., Engr.. 

• Hydraulic-Press Brick Co., South Park, and 
7606 Hemlock Rd., Independence. Ohio. 

BARNUM, Willis E., Jr. 1033; J 1930) Sales 
Engr., • Westerlin & Campbell Co., 6924 Second, 
Detroit 2, and 17106 Magnolia Fkwy., Detroit 
19, Mich, 





Roll of Membership 


IS 


BARON, Arnold E- (.S' 1947) Student. Texas 
A. & M. College, College Station, and *4500 
Beldaire, Dallas, Texas. 

BARR, George W. {Life Member), (M 1905). 
(Board of Governors, 1910), Dist. Mgr., eAerofin 
Corp.. 2030 Land Title Bldg., Philadelphia 10, 
and Woods End, Villa Nova, Pa. 

BARRETT, Campbell M. (A 1941) Mech, In- 
spector of Mines, Province of Ontario, Parliament 
Bldgs., Toronto, and *93 Ramsey Rd., Leaside, 
Ont., Canada. 

BARRY, James, Jr. (M 1946) Vice-Pres„ Elliott 
& Barry Engineering Co., 4060 VV. Pine Blvd., 
St. Louia 8, Mo. 

BARRY. Wilfred W. (A 1945) Partner, • Barry 
& Kemper, 12873 Fort Rd., and 10l32-142nd 
St., Edmonton, Alta., Canada. 

BARSHA, Nicholas B. (A 1947) Chief Engr., 
Airtherm Manufacturing Co.. 700 S, Spring Ave., 
St. Louis 10, and *207 Newell Dr., Ferguson. Mo. 
BARTELS, Charles J. (M 1942) Owner, ♦Auto- 
matic Stoker & Engineering Co., 207-8 Richardson 
Bldg., and 1410 Washington Ave., Parkersburg, 
W. Va. 

BARl’ELS, Everett M. (M 1946; A 1941 ; J 1939) 
Supvar. of Mech. Equip., • Independent School 
District. 629 Third St., Dea Moines 9, and 1104 
K. Douglas, Des Moines 10, Iowa. 

BARTH, Herbert E. (M 1020) Vicc-Prea.. 

• American Blower Corp., P. O. Box 58, Roosevelt 
Park Annex, Detroit 32, and 16 East Kirby Ave., 
Detroit 2, Mich, 

BARTH, John W. (A 3913; J 1939) 320 Ohve 
Ave., Long Beach 12, Calif. 

BARTHELMKSS, Richard (M 1944) Mgr., 

• Richard Barthelmess Sales Co., 1064 W. Adams 
St., Jacksonville 4, and 1711 Challen Ave., Jack- 
sonville 6, Fla. 

BARTLETT, Amos C.* (M 1940) Mgr.. Iltg. and 
Vent. Section, • WejJtlnghouse Filectric Corp., 
Sturtevant Div., Hyde F’aik, and 22 Weston Ave., 
Braintree 84, Mass. 

BARTLETT, C- Edwin (M 1922) Pres., • Bartlett 
& Co., Inc., 201 South 42nd St., Philadelphia 4, 
and 3111 W. Coulter St., Philadelphia 29, Pa. 
BARTLETT, George M, (A 1947) Mgr. of Heating 
Dept. 8i Sales Engr., W.E. Wesson, 100 Eagle St., 
Waterbury. and •28 Wilmot Rd.. Hamden, Conn. 
BARTON, Fred C, (M 1943) Partner. • Shuttle- 
worth Conditioned Air, 117 E. Michigan St., and 
1950 N. Olney St., Indianapolis. Ind. 

BARTON, Jay (M 1937) Partner, Barton Engi- 
neering Co., 416 Stephenson Bldg., Detroit, Mich., 
and iJoIgate Ave., Defiance, Ohio. 
BARTON, Kenneth L. (M 1945) Indus. Engr., 

• The Foxboro Co., 420 Lexington Ave., Room 
1643, New York 17. and 103 Ramsey Ave., 
Yonkers 2. N. Y. 


BASSEVITai, Abraham (A 1946) Design Engr., 
Meyer, Strong & Jones, 101 Park Ave., New York, 
and *3002 West 28th St., Brooklyn 24, N. Y. 
BASTEDO, Albert E. (M 1919) Vlce-Pres. and 
Treas., • Burnham Boiler Corp,, 2 Main St., 
Irvington, and 65 Burnside Dr., Hastings-on 
Hudson 6. N. Y. 

BATEMAN, William Hamilton (A 1944) 
Partner, • Keystone Sales Co., 647 Lincoln Ave.. 
P. O. Box 4201, Bellevue Station, and 1011 
California Ave., Avalon, Pittsburgh 2, Pa. 
BATES, John H. (A 1947; J 1941; 5 1939) XL S. 
Army, and • 1313 W. Lehigh, Philadelphia, Pa. 
BATTAN. S. W. (M 1940) Pres., • Perma-Temp 
Products, Inc., 838 E. P'ederal St., Camden, N. J., 
and Hillcrest Hotel. Stenton Ave.. Bethlehem 
Pike, Whitemarsh, Philadelphia. Pa. 

BALER, Albert E. (M 1936) Mgr., Special Prod. 
Div., Stainless & Steel Products Co„ 1000 Berry 
Ave., St. Paul 4, and • 69 S. Victoria St„ St. Paiil 
6. Minn. 

BAUER, Jean (J 1946) •Ventilator A. G., Staefa. 
and Basel, Switzerland. 

BAUER, John (M 1946) Mgr, • Bauer HcaUng & 
Plumbing Co., 827 Avenue A, and 924 Fourth 
Ave., Plnttsmouth. Nebr. 

BAUER, Ray P. (M 1945) Engr., •434 N. Rock 
Island, and 22S N. Rutan. Wichita, KanS. 
BAUM, Albert L, (M 1916) Partner, ajaros, 
Baum & Boites. 415 Lexington Ave., New York 
17. and 600 West lllth St., New York 25, N, Y. 
BAUMAN. Carl S. (M 1948) Exec. Engr.. Tex- 
Air ConditioninR Co., #1201 Jones St., and 010 
Collier St., Fort Worth, Texais. 


BAUMANN, Arnold W. (M 3948) Chief Engr., 
Arthur Harris & Co., 212 N. Aberdeen, and • 40 
1£, Oak, Chicago, 111. 

BAUMGARDNER, C. M. (M 1928) Exec,, 
Vice-Pres., • U. S. Radiator Corp., 300 Buhl 
Bldg., Detroit 31, Mich., and 416 Curaiior Rd., 
Kenilworth, 111. 

BAUTl'S, Ray A. {M 1945) Asst. Mgr. Gas Dept., 

• Arkansas Power & Light Co., 112 W. Washing- 
ton Ave. (Box 812), and 1005 W. Oak St., Jones- 
boro, Ark. 

BAWDEN, I^esHe A. (A 1945) Midland Area 
Engr., Spirax Manufacturing Co., Ltd., Beech- 
raont. Cheltenham, Gloucester, and • 38 Windsor 
Rd., Evesham, Worcesterslure, England. 
BAXTER, A. G. (M 1944) Htg. Engr.. •Enter- 
prise Foundry Co., Ltd.. Sackville, N. B.. and 28 
Clarence St., Amherst, Nova Scotia, Canada. 
BAXTER, Henry A. (A 1944) Gen. Mgr., • W. H. 
Cunningham & Hill, Ltd., 209-271 Richmond St. 
W., and 93 Castlewood Rd., Toronto, Ont., 
Carrada. 

BAXTER, William E. (A 1939) Pres., •W. E. 
Baxter, Ltd., 2200 Kingston Ave., Montreal, and 
89-51st Ave., Lachine, Que., Canada. 

BAY, Gharles IJ (A 1938) Sales Repr., •The 
Detroit Edison Co., 2000 Second Ave., Detroit, 
and Woodward Ave., Bloomfield Hills, Mich. 
BAYLESS, Robert L,, Jr, (A 1946) Owner and 
Mgr., ♦Valley Sheet Metal Co., 230 N. Ninth 
St., and 367 Orme Ave., Phoenix, Ariz. 

BAZILLE, Clarence H. (M 1944) Cons. Engr., 

• Clarence H. Bazille, Room 726, Pacific Bldg.. 
821 Market St., San Francisco 3, and Hotel 
Gotham. San Francisco 1 , Calif. 

BAZZONI, Joseph P. (M 1946; A 1942) Mech, 
Engr., Shaw, Met^ & Dolio, 208 S. LaSalle, 
Chicago, and • Rt. 2, Ottawa. 111. 

BEACH, Albert F., Jr, {M 1944) Appl. Engr., 
Carrier Corp., 405 Lexington Ave., New York, 
N. Y., and *214 Columbia Ave., (Branford, N. J. 
BEACH, Milton W. (A 1947) Sales Engr., M. W. 
Beach Sales & Engineering, 619 Main St., Cincin- 
nati 2, and •309 W. McMillan St., Cincinnati 
19, Ohio. 

BEACH, Ralph L. (M 1942) Dist. Engr., York 
Corp., 412 Houston St. N.E., P. O. Box 2210, 
Atlanta, and •131 Clarion Ave., Decatur, Ga. 
BEAGHEN, George W. (A 1944) Field Engr., 

• American Blower Corp., 50 West 40th St., New 
York 18, and 140 Seventh Ave., Pelham, N. Y. 

BEAIRD, Benjamin J. {M 1945) Chief Engr. and 
Estimator, Charles G. Heyne & Co.. 2002 Roth- 
well. and •1621 Kipling, Houston, Texas. 

BEALS, Dowell E. (M 1941; J 1940) Owner, 

• Beals Plumbing & Heating Co.. 315 West 13th 
St., and 4001 Calmont St.. Fort Worth, Texa.s. 

BEAM, Lucien H. (A 1946) Supvsr, of Utility 
Operations, Fairchild Aircraft, Hagerstown, Md., 
and • Route 4, Waynesboro, Pa. 

BEAN, GeorRe S. (A 1935) Mgr., Stoker Div,, 

• North Western-Hanna Fuel Co., 2196 Uni- 
versity Ave., St. Paul 4, and 4949- 16th Ave., 
Minneapolis, Minn. 

BEAN, Thomas H,, Jr. (M 1944) Cons. Engr., 
813 Hidalgo St.. New Orleans 19. La. 

BEARDEN, John D. (A 1946) Engr., •Hall-Neai 
Furnace Co., 1324 N. Capitol Ave,, and 145 E. 
Hoefgen St.. Indianapolis, Ind. 

BEARG, Milton J. (M 1944) Air Cond. Engr., 
Sanderson & Porter, 52 William St., New York 6, 
and • 192-39 Hollis Ave,, Hollis 7. L. L, N. Y. 
BEARMAN, Alexander A. (M 1937) Engr., 

• 20th Century-Fox Film Corp., 444 West 66th 
St., New York 19, and 3111 Broadway, New 
York 27, N. Y. 

BEARSE, AUen H., Jr. (A 1945) Partner, 

• Barrows Coal Co., 35 Main St., and 66 Western 
Ave., Brattleboro, Vt. 

BEATTIE, James (A 1940) Owner, James Beattie, 
7327 Tiremon, Detroit 4, and • 17215 Greeniawn 
Ave., Detroit 21, Mich. 

BEATTY. John W. (/ 1944; 5 1941) Htg. Engr., • 
Beatty Hardware Co., 118-120 Main St., and 612 
State St., Beardstown, 111. 

BEATY. Stanford W. (A 1947) Air Cond. Engr., 

• Arkansas Natural Gas Corp.. P. O. Box 1734, 
Shreveport 4, and 3238 Southern Ave., Shreve*' 
port. La. 
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BEAUCHAMP, John H. (A 1945) Owner-Mgr., 

• Heating & Kefrigeration Maintenance Co., 
8913 S. Main St., and 1005 Isabella, Apt. 33. 
Houston 4, Texas. 

BEAURRIENNE, Auftuste* (Life Member; M 
1912) Kngr. Expert, 25 Rue des Marguettes, 
Paris XII, and • 18 Rue Petit Val, Sucy en Brie, 
Seine et Oise, France. 

BEAVERS, G. R, (M 1929) c/o Margison and 
Babc(x*k, Cons. Kngra., Indus. Designers, 119 
Isabella St.. Toronto, and * 0/0 4, Earl St., 
Toronto 5, OnL., Canada. 

BECHIR, Nicholas V. (M 194G) Asst,. Refrig. 
Dept., •Vol kart Brothers, 8 Clive St., and 21 
Humayan Ct., Calcutta. India, 

BECHTOL, J. J. (A 1942; J 1937) Engr., Esti- 
mator, L, E. Stevens Co., 026 Broadway. Cincin- 
nati 2, and • 1282 Quebec Rd,. Cincinnati 5. Ohio. 
BECKER, C. Sf(M 1939) Mcch. Engr., •American 
Blower Corp., Room 1504, 228 N. LaSalle St., 
Chicago 1, and 514 S. Dunton Ave., Arlington 
Heights, III. 

BECKER, Georjte E. (A 1943) Secy. -T teas.. 
Sales and Service, • Frigid Refrigerator Service, 
3232 Olive, St. Louis 3, and 5329 Delor St., 
St. Louks, Mo. 

BECKER, Philip F. (M 1947) Elcc. Engr., Board 
of Transportation, 250 Hudson St,, New York 13, 
and •101 East 200th St., New York 58, N. Y. 
BECKER, Sidney J. (A 1947; J 1944) Engr.. • J. 
Becker, Inc., 6355 Park Ave,, and 4804 Cote Des 
Neiges, Apt. 31, Montreal. Que.. Canada. 
BECKWITH, F. J. (M 1940) lltg. and Vent. 
Engr., Henley & Beckwith. 2628 Pearl St., and 

• R. F. D. 1. Box 250, Jacksonville, IHa. 
BECRAFT, Edwin R. (A 1947) Export Director. 

The Trane Co., and •1907 Adams St., La Crosse, 
Wis. 

BEDARD, Earl L. (A 1946) Chief Engr., •Aldrich 
Mfg. Co., and Wyoming, 111. 

BEEBE, F. E. W, (Life Member; A 1915) Retired, 
20 Denman PI.. Elizabeth 3, N, J. 

BEECRAFT, Gerald A. (A 1946) Partner, 

• Atlas Air Conditioning Co., 22450 Fenkell Ave., 
Detroit 23, and 24320 Union Ave.. Dearborn, 
Mich. 

BEERS, Louis N. (A 1942) Sales Engr.. Nicolai’s 
Tucson Pipe Works, 416 W. Davis, and ^2745 N. 
Martin, T ucson, Ariz. 

BEERS, Vance A. (A 1946) Htg. Dept., Marshall- 
W’dls Co., 1420 N.W. Lovejoy. and •3849 N. 
Kiska, Apt, 10 Portland, Ore. 

BEERY, Clinton E.* (Af 1936) Pres,. Heat & 
Fuel Engineering Co., Inc., 1454 Flood Ave., 
Chicago, III. 

BEERY, Vernon L. (A 1944) Sales Engr., Con- 
solidated Industries, Inc., Lafayette, Ind. 
BEGGS, Philip B. (A 1946) Partner. • Paul W. 
Beggs & Son, 665 Folsom St., San Francisco 7, 
and 1322-32nd Ave., San Francisco 22, Calif. 
BEGGS, William E. (M 1927) Owner, W. E. 
Beggs Co., 234 Ninth Ave. N., and • 2580 W. 
Viewpoint Way, Seattle, Wash. 

BEGOON, Geonge F. (A 1945) Vice Pres., •The 
Thermix Corp., First National Bank Bldg., and 
55 Orchard Drive, Greenwich, Conn. 

BEIGHEL, 11. A. (A 1927) Owner. •Allegheny 
Engineering Co., 503 Columbia Bldg., Pittsburgh, 
and 207 Puritan Rd., Kosslyn Farms, Carnegie, 
Pa. 

BEINEKE, Robert C. (A 1947) Engr.. • Fosdick 
& Flilmer, Consulting Engrs., 1703 Union Trust 
Bldg.. Cincinnati 2, and 3745 Boudinot Ave., 
Cincinnati 11. Ohio. 

BEIRN, John B. (A 1945) Sales Engr., American 
Radiator Standard Sanitary Corp., 1617 Penna. 
Blvd.. Pittsburgh, Pa„ and •9617 Ventnor Ave., 
Margate, N. J. 

BEISEL, Karl E. (J 1944) Naval Archt., Norfolk 
Naval Shipyard, and • 20 Lawrence Circle, Apt. 
K-5, Portsmouth, Va. 

BEITZELL, Albert E. (A 1933; J 1930) Vice- 
Prea., Combustioncer Corp., 409 Tenth St. S.W., 
Washington, D. C., and • 6701 N. Delfield St., 
Chevy Chase 16, Md. 

BEKESHUS, J. Herbert (M 1 946) Pres.. • Pioneer 
Oil Heat, Inc., 229 River St., and 1503 Massa- 
chusetts Ave., Troy. N. Y. 

BELANGER, WUliam (M 1944) Owner. South- 
eastern Supply Co., 390 N. Front St., New Bed- 
ford. Mass. 


BELDEN, Albert G.. Jr. (M 1944) Pres., • Belden 
Co., 15 South 13th St., and 2700 Wilson Dr., 
Terre Haute, Ind. 

BELFORD, Louis B, (A 1940) Eastern Supvsr., 
Air Cond. Control Div., •Minneapolis-Honeywell 
Regulator Co„ 221 Fourth Ave., New York 3, and 
296 Murray Ave., Larchmont, N. Y. 

BELINE, Martin B. (M 1944) Gen. Sales Mgr., 
Wm. Bomstein & Son, Inc., Second & Kennedy 
Sts. N.W., Washington 11. D. C„ and •201 W. 
Bradley Lane, Chevy Chase, Md. 

BELING, Earl H.* (M 1936; A 1930; / 1925) 
Owner, Chief Engr., • Beling Engineering Co., 
1407 Seventh Ave., and 2428-l3th St., Moline, 111. 
BELL, D. G. (A 1946) Chief Engr., • Robb and 
Rowley United Inc., 314 S. Harwood, Dallas 1, 
and 9714 Rockbrook, Dallas 9, Texas. 

BELL. E. Floyd (M 1933) Pres., • Bell & Eiss, Inc., 
2102 Foahay Tower, Minneapolis 2, and 6224 
Oak Lawn Ave., Minneapolis. Minn. 

BELL, John A. (A 1944) Field Engr., Furnasman 
Manufacturing Co., Ltd., Pembina Highway, and 

• 1137 ‘‘B*’ Grosvenor Ave., Winnipeg, Man., 
Canada. 

BELL. Sydney R. (M 1939) Principal, •Sydney 
R. Bell & Assocs., Cons. Engrs.. 374 Little Collins 
St., and 12 Queens Rd., Melbourne, Australia. 
BELL, Thomas H. (A 1944) Eugr. and Supt. of 
Constr., Columbus Heating & Ventilating Co., 
182 N. Yale Ave., and • 296 S. Eureka Ave., 
Columbus, Ohio. 

BELL, Wilbur C. (J 1946) Asst. Engr., B. F. 
Sturtevant Co., Div. of Westinghou.se Electric, 
and • 1465 River St., Hyde Park, Boston 36. Mass. 
BELLMAN, John V. (A 1946; J 1943) Chief 
Petty Officer, Directorate of FJectrical Supply, 
Naval Service Headquarters, Ottawa, and •170 
Hope St., Toronto, Ont., Canada. 

BELSKY, Georite A. (M 1945) Pres,, George A. 
Bell. Inc., 215 East 37th St., New York, and • 78 
Randolpli Rd., W’hite Plains, N. Y. 

BELYEA, Roy E. (A 1944) Pres, and Mgr., 

• Belyca Brothers, Ltd., 1002 Bathurst St., and 
207 Glenayr Rd., Toronto, Ont., Canada. 

BEMAN, Myron G. (M 1926), (Council, 1934-39), 
Partner, • Beman & Candee, 271 Delaware Ave., 
Buffalo 2, and 262 E. Quaker St., Orchard Park, 
N. Y. 

BEMARKT, George H. (M 1945) 616 North 19th 
St., Apt. 3, East St. Louis, 111. 

BEMIS, Paul D. (M 1942) Owner, • Consulting 
Engr., 36 Pearl St.. Hartford 3, and 31 Riggs 
Ave , West Hartford, Conn. 

B£)M1S, Wilfred A. (A 1942) Owner, Bemis 
Supply Co., 1401 Mackllnd Ave,, St. Louis, and 

• 129 F^merling Dr., Normandy 21, Mo. 
BENGLE, Charles V, (A 1946) Dist. Repr., Air 

Cond. & Refrig. Div., •Worthington Pump & 
Machinery Corp., 801 Race St., Cincinnati 1, 
and 3629 Erie Ave., Cincinnati 8, Ohio. 
BENHAM, Colin S. K. (A 1940; J 1937) Dir., 

• Benhain & Sons, Ltd., 66 Wigmore St., Ix>ndon 
W. 1, and Hill House, Great Missenden, Bucks., 
England. 

BENHAM, Ford C., Jr. (A 1942; / 1938) Air 
Cond. & Htg. Engr., M. F. Fischer & Son, 203 
Fredericksburg Rd., and •209 Harmon Dr., San 
Antonio. Texas. 

BENN, Charles L. (M 1947) Supvsr. of Utilization 
Engrg., Equitable Gas Co., 610 Wood St., Pitts- 
burgh, and • 59 Belvedere St., Pittsburgh 5, Pa. 
BENNIS, Raymond R. (M 1947; A 1943) Chief 
Engr., • Contractors Refrigeration Corp., 89-35 
Queens Blvd., Elmhurst, and 67-47-18l8t St., 

• Flushing, N, Y. 

BENOIST, LeRoy L. (M 1934) Owner & Mgr.. 

• Benoist Brothers Supply Co., 117 S. Tenth St., 
and 1500 Main St., Mt, Vernon, 111. 

BENOIST, Raymond E. (A 1936) Mgr. and 
Engr., Benoist Brothers Supply Co„ 117 S, Tenth 
St., and eSll North 12th St.. Mt. Vernon, IH. 
BENSEN, Clarence L. (M 1939; J 1936) Sales 
Mgr., Rrfrig, Dept., McQuay. Inc., 1600 Broad- 
way St. N.E., and *3042 Benjamin St. N. E., 
Minneapolis 13, Minn. 

BENSINGER, Mark (A 1946; J 1936) Lt. (ig), 
and • 608 Bradley Lane, Fairview Heights, 
Portsmouth, Va. 

BENSON, John C. (A 1946) Washington Branch 
Mgr., • Carrier Corp., 042 Investment Bldg., 
Washington 6, D. C., and 103 Southbrook Lane. 
Bethesda 14. Md. 
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BENSON, M. A. (M 1944) Branch Mgr.. •Johnson 
Service Co., 2708 Live Oak, Dallas 1. and 815 
Rcverchon Dr., Dallas 11, Texas. 

BENTLEY, Clyde E. (M 1937) Owner. #405 
Sansome, San Francisco 11. and 1875 San Antonio 
Ave., Berkeley. Calif. 

BERGAN, John R. (M 1945; A 1941; J 1937) 
Eastern Sales Mgr., Moduflow Div., • Minne- 
apolis-Honey well Regulator Co., 221 Fourth 
Ave., New York 3, and 293 Murray Ave., Larch- 
mont, N. Y. 

BERGER, Clyde D. (M 1947) Mech. Kngr.. 
United Engineers & Constructors Inc., 1401 Arch 
St., and *4518 Locust St., Philadelphia 5. Pa. 
BERGER, J. L. (M 1939) Treaa., •The J. L. 
McHale Co.. 5915 Bonna Ave., Cleveland 3, and 
2652 Edgerton Rd., Cleveland 18, Ohio. 
BERGER, John V. (M 1947) Refrig. & Air Cond. 
Engr., McCombs Refrigeration Supply Co., 1624 
15th St., Denver 17, and •267 Acoma St., 
Denver 9, Colo. 

BERGER, WilUam W, (A 1946) Field Kngr.. 
John J. Nesbitt, Inc., P. O. Box 1^3, and •13.')2 
Downs Ave., Charlotte, N. C. 

BERGMAN, A. E. (A 1943) Pres., •A. E. Berg- 
man, Inc., 1913 University Ave., St. Paul, and 
2744 West River Rd., Minneapolis, Minn. 
BERGMAN, Harold (A 1946) Sales Repr., • J. A. 
Zurn Manufacturing Co., 417 Cituens* Bldg., 
and 1521 Covejitry Rd., Cleveland, Ohio. 
BERKELEY, Clarence D. (M 1944) Chief Engr., 
Herman Nelson Co., 114 South 23rd St, .'itncl 

• 2304 North 20th St., Boise, Idaho. 

BERLET, E. J., Jr. (M 1943) Branch Sales Mgr., 

York Corp., 5051 Santa Fe Ave., Los Angeles 11, 
and •SIO Clarence Ave., San Gabriel. Calif. 
BERMAN, Louis K. (M 1908) Pres., • Raisicr 
Corp., 129 Amsterdam Ave., New York 23, and 
885 Park Ave., New York 21. N. Y. 

BERMEL, Alfred H. (M 1943; A 1933; J 1928) 
Chief Mech. Estimating Engr., • August Arace & 
Sons, Inc., 642 Third Ave., Elizabeth, and 340 
Cambridge Dr., Union, N. J. 

BERNARD, Edftar L. (7 1941; 1940) Cons. 

Engr., Clark-Babbitt Industries Inc., 75 Federal 
St.. Boston 10. and ^40 Chester St., Boston 34, 
Mass. 

BERNHARD, George (M 1944) Richfield Manu- 
facturing Corp,, 315 Fifth Ave., New York 16, 
and • 1175 E. Broadway, Hewlett, L. I., N. Y. 
BERNHARirr, Raymond J, (A 1947) Mech. 
Engr., U. S. Engineering Corp,, and • 634 W. 
Kings' Highway, San Antonio 1, Texas, 
BERNSTROM, G, Bertil (M 1944) Chief Engr., 
Jaden Manufacturing Co,, and • 223 W. Fifth 
St., Hastings, Nebr. 

BERNZEN, John (A 1944) Vice-Pres.. eThe City 
Plumbing & Heating Co., 1123 Walnut, P, O. Box 
7 1 , and 833 Spruce, Boulder, Colo. 

BERRY, Norton E. (M 1944) Dir. of Research, 

• Scrvel, Inc., Evansville 20, and Newburgh, Jnd. 
BERRY, Patrick M. (A 1944) Chief Engr., 

Standard Asbestos Manufacturing Co., 1844 East 
40th St., Cleveland 3, Ohio. 

BERRY, Robert U. (M 1939) Mgr., Indus. Marine 
& Contr. Div., Air Cond. Dept-, • General Electric 
Co., 5 Lawrence St., Bloomfield, and 548 N. Maple 
Ave., East Orange. N. J. 

BERRYMAN, Richard H. (A 1945; J 1940) Chief 
Engr,, Thermocraft Co„ 1801 E, McNichols Rd., 
and ♦ 264 Worcester PI.. Detroit 3, Mich, 
BERTOLEl^, Chester (M 1940) Htg. and Vent. 

Engr., 515 Broadway, Dobbs Ferry, N, Y. 
BERTRAM, John F. (A 1946) Dist. Mgr., 

• MinneapoHs-Honeywell Regulator Co., Ltd., 
156 Lombard St., and 354 Oakwood Ave., Winni- 
peg, Man., Canada, 

BERTRAND. George F. (M 1946; A 1939) 
Owner, e George F. Bertrand Co.. 12 South 12th 
St., Philadelphia 7, and 821 Blythe Aye., Drexel 
Hill, Pa, 

BERZELIUS, Carl E. (M 1936) Central Indus. 
Sales Mgr., Certain-Teed Corp., 120 S. La Salle, 
Chicago, and • 1519 Vine Ave., Park Ridge, 111. 
BEST, E. Thompson (M 1944) Mgr.. Air Cond. 
and Refrig., Frank A. McBride Co„ 160 Ward St., 
Paterson, and • 189 Lakewood Ave., HoHo-Kus, 
N. J. 

BETTENCOURT, Henry J„ Jr. (S 1948) Student. 
A. Be M. College of Texas, College Station, and 

• 3815 Avenue S.. Galveston, Texas. 


BETZ, Harry D. (M 1928) Owner, Betz Engi- 
neering Co., 1330 Broadway, Kansas City 6, Mo., 
and •5414 Aberdeen Rd., Kansas City 3. Kans, 
BEVAN, John H, (A 1947) Chief Draftsman, 

• Trane Company of Canada, I Ad., 4 Mowat 
Ave., and 182 Dunn Ave., Toronto, Ont., Canada. 

BEVIL, Alex T. (A 1944) Chief Engr., W. F. 
Slater Engineering Corp., 627 Monroe Ave., 
Memphis 3, and • 1521 Waverly Ave., Memphis 
6. Tenn. 1 

BEVINGTON, Curtis H. (M 1936) Oxvner, 

• ('. H. Bevington Co., 330 S, Wells St., Chicago 
6. and R. F. D. 2. Elmhurst, 111. 

BEVINGTON, Warren C. (M 1942) Pres., 

• Bevington. Taggart & Fowler, Inc., 730 Indiana 
Pythian Bldg., Indianapolis 4, and 3101 N. 
Meridian St., Indianapolis 8, Ind. 

BIANCULLI, Vincent A. (A 1945) Engr., •James 
Biancolo & Son, 658 Broome St., New York 13, 
and 141-35-7Sth Rd.. Flushing, N. Y. 

BIBER, Herbert A. (A 1937) Asst. Supt,. Koppers 
Bldg., .Seventh Ave. and Grant St., Pittsburgh, 
and #323 Barnes St.. Wilkinsburg, Pittsburgh 
21. Pa. 

BIBLE. Hollis U. (M 1940) Cons. Engr., #802 
Milam Bldg., ami 3121 Amherst, Houston, Texas. 
BlCilLER, Joseph S. (.8 1948) Student, Uni- 
versity of Michigan, Ann Arbor, and • 12145 
Waltham Ave., Detroit 5, Mich. 

BICHOWSKY, F. Russell, Dr. (iJl935) Ucturer, 
Div. of Mexh. Engrg., •University of California, 
Berkeley 4, and 2020 Asilomar Dr., Oakland 11, 
Calif. 

BIGKEL, Henry A. (J 1947) Sales Engr., •John- 
son Service Co.. 1230 California St., Denver, 
Colo., and 4312 Chester Dr., Youngstown, Ohio. 
BICKELL, George C. (A .1945) Sales Engr., 

• Tutein EQuipment Co., 130 Bradford Ave., 
Pittsburgh 5, and R. D. 2, Wagner Rd., Allison 
Park, Pa. 

BIERL, Joseph G. (M 1945) Vice-Pres., •Scboll- 
man Bros. Co., 4114 North 24th St., and,.4927 
North 34th Ave., Omaha, Nebr. 

BIGELOW, Folger H. (A 1944) Branch Mgr., 

• Ilg Electric Ventilating Co„ 313 Techwood 
Dr. N.W., and 720 E. Paces Ferry Rd. N.E., 
Atlanta, Ga. 

BIGGERS, Rlchmonil H. (A 1039) Mfrs. Agent. 
2229 E. Jefferson Ave., Detroit 7, Mich. 

BIGGS, Richard A. (A 1947) Dvlpt. Engr., 
Pittsburgii-Corning Corp., 632 Duquesne Way, 
Pittsburgh, and • P. O. Box 1423, Pittsburgh 30. 
Pa. 

BIGHAM, Bruce H. (A 1947) Htg. Dept., Nelson 
Co., 2604 Fourth Ave., Detroit 1, and • 18960 
Rutherford Ave., Detroit 19, Mich. 
BILDERBACK, George R. (A 1945) Asst. Mgr.. 
Advanced Refrigeration, Inc., 350 Peachtree 
N.E.. and • 1975 Baker Rd. N.W., Atlanta. Ga. 
BiI.iGREl, Emanuel (A 1946) Gen. Mgr. and 
Chief Engr., • Marc Air Conditioning & Refrig- 
eration Corp., 116 Penn St., and 146 Hewes St.. 
Brooklyn 11, N. Y. 

BILLINGSLEY, Oliver F., 11 (A 1944; J 1937) 
2172 West 20th St., Long Beach, Calif. 
BILLINGTON, Dan B. (A 1947) Sales Engr., 

• A. L. Vanderhoof Inc., 233 Hanna Bldg., 
Cleveland, and 1864 Forest Hills Blvd., East 
Cleveland, Ohio. 

BINDER, Charles G. (M 1920) Mgr., Htg. Dept., 
Warren Webster & Co., 1 7th and Federal St., 
Camden, and • 11 5 Oak Terrace, Merchantville, 
N. J. 

BINNS, Arthur J. H. (M 1946) Dir. and Owner, 

• F.J. Baynes, Ltd., 99-107 St, Paul’s Rd., London 
N. 1, and 34 Oakley St., Chelsea, London S.W. 3, 
England. 

BIRD, Charles (A 1934) Treaa. and Gen. Mgr., 
The Cincinnati Supply Co., 450-466 E, Pearl St., 
Cincinnati, Ohio. 

BIRD, G. L. H. (A 1946) Lecturer, Borough 
Polytechnic, London, S.E. 1, and *17 Blomfield 
Rd., London, W, 9, England. 

BIRDSALL, Harry W. (A 1947) Partner, The 
Arrow Co., S.W. Fourth Ave., and • Box 42, 
Ontario, Ore. 

BIRKE'IT, Harold S. {M 1940) Coordinator, 

• The Brooklyn Union Gas Co., 170 Remsen St.* 
Brooklyn 2, and 87 Deepwood Rd.. Roslyn 
Heights, L. L. N. Y, 
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BIRNER, 1. L. (M 1945) Mgr., Architects’ Sales 
Service Dept., The Celotex Corp., 120 S, LaSalle 
St., Chicago 3. III. 

BISB££, Bertin A. {A 1945) Partner, Smith & 
Bisbee Hardware Co., 412-416 Main St., and •212 
W. First St, N., Marshall, Minn. 

BISHOP, Albert H. (M 1944) Elec. Engr.. Hume 
h Rumble, and •3056 West 38th Ave., Vancouver, 
B. C.. Canada. 

BISHOP, Alvin C. (A 1946) Pres., • Commercial 
Sheet Metal & Engineering Co., and 2644 Bremer- 
ton Rd., Brentwood 17, Mo. 

BISHOP, Charles R. {Life Member; M 1901), 
(Council, 1916) 22 Sagamore Rd., Bronxville, 
N. Y. 

BISHOP, FredeHck R. {M 1921) Mgr. of Sales. 
Blower Div., The Brundage Co., Kalamazoo, and 

• 8011 Dexter Blvd., Detroit 6. Mich. 

BISHOP, Frederick W. (A 1945) Htg. & Piping 

Consultant, and® 89 St. Clare Ave., St. John’s, 
Newfoundland. 

BISHOP, J. A. (M 1939) Diat. Mgr.. • American 
Blower Corp., G19 Texas Bank Bldg.. Dallas 2, 
and 1115 N. Windomere St., Dallas 8, Texas. 
BISHOP, M. W. ^4 1942; A 1939; J 1935) (Coun- 
cil, 1947) Dept. Mgr., •American Blower Corp.. 
228 N. LaSalle St., Room 1504, Chicago 1, and 
218 N. Merril Ave., Park Ridge, III. 

BISPALA, John T, (A 1940) Partner, Bispala 
Bros., 2328 First Ave., Hibbing, Minn. 
BJERKEN, Maurice H. (M 1938) Northwestern 
Mgr., •Hoffman Specially Co., 438 Builder’s 
Exchange, Minneapolis 2, and 4952-17th Ave, S., 
Minneapolis, Minn. 

BLACK, Edgar N*, 3rd (M 1922) Philadelphia 
Mgr., •Fitzgibbons Boiler Co., Inc., 1717 Sansom 
St., Philadelphia, and 111 Woodside Rd., Haver- 
ford. Pa. 

BLACK, James M. (A 1945; J 1940; S 1939) 
Engr., Avery Engineering Co., 1906 Euclid Ave., 
Cleveland 15, and • 3140 East 135th St., Cleve- 
land 20, Ohio. 

BLACKHALL, Wilmot R. (M 1922) Partner, 

• Blackhall Heating & Plumbing Supplies. 1104 
Bay St., and 332 Waverly Rd., Toronto, Ont., 
Canada. 

BLACKMAN, Alfred O. {Life Member; M 1911) 
Greenwich Lodge, 47 Lafayette PI., Greenwich, 
Conn. 

BLACKMAN, Robert C. (A 1945; J 1944) Power 
Engr., Allison Div., General Motors Corp., and 

• 1267 N. Lynhuret Dr., Indianapolis 8. Ind. 
BLACKMORE, F* 11. (M 1923) Vice-Pres. in 

Charge Mfg., eU. S. Radiator Corp., 1500 United 
Artists Bldg., Detroit 31, and 615 Tooting Lane, 
Birmingham, Mich. 

BLACKMORE, Joseph J. (A 1939; J 1937) Mfrs. 
Agt., •4030 Chouteau Ave., St. Louis, Mo„ and 
312 S. Fillmore St., Edwardsville, III, 
BLACKSHAW, J. L.* (M 1937; J 1929) Mgr., 
Atlanta Branch. Air and Refrigeration Corp., P. O. 
Box 1671, Atlanta 1, and • 1444 Funston St. S.E.. 
Atlanta, Ga. 

BLACKSTONE, A. L., Jr. {J 1947) Instructor, 
University of South Carolina. School of Engrg., 
and • 2227 Wheat St., Columbia. S. C. 
BLACKWELL, Alfred H. (A 1946) Mgr., Harmor 
Products Co., Inc.. 923 Harrison St., San Francisco 
7, and •453 Hawthorne Ave., Palo Alto, Calif. 
BI^CKWELL. J. S. (A 1944) Prop., •Air Engl- 
neering, 870 Massachusetts Ave., Indianapolis 4. 
and 6034 Broadway, Indianapolis 6, Ind. 
BLADEN, Arthur M, {M 1946) Owner, •Neiler, 
Rich & Bladen, 431 S. Dearborn St., Chicago 6. 
and 334 N. Kenilworth Ave., Oak Park, 111. 
BLAIR, Donald W. {M 1947; A 1940) Designer, 
Stone & Webster Engineering Corp., 40 Federal 
St., Boston 7, and • 69 Frost St., Cambridge, Mass. 
BLAIR, Ernest L. (M 1941) Chief Bldg. Service 
Engr., Stone & Webster Engineering Corp., 49 
Federal St., Boston 7, and • 108 Willow Ave., 
Wollaston 70, Mass. 

BLAIR, Harold C. (A 1947) Owner, •Harold C. 
Blair Manufacturers’ Service, 6736 Cass Ave,, 
Detroit 2, and 4016 Three Mile Dr., Detroit 24, 
Mich. 

BLAIR, Howard A. (A 1945) Mgf„ Service and 
Const. Dept., • Westinghouse Electric Corp. 
Sturtevant Div., Hyde Park 36, and; 172 Lind- 
bergh Ave., Needham Heights 94, Mass. 


BLAKE, Albert H. (M 1948) Managing Dir., 

• B- F. Sturtevant Co. of Canada. Ltd., 137 
Wellington St. W., and 6 Glenroy Ave*, Toronto, 
Ont., (Canada. 

BLAKE, John L. (A 1943) Chief Engr., Air Cond. 
Dept., M. G. M. Studios, 10202 Washington Blvd., 
Culver City, and • 17()0 S. Bedford St., Los 
Angeles 35, Calif. 

BLAKELEY. Hufth J. {M 1935) Partner, •Hub- 
bard, Lawless and Blakeley, Cons. Engrs., 110 
Whitney Ave.. New Haven 10, and 24 Bradley 
Ave., East Haven. Conn. 

BLAKER, Alfred H* (A 1939) Secy.-Treaa., 

• National Korectaire (Jo., 1619 Cortland St., 
Chicago, and 60 18 N. Francisco Ave., Chicago 
45. III. 

BLANCHARD, NorHs M. {M 1942) Owner, 

• The Norris Blanchard Co., 1305 W, O. W. Bldg., 
Omaha 2, and 5009 Western Ave., Omaha 3, Nebr. 

BLANDING, Robert L. (M 1938) Retired. • 1386 
Smith St., North Providence 11. R. I. 
BLANKENSHIP, Dick (A 1946) Asst. Engr.. 

• W. Bruce Morrison, Cons. Engrg., Cascade 
Bldg., Portland 4, and 9017 N, Milne St., Port- 
land 3, Ore. 

BLANKIN, Merrill F. {M 1927; A 1926; J 1919), 
{Presidential Member), (Pres., 1943: 1st Vice- 
Pres.. 1942; Treas., 1939-41), ^ouncil, 1939-44), 
Pres., • Blankin Equipment Corp., N.E. Cor. 
35th St. and Indiana Ave., Philadelphia 32, and 
628 E. Gates St., Philadelphia, Pa. 

BLAS, Romualdo J. {M 1936) Engr., • Vene- 
zuela Basic Economy Ccyp.. Apartado 1944 and 
La Campina. Caracas, Venezuela, S. A. 

BLASE, Theodor F. {J 1946) Draftsman, eAir 
Conditioning & Engineering Co., 01 Smith St., 
Durban, and 88 Nirvana Rd., Brighton Beach, 
Natal, South Africa. 

BLATHERWICK, Howard E. (A 1947) Sales. 

• Warden King Ltd., 2104 Bennett Ave., and 
3236 Mercier Ave., Montreal, Que., Canada. 

BLAZEK, Louis J., Jr. {J 1948) Mech. PJngr., 
Ellerbe & Co., East 506. Ist National Bank Bldg., 
and •512 St. Peter, St. Paul, Minn. 

BLAZER, Benjamin V, (A 1940) Owner, eM. 
Blazer & Son, 173 Market St., Passaic, and 48 
13th Ave., Paterson, N. J. 

BLEIER, Frank P. {M 1945; A 1944) Cons. 

Designer, 547 W Addison St., Chicago 13, 111. 
BLOCH, Leonard L. (A 1944) 4440 Ambrose 
Ave., Los Angeles 27, Calif. 

BLOJ, Carlos {J 1948) Engrg. Management. 
Sociedad Industrial Electer, Av. J. P. Alessandri 
361, and eAv. R. Lyon 3060, Santiago, Chile, 
S. A. 

BLOOM, Louifi {M 1935) Pres.. • Freeport 
Plumbing & Heating Engrs., 60 N. Main St., and 
108 Lexington Ave., Freeport. L. I., N. Y. 
BLOOM, Ralph L. {M 1946) Mech. Engr., •623 
Sexton Bldg., Minneapolis 16. and 37M Joppa 
Ave., Minneapolis 16, Minn. 

BLOOM STER, Edftar L. {M 1943) Cons. Engr., 
E. L. Bloomster, 116 New Montgomery St,. San 
Francisco 6, and •200 El Benito Way, Millbrae 
Highlands. San Mateo Co., Calif. 

BLUM, Herman, Jr. (M 194^ A 1944; J 1936) 
Owner, Herman Blum, Engr.-CJona., •2812 Fair- 
mount St., Dallas 4, and 4438 Emeraon, Dallas 6. 
Texas. 

BLUM, Richard J,, Jr, (A 1940) Vice-Pres., 

• The Kirk & Blum Mfg, Co., 2860 Spring Grove 
Ave., Cincinnati 26, and 6126 Hempwood Ave., 
Cincinnati 24, Ohio. 

BLUM, Robert D. (M 1946) Sr. Appl. Engr., 
York Corp., and • 652 E. Philadelphia St., York, Pa. 
BOALES. WlUiam G. (M 193^ A 1023) Owner, 

• Wm. G. Boales & Aflsocs., 6429 Hamilton Ave., 
Detroit 2, and 43 Edgemere Rd„ Grosse Pointe 
Farms 30, Mich. 

BOBST, Earl F. (A 1948) Sales, American Radi- 
ator & Standard Sanitary Corp., 73 E. Naghten 
St., Columbus 16, and • 666 S. Cassingham Rd., 
Columbus 9, Ohio. 

BOCK, I. I* (A 1944) Owner, •Carrier-Bock Co., 
708 N. Harwood, DallaB 1, and 4664 N. Versailles, 
Dallas. Texas. 

BODEN, Walter F. (A 1937) Bmnch Mgr., 

• Modine Manufacturing Co., 424 E. Wells St.. 
Milwaukee 2, and 4472 $. Lake Dr., Cudahy, Wis, 

BODINGEK, J. H. {M 1931) Pres., J. H. Bodinjrer 
Co., Inc.. 446 West 88th St., New York 18, N, Y. 
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BODINUS, William S. {M liHC) Branch Mgr., 
Carrier Corp., 20 N. Wacker Dr., Chicago, and 

• 5510 Cornelia Ave., Chicago 41, 111. 

BODKIN, Taylor B. U 1947) Comm’l Sales Mgr., 

• Bodkin & Morris Refrigeration & Electric Co., 
Box 445, and 806 Montgomery Ave., Sheffield, Ala. 

BOBDDENER, Geori^e (A 1946) Managing Dir., 

• National Warm Air Heating fk Air Conditioning 
Assn., Society for Savings Bldg., Cleveland 14, 
and 19832 Roslyn Dr., Rocky River, Ohio. 

BOEHLER, Carl L. (A 1944) Sales Mgr., • J. A. 
Walsh & Co., Inc., P. O. Box 1773, Houston 1, 
and Rt. 12, Box 700, Houston, Texas. 

BOEHM, John C., Jr. (A 1945) Secy., The John 
C. Boehm Co., 9002 Madison Ave., Cleveland 2, 
Ohio. 

BOEHM, Robert C. (J 1946) Branch Mgr., 
General Controls Co., 517 South 20th St , and 

• 1854 Windsor Blvd., Birmingham, Ala. 
BOELTER, L. M. K.* (M 1944) Dean, • College of 

Engineering. University of California, and 254 
Bronwood Ave., L.os Angeles 24, Calif. 

BOEMl, Henry (A 1947) Engr., Albert Fentzlaff. 
Inc., 11 West 42nd St., New York 18, and •043 
Slat St., Brooklyn. N, Y. 

BOESTER, Carl F.* (M 1939; A 1936) (Council 
1947) Dir. of Housing Research, • Purdue Re- 
search Foundation, Purdue University, Lafayette, 
and Union Club. West Lafayette, Ind. 

BOGATY, Hermann S. (M 1921) Designing 
Engr., Proctor & Schwartz, Seventh St. and Tabor 
Rd., Philadelphia 20. and *735 E. Phil-E!i< na 
St.. Philadelphia, Pa. 

BOGEN. Arthur D. (Af 1945) Mgr.. •The Home 
Furnace Co., 330-34 E. Livingston Ave., Columbus 
16. and 2207 Yorkshire Rd., Columbus 8, Ohio. 
BOGGS, Dennis (M 1943) Asst. Chief Engr., 
Avery Engineering Co., 1900 Euclid Ave., Cleve- 
land 15, and*531t5 Thomas St., Maple Heights. 
Ohio, 

BOGGS, Harold V, (A 1946) Owner, eH. V. 
Boggs Co.. 226 State Tower Bldg., Syracuse, and 
1431 Broad St., Syracuse 3, N. Y. 

BOHREN, Arthur H. (A 1947) Partner & Mgr., 

• Bohren Plumbing Service fk Supply Co., 4255 
S.E. Belmont St., and 7117 S.W. Fifth St., 
Portland 15, Ore. 

BOKMAN, Thomas P. {J 1948) Design Engr.. 
Westinghouse Construction Dept., Maloney Bldg., 
337 Blvd. of Allies, Pittsburgh, and *3140 Beech- 
wood Blvd,, Pittsburgh 17, Pa. 

BOLAND, L. C.. Jr. (M 1941) Cons. Engr., 774 
Spring St. N.W., and •1140 Rosedale Dr. N.E., 
Atlanta, Ga. 

BOLES, Harry S. (A 1944) Asst. Gen. Power 
Engr., • Pullman Standard Car & Mfg. Co., 11001 
Cottage Grove Ave., and 13702 Indiana Ave., 
Chicago, 111. 

BOLIN, Harold W. (S 1948) Student. David 
Ranken, Jr., School of Mechanical Trades, St. 
Louis, Mo., and R. R. No. 1, Oaktown, Ind. 
BOLLE, Ferdinand G., Jr. (A 1947) Gen. Fore- 
man. J. Brodie & Son. Inc., 1329 E. Fort Street. 
Detroit, and • 18221 Steel Ave., Detroit 21. Mich. 
BOLTON, Otis J. (5 1946) Student. Texas A. & M. 

College, College Station, and • New Baden, Texas. 
BOND, Harry H. {M 1938) Cons. Engr.. • 11 West 
42nd St.. Room 1282, New York 18. and 137-81 
Belknap St., Springfield Gardens 13, L, I., N, Y. 
BOND, Horace A. (M 1930) Prof. Engr., 152 
Washington Ave., and • 12 Ramsey PI., Albany. 
N. Y. 

BONDE, Ira E. (J 1945) Chief Draftsman, Engi- 
neer Iron Works, San Jose, and elSS Willow Rd., 
Palo Alto. Calif. 

BONDY. Winfield S. (M 1946) Cons. Engr., 

• 213 East 38th St., New York 16, and 1993 E. 
Second St., Brooklyn 23. N. Y. 

BONEBRAKE, John H. (A 1946) AssL to J, 
Donald Kroeker, Cons. Mech. Engr., and •9116 
N. Woolsey Ct., Portland, Ore* 

BONNER, John (M 1943) Htg. Engr,, • The John 
Bonner Co., 121 Hanover St., Boston 13, and 27 
Park Circle, Arlington 74, Mass. 

BOOKER, Jack W. (M 1943) Engr., •Westing- 
house Electric International Co., 40 Wall St., New 
York, N. Y., and 407 Elm St.. Cranford. N. J. 
BOONE. Fred S. (A 1943) Secy.-Treaii., Hall-Neal 
Furnace Co.. 1324 N. Capitol Ave., Indianapolis 
7. and • 17 West 36th St.. Indianapolis 8, Ind. 


BOOT, Arthur (M 1943) Owner, • Arthur Boot 
Co., 1444 Lake Dr. S.E.. and 928 Orchard Ave. 
S.E., Grand Rapids 0, Mich. 

BOOTH, Charles A. (Life Memlfer; M 1917) 
Vice-Pres., • Buffalo Forge Co.. 490 Broadway, 
and 142 Summit Ave., Buffalo, N. Y. 

BOOTH, Clifford A. (A 1942) • Fibcrglas Canada, 
Ltd., 1253 McGill College Ave., Montreal, Que., 
Canada. 

BOOTH, Ro^er W. (A 1946) Chief Engr., The 
Lennox Furnace Co., and • 1616 Kalscra Blvd., 
Marshalltown, Iowa. 

BORAK, Eui^ene (M 1937) 2237 Pennsylvania, 
Detroit 14, Mich. 

BORG, Elmer H. {M 1938) Partner, • Brooks & 
Borg, 820 Hubbell Bldg., Des Moines 9, and 3101 
Easton Blvd., Dc? Moines 17, la. 

BORKAT, Philip (A 1943: J 1936) Chief Engr., 
Viking Air Conditioning Corp., 5600 Walworth 
Ave,, Cleveland 2, and • 869 East 12StJi St., 
Cleveland 8, Ohio. 

BORNEMANN, Walter A. (M 1924; J 1923) 
SalcK Engr., • Carrier Corp.. 12 South 12th St., 
Philadelphia 7, and 123 W. Wharton Ave., 
Glenside, Pa. 

BORNOUIST, Georfte W. (A 1943) Pros., 

• Boniquist. Inc., 629 W. Washington Blvd. 
Chicago 6, and 517 N. Euclid Ave.. Oak Park, 111. 

BORNSTEIN, Alfred B. (A 1942) Secy., • Wm. 
Born‘;tein & Son, 141 Kennedy St. N.W., Wash- 
ington, D. C., and 9501 Brunett Ave., Silver 
Spring, Md. 

BORNSTEIN. William (M 1943; A 1937) Partner. 

• William Bornstein & Son, 141 Kennedy St. 
N.W., and 5206-14th St. N.W.. Washington. D. C. 

BORRY, John V. (S 1946) vStudent, University 
of Minnesota, and • 2881 S. Irving, Minneapolis, 
Minn. 

BORTMAN, Isaac M. (A 1946) Owner, Perfect 
Air Conditioning Co., 422 Luray PL N.W., 
Washington 10, D. C. 

BORTON, A. Robert (A 1943; J 1939) Appl. 
Engr., Robinson & Stanger, 1005 Empire Bldg., 
Pittsburgh 22, and *356 Huntington Ave., 
Erasworth, Pittsburgh 2, Pa. 

BORZELLO, Nick (A 1947) Engr., Drying 
Systems, Inc., 1800 W, Foster Ave-, Chicago, and 

• 736 S. Highland Ave., Oak Park, 111. 

BOSTON, K, B. (A 1948) Pres., • Air Products 

Equipment Co., 1856 N. Cleveland Ave., Chicago, 
and 163 N. Euclid Ave., Oak Park, 111. 
BOSTROM, H. R, (A 1945) Owner, • Bostrom 
Sh<iet Metal Works, 1509 Marshall Ave., St. Paul, 
4, and 3529-46th Ave. S., Minneapolis 6, Minn, 
BOTELHO, Nanto J. (A 1937) Director and Chief 
Engr., •Geibrasil-Cia de Engcnharia Av. Pres. 
Wilson 198-12 Andar. P. O. Box 1269, and Av. 
Copacabana 209, Apt. 803, Rio de Janeiro, 
Brazil, S. A. 

BOT'I'ORF, James D. (5 1948) Student, Purdue 
University, Lafayette, Ind., and • 1001 Frederica 
St.. Owensboro. Ky. 

BOTTUM, Edward W. (A 1942; J 1938) Chief 
Engr., Shuttle Manufacturing Co., 517 E. Lamed, 
Detroit, and • 19303 Rutherford, Detroit 19, Mich. 
BOUCHER, Kent D. {M 1944) Mgr.. Carrier 
Div., • United Clay Products Co., 931 investment 
Bldg., Washington 5, D. C., and 1002 S. Mansion 
Dr., Silver Spring, Md. 

BOUEY, Anftus J. (A 1937: / 1930) Sales Engr., 

• The B. F. Sturtevant Co., 681 Market St., 
San Francisco 5, and 4810 Fulton St., San Fran- 
cisco, Calif. 

BOUILLON, Lincoln (Af 1933) Professional 
Engr., •426-1411 Fourth Avenue Bldg., and 322() 
Sierra Dr., Seattle, Wash. 

BOVARD, Carl A. (A 1945) Owner. Carl A. 

Bovard, 42 Hillcrest Ave., Lake Placid, N. Y. 
BOVAY, Harry E., Jr. {M 1946) Cons. Engr., 

• Espereon Bldg.. Houston 2, and 3132 South- 
more, Houston 4. Texas. 

BOWEN, Leroy F. (A 1942) Br. Mgr., • Pete 
Armstrong Co., 421 S. Durfee, El Monte, and 
15913 Roselle, Lawndale, Calif. 

BOWEN, Judson P. (A 1945) Diet. Mgr., • Penn 
Electric Switch Co., 36 Fifth St, N.W., and 725 
Woodward Way N.W., Atlanta, Ga. 

BOWERS, A. F. (A 1919) Pres., • Industrial 
Heating & Engineering Co., 828 N. Broadway. 
Milwaukee 2, and 2853 N. Hackett Ave., Mil- 
waukee, Wl«. 
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BOWERS, Charles L. (M 1944) Pres., • Bowers 
Sheet Metal Co., Inc.. 1155 Victory Dr. S.W.. 
Atlanta, and 3050 Sylvan Rd., P. O. Box 200, 
Hapeville, Ga. 

BOWERS, Orrifi E- (A 1947) Engr. & .Sales Mgr., 
Boyle Fuel Co., 1014 North Division, and aRt. 7, 
Country Homes, Spokane, Wash, 

BOWIE, Robert (A/ 1945) Chief Enjjr.. eH. G. 
SiCciton & Co., Box 1140, and 5 Av. LeSueur, Sea 
Point, Capetown, South Africa. 

BOWLER, R. W. (J 1940;15 1943) Bowler & Co., 
and *2733 France Avc.. Minneapolis, Minn. 
BOWLES, John R. (A 1048) Sales Engr.. Cia. 
Industria E Comercio Glossop, Caixa Postal 1546, 
Sao Paulo, Brazil. S. A. 

BOWMAN, Murray K, (A 1947) Service Mgr., 

• Perfex Controls Ltd., 73 Simcoe St., Toronto 1, 
and 302 Cowan Ave., Toronto, Ont., Canada. 

BOXALL, Frederick (M 1937) Asst. Chief Engr., 

• The Bahnson Co., 1001 S. Marshall St., and 
4020 Robin Hood Rd.. Winston-Salem, N. C. 

BOYD, Lyle E. (M 1944; A 1941) Owner. Clover- 
land Contracting Co„ 306 W. Genesee, Iron 
River, Mich. 

BOYD, Robert L. (A 1946; 7 1941) Supt., Aittopia 
Texas Distributors, 472.5 S. Main St., Houston 4, 
and •4017 Coleridge Ave., Houston 5. Texas. 
BOYD, Samuel W, {A 1946) Branch Mgr., 

• James B. Clow & Sons, 2919 Main St., Houston 
5, and 2046 Goldsmith Rd.. Houston 4., Texas. 

BOYD, Spencer Wallace {M 1937) Cons. Engr., 

• Newcomb & Boyd, Cons. Engrs., 015 Trust 
Company of Georgia Bldg., Atlanta 3. and 1505 
Fairview Kd., Atlanta, Ga. 

BOYENI'ON, John F, (A 1946) Pres., • Refrig- 
eration Suppliens, Inc., 633 West 24th St., Norfolk 
10, and 1807 Blah Ave., Norfolk 2. Va. 

BOYER, Charles T. (A 1945) Air Cond. Engr., 
Servel, Inc,, 319 N. Morton Ave., Evansville 20, 
and •1319 Fountain Ave., P^vansville 10, Ind. 
BOYER, Clair L. (M 1944) Plbg., Htg. and Indus. 
Piping Contr., and • 1003 S. Washington St.. 
Dillon, Mont. 

BOYLE, John R. (M 1936) Pres., Boyle Engi- 
neering Laboratory, 0858 Osceola Ave., Chicago 
31, 111. 

BOYLSON, John (A 1940) Supt., Valley Sheet 
Metal Co., 230 N. Ninth St., and • Rt. 5, Box 
576 G, Phoenix, Ariz, 

BRAATZ, Chester J.* (M 1930) Sales Mgr., 
Barber-Colman Co., and *1819 Clinton St.. 
Rockford, lli. 

BRACKETT, William H. (A 1947) Treas., 

• Reynolds Corp., 4224 S. Lowe Ave., Chicago 9, 
tmd 1506 Walnut Ave., Wilmette, HI. 

BRACKMANN, Walter H. (A 1944) Solid Fuel 
I'Jngr., Pittsburgh & Midway Coal Mining Co., 
610 Dwight Bldg., Kansas City, and •7432 E. 
Gregory Rd., Kansas City 3, Mo. 

BRADBURY, George L. (M 1944) Co-Partner 
and Mgr., • Bradbury Brothers Heating Co., 1219 
Stout St., Denver 4, and 1254 Race St., Denver, 
Colo. 

BRADFIELD, Joseph L. (M 1944) Owner, 

• Brad-Ray Products, 10 N. Senate Ave., Indian- 
apolis, Ind. 

BRADFIELD, William W, (Life Member; M 
1926) Mech. Engr., •343 Michigan Trust Bldg., 
Grand Rapids 2, and 1352 Franklin St. S.E., 
Grand Rapids 6, Mich. 

BRADFIELD, William W., Jr. {M 1947) Mem- 
ber of Firm, Wilson-Brinker Co., 308 Pythian 
Bldg., and •912 W. Inkster, Kalamazoo, 37, Mich. 
BRADLEY, Euftene P. (M 1900) 2835 Washington 
Ave., St. Louis 3, and • 4 Yale Ave., St. Louis, Mo. 
BRADY, George A. (A/ 1944) Capt., Army Engrs., 
Frankfurt, Germany, and •Ottumwa, la, 

BRAGG, Robert E. (A 1944) Mfrs. Repr., 6859 
N. New Jersey St., Indianapolis 5, Ind. 

BRAKHA, M. V. {M 1943) • 14 Emad El Dine 
St., Cairo, Egypt. 

BRANDT, Allen D„ Sc. D.* (M 1940) Indus. 
Hygiene Engr., • Betlilehern StceJ Co., Medical 
Div., and 1966 liomestead Ave., Bethlehem, Pa. 
BRANDT, E- H., Jr. (M 1928) Pres., • Reliance 
Engineering Co„ Inc., P. O. Box 1292, Charlotte 1, 
and 1101 Providence Rd.. Charlotte, N. C. 
BRANDT, Fred C. (Af 1943) Engr,, • Minneapolis^ 
Honeywell Regulator Co., 2X23 Travis St., Hous- 
ton, 2, and 2626 Tapgley Rd., Houston 5, Texas. 


BRANDT. Sanford S. (J 1947) Sales Engr., 

• Matthews Engineering Co„ 2122 Olivo .St., and 
5643 Boaz, Dallas, Texas. 

BRANIFF. Paul R. (A 1939) Secy.-Treas., 
American War Surplus Co., 3171 Mission St., 
San Francisco, Calif. 

BRArr, Hero D. (M 1937) Sales Engr., • 8 Federal 
Sq. Bldg., S3 Pearl St. N.W.. Grand Rapids 2, 
and 1912 Horton Avc. S.E., Grand Rapids 7, 
Mich. 

BRAUER, Roy (M 1926) Dist. Mgr., •The Trane 
Co., 612 Magee Bldg., Pittsburgh 22, and 576 
AiJ.stin Ave., Mt. Lebanon, Pittsburgh 16, Pa. 
BRAUN, Charles R., Jr. (J 1943; S’ 1939) Design 
Engr., • j. Gordon Turnbull, Inc., 2630 Chester 
Ave., Cleveland, and 20856 Eastwood Ave., 
Fairview Village, Cleveland, Ohio. 

BRAUN, Louis T. (M 1921) Exec. Secy., •Heat™ 
ing, Piping & Air Conditioning Contractors 
Chicago Assn., 228 N. LaSalle St., Chicago 1, 
and 1548 Pratt Blvd., Chicago, 111. 

BRAYM.\N, Albert I, (6' VM7; J 1937) Student. 
Massachusetts Institute of Technology, Cam- 
bridge, and ^340 Boulevard, Revere, Mass. 
BRAZ, Alfred (A 1046) Archt. Engr., Public 
Works Design Dept., Naval Air Station, Norfolk, 
and •.^OIS Pamlico Circle, Norfolk 2, Va. 
BREDESON, Clarence R. (A 1946) Mfrs. Repn, 

• 033 Plymouth Bldg., Minneapolis 2, and 5129 
Logan Ave. S., Minneapolis 10, Minn. 

BRELAND, BHsh, .Ir. (S 1948) Student, A. & M. 
College of Texas, • Box 304, College Station, and 
1115 W, Abram St., Arlington, Texas. 

BREN, Leo W. (A 1944) .^sst. Mgr,, Griidem 
Brothers Co., 2045 University Ave., St. Paul 4, 
and •4612 Drew Ave. S., Minneapolis, Minn. 
BRENEMAN, Robert B. (A 1931; J 1927) 
Branch Mgr., •.Armstrong Cork Co., 1282 Edge- 
hill Rd., Columbus 8, and 358 Arden Rd., Colum- 
bus 2, Ohio. 

BRENNAN, Chester T. (A 1947) Dist. Repr., 
Titusville Iron Works Co., and eP. O. Box 262, 
Olmsted Falls, Ohio. 

BRENTON, Reginald S. (A 1945) Partner, 
Brenton & Hart, 6 Beacon St., Boston, and *32 
Kenilworth Kd., Arlington, Mass. 

BREX, Irving E. (A 1939) Asst. Mgr., Brex & 
Bieler Div., Excelsior Steel Furnace Co., 902-60th 
St., Brooklyn, N, Y., and • 1223 Hillside Rd., 
P. O. Box 986, Lake Mohawk, Sparta, N. J. 

BREY, John O. (M 1946) Cons. Engr., 1201 San 
Marco Blvd., and •?. O. Box 5353, Jacksonville 
7, Fla. 

BREYER, Frederick (J 1943; S 1940) Engr., 
Midwest Heat Service, 3336 W. Franklin Blvd., 
Chicago, and ♦6310 Cornell Ave., Chicago 15, 111, 
BREYER, William L, (J 1947) Draftsman & 
Designer, E. A. Comely, Inc., 1277 Howard St., 
San Francisco, and • 1140 Drake Ave,, Burlin- 
game, Calif. 

BRICKHAM, Ben A. (M 1944) Owner, Htg. and 
Vent. Engr., 1311 S, Vine, Denver 10, Colo. 
BRICKHAM, Nelson H. (A 1943) Mech. Engr., 
Htg. and Vent., War Dept., Office of Post Engi- 
neer, Ft. Warren, and • 3605 Reed, Cheyenne, 
Wyo. 

BRIDE, William T. (M 1928; J 1926) •Bride, 
Grimes & Co., 9 Franklin St., Lawrence, and 28 
Albion St., Methuen, Mass. 

BRIDGERS, Frank H. (5 1946) Grad. Student 
& Asst. Instructor, Mech. Engrg. Dept., • Purdue 
University, West Lafayette, Ind., and 193l-16th 
Ave. S., Birmingham 5, Ala. 

BRIDGMAN, Richard H. (M 1946) Gen. Mgr., 
Comfort Air, Inc., 2100-17th St., and •1731 
27tb Ave., San Francisco. Calif. 

BRIDGMAN, Robert L, (A 1946) Sales Engr.. 

• American Radiator & Standard Sanitary Corp., 
740 llth St. N.W.. and 3224 Oliver St. N.W.. 
Washington, D. C. 

BRIGHAM, aare M. (M 1935) Vice-Pres. in 
Charge of Sales, • C. A. Dunham Co„ 400 W. 
Madison St., Chicago 6, and 4^ Maple Ave.. 
Winnetka. 111. 

BRIGHAM, Frisderidc H. (M 1944) Engr., 

• C. R. Swaney Co., 335 Newbury St., Boston, 
and 39 Woodaide Rd., Winchester, Mass. 

BRINEN, Howard F. (M 1946) Research Engr., 
Young Radiator Co., 709 S. Marquette St., a^ 

• 2226 Kinzie Ave., Racine, Wis. 
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BRINTON. Joseph W. {M 1920) Mgr, Boston 
Dist., •American Blower Corp., 1003 Statler 
Bldg,, Boston 16, and 42 Gleason St., West Med- 
ford 58. Mass. 

BRISKIN, Ben (5 1948) Student. University of 
Michigan, and *203 Hinsdale House. E. Q., Ann 
Arbor, Mich. 

BRISSENDEN. Carrol W. (A 1946; J 1939) 
Electric Bldg., Portland 6, Ore. 

BRlSSErrE, Leo A. {M 1930) Treas., • Trask 
Heating Co., 217 Park St., Medford 53, and 168 
Florence St., Melrose, Mass. 

BRIITAIN, Alfred, Jr. (M 1938) Chief Engr., 
Weathermakers (Canada), Ltd., 593 Adelaide 
St., and • 138 Wheeler Ave., Toronto, Ont., 
Canada. 

BROADWELL, Harold W. (M 1946) Appl. Engr., 

• York Corp., 2201 Texas Ave., and 2334 Kobin- 
hood, Houston, Texas. 

BROBECK, Roy A. (M 1947) Htg. & Vent. Engr., 
B. F. Shearer Co., 2318 Second Ave., Seattle I, 
and •366 Ward St., Seattle 9. Wash. 

BROCHA, John F, (M 1936) Treas., Western 
Seaboard Lumber Co„ 33.30 S. E. Hawthorne 
Blvd., and •1633 S.E. Ankeny St.. Portland 14, 
Ore. 

BROD, Bernard Marcy^ (A 1948; J 1941) Cons. 
Engr., 63 Sycamore Ave., Ml. Vernon, N. Y. 

BRODERICK, Edwin L.* (Af 1933) • Post Office 
Box 187, Mount Vernon, and 675 Bronx River 
Rd.. Yonkers. N. Y. 

BRODIE, Aaron H. (M 1942) Pres., • J. Bred e & 
Son. Inc., 1329 E Fort St., and 2324 Cnieago 
Blvd., Detroit, Mich. 

BROKAW, Geor^te K. {M 1945; A 1942; J 1939; 
.,9 1938) Cons. XCngr., 582 Market St., San Fran- 
cisco, and •5931 Whitnev St., Oakland 9, Calif. 

BROMBERG, Sidney (A 1946) Air Cond. Engr., 
Straus-Frank Co., 4000 Leeland, Houston 1, and 

• 2613 Kosedale Ave., Houston 4, Texas. 

BRONSON, Carlos E.* (M 1910) Chief Mech. 

Engr., Kewanee Boiler Corp., 620 S. Main St., 
Kewanee, 111. 

BROOKE, Bernard B. {M 1945) Htg. & Vent. 
Engr., 34, Richxuond Rd., Cardiff, Glamorgan, 
South Wales. 

BROOKE, Irving E. (M 1938) Cons. Engr., • 189 
W, Madison St., Chicago 2, and 830 Keystone 
Ave., River Forest, 111. 

BROOKE, Jamea O, (A 1946) Pres., • The 
Brooke Co., 216 E. Third St., and 910 Missis- 
sippi Ave., Davenport, la. 

BROOKS, Jack A. (5 1948) Student. A. & M. 
College of Texas, College Station, and • 1623 Live 

Oat 4 vi» Waf*rt 

BROOM, Benjamin A. {Life Member; M 1914) 
Prof. Engr., Ragnar Benson, Inc., 4744 W. Rice 
St., and 0 823 N. Long Ave., Chicago 51, 111. 

BROOME, Joseph H. (M 1946; A 1936) Eastern 
Reg’l. Mgr., Specialties Div., Minneapolis-Honey- 
well Regulator Co., 221 Fourth Ave., New York 
3, N, Y., and • 137 McCosh Rd., Upper Mont- 
clair, N. J. 

BROUSSARD, Douglas E. (5 1947) Student. 
Texas A. & M. College, College Station, and • 
P, O. Box 1609, Beaumont, Texas. 

BROWN, Alfred P. (M 1927) Vice-Pree., • Rey- 
nolds Corp., 4224 S. Lowe Ave., Chicago 9, and 
1097 Merrill St., Winnetka, 111. 

BROWN, Aubrey I.* (M 1923) Prof, of Mech. 
Engrg., •Ohio State University, Columbus 10, 
and 169 Richards Rd., Columbus 2, Ohio. 

BROWN. Clinton H. (A 1948) Sales Engr.. Desco 
Corp., 211 Shipley St., Wilmington, and^O N. 
Clifton Ave., Wilmington 165, Del. 

BROWN. Coy W. W 1947) Engr. • Application 
Engrg. Div., General Electric Co., 6 Lawrence 
St., Bloomfield, and 2 Gates Ave., Roseland, N. J. 

BROWN, David (M 1936) Pres., •D. Brown 
Plbg. & Htg. Corp., 67 Cooper Sq.. New York 3, 
and 54 West 174th St.. Bronx, N, V. 

BROWN, Donald A. (A 1946) Vice-Pres., •Texas 
Engineering Co., Inc., 4607 Montrose Blvd., and 
18^ Bissonnet St., Houston, Texas. 

BROWN, E, Burt, Jr. (M 1947) Pres., •Rey- 
nolds Corp., 4224 S. Lowe Ave,, Chicago 9, and 
618 WiUow Rd„ Winnetka, 111. 

BROWN, Edmund P. (A 1947) Engr., Joseph 
Davis, 120 W, Tupper, and# 396 Sanders Rd., 
Buffalo, N. Y. 


BROWN, Edward A. (A 1944) Ownei,*E. A. 
Brown Manufacturer’s Agency, 513 Redick Tower, 
Omaha 2. and 1315 South 79th St., Omaha, Nebr. 
BROWN. Foskett* (M 1926) Pres., •Gray & 
Dudley Co., 2300 Clifton Rd., Nashville 3, and 
Hillsboro Rd., Nashville, Tenn. 

BRO\W, Guy M. (M 1943) Supvsr.-Engrg. Unit, 
Veterans Administration, Branch 8, Fort Snelling, 
St. Paul 11, and •4845 Harriet Ave., Minne- 
apolis 9, Minn. 

BROWN. Henry C., Jr. (M 1948) Section Head. 
Research Laboratory, • Armstrong Cork Co., and 
Dorsea Rd., Lancaster, Pa. 

BROWN, Jack W. (J 1948; .S 3947) Drilling Engr., 
Ashby Drilling Co., and • Eunice, N. M. 
BROWN, J. Mason (M 1945) Engr.. •Worth- 
ington Pump & Machinery Corp., 1517 Connecti- 
cut Ave. N,W„ Washington. LX C., and 3130 
Martha Custis Dr., Alexandria, Va. 

BROWN, LeRoy, Jr. (J 1948; J? 1940) Sales Engr., 
Minneapolis-Honeywcll Regulator Co., 2507 Com- 
merce St,, Dallas, and •805 Cedar, Colorado 
City, Texas. 

BROWN, Mack D. (M 1938; J 1936) Engr., 

• Northup & O’Brien, Archts. and Engrs., 602 
Reynolds Bldg., and 2320 Okalina Ave., Winston- 
Salem. N. C. 

BROWN, Marvin L. (M 1939) Partner, Dallas 
Air Conditioning Co., 2809 Canton St., and *4328 
Stanh'vpe St., Dallas, Texas. 

BROWN, Marvin Lee, Jr. (J 1948; 5 1946) Jr. 
Engr., • Coastal Equipment Co., 2015 Congress 
Ave., Houston, and 4328 Stanhope, Dallas 5, 

BROWN, Maurice W. (A 1944; J 1938) •619 
Texas Bank Bldg., Dallas 2, and 4233 Amherst. 
Dallas 5, Texas. 

BROWN, Morris (A 1947) Engr.. Bldg. Service 
Div., Stone & Webster Engineering Corp.. 49 
Federal St., Boston, and • 29 Mattapan St.. 
Mattapan 26, Mass. 

BROWN, Norman (A 1944) Owner, •Norman 
Brown Co., 765 Minna St., San Francisco 3. and 
Rt. 1, Box 568A, Los Altos, Calif. 

BROWN. Norman L. (A 1947) Field Serv. Engr., 
A. M. Byers Company, and *7052 Dearborn St., 
Overland Park, Kans. 

BROWN, Richard C. (M 1944) Engr., P. L. 
Larson, Contractor, 361 W. Fourth S., Salt Lake 
City 4, and •2223 South 19th E., Salt Lake City 
5, Utah. 

BROWN. Richard Claus (S 1946) Student, 
Texas A. & M. College, Box 362, College Station, 
and •SIS Mobberly Ave., Longview, Texas. 
BROWN, Robert L. (M 1948) Assoc. Member, 
Smithey & Boynton, Archts. & Engrs., • P. O. 
Box 1205, Roanoke 6, and 2309 Longview Ave. 
S.W.. Roanoke, Va. 

BROWN, Robert M. (A 1944) Owner, •Brown & 
Co., 298 Tech wood Dr. N.W., and 1095 Berne 
St. S.E.. Atlanta. Ga. 

BROWN. Sterling D, (A 1944; J 1939) Mech. 
Engr., • Public Works Design Section, Bldg. 47. 
U. S. Naval Shipyard, Mare Island, and 5960 
Park Ave., San Pablo, Calif, 

BROWN, Ward A. (A 1944) Partner. • Geo. 
Wagschal Assocs., 1129 Majestic Bldg., Detroit 
26, and 10114 Kingston, Huntington Woods, Mich. 
BROWN. William L., Jr. (A 1947) Co-Owner. 

• Brown Bros., 2914 Roxboro Rd., and 1418 
Woodland Dr., Durham, N. C. 

BROWN, W, Maynard (A 1930) Treas., • Warren 
Webster & Co„ 1625 Federal St., Camden, and 
48 Colonial Ridge Dr., Haddonfield. N. J. 
BROWNE. Socor D. (A 1947) Engr., • Barber- 
Colman Co.. Rockford, and R.R. 1, Roscoe, 111. 
BRUCE, L. E. (A 1946) Mgr., Htg. Dept., Skelgas 
Div,, Skell Oil Co., 605 West 47th St., Kansas 
City 10, and •6616 Broadmoor Rd., Kansas 
City 5. Mo. 

BRUCE. Marshall (M 1946; A 1942) Secy.-Treas.. 

• George W. Akers Co., 16525 Woodward Ave., 
Detroit 3, and 4184 Bishop Rd., Detroit 24, Mich. 

BRUEN, Robert (M 1945) Partner, • Robert 
Bruen & Son, 874-41 st St., Oakland 8, and 3789-A 
Piedmont Ave., Oakland. Calif. 

BRUNDAGE, F. Ward (M 1947; A 1946; J 1940) 
Asst. General Mgr., aThe Brundage Co., 512 N. 
Park St., Kalamazoo 11, and 2259 Tipperary Rd., 
Kalamazoo 40, Mich, 
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BRUNETT, Adrian L. (M 1923) Mcch. Engr., 
U, S« Supervising Architects Office, Procurement 
Bldg., Washington, D. C., and • P. O. Box 36, 
Rockville, Md. 

BRUNN, Clair G. (A 1947) Sales & Process Engr., 
Drying Systems, Inc., 1800 W. Foster Ave., 
Chicago, and • Drawer "M" P. O., Winnetka, 111. 
BRYAN, Lloyd W. {M 1946) Partner. Rocky 
Mountain York Co.. 208 Wazee Market, Denver, 
and #2859 Cherry St., Denver 7, Colo. 

BRYAN, William L., Jr. {M 1946; J 1942) 
Asst. Prof., • Case Institute of Technology, 10900 
Euclid Ave„ Cleveland 6, Ohio, 

BRYCE, John H. (M 1944) Engr., Joseph Davis. 
120 W. Tupper St.. Buffalo, and •SB E. Giraid 
Blvd., Kenmore, N. Y. 

BRTOIA, ElHs M. (M 1946) Equip. Dvlpt. Engr., 
York Corp., and ♦1295 VV. Princess St., York, Pa. 
BRYNER, John J. (Af 1942) Chief Kngr.. Roose- 
velt Hotel. 121 Baronne St., New Orleans, and 

♦ 5701 Canal Blvd., New Orleans 19, La. 
BUCHANAN, Walter P. (A/ 1941) N.K. Dist. 

Mgr., ♦ Westinghouse Electric Corp., Sturtevant 
Div., 89 Broad St., Boston 10, and 26 Durant 
Ave,, Dedham, Mass. 

BUCK, David T. (M 1940; A 1936) Pres., ♦Buck 
Engineering Co., Inc., 37-41 Marcy St., and 116 
W. Main St., Freehold. N. J. 

BUCK, Lucien (M 1928) Engr., Proctor & 
Schwartz. Inc., Seventh St. and Tabor Rd.. 
Philadelphia 20, and ♦ 105 Jericho Manor, 
Jenkintown, Pa. 

BUCK, Willard B. (7 1947) Sales Engr., ♦ McQuay. 
Inc., 1600 Broadway N.K., Minneapolis, and 
4925 Elliot Ave. S., Minneapolis 7, Minn. 

BUCK, William H. (A 1946) Sales Engr., Re- 
frigerating & Power Specialties Co., 380 Brannan 
St., San Francisco, and ♦32 Fairlawn Dr., 
Berkeley. Calif. 

BUCKALTER, Robert I. (7 1946) Sales Engr., 
Arina Corp., 254-36th St., Brooklyn, and ♦ 1768 
Topping Ave., New York 57, N. Y. 
BUCKINGHAM, Robert B. (A 1944) Partner, 

♦ Associated Southern Industries, 1161 Union 
Ave.. and 510 Grw^r St., Memphis, Tenn. 

BUCKLEY, Malcolm L. (Af 1940) Htg.and Power 
Engr,, ♦ Phillips Getschow Co., 82 W. Hubbard 
SL, and 4223 Granville. Chicago, 111. 

BUCKLEY, Norman A, (7 1946) Special Re- 
search Asst., ♦ University of Illinois, 102 M. E. 
Lab., Urbana, and A-65 Court J, Stadium Terrace, 
Champaign, 111. 

BUDDE, William R. (7 1948; S 1947)^Budde 
Sheet Metal Works, Inc., 993 W^ashington St., 
Dayton 7. and 1308 Kedwee St., Dayton 4, Ohio. 
BUENGER, Albert* {M 1920; 7 1917). (Council. 
1934-37). Bldg., Supt., ♦Hotel Gibson, Cincinnati 
1, and 1204 Herschel Woods Lane, Cincinnati 26, 
Ohio. 

BUENSOD. Alfred Charles (Af 1918) Pres., 
Bucnsod-Stacey, Inc., 60 East 42nd St., New 
York 17, and mSd Fifth Ave., New York 3. N. Y. 
BUETER. Norman E. (M 1945) Mech. Engr.. 

♦ Holabird & Root, 180 N. Wabash Ave., Chicago, 
and 621 S. Summet, Villa Park, 111. 

BUFFALANO, August C. (Af 1947) Sales Engr., 

♦ Johnson Service Co., 28 East 29th St., New 
York, and 5605 Sixth Ave,, Brooklyn, N. Y. 

BUGHER, Geome A. (A 1945) Owner, ♦Bugher 
Metal Products Co., 607 Polk, Houston 2, and 
915 West 25th St., Houston, Texas. 

BULL, Frederick W. (Af 1942) ♦ Newcomb & 
Boyd, Trust Co. of Georgia Bldg., Atlanta 3, 
and 2554 Peachtree Rd. N.W., Atlanta, Ga. 

BULL, Harold A. (Af 1944) Sales Engr., ♦ Kruse 
Engineering Co., 24 Commerce St., Newark 2, 
N. J.. and 137 Kilburn Rd.. Garden City. L. L. N. Y. 
BULYK, John (A 1947) Engr., E. E, Ashley. 
Cons. Engr., 10 East 40th St.. New York, and 

♦ 144-16 70th Rd.. Flushing, N. Y. 

BUNN, Julian W., Jr. (A 1947) Engr., General 
Air Conditioning Co., Box 1816, and ♦2705 Loch- 
more Dr., Raleigh. N. C. 

BUNNELL, E, W. (M 1948) Cons, Engr.. 409 
Hutton Bldg., Spokane 8. Wash. 

BURBO, W. G, (Af 1944) New England Mgr.. Ilg 
Electric Ventilating Co., 187 Newbury St., Boston, 
and ♦ 23 Putnam St*. West Newton 66, Mass. 
BURCH, Laurence A. (Af 1934) Chief Engr.. 

♦ R. L. Deppmann Co.. 5853 Hamilton Ave., 
Detroit 2, and 78 Amherst Rd., Pleasant Ridge, 
Mich. 


BURCH, Walter E. (A 1945) P^ngr., Winterbottom 
Supply Co., Commercial and Miles Sts., and ♦620 
Campbell Ave., Waterloo, la. 

BURGES, Joseph H. M. (7 1939) Sales Engrg. 
Dept., Air & Refrigeration Corp., 476 P'ifth Ave., 
New York 17, N. Y., and ♦108 Howard St., 
Dumont, N. J. 

BURGESS, Russell H. (A 1947) Sales Engr., 
Drying Systems, Inc., 1800 Foster Ave., and 

♦ 1832 Summerdale Ave., Chicago 40, 111. 
BURKE, James J. (Af 1939) Chief Project Engr., 

American Viscose (Jorp., 35 S. Ninth St., Phila- 
delphia 7, and ♦ 112 Signal Rd., Drexel Hill. Pa. 
BURKE, John S. (Af 1942) Dealer Coordinator, 

♦ New Orleans Public Service, Inc., 317 Baronne 
St., New Orleans 9, and 3817 Gen. Taylor St., 
New Orleans, I^a. 

BURKE, Thomas F. (A 1948) Owner, ♦Thos. F, 
Burke Co.. 218 Shoreham Bldg., 15th and H Sts. 
N.W.. Washington 5. and 4632 Windom PI. N.W., 
Washington 16. D. C. 

BURKES, Lloyd C. (A 1943) Engr., ♦ Slawson 
Equipment Co., 1792 East 40th St.. Cleveland 3, 
and 3615 Lindholm Rd., Shaker Heights, Ohio. 
BURKHARDT, Charles IL (A 1946) Head of 
Automatic Htg. Dept., Y. M, C. A. Technical 
Institute, 229 West 66th St., New York, and ♦ 188- 
02 64th Ave., Hushing, N. Y. 

BURKLE, James L. (7 1948; 5 1945) Installation 
Engr., Louis W. Burkle & Sons, P. O. Box 58, 
East Haven, and ♦ 82 Vantage Rd., Hamden, 
Conn. 

BURKLE, Louis W. (A 1946) Serv. & Installation 
Mgr., Louis W, Burkle & Sons, P. O. Box 58, 7 
Foxon Rd., East Haven, andsP. O. Box 173. 
Guilford, Conn. 

BURNAM, C. M., Jr. (Af 1938; A 1937) Editor, 

♦ Heating, Piping & Air Conditioning, 6 N. 
Michigan Ave., Chicago 2, and 9215 S. Damen 
Ave., Chicago 20, 111. 

BURNAP, C. H. (Af 1941) Sales Engr., ♦A. K. 
Howell Co., 1635 Syndicate Trust Bldg,, St, 
Louis 1, and 406 K. Swon, Webstei (Proves, Mo. 
BURNHAM, Harold T. (A 1946) Cons. Engr., 

♦ 617 Citizens Bank Bldg., and 436 Putnam Ave., 
Zanesville, Ohio. 

BURNETT, Earle S. (Af 1920) Sr. Mech. Engr., 
Bureau of Mines. Amarillo Helium Plant, P. O, 
Box 9U. and ♦ 4223 West 11 th Ave,, Amarillo. 
Texas. 

BURNEY, L. Byron (Af 1944) Archt., 1712 
Arlington St., Raleigh, N. C. 

BURNS, Edward J. (Af 1923) Vice-Pres.. Reuben 
L. Anderson, Inc., 629 N. Cleveland. St. Paul 4, 
and ♦4716 Aldrich Ave. S., MinneapolivS 9, Minn. 
BURNS, F. G. (Af 1940) New Orleans Public 
Service, Inc., 317 Baronne St.. New Orkans 9, La. 
BURNS, Harold J. (A 1941; 7 1939) U. S. Navy, 
and ♦ 105 Alien Rd., EYiendship Station, D. C. 
BURNS, Robert (Af 194^ Htg. and Combustion 
Engr., Miles Equipment Corp., 45 West 45th St., 
New York, and ♦SG Morris St., Yonkers 6. N. Y. 
BURNS, Robert O. (A 1944) Sales Engr., Dallas 
Air Conditioning Co., 309 E. Lamar St., and 

♦ 1704 S. Travis St., Sherman, Texas. 

BURNS, Thomaa V., Jr. (5 1947) Student, M.E. 

♦ Texas A. & M. College, P. O. Box 1651, College 
Station, and 2307H Driscoll, Houston, Texas. 

BURR, Griffith C. (Af 1937) ♦Hanker & Heyer. 
Archie., 1033 Commerce Title Bldg., and 633 E. 
Clover Dr., Rt. 6, Memphis. Tenn. 

BURR, L. R. (Af 1946) Engr.. Kold-Hold Manu- 
facturing Co., 736 E. Hazel St., Lansing, Mich. 
BURRirr, Charles G. (A 1916) Mgr. Minne- 
apolis Office, Johnson Service Co., 922 Second 
Ave. S., and #616 Second Ave. S., Minneapolis 2, 
Minn. 

BURRITT, Edward E., Jr. (A 1941) Field Engr.. 
(^neral Electric Co., 1405 Locust St., Philadel- 
phia, and *202 Kathmere Rd., Havertown, Pa. 
BURROWS, Austin J. (A 1944) 237 Bridge St., 
Northampton, Mass. 

BURT, Ralph L. (7 1947) Engr., Charles S. Besser 
Co., Box 4096, and #230 N. Torrence St., Charl- 
otte, N. C. 

BURTCHAELL, James T. (A 1941) Pies.. 

♦ Rushlight's, Inc., <407 S. E. Morrison St... 
Portland 14, and 2308 Northeast Slst, Portland. 
Ore. 
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BURTIS, Herbert D. {A 1946) Supt.. • Hunter- 
Prell Co., 16 Jackson St., and 228 Meachem Ave.. 

BURTON, Charles C. (M 1945) Cons. Engr., 
16 East 41 8t St., New York, N. Y., and #87 
Gordonhnrst Ave., Upper Montclair, N. J. 
BURTON, John E. (J 1948; S' 1946) Mech. Engr., 
(Air Conditioning) Reg. F. Taylor — Cons. Engrs., 
Bankers Mortgage Bldg., Houston 2, and eP. O. 
Box 3042, Houston 1, Texas. 

BURTON, Walter A. (A 1946) Sales Engr., 

• Minneapolis-Moneywell Regulator Co„ 2743 
Fourth Ave., and 2610 Park Ave,, Minneapolis, 
Minn, 

BURTON, W. Russell (A 1939) Sales Engr., H. J. 
Sandberg Co., Portland, and •2816 Northeast 
19th St., Portland 12, Ore, 

BUSCHMANN, Alfred W, (A 1944) Mgr.. 

• BUvSchmann Co., 208 E. St. Clair St., Indiana- 
polis 4, and 3105 College Ave,, Indianapolis 6, Ind. 

BUSENLENER, Louis V. (M 1944; A 1043) Vice- 
Pree., • Industries Sales Corp., 2027 Jackson Ave., 
New Orleans 13, and 300 BeU PI.. New Orleans 
20. La. 

BUSH, Richard J. (J 1947) Asst. Chief, Air Cond. 
l)iv„ Abbott, Merkt & Co., 10 East 40th St., 
New York, and • 149-44 17th Rd., Whitcstone, 
N. Y. 

BUSSE, Herbert (M 1938) Chief Engr., Fisher 
Bldg. Div., Fisher & Co., 417 Fisher Bldg., and 

• 16760 Greenview Rd., Detroit, Mich. 

BUTLER, David H. (A 1946) Mgr., •Iron FU- 

man Mfg, Company of Canada, l.td.. 80 Ward St., 
and 80 Cliveden Ave., Toronto, Ont., Canada. 
BU'fLER, Percy M. (/ 1946) Jr. Engr.. H. II. 
Angus & Assocs., Ltd., 1221 Bay St., and *35 
Murray St., Toronto, OnU, Canada. 

BUTLER, Peter D. (M 1922) Sales, U. S. Radiator 
Corp., and • 127 Edgewater Rd., Cliffside Park, 
N. J. 

BUTLER, Richard C. (J 1947) Engr., Pfeifer & 
Shultz, and *4800 Lyndale, S., Minneapolis 9, 
Minn. 

BUl’LER, Robert P. (A 1944) Partner. • Kerr 
Machinery Co., 608 Kerr Bldg., Detroit 20, and 
2061 Avon Lane, Birmingham, Mich. 

BUTT, Roderick E. W. (A 1930; J 1930) Deputy 
Principal Tech. Officer, Petroleum Warfare Dept., 
London, and • 23 Warwick Sq., London, S.W. 1, 
England. 

BUZZARD, Francis H. (M 1939) Chief Engr.. 

• Charles S. Leopold, 213 S. Broad St.. Phila- 
delphia 7, Pa., and 624 Wood Lane, Haddonfield, 

N. J. 

BYERLEY, Francis A., 3rd (A 1944) Chief Engr., 
Sun Chemical Corp.. 2314 West Kinzic St., Chicago 
12, and ^426 Surf St., Chicago, HI, 

BYERS. Robert L. (M 1942) Partner, ejohn 
Paul Jones, Cary & Millar, 1740 East 12th St„ 
Cleveland 14, and 2261 Woodward Ave., Lake- 
wood 7, Ohio. 

BYRD, T. I. (A 1936) Sales Mgr., The Lau Blower 
Co., 2001-2029 Home Ave., Dayton 7, and *2311 
S. Sutphin St., Middletown, Ohio. 

BYRNE, Joseph J. (A 1939) Htg. Engr., eKleen- 
air B'urnace Co., 5329 N.E. Sandy Blvd., and 
6416 N.E. Rodney Ave., Portland. Ore. 

BYRUM, Eli Gm Jr. (J 1946) Engr., The Bahnson 
Co., 1001 S. Marshall St., and* 416 S. Sunset 
Dr., Winston-Salem, N. C. 

BYSOM, Leslie L. (M 1938) Mech. Engr., Public 
Works Design Sec., Puget Sound Navy Yard, 
and • 1214 Eighth St., Bremerton, Wash. 

c 

CADENAS, Manuel A., Jr. (J 1945) Plant Engr.. 

• U. S. Rubber Co., Ltd., Apartado 2682, Havana, 
and Calle 22, No. 61, Reparto Miramar, Mari- 
anao, Havana. Cuba. 

CADY, Edward F. (A 1943; J 1937) Mech. Engr., 
The Austin Co., 16112 Euclid Ave., Cleveland, 
Ohio, and • 2242 E, Portland St., Phoenix, Ariz. 
GAIL. Milton Leo (,/ 1945) Chief Engr.. E. A. 
Berman Co., 268 Northampton St., Boston, and 

• 111 Atlantic Ave., Revere 61. Mass. 

CAIN. James A. (A 1947) Div. Mgr., eA. M. 
Byers Co„ 807 Mortgage Guarantee Bldg., and 
8487 Ivey Rd. N.W., Atlanta, Ga. 
CAIRNGROSS* George F. (A 1948) Pres., • Cow- 
litz Heating Co., 735 Commerce Ave., Longview, 
and 206 N. Pacific, Kelso, Wash. 


CALCATERRA, Louis A. (A 1944) Sales Engr., 
and • 3538 Reed's Lake Blvd., Grand Rapids, 
Mich. 

CALDWELL, Arthur C. (M 1930) Engr.. L, S. 
Tarleton, 1500 Walnut St„ Philadelphia 2, and 

• 650 South 48th St.. Philadelphia 43, Pa. 
CALDWEU., Robert J. S. (M 1941) Resident 

Emgr.. Thermaire (Pty.), Ltd., P. U. Box 1107, 
Port Elizabeth, South Africa. 

CALDWELL, William C. (M 194S) Sales Mgr.. 
Sheldons, Ltd., 97 Grand Ave. S., and • 16 
McKenzie St.. Galt Ont., Canada. 

CALDWELL, W. J. (A 1945) Gen. Mgr.. •William 
J. Caldwell Co., 1129 Vermont Ave. N.W., 
Washington 5, D. C., and 4508 Cheltenham Dr., 
Hethesda 14, Md. 

CALEB, David (M 1923) Engr., • Kansas City 
Power & Light Co., 1330 Baltimore Ave., Kansas 
City 6, and 141 Spruce St., Kansas City 1, Mo. 
CALHOON, Floyd N, (M 1942) Assoc. Prof, of 
Mech, Engrg,, • University oi Michigan, 237 W. 
Engineering Bldg., and 605 Oswego St., Ann 
Arbor, Mich. 

GALL, Joseph (M 1938; J 1936) Vice- Pres., 
EUiott-Ivewis Co.. 2518 N. Broad St., Phila- 
delphia 32, and •fO Fairfield Rd., Havertowm, Pa. 
CALLAHAN, Peter J, (M 1934) Inspecting Engr., 
Central Hanover Bank & Trust Co., 60 Broadway, 
New York, N. Y., and *3 Cubberly PI., Jersey 
City. N. J. 

CALLAHAN, Thomas H. (M 1943) Asst. Trt'as., 

• Callahan Enuipment Co., Inc., 11 William St., 
and 101 IlilJair Circle. White Plains, N. Y. 

CALLAN, John J., Jr. (A 1943) Sales Mgr., 
Htg. Equipment Dept., • Claflin-Sumner Coal 
Co., 10 Franklin St., Worcester S, and 15 Mont- 
ague St., Worcester 3, Mass. 

CALLAN, Wlllhim D. (A 1944) Mgr., Carcyduct 
Dept., The Philip Carey Mamifacturing Co., 
Lockland, and •2211 Lawn Ave,, Norwood, Ohio.- 
CALLAWAY, James H, (A 1944) Iltg. and Vent. 
Pmgr., Southern Blow Pipe & Roofing Co., 109 
N. Highland Park Ave., Chattanooga, Term,, and 

• Alpine Dr., Beverly Hills, Rovssvillc, Ga. 
CALLINS, Jack G. (5 1947) Student. Tcxi\8 A. 

& M. College, Box 1590, College Station, and 

• 619 E. Cincinnati Ave., ,San Antonio, Texas. 
CALLIS, Daniel K, (A 1940) Pipe Shop Fore- 
man, Inland Steel Co., 3210 W^atling St., East 
Chicago, and *5339 Kent Ave., Hammond, Ind. 

CALNAN, Daniel J. (A 1942) • Calnan Stoker 
Sales & Service, 453 McLean Ave., Yonkers 5, 
and 6 Homewood Ave., Yonkers 2, N. Y. 
CALNAN, Edward J. (M 1941) Control Supt., 

• Ontario Paper Co., Ltd., Thorold, and 208 
Russell Ave., St. Catherines, Ont., Canada. 

CALONGNE, Henry J., Jr. (A 1944) Mech. 
Engr,. • Emile M. Babst Co., 1050 Camp St.. 
New Orleans 13, and 6810 Marshal Foch St., 
New Orleans 19, La. 

CAMBRIDGE, W. A. (A 1944) Pres., •Reid & 
Cambridge, Ltd., 1223 Green Ave., Weetmount. 
and 3577 Decarie Blvd., Montreal, Que., Canada. 
CAMERON, Joseph A., Jr. (A 1944) Vice-Pres., 
N. Y. Office, • The Marley Co., Inc., 2 Rector St., 
New York 6. N. Y., and 34 Meadowbrook Rd., 
Short Hills. N. J. 

CAMPAU, W. R. (M 1940) Gen. Mgr., Kendall 
H eati n g Co. , 1 636 N . W. Lo ve j oy St . , Portland 9 , Ore . 
CAMPBELL, Bowen {M 1946) Pres.. Campbell 
Heating Co., 3127 Dean Ave., and *2404 East 
29th St.. Des Moines. la. 

CAMPBELL. Everett K. (Life Member; M 1920), 
(Council, 1931-33; 3939-43; Treas., 1942-43), 
Pres., • E. K. Campbell Heating Co., 1809 Man- 
chester Ave., Kansas City 3, and 6730 Paseo, 
Kansas City 4, Mo. 

CAMPBELL, G. Courtney (M 1946) Sr. Partner. 

• Cai^bell-Elsey Co., 325-6 Ness Bldg., Salt 
Lake City 1, and 1444 Emerson Ave., Salt Lake 
City 5, Utah. 

CAMPBELL, George Summers (A 1941; J 1937) 
Cons. Engr., •411 Ochs Bldg., and 306 Sunnyside 
Dr., Chattanooga, Tenn. 

CAMPBELL, Georfle W. (M 1947; A 1946; 7 1939) 
Engr,, Urdahl & Everetts. Cons. Engrs,, 734 Jack- 
son PI. N.W„ Washington 6, and •6306 Marlyn 
Dr„ Washington 16, D. C. 

CAMPBELL, Kirk (M 1944) Vice-Pres., • E. K, 
Campbell Heating Co., 1809 Manchester, Kansas 
City 3, and 6100 Harrison, Kansas City 4. Mo, 
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CAMPBELL, Ralph L. (A 1946) Htg. Engr., 

• Coast to Coast Stores, Central Organization, 
Inc., 29 S.E. Main St., Minneapolis, and 6617 
Lake Shore Dr., Minneapolis 9, Minn. 

CAMPBELL, Robert E. (M 1946) Atlantic Div. 
Mgr., Tyler Fixture Corp., Niles, Mich., and 

• 277 Larch Ave., Dumont, N. J. 
lUMPBELL. Roger P. (M 1948; J 1939) Secy., 

• E. K. Campbell Heating Co., 1809 Manchester 
Ave., Kansas City 3, and 3605 Summit St., Kan* 
sas City 2, Mo. 

CAMPBELL, Simon (A 1947) Designing Engr., 
Musgrave & Co., Ltd., St. Ann’s Ironworks, and 

• “Kharakvasla”, 78 Mt. Merrion Ave., Belfast, 
North Ireland. 

CAMPIA, Oscar J. (M 1940) Cons. Engr. and 
Partner, • Hayden Harding & Buchanan, 662 
Park Stiuare Bldg., Boston 16, and 39 Warren 
Ave., Hyde Park 36, Mass. 

CAMPION, Charles R. (M 1944) Partner. 

• Wrightson & Campion. 55 West 42nd St.. New 
York 18, and 332 Bard Ave., Staten Island 10, 
N. Y. 

CANOEE, Bertram C. (M 1933) Partner. Beman 
& Candee, 271 Delaware Ave., Buffalo 2, and • 19 
Treinont Ave., Kenmore 17, N. Y. 

CANNON. Vernon K. {A 1944) Gen. Mgr.. 

• Winslow Furniture Co., 215 Kinsley Ave., and 
417 W. Fourth St., Wimslow, ArLz. 

CANTERBURY, Howard M, (A 1945) Mfrs. 
Repr., Utility Fan Corp., 234 Cayton, Houston 
12, Texas. 

CANTWELL. Algernon B. (A 1945) Engr., Kansas 
City Coal Service Inst., 540 Dwight Bldg., Kansas 
City 6, and • 3614 Central Ave.. Kansas City 2, Mo. 
CAPLAN, Knowlton J. {J 1946) Vent. Engr., 

• Bureau of Industrial Health, Michigan Depart- 
ment* of Health, Lansing 4, and 504 W, Lapeer, 
Lansing 15, Midi. 

CAPPS, Edgar L. (A 1946) Pres., • E. L, Capps 
Assocs., Inc., P. O. Box 1915, Norfolk 1, and 619 
Pennsylvania Ave., Norfolk 8, Va. 

CAPRON, R. G. (A 1946) Technical Advisor, 
Indus. Burner Div., Svenska Oil-O-Matic A. B., 
Wahrendortfsgatan 8, and • Angskarsgatan 6, 
Stockholm, Sweden. 

CARBONE, James H. (M 1937) Htg., Vent. 
Inspector, City of New York, Municipal Bldg.. 
New York, and • 121-l3-198th St., St. Albans, 
N. Y. 

CARDENAL A., Luis G. (J 1947) Partner. 

• Cardenal-Lacayo Fiallos Cia. Ltda., Managua 
D. N., and Calle Colon, Managua D. N., Nic- 
aragua, C. A. 

CARDER, William W. (A 1944) Branch Mgr.. 

• Johnson Service Co., 313 Bona Allen Bldg., 
Atlanta 3, and 677 Peeples St. S.W., Atlanta, Ga. 

CARLE, William E. (Life Member; M 1926) 
Pres.-Treas., • Carle-Boehling Co., Ltd.. 1641 W. 
Broad St., Richmond 20, and 4016 W. Franklin 
St., Richmond 21, Va. 

CARLETON, Herbert G, (A 1944) Assoc. Mech. 
Engr., Maritime Commission, Dept, of Commerce 
Bldg., Washington, D. C., and eBox 143, College 
Park, Md. 

CARLEY, Thomas S, (A 1946) Sales Mgr., 
Wholesale and Stoker Divs., • Minneapolis- 
Honey well Regulator Co., 2747 Fourth Ave. S., 
Minneapolis, and 236 W. Franklin St., Minne- 
apolis 4, Minn. 

CARLOCK, Marion F. (M 1936) Mfrs. Agent, 
1125 Locust St., St. Louis I, and •2093 Spanish 
Dr., St. Louis 17, Mo. 

CARLSEN. Howard J. (S 1947) Student. Mich- 
igan College of Mining & Technology, 1405 
College Ave., Houghton, and *112 Sixth St., 
Gladstone, Mich. 

CARLSON, Clarence J, (A 1944) Owner- Mgr., 
C. J. Carlson Co.. 2701 Roosevelt Ave., India- 
napolis, Ind. 

CARLSON, C. O. (A 1937) Owner, •€. O. 
Carlson Heating Co., 1627 Washington Ave. N.. 
and 3526 Humboldt Ave. N., Minneapolis, Minn. 
CARLSON, E, Eugene (A 1946) Engr., B. F. 
Sturtevant Co., 89 Broad St., Boston, and *9 Sut- 
cliffe Ave., Canton, Mass. 

CARI.SON, Everett E. (M 1932; A 1929) eThe 
Powers Regulator Co., 2118 Pine St.. St. Louis 3, 
and 6675 Washington Ave., St. Louis 6, Mo. 


CARLSON, Richard M. (/ 1947) Engr., Pfeifer 
and Shultz, 702 Wesley Temple Bldg., Minne- 
apolis 4. and eSHS 32nd Avenue S., Minneapolis 
6. Minn. 

CARNAHAN. John H. (M 1948; A 1940; J 1937) 
Mech. Engr,, • Carnahan & Thompson, Engrs., 
320 O.N.G. Bldg., Oklahoma City 2, and 3116 
Northwest 26th St,, Oklahoma City 7, Okla. 
CARNS, Vernon J. (A 1946) Boyd Engineering 
Co., 718 N. Stanton, and •3420 Louisville St., 

CAROFANO, Dominick A. (M 1947) Htg. Engr,, 
Mfg. Coated Abrasives, and •1821 Highland Ave., 
Troy. N. Y. 

CARPENTER, R. H. (M 1921), (CouncO, 1930- 
36), Mgr., New York Office, •Nash Engineering 
Co., Graybar Bldg., 420 Lexington Ave., New 
York 17, and 20 Jefferson Ave., White Plains, N.Y. 
CARRIER. Earl G. (M 1936; / 1929), (Council. 
1946-47), Pres., Carner-Mandell, Inc., 177 State 
St., Boston, and •326 Highland Ave., Win- 
chester, Mass. 

CARRIER, Willis H. (Honorary Member; Life 
Member; M 1913), (Presidential Member), (Pres., 
1931; 1st Vice-Pres., 1930; 2nd Vice-Pres., 1929), 
(Council, 1923-32), Chairman of the Board, 

• Carrier Corp,. 300 S. C^eddes St., Syracuse 1, 
and 2570 Valley Dr., Nedrow, N. Y. 

CARROLL, Daniel E. (A 1941) Owner, Carroll 
Sheet Metal Works, Inc., 46-10-70th St., Wood- 
side, and •216-09-40th Ave., Bayside, N. Y. 
CARROLL, F/ilgar E. (A 1939) Owner. Partner, 

• Kleenair Furnace Co., 6329 N.E. Sandy Blvd., 
and 2434 Northeast 43rd Ave., Portland 13, Ore. 

CARROLL, John R., Jr. (J 1947; S 1946) In- 
structor, • University of Illinois, 103 M. E. Lab., 
Urbana, and 708 S. First, Champaign, 111. 
CARROLL, WUliam M. (A 1943; J 1938) Gen. 
Mgr., MackJanbiirg Supply Co., 129-133 North- 
west 23rd, Oklahoma City, Okla. 

CARSEY, E. A. (M 1944) Asst. Chief Engr., eThe 
Kirk & Blum Mfg. Co., 2838 Spring Grove Ave., 
Cincinnati 25, and 369 Howell Ave., Cincinnati 
20, Ohio. 

CARSON, C. C. (M 1943) Equip. Dvlpt. and 
Design, Sec. 638, U. S. Navy Dept., Washington, 
and •6753 Potomac Dr. N.W., Washington 16, 
D. C. 

CARSON, James H, (A 1946) Owner, • Carson 
Pacific Boiler Service, 636 East I72nd St., Bronx 
67. and 315 East 167th St., Bronx 66, N. Y. 
CARTER, Addison B. (A 1946) Pres-Treas., 

• FarwelJ Co., Inc., Buckner Blvd., Dallas 10, 
and 2942 Llnfield Dr., Dallas, Texas. 

CARTER, A. W. (M 1940; J 1936) •Michael 
Stuart Co., Ltd., 116 Bloor St. West, Toronto, 
and Box 72, Stouffville, Ont., Canada. 

CARTER, Chester A. (M 1944) Chief of Mech. 
Section, Military Branch of Engrg. Div., District 
Engineer Office, and •2014 Emmet St., Omaha, 
Nebr. 

CARTER, D. (M 1934) Cons. Engr., P. O. Box 
614, Hongkong, China. 

GARTER, Donald G. (S 1946) Student, Washing- 
ton University, St. Louis, and • 139 Reavis PI., 
Webster Groves 19. Mo. 

CARTER, Henry G. (A 1944) Mfrs. Agt., 5505 
Brandi Ave., Tampa 4, Fla. 

CARTER, John H.* (M 1936) Partner, • Bodine 
& Carter, 122 W. Lockwood Ave., and 139 Reavis 
PL, W'ebster Groves 19, Mo. 

CARTIER, Marcel E. (M 1944) Research Engr., 
American Radiator & Standard Sanitary Corp., 
Cie Nationale des Radiateurs, 149 Boulevard 
Haussmann, Paris, France. 

CARTWRIGHT, Stewart E. (S 1946) Student. 
Texas A. & M. College, Box 1464, College Station, 
and • Oleander Homes, Apt. 2-B, Galveston, 

CARY, Edward B. (M 1936) Partner, • John Paul 
Jones, Cary & Millar, 1740 East 12th St., Cleve- 
land 14, and 3074 Livinstone Rd., Shaker Heights, 
Ohio, 

CASE, Delbert V. (M 1037) Mgr., • Natural 
Cooler Storage. U. S. D. A., P. O. Box 476, and 
1106 Kansas Ave., Atchison, Kans. 

CASE, Delbert V„ Jr. (A 1947) Mech. Engr., 

• J. (Gordon Turnbull. Inc., 4300 New Haven Rd., 
and 819 E. Wayne, Ft. Wayne, Ind. 

CASE, Donald P. (A 1944) Engr., eMac Callum 
Steel Corp., 216 E. Almond St., Compton, and 
3814 Agnes, Lynwood, Calif. 
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CASE, Walter G. (A 1930) Mgr., Ideal Boilers & 
Radiators, Ltd.. Ideal House, Great Marlborough 
St., London, W. 1, and eGO The Ridgeway, 
Kenton. Harrow, Middlesex, England. 

CASEY, Byron L. (M 1921) Diat. Mgr., • Ilg 
Electric Ventilating Co., 222 N. LaSalle St., 
Chicago 1. and 404 Vine Ave., Park Ridge, 111. 
CASEY, John J. (A 1947) Mgr., Pibg. & Htg. 
Dept., •Dealers Service & Supply Co., 8440 St. 
Chai'les Rock Rd., ,St. Louis 14, and 3632 St, 
Lukes Lane. Overland 14, Mo. 

CASHIN, Wllllain K. (M 1946) Vice-Pres.. 

• W. D. Cashin Co.. 69 “A” St., Boston 27, and 
West Falmouth, Mass. 

CASKEY, Luther II., Jr. (A 1948; J 1941; 5 1938) 
Gen. Mgr., L. H. Caskey, • 22.5 N. Queen St., 
and 401 West Martin St., Martinsburg, W. Va. 
CASKEY, Thomas C. (M 1943) Owner, Caskey 
Engineering Co., 1736 Finst Ave. S., Seattle 4. 
and • n642-26th Ave. S., Seattle 88, Wash. 
CASPERD, Henry W. H. (A 1947) Alech. Engr., 

• Foundation Co. of Ontario, Ltd.. 1220 Bay St., 
and 483 Briar Hill Ave., Toronto, Qnt., Canada. 

CASSELL, William L. (Af 1930) Principal, 

• William L. Cassell. 912 Baltimore Ave., Kansas 
City, and R. F. D. No. 6, independence. Mo. 

CASTRO W, Otto E. (A 1947) Estimator, As- 
bestos Supply Co., Portland, and • 8305 S.W. 
Birchwood Rd.. Portland 1. Ore. 

CATLETT, W. A. (A 1943) Owner, • Catlett 
Engr., 9020 Garland Rd., and 9002 Ei Patio 
Dr., Dallas 18, Texas. 

CATON, Ross R., Jr. (7 1045) Pres., Cat 
Supply Co., 828 W. Vernor Highway, Detroit 1, 
and • 15395 Liuwood, Detroit 21, Mich. 
CAUGIIMAN, Richard B. (/ 1947) Airternp 
Engr., Export Div., • Chrysler Corp., Box 1688, 
Detroit 31, and 1446 Montclair Ave., Detroit 
14, Mich. 

CAUHORN, A. V, (A 1943) Owner, •A. V. 
Cauhorn Co„ 10001 Broadstreet, and 12600 
Monte vi.sta, Detroit 4. Mich. 

CAVANAGH, P. A. (M 1944) Mgr.. •The Herman 
Ni'Ison Corp., 1015 Chestnut St., Philadelphia 7, 
and 15 Runnemede Ave., Lansdowne, Pa. 

CAZIN, Gerald (A 1945) Piping & Air Cond. 
Contr., Cazin & Houtz, 928 Main St., and • 1013 
Lombard St., Evanston, Wyo. 

CHADWICK, George R. (M 1945) American 
Heating & Piping Co., 130 li. film St., lama, Ohio. 
CHADWICK, John B. (M 1944) Tech. Engrg. 
Repn, Textile Air Systems, Ltd., Bury Road 
Works, Raddiife, and • 11 Orville Dr., Leven- 
shulme, Manchester 19, Lancashire, England. 
CHALMERS, C. 11. (Lt/e Membe.r\ M 1938) Gen. 
Mgr., •Chalmers Oil Burner Co., 318 First Ave. 
N., Minneapolis 1. and 523 Seventh St. S.E., 
Minneapolis 14, Minn. 

CHAMBERS, Fred W. (M 1936) Pres., •F. W. 
Chambers & Co.. Ltd., 1650 Yongc St., and 55 
Glengowan Rd., Toronto 12, Ont., Canada. 
CHAMBERS, S. A. (Af 1944) Vice-Prea, and 
Secy., •Alrairall & Co., Inc., 53 Park PI.. New 
York 7. N. Y., and 81 Ross Ave., Hackensack, 
N. J. 

CHAMPAGNE, Alex (A 1946) Owner. O. Cham- 
pagne & Fils, 1478 City Hall Ave., Montreal, and 

• 3170 Tremblay, Montreal 26, Que., Canada. 
CHAMPLIN, Robert C. (A/ 1945; A 1938) Dist. 

Mgr., Richmond Radiator Co., 2461 Guardian 
Bldg., Detroit 26, and • 13640 Mendota Ave., 
Detroit 4, Mich. 

CHANDLER, Roy (A 1944) Exporter of Air Con- 
ditioning Equipment, R. Chandler Co., P. O. Box 
691, Grand Central Annex, New York, N. Y. 
CHAPIN, C. Graham (M 1933) Treas., • Hopson 
& Chapin Mamufacturing Co., 231 State St., and 
66 Faire Harbour PI., New London, Conn. 
CHAPIN, Harv^ G. (M 1935) •Westerlin & 
Campbell Co., 185 N. Wabash Ave., Chicago 1, 
and ^52 Maryland Ave., Chicago, 111. 
CHAPMAN, D. Bascom Ud 1941) Dist. Office, 

• Clarage Fan Co., 323 Curtis Bldg., 2842 W. 
Grand Blvd., Detroit 2, and 16713 Blackstonc. 
Detroit 19, Mich. 

CHAPMAN, William A., Jr. {M 1936) Realtor, 
and oAuhay Dr. & Arroyo Rd., Santa Barbara, 
Calif. 

CHAPMAN, William P. (7 1947) Engr.. Prod. 
Engrg. Dept,, National Tube Co., Frick Bldg., 
Pittsburgh 19, and • P. O. Box 73. Pittsburgh 
30, Pa, 


CHAPPELL, Henry D. (A/ 1942) Mech. and Klee. 
Engr., • Burroughs Adding Machine Co., 6071 
Second Ave., Detroit 32, and 15493 Whitcomb 
Ave., Detroit 27. Mich. 

CHAR, Raghav D. (Af 1945) Owner, •Industrial 
& Agricultural Engineering Co., 43 Forbes St., 
Bombay 1, and "Villa Vyla’* 17th Rd., Khar. 
Bombay 21, India. 

CHARLES, Paul L. (A/ 1938) Mgr. and Sole 
Owner, •Walsh & Charles, Ltd., 206 Tribune 
Bldg., and 145 Ash St., Winnipeg, C'anada. 
CHASE, Arthur M,, Jr. (Af 1938) Owner, 

• Production Equipment Co., P. O. Box 895 
(2804 Leeland Ave.), Houston 1, and 3333 Ozark 
St.. Houston 4, Texas. 

CHASE, Chauncey L. (AJ 1931) Cons. Engr., 

• 15 William St., New York 5, and 222 Chapel 
Rd., Manhasset. L. I., N. Y. 

CHASE, Jim C. (7 1945) Dist. Mgr,, • Acrofin 
Corp,, 603 Great National Life Bldg., Dallas 1, 
and 7047 Coronada, Dallas 14. Texas, 

CHASE, R. E., Jr. (A 1940; 7 1941) T.W.A,, Inc., 
3.53 W^'St 57th St., New York, N. Y. 

CHASE, Roger E., Sr. (M 1946; A 1039) Pres., 

• R. E. Chase & Co.. Inc., 'racoiua Bldg., 'I'acomu 
2, and 117 N. Tacoma Ave., Tacoma 3, Wash. 

CIIATFIELD, Arlxiur J. (A7 1943) Engr., Messrs. 
John Lewis Properties, Ltd., Architects & Engi- 
neers Office, 70 Wigmore SL., London, W. 1., 
and •^O Wocxlside Kd., Malden, Surrey, l.Cngland. 
CHAUVIN, Jeiin-Paul (A 1948) Mgr,, •Sorcl 
Mill & Builders Supply Ltd., 20 Prince St., Sorf4, 
P. Q,. and 1504 Darling St., Montreal, P. Q., 
Canada. 

CHEASLEY, Thos. C. (M 1943) Fuel Engr., 

• Sinclair Coal Co. & Affiliates, 1 14 West 1 1 th St., 
Kansas City 6, and 437 East 72nd St., Kansas 
City 5. Mo. 

ClIEATWOOD, William 11. (A 1948) Mgr. 
Refrig. Dept., Interstate Elec. Co. of Shreveport. 
Inc., and •!<. F. D. 1, Box 194.A, Houghton. La. 
CHEESEMAN, Evans W. (A 1940; 7 1937; 
5 1934) Asst. Engr., Perfection Stove Co., 7609 
Platt Ave., Cleveland 4, and • 1655 Ro.sewood, 
Lakewood 7, Ohio. 

ClIENEVERT, J. Georges (M 1938) Cons. Engr., 

• Surveyer, Nenniger & Chenevert, 1010 St. 
Catherine St. W., Dominion Sq. Bldg., Room 
1203 Montreal, and 536 Outremont Ave., Outre- 
mont, Que., Canada. 

CHERNE, Realm E. (Af 1938; 7 1929) Cons. 
Engr., •Hll Alexander St., Rochester 7, and 2500 
Elmwood Ave., Rochester 10, N. Y. 

CHERRY, Le.ster A.* (M 1921) Cons. Engr., 
Cherry, Cushing & Preble, 361 Delaware Ave., 
Buffalo 2, and 151 Euclid Ave., Kenmore 17, N. V. 
CHESAREK, Joseph II. (JJ 1944) Chief, Utilities 
Operations, Engr. Section, Headquarters Sixth 
Army, Bldg. 35, Presidio of San Francisco, and 

• 4001 Wall Ave., Apt. 2-F, Richmond, Calif. 
CHESTER, F. L.* (A 1940) Mgr., •W. G. 

Chester & Son, 222 Bannatyne Ave., and 26.C, 
Panama Ct., Winnipeg, Man,, Canada. 
CHESTER, Thomas*^ {Life Member \ M 1917) 
Cons. Engr., 370 Townsend St., Birmingham, Mich. 
CHEWNING, Ray C. (A 1945) Asst., J. Donald 
Kroeker. Cons. Engr., 402 Failing Bldg., Portland 
4, and • 6736 N. Wall Ave., Portland 3, Ore. 
CHEYNEY, Charles C. (A 1913) Sales Mgr., 

• Buffalo Forge Co.. 490 Broadway, Buffalo 5, 
and 255 Lincoln Pkwy., Buffalo 16, N. Y, 

CHIDESTER, Charles W. (A 1946) 1251 West 
41st PI., Los Angeles 37, Calif. 

CHILDS, Lewis A. (M 1938) Aerofin Corp.. 
410 S. Geddes St., Syracuse, and • 308 Forest 
Hill Dr., Syracuse 6, N. Y. 

CHINN. George I. (M 1947) Chief Engr., •Gero- 
tor May Corp., P. O. Box 86, Baltimore 3, and 
3407 Woodbrook Ave., Baltimore 17, Md. 
CHIPMAN, Edward E, (7 1948; 5 1943) Mgr., 
Plbg. & Htg. Dept., Crane Co., 40-24th St.. 
Pittsburgh, and ♦ 1636 Bellaire PL, Pittsburgh 
26. Pa. 

CHOATE, James E. (Af 1945) Mgr., Choate 
Supply Co„ Box 102, Rogers, Ark. 
CHRISTENSEN, W. H. (A 1946) Sales Engr,, 
Minneapolis-Honeywell Regulator Co., 2840 E, 
Olympic Blvd., Los Angeles 23, and •2207J^ W. 
Ramona Blvd., Alhambra, Calif. 
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CHRISTENSON, Harry (A 1931) Partner. 

• Hunter-Prell Co., 15-19 E. Jackson St., and 121 
Sunset Blvd., Battle Creek, Mich. 

CHRISTESEN. Martin C. (A 1944) Engr., 
Sarco Co., Inc., 1026 Broad St., Newark, and • 196 
Everett PI., Englewood, N. J, 

CHRISTIE, J. A. (A 1943) Prop., 670 Dundas 
St. W., Toronto 2B, Ont., Canada. 

CIIRISTIE, Robert W. (A 1945) Research Engr., 

• Air Devices, Inc., 17 East 42nd St., New York 
17, N. Y., and 722 Hollywood Avc.. Ho-Ho- 
Kiis, N. J. 

CHRISTIERSON, C. A, (M 1945; A 1939; J 1937) 
Mgr., aAir Conditioning & Engineering Co. 
(Natal). P. O. Box 2421, 91 Smith St., and 316 
Cato Rd., Durban, South Africa. 
CHRISTMANN, WlIHam F. (A 1931) Engr., 

• Krof'schell Engineering Co., 215 W. Ontario 
St., and 6551 N. Maplewood Avc,, Chic.ago, 111. 

CHRISTOPHERS EN, Andrew E. (Af 1935) 
Chief Engr., Lane Technical High School, 2501 
Addison St., and • 1217 Granville Ave., Apt. 3A, 
Chicago, III. 

CHU, Yao-Han (/ 1945) Engr., National Re- 
sources Commission of China, 111 Broadway, 
New York 6, and •790 Riverside Dr., Apt. Main 
F. New York 32. N- Y. 

CHIJKWUEMEKA, Nwankwo (J 1945) Asst. 
Prof., Mccli. Engrg., Howard University, Wash- 
ington, D. C. 

CHUR, Charles H., Jr. (A 1945) Mgr.. W. A. 
Case & Son Manufacturing iZo., 115 N. Geddes 
St., Syracuse 1, and •lOS Huntleigh Ave., Fay- 
etteville, N. Y. 

CHUR, Robert R. (A 1046) Mgr.. •W. A. Case 
& Son Manufacturing Co., 115 N. Geddes St., 
Syracuse, and 2 N. Pebble Hill Dr., Dewitt, N. Y. 
CHURCH, H. J. (M 1922) Mgr., • Darling Bros., 
Ltd., 137 Wellington St. W., Room 902, Toronto 
2, and 358 Main St. N., Weston, Ont., C^anada. 
CHURCH, Lloyd M. (Af 1943) Dist. Mgr.. 

• Carrier Corp., 12 South 12th St.. Philadelphia 7, 
and 21 E. Levering Mill Rd., Bala-Cynwyd, Pa. 

CHURCH, Richard A. (J 1945) Engr., Carrier 
Corp., 12 South 12th St„ Philadelphia 7. and 

• 4404 Cottman Ave., Philadelphia 36, Pa. 
CHYTRAUS, Oscar E. (A 1945) Owner, Oscar E. 

Chytraus Co., 328 W, Second S., and • 1173 South 
1 1th E., Salt Lake City, Utah. 

CILACIYAN, Ara (5 1947) Grad. Student. 
University of Minnesota, and *512 Ontario St. 
S.E., Minneapolis li, Minn. 

CLAPPERTON, Robert {M 1940; J 1942) Mech. 
Asst, to Chief Archt., Canadian National Rail- 
ways, 355 McGill St., Room 703, Montreal, and 

• 25 Roosevelt Ave., Town of Mt. Royal, Que., 
Canada. 

eXAPPERTON, T. Clyde (M 1944) Vice-Pres., 
••Michael Stuart Co., Ltd., 116 Bloor St. W., 
and 08 The Kingsway. Toronto, Ont., Canada. 
CLAR, Robert, Jr. (M 1947) Htg. & Piping Engr., 
Murray W, Sales & Co., 801 W. Baltimore, 
Detroit, and • 10036 Washburn, Detroit 21, Mich. 
CLARE, Fulton W. (Af 1927) Mech. Engr., U. S. 
Division Engineer, 60 Whitehall St., and *936 
Plymouth Rd. N.E., Atlanta, Ga. 

CLARK, Albert C. (A 1939) 7129 N. Campbell. 
Portland 3. Ore. 

CI-ARK, Allan M. (Af 1945; J 1942) Joint Mgr., 

• Canadian Blower & Forge Co., Ltd., Room 301, 
1221 Bay St., Toronto 5, and 11 Langton Ave., 
J’oronto 12, Ont,, Canada. 

CLARK, Andrew M. (A 1946) Mgr., Htg. Div., 
James Morrison Brass Manufacturing Co„ Ltd., 
276-8 King St. W., and • 160 Douglas Ave., 
Toronto, Ont., Canada. 

CLARK, Arthur E. (A 1946) Engr,, • Grinnell 
Company of Canada. Ltd., 2440 Dundas St. W., 
and 49 Mountview Ave., Toronto 9, Ont.. Canada. 
CLARK, Dwight L. (A 1945) Sheet Metal Worker, 
and Air Cond. Teacher, Puget Sound Naval Ship- 
yard. and • 10 Schley Blvd., Bremerton. Wash. 
CI^ARK, E. Harold (M 1936) Mfr'e. Agent, • 600 
Michigan Theatre Bldg., Detroit 26, and 2539 
Lakewood, Detroit 16, Mich. 

CLARK, H. G., Jr. (A 1946) Partner, • Catlett 
Engineers, 9020 Garland Rd., and 9606 El Patio 
Dr., Dallas 18, Texas. 

CLARK, James R. (A 1948; J 1942) • Pag€^ & Co.. 
1001 N. Church St., and 1501 Pecan Ave., Char- 
lotte 4, N. C. 


CLARK, Jo© R. iS 1947) Student, Texas A. & M. 

College, and • Box 5663, College Station, Texas. 
CLARK, John W. (S 1948) Student, University 
of Michigan, and 405 Forest, Ann Arbor, Mich. 
CLARK. L. O. Ray (Af 1944) Dist. Engr., West- 
inghouse Electric Corp., Sturtevant Div., 36 
Pearl St., Hartford 3, and *230 Farmington Ave., 
Hartford, Conn. 

CLARK. Lynn W. (M 1944; A 1938) Sales Engr., 

• Hall-Neal Furnace Co., 1324 N. Capitol Ave., 
and 7.37 West 32nd St-, Indianapolis, Ind. 

CLARK, Robert John (A 1944) Partner, • Clark 
Equipment Co., P. O. Box 989, and 1457 E, 
Cleveland St., Clearwater, Fla. 

CLARK, Robert L. (A 1939) Pres., The Clark 
Asbestos Co., 1893 East 56th St., Cleveland 3, 
and • 927 Caledonia Ave., East Cleveland 12, Ohio. 
CLARK, Royal J. (A 1948) Estimator. • The 
B. A. Waltcrman Co., 210 W. McMicken Ave., 
Cincinnati 14, Ohio, and 239 Upland Ave., South 
Hills, Covington, Ky. 

CLARKE, John H. (M 1942; A 1941) Design 
Engr.. Standard Oil Co., Whiting, Ind., and 

• 18458 Roy St., Lansing, 111. 

CLARKE, Joseph L. (Af 1946) Owner. • Clarke 
Bros., 42 Jackson PI., and 1433 N. Pennsylvania 
St., Indianapolis, Ind. 

CLARKE. William I.. (A 1948) Repr., • T. L. 
Ofiberger Co., 1001 Michigan Trust Bldg., and 
309 Paris Ave. S.E., Grand Rapids, Mich. 
CLARKSON, Robert C., Jr. (Af 1943) Cons. 

Engr., 1006 Edmonds Ave., Drexel Hill, Pa. 

CLAY, Wharton (M 1939; A 1938) Secy., •Na- 
tional Mineral Wool Assn., 1270 Sixth Ave.. Room 
2900, New York 20, and 127 S. Broadway, Nyack, 
N. Y. 

CLAY, Wilton L. (7 1948) Sales Engr.. •Gulf 
Engineering Co.. 916 South Peters, and 1319 
Amelia St., New Orleans, La. 

CLEGG, Carl (Af 1922) Dist. Mgr., •American 
Blower Corp., 550 Dwight Bldg., and 3513 
Gillham, Kansas City 0, Mo. 

CLEGG, Eugene (A 1947) Estimator, H. G. 
McGill & Sons, and • 14()1 McDougal Ave., 
Phenix City, Ala. 

CLEMENS, J. Edward (M 1944) Engr. in charge 
of Design, Plant Engrg. Dept., Allison Div. of 
General Motors Corp., Plant No. 5, P. O. Box 894, ^ 
Indianapolis 6. and •2025 N. Meridian St., 
Indianapolis 5, Ind. 

CLEMENS. Joseph D. (J 1942; 5 1940) 717 
Colfax Ave., Vancouver, B. C., Canada. 
CLEMENT, Euftene R., Sr. (A 1942) Pres., 

• E. R. Clement. Inc., Box 2461, Noble Station, 
Bridgeport, Conn. 

CLEMINS, Richard J. (7 1946) Air Cond. Engr., 
Coolidge Locher Co., 224 S. Staples St., Corpus 
Christi, Texas. 

CLIFFORD, Leslie F. (A 1946) Office Engr., 
Association of American Railroads, 59 E. Van 
Buren. Chicago 6, and • 1306 W. North Ave., 
Chicago 22, 111. 

CLIFTON, John A. (A 1938) Mgr.. •Renown 
Plumbing Supplies, Ltd., 236 Parliament St., and 
369 Belsize Dr., Toronto, Ont., Canada. 

CLINE, Carl C. (A 1947) Owner, •Southern 
Refrigeration Co.. 2609 Elm St., and 3855 Mt. 
Royal, Dallas, Texas. 

CLO, Harry E. (A 1943*7 1939) Engr., • American 
Air Filter Co., 228 N. LaSalle St., Chicago 1, and 
2747 West 108th St.. Chicago 43, 111. 

CLOSE, Jamea W. (A 1944) Pres.. Sheet Metal 
Workers Union 620 S. Ashland Blvd,, Chicago, 
and •6114 N. Washtenaw Ave., Chicago 45, III. 
CLOSE, Paul D.» (Af 1928) Tech. Advisor, 

• Simpson Industries, 1065 Stuart Bldg., Seattle 
1. and 5656 Keswick Dr., Seattle, Wash. 

CLOW, Sherwood A. (A 1947 : 7 1942) 100 N, 
Chatsworth Ave., Larchmont, N. Y. 

CLUCAS, Edward T. (M 1944) Appl Engr.. 
Minneapolis-Honeywell Regulator Co., 403() 
Chouteau Ave., St. Louis 10. and • 1629 McLaren 
Ave.. St. Louis. Mo. 

COAD, J, Detinia U 1943) Service Engr,, oD. C. 
Air Conditioning Service Co., 1125 Lowst St., 
St. Louis 1, and 6439 Lloyd Ave., St. Louis 10, Mo. 
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COBURN, Joseph B. V. (M 1944) Combustion 
and Service Engr.. International Chimney Corp., 
Curtis Bldg.. BuHalo, and • 1459 Wehrle Dr„ 
WiliiamaviUe 21. N. Y. 

COCHRAN. L. D, (A 1946) Pres.. • The L. D. 
Cochran Co., Box 142, Washingtonville, and 3447 
Logan Rd., Youngstown, Ohio. 

COCHRAN. L. H. (M 1934) Dist. Mgr., •Ameri- 
can Blower Corp,, 625 Market St . San Francisco 
6. and 130 Camino Del Mar, San Francisco. Calif. 
COCHRANE, Richard L. (J 1946) Engrg. Drafts- 
man (Heating), oThe James Robertson Co., Ltd., 
215 Spadina Ave„ and 120 MacPherson Ave., 
Toronto, Ont., Canada. 

COCHRANE. WBUam (A 1944) Air Cond. Kngr., 
Federal Shipbuilding & Drydock Co.. Lincoln 
Highway, Kearney, and •91 Beech St., Arlington, 
N. J, 

COCKINS, William W. (A 1941; 7 1937) Partner, 
Scott Co., 243 Minna St., San Francisco 3, and 

• 744 Grizzly Peak Blvd., Berkeley 8, Calif. 
COCKLEY, Jonathan E. (M 1943) Air Cond. 

Engr., • Indiana Gas & Water Co., Inc., 1630 N. 
Meridian St„ and 3463 N. Sherman Dr„ Indian- 
apolis. Ind. 

COCKMAN. T. E. (A 1945) Resident Mgr., 

• B. F. Sturtevant Co. of Canada, Ltd., 620 
Cathcart St., 653 New Birks Bldg., and 4823 
Patricia Ave., Montreal. Que., Canada. 

CODDINGTON. Bert A. (J 1948) Draftsman, 

• The Coddington Co., 356 Stockton St., Sap 
Francisco, and 73 Winship, San Anselmo, Cai'f 

CODDINGTON, Dwight A. (A 1948) Specih- 
cation Writer. •The Coddington Co., 355 Stock- 
ton St.. San Francisco, and 73 Winship Ave., 
San Anselmo, Calif. 

CODERE. Jean-Molse (A 1944) Dir,, Codere, 
Ltd., 18 Wellington N., Sherbrooke, Que., Canada. 
CODY, Henry C. (M 1936) Sales Engr., Herman 
Goldner Co., Inc., 425 W. Lehigh Ave., Phila- 
delphia 33, and •7336 North 21at St., Philadelphia 
38. Pa. 

COFFEY, George B. (A 1945) Chicago Div. Mgr., 

• A. M. Byers Co., 135 S. LaSalle St., Chicago 3, 
and 2311 West lllth St.. Chicago 43, III. 

COGHLAN, Sherman F. (A 1937) Pres.. J. M. 
Montgomery & Co., Inc., 306 VV. Third St., 
Los Angeles, and • 414 Ninth St., Santa Monica, 
Calif. 

COHAGEN, Chandler C. (M 1910) Archt., 

• 212 Hedden Bldg., and 235 Avenue G, Billings, 
Mont. 

COHEN, Philip (M 1932) Mgr., • Westinghouse 
Electric Corp., Sturtevant Div., 933 Leader Bldg., 
Cleveland 14. and 12805 Shaker Blvd., Apt. 511, 
Cleveland 20. Ohio. 

COHEN, Seymour A. (J 1944; 5 1942) Engr.. 
Samuel Cohen, Inc., 44-52 Wavcrly SL, New 
Haven 11, and • 64 Waverly St., New Haven, Conn. 
COHEN, William P. (S 1947) Student, • Car- 
negie Inst, of Technology, 5931 Walnut St., 
Pittsburgh 6, Pa., and 261 S. Maple Dr., Beverly 
Hills, Calif. 

COHN, Henry (J 1942) Pres., Cohn-Daniel Corp., 
3027 Taylor St,, and •4602 Kelton Dr., Dallas, 
Texas. 

COLAS, Nicholas A. (J 1948; 5 1946) Student 
Engr., Farrel-Birmingbam Co., and • P. O. Box 
132, Ansonia, Conn. 

COLBURN, Gerald W. (A 1946) Dist. Mgr., 

• Minneapoli&-Hone 3 rwell Regulator Co., 106 
North 15th St., Omaha 2, and 2866 Ida, Omaha, 
Nebr. 

COLBY, John H. (A 1944; J 1939) 0 20 Win- 
chester St., Boston and 26 Jefferson Rd., Wellesley 
HilU, Mass. 

COLBY, John R. (A 1944) Owner, • Colby 
Equipment Co., 314 E. New York St„ Indianapolis 
4, and 6514 Rosslyn Ave., Indianapolis, Ind. 
COLBY, John W, (7 1946) Secy.-Treas., The 
Colton Corp., 72-74 Main St., and • P. O. Box 
268. Whitewater, Wis. 

COLCLOUGH, Otho T. (A 1933) •American 
Embassy, and 399 Hamilton Ave., Ottawa, Ont., 
Canauda. 

COLE, C. Boynton (M 1940; 7 1937) Owner. 

• Boynton Cole, Contracting Engr., Htg. & Vtg., 
1875 Piedmont Rd. N.E„ and 1843 Flagler Ave. 
N.E., Atlanta, Geu 

COLE, Grant E. (A 1926) Exec, Vice-Pres. and 
Gen, Mgr., • Trane Co, of Canada, Ltd., 4 Mowat 
Ave., Toronto, Ont,, Canada. 


COLE. Harold S. (M 1944) Kngr., Stone & 
Webster Engineering Corj),. 49 Federal St., 
Boston 7, and • 1960 Commonwealth Ave., 
Boston 35, Maas. 

COLE. Victor (7 1945) Engr.. Carrier Corp.. 405 
I^xington Ave., New York 17, and • 1555 Grand 
Concourse, New York 52, N. Y. 

COLEMAN, James L., Jr. (A 1946) Vico-Prea. 
and Secy., • Sauer, Inc., 2701 East St., and 2707 
Norwood Ave., Pittsburgh 14, Pa. 

COLEMAN, John B. (M 1920) Chief Engr., 

• Grinnell Corp., 260 W. Exchange St,, P. O. 
Box 1435. Providence 1, and 124 Camp St., Pro- 
vidence 8, R. I. 

COLFORD, John (A 1937) Pres., ojohn Colford. 
Ltd., 2007 Guy St.. Montreal 25, and 61 Upper 
Bellevue Ave., Westmount, Que., Canada. 
COLLEj S. S. (A 1938) Owner & Engr., Air 
Conditioning Engineering Co., 79 Vitre St. W,, 
Montreal 1, and 4908 Fulton Ave., Montreal, 
Que., Canada. 

COLLETTE, John R. (A 1947) Mgr., Field Sales. 

• FiUgihbons Boiler Co., Inc., 101 Park Ave., 
New York 17, and Over Look Rd. N., White 
Plains, N. Y. 

COLLIER, J. RolH..t (A 1945) Mfrs. Repr.. Taco 
Heaters, Inc., and •4808 Pleasant Ave., Minne- 
apolis 9. Minn. 

COLLIER, William L (M 1921) •W. I. Collier 
& Co., 3414 Duvall Ave., Baltimore 16, and 
Ellicott St., Ellicott City, Md. 

COLLINS, Desmond M. (M 1948) Bldg. Serv, 
Engr., Stone & Webster Engineering Corp,, 49 
Federal St.. Boston, and • 125 Blue Hills Pkwy., 
Milton. Mass. 

COLLINS, Edward E. (Af 1946) Engr., • Bram- 
well Construction Co., 560 Mission St., San 
Francisco 5, and 6417 Colton Blvd., Oakland 11, 
Calif. 

COLLINS, George J. (A 1945) Pres., • Texas 
Mechanical Co,, P. O. Box 2463, and 629 BYaser 
St., Houston, Texas. 

COLLINS, Jerome (5 1948) Student, Purdue 
University, Lafayette, and • 109 W. Fourth, 
Huntingburg, Ind. 

COLLINS, John F. S., Jr. (M 1933), (Treas., 1946- 
47; Council. 1940-47), Secy.-Treas., National 
District Heating Assn., 827 N. Euclid Ave., 
Pittsburgh 6, Pa. 

COLLINS, John W. (M 1946) 51 Woodmount 
Ave., Toronto, Ont., Canada. 

€X>LLINS, Joseph A, (M 1943) Mgr., •Frontier 
Oil Refining Corp., Oil Burner Div., 367 North- 
hampton St., and 289 Commonwealth Ave., 
Buffalo. N. Y. 

COLLINS, Leo F,* (M 1941) Chem. Engr., The 
Detroit Edison Co.. Detroit 20. Mich. 

COLLINS, WilUara A., Jr. (7 1948; 5 1947) 
Industrial Engr., Lone Star Gas Co., Box 342, 
Denison, and • 1124 N. Hurt St., Sherman. Texas. 
COLEMAN, Robert C. (A 1940) Vice-Pres.. 
McQuay, Inc., 1600 Broadway N.E., Minneapolis 
33, and • 102 Exeter PI., St. Paul 4, Minn. 
COLMENARKS, Caspar Vizoso (A 1938) Vice- 
Pres. and Gen. Mgr., • Refrigeracion y Aires 
Acondicionado. S. A., LamparUla No, 9, Habana, 
and Calle 9, entre 6 y Ave. R. Mendoza, Alturas 
de Miramar, Habana, Cuba. 

COLOMBO, Joseph D. (7 1946) Engrg. Drafts- 
man, Consolidated Conditioning Corp., 26 West 
47th St„ New York, and •4534 Carpenter Ave., 
Bronx 66, N, Y. 

COLP, John L. (7 1948) Gen. Mgr., •Home 
Equipment & Supply Co., 806 S. Division St., 
and R. R. 2, Carterville, 111, 

COLTON, Frederick R. (M 1945) Branch Mgr.. 

• Norris Warming Co., 94 Exchange Bldgs., New 
St., Birmingham, and 36 Palace Rd., Flat 12. 
London S.W. 2, England. 

COLVIN, Oliver l>yer (M 1943) Prea., Cargocaire 
EnginceHng Corp., 16 Park Row, New York, N. Y. 
COMBS, Carles F. (A 1946) Sales Engr. & Vice- 
Pres., Russell J. Smith, Inc., 1601 S. Grand Blvd., 
St. L^uis 4, and • 3531 Cambridge, St. Louis 17. 
Mo. 

COMPTON, BasU C. (A 1946) Sales Engr., D. C. 
Air Conditioning Co., 1125 Locust St., St. Louis, 
and •5948 Victoria, St. Louis 10. Mo. 
COMSTOCK, Glen M. (A 192m Professional 
Engr., • Comstock. Campbell & Edwards, 1610 
Investment Bldg., Pittsburgh 22. and 1319 Mur- 
doch Rd., Pittsburgh 17, Pa. 
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CONATY» Bernard M. (M 1935) Mfrs. Repr*. 

• 506 Crosby Bldg,, Buffalo 2, and P. O. Box 342. 
Jennings Rd., Eden, N. Y. 

CONGER, Henry h, (M 1943) Chief Utilities 
Branch, U. S. Engr, Dept., Box 2240, Honolulu, 
and* 1650 H- Young St.. Honolulu 19. T. II. 
CONNELL, E. C. (M 1944) Htg. Kngr., Sullivan 
Valve & Engineering Co,. 2932 E. Trent. Box 
2208, Spokane, and #416 N. Raymond St., Rt. 1, 
Opportunity, Wash. 

CONNELL, Lloyd L. (M 1946) Tech. Dir., 

• Stoker Manufacturer's Assn., 307 N. Michigan 
Ave., Chicago 1, and 3026 Hickory Rd., Home- 
wood, 111. 

CONNELL, Maurice H. (M 1945) Sr. Partner, 

• Maurice H. Connell & Assoc., Langford Bldg., 
2nd P'loor, Miami 32, and 1101 N. Greenway 
Dr., Coral Gables, Fla. 

CONNELL, Richard F. (M 1916) Mgr., Sales 
Engrg., •U. S. Radiator Corp., 300 Buhl Bldg., 
Detroit 31. and 2970 Burlingame, Detroit, Mich. 
CONNER, R. M. (M 1931) Dir. Labs.. •American 
Gas Association Laboratories, 1032 East C2nd St., 
Cleveland 14, and 2561 Charney Rd., Cleveland, 
Ohio. 

CONNOR, WUliam A. (A 1946) Service Engr., 
Page-Heraey Tubes. Ltd., 100 Church St.. 
Toronto, and *301 Kingswood Rd., Toronto 13. 
Ont., Canada. 

CONNORS, Edward C. (A 1940) Engr. Custodian. 
Chicago Board of Education, 5500 Madison St., 
and •6556 Ponchartrain Blvd., Chicago 30, 111. 
CONNORS, Francis E. (5 1948) Student. 

David Ranken Jr. School of Mechanical Trades, 
St. Louis. Mo„ and • R. R. No. 3, Vandalia, III. 
CONOVER, Donald Davis (A 1944) Mgr., A. W. 
Culin Co.. 29 S. Third St., Harrisburg, and *430 
Manoa Rd., Havertown, Pa. 

CONOVER, E. W. (M 1944) Research Engr.. 
Detroit Steel Products Co.. 2250 E. Grand Blvd., 
Detroit 11, Mich. 

CONRAD, Alton F., Jr. (A 1947) Sales Engr., 

• A very Engineering Co.. 1906 liuclid Ave., Cleve- 
land 16, and 3257 East 103rd St., Cleveland 4, 
Ohio. 

CONRAD, Roy (M 1935) 975 Wilahire Blvd., 
Los Angeles 14, Calif. 

CONROY, W. T. (A 1944) Htg. and PIbg. Contr., 

• 1525 I^ocust St., and 1810 East 78th St., 
Kansas City, Mo. 

CONSTANT, Earl S. (A 1942; J 1935) Sales 
Engr., Arthur Forsyth Co., 3150 Elliot Ave., 
Seattle 1, and *30 16-30 th Ave. W., Seattle 99, 
Wash. 

CONVERSE, Thornton J, (M 1941) Engr., 

• Douglas Orr, Archt., 96 Grove St., New Haven, 
and Stony Creek, Conn. 

CONWAY, Frank J. (A 1947) Vice-Prea.. • W. J. 
Gemeny Co., 2528 W. Madison, Chicago, and 
643 Ontario St.. Oak Park, III. 

CONWAY, Richard W. (M 1946) Sales Engr., 
The H. B. Smith Co., Inc., 331 Madison Ave., 
New York 17, and • 172 Voorhis Ave,, Rockville 
Centre. L. I . N. Y. 

COOGAN, John T. (M 1946) Chief Engr.. 
Mellish Sl Murray Co., 1715 Carroll Ave,, Chicago 
12, and • 3024 N. Sacramento Ave,, Chicago 18. IlL 
COOK. Benjamin F. (M 1945) Cons. Engr., 

• 812 Midland Bldg., 1221 Baltimore Ave., 
Kansas City 6, and 1720 Over ton Ave., Inde- 
pendence, Mo. 

COOK, H. Dale (A 1938) Sales Engr., Perfex 
Corp., 500 W. Oklahoma, Milwaukee, and • 6061 
N. Idlewild, Milwaukee 11, Wis. 

COOK, Harold V. (J 1946) Jr. Partner. •Louis 
Cook Plumbing & Heating Co., 2126 Arapahoe 
St., Denver 2, and 1801 Grant St., Apt. 106, 
Denver 4, Colo. 

COOK, Ralph P. (M 1930) Supt., Engrg, and 
Maintenance Dept., in charge of Engrg. Div., 

• Eastman Kodak Co., Kodak Park Works, 
Rochester 4, and 663 Seneca Pkwy„ Rochester, 
N. Y. 

COOK, Robert L. (J 1948: 5 1947) Jr. Engr,, 
Air Cond. Dept., united Gas Corp., and *946 
Althea Dr., Houston, Texas. 

COOK, W. L. (A 1945) Pres., eP. S. Cook Plbg. 
Co., 1722 Thornes St., and 314 East 21at St., 
Cheyenne. Wyo. 

COOKE, Walter (M 1947) Mfra. Agent, *816 
Howard Ave., New Orleans 13, and R.F.D. 2, 
Box 66- A, Hammond, La. 


COOKE, William L. (A 1944) Managing Dir., 

• W. L. Cooke, Ltd., Cor. Kent and York St., 
Newmarket, Auckland S.E. 1„ and 747 Remuera 
Rd., Auckland S.E. 2, New Zealand. 

COOLEY, Edgerton C. (M 1938) Owncr-Prcs. 

• E. C. Cooley Co., 625 Market St., San Francisco 
6, and P. O. Box 870 B, Route 2, Los Altos, Calif. 

COOMBE, James (A 1932) Pres., •William 
Powell Co.. 2526 Spring Grove Ave., and 2363 
Grandin Rd., Cincinnati, Ohio. 

COON, Clifford A. (A 1947) Mgr. Htg. and Sheet 
Metal Dept., Klarr & Wilson, Third and Adams, 
and •500 North 28th, Corvallis, Ore. 

COON, Thurlow E. {Life M ember \ M 1916) 
Pres., •The Coon-DeVisser Co., Inc., 2051 W. 
Lafayette, Detroit 16, and 826 Edison Ave., 
Detroit 2. Mich. 

COOPER, Albert W. {M 1044) Branch Mgr., 

• Johnson Service Co,, 1230 California St., 
Denver 4, and 1213 Olive St., Denver 7, Colo. 

COOPER, Benjamin G. (A 1947) Mech. Design 
Engr., W. E. Dunn Manufacturing Co., and 

• 248 West 18th St,, Holland, Mich. 

COOPER, C. H. (A 1944) Partner, • Cooper Bros. 

Heat Service Co., 1345 East 22nd Ave., Eugene, 
Ore. 

COOPER, Dale S. {M 1938; A 1937) Cons. Engr.. 
Dale S- Cooper & Assocs., 524 West Bldg., 
Houston 2, and *216 E. Cowan Dr., Houston, 
Texas. 

COOPER, Donald E. {A 1948; J 1939) Partner, 

• D. E. Cooper & Son, 640 Hood St., and 740 
Lomond Dr„ Salem, Ore. 

COOPER, George P. (A 1944) Director of Engrg., 

• Empire-Hanna Coal Co.. Ltd., 805 C. P- K. 
Bldg., Toronto, and 27 Dartmouth Cres., Mimico, 
Ont., Canada. 

COOPER, John A. (A 1947) 522 E. Clover Dr., 
Rt. 5. Box 376 G, Memphis, Tenn. 

COOPER, John W. (M 1932; A 1925; J 1921) 
Repr,, • Buffalo Forge Co., 2118 Pine St., St. 
Louis 3. and 612 Hawbrook Dr., Kirkwood 22, Mo. 
COOPER, Kenneth G. (A 1947) Designer, 

• Richard A. Belsham, 3500 Main Highway, 
Miami, and 123 Ave., Zamora, Coral Gables, Fla. 

COOPER, W. B. (M 1946) Chief Engr., • Advanced 
Refrigeration Co., 1042 Gilbert Ave., and 226 
Woolper Ave., Cincinnati, Ohio. 

COOPER, William H. {J 1947) Engr., •The 
Bahnson Co., and 822 Lockland Ave., Winston- 
Salem, N. C. 

COOPERMAN, Edward (A 1947; J 1943; 5 1940) 
Ensign, B. O. Q., Bks. E-3. N. C. T. C.. Davisville, 
R- I., and *3444 Ward St., Pittsburgh 13, Pa. 
CORBIT, Charles A, (A 1043) Pres., • Corbit’s 
Inc., 226 S. Front St., and 901 Centi-e Ave., 
Reading. Pa. 

CORBMAN, A. L., D.D.S. (A 1947) Dir., Re- 
search & Coordination, • Corbman Bros., 315 N. 
Seventh St., Philadelphia 6, and 7200 Gillespie 
St., Philadelphia 32, Pa. 

CORDES, Elmer W. (A 1947) Sales Engr., 

• Union Electric Co. of Mo., 316 North 12th St., 
St. Louis 1, Mo. 

COREY, George R., Sr. (Af 1945) Superior Coal 
Co., 78 Narragansett Ave., Providence 7, R. I. 
CORLEW, James B. (A 1945) Owner, • Corlew 
Engineering Co., Ill E. Sixth St., Chattanooga 
3. and 206 Hillcrest Dr., Chattanooga, Tenn, 
CORNELIUS. Goor&e E. (A 1943) Elec. Engr.. 
Philadelphia Suburban Transportation Co., 69th 
St. Terminal Bldg., Upper Darby, and • 6 Chest- 
nut Lane, Moylan, Pa. 

CORNWALL. Charles C. (M 1946) Engr., The 
Bahnson Co., 1001 S. Marshall St., and •214 
West St.. Winston-Salem, N. C. 

CORK, Frank J. (A 1947) Supvsr. Engr., sAir- 
Flo Heating Co., 2412 Aurora, and 349 West 47th, 
Seattle, Wash. 

CORREA. Beniamin A. (A 1946) Elec. Engr., 

• I. G. E.. Wimco., Ltd., Box 74, Willemstad. 
Curacao, Netherlands, West Indies, and P. O. Box 
38, Newtown, Conn. 

CORRIGAN. James A. (M 1944; A 1940: J 1936; 
S 1930) Treas., • Corrigan Co., 2626 St. Louis 
Ave., St. Louis 6, and 7128 Washington Ave., 
St. Louis 6, Mo. 

CORRIGAN. Thomas J. (A 1945) Vice-Pres., 

• Corrigan Co., 2525 St. Louis Ave., St. Louis, 
and 7215 Maryland Ave., University 5, Mo. 
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CORYELL. Glynn L, (M 1943) Chief Field 
Engr,, U. S. Machine Corp., and • Country Club 
Park, Lebanon. Ind. 

COST, George W. (A 1946; / 1939; S 1938) Assoc., 
T. F. Rockwell, Cone. Engr., 900 Century Bldg., 
Pittsburgh, and • 404 Pennsylvania Ave.. Irwin, 
Pa. 

COSTA, Giro A. (M 1945) Cons. Engr., Santa 
Paula, Marcos Paz, F. C. S., Argentina, S. A. 
COSTELLO, Philip F. (A 1947) Sr. Partner, 

• Costello Brothers Engineering Co., 175 W, Lin- 
coln Ave., and 46 S. Terrace Ave., Mt. Vernon, 
N. Y. 

COTTER, Robert P. (A 1940) Pres., • Ebert 
Air Conditioning Co., 1026 W. Ashby, and 1339 
W. Rosewood Ave., San Antonio 1, Texas. 
COTTON, Irwin W. (M 1943) Pres., aThe 1. W. 
Cotton Co., Inc., 1035 N. Pennsylvania St., and 
1035 N. Pennsylvania St., Apt. A., Indianapolis 

4, Ind. 

COUGH, George R. (A 1944) Prcs.-Treas., 

• George R, Couch Co., Inc., 157 Charter Oak 
Ave., Hartford 5, and 15 Bushnell St., Hartford 
6, Conn. 

COUCH, Henry J. {A 1947) Sales Engr.. • Air 
Filter & Equipment Co.. 228 N. LaSalle St., 
Room 1310, Chicago 1. and 10049 S. Talman Ave,, 
Chicago 43, III. 

COULTER, Thomas H. (A 1943) Vice-Pres.. 

• 135 S. LaSalle St., Chicago 3, and 201 Kcdzie 
St., Evanston, III. 

COUSART, Kirkpatrick (A 1947) Ownei 

• Lydon-Cousart Co., 305 Builders Bldg., ai*?i 
307 Ridgewood Ave.. Charlotte, N. C. 

COVER, E. B, (M 1937) 8022 Flora, Kansas City 

5, Mo. 

COVER, Richard Root (A 1936) Mech. Engr., 
National Institute of Health, Bcthesda, Md., 
and • 1914 N. Upton St., Arlington, Va. 

COWAN, Armand (A 1945) Pres,, •Stuart 
Cooling Corp. of Florida, 1335 Northwest 2l8t 
St., Miami 42, Fla. 

COWARD, Charles W. (M 1935) Partner. 

• Coward-Eastman Co., 43 South 23rd St., 
Philadelphia 3, Pa., and Cherry Lane, Riverton, 
N. J. 

COX, Edward H. {M 1943) Owner. Edward H. 
Cox, • Heating & Ventilating Equipment, 304 
Crosby Bldg., Buffalo 2, and 106 S. Lake St., 
Hamburg, N. Y. 

COX, LeRoy E. (A 1944) Engr., Almirall & Co., 
Inc., 53 Park PI., New York, N, Y., and ^20 
Laurel PI.. Glen Ridge, N. J. 

COX, Robert G. (7 1948) Mech. Engr., 207 Yar- 
mouth St., Dallas 8. Texas. 

COX. Robert M. (/ 1947) Installation Engr., 

• Florida Hill York Corp., 1225 S.W. Eighth 
St., and 5972 Southwest 42nd St., Miami, Fla. 

COX, Samuel F, {M 1939) Research Dir., Glass 
Div., • Pittsburgh Plate Glass Co., Creighton, 
and 1722 Orchard Ave., Arnold, Pa. 

COX, Vernon G. (A 1939) Dist. Sales Mgr., 

• Century Electric Co., 514 Texas Bank Bldg.. 
810 Main St., Dallas 2, and 207 Yarmouth St., 
Dallas 8, Texas. 

COX, WUUam A., Jr. {M 1946) Pres., • Cox- 
Frank Corp., 403-7 Adams Bldg., Norfolk 1, and 
Box 188, R, F. D. 1, Virginia Beach, Va. 

COX, William W. O^ife Member; M 1923) Mgr., 

• Heating Service Co., 326 Columbia St., Seattle 
4, Wash., and 137 S. Flores. Los Angeles 36, Calif. 

COYNE, John H. (A 1943) Air Cond. Engr., T. J. 
Conner Inc., 3092 Spring Grove Ave., Cincinnati, 
and 0 6303 Haramel Ave., Cincinnati 12, Ohio. 
CRABBIN, William W. (A 1944) Master Sheet 
Metal Worker, U. S. Coast Guard Yard, Curtis 
Bay. Baltimore 26, and • 312 Washburn Ave., 
Baltimore 26, Md. 

CRAIG, Joseph A* (/ 1940) Partner, • Roy E. 
Gorgen Co., 811 Wesley Temple Bldg., and 2634 
W, River Dr., Minneapolis, Minn. 

CRAIG, William G. (M 1945) Administrative 
Asst., • Grove Regulator Co., 6529 HoUis, Oak- 
land, and 1311 Hopkins St., Berkeley, Calif. 
CRANAGE, Thomaa (M 1943) Dist, Sales Mgr.. 

• Clarage Fan Co., 333 N. Michigan Ave., 
Chicago 1, and 399 Sunset Lane, Glencoe, III. 

CRANE, Robert M. {J 1948; S 1947) OU Well 
Supply Co., Seminole. Okla. 

CRARY, James O. (if 1944) Pres., Industries 
Sales Corp,, 2927 Jackson Ave., New Orleans 18, 
3Ua. 


CRAWFORD, Arthur C. {A 19.38) Air Cond. 
Engr., Potomac Electric Power Co,, Washington, 
and ^429 Butternut St. N.W,, Washington 12. 
D. C. 

CRAWFORD, David H. (7 1948; 5 1947) Student 
Engr., The York Corp., and •The Y.M.C.A., 
York, Pa. 

CRAWFORD, Fred A. (A 1945) Owner, Home 
Comfort Heating Co., 5131 Rohms Ave., Detroit 
13. Mich. 

CRAWFORD, James N. (Af 194G) Sales Mgr.. 
Gas Htg., Bryant Heater Co., 17825 St. Clair 
Ave., Cleveland 10, and •21262 Byron Kd , 
Shaker Heights 22, Ohio. 

CRAWFORD, John H., Jr. (A 1930; 7 1930) 
Engr., Westinghouse Electric Corp., Air Cond. 
Div.. 9 Rockefeller Plaza, New York, N. Y., and 

• 289 Reynolds Terrace, Orange, N. j, 
CRAWLEY, James B. iS 1946) Student, Texas 

A. & M. College, Box 1962, College Station, and 

• Rt. 2, Longview, Texas. 

CREEARS, Tom H. (Af 1945) Owner. • T. TI. 
Creearh Co., 1824 S. Hope St., Los Angeles 15, 
and 3458 Knollcrest Ave., LosS Angeles 43, Calif. 
CRESSY, L. Villere (Af 1940) Mech. Engr.. 

• James M, Todd & Assocs., Cons. Engrs., 217 
N. PeterJj St., and De Soto St.. New OrleaiivS, 
La. 

CREW, F. D. (A 1944; 7 1941) Pres., •The F. D. 
Crew C'>rp., 1539 Race St., Philadelphia 2, and 
Paoii, Pa. 

CREW, Morris W. (Af 1944) Mgr.. Industrial 
Control Div., Perfex Corp., and • Shorecrest 
Hotel, Milwauk€«?, Wia. 

CRIOUI, Albert A.* (Af 1919) Chief Engr.. 
Buffalo Forge Co., 490 Broadw'ay, Buffalo, and 

• 39 St. Johns Ave., Kenrnore 17, N. Y. 
CRIOUI, Albert E.* (Af 1944) Mech. Engr., 

• Buffalo Forge Co., 490 Broadway, Buffalo, 
and 89 Dorset Dr., Kenrnore 17, N. Y. 

CRISMAN, Leon J. (Af 1945) Owner-Engr,. 

• Crisman Heating & Air Conditioning Co.. 502 
N. Larch St., Lansing, and Apt. No. 252-C, HiiJ- 
crest Village, East Lansing, Mich. 

CROCKER, Charles G. (Af 1948) Air Cond. 
Engr., United Gas Corp., eBox 2628, Houston 1, 
and 3301 University Blvd., Houston 5, Texas. 
CROCKFORD, Richard H. (Af 1947) Mech. 
F^ngr., • Reliance Engineering Co„ Box 1292, 
Charlotte 1, and 1405 Pecan Ave., Charlotte 4. 


N. C. 

CROCKWELL, Walter H. (A 1946) S^cs 
Engr., • Service Heat 8c Power Co., 815 Lydia St., 
Oakland, and 577-14 th Ave., No. 6, San Fran- 
cisco Calif 

CROFT. Huber O. (Af 1941) Dept. Head, 
Mech. Engrg., •University of Iowa, 122 Engi- 
neering Bldg., and 250 North St., Iowa City, la. 
CROLEY, Jack G, (A 1947; 7 1940) Engr., 
Carrier Atlanta Corp., 306 Peachtree St.. Atlanta, 
and *216 N. Washington St., College Park, Ga. 
CROMIE, Robert W. (A/ 1947) Engr., Hajoca 
Corp., Baltimore & Union Ave., P.'O. Box 111, 
and • 144 W. Albemarle Ave., Lansdowne, Pa. 
CRONE, Charles E. (Af 1922) Pres., Charles E. 

Crone Co., 1656 N. Ogden Ave., Chicago 14, 111. 
CRONE. Thomas E. {Life Member; M 1920) 
Retired, and • 164th and Chapin Pkwy., Jamaica 
3, L. I., N. Y. 

CRONEY, P, Alfred (Af 1938) 302 Prospect St., 
Westfield. N. J. 

CRONSTROM, Kenneth A. (A 1944) Prop., 

• Cronstroms Heating & Sheet Metal, 4225 
Hiawatha Ave., Minneapolis 6, and 4210 Standish 
Ave.. Minneapolis, Minn. 

CROPPER. Robert O. (Af 1938) 835 W. High St., 
Lexington, Ky. 

CROSBY, Edward L. (Af 1936) Pres., • Henry 
Adams, Inc., Federal Land Bank Bldg., 2315 St, 
Paul St., Baltimore 18, and 700 Brookwood Rd., 
Baltimore 29, Md. 

CROSBY, Henry S, (Af 1946) Dir, of Plant 
Engrg., •General Mills, Inc., 400 Second Ave. 
S., Minneapolis 1. and Long Lake, Minn. 

CROSE, Oliver F. (Af 1947) Comml. Mgr., 

• Murphy & Miller, Inc., 1326 S. Michigan Ave., 
Chicago, and 921 Oakwood Ave., Wilmette, III. 

CROSLAND, Robert B., Jr. (A 1948; 7 1946) 
Sales Engr*, • The Bahnson Co., and Vice-Pres., 
Stimson Engineering Corp., Box 367, Salem 
Station, and 409 Arbor Rd., Winston-Salem, N. C. 
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CROSS* F. G. {M 1936) Vice-Prca., •The Fulton 
Sylphon Co., and 31 Nokomis Circle, Knoxville, 
Tenn. 

CROSS. Lloyd E. (A 1945) Gen. Siipt., •American 
Foundry & Furnace Co., 709 North llth St., 
Milwaukee 3, and 2407 North 44th St., Mil- 
waukee 10, WtB. 

CROSS, Robert C* (M 1937) Head of Mech. 
Div., •Sears, Roebuck & Co., Dept. 817. 925 S. 
Homan Ave., Chicago, and 4106 Linden Ave.. 
Western Springs, III. 

CROSS, Robert E. (M 1938; A 1931) Diat. Mgr.. 
Minneapolis- Honeywell Regulator Co., P. O. Box 
659, Springfield, and • Granville Center, Mass. 
CROSvS, William D. (A 1943) Pres.. • Cross 
Engineering Co., 1 1 E. Broad St., and Old Raritan 
Rd.. Westfield, N. J. 

CROUSE. Marion E. (J 1948; 5 1947) Asst. 
P'orcinan, Columbia Cooling & Heating Co., 
500 Hampton St., and • 2602 Glenwood Rd., 
Columbia. S. C. 

CROUT, M. M. (M 1939; A 1938) Mgr,. Southern 
Dist., • York Corp., 412 Houston St. N.E.. 
Atlanta 1, and 2940 Dale Dr. N.E., Atlanta, Ga. 
CROWE. Robert IL, (A 1948) Sales Repr., N. O. 
Nelson Co., 1701 Franklin Ave., Houston, and 

• 2l02-10lh St., Galena Park. Texas. 
CRUMLEY, Mearl T. (M 1941) Mgr.. Mech. 

Engrg. Section, U. S. Naval Air Station, Jack- 
sonville, and • 1132 Ingleside Ave., Jacksonville 
5. Fla. 

CRUMP. Alvin L. (M 1937) Partner •A. L. 
Crump and Co., 407 S. Dearborn St., Chicago 5, 
and 2701 Payne St., Evanston, Jll. 

CRUMP. Samuel (A 1943) Pres., •Samuel Crump 
Co.. Ltd., 317 Eglinton Ave. W., Toronto 12, and 
34 Braemar Ave., Toronto, Ont., Canada. 
CUCCI, Victor J. (M 1930) Cons, and Marine 
Engr., • Room 282, 50 Church St., New York, 
and 461-65th St., Brooklyn, N. Y. 

CULBERT, William P. (M 1943; A 1929) Partner, 

• Culbert-Whitby Co., 2019 Rittenhouse Sq,. 
Philadelphia 3, and 929 Alexander Ave., Drexel 
Hill, Pa. 

CULLEN, Charles W, (A 1947) Mgr., • Peoples 
National Gas Co„ 545 Wm. Penn PI., Pittsburgh 
19. and Riverside Rd., R. D. No. 1, Verona, Pa. 
CULVER, Frank C. (A 1946) Mfrs. Repr., Day 
and Night Manufacturing Co., and *4730 15th 
Ave. N. E., Seattle 6, Wash. 

CUMMING, Robert W. (M 1928) Engr. and 
Sales Exec., Sarco Co., Inc., 350 Fifth Ave., Em- 
pire State Bldg., New York 1, and *81 Alkamont 
Ave., Scarsdale, N. Y. 

CUMMINGS, Carl H. (A 1927; J 1926) The 
Bryant Heater Co., 1020 London Rd., Cleveland, 
Ohio. 

CUMMINGS, George C. (M 1944) New York 
Repr., Dravo Corp., 612 Fifth Ave., and ^4 West 
43rd St., New York 18, N. Y. 

CUMMINGS, Robert J. (A 1944; / 1940) Engr. 
and Estimator, •Franck & Fric Co., 7109 Kins- 
man Rd., Cleveland 4, and 18110 Maple Heights 
Blvd., Bedford, Ohio. 

CUMMINGS, Thomas P. (A 1942) Cummings 
Engineering Co., 3005 West 48th St., and •5146 
Seventh Ave., I^os Angeles 43, Calif. 

CUMMINS, George H. (M 1919) Dist. Mgr., 

• Aerofin Corp., 1200 United Artists Bldg., 
Detroit 26, and 16210 Ashton Rd.. Detroit, Midi. 

CUMMISKEY. Jerome F. (A 1940) Midwestern 
Sales Mgr,, Air Cond. Controls Div., Minneapolis- 
HoneywcU Regulator Co., 361 E. Ohio, Chicago 
11, and ^7706 Eastlake Terrace, Chicago 26, III. 
CUMNOCK, II. (A 1938) Pres., Little Rock 
Refrigeration Co., Inc., 417 W. Capitol Ave., 
Little Rock, Ark. 

CUNNINGHAM, John S, (A 1941; J 1937: 
5 1935) Pres., • Thermo-Products, Inc., and 
North Judson, Ind, 

CUNNINGHAM, Thomas M. (M 1031; A 1930) 
Dir. of Indus. Relations, Carrier Corp., 300 S, 
Geddes St., Syracuse 1, N, Y. 

CUPITT, Rol^t (A 1943) Messrs. Fletcher Bros. 
(Pressings) Ltd., Eagle Works, 329 Holyhead Rd.. 
Handsworth, Birmingham 21 , and • 1 Beeches 
Dr.. Erdington, Birmingham 24, England. 

CURL, Robert S. (A 1941) Owner, • Robert S. 
Curl and Assocs., 80 S, Third St,, and 1482 
Whittier Ave., Columbtis. Ohio. 


CURLEY, Ellis I. (A 1941) American Blower 
Corp., 7^ Broad St. Station, Philadelphia 3, Pa. 
CURRIE, Raymond C. (A 1946) Mgr. and Engr., 

• jPadfic Heating & Sheet Metal Co., 3420-18tli 
St., and 837 Kirkham St„ San Francisco, Calif. 

CURRY, Roger F. (J 1940; 5 1038) Htg. Engr., 
Cleverdon, Varney & Pike, 120 Tremont St.. 
Boston, and aSO Ripley St., Newton Centre, Mass. 
CURRY, William Hubert (M 1946) Sales Engr., 

• John A. Dodd Co., 299 Techwood Dr., N.W., 
Atlanta, and Rt. 1, Smyrna. Ga. 

CURTICE. Jean M. (A 1936) Owner & Mgr., 

• Curtice-Spencer Co., 900 Lincoln Ave., and 
906 Lincoln Ave., La Junta. Colo. 

CURTIS, A. Ray (A 1945) Owner and Mgr., 

• A. Ray Curtis Co., 2205 Highland Dr., and 
2642 Beverly St., Salt Lake City. Utah. 

CURTIS, Grant B., Jr, (J 1947) Htg. Engr., 

• Crane Co., Washington St. Viaauct, and 1048 
Juniper, Atlanta, Ga. 

CURTIS. Herbert F. (A 1934) Vice-Pres., Auer 
Register Co., 3608 Payne Ave., Cleveland, Ohio. 
CUSHING, C. F. (M 1938) Vice-Pres., • Payne 
Furnace Co.. 336 N. Foothill Rd., Beverly Hills, 
Calif., and 13415 S. Woodland Ave., Cleveland, 
Ohio. 

CUSHING, R, C. (A 1940) Sales Mgr., Air Cond. 
Controls Div., Pacific Region, • Minneapolis- 
Honeywell Regulator Co., 1136 Howard St., San 
Francisco 3, and 209 Kenyon Ave., Berkeley 8, 
Calif. 

CUSTER, John B. (S 1948) Student. Univers- 
ity of Minnesota, Minneapolis, and nSO S. Cretin, 
Apt. 304, St. Paul, Minn. 

CUTLER, Joseph A. (M 1916) (Council. 1920-26) 
Pres, and Gen. Mgr., • Johnson Service Co., 507 
E. Michigan St., Milwaukee 2, and 4811 N. Lake 
Dr., Milwaukee 11, Wis. 

CUTTING, Richard Hawley (M 1942) Partner, 
Archts. Engrs., #4900 Euclid Ave., Cleveland 3, 
and 3795 Glenwood Rd., Cleveland Heiglits 21, 
Ohio. 


D 


DABBS, John T. (A 1940) Commercial Zone Sales 
Supvsr., York Corp., 119 South llth St.. St. 
Louis 2, Mo. 

DADDARIO, F. T. (A 1946; / 1939) Owner, 

• Carolina Air Conditioning Co., 309 McMannen 
St., Durham, N. C. 

DAFTER, Edwin H. (M 1938) Sales Engr., 

• Carrier Corp., 12 South 12th St., Philadelphia 
7. and 117 Crossbill Rd., Overbrook Hills, Phila- 
delpMaSl, Pa. 

DAJ^, Lawrence J. (5 1943) Rt. 7, Minneapolis 
11, Minn. 

DAHLGREN, Gustave £. (A 1940) Mgr., Insu- 
lation Dept., • Thorkelsson, Ltd., 1331 Spruce St., 
and 633 Basswood PL, Winnipeg, Man., Canada. 
DAHLSTROM, Godfrey A. {M 1943; A 1927) 
Mech. Engr., Minnesota Mining & Manufacturing 
Co., 900 Fauquier Ave., St. Paul 6, and • 3721 
47th Ave. S., Minneapolis 6, Minn. 
DAHLSTROM, John A. {M 1944) Head of 
Furnace Dvlpt, Div., • Perfection Stove Co., 
7609 Platt Ave., Cleveland, and 420 Canterbury 
Rd.. Bay Village, Ohio, 

DAUMS, Alfred A. (A 1944) Dist. Mgr., eAUis- 
Chaimers Manufacturing Co., 1009 Waldheim 
Bldg., and 7431 Mercier. Kansas City 6, Mo. 
DAILEY, J. F. (M 1944) Pres,, ♦ Typhoon Air 
Conditioning Co., Inc., (Ice Air Cond. Co., Inc.,) 
794 Union S^t.. Brooklyn 15, and 18 Manchester 
Rd„ Eirtchester, N. Y. 


DAITSH, Abe (A 1944; / 1938) Air Cond. and 
Refrig. Engr., 8A Avenue Normandie, Sea Point, 
Capetown, Union of South Africa. 

DALTON, Robert T. (A 1943) Owner. Dalton Sales 
& Service. 3602 East 138th St.. Cleveland 20, Ohio. 
DALY, John D. (A 1947) Sales Engr.. ^A. F. 
Hinrichsen, Inc., 60 Chunda St.. New York 7. 
N. Y.. and Longview Ave., Lincoln Park, N. J. 
D’AMBLY, A. Ernest (M 1924: J 1921) Owner, 
• A. Ernest D’Ambly, 117 Soutn 17th St., Room 
900, Philadelphia 3, and 1835 DeLancey St., 
Philadelphia, Pa, 

DANE, Irvinft S. (M 1947) Widger Maier Corp*. 
47 Ellery St., South Boston 27, Mass. 

DANIEL, Charles E. (M 1947) Cons, Engr,. 825 
N. Charles St., Baltimore, and • 1020 N, Calvert, 
Cambridge, Md. 
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DANIEL. David C. {A 1947) Jr. Asst. Indua. 
Engr., Arkansas Louisiana Gas Co.. Slattery Bldg,, 
Shreveport, and •719 Benton Rd., Bossier City. 
La. 

DANIEL. James M. (J 1948; 5 1946) Engr.. 
Natkin & Co., 1016 Sampson. Houston 3, and 

• 1125 Usener, Houston 9, Texas. 

DANIEL. W. Edwin (A 1943 ; J 1939) Tech. Dir., 

• The Fuel Efficiency Co., and Ashby (Black' 
friars) Ltd., 20 Uppej“ Ground. London. S. E. 1. 
and 46 Melrose Rd., London, S.W. 18, England. 

DANIELS. Donald David (J 1947) Mgr., •Trane 
Company of Canada. Ltd., 408 Westman Cham- 
bers, and 414-18th Ave., Regina, Sask.. Canada. 
DANIELSON. L. C. (A 1946) Chief Engr.. • Atkin- 
eon-Jones Cos., APO 331 Okinawa, c/o Post- 
master, San Francisco, Calif., and Russell, Kans. 
DANIELSON. Wilmot A.* (M 1935), (Council. 
1944-47) Pres., Danielson Associates, Inc., 813 
Vance Ave., Memphis, and •Tru-Dan Acres, 
Raleigh, Tenn. 

DANNEHY, James J. (A 1946) Engr., Refrig- 
eration Maintenance Corp., 321 E. Grand Ave., 
Chicago, and • 1630 W. Balmoral Ave., Chicago 
40. 111. 

DANOWITZ. Chester J. (A 1947; J 1942) Air 
('ond. Engr., Ebasco Services Inc., 2 Rector St., 
New York. N. Y., and sOO E. Washington Ave., 
Atlantic Highlands, N. J. 

DAPPER, M. J. (A 1944) Owner. Dapper Furnace 
Co., 1123 S. Tacoma Ave., Tacoma. Wash. 
DARBY. F. Norman (M 1944) Engr. in ch?u-:'e 
Htg. and Vent. Sect , Sun Shipbuilding & Dr/d^-'-k 
Co., Chester, and •5236 Cedar Ave.. Philadelphia 
43, Pa. 

DARBY. J. Wilson (A 1947) Owner, sj. W. 
Darby Co., P. O. Box 6043, Houston 6, and 5413 
Belmont. Houston 5. Texas. 

DARBY, Thomas E. (M 1944) Utilization Engr., 

• The Ohio Fuel Gas Co., 99 N. Front St., 
Columbus 15, and 29 Tibet Rd., Columbus 2, Ohio. 

DARLING, A. B. (A 1929) Comptroller. •Darling 
Brothers, Ltd., P- O. Box No. 187, and 4009 Grey 
Ave., Montreal, Que., Canada. 

DARLING, John W. (A 1947) Sales Engr,. 

• Ontario Plumbing and Heating Supplies, Ltd., 
868 DuPont St., and 795 Eglinton Ave. E., 
Toronto, Ont., Canada. 

DARLING, Robert B. {A 1944) Owner, •Robert 
B. Darling Co., 280 Madison Ave., New York 16, 
and 65 Highland Ave., Port Washington, N, Y. 
DARRAH, Richard D. (M 1944) Sales Engr., 
Dravo Corp., 300 Penn Ave., Pittsburgh 22, and 

• 516 Roslyn PL, Pittsburgh 6, Pa. 

DARTS, John A. (M 1919) Exec. Vice-Pres., Fitz- 
gibbons Boiler Co., Inc., 101 Park Ave,, New York 
17. and oOlO West 110th St.. New York 25. N. Y. 
DASING, Emil (M 1937) Design Engr., Sears. 
Roebuck & Co., 925 S. Homan Ave., (Chicago, 
and •2618 W. E^astwood Ave., Chicago 25, 111. 
DASTUR, Maneck N. (A 1948; J 1945) Jr. Engr., 

• Carrier Corp., International Div., c/o Miss F. 
Keene, 122 East 42nd St., New York 17, N. Y. 

DAUBER, Oscar W. (M 1937} Cons, Engr.. 

• Naess and Murphy, 1661 Railway Exchange 
Bldg,, Chicago 4, and 532 Greenwood Ave., 
Kenilworth, 111. 

DAUCH, Emil O. (M 1921) Pres., • McCormick 
Plumbing Supply Co., 1675 Bagley Ave., and 729 
Bedford Rd., Grosse Point Park. Detroit, Mich. 
DAUGHERTY, Robert J. (A 1947) Sales Engr.. 
Flick Distributing Co., 49 Central Ave., Cincin- 
nati, and •628 Main St., Hamilton, Ohio. 
DAUSSAT, Waldo J. (A 1946) Mech. Engr. 
U. S. Navy Public Works Dept., Bldg. 16. U. S. 
Naval Repair Base, New Orleans 14, and oBSlS 
Clara St., New Orleans 16. La. 
d’AUTREMONT, Hubert F. (A 1947) Cons. 

Engr., 711 West 62nd St., Los Angeles, Calif, 
DAVENPORT, Lind B. (M 1944) Chief Engr., 

• Air Conditioning Company of l^uthem Cali- 
fornia, 1006 Santa Fe Ave,, Los Angeles 21, and 
139 Melrose Ave., Monrovia. Calif. 

DAVEY, Geofftey I. (M 1937) Chartered Cons. 
Engr., • Gutteridge, Haskins & Davey, City 
Mutual Bldg., 60 Hunter St., Sydney, and 
Netherby, Bangalla St., Warrawee, New South 
Wales, Australia. 

DAVIDSON, James W. (A 1944) Pres, and Owner, 
Davidson Heating, Reg'd,, Val Morin, Terre- 
bonne County, Oue,, Canada. 


DAVIDSON, John C, (M 1940; J 1930) Field 
Engr., Chrysler Airtemp Sales Corp., 4708 Isabel 
Ave., Minneapolis, Minn. 

DAVIDSON, L. Clifford (M 1927) Partner. 

• Davidson & Hunger, 220 South 16tb St., Phila- 
delphia 2. and 322 Winding Way. Merion. Pa. 

DAVIDSON, P. L. (M 1924; J 1921) Cons. Engr.. 
1420 Walnut St., Philadelphia 2, and • New Hope. 
Pa. 

DAVIDSON, William J. (Af 1945) AppL Engr,, 
N. O. Nelson Co.. 118 E. River St., and •602 
Gaylord, Pueblo, Colo. 

DAVIES, Albert T- (A 1946) Chief Mech. & Elec. 
Engr,, C. Howard Crane, 7 Buck ngham Gate, 
London S. W, 1., and *33 Townacnd Dr., St. 
Albans, Herts, England. 

DAVIES, Charles (M 1946) Pres., • Davies Air 
Filter Co., 250 East 43rd St., New York, and 265 
Coligni Ave., New Rochelle, N. Y. 

DAVIES, George W. {Life Member; M 1918) Mgr., 

• F. W. Davies & Co., 19 Maclaggaii St,, Dunedin, 
C.3, and P. O. Box 390, Dunedin, N.2, Coiins- 
wood, Macandrew Bay, New Zealand. 

DAVIS, Bert C. (Life Member; M 1904), (Council, 
1917) Big Flats. N. Y. 

DAViS, Charles (M 1938) Engr., James H. Mer- 
ritt and Co., 216 LdSt 27th St., New York 16, and 

• 3920 Bronx Bl^d.. New York 66. N. Y. 

DAVIS, Clemant A. L. (A 3942) Vice-Pres., John 

H. Kilchen & Co., 1016 Baltimore, Kamsas City 
6 and •3200 Bast 32nd St„ Kansas City 3, Mo. 
DAVIS, Clyde W. (M 1947) Pres., •C. W. Davis 
and Son Inc., 201 19th St., and 918 Ninth St., 
Huntington, W. Va. 

DAVIS, C. R. (M 1927) Branch Mgr.. •Johnson 
Service Co., 2328 Locust St., St. Louis 3, and 7527 
Forsythe Blvd., Clayton 6, Mo. 

DAVIS, Donald W., Jr. (A 1946; J 1939) Branch 
Mgr., • Sturtevant Div., Westinghouse Electric 
Corp., 854 Empire Bldg., Milwaukee 3, and 3748 
North 66th St., Milwaukee 10, Wis. 

DAVIS, Edward Jamea (A 1943; J 1938) Sales 
Engr., Gurney Foundry Co., Ltd., 4 Junction Rd., 
and •224 St. Clements Ave., Toronto, Ont., 
(Janada. 

DAVIS, George C. (M 1939; J 1936) Vice-Pres., 

• Northern Public Service Corp., Ltd., 1120 Dor- 
chester Ave., and 366 Ash St., Winnipeg, Man., 
Canada. 

DAVIS, George L., Jr. (.4 1938) Estimator, R. L. 
Spitzley Heating Co., 1200 W. Fort St., Detroit 
26. and • 3636 Bedford St., Detroit 24, Mich. 
DAVIS, John C. (M 1945) Pres. & Mgr., ej. C. 
Davis, Ltd., 408 New Hargrave Bldg., Winnipeg, 
and 152 La Verandrye St., St. Boniface, Man., 
Canada. 

DAVIS, John T. (M 1945) Sales Engr., The Trane 
Co., and • 1836 Sul Ross. Houston 6, Texas. 
DAVIS, Joseph (M 1927; A 1926) Htg. Engr. and 
Contr., • 120 W. Tupper St., Buffalo 1, and 166 
Huntington Ave., Buffalo 14, N. Y. 

DAVIS, Keith T. (M 1937) Chief Engr.. • Bryant 
Heater Co., 17825 St. Clair Ave., Cleveland 10, 
and 2984 Claremont Rd., Shaker Heights 22, Ohio. 
DAVIS, Leonard V. (A 1945) Research and Design 
Engr., Russell Stovers Candies of Denver, 2015 
Arapahoe St., and • 17 E. Maple St„ Denver, Colo. 
DAVIS, Lester T. (M 1946) Project Mgr., 

• Standard Engineering Co., Inc., 2129 Eye St. 
N.W.. Washington 7. D. C., and 9305 Glenville 
Rd., Silver Spring, Md. 

DAVIS, Telford R. (M 1942) Vice-Pres., • Am- 
merman, Davis & Stout, Inc., Engrs., 912-23 K, 
P, Bldg., Indianapolis 4, and 1311 N. Drexel Ave., 
Indianapolis 1, Ind. 

DAVIS, Wayne M. (A 1944) Field Engr., Box 990, 
Muncie. Ind. 

DAVIS, Wilson L. (A 1946) Mgr., South Bend 
Office, American Blower Corp.. 407 S. Notre 
Dame Ave., South Bend 22, and •1429 E. Ewing 
Ave.. South Bend, Ind. 

DAWSON. Euftene F. (M 1934) Chairman. 

• School of Mech. Engrg., University of Okla- 
homa, and 719 Chautauqua St., Norman, Okla, 

DAWSON, Fred C. (M 1944) Cox Engineering 
Co., 621 l^tnam Ave., Cambridge, Mass. 
DAWSON, Ralph E. (A 1946) Chief Engr., Green 
Colonial Furnace C o,, 322 S.W, Third, and •1004 
58th, Des) Moines, la. 
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DAY. Harold C. (A 1934) Field Mgr.. •American 
Radiator & Standard Sanitary Corp., P. O. Box 
1226, Pittsburgh 30, and 133 Crescent Dr., 
Pittsburgh 16, Pa. 

DAY. Irving M. (A 1936) Sales Engr., • Binks 
Manufacturing Co., 718 Mills Bldg., Washington 
6, D. C.. and 406 Cumberland Ave., Chevy Chase 
16, Md. 

DAY. L. Carroll (A 1947) Pres. & Gen. Mgr.. 

• Day-York Distributors, 2182 N. Lewis Ave., 
Portland, and 6440 S.E. Lincoln St., Portland 
15. Ore, 

DAY, Sidney S, (A 1946) Owner, Sidney S. Day, 

• 3333 N, Vancouver Ave., Portland 12. and 447 
N.E. Hazelfern PL, Portland 15, Ore. 

DAY. V. S.* (M 1924) Prod, and Price Controller. 

Carrier Corp., S. Geddes St., Syracuse, N. Y, 
DEAN. Carl H. (M 1936) Sales Dir., Heating 
Research Corp., P, O. Drawer 391, Anderson, Ind. 
DEAN. Charles L. {Life Member; M 1932) Assoc. 
Prof, of Mech. Engrg., University of Wisconsin. 
305 University Extension Bldg., Madison 5, and 

• 102 Grand Ave., Madison. Wis. 

DEAN. li^win C. (Af 1945) Partner, Russellville 
Plumbing & Heating Co., 113 E. Main St., and 

• 901 N. Denver, Russellville, Ark. 

DEAN. Francis F. (Af 1947) Engr., J. E. Sirrine 
Co., Box 960. Greenville, and *507 E. Orr St., 
Anderson, S. C. 

DEAN. Frank J., Jr. (A 1942; J 1935; 5 1934) 
Pres., Temperature Engineering Corp.. 14th and 
McGee Sts., Kansas City 6, Mo. 

DEAN, Vernon C. (Af 1945) Cons. Engr.. #603 
Murray Bldg., Grand Rapids 2, and 1812 Martin 
S.E., Grand Rapids, Mich. 

DEBES, Charles N. (Af 1946) Owner, • Charles N. 
Debes & Aasocs., Rockford Trust Bldg., and 1841 
E, State St., Rockford, 111, 

DeBRA. Fred B. (A 1945) Pres., •Fred B. 
DeBra Co.. 3837 Spring Grove Ave., Cincinnati 
23, and 1559 Brandon Ave., Cincinnati 30, Ohio, 
de BRUYN. Leo F. (A 1946) Sales Engr.. • Minne- 
apoli&*HoneyweIl Regulator Co., Langstrasse 83, 
and Hotel Neptune, Zurich. Switzerland. 

DEE, Vaughn C. (A 1947) Estimator, Gorman- 
Lavelie Co., 2341 East 22nd St., Cleveland, and 

• 22063 Wentworth, Berea, Ohio. 

DEES, Leonard L. {M 1945) Owner, Kansas 
Sheet Metal Co., 206 W. Sixth, Topeka, Kans. 
DEEVES, Edward W. (A 1944; J 1940) Partner. 

• Fred Deeves & Sons, 1422A 17th Ave. W., and 
2403 33rd St. W., Calgary, Alta., Canada. 

DeFLON, Janies G. (A 1946; J 1942) Cooling 
Tower Engr., The h'luor Corp., 2500 S. Atlantic 
Blvd., and •2563 Fidelia St., Los Angeles 22, 
Calif. 

DEGILIO, Louis (J 1943) • Arctic Refrigeration 
Service, 119 Pine St, S., and 164 Birch St. S., 
Timmins, Ont., Canada. 

DBGLER, Howard E. (M 1948) Tech. Dir., sThe 
Marley Co., 3001 Fairfax Rd., Kansas City 15, 
Kans., and 2420 Harris Blvd., Austin, Texas. 
DEHLER. Frank C. (Af 1944) Chemical Engr., 

• The Davison Chemical Corp., 20 Hopkins PL, 
Baltimore 3, and 3439 Guilford Terrace, Balti- 
more 18, Md. 

DeJARLAIS, Gordon M. (A 1946; J 1945) Engr., 
Fedders Quigan Corp., 57 Tonawanda St., Buffalo, 
and ^297 Sanders Rd.. Buffalo 17. N. Y. 
DELALANDE. Andre (Af 1946) Engr., Nash- 
Kelvinator Corp., Export Div., 14250 Plymouth 
Rd., Detroit 32, Mich., and eSl rue la Fontaine, 
Paris (XVI®), France. 

DeLAND. Charles W. (Af 1924; J 1923) Vice- 
Pres., eC. W, Johnson. Inc., 716 W. Randolph 
St., Chicago 6, and 2021 Estes Ave., Chicago, III. 
DELANY. WUllam F. (A 1947) Chief Draftsman. 
Trane Company of Canada, Ltd., King and Duf- 
ferin Sts., and • 104 Bude St„ Toronto, Ont., 
Canada. 

DelCAMPO, Edward (A 1946) Sales Engr., 
ACELCO, Santo Domingo 1751, Buenos Aires, 
and • Laprida 902, Vicente Lopez, F.C.C.A., 
Argentina, S. A. 

DELL, John A. (A 1947) Pres., aThe Dell Corp.. 
Morton Grove, and 1610 Walnut Ave., Wilmette. 
111 . 

DeLUGIA, F, Arthur (A 1946) Engr.-Estfmator, 

• A. J, Mongillo Co.. 928 Grand Ave., and 325 
Willow St., New Haven 11, Conn. 


DEMAREST, Richard T. (A 1947; / 1938) 
Personnel Mgr,, aFitzglbbons Boiler Co., Inc., 23 
Mercer St., and Hotel Pontiac, Oswego, N. Y. 
DEMETER, Julius (A 1939) sAmer-Ind., Inc., 
Engrs., 420 Madison Ave., New York 17, and 303 
East 71st St., New York, N. Y. 

DEMING, Roy E. (Af 1941; A 19391 Designing 
Engr., Furnaces, Kalamazoo Stove & Furnace 
Co., Rochester Ave., Kalamazoo. Mich. 
DEMPSEY, Edward P. (ilf 1946) Htg. and Vent. 
Engr., The Glenn Martin- Nebraska Co., Box 
1269, Omaha 1, and 0 2431 Camden Ave., Omaha 
11, Nebr. 

DEMUTH, Herbert (A 1947) Student. New York 
University, and 0 477 Horton Highway, Williston 
Park. N. Y. 

DeNEILLE, J. Lawrence (Af 1943) Pres., • Eichler 
Co., 2125 Locust St., St. Louis, and 7227 Mary- 
land Ave., University City, Mo. 

DENNY, Harold R. (A 1934) Eastern Mdse. 
Mgr., • American Blower Corp.. 50 West 40th 
St., New York, N, Y., and 429 Edgewood Ave., 
Westfield. N. J. 

DENSON, Walter, Jr. (A 1944) Secy.-Treas., 

• Walter Denson & Son, 902 N. Myrtle Ave., 
and 2730 Cherokee Ave., Jacksonville, Fla, 

DEPPMANN. Arthur C. (A 1947) Pres., Depp- 
mann and Furney Plumbing and Heating Co., 
650 W. Baltimore Ave., and 04780 W, Outer Dr., 
Detroit, Mich. 

DEPPMANN. Ray L. (A 1937) Owner, • R. L. 
Deppmann Co., 5853 Hamilton Ave., and 13201 
Cloverlawn Ave., Detroit, Mich. 

DERBY, Malcolm R, (Jlf 1946) Engr.. Kroeschell 
Engineering Co., 216 W. Ontario St., Chicago 10, 
and 0 420 S. Batavia Ave., Batavia, 111. 

DeROO, William C, (A 1945) Engr., • Hart & 
Cooley Manufacturing Co., 500 K. Eighth St., 
and 567 Central Ave., Holland. Mich. 

DeSALES, Monteiro, Jr. (Af 1939) Engr., Lsnard 
& Cia, Rue Lavradio. 67, and • P. O. Box 3903, 
Rio de Janeiro, Brazil. S. A. 

DESMOND, Owen (A 1947) Sales Mgr., • Modine 
Manufacturing Co., and 1824 College Ave., 
Racine, Wis. 

DeSOMMA, A. Edward (A 1943; J 1937) Sr. 
Engr., Naval Archt., Bureau of Ships, U. S. N., 
Washington, D. C., and •48-29 (a) South 28th 
St., Arlington, Va. 

DESPLANCHES, Andre (ilf 1946) Gen. Mgr., 
Precedes Ozonair, 63 Rue de Lancry, Paris 10, 
and •62 Ave. Motte-Picquet, Paris 15, France. 
DesREIS, John F. (Af 1946) 50 Fernwood Rd., 
Summit, N. J. 

DETWEILER, John R. {J 1945) Engr., •Dct- 
weiler Brothers, Inc., and 627 W, Main, Twin 
Falls, Idaho. 

DEUBEL, Justin A. (Af 1945) Engr., Perfex 
Corp., 600 W. Oklahoma Ave., Milwaukee 7, and 

• R. 1, Box 136 C, Hales Comers, Wis. 

DEUTH. Gerald Q. (A 1944) Pvt., U. S. Army, 

and West 1 1th Ave., Columbus, Ohio. 
DEVER, Henry F. (Af 1936; A 1935) Prea.. eThe 
Brown In.strument Co., Wayne and Roberts 
Aves., Philadelphia 44, and 544 Howe Rd., 
Mcrioii Station, Pa. 

DEVERALL, Charles R. (A 1945; J 1944) 
National Homes Corp., Lafayette, and •1812 
Garden St., West Lafayette, Ind. 

DeVINES, HoHls L. (A 1946) Mech. Engr., 

• Reg. F. Taylor, 811 Bankers Mortgage Bldg., 
and 4608 Keystone, Houston, Texas. 

DEVLIN, James J. (A 1947) Partner, eW. C. 
Devlin & Son, 30 W. Tenth St., and 47 West 40th 
St., Bayonne, N. J. 

DEVORE, Angus B. (A 1937) Pres., Carl Lipp, 
Inc., 1234 Wisconsin Ave. N.W., Washington 7, 
and •3525 Davenport St. N.W.. Washington 8, 
D. C. 

DeWILDE, M. P, (A 1946) Chief Engr., Air 
Cond., Dept., N. V. Industrieele Mij. Gebr. 
vanSwaay, Stadhouderslaan 16, The Hague, and 

• Koepelweg 3, Noordwijk aan Zee. Holland. 
deWITT, Earl S. (A 1936) Branch Mgr., •Ameri- 
can Blower Corp., 1211 (Commercial Bank Bldg., 
and 232 Cottage PL, Charlotte, N. C. 

DEYO, Clyde D., Jr. (A 1947) Asst. Chief Utili- 
ties Engr., Electro-Motive Div., General Motors 
Corp., La Grange, and •608 N. Grove Ave., 
Oak Park. III. . 
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DIAMOND, David D. (A 1942; J 1937) 1516 
Sargent St., St. Paul, Minn. 

DIAS> William B. (A 1948) Oweng-Corning Fiber- 
glas Corp., 718 Fifth Ave., New York, N. Y., and 

• Lin wood Ave,, Kiverside, Conn. 

DIBBLE, S. £.♦ {Life Member; M 1917). (Presu 
dential Member), (Pres., 1925; 1 si Vice- Pres., 1924; 
2nd Vice-Prea.. 1923), (CouncU, 1921-26), Prof., 
Supt., Patton Masonic School for Boys, Patton 
School, Elizabethtown, Pa. 

DICKASON, Gray D. (M 1938) Pre8..Trea.s., 

• CJenesce lieating Service, Inc., 950 Sibley Tower 
Bldg,, Rochester 4, and 1 Meadow Lane, Rochester 
10, N. Y. 

DICKENS, Lester A. {A 1941) Owner, • Dickens 
& Co.. 17706 Miles Ave., Warrensville Heights, 
and 3710 Grosvenor Rd., Cleveland Heights, Ohio. 
DICKENSON, Malcolm E. (M 1936) Pres, and 
Gen. Mgr., # Livingston Stoker Co., Ltd., 33 
Sanford Ave. S., and 964 Cumberland Ave., 
Hamilton, Ont.. Canada. 

DICKEY, Albert T. (A 1946) Air Cond. Engr., 

• Cox& Blackburn, 2301 Commerce St., Houston 
2, and 3103 Harrisburg Blvd., Houston, Texas. 

DICKEY, Arthur J. {M 1921) IVes. and Gen. 
Mgr., C. A. Dunham Co., Ltd.. 1523 Davenport 
Rd., Toronto 4. and *9 Mossom PI., Toronto 3, 
Ont., Canada. 

DICKINSON, Neville S. (A 1943) Pres., •Motor 
Sales & Engineering Co., Inc., 1060 Broad St.. 
Newark 2, and 507 Richmond Ave., Maplewood, 
N. L 

DICKINSON, Robert P., Jr, (A 1946; J 1938) 
Resident Sales Engr., • Minneapolis-Honeywell 
Regulator Co., 1919 Benedict Circle, St. Albans, 
W, Va. 

DICKSON, £>onald R. {J 1946; S 1941) Field 
Engr., •American Blower Corp., 625 Architects & 
Builders Bldg., Indianapolis 4, and 3423 N. 
Drexel Ave., Indianapolis 1, Ind. 

DICKSON, George P. (M 1936) Mgr., B. F 
Sturtevant Co., Div. of Weatinghouse Electric, 
Haddon and Crestmont Ave., Camden, and •430 
Cooper St., Woodbury, N. J. 

DICKSON, Robert B, {M 1919) Pres., •Kewance 
Boiler Corp., and 145 E. Division St., Kewanee. 
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DICKSON, Robert W„ Jr. (M 1947; A 1943; 
J 1938) Field Engr., • American Blower Corp., 
1302 Swetland Bldg., Cleveland 15, and 932 Mont- 
ford Rd., Cleveland Heights 21, Ohio. 

DIETZ, C. Fresd {M 1938) • Blankin Equipment 
Corp,, 3449 W. Indiana Ave., Philadelphia 32, 
and 1216 Allengrove St., Philadelphia 24. Pa. 

DILL, Edward F. (A 1947) Sales Engr., Minne- 
apoli&*Honeywell Regulator Co., 1136 Howard 
St., San Francisco 3, and •SI Overlake Ct., 
Oakland 11, Calif. 

DILL, Richard S.^ {M 1939) Chief, Heat and 
Air Cond. Sect., •National Bureau of Standards. 
Washington 25. D. C-, and 1603 S. Springwood 
Dr., Silver Spring, Md. 

DILLARD, Joe P. {M 1947) Mfra. Repr., oCamp 
and Griffin Sts., D^as 2, and 4529 N. Versailles, 
Dallas 6, Texas. 

DILLENDER, Eugene A. {M 1939) Mech. Engr., 
Wyatt C. Hedrick, Archt. & Engr., 5201 Fannin 
St., Houston 4, and •4820 Chenevert, Apt. 6, 
Houston, 7'exas. 

DILLON, Dean A. (A 1946) Dist. Mgr.. The 
Louis Allis Co., 333 N. Pennsylvania St., India- 
napolis 4, Ind. 

DINHAM, Robert E. (/ 1947; S 1943) ^4412 W. 
Lake Harriet Blvd., Apt. 102, Minneapolis, Minn. 

DION, Alfred M. (M 1937) Sales Engr.. • Trane 
Co. of Canada, 4 Mowat Ave., Toronto, and 27 
Mill Cove Rd., Toronto 9, Ont., Canada. 

DIRECTOR, Isadore {M 1947; A 1944) Engr.. 
L. S. Tarleton, Cons. Engr., 1500 Walnut St., 
PhDadelphia, and 0 6738 Lynford St., Philadel- 
phia 24, Pa. 

DISNEY, Melvin A. (M 1942; A 1934) Gen. Mgr.. 
Watertemp Inc., 3818 Hampton Blvd., St. Louis 
9, and • R. R. 1, Box 558, Glencoe, Mo. 

DISTEL, Robert E. {M 1941 ; J 1938) Pres. & Gen. 
Mgr., • Distel Heating Co., P. O. Box 298, Lan- 
sing 2, and 547 Bailey St., East Lansing, Mich. 

DITOR, M. L. {M 1925) Cons. Engr., P. O. Box 
1016, San Antonio 6, Texas. 

DIXON, Arthur G. {M 1928) Secy., • Modine 
Manufacturing Co., and 442 Wolff St., Racine, 
Wis, 


DIXON, Meredith F. (A 1946) Fuel Oi! and 
Burner Dept., • Imperial Oil, Ltd., 56 Church St., 
Toronto 1, and 64 St. Clair Ave. W., Apt. 507. 
Toronto, Ont., Canada. 

DIXON, William (A 1946) Htg. Engr., • Nelson 
Co., 2604 Fourth Ave., Detroit 1, Mich. 

DODD, Jolm A, {M 1944) Owner, •John A. Dodd 
Co., 299 Techwood Dr. N.W., and 3370 Nancy’s 
Creek Rd., Atlanta, Ga. 

DODDS, Forest F. (M 1920) Mgr., Kansas City 
Sales Office, American Radiator & Standard Sani- 
tary Corp., 603-6 National Fidelity Life Bldg., 
1002 Walnut St., Kansas City 6, and • Park I.ane 
Hotel, 46(K) Mill Creek Dr., Kansas City. Mo. 
DODGE, Harry A. {M 1936) Cons. Engr., •419 
Fourth Ave., New York 16, and 514 West End 
Ave., New York 24, N. Y. 

DODGE, Raymond V„ Jr, {M 1946) Engr.. 

• Richardson- Wayland Electrical Corp., 122 W. 
Church Ave., Roanoke, and m714 Windsor Ave., 
Ral. Ct., Roanoke 15, Va. 

DOEIPENSCIIMIDT, Lawrence G. (A 1946) 
Owner Better Heating & Air Conditioning Co., 
5211 Lawndale Ave,, Houston 3, Texas. 
DOERING, Frank L. (M 1919) American Radia- 
tor & Standard S. ’^itary Corp., 238 Boston Ave., 
Lynchburg, Va. 

DOERRFUSS, Harry W. (M 1944) Sales Engr., 

• Warren Webster Co., 26 South 20th St., Phila- 
delphia 3, Pa., and 35 Harvard Rd., Audubon, 
N. J. 

DOHERTY, John J. (A 1942> •Fells Plumbing, 
Heating & Builders’ Supplies, Inc., 654 Main St,, 
and 10 Maple Rd., Winchester, Mass. 
DOHERTY, Raymond S. (A 1946) N. Y. Sales 
Mgr.. •Taco Heaters, Inc., 342 Madison Ave., 
New York, and 82-06-34th Ave., Jackson Heights, 
N. Y. 

DOHERTY, Roger J. (A 1945) Vice-Pres., Shaw 
Perkins Manufacturing Co., 1645 Oliver Bldg., 
Pittsburgh, and •363 Lehigh Ave., EE Pittsburgh 
6. Pa. 

DOING, L. J. {M 1944) Engr., Selle Equipment 
& (Contracting Co., 803 E. Markham, and •910 
Barber, Little Rock, Ark. 

DOLAN. H. P. {M 19^14) Dir. of Rngrg. and 
Operation of Bldgs., Board of Education, 1354 
Broadway, Detroit 26, and • 14419 Strathmoor 
Ave., Detroit 27, Mich. 

DOLAN, Raymond G. (M 1926; J 1922) Secy.- 
Tieas., •Tom Dolan Heating Co., Inc., 614-16 W. 
Grand Ave., Oklahoma City 2, and 708 North- 
west 40th, Oklahoma City, Okla. 

DOLAN. William H. (A 1941) Pres., •The Jen- 
nison Co., 17 Putnam St., and 65 Highland Ave., 
Fitchburg, Mass. 

DOLGE, Emil A. (A 1945) Mgr., Htg. Dept., 
A. Y. McDonald Manufacturing Co., Dea Moines, 
and •P. O. Box 976, Des Moines 4, la. 

DOLL, Errol V. (7 1948) Engrg. Draftsman, The 
Austin Co.. 618 Grand Ave., and • 608 Calmar 
Ave., Oakland, Calif. 

DOLLINGER, Lewis L., Jr, (A 1946) Vice-Pres., 
Dollinger Corp., 11 Centre Park, Rochester 3, 
N. Y. 

DOME, Alan G. (M 1945; A 1938; J 1936) Mgr., 
Htg. Dept., Comfort Products, Inc,, 5521 Wayne 
Ave., Philadelphia 44, and •314 E. Aliens Lane, 
Philadelphia, Pa. 

DOMINY, Charles B. (7 1942) Mech. Engr., 
Puget Sound Naval Shipyard, and^53-B Baer 
Blvd., Bremerton, Wash. 

DONCEEL, GuiUaume T. {M 1944) Indus. Engr.. 

• Oklahoma Natural Gas Co., P. O. Box 1620, 
Oklahoma City 1, and 1727 Northwest 13th St.. 
Oklahoma City 6, Okla. 

DONELSON. William N. (M 1943; 7 1937) 
Partner, • Rock & Donelson, 830 Vincent, (Cleve- 
land 14. and 4461 Glenview, Warrenaville Heights, 
Cleveland, Ohio. 

DONIE, Rowland A. (A 1946) Sales Engr,, 

• Minneapolis-Honeywell Regulator Co., 1007 N. 
Meridian, Indianapolis 4, and 89 W. Westfield 
Blvd., Indianapolis, Ind. 

DONNELLY, James A.^ {Life Member; M 1904), 
(Treas., 1912-14). (Board of (Governors, 1913). 
(Council, 1914)', Largent, W. Va. 

DONNELLY, Joseph F., Sr, {M 1943) Com- 
bustion Engr., Di?t, Sales Mgr., Cleveland Steel 
Products Corp., 7304 Madison Ave., Cleveland, 
Ohio, and •409 Highland Ave., Upper Montclair, 
N. J. 
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DONNELLY, Russell (M 1923) Sales Engr.. 
Nash Engineering Co.. 420 Lexington Ave., New 
York 17, N. Y. 

DONOHOE, Charles F. {M 1941) Tech. Engr., 
Central Htg. Dept,, • The Detroit Edison Co., 
2000 Second Ave., Detroit 26, and 10065 Lincoln 
Dr„ Huntington Woods, Mich. 
nONOHOE, John B. (A 1937; J 1936) Partner, 

• B. F. Donohoe & Co.. 61 Albany St., Boston 11, 
and 23 Primrose St., Roslindale 31, Mass. 

DONOVAN, Richard F. (A 1946) Engr., • General 
Appliance Engineering Co., and 122 LeTourneau 
Ct., Toccoa, Ga. 

DONOVAN, William J. (A 1930) 2239 North 27th 
St., Philadelphia, Pa. 

DOODY, Prank A. (J 1946) Appl. Engr., Fulton 
Sylphon Co., Wrigley Bldg., Chicago, and •415-B 
S. Taylor Ave., Oak Park, 111, 

DOREMUS, L. A. (A 1947) Combustion Engr., 
Standard Oil Co. of Brazil, 118 Avineda Presi- 
dente Wilson, • Caixa Postal 970, and Avineda 
Atlantica 238, Rio de Janeiro, Brazil, S. A. 
DORFAN, Morton I. (M 1929) Mgr.. Dust and 
Fume Engrg. Div., American Foundry Equips 
ment Co., S. Byrkit Ave.. Mishawaka. Ind., and 

• 1217 Malvern Ave., Pittsburgh 17. Pa. 
DORFFI, Arthur A. (J 1948; .S' 1947) Jr. Engr.. 

Sohio Petroleum Co., 407 N. Eighth St., P. O. 
Drawer r>15, St. Louis, Mo. 

DORNHEIM, G. A. (M 1912; J 1906) Vice-Pres.. 
Bucnsod-Stacey, Inc., 60 East 42nd St., New 
York 17, and • 16 Hamilton Ave., Bronxville 8. 
N. Y. 

DOSTER, Alexia (A 1934) Mfrs. Agt., Box *‘Y”. 
Litchfield, Conn. 

DOUDICAN, Charles T, (M 1940) Htg. Engr., 
M. J. Gibbons Supply Co., 601 E. Monument 
Ave., Dayton 2. and •416 Wiltshire Blvd., Dayton 
9, Ohio. 

DOUGHERTY, Charles P. (A 1946) Owner. 

• Dougherty Heating Co., 820 S.E. Seventh. 
Portland 14, and 3034 Northeast 22nd, Port- 
land 12, Ore. 

DOUGHTY, Charles J. (Ai 1925) Mcch. Stipvsr. 
of Constr. and Design, The Austin Co„ 19 Rector 
St., New York 6, and eApt, 7C, 156 East 49th 
St., New York 17, N. Y, 

DOUGLASS, Thomas C. (M 1943) Owner, • 1701 
Carmelita Ave., and 1400 Alvarado Ave., Burlin- 
game. Calif. 

DOUGLASS, Thomas C., Jr. (A 1947) Sales 
Engr., Western Fiberglas Supply. Ltd., 739 Bry- 
ant St., San Francisco 7, and • 360 San Benito 
Way, San Francisco 16, Calif. 

DOVENER, Rot>ert F. (A 1941) Engr.. • 
Atchison & Keller, Inc., 1246 Taylor St. N. W., 
Washington 11, D. C., and 4366 N. Pershing Dr., 
Arlington, Va. 

DOVER, Donald E, (J 1945) Refrig. Engr., 

• Carrier Corp., 419 Boylston St., and 201 Bay 
State Rd,. Boston, Mass. 

DOW, Clifford H. (A 1947) Engr., • Minne- 
apolis-Honeywell Regulator Co., 799 Beacon St., 
Boston, and 122 Vernon St., Wakefield, Mass. 
DOWDELL, J. R. (A 1941) Owner, ej. R. 
Dowdell & Co., 4024 Swiss Ave., Dallas 4, and 
4400 Wind.sor Pkwy., Dallas 5, Texas, 

DOWDY, Rufus B. (M 1939) Sales Engr., 

• Haydn Myer Co., Inc., P. O. Box 746, and 203 
Capitol Pkwy.. Montgomery, Ala. 

DOWLER, Edward A, (M 1937) Chief Engr., 

• B. F. Sturtevant Co. of Canada. Ltd., and 14 
Crescent Rd., Galt, Ont., Canada. 

DOWNE, Edward R. (M 1927) Engr., C, A, Olsen 
Manufacturing Co., and • 261 E. Broad St,. 
Elyria, Ohio. 

DOWNES, Alfred H. (A 1937) Draftsman, aGay 
Engineering Co., 2730 East llth St., Los Angeles 
23, and 1342 Bond St., Los Angeles 16, Calif. 
DOWNES, Nate W. (M 1917), (Council, 1928-30) 
Asst. Supt. in charge of Bldgs, and Grounds, 

• School Dist. of Kansas City, Mo., 1840 E. 
Eighth St., Kansas City 1, and 2119 East 68th 
St., Kansas City 6. Mo. 

DOWNS, Sewell H, (M 193D. CPresidenital 
Member), (Pres., 1944; 1st Vice-Pres., 19431 2nd 
Vice-Pres., 1942; Council, 1936-46) Vice-Pres,, 
(Aara^ Fan Co., Kalamazoo, and • 1662 Spruce 
Dr., Kalamazoo 40. Mich. 


DRAVAGE, Thom D. (A 1945) Htg., Vtg. and 
Air Conti. Engr., Arthur E. Rowe & Assoca., 1743 
East 26th St., Cleveland, and • Chillicothe Rd., 

R. 2. Willoughby. Ohio. 

DRESSELL, Russell E. (M 1942; A 1938) Mech. 
Engr., Riggs, Distler & Co., Inc., 210 N. Calvert 
St.. Baltimore 2, and •3916 Ednor Rd., Balti- 
more 18, Md. 

DREYER, Mark C. (A 1040) Owner, 211 Cedar 
St.. Aurora, HI. 

DRIEMEYER, R. C. (A 1942; J 1937) Chief 
Engr., York Pacific Co., 1229 Eye St., and •1808 
Capitol Ave., Sacramento 14. Calif. 

DRIGGS. Alfred A., Jr. (A 1947) Mgr.. eWest- 
Inghouse Electric Corp.. Sturtevant Div., 31 
Clinton St., Newark, N. J., and R. D, 2, Mont- 
gomery, N. V. 

DRING, Robert W. (A 1945) Partner. • R. W. 
Dring & Son, 614 Monroe St., and 101 South Ave., 
La Porte, Ind. 

DRINKER, Philip* {M 1922) Prof, of Indus. 
Hygiene, • Harvard University, School of Public 
Health, 65 Shattuck St., Boston, and 12 Hubbard 
Park, (T^ambridge, Mass. 

DRISCOLL, William H.* {Life Member; M 1904), 
(Presidential Member), (Pres., 1926; Ist Vicc- 
Pres., 1925; 2nd Vice-Pres.. 1924; Treas., 1923; 
Council, 1918-27) Vice-Pres., • Carrier Corp., 300 

S. Geddes St., Syiacuse. N. Y., and 60 Glenwood 
Ave.. Jersey C)ity, N. J. 

DROBA, Charles B. (M 1944) Mech. Engr.. 
M. C. Larson, Cons. Engr.. 1726 M St. N.W., 
and ^3412 Oliver St. N.W., Washington, D. C. 
DROPKIN, David* (M 1942) Assoc. Prof., Mech. 
Engrg., • College of Engrg., Cornell UniveivSity. 
and Slaterville Rd., Ithaca, N. Y. 

DRUM, Leo J., Jr. (A 194C; J 1939) Vice-Pros.. 

• The Rushton Refrigeration Co., P. O. Box 
1966. and 7 Gilmer Ave., Montgomery, Ala. 

DRUM, Robert Irvin (A 1944) Supvsr., Air Cond.. 
Allison Div of (Mineral Motors, and *6740 Oak 
Ave.. Indianapolis 19, Ind. 

DUBE, John E. {M 1944) Vice-Pres.-Gen. Mgr., 

• Alco Valve Co., 865 Kingsland Ave., St. Louis 
6, and R. 2, Box 142, Chesterfield. Mo, 

DuBOIS, Louis J, {M 1931) Westerlin & Campbell 
Co., 1113 Cornelia Ave., Chicago 13, and •1012 
South Western Ave., Park Ridge, III. 

DUBRY, Ernest E. (M 1924) Supt.. Central Htg., 
Detroit Edison Co„ 2000 Second Ave., Detroit 26. 
and eOlie Dexter Blvd., Detroit 6, Mich. 
DuCHATEAUt Manuel F. (A 1942; / 1938) Mgr., 

• Crane Co., 205 S. Lyndon St., and 2307 Fair- 
field. Greensboro, N. C. 

DUDLEY, William H., Jr. {M 1945; A 1940) 
Dist. Mgr., The Trane Co., 340 Audubon Blvd., 
New Orleans 16, La. 

DUFAULT, FeUxH. (A 1936) Mgr., Furnace Div., 

• General Steel Wares, Ltd., 2365 Delisle St., 
P. O. Box 248, Montreal 2. and 6115 Bordeaux 
St., Apt. 6, Montreal 34, Que., Canada. 

DUFFY, William R. (A 1947) Sales Engr., aSH 
South 14th, Omaha 2. and 2615 Camden, (jmaha 
11, Nebr. 

DUGAN, Thomas M. (M 1920) Sanitary Htg. 

Engr,, and • 1308 Freemont St., McKeesport, Pa. 
DUGGER. Earl R. (A 1946) Chief Engr., •Okla- 
homa Refrigerating Co., 1908 N. Broadway. 
Oklahoma City 3, and 2559 Northwest 18th, 
Oklahoma City 7, Okla- 

DUITCH, Paul R. (A 1947) Mech. Engr., • Iowa 
Sheet Metal Contractors, Inc., 316 Second Ave., 
and 930 39th St., Des Moines, Iowa. 

DUKE, Raymond O. (A 1947) Air Cond. Engr. 
Bldg. Operation, aThe Detroit Edison Co., 2000 
Second Ave., Room 314 G. O., Detroit 26, and 
621 S. Mildred St., Dearborn, Mich. 
DUKEHART, Morton McI, {M 1942) Owner. 

• Morton McI, Dukehart & Co„ 801 Maryland 
Trust Bldg., Baltimore 2, and 419 Woodlawn Rd., 
Baltimore 10, Md. 

DUKELOW, Jarne# S, (A 1947) Field Engr.. 
Chrysler Airtemp Sales Corp., 1012 Baltimore, 
Room 405, and •3443 Holmes St„ Kansas City, 
Mo. 

DULL, William M, (/ 1948) Htg. Engr., The 
Detroit Edison Co„ 2000 Second Ave., and • 12341 
Birwood, Detroit, Mich. 
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DUIXE, Willferd L. (A 1»4^; J 1936) Vice^Pres., 
tC. E, Southern Iron Co., 1952 Kienlen Ave.. St. 
Louis 20, and •7230 Normandy PL, St. Louis, 
21, Mo. 

DUMONT, Valmore {A 1048) •Dnraont Plumb- 
ing Service Ltd., 1J9 Murray St., Ottawa, ()nt„ 
and 29 Chateaubriand St., Hull, Que., Canada. 
DUNBAR, Daniel II. (S 1948) Student. Uni- 
versity of Michigan, Ann Arbor, and #657 Marl- 
borough, Detroit 15, Mich. 

DUNBAR, Leon W. (M 1944) Diwt. Mgr.. •Clar- 
age Fan Co., 314 Hulkley Hldg., Cleveland, and 
1795 Cadwell Ave., Cleveland Iieight.s, Ohio. 
DUNCAN, Herb L. (4 1917) Combiis. Sales Engr., 

• Natural Gas Kciuipment, Inc., 1150 Folsom 
St., San Francisco, and 430 Park Blvd., Palo 
Alto, Calif. 

DUNCAN, Louis P. (A 1940) Htg. Engr. and 
Sales, George E. Trudel Co., 341 Kim St., Man- 
chester, N. JL, and •Rolling Acies, Westford, 
Mass. 

DUNN, Aubrey N. (M 1947) Plant Kngr.. S. C. 
Johnson .Son, Inc., and eTOS Romaync Ave., 
Racine, Wis, 

DUNN, Robert (4 1944) Chief Kngr., •The 

('anadian Bank of Commerce, 25 King St. W., 
Toronto 1, and 43 Pacific Ave., roronto 9, Ont., 
Canada. 

DUNNE, Russell V. D. {M 1937) r>ir. of Sales, 
C'arrier Corp,. C'hrysler Bldg., 405 Lexington 
A\'e,, New York, N. Y. 

DUPLANT, Jean L. (4 1940) Cons. Kr.gr., 

• American Express f.'o., Bombay, India, and 
137-43.219th St.. Springfield Gardens. L. L. N. Y. 

DUPUIS, Joseph E. R. (M 1942) Pres, and Gen. 
Mgr., •National Heating Products. Ltd., 660 St. 
(.'atherirn* St. W,, Montreal, and 5642 Queen 
Mary Rd., Hampstead, Que., C'anada. 

DURBIN, Stephen A, (M 1947) Disl. Mgr., Air 
Cond. Dept., • General IClectric C'o., 2510 Power 
tSc Light Bldg., and C28 Greenway Terrace, 
Kansas City, Mo. 

DUHKEK, Myron C. (.V 1948) Student, Uni- 
versity of Michigan, •Rrn. 214, Anderson llou.se, 
E, Quad., Ann Arbor, Mich., and 228 C'hurch St., 
Poughkeepsie, N. Y. 

DUSOSSOIT, Edmond A. (A/ 1944) Treas., 

• Lynch & Woodward. Inc., 28 Oak St., Boston, 
and 173 Warren St., Newton Centre, Mass. 

DUTCIIER, Harvey S. (.4 1947) • Air ik. Refrig- 
eration Corp., 475 Fifth Ave., New York, and 28 
Phillips Rd.. Glen ('ove. L. L. N. Y. 

DiriTON, Gayle R. (A'l 1945) Partner, •Western 
Fiberglas .Supply, Ltd., 739 Bryant St., San 
Francisco 7, and 215 Coleridge Ave., Palo Alto, 
Calif. 

DUVAL, Elalr D. {M 1946) Mech. Supt., Cliarles 
H. Tompkins Co., 907 16th St. N.W.. Washington, 
D, C., and • 1023 Hanover Ave,, Norfolk, Va. 
DWYER, Thomas F. (M 1923) Cliief, Htg. and 
Vent. Div., • Board of Education, 49 Flatbuah 
Ave., Brooklyn, and 82 Iris Ave., P^loral Park, 
L. L. N. Y. 

DWYER, William H, (4 1944) Sales Mgr., 

• Central Supply Co., 210-230 .S. Cai)itol Ave., 
and 4455 Maicy Lane, Apt, 164, Indianapolis, 
Ind. 

DWYER. William H., Jr. (J 1940) Indianapolis 
Pump & Equipment Co., 1916 N. Meridian St., 
Indianapolis 2, and • 1127 N. Parker Ave., India- 
napoli.s, Ind. 

DYE. 0«w*4ld E. (M 1947) Asst, Chief Mech. 
Engr., Commonwealth Department of Works. 
82 Pitt St., and *2 Dudley St., Haberfield, Syd- 
ney, New South Wales, Australia. 

DYER. Alvin R. (4 14)44) Mgr., Htg. and Air 
Cond. Dept., Utah Builders Supply Co., W. 
Fourth South St., Salt Lake City 4, and •2005 
Herbert Ave., Salt Lake City 5, Utah. 

DYER, Wilfrid S. (4 1939) Partner. H. W. Dyer 
& Son, 92 Byron St., Battle Creek, Mich. 

DYER, William K. (4 1947) Dist. Mgr.. • Buffalo 
Forge Co., 1808 Fed. Rea. Bank Bldg., Kansas 
City 6, Mo., and 6401 Rosewood, Mission, Kans. 
DYKES, James B. (4 1939; J 1936) Vice-Pres., 

• T. A, Morrison & Co., Ltd., 1070 Bleury St., 
Montreal 1, and 42 Dobie Ave., Ml. Royal, 
Montreal 16, Que., Canada. 

DYKES, Osborne J., Jr. (J 1948) Pres.. • The 
Dykes Co., Inc., 1012 Market St., and 4735 
Thornhill Ave,, Shreveport, La. 


E 

EADIE, John G. {UJe Member; M 1909) Cons. 
Engr., • Eadie, Fn'und Ik Campbell, .500 Fifth 
Ave.. Room 1702. New York 18. N. Y., and 11 
Blackburn Rd., Summit, N. J. 

EAGLKTON. Sterling P. (A/ 1936) Chief Engr. 
and Bldg. Supt., National Gallery of Art. Fourth 
and ('onstitulion Ave., Washington, D. C., and 

• 615 St. Andrews Lane, Silver Spring, Md, 

RAMER, Maurice B. (4 1947) J5‘ch. Asst , 

London County Council, Chief Engineers Dept., 
P. I. J). County Hall, Wcstmin.ster, and •36 Eton 
Ave., Heston, Middlesex. England. 

EARIIART, Joe S. (A/ 1943) Pres, Preferred 
Equi])ment, Inc., 42,32 E. Whiteside St., Los 
Angeles 33, and *2734 Fleur Dr., San Marino 9, 
Calif. 

EAKP, Samuel (4 1947) •2301 N, Charles St.. 
Baltimore 3 8, and 4601 Ridge ,\ve., Baltimore 
27. McL 

EAST, Roy H. (4 1944) (Em. Mgr , Power Engi- 
neering Co., 1086 East 21 st S., Salt Lake City, 
Utah. 

EASTIN, Maurice R. (4 1947) Sali*s Mgr., 

• Railway Control.'^ Div., Minneapolis-Hoiiey- 
well Regulator Co.. 2758 Fourth Ave. S., and 
4301 Ewing Ave,, Minneapolis, Minn. 

EASTMAN. C. B. [M 1932; J 1929) Sales Engr., 

• Coward- Eastman C'o., 43 South 23id St,, 
Philadelphia 3, and 530 Hrookview Lane, Haver- 
town, Pa. 

EAS'rWOOD, E. O. {JJfc Member; M 1921), 
iVresidenlial Member), (Pres., 1942; Jst Viet> 
Pres., 3911; 2nd Vicc-Pi<‘S,. 1940; Council. 1931- 
33; 1937-43) Prot. Mech. Kngrg., • University of 
Washington. Seattle 5, and 4702-l2th Ave. N.E., 
Seattle, Wash. 

EASTWOOD, Harry F, (M 1938) Fuel Engr., 
Philadelphia 3: Reading Coal tS: Iron t'o.. 140 
Cedar St,, New York, and •157 F'rankel Blvd., 
Merrick. L. L, N. Y. 

EATON, Byron K. {M 1920) Delco lh*at Div.. 
Giuierul Motors (A>rp., 1.57 W. Wacker Dr,, 
(4jicago, and ^31 N. Spring Ave., La < Grange, 111. 
EA'rON, Robert L. (J 1948; .S’ 1946) Asst. Mech. 
Engr., Texas Power and Light Co., and • Route 
1. Trinidad. Texa.s. 

EATON, WilHum G. M. {M 1942; A 1934) Sales 
lingr.. Pease Foundry C'o., l.td., 227 Victoria St., 
Toronto 1, and •300 Wellesley St., Tot onto 5, 
Ont.. C'anada. 

EBERH.\RT, J. Frank (4 1947) Engr., Kcrby 
Saunders Inc.. 277 E, Pace.s Ferry Rd., Atlanta, 
and •092 Stafford .St., Decatur. Ga, 

EBNER, Robert G. (4 194(3) Engr., Lvdward E. 
Aslilev, Cons. Engr., 10 East 4()th St., New York 
16. and •.529 East 84th St., New York 28. N, Y. 
ECK., Melvin C. (4 1946) Sales Engr., • Bryant 
Heater Co., 17825 .St. C'lair Ave,. Clc’vcland 10. 
and 15014 Scottsdale Blvd., Shaker Heights 20, 
C4hio. 

ECKIIARDT, Elroy, Jr. (7 1943) Partner. 

• James F. O’Neil Plumbing & Heating Co., 
2800 Howard Ave., New Orleans, and 34 Beverly 
Gardens. Metarie, La. 

EDDY, Harvey W. (4 1946) Air Cond. Emgr.. 
California-Fresno Supply Co., Box 1186, E'resno, 
and •P. O. Box 97, Selma, Calif. 

EDELMAN, Herbert W. (4 1946) Mgr.. Purch. 
Dept., Baker Manufacturing Co., 8l3 Douglas 
St.. Omaha, Nebr,, and •312 Benton St., Council 
Bluffs, la. 

EDGARTON, Lewis S. (Af 1947) Prof. Engr.. 52 
Centre St., Nantucket, Mass. 

EDGE, Alfred J, (Af 1938) Mech. Engr., • Jos. W. 
Radotinsky, Archt., Room 312, 601 Minnesota, 
Kan,sas City, Kan., and 4160 McGee St., Kansjis 
City, Mo. 

EDGINGTON, Frederick A. (Af 1946) Engr.. 
Schmidlin Brothers Heating Co., 3120 Monroe St., 
Toledo 6, and •3812 Elaverliill Dr., Tt>ledo 12, 
Ohio, 

EDMONDSON, John V. (4 1944) Asst. Mgr,, 
Crane Co., 814 Young St., Dallas 2, and •SiOS 
Amherst, Dallas 5, Texas, 

EDWARDS, Arthur F. (A 1945) H. H. Angus & 
Asaoca., 1221 Bay St., and •246 Kenilworth Ave., 
Toronto, Oat., Canada. 
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EDWARDS, Arthur W. (M 193{)> Dist. Mgr.. 

• The Trane Co., 026 Broadway, Room 307, 
Cincinnati 2, and 3423 Paxton Ave., Cincinnati 
8, Ohio. 

EDWARDS, C. Euftene (M 1042) Mcch. Engr.. 
The Austin Co.. 309 Danciger Bldg., Ft. Worth 3. 
and •3000 Kl C'ampo, Ft. Worth 7, IVxas. 
EDWARDS, Georfte B. (.1 1945) Owner, Plbg. and 
Htg. Conti., 1140 Ontario Ave., Niagara Falls, 
N. V. 

EDWARDS, Irvin G. (.1 1017) Sales Hngr., •The 
Trane t'o., 626 Broadwaj\ Cincinnati, and 26 
(ruhl Terrace. Krading. Ohio. 

EDWARDS, Junius David* (A/ 1 0,3(0 Asst. Dir. 
of Reseaich, • .Aluminum Company of America, 
Aluminum Research Labs., P. O, Box 772, New 
Kensington, and 536 Sixth St.. Oakmont, Pa. 
EDWARDS, Paul A. {M 1919) Pres.. •The G. F. 
Higgins Co., 608 Wabash Bldg., Pittsburgh 22, 
and 3074 Ihneliurst Ave., Pittsburgh 16, Pa. 
EDWARDS, Raymond L. (.1 1048) Mech. ICngr., 
Austin Co,, 018 Grand Ave., Oakland, and •2520- 
B Lagle Ave., Alameda, Calif. 

EDWARDS, Wayne W. (S 1017) Student, Michi- 
gan .State (College, h.ast Lansing, and • KIbcrta. 
Mich. 

EELLS, II. B. (1/ 104 4) Mgr., Baines & Jones, 
Inc.. lOJ Park Ave., New Vork 17. ami •S Clark 
St., Brooklyn, N. V. 

EfILERS, Fred C. (.1 1046) Chief Kngr,, •Re- 
search Hospital, 2300 llolmc.s, Kansas City 8. 
Mo., and 5305 (.'had wick. Kaii'^as Citv 3, Kans. 
EHLERS, Jacob (I 1030; J 1937) Gen. Mgr.. 
Jamesons Premier Lngim^ers, Ltd., 33 Salt River 
Kd.. Salt Rivci. South Africa, and • 1 Dille, 
Bloeni St., Bellvill(\ S. A. 

EULERS, William D. {M llHG) Con.s. Engr.. 

• 1701 \ 'nion Trust Bldg., tancinnati 2. and 
7623 Montgomery Rd.. C'indnnati 27, Ohio. 

EHRENZKLI.>ER, Adolph (A7 1041) Owner. Cons. 
Lngr., •A, Elirenzelter. 320 Washington St,. Dor- 
cliestei 21, and 23 ParkJawn Kd., VAVst Roxbury, 
Mass. 

EHRLICH, M. William* (M 1016) 56 Ridge Rd.. 
Lyndhutst, N. J. 

EIBLING, James A. (.1 HH8) Research Engr., 
Battelle Memorial Institute, Columbus, and 

• 2423 Dublin Rd., Hilliards. Ohio. 

EICHER, lluBert G. {M 1022) Chief. School 

Plant Div., Dept, of Public Instruction, and *207 
North 30tli St., Harrisburg, Pa. 

EICHOLTZ, Meryl V. (.1 1042) Dist. Mgr., Ilg 
Electric Ventilating Co., 1012 N, Tliird St., 
Milwaukee 3, and •2045 Pleasant St., Wau- 
watosa 13, W'is. 

KID. Abdallah Kamel (A 1948) Abdallah Kamel 
iMd, Arclit. 3: Kngrs,, r/o Ahdelhakim I'lkinany 
Bey, I’ublic Security Dept., Ministry of Interior. 
Cairo, Egypt. 

EISENBERG, Milton Frederick (.1 1047) Meoh. 
J'Tigr., Corps of Kngrs., W'ar Dept,. Office of Dis- 
trict Kngr., Post Office Bldg., and • P. O. Box 
1014, 302 East 46th St., Savannali, Ga. 
EISENSTEIN, Martin (A 1046) Sales Kngr., 
Geo. C. l>ewis Co.. 207 South 24th St.. Phila- 
delphia. and ^37 Fenton St., Laccy Park, Ilat- 
boro, Pa. 

EISS, Robert M. {M 1933; J 1930) Proce.ss Engr.. 
Kimberly-Clark Corp., P. O. Box 31, and • Rt. 1. 
Adella Beach, Neenah, Wis. 

EKLUND, Karl G, (A/ 1038) Cons. Engr., •Karl 
(L Eklunds Ingenior.sbyra A. B., Brunkebergstorg 
15, Stockholm, and Storangen, Parkvagen 34, 

vSweden, 

EL ATTAR, Ahmed Anwer (7 1947) Engr., 

• “Koldair” S.A.E., 12 Sharia Soliman Pasha, 
and Attar St., Cairo, Egypt. 

ELBOGEN, Nicholas (A 1047) Air Cond. Kngr., 

• Acme Sheet Metal Works, 6133 Magnolia Ave., 
Riversidf*, and 4337 West 58th PL, Los Angeles 
43. Calif. 

ELDRED, Harold (Af 1944) Htg. and Vent. Contr., 
15 The Fairway, North Wembley, England. 
ELGIN, Richard D. (A 1947) Pres. & Gen. Mgr., 

• General Air Conditioning Corp.. 122 E. Third 
St., and 5711 Country Club Blvd. S., Little Rock, 
Ark. 

ELIASON, Oscar €. (M 1940) Member Tech, 
Staff. • Bell 'Felephone Laboratories, 403 West 
St., New York 14, N. Y., and 134 Hillside Ave., 
Chatham. N. J. 


ELIZARDI, Ralph (A 1943; J 1940) Air Cond. 
Engr., •Cary B. Gamble & A8Roc.s., 314 St. 
Charles Ave., New Orleans 12, and 2619 Joseph 
St.. New Orleans 15, La. 

ELLINGSON, E. T. Palmer (M 1942) Cons. 
Arclit. Engr., •2804 N. Harvey, Oklahoma City 3. 
and 231 Northwest 27th St., Oklahoma City, Okla. 
ELLIOT, Edwin (Af 1929) • Edwin Elliot & Co., 
.560 North 16th St., Philadelphia 30, and 403 W. 
Price St., Germantown. Philadelphia 44, Pa. 
ELLIOn\ Charles L. (M 1947) Supvsr.. Htg. 
Engrg. Dept., • Cincinnati Gas & Electric Co.. 
P, O. Box 960, Cincinnati 1, and 840 McPherson 
Ave., Cincinnati 5, Ohio. 

ELLIOTT, James H. (A/ 1945) Partner, •EHiott- 
Wiilianis Co., 3733-37 Sutlicrland Ave., and 3446 
Birchwood, Indianapolis, Inch 
ELLIOTT, Norton B. (A 1934) Indus. Field Kngr.. 

• American Blower Corp., 632 Fisher Bldg,, 
Detroit 2, and 15025 Artesian Blvd., Detroit 23, 
Mich. 

ELLIS, C. W. (Af 1945) Engr.. J. A. Walsh & Co.. 
Inc., P. O, Box 1773, and •8412 Baker Dr., 
Houston, l exas. 

ELLIS, Frederick E. (M 1923) Sales Mgr.. 

• Imperial iron C'orp., Ltd., 30 Jefferson Ave., 
Toronto 1, and 9 Montgomery Kd., Toronto 0, 
Ont.. Canada. 

ELLIS, Frederic R. (M 1913) Siipt. of Engrg., 
Harvard Hniversity, Lehmiin Hall, Cambridge 38. 
and • 131 Beacon St., Hyde Park 36, Mass. 

ELLIS, G. P. (M 1935) •Western Mgr., Com- 
bustion luigiiicoring Co., Inc., 608 Petroleum 
Bldg., Los Angeles 15, and • 538 Midvale Ave., 
Los Angeles 24, (.'alif. 

ELLIS, Harry W. {Life Member- M 1923; A 1909) 
Chairman of the Board, John.son Service Co., 507 
E. Michigan St., Milwaukee, and •2317 E, 
Wyoming PI., Milwaukee 2, Wis. 

ELLIS, Milton H., Jr. (A 1946) h'.stimafor and 
Sales Engr., Armstrong Cork CAj., 201 Wash- 
ington. and ^332 N. Waldran, Memphis, Tenri, 
ELLSBERRY, Samuel A., Jr. (J 1947) Sales 
Engr., • Westinghouse Electric C<«rp., Sturtevarit 
J>iv., 1008 Canton St., and 3820 Mockingbird, 
Dallas, Texas. 

ELMS, Willmm P. (.1 1946) Htg. and Air Cond. 
Engr., Ont. Sah'.s Div., General Steel Wares, Ltd., 
100 River St., and ^34 Hazelwood Ave., Toronto, 
Out., ( anada. 

ELMZEN, Harry R. (A 1947) Kngr., • Drying 
Systems, Inc., 1800 Foster Ave., (.'hicago 40, and 
1116 Washington Blvd., Oak Park, 111. 
ELSARKY, Aly 01 1045) Director of Works, 
Mcch. & Elec, Dept., Public Works Ministry, 
and • 1 1 Birket Enasrich St., .Sayeda Zenab. 
Cairo, Egypt, 

ELSIE, Robert L. (.1 1943) Purch. Agt,, •Atlas 
Engineering ik Machine C'o., Ltd., 16 Eastern 
Ave., Toronto 2. and 19 Astor Ave., Leaside, 
Ont., Canada. 

ELWOOD, Willis H. (M 1936) Htg. Kngr., 
Elwood Heating {.'o., 209 King St.. Ithaca, N. Y. 
ELY, John W. (7 1947) Sales Engr., • Minne- 
apolis-! loncywell Regulator Co.. 1007 N. Meridian 
and 5340 Central Ave,, Indianapolis, Ind. 
EMANUELS, Mason (A 1943; J 1939) Branch 
Mgr., •Pacific Scientific Co., 1915 First Ave. S., 
Seattle 4, and 3410-47th N.E., Seattle 5, Wash. 
EMBREE, Earl G. (M 1945) Engr., •Tompkins- 
Jolinston Co., P. O. Box 4045, Charlotte, and 
Rt. 1. Matthews, N. C. 

EMERSON, Edward K. (M 1946) Engr.. Swift 
& Co., Union Stock Yards. Chicago, and *1217 
West 41st St., La Grange, 111, 

EMERSON, Ralph R. (A/ 1922) Pres., P:mer.son 
Swan Goodyer Co,, 712 Beacon St., Boston, and 

• 44 Whitney Rd., Newtonville, Mass. 
EMMERT, Luther D. {M 1919) Sales Repr., 

• Buffalo Forge Co., 20 N. Wacker Dr., Chicago, 
and 1704 Hinman Ave., Evanston, III. 

EMMETT, Jamea, Jr, (A 1946) Sales Mgr., 

• James P. Marsh Corp., 2073 Southport Ave., 
Chicago, and 424 N. Adams, Hinsdale, III. 

EMRICK, A. A, (Af 1946) Chief Engr.. •United 
States Radiator Corp., I5u0 United Artists Bldg., 
Detroit 31, and 16803 Warwick Rd., Detroit 19. 
Mich. 

ENDO, Hldeo (A 1947) Mech. Engr., Bruce A. 
Gordon Co., 1 N. LaSalle St., Chicago, and • 828 
W. Leland Ave., Chicago 40, 111. " 
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ENGDAIIL, Richard B.* (A 1944; J 1938) 
RcRcarcli Engr., • Battc'Ilc Mt^morial Institute, 
505 KingAve., Columbus 1, and 1243 Glenn A ve., 
('olumbus 8, Ohio. 

ENGELBAOH, A. Arthur (M 1945; A 1944) 
Pres, and Chief Engr., Eagle Corp., 0030-31 st 
St. N.W., Washington, D. C. 

ENGLE, Alfred (A 1023) RtAired, 1 Kdgewood 
Rd., Scarsdalc, N. Y. 

ENGLEHART, Oacar D. (A 1044) Research 
Engr., • Pittsburgh Plate Glass Co., Creighton, 
and 1151 Union Ave., Hrerlcenridge, Pa. 
ENGLISH, AlpheuH T. (M 1044) Pres, and Gen. 
Mgr., • Columbus Air C'onditinning Corp-, 820 
Scott St., Columbus 10, and 290 N. Stanwood Rd., 
Columbus 9, Oiiio. 

ENGLISH, G, A. (A 1047) Mgr., English tsr 
Mould, l.Ad., 1150 VVeslon Rd., and ♦25 Pearen 
Ave., Toronto 9, Ont., Canada. 

ENGLISH, Richard B. (7 1045) ICngr., ♦ York 
( orp., Roosevelt A\’t'., and Y.M.C.A., York, Pa. 
ENGONOPUI.OS, Basil G. (7 1047) Engr., 
Robert Hattis, Cons. Engr., 223 W. Jackson St., 
(Tiicago, and #1549 N. Astor St.. Chicago 10, 111. 
ENGSKOW, John G. (/I 1044) Mgr., Baker 
Manufacturing Co., 100 E. Ave. X.W., and #822- 
20th St. S.IC, e'edar Rapids. Jowa. 

ENSIGN, Willis A. (M 1035) Viee-Pres., Frontj«'r 
Oil Refining C'orp., 880 Kliirott S(p Bldg., Buffalo, 
and ♦Shadagee Rd., Eden, N, Y. 

ENTENMANN, Werner O. (.U 1940) Mech. 
lingr. in charge of (Antral lltg. Applications 

• Ric-wiL Co., Room 1502, Union ComniMCe 
Bldg., Cleveland 14, and 1245 l'.a^t85th St.. Cleve- 
land 8, Ohio, 

EPPLE, Arnet B. 104.3) Asst. Prof., ♦I’ni- 
vcisity of Michigan, 333 \V, Engrg. Bldg., and 
1208 W. Madison Ave., Ann Arbor, Mich. 
EPS'f'EIN, Leon (7 1043) t'liief I'ngr., Reliable 
Refrigeration 8: .Air Conditioning Corp.. 2509 S. 
Pulaski Rd,, Chicago 23, and #30 N. Waller Ave.. 
Chicago 44, 111. 

EQIJI, Ferdinand F, (.4 1044) Pres., #7116 

Stevims & Eciui Co., Inc., 333 North Ave.. liridge- 
port 6, and Cedar Hill Rd., KasLon and R. E. IT 
No. 1, Bridg('port, Conn, 

ERICHSEN, Erik (S 1048) Student, Case Insti- 
tute of 7'echnology, C'hjveland, and #2720 Cran- 
lyii Rd., Cleveland 22, Oliio. 

ERICKSON, Einar T, (H 1047) ('hief Engr.. 

• Super Radiator Coip., fi52 Stinson Blvd., and 
4728 Brookview, R. R. 7, Minneapolis, Minn. 

ERICKSON, Harry H. {M 1044; .4 1920) Sales 
Engr., • Blankin Jiciuijnnent Corp.. 35th ft Indiana 
Ave., Philadelphia, and 25 Old Eagle School Rd., 
Strafford, Wayne P. O., Pa. 

ERICSSON, Eric B. (47 1933) Engr., rustodian. 
Board of Education, 2100 East 87th St., and 

• 0720 Cregier Ave., Chicago, Ul. 

ERIKSEN, Wilbur R. (A 1947) Pres., •Airgram 

Corp., 137-83 Northern Blvd,, Flushing, and 8823 
14th Ave,, Brooklyn, N. Y. 

ERIKSON, Harald A. (M 19.39) Vice- Pres., 
A B Svenska Flaktfabriken, Kungsgatan 10-18, 
Stockholm, and • Nockebyvagtn Gl, NTrckeby, 
Sweden. 

ERISMAN, Percival IL, Jr. (M 1930) Vice- Pres., 

• Washington Refrigeration Co., 2052 West Vir- 
ginia Ave. N.E., Washington 2, D. C., and Belle 
Haven, Alexandria, Va. 

ERNST, John P. (7 1944; .S’ 1943) Asst. Mech, 
Engr., East Bay Municipal Utility District, 525 
19th ,St., Oakland 12, and •2451 Grande Vista, 
Oakland 1, Calif, 

ERVIN, F. R. Ul- 1946) Sales Fmgr,, Nicholson, 
Inc., 806 Ramseur St., Durham, N. C. 

ESKIN, Samuel G. (M 1944) Dir. of Research 
and Dvlpt., •Grayson Controls Division, Roberl- 
shaw-FuIton Controls Co.. 833 N. Highland Ave,, 
Los Angeles 38, and 5931 Lindenhurst Ave., Los 
Angeles 36, Calif. 

ESKRA, George N. (A 1944) Bhigr., Ray W^inther 
Co., 1245 Folsom St., San Francisco, and #930 
Palm Ave., San Mateo, Calif. 

ESPENSCHIED, Frederic F. (M 1940) Dist. 
Repr., American Air Filter Co., 636 Munscy 
Bldg., Washington 4, and 9 3373 Stuyvesant PI. 
N.W.. Washington 15, D. C. 

ESSEX, jr, L. {M 1945) Chief Project Engr., 
Rheem Research Products, Inc., 170 E. California 
St,, Pasadena 5, Calif., and •4003 N. New Braun- 
fels Ave., San Antonio, Texas. 


ESSLEY, Hubert A. (M 1941) Prod. Mgr.. •Taco 
Heaters, Inc., 137 South St.. Providence 3, and 42 
Elton St.. Providena*, K. 1. 

ESSLINGER, Louis A. {A 104G) Partner, •!.. J. 
l-Csslinger & Son, 14819 Charlevoix Ave.. Detroit 
15, and 12850 August Ave,. Detroit 5, Mich. 
ESTEP, L. G. (M 1936) .Asst, to Pres., Spi<*gel, 
Inc., 1061 West 35th St., Chicago 9, and •115 S. 
Catherine .Ave,, LaGrange, 111. 

ES'I’ES, Edwin C. (A 1936) Chief Draftsman, 

• Northeni Pacific Raihvnv, 176 F. Fifth St., 
St. Paul 1, and R. R. No. 11. St. Paul 7. Minn. 

ETIE, W. R. (.4 1943) Owner. •W. R. Ftie Sheet 
Metal fv Ih.'ating, 1224 Summer St., P. O. Box 
4535, and 502 Bayland, Houston. Fexas. 

E'ETER, Norman W, P. (.4 1946) Htg. Engr.. 
Enamel ft Heating Products. Ltd,, Main .St., and 

• FS O. Box 242. Sackville. N. B., Canada. 
EVANS, Bruce L. (J/ 1938; A 1937) Viee-Pres., 

Becker-Marsden Co.. 3818 LirKlell Blvd., .St. 
Ltaii.s 8, and •571 Stratford Av<-., University 
C ity, Mo. 

EVANS, David A. (AJ 1946) Supv\sg, Fngr.. Prod. 
Engrg. Dept., National Tiib(‘ C o., Frick Bldg,, 
Room 1718, Pittsburgh, Pa. 

EVANS, Delrnar C/(.l 1944) Chief Fngr.. • T. 
Magnin & Co.. 324() Wilshin* Ave., Eos Ang<'ies 5, 
and 47.34 (’anudlie Ave., North Hollyw'ood, C'alif. 
EVANS, Edwin C. (Life hf ember \ M 1919) Re- 
tired, ano^932 Arden Dr., Temple C'ity, C'alif. 
EVANS, Richard W. {Ai 1940) ('on.s. Fjigr.. •1210 
Roanoke Bldg., and 2109 Pleasant Ave., Minne- 
apolis, Minn. 

EVANS, S. M. (.1 1945) Sales Ifngr.. Wintei- 
bottom Supply C'o., and ♦301 WillisKm ,Ave,, 
VV’aterioo, la. 

EVANS, William H. C.i 1943) Asst. Cmn. Mgr., 

• Minneapolis- HoiU'y\v(*ll Regulator C'o., Ltd.. 
Vanderhoot Ave . Leaside, Toronto 12, and 17 
Kingsmill Rd., 4'oronto, f.)nt,, Canada. 

EVANS, William W. (A 1947) Sales Engr.. • Tlie 
7' rani’ Co,, 1900 F.uclid Ave.. Cleveland, and 2904 
Clarkson Rd., Ck'veland Heiglits, C»uo. 
EVANSON, Meyer (7 3948; .V 1946) Fngr., Crane 
C:o., 1004 f:. Chicago Ave., and •1806 Cfolumbus 
l)r., least Chicago, Ind. 

EVKLETIL Charles F.* (Life Member; M 1911) 
Mc'cli, Fngr,, Wilbur VV’;its«)n Aasocs., 4614 
Prospect Ave.. and •20,30 East 115th St. C'leve- 
land, Ohio. 

EVEREST’, R. Harry (M 19350 Engrg and Sale.s. 
SlieJdons. Ltd., Galt, and •235 Waterloo St, S., 
Preston, Ont., Canada. 

EVERETTS, John, Jr. (M 1938; A 193.>; 7 1029) 
Partner, • Urdald ft Fiveretts, 212 Mission St., 
San F'ranci.sco 5, and New FiOding Hotel. San 
F'rancifico, Calif. 

EVERT, M. C. (A 1916) Secy., Alexand<‘r-Siafford 
Corp., I Ionia Ave. N.AV.. and • 1726 Giddings 
Ave. S.FE, Cirand Rapids, Mich. 

EWALD, John H. (A 1914) Vice-Pres. and Gen. 
Mgr., James E. Degan C'o., 2130 F'ranklm .St.. 
Detroit 7, and •5200 Bishop Rd., Detroit 24, 
Mich. 

EWELL, Walter A. (A 1945) Mcch. Design Engr.. 

• Rather-Moorc ft Associates, 3218 Main St., 
and Rice Hotel, Houston, Texcus. 

EWENS, Frank G. (M 1946) Asst. Prof, of Mech. 
Fhigrg., University of Toronto, and *300 St. CHair 
Ave. E., Toronto 5, Ont., C'anada. 

EYNON, Walter E. (M 1043) Pres, and Treas., 

• The A. C. Eynon Plumbing Co., 236 Walnut 
Ave. N. F:., Canton J, and 32G-22nd St. N. W., 
Canton 3, Ohio. 

EZELL, Philip B. (A 1947) Sales Engr., • Bryant- 
Brown Co., 4607 Montrose, and 3743 Tangley. 
Hou.ston, Texas. 

EZZ-EL-DIN, Kamal (M 1944; A 1941; 7 1938) 
Asst, to Managing Director, Koldair, 32 Sharia 
Soliman Pasha, Cairo, and *78 Sharia Helwan, 
Munira, Cairo, Egypt. 

F 

FABLING, Walter D. (.4 1937) Owner, W. D. 
Fabling Co., 3046 E. Olympic Blvd., Los Angeles 
23, Calif. 

FAGGION, Arthur J. (A 1946) Field Engr.. 
Hickey, Shaw, Winkler Co., Detroit, and •1506 
Glenrose Ave., LanBing 15, Midi. 
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FAGIN, Daniel J. (M 1932) Asst, to Gen. Sales 
Mgr., eThe Laclede Gas Light Co., 1017 Olive 
St., St. Louis L and 3304 Lawn Avc.. St. Louis, 
Mo. 

FAHNESTOCK, M. K.* (M 1927) Reseairch 
Prof, and Asst. I)ir„ Engrg. Experiment Sta., 

• University of Illinois, 214 Mech. Kngrg, Lab., 
and 702 W. Vermont St., Urbana, 111. 

FAILOR, Crest A. (4 1940) Sales Engr,. Baker 
Manufacturing Co., 813 Douglas St.. Omaha, and 

• 018 South 31 St Ave., Omaha 5, Ncbr. 
FAIRBAIRN, John K. (M 1940) Mech. Engr. 

& Dist. Mgi., Farr Filter Co.. 1335 N. Wells vSL.. 
Chicago, and •Country Club Grounds, Mid- 
lothian, 111. 

FAIRtTHLO, Harold P. (A 1917) Asst. Engr.. 
The Prudential Life Insurance Co., Newark, and 

• 037 Springdale Avc., East Orange, N. T. 
FAIRCLOUGH. Roy J. (A 1940) Mgr., Htg. 

Dept., •Crane Co., 307 W. Second S., SiUt Lake 
City 11, and 401 S. Second W.. Salt Lake City 4, 
Utah. 

FAKTER, Melvin (J 1940) Medi. Engr.. The 
Austin Co.. 510 N, Dearborn, and • 10.37 W. Far- 
well Ave., Chicago, 111. * 

FALK, David S. (M 1943; J 1937) Mfrs. Repr.. 

• David S. Falk, 3049 K. (irand Blvd.. Detroit 2, 
and 14901 Wilshire Dr., Detroit 5. Mich. 

FALK, Jerome T. {J 1940) Mech. Kngr., The 
Austin Co., 19 Rector St., New York, and ^2012 
Prospect Ave., Bronx 57, N. Y. 
FALTENBACHER, Harry J. (M 19.30) Owner, 

• 235 E. Wister St., and 327 W. Manheim St.. 
Philadelphia 44. Pa. 

FALVEY, John D. (M 1922) Cons. Engr.. •310 
N. Eighth St.. St. Louis 1, and 6030 Pershing 
Ave,, University City, Mo. 

FANNING, Erroll C. (A/ 1941) Engr., •Atlas 
Heating 3: Ventilating Co., Ltd., 557 Fourth St.. 
San Francisco 7, and 24 Ov^al Rd., Oakland 11, 
Calif. 

FARAGO, William J. (.4 1948) Mech. Engr.. 

• Dominion Electrohome Ind, Ltd.. 39 Edward 
St., and 45 Claremont Ave., Kitchener. Ont., 
Canada. 

FARBMAN, Leonard X, (.4 1942) Secy.-Treas., 

• i./enal Co., Inc., 1819 Broadway. New York 23, 
and 10 West Goth St., New York, N. Y. 

FARKAS, Frank S. (.1 1947) Engr., • V. J. Hagan 
Co., Inc., 500 Pearl, and 1829 Wliitehouse, 
Sioux City, la. 

FARI.EY, W. F. (M 1930) Sales Repr., American 
Radiator & Standard Sanitary Corp.. 50 West 
40th St,, New York, and • 28 Elm St., New 
Rochelle, N. V. 

FARLEY, Willoughby S. (.4 1941) Capt.. 

M. A. C., Box 109, Oliver General Hospital, 
Augusta. Ga., and •W, S. Farley, Contr. & Engr., 
805 Paxton Ave., Danville, Va. 

FARMER, Jerry FL {M 1940) Pre^s., •The Saxet 
Co,, Inc,, 4530 Lovers Lane E., Dallas 5, and 
2000 Mayflower Dr., Dallas 11, Texas, 
FARNBACHER, John M. (J 1945) Grad. Stu- 
dent, Ohio State University Industrial Flngineer- 
ing Dept., Columbus, and ^704 D'xington Ave., 
Dayton 7, Ohio. 

FARNF:S, Bert W, (M 1943; A 1938) Mgr.. 
Western Div., •Perfex Corp., 417 N.F.. Couch 
St., Portland 14, and 3019 Northeast 2Gth Ave., 
Portland 12, Ore. 

FARNHAM, Roswell 1920). (Council, 1927- 
33) Dist. Mgr., Buffalo Forge Co., 490 Broadway, 
and •S Clarendon PI.. Buffalo 9, N. Y. 

FARNUM, Warren S. (A 1945) Mgr., Franchise 
Sales, • Westinghouse Electric Corp., 89 Broad 
St., Boston, and 285 Mystic St., Arlington 74, 
Mass. 

FARR, Arthur H. (4 1940) Chief Engr.; •Bell 
Refrigeration Corp., 18524 Detroit Ave,. Lake- 
wood 7. and 17403 Clifton Blvd., Lakewood, Ohio. 
FARR, Richard S. (A 1944) Vice- Pres,, •Farr 
Co., 2015 Southwest Dr., and 5118 Dawn View' 
PI., Los Angeles 43, Calif; 

FARRAR, Cecil W. (M 1920; A 1918), (Treas., 
1930). (Council, 1930) Sales Mgr., Plbg. Div., 
Richmond Radiator Co., 19 East 47th St., New 
York 17. N. Y. 

FARRAR^ Joseph L. (A 1948) Estimator, Lent’s 
Plumbing & Heating. 279 Fourth St., and •1920 
Burwell St„ Bremerton, Wash. 


FARRELL, Edward J. (M 1943) Partner, •Farrell 
& White, 409 Griswold St., Detroit 20, and 3472 
Gray Ave., Detroit 15, Mich. 

FARRINGTON, S. Edward (M 1940) Engr., 
Moody & Hutchison, Cons. Engrs., Philadelphia, 
and •3123 Ravvlc St., Philadelphia 24, Pa. 
FARRINGTON, WiUlam R. (M 1947) Pres.. 
' •The Farrington Co., 15100 Castleton, Detroit 
27, and 10575 Edinborough Rd., Detroit 19» 
Mich. 

FARROW, E. E. (A 1938) Partner, E, E. Farrow 
Co.. 0109 Forest Park Rd., Dallas 9, and •1518 
Kings Highw'ay, Dallas 11, Texas. 

FARROW, Hollis L. (A 1942; / 1937) Service and 
Installation Mgr., Sprague Breed Stevens & 
Newljall, Inc., 153 Broad St., and • 73 Victory 
Rd., Lynn. Mass. 

FAROUHAR, Harold F. (A 1947) Chief Engr., 
The. Farquhar Furnace Co., and •339jt^ S. South 
St., Wilmington. Ohio. 

FAULKNER, John H. (Af 1941) Owner. *4000 
H. Faulkner Co., 805 Skinner Bldg., Seattle 1, 
and Mercer Island, Wash. 

FAUST, Frank H. (M 1930; J 1930) Mgr.. Com- 
mercial Engng. Div.. Air Cond. Dept., •General 
Electric Co.. 5 Lawrence St., Bloomfield, and 30 
Afterglow Ave.. Montclair. N. .T. 

FAUST, Harold G., Jr. (A 1947) Sales Engr., 

• Crane Co., 3328 West 12tli St., Kansas City, 
Mo., and 6010 Fontana, Mission, Kans. 

FAVA, Albert A. (M 1945) Plant Engr., Atlantic 
Gelatin Co., Inc., Hill St., Woburn, and •O Pine 
St., Stoneham 80, Mass. 

FAVRET, Louis E. {M 1945) Pres, and Treas., 

• WiUiamson-h'avret Furnace Co., 55 E. Goodale 
St.. Columbus 8, and 314 (Oakland Park Ave., 
Columbus 2, Ohio. 

FAXON, Harold C. (M 1937) 1021~19th ,St. N.W., 
Washington, D. C. 

FAY, AUyn C. (A 1947) Buyer. Steam & Hot 
Water Htg., Montgomory-Ward & Co., Admin- 
istration Bldg, OB, Chicago, and •127-74 Love- 
land St.. R. F. D. 1, Blue Island. Ill, 

FEDER, Nathan (Xf 1947; J 1938) Chief Engr., 
E. Kalisch, Inc., 564 West 48th St.. New York, 
and • 1319 Morrison Ave., New York 59, N. Y. 
FEKLY, Frank J. (Af 1035; A 1929) Mgr. of Sales. 
The Taylor Supply Co.. 700 Monroe Ave., Detroit, 
and •38f) Neff Rd., Grosse Pointe 30, Mich. 
FEHLIG, John B. (Life Xtembn'; M 1918) 
Retired, aW'arm Air Htg., ,528 Delaware St., and 
2927 Brooklyn Ave., Kansas City, Mo. 

FEHLIG, John IL, Jr. (A 1941) Asst. Mgr.. 
Excelsior Heating Supply Div., 628 Delaware, 
Kansas City 6, and • 0412 Paseo, Kansas City 
5, Mo. 

FEILZER, Joseph H. (A 1948; J 1944; S 1943) 
2900 39th Ave, S., Minneapolis G, Minn. 
FEINBERG, Emanuel (Af 1945; A 1944; J 1937) 
Pres., American Thermal Industries, Inc., 440 
Illinois, Detroit 1, and • 18067 Ohio, Detroit 21, 
Mich. 

FEIRN, William H. (M 1938) Engr.. •€. A. 
Hooper Co., 453 W. Gilman, and Shorewood 
Hills, Madison, Wis. 

FEITEL, J. York (A 1943) Pres., ejordy Engi- 
neering Co., 813 Howard Ave., New Orleans 13, 
and No. 2A, Neron PI., New Orleans, hist. 
FELDERMANN, William (A 1937) Pres., 

• Walton Laboratories Inc., 1186 Grove St., 
Irvington 11, and 303 Montrose Ave., South 
Orange, N. J. 

FELDMAN, A. M.* (Life Member) M 1903) Cons. 
Engr., Retired, and • 320 Central jPark West, 
New York 25, N. Y* 

FELDMAN, Morton M. (J 1946) Partner, •Phil 
F'eldman & Sons, 938-40 S. Townsend St., Syra- 
cuse 3. and 137 Cumberland Ave., Syracuse 9, 
N. Y. 

FELDMAN, Nathan R. (J 1946) Air Cond. Engr., 

• Vent-O Air Conditioning Corp., 526 Fourth 
Ave., and 205 East 17th St., Brooklyn. N. Y. 

FELDSTEIN, Harold (M 1947; A 1946; J 1938) 
Mgr., Valley Temperature Control Co„ 6235 San 
Fernando Rd„ Glendale 1, and • 1726 Maltman 
Ave,, Los Angeles 26, Calif, 

FELLOWS, J. R, (iW 1946) Dept, of Mech. 
Engrg., • 105 Mech. Engrg. Lab., University of 
Illinois, and 703 W. California, Urbana, IH. 
PELS, Arthur B. (Life Mamber:, M 1919) Pres., 

• The Fels Co., 42 Union St., Portland, and 
Yarmouth, Me. 
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FELTWELL, Robert H. (Life Member] M JJ>05) 
IJtg. Eiigr., National Bureau of Standards, Room 
y, West Bldg., Washington 25, and *1347 Michi- 
gan Ave. N.K., Washington 17, D. C. 

FELZER, William (A 1940) Mech. Engr., Shop 
Supt’s, OffictN San Francisco Naval Shipyard, and 

• 801-“25lh Ave., Apt. 0, San Francisco, Calif. 
FENKER, Clement M. (M 1940) Engr., A. M. 

Kenney, Inc., 1211 Enquirer Bldg., Cincinnati 2, 
and eR. R. II, Mt. Healthy. Cincinnati 31, Ohio. 
FENN, Charles V. (M 1945) Branch Mgr., 

• Carrier Corp., 300 Ivy St. N.E.. Atlanta 3, 
and 324 Vidal Blvd., Decatur, Ga. 

FENNER, Everett M. (M 1946) Owner and Chief 
Engr., Scientific Engineering Co.. 22 Hobson Ave., 
Centredale 11, R, I. 

FENNER, Walter M. (A 1045) Engr . -Secy .-Tr^^as., 
Central Mill & Plumbing Supply Corp.. 46 E. 
Swan St., and • 1012 Studer Ave., Columbus, 
Ohio. 

FENSTERMAKER, S. E. (M 1909) Partner. 

• S. E. Fenstermaker & Co., 937 Architects & 
Builders Bldg., Indianapolis 4, and R, R. No. 1, 
Carmel, Ind. 

FENSTERMAKER, Sidney, Jr. (M 1945; 
J 1943) S. E, Fenstermaker it Co,, 937 Architects 
& Builders Bldg., Indianapolis 4, and Box 433. 

R, R, 36, Indianapolis, Ind. 

FENSTERMAKER, Ward R. (A 1948; J 1944) 

Sales Engr., •John J. Nesbitt. Inc., 215 E. New 
York St., and 4525 Marcy Lane, Apt. 246, India 
napolis, Ind. 

FERDERBER, Murray B., M.D.* (M 1938) 
Physician. 5722 Fifth Ave., Pittsburgh, Pa. 
FEREDAY, Maurice (.4 1940) Owner, • Fereday 
Plumbing & Heating. 156 S. Third Ave., and 
1352 E, Bonneville, Piicatello, Idaho. 
FERGESTAD, Marvin L. (M 1938; J 1935) Pres., 

• Insulation Engineers, Inc., 2120 Lyndale Ave. 

S. , Minneapolis 5, and 2730 Joppa, Minneapolis 
16, Minn. 

FERGUTON, demon E. (M 1944) Owner- Mgr., 
Clem K. Ferguson Co., 838 Garfield Ave., Salt 
Lake City, Utah. 

FERGUSON, Ralph R. (M 1934; A 1027; J 1925) 
Mgr., Air Cond. Dept., American Blower Corp., 
50 West 40th St.. New York. N. Y., and • 77 
Edgewood Ave., West Orange, N, J. 
FERGUSON, Wallace N. (A 1940) Htg. Engr., 

• Canadian Industries, Ltd,, 1155 Beaver Hall 
Sq.. Room 130, Montreal, and 3472 Shuter St. 
Apt. 2, Montreal 18, Que.. Canada. 

FERRARA, Anthony L. (A 1944) Partner, 

• Standard Heating Co., 410 W. Lake St., 
Minneapolis 8, and 443 Buchanan St. N.E., 
Minneapolis, Minn. 

FERRARINI, Joseph (A 1947) Fngr., Convers- 
ions & Surveys, Inc., 90 Broad St., New York 4. 
N. Y., and • 1721 Queens Lane No. 105. Arlington, 
Va. 

FERRETTI, Julius J. (A 1944) New York Mgr., 

• U. S- Air Conditioning Corp., 420 Lexington 
Ave., New York -17, and 1814 West 12th St., 
Brooklyn, N. Y. 

FERRIS, Allan F. (M 1945) Partner, •Ferris & 
Hamig, Cons, Engrs., 1706 Olive St.. St. Louis 3, 
and 5078A Wells Ave., St. Louis 13. Mo. 
FERRIS, Arthur L. (A 1941) Repr.. Hart & 
Cooley Manufacturing Co., 103 Douglas Ave., 
Toronto, Ont., Canada. 

FERRIS, Donald McKenzie (M 1944) Mech. 
Engr., • The Budd Co., 12141 E. Charlevoix, 
Detroit 14, and 736 Chicago Blvd., Detroit 2, 
Mich. 

FETSCHER, John J. (M 1944) Engr., •U, S. 
Rubber Co., 1230 Ave. of the Americas, New 
York 20, and 221 Beach 123rd St., Rockaway 
Park. N. Y. 

FICARRA, Francis X. (A 1946) Parsons, Brinc- 
kerhoff, Hogan &: MacDonald, 120 Wall St., New 
York, and •665 Ocean Pkwy., Brooklyn 30, N. Y. 
FIDELIUS, Walter R. (M 1936) Asst. Chief 
Engr., Optimus Equipment Co., Matawan, and 

• 335 Broad St.. Red Bank, N. J. 

FIEDLER, Harry W. (M 1923) Owner. •Air 

Conditioning Utilities. 8 West 40th St., New 
York, and 16 Dobbs Terrace, Scarsdale, N. Y, 
FIELD, F:rlund (A 1947) Vice-Pres., •Whitty 
Company, Inc., 86 Western Ave., Boston, and 86 
Concord Rd., Weston, Mass. 


FIELD, Eugene, Jr. (S 1946) Student, Tt-xas 
A. & M. College, College Station, and •200 S. 
Congress, Bryan, T<‘xas. 

FfELDNER, A. C.* (Honorary Member) Chief, 
Fuels and Explosives Branch, •Bureau of Mines, 
U. S, Department of the Interior, Washington 25, 
and Cosmos Club, Washington, D. C\ 

FIFE, Charles M. (A 1947) Mgr., Electric Home 
Bureau. •WCvSt Penn Power Co., P. O. Box 1736, 
Pittsburgh 30, and 7919 Union St., Swissvale 18, 
Pa. 

FIFE, G. Donald (M 1937; A 19:’.]; J 1929) 
Engr., Aerofin Corp., 11 West 42nd[ St,, New 
Yoik 17, N. Y., and • 20 Ridge Rd.. Cos Cob, 
Conn. 

FINCH, IJoyd (.4 1946) Archt., *21 C. P. R. 
Office Bldg., and 1448 Wellington Crescent, 
Winnipeg. Man., Canada. 

FINE, Arthur T. (A 1940) Owner and Mgr., 

• Hartford Oil Heating ('o., 161 S. Whitney St., 
and 94 Warrenton Ave., Hartford 5, Conn. 

FINE, i*laurice E. (M 1948) Chief Mech. Engr.. 
Harold !L Hermann & Assoc. Inc., 701 Enquirer 
Bldg., Cincinnati 2. and *2805 lEgby Ave., 
C'incinnaii 20, Ohio. 

FINK, Robert C. <.)/ 1940) Mgr,, Industrialaire 
Co., 1600 Hutchi«:on Ave., and *2000 Club Rd., 
Charlotte. N. C. 

FINLAY, Alvin E. (M 1942) Htg. Engr.. Portland 
Gas h Coke Co.. 132 N.W. Flanders St., Portland 
9. and •4919 Northeast 13tli Ave., Portland 11, 
Ore. 

FINN, Charles W. (M 1944) Pres, and Gen. Mgr,. 

• The Pyramid Co., 320 ICightli Ave. N., Seattle 
9. and 529 North 137 St., Seattle, Wash. 

FINNELL, Edftar C. (A 1948). • Minneapolis- 
Honeywell Regulator Co., 420 N. Fifth St., and 
4520 30th Ave. S., Minneapolis, Minn. 

FINNEY, Brandon (M 1937) Htg. Engr., Brandon 
Finney & Assocs., and •1620 N. Fuller Ave., 
Hollywood 46, Calif. 

FISCHER, Carl S. (M 1941) Secy.-Treas.. 

• Fischer Heating &: Plumbing Co,. 367 Adams 
Ave., and 1800 Autumn, Memphis, Tenn. 

FISIIHER, Frank P. (A 1940) Owner, • Frank P. 
Fischer Engineering Co,, 342 S. Diamond St., 
New Orleans, and 1820 Audubon St., New 
Orleans 18, La. 

FISCHER, Fred C. (A 39-17) Vice-Pres., •Sink 
& Edwards, 621 E. Ohio St., and 514 N. Dequincy 
St., Indianapolis, Ind. 

FISCHER, William F. (M 1947) Asst. Supt., 

• Edison Marquette Co., 72 W. Adams St., Room 
1122, Chicago .3, and 388 Chestnut St., Winnetka, 
III. 

FISHER, Albert E. (A 1945) Partner. • Kerr 
Machinery Co., 608 Kerr Bldg., Detroit 26, and 
572 Lakeland Ave., Grosse Pointe, Mich. 

FISHER, Bert P. (.4 1943) Owner. • Southern 
Furnace & Supply Co., P. O. Box 92, Houston 1, 
and 6628 Rutgers St., llouston 5, Texas. 

FISHER, Ernest F. (M 1947) Pres., •Faraday 
Engineering Co., CIcnville, Pa. 

FISHER. Stanley L. V. (A 1946) Trane Company 
of Canada, Ltd., 4 Mowat Ave., Toronto, and ^43 
Neaion Ave., Toronto 6, Ont., Canada. 

FITCH, Wilbur R. (.4 194.5) 39 1-cwis Rd., 
Belmont, Mass. 

FITTS, Joseph C. (M 1930) Secy'., • Heating, 
Piping and Air Conditioning Contractors National 
Assn., Room 1401, 1250 Avenue of the Americas, 
New York 20. N. Y., and 215 Kenilworth Rd., 
Ridgewood, N. J. 

FITZ, Jean Chandler (M 1938) Precipitator 
Specialist. Raytheon Manufacturing Co., (K) East 
42nd St,. New York, and •405 Webster Ave., 
New Rochelle, N. Y, 

FITZGERALD. Frank R. (A 1946) Sales Engr., 
Minneapolis- Honeywell Regulator Co., 2840 E. 
Olympic Blvd.. Los Angeles, and #733 W. Enloe 
St., El Monte, Calif. 

FITZGERALD. Matthew J. (M 1934) Pres., 
Standard Asbestos Manufacturing Co., 820 W. 
Lake St., Chicago, and •1117 N. Linden Ave,, 
Oak Park, 111. 

FITZGERALD. William E. (A 1943; J 1936; 
S 1935) Pres., •Fitzgerald Plumbing & Heating 
Co„ Inc,, 939 Louisiana Ave,, Shreveport, and 
1905 Gilbert St., Shreveport 9. La. 
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FITZSIMONS, J. P. {M li)41; A 1940; / 1934; 
6’ 1932) Mgr,, •Trane Company of Canada, 
Ltd,, 905 Kail way Exchange Bldg., 637 Craig 
St, W., Montreal, and 0091 Terredonnc Ave,, 
N, G. I)., Montreal, Que.. Canada. 
FITZSIMONS, Robert H. {A 1946) Dist. Mgr., 

• Trane Company of Canada, Ltd., 63 John St. 
S., and 63 London St. S., Hamilton, Ont., Canada. 

FLAGG, Louis F. (.4 1947) Sales Kngr.. Minne- 
apolis-Honey well Regulator Co., 1919 K St. N.V\'., 
Wa.shington, D. C., and •SIS Holly Ave., TaJconia 
Park 12, Md. 

FLACiG, William J. (.4 1047) Chief Kngr.. 

• Ohlssons Cape Breweries Ltd., P. O. Box 12, 
Claremont Cape Point, South Africa. 

FLANAGAN, James B. (.1 1939) Mgr.. •Warden 
King, Ltd., 2104 Bennett St., and 4243 Westhill 
Ave., N. D. CC, Montreal, Que., ('anada. 
FLANIGAN, William P. iiM 1948; J 1944) V’ice- 
Pres., Lloyd E. Mitchell, Inc., 4650 Rei.sterstown 
Rd., and •5508 Grcenleaf Rd., Baltimore, Md. 
FLARSHEIM, Clarence A. (M 1947; A 1940; 
J 1933) Owner, ♦ (Tarenee A. Elarshcini, 338 
Board of Trade Bldg., 10th and Wyandotte, Kan- 
sas City 6, and 4415 Roanoke Pkwy., Kan.sas <'ilv 
2. Mo. 

FLECK, William R. (A 1947) Mgr. ^ Partner. 

• M & T Furnuee Co., 10500 Lorain Aw., and 
3054 West 103rd St.. Cleveland 1). Ohio. 

FLEISHER. Walter L.* (Life Member-, M 1914). 
{Preaidentkd Member), (FTes., 19-11; Ist Viee- 
Pres., 1940; 2nd Vice- Pres., 1939). (Council, 
1936-42) Pres., •Air K: Refrigeration Corp.. 47.5 
Fifth Ave., New Aork 17, and Saw Mill Farm. 
New (Tty. N, V. 

FLEISHER, Walter L., Jr. (.1 1917; J 1915) 
Mance Corp,, 400 W. Broadway, New Voik 12. 
N. Y. 

FLEMING, Clarence L. (A 1947) Owner N: 
Operator, • Fleming Refrigeration ('o,. 805-A M 
& M Bldg., and 6830 Japonica. Houston, Texas. 
FLEMING, James G. (.1 1946) Sales Engr.. 
Douglas luigineenng Co., Ltd., 139 Arlington 
Ave., Toronto, Ont., Canada. 

FLEMING, Paul B. {M 1941) Con.^. Kngr., 

• Room 4()6. 1900 Euclid Ave., Ckweland 15, and 
20859 Erie Rd., Rocky River, Ohio. 

FLETCHER, Saxton W. (M 1945) Pres., •.!. O. 
Ross Engineering Corp., 350 Madison .Ave., 
New York 18, and 880 North St., White Plains, 
N. Y. 

FLETI’RICH, Harold L. (.4 1945) Owner, 2314 
Iberville St., and *5828 Catina St,, New Orleans. 
La. 

FLINK, Carl H. {M 1923) Tech. Secy., •American 
Society of Heating and Ventilating Engineers, 51 
Madison Av'e., New York 10, and 160 Summit 
Ave., Ml. Wrnon, N. Y, 

FLINN, George vS. {M 1947; .4 1946) Air Cond. 
Engr., j. J, Nolan & Co.. 78 \V'ashinKton, and 

• 490 Greer, Memphis. Tenn. 

FLINN, J. D. (M 1943) Partner, •Flinn it Thorpe. 
Engrs., 119 Madison Ave., and 1516 YYdlintino 
Ave., Memphis, Tenn. 

FLINT, Coll T. (M 1919) .Sales Mgr.. The H. IL 
Smith Co., inc., 104 Hanover St., Boston, and •S 
Searle Ave., Brookline, Mass. 

FLOCKE, Kenneth N, (A 1946; J 1940) Chief 
Indus. Hygiem.‘ Kngr., Oegon State Industrial 
Accident Conimi8sit)n, c/o Oregon State Board of 
Health, 1022 Southwest 11th Ave., Portland 5, 
and •Apt- 24, 1515 N. Ainsworth St.. Portland 
11. Ore, 

FLOETER, Elliott G., Jr. (/I 1946) Sales Engr., 

• Way Ivngineering Co., P. O. Box 8060, Housston 
4, and 2700 Albans Rd-, Houston, Texas. 

FLORETH, John J. (M 1939) Gen. Sales Mgr., 
Westerlin & Campbell Co., 185 N. Wabash Ave., 
Chicago 1, and ^924 .S. Crescent Ave,, Park 
Ridge, HI, 

FLY, E. Paul (A 1947; J 1942) Vice-Pres., Geo. M. 
Fly & Sons, 1706 Church St., Nasshville 3, and 

• Kimbark Dr., 3, Nashville 5, Tenn. 

FOGG. Joaeph H. (A 1942; J 1940) Naval Archt,. 

U. S. Maritime Commission, Dept, of Commerce 
Bldg., Washington, D. C., and ^217 E. BeJJcfonte 
Ave., Alexandria, Va, 

FOLEY, John J. (A 1938) Pres., •Uni trersal 
Refrigeration, Ltd., 593 Adelaide St. W., and 176 
Cortleigh Blvd., Toronto, Ont., Canada. 


FOLSOM, Rolfe A. (A/ 1938) Owner, The Inter- 
locking Block Co., P. O. Box 387, San Jo.se 3, and 

• 316 Crest Dr., vSaa Jose 12, Calif. 

FOOTE, Avery G, (M 1943) Regional Commercial 
Sales Mgr., •Frigidaire Division, Gimeral Motors 
Corp., 1355 Market St.. San Francisco 3, and 305 
Vermont Ave., Berkeley 7, Calif, 

FOOTE, Earle E. (A/ 1936) Gen. Supt.. Consumers 
Central Heating Co., 108 East 1 Ith St., and Rt. 
12, Box 501 A, Tacoma, W'asli. 

KORAN, Laverne E, (J 1948) Mech. Engr., 

• Chicago Steel Furnace Co., 9326 S, Anthony, 
Chicago 17, and 1200 E. Madison Park, Chicago 
15, 111. 

FORDERBRUGEN, Kevin J. (A 1941; J 1938). 
Chief Engr., • Minnesota Valley Natural (ias Co., 
and 1202 S. Minnesota St.. St. Peter, Minn. 
FOREST', Leo (.4 1947) Owner, Godin ShetA 
Metal Works R(‘g’d., 547 de Lasallo. Montn^al, 
and •Co. Rouville .St., Hilaire, Que., Canada. 
FORFAR, D. M. {M 1917) Mech. Kngr., •Grinndl 
('o., Inc., 240 Seventh Av(‘. S., and 4817 Emerson 
Ave. S.. Minneapolis. Minn. 

FORREST’ER, Charles O. (A 1945) Mech. Kngr., 
Federal Public Housing Authtjrily, 801 tJeorgia 
Savings Hank Bldg., and^278-12th St. N.K., 
Atlanta, (ja. 

FORRESTER, Norman J. (4 1936) Mgr., 

('ontract Div., The Garth Co., 750 Ht lair Ave., 
and *23 Nelson Ave., Montreal W'est, Que.. 
Canada. 

FORSBERG, William (M 1919) Seev. The 
Hopson & Chajiin Manufactunng (.'o., 231 State 
St., New London, Conn. 

FORSLUND, Oliver A. (A/ 1936) Owner, Fors~ 
land Purnx) N Machinery Co., 1717-19 Main St.. 
Kansas City 8, and • l()8tli St. and State i.ine, 
Kansas City 5, Mo. 

FORSYTH, Stuart L. (M 1944) Mgr.. Klee. Htg. 
for Homes. Wc’stinghuuse Kh'ctric C«.>rp., 5915 
Green St., Kmeryville 8, Calif. 

FOSS, Benjamin S., Jr. (A 1944) T<‘xas Kepr., 

• The Lewin-Mathes Co., 711 Construction Bldg., 
Dallas 1, and ‘TLdfwav Hill,'' Rt. 7. Dallas, Tex.is. 

FOSS, Edw'in R. (.1 19.36) Dist. Mgr.. • The 
Powers Regulator (o>.. 142 Spring St. N.W., 
Atlanta 3, and 257 Bolling Rd. N.E.. .Atlanta, Ga. 
FOSTER, Charles {Life Member; M 1923) Con.s. 
Kngr., *316 Medical Arts Bldg,, Duluth 2, and 
2831 E. First St., Duluth, Minn. 

FOULDS. P. A. L. (Life Member; A/ iOlfl) Cons. 

Kngr., 72 Whitin Ave., Rover 51, Mas.s. 
FOULGER, Sid W. (.4 1946) Partner. •Tliennal 
Engineering C'o., P. O. Box 440, Salt Lake City, 
and Kaysville, Utah, 

FOWLES, Harry H. (A 1940; 1934) Engr. and 

Estimator, L. P. Bail, 45 Riverside St., Lewiston, 
and • L54 Field Ave., Auburn, Me. 

FOX, Ernest (M 1935) Htg, Errgr., • C. A. Dun- 
ham Co., Ltd., 1139 Hay .St,, Toronto, and 531 
Rushton Rd., Toronto, Ont.. Canada. 

FOX, Ernest C, (M 1944) Vice-Pres., sHager- 
Fox Heating & Refrigeration Co., 1125 .S. Penn- 
sylvania Ave., and 928 W. Michigan Ave., 
Lansing, Mich. 

FOX, Francis J. (A 1945) Owner, •Gd» IL^at 
Engineering Co.. 345 E, Lake St., Minneapolis 8, 
and 3501-llth Ave. S., Minneapolis 7, Minn. 
FOX, John H. (M 1935) Sales Mgr., • Minne- 
apolis- Honeywell Regulator Co,, Ltd., Vanderhoff 
Ave,. Toronto 12, and 37 Macdonell Ave., Toronto 
3. Ont., Canada. 

FOX, Winford L. (A 1944) FJngr., U. S. Machine 
Corp., Lebanon, and •1912 N. Meridian St., 
Indianapolis 2, Ind. 

FOXHALL, William B. (A 1946) Assoc. Editor. 
Heating & Ventilating. 148 Lafayette St., New 
York, and •35-15-84th St., Jackson Heights, N. Y. 
FRAMBACH, Frederick S. (M 1946) Engr., The 
Bahnson Co., Winston-Salem, N. C., and ♦703 
Erabree Crescent, Westfield. N. J. 

FRANCK, Peter (A 1947; J 1938) Armo Cooling 
& Ventilating Co., 30 West 15th St,, New York 
n. and *59 Bradley Rd.. Scarsdale. N. Y. 
FRANK, Georfte D, (M 1945) Mgr., Indus. Div., 
Vork-Shipley. Inc., andeK. D. 5, York, Pa. 
FRANK, John M, (M 1918; A 1912) Pres., ellg 
Electric Ventilating Co., 2850 N. Crawford Ave., 
Chicago, and 1152 Chatfield Rd., Hubbard Woods, 
111 . 
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FRANK, Milton S. (J 1948) Chcm. Kngr.. •Noil 
n. Peterson Co., 1129 Folsom St., and 8d0 Bush 
St., Apt. 2, San Francisco, Calif. 

FRANKEL, Gilbert S. (M 1920) Mgr., Federal 
and Marine Dept., Buffalo Forge Co.. 810 Wood- 
ward Bldg., Washington 5, D. C., and •5800 
Kirkside Dr., Chevy Chase lo, Md. 
FRANKENFELD, Henry V. (.4 1947) •National 
Plumbing & Heating, 4004 N. Fourth St., Albu- 
uerque. New Mexico, and 1521 N. Western. 
Oklahoma City. Okla 

FRANKFURT, W. W. (A/ 1943) Cons. Fngr., 

• Coston fk Frankfurt. Arclits. & Fngis.. 519 .Apeo 
Tower, and 1524 Northwest 38th St., Oklahoma 
City, Okla. 

FRANKHOUSER, Elmer V. (.V/ 1946) Supt. of 
Power, Radio Corporation of America. R. (_*. A, 
Victor Div,. Camden. N. J-, and • 174 CHcncoe 
Rd,, lipper Darby, F*a. 

FRANKLE, Harry R. (M 1941) Partner, • Mid- 
west Air Control, ,510 Third St., and 517-44tli 
St-, Des MuincvS. la. 

FRANKLE, Milton S. (.4 1946) Vice-Pres. and 
Sales Mgr.. •Air Control. Inc., 720 Brandeis 
1 heatre Bldg., Omaha, Nebr., and 263 West Knd 
.\ve.. .Apt. 20, N(nv York, N, Y, 

FRANKLIN, John K. (A 1948) Htg. Fngr.. 
McC'rea K<iiiipment Co., •516 Second St. N.W.. 
and 514 Second St, N.W,. Washington 1, I>. C. 
FRANKLIN, Ralph S. (Af 1919) Mech. Kngr., 
l-ockwood Greene Fngineers, Inc , 40 Central St , 
Boston, and ^320 Grove St., Melrose. Mass. 
FRANKLIN, Samueil IL, Jr, (.1 1938) Pre.s., 

• Virginia Air Conditieming Co., Inc., 1419 Paik 
Ave.. and 204 Colonial (T.. Lynchburg, Va. 

FRASER, George M. (.1 1946) Aicht. .Service 
Kepresetitative, United States Gypsum C'o., Chi- 
cago, and ^314 Lee St., iJvanston, 111. 

FRASER, JaineB J. (.1 1936) Managing Dir., 
Honeywell- Brown, lAd., I Wadsworth Rd.. Peri- 
vah*. Greenford. and 29 Wellesley Rd., Strawberry 
Hill, MiddlevSex, England. 

FRAZEE, Francis B. ( 1 1946) .\ppl, and Sales 
Engr,, W(‘Sleilin iS: Campbell Co., 1113 W. 
CA-unelia St., Clricago 13, and •5108 N. Loveioy 
Ave., Cliicago 30. 111. 

FRAZIER, J. Earl (.1 1936) Pres, and Secy., 

• Frazicr-Simplex, Inc.. 436 E. Beau St., and 7 
Wilrnont Ave., Washington, Pa. 

FREAN, Frederick G. (.4 1948) Tech. Dir.. •The 
Air 7'reafment Engineering Co. Ltd.. 100 Gelderd 
Rd., Leeds 12. and 15 The Lane, Alw'oodley, 
Leeds, England. 

FREDERICK, Holmes W. (A/ 1037) Asst. Dir., 
Dept, of Buildings and Grounds. *301 University 
Hall, Columbia University, New V’ork 27, N. A'., 
and R. D. 1, Box 3, Riverside Ave., Riverside, 
Conn, 

FREDERICK, Vernon L. (.4 1946) Owner, 

Mech. Contr., 2217 M St. N.W.. and •3805 S St. 
N.W., Washington, D. C. 

FREEMAN, Alfred W. {J 1940; A 1939) Kngr.. 

• I'he Freeman Co.. 121 Greenpoint Ave.. Brook- 
lyn 22. and 130-06-2 19tli .St., Springfield Gardens 
13. N. Y- 

FREEMAN, Cassius W. (M 1945) Chief Designer 
and .Assoc.. •Paul D. Bemis, 36 Pearl St., Hart- 
ford 3, and 290 Forest St., East Hartford, Conn. 
FREEMAN, J. Albert (A 1940; J 1938) Partner 
Engr., • Western Engineering Co.. 2105 S.E. 
Ninth Ave., Portland 14, and 4436 S.W. Dosch 
Rd., Portland 1, Ore. 

FREEMAN, Lewis E. (A 1946) Mgr., Plbg. and 
Htg. Dept., •Sullivan Hardware (^o., 331 W. 
Washington St., arid 10 Tindal Ave., Greenville, 
S. C, 

FREUE, W. F. (M 1943) Mgr., Refrig. Div,, 

• Hayes Brothers. Inc., 230 W. Vermont St.. 
Indianapolis 4, and 5411 W. Morris St., India- 
napolis 8, Ind. 

FREITAG, Frederic G. (M 1932) Lake Hill, 
Ulster Co., N. Y. 

FREITES, Andres A, (J 1945) Constr, and 
Maint. Supvar., •Esso Standard Oil (Caribbean), 
S. A., P. O. Box 1198, and Ave. Independencia 34, 
Ciudad Trujillo, Dominican Republic. 

FRENCH, Donald (M 1926) Vice-Pres., in Charge 
of Bngrg. Div., •Carrier Corp., 300 S. Geddes 
St„ Syracuse 1, and Cazenovia, N. Y, 


FRENSDORF, Stuart F. (A 1947) Sales Engr,, 
Slawson Equipment Co., Inc., 1792 East 40th St., 
Cleveland 3, and • 12700 Shaker Blvd., Clevo 
land 20, Ohio. 

FRENTZRL, Herman C. (M 1936) Cons. EriKU., 
Frentzel Engineering Co,, 724 Fk Mason St.. 
Milwaukee 2, and •4363 N. Wildwo<,)d Ave,, 
Milvvaiikee 11, Wis. 

FREY, George W. (A 1946) Vice-Pres., •Central 
Supply Co., 2929 Fourth Ave. S., Minneapolis 8, 
and 4736-12th Ave. S., Minneapolis 7, Minn. 
FREYDER, G. Gill (A 1945) Air Cond. Kngr., 

• Commonwealth Edison C'o., 72 W. Adams St., 
(Tiieago 90, and I3l Clinton .St., Park Ridge. HI. 

FRICKE, Robert A. (.S’ 1947) Student, Michigan 
College of Mining & Technology, and • Box 643, 
Houghton. Mich. 

FRIEDLER. Joseph J.. Jr. (A/ 1940) Disi. Mgr.. 

• Ilg Electric V'cntilating (>>., 304 Natchez Bldg., 
New Orleans 12, and 500 Audubon Blvd.. New 
Grleans 15, La. 

FRIEDLfEB, Morton J. (/ 1042) Plant Engr., 
Super FAectric F’roducls Corp., 1057 Summit 
Ave., Jersey City, N. J.. and •2417 Dickens Ave., 
F'ar Rockawav, L. 1.. N. V. 

FRIEDLINE, James M. (.4 1942; J 1037) Capt.. 
0317228, Hdq. 79th Engr., Const. Bn.. A. P. O. 
74, San F^raiicisco, Calif., and • Plymouth, la. 
FRlEDMi^N, Arthur (A 1036) Pres.. •Air 
(Amtrols, Inc., 2310 Superior Ave., (4<'vcland 14, 
and 15700 S. Morland Blvd., Shakoi Htdglds, 
Ohio. 

FRIEDMAN, David H., Jr. {M 1036) Major, 
531 Whitney Ave., New llavcn, C'onn. 
FRIEDMAN, F. J.* (M 1021) Cons. F.ngr.. 

• McDougall ft F'ricdinan, 1235 McGill College 
Ave.. Montreal 2. Cue., ('anada. 

FRIEDMAN, Milton (A 1030; J 1035; .S 1933) 
333 West F-nd Ave.. Apt. I4C. .New York. N, V. 
FRIEND, Walter F. {M 1041) Mech. Engr., 

• ICbasco Services. Inc., 2 Rector St,, Ninv York 
6. and 170 West 24th St.. New York 11, N. Y. 

FRISSE, John L. ( 1 1015) Owner, The Lhermal 
Products Co., 4.500 ICuclid Ave., Cleveland 3. and 

• 17412 Slieiburne Rd., Cleveland Heights 18, 
Ohio. 

FRITSCHE, Carl (.1/ 1043) The Carl Fritsche 
Co., 424 Park Ave., Itast Orange, N. J. 
FRITZBERG, Lawrence H. (M 1041) Mech. 
Engr., • Aerofin Corp., 410 S, GtAdt'S St., Syra- 
cuse 1, N. and 4028 Columbus Ave. S., Minne- 
apolis 7, Minn, 

FROEHLICH, Bernard F. (A 1947) Owner, 

• Miami Heating Co., 5736 Luhn Ave., Cincin- 
nati, Ohio. 

FROELICH, H. Allen (A 1030) Owner, •H. Allen 
Froelich, Air Conditioning & Appliances, 110 W. 
Seventh St., and 728 \\\ Chestnut St., Junction 
City, Kans. 

FROESE, E. A. (M 1944) Branch Mgr.. York 
Corp., 804 Security Bldg.. Denver 2. and •1922 
Locust St., Denver 7, (A)lo. 

FROST, Winston E. (J 1947) Fmgr.. Dallas Air- 
Conditioning Co., 2809-11 Canton St,, and •0032 
l.ewis St., Dallas, J'exas. 

FUGHS, Joseph (A 1946) Supt. and Vice-Pres., 

• Coon-Fuchs, Inc., Ft. of Ludington, Buffalo 5, 
and 558 Lisbon Ave., Buffalo 15, N. V. 

FUITE, Richard J. (A 1045) DisL. Repr.. •Hoff- 
man Specialty Co., 780 Natoma St.. San F'ran- 
cisco 3. and 2300 N. Point St., San F'ranci.sco 23, 
Calif. 

FULLER, Charles A. (Af 1940) • Slocum Ifc Fuller, 
714 Fifth Ave., New York, and .501 E. Fifth St.. 
Mt, Vernon, N. Y. 

FULLER, Clayton W. (.1 1945) Kngr., •5900 
Highgate Dr., Baltimore 15, Md. 

FULLER, Eibridge W. (A/ 1938) Pres. & General 
Mgr., General Engineering Co.. Inc., 3163 S.W. 
21st, Terrace, Miami, and •1524 Garcia Ave,, 
Coral Gables, Fla. 

FULLERTON, Laurence I. (A 1940) Pres., 

• The Colton Corp., 72 Main St., P, O. Box 268, 
Whitewater, Wis. 

FUIXINGTON, Gordon A. (.4 1946) Engr.. 

• Carrier Corp., International Div., 122 FZast 42nd 
St., New York 17, N. Y., and c/o Mrs. W. L. 
Purnell, Snow Hill, Md. 

PULLMAN, James B. {A 1946; J 1941) Arch. 
■Repr., A. M. Byers Co., 30 Rockefeller Plaza, 
New York 20, N. Y.. and • Scofieldtown Rd. & 
Woodley Lane, R. D. 2, Stamford, Conn, 
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Fin^MOR, Ira P, (M 1942) Owner, •Air Con- 
ditioning Co., of Southern California, 1003-1005 
Santa Fe Ave., Los Angeles 21, and 325 Arnaz 
Dr., Los Angeles 30, Calif. 

FURBER, Stanley L. (M 1046; A 1941) Senior 
Sales Fngr., Minneapolis-Honey well Regulator 
Co., and #5237 Third Ave. S., Minneapolis, Minn. 
FURMAN, Gilbert J. (A 1946) Mach. Procure- 
ment Engr., Western Electric Co., Inc,, Hawthorne 
Station, Chicago 23, 111., and *326 S. Lake St., 
Lakeland, Fla. 

FYFE, John H, (A 1944) Ow’tier, Suburban Flngi- 
neering Co., 211 Center Bldg,, I^ansdowne, and 

• 230.'> Belvedere Ave., Havertown, Pa. 

G 

GABBARD, Frederic W. (.1 1946) Engr,, •Oc- 
cidental Electric r<j., P. O. Box 406, and P. O. 
Box 1U6. Nogales, Ariz. 

GABBERT, William L. (M 1945) Mgr.. New 
V'ork Office. •American Air Filter ('o., Inc., 
5949 Grand Central Terminal Bldg.. New York 
17, and 108 Monterey Ave.. Pelham, N. Y. 
GABLE, H. R.* (.4 1943) Design Kngr.. •l^nion 
Steel Produets Co,. 500 N. Berrien, and 917 N. 
Clinton, Albion, Mieh. 

CAD, Alfred (A 1940) Refrig, and Air Cond. Engr. 
and Contr., #13 Adly Pacha St., and 191 Malika 
Nazli Ave., Cairo, Egypt. 

GAGE, Burford B. (M 1941} Owmer. •Gage 
Plumbing & Heating (\>., P. O. Box 10.3,5. 240 

5. Sante Fe, and 139 Overliill Rd.. Salina, Kans. 
GAGLIARDI, Frank A. (J 1948) Instructor, 

• University of Florida, Room 303, Kngrg. Bldg., 
and Rt. 4, Box 28A, Gainesville, L'ln. 

GAINES, E. F. {A 1947) Pres., • Ilonie Con- 
<Iitioning Co., lOth & Motfet, and 405 N. Wall, 
Joplin, Mo. 

GAJLABA, Alexandet {M 1944) Chief Engr., 

• Morrivson Products, Inc., 10810 Waterloo Rd., 
( leveland 10, and 1801 Beverly Hills I)r., Euclid, 
Ohio, 

GALLAGHER, James M., Jr. (A 1947) Vicc- 
Pres., •J. M. Gallagh(‘r Co.. Inc., 526-.528 Eighth 
Ave. S., Nashville 4, and Valley Brook Rd., 
Nashville, Tenn, 

GALLMEIER, Sie^mund H. (M 1943) Mech. 
Engr. and Administrator. Harley, Ellington & 
Day, Inc., Kale Bldg., Detroit 20, and • 18496 
llene, Detroit 21. Mich. 

GALLOWAY, David (M 1941) Vice-Pres., 

• Bowen Refrigeration Supplies, Inc.. 323 Spring 
St. N.W., Atlanta, and 1013 E, Lake Dr., Decatur, 
Ga. 

GAMB1>K, Burton L. (A 1946; J 1944) Design 
Engr., Ferro E'namel Corp., 4150 East 50th St., 
Cleveland 5, and • 1857 East 85th St.. Cleveland 

6, Ohio. 

GAMBLE, Gary B. (M 1940; A 1935) Partner, 
Cary B. Gamble & Assoca., 314^ St. Charles 
Ave., New Orlean.s 12, and *3432 Upperline St., 
New Orleans 15, La. 

GAMMILL, O. RIdrige, Jr. (M 1940; A 1937; 
J 1930) Dir. of Sales (Heavy Machinery), Carrier 
Corp., 300 S. Geddes St., Syracuse 1, and ^403 
Oak St., Syracuse. N. Y. 

GANNON, Rusaell R. (M 1939) Owner. •Russell 
R. Gannon Co., 700 Dixie Terminal Bldg., Cincin- 
nati 2, and 6442 Grand Viata Ave., Pleasant Ridge, 
Cincinnati, Ohio. 

GANT, H. P.* (M 1915), (Presidenliat Member), 
(Pres., 1923; lat Vice-Pres., 1922; 2nd Vice-Pres,, 
1921), (Council. 1918; 1921-24) R. D. 1, Glenmore, 
Pa. 

GAN'FER, Carl F. {M 1947) Partner, •WestvilJe 
Electric Co., *39 Goffe St., New Haven, and 1^ 
Forest Rd., West Haven, Conn, 

GARBER, William E., Jr. {A 1944; J 1938) Sales 
Mgr,. Farquar Heating Service Co., 3406 E. Tenth 
St., Indianapolis 1, and^R. R. 10, Box 214, 
Indianapolis, Ind. 

GARDNER, C, Rollins (M 1940; A 1937) Vice- 
Pres., • Martyn Brothers, Inc., 1000 St. Louis St., 
Dallas 1. and 3101 Rogers St., Ft. Worth, Texas. 
GARDNER, Francis B. (M 1944) Pres., F. B. 
Gardner Co., Inc., 1401 East 17th St„ Angeles 
21, Calif. 

GARDNER, Marvin K. (A 1945; J 1944) •Ilg 
Electric Ventilating Co., 1215 Texas Bank Bldg., 
Dallas 1, and 2725 W. Avon, Dallas 11, Texas. 


GARDNER, Robert A, (.4 1946) Branch Mgr„ 
Norris Wanning Co., Ltd., 18 Hampshire Terrace, 
Portsmouth, Hants., and aSS Cyril Mansions, 
Prince of Wales Dr., London S.W, 11, England. 
GARNEAU, Leo (M 1938; J 1930) Sales Engr., 

C. A, Dunham Co., Lid., Room 832, Dominion 
Square Bldg,, 1010 St. Catherine St. W.. Montreal 
2, and •25 Salisbury Rd., Pointe Claire, Quc., 
Canada. 

GARNER, Rol>ert V. (M 1947) Mgr.. Air Cond. 
Dept., The Frank A. McBride Co., 100 Ward St., 
Paterson, and •41 Kenwood Rd,, Tenafly, N. J. 
GARNETF, William (M 1045) Mech. Engr., War 
Ordnance. Frankford Ars^mal, Philadelphia, and 

• 420 Cottman St., Cheltenham, Pa. 

GARRARD, Walter M. (M 1940) Partner. 

• Thermal Engineering Co,. 810 Bona Allen Bldg., 
Atlanta 3, and 00 Muscogee Ave, N.W,, Atlanta, 
Gn. 

GARRISON, G. Hill (M 1943) Owner. • C. H. 
Garrison Co., 700 Dwight Bldg., Kansas City 6, 
and R. F. D. 3, Lee’s Summit, Mo. 

GARVIN. Joshua L. {A 1945) Engr,. Army Air 
Field, and • 122 W'oodland Shores Rd., Charleston, 
S. C. 

GASKELL, WllHaru, Jr. (A 1947) Chief Engr., 
Htg. Product.s Div., The Miller Co., OV) Cent(‘r St-, 
Meriden, and •SO Kairview Ave., Wallingford, 
Conn. 

GATES, Albert S., Jr. (M 1943; A 1941) Engr, 
Bureau of Ships, Code 038, Navy Department, 
Washington, D. C., and 021 N. Jackson St.. 
Arlington, Va. 

GATES. Jamea N. (M 1944) Engr., • Cragin & 
Wilkins Co.. Ine., 12 Mt. Pleasant Ave.. Leo- 
minster, and 452 Main St,, Acton, Mass. 
GAULIN. Richard P. (A J9-15) vSales. Ifngr., Taco 
Heaters, Inc., 54 14 -8th St. N.W,, Washington, 

D. C. 

GAULT, George W. (.4 1940; J 1037; A 1934) 
Estimating Engr., Norair ICngineering (,.'orp., 
11 14- 22nd St. NLW'., Washington, D. C., and 

• 403 E. Luray Ave,, Alexandria, Va. 

GAUSE, 11. Cheater (M 1937) Indus. Power Engr., 

Alabama Power Co., GOO Notth 18th St., P, t>. Box 
2041, Birmingham 2, and •3910 Montevallo Rd., 
Birmingham 9, Ala. 

GAUSEWITZ, William H. (4 1937) Pres.. • Yale 
Engineers, Inc., 2919 Fremont S., Minneapolis 8, 
and 132.1 W. Minnehaha Pkwy., Minneapolis 9, 
Minn. 

GAUSMAN, Carl E. {M 1923) Partner, Gausman 
& Moore, 1020 First National Bank Bldg., and 

• 2300 Chilcomhe Ave., St. Paul, Minn. 
GAVELEK, William A. (4 1947) Partner and 

Engr., •Elmer Gylleck & A8Si>ciates, S. 

Grove, and 335 Hamilton, Elgin. 111. 

GAY, Glarence E., Jr. (J 1944) 3487 St. Joacliini 
Lane, St. Louis 14, Mo. 

GAY, Clarence E., Sr. (M 1944) Mgr., Heaven 
Engineering Co., 1330 Broadway, Kansas City 0, 
and •410 West 17th St., Kansas City 8, Mo. 
GAYLORD, Asa K. (4 1947) Engr. •Montag 
Stove & Furnace Works, 2011 N. Columbia Blvd., 
and 7416 Southwest 25th Ave., Portland, Ore. 
GAYLORD, F. H, (M 1921) Vice-Pres., Hoffman 
Specialty Co., Indianapolis, Ind., and •362 N. 
York St., Elmhurst, III. 

GAYMAN. Paul D. (M 1938) Branch Mgr.. 

• JohnvSon Service Co., 2142 East I9th St., 
Cleveland, and 20875 Endsley Ave., Rocky River, 
Ohio. 

GAYNER, James (M 1937) James Gayner, Cons. 
Engr., ^45 Second St., San Francisco, and 327 
Magnolia Ave.. Piedmont. Calif. 

GEBUHR, John V. (4 1947) Assoc. Engr., 

• Brown Engineering Co., 326-334 K. P. Bldg., 
Des Moines 9, and 1128 Oak Park Ave., Des 
Moines 13, Iowa, 

GEHRS, William (4 1939) Branch Mgr., •John- 
son Service Co., 3408 S.BL Hawthorne Blvd., 
Portland 15. and 3801 S.E. Woodward St„ Port- 
land 2, Ore. 

GEIGER, Irvin H. (M X919) Reg. Prof. Engr,, 

• 410 Telegraph Bldg., ana 240 Maclay St., 
Harrisburg, Pa. 

GEIGER. RaynKMtd L. (U 1939) Mech. Engr., 
Austin Co., Noble Rd. and Euclid Ave., and 

• 1636 DUle Rd., Euclid, Ohio. 
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GEIRINGER, Paul L, (M 1943) Chief Engr., 

• American Hydrotherm Corp,, 215 East 27th 
St., New Vork, and 17 Fairview Ave., Bronxville, 
N. Y. 

GEISER, Richard A. (A 1947) Engr.. • Lincoln 
Bouillon & Associates, 42(}-“14n Fourth Ave. 
Bkig., and 4830 East 43rd, St^attle. Wash. 
GEI^SSENHAINER, Louis R. (A 1945) Mfrs. 
Repr-. •L. R. (k-isseniiainer. 89 Broad St., Boston 
10, Mass., and Warner Hill Rd.. Derry, N. IL 
GELERT, Carl R. (A 1915) Partner, aC. R. 

Geh'rt Co., 35 N. Raymond St., Pasadena 1. Calif. 
GELLER'r, I.oui8 W. (M 1947) Engr.. Deleuw 
Cather Co., 150 N. Wacker Dr., Chicago 6. and 

• 1033 N. Western Ave., Chicago 47, 111. 

GELT2, Ralph W. (A 1913; 7 1930) Dist, Engr., 

Vork Corp., 2700 Washington Ave., Cleveland 13. 
and •14025 Dakota Ave., Cleveland 11, Ohio. 
GENDEIN, SlAman (M 1948) Sigman Gendein. 
Mfrs. Repr., •28,33 llennepin Ave., and 2870 
Humboldt Ave. S.. Minneapolis. Minn. 
GENONE, Henry W. (A/ 1941) Vice-Pros, in 
charge of luigrg., • Dinkier Hotels Co., Inc., 
Ansley Hotel, and 83 "20th St. N.E., Atlanta, Ga. 
GERDSEN, Arno U. [A 1945) Pres.. •The A. H. 
Gerdsen Cc*., 224 E. Second St,, Cincinnati 2, and 
K. R. 14, Boechgrove Dr., C incinnati 11, Ohio. 
GERllARirr, Emerson D. (1 1910) ( hiof 

Installatjons Design Engr., The CBenn L. Martin 
Co., Baltimore 3, Md. 

GERMAIN, Oscar (Af 39.35) Vice- Pres., Germain 
& Frero, Ltd.. 237 St. Ant<jine St., and^L’i; 
Boulevard St. Louis. Troi.s- Rivieres, One., Canada. 
GERRlSll, David C. (A 3 940) Appl. Engr., 
Minneapolis-Honeyweh Regulator ('o,, 2753 

Fourth Ave. S., Minneapolis, and •Z Spur Rd., 
Hilldale, PMina, Minn. 

GERRISU, Grenville B. (A/ 1944; A 1930; 
J 1930) Pres., • Wolverine Equipment Co., 31 
Main St., Cambridge 42, and 2(5 Standisb Rd., 
Melrose 70, Mass. 

GERRISH, Harry K. (Life Member; M 1910), 
(Council, 1919) Pres,, • Morgan- Gerrish Co.. 
1111 Nicollet Ave., Room 370, Minneapolis 2, and 
4534 S. Fremont Ave., Minneapolis 9, Minn. 
GERRISH, John K. (A 1947) Sales Engr., 

• Morgan-Gerrish Co., 1111 Nicollet Ave., Minne- 
apolis 2. and 3044 16th Ave.S., Minneapolis, Minn. 

GERSTENBERGER, Edgar J. (A 1938) wSecy.- 
Treaa., Glendale Supply Co., 1819 W. Glendale 
Ave., Milwaukee 9, and *3824 North 17th St., 
Milwaukee 0, Wis. 

GESSELL, E. T. (M 1941) eW. E. Lewis & Co., 
010 Thomas Bldg., Dallas 1, and 2705 E. Amherst, 
Dallas 6, Texas. 

GETSCHOW, Roy M. (M 1919) Pres., • Phillips- 
Getachow Co., 32 W. Hubbard St., Chicago, and 
122 Wtx)d8tock, Kenilworth, 111. 

GETTINGER, Edftar W. (M 1945) Prod. Design 
Engr., • American Furnace Co,, 2725 Delmar, 
St. Louis, and 6627 University Dr., University 
City 5, Mo. 

CHILL ARDI. Fernand (M 1946) Cons. Engr. and 
Professor. La Regulation Automatique, 34 Rue 
Godot de Mauroy, Paris 8, and #84 Rue Jullicn, 
Vanves, Seine, France. 

GHOSE, Khagendra N. (A 1938) Cons. Engr., 
17 State St., New York, N. Y., and • 39 Ram- 
kanta Bose St., Bagh Bazar, Calcutta. India. 
GHOSH, B. B. (M 1947; A 1944; J 1939) Chief 
Technical Adviser, Refrigerators (India) Ltd., 
Park St., and aieSA Janak Rd., Calcutta. India. 
GIANNINI, Albert (M 1947) Sales Engr., Carrier 
Corp., 405 Lexington Ave., New York, and • Grey- 
rock Ave., Hartsdale, N. Y. 

GIANNINI, Mario C. (M 1935) Exec, Asst.. 

• New York University, University Heights, New 
York 53, and 322 Read Ave., Creatwood, N. Y. 

GIANOS, Theodore C, (5 1948) Student. Uni- 
versity of Minnesota, and •4412 W, Lake Har- 
riet Blvd., Minneapolis 10, Minn. 

GIBBARD, Harry S. (M 1946) Chief Engr., 
Norman Products Co«. Inc., 1160 Chesapeake 
Ave., Columbus 8, and • 1340 Thornwood PL, 
Apt. A, Columbus, Ohio. 

GIBBONS, Michael J, (M 1914) Partner, M. J. 
Gibbens Supply Co., 601 E. Monument Ave., 
Dayton, and • 116 W. Thrueton Blvd., Dayton 
9, Ohio. 


GIBBONS, Michael J., Jr. (A 1944) Htg. Engr., 
M. J. Gibbons Supply Co., 601 E. Monument 
Ave.. Dayton 2, and •206 Canterbury Dr., 
Dayton 9, Ohio. 

GIBBS, Edward W. (Life Member; M 1919) Pres.. 

• The Smith-Gibbs Co.. 201 S. Main St., and 
39 President Ave., Providence, R. I. 

GIBSON, Harry E. (A 1945) Owner, • Gibson 
Sheet Metal Works, 965 W. Western Ave., 
Muskegon, and R. R. 2, Box 287, Spring Lake, 
Mich. 

GIESECKE, F. E. (Life Member; M 1913), 
(Presidential M ember) , (Prep., 1940; 1 st Vice-Pres., 
1939; 2nd Vice-Pres., 1938). (Council, 1932-41) 
Cons. Engr., Box 417, New Braunfel.s, Texas. 
GIFFORD, Edmund W. (M 3 942) Dist. Mgr.. 

• Himelblaii Byfield & ('o., 611 N Broadway. 
Milwaukee 2, and 4457 N. Stowell Ave., Shore- 
W£>od J 1 . Wis. 

GIFFORD, Robert L. (Life Member; M 1908) 
Pres., Illinois Engineering Co.. 21st .St. and Racine 
Ave., Chicago 8. II!., and •12.31 S. lil Molino 
Ave., Pai^ndena 5, ('alii. 

GILBER'l, L Wolfe (A 1945) Co-Owner. Gilbert 
& Knight Co., 1300 Broad St., and •223 Pleasant 
St.. Utica, N. V. 

GILBERT, LcvsHe S. (M 1937) Owner. • Gilbert 
Engineering Co., 1305 Liberty Bank Bldg., Dallas 
1 , I'cxas. 

GILBERT , Thomas (A 1940) Sales Engr., Empire 
Brass Manufacturing Co., Ltd., 20 Jackson St. 
W'., Hamilton, and • 12 South I>rive, St. Cath- 
arines, Dnt., ('aruida. 

GILBOY, John P., Jr. (M 1941) ( ons. Engr,. 

• John P. Ciilboy Co,, 300 Bowman Bldg., and 
1606 Sanderson Ave., Scranton, Pa, 

GILBOY, William O. (M 1945) Appl. Engrg. 
Supvsr.. Carrier Corp., 300 S. Geddes St., and 

• 954 Lancaster Ave , Syracuse, N. Y. 

GILFRIN, George F. (M 1945) Owner, Apartadu 

63 Bis., and Esplana(la715, Lomas de Chapultepec, 
Mexico, D, F. 

GILLE, Hadar B. (M 1930) Cons. Engr., Hugo 
I'hcorcJls Ingcnior.sbyra AB, Lagerlofsgatan 8, 
Stockholm, and •Svanhildsvagen 19, Nockeby, 
Sweden. 

GILLESPIE, Harvey M. (A 1945) Patent Lawyer, 
105 W. Adams St . Chicago 3. III. 

GILLHAM, Walter E. (M 1945) Cons., Htg. and 
Vtg. Engr., •401-402 Scarritt Arcade, Kansas 
City 6, and 6336 Morningside Dr., Kansas (i^ity 5, 
Mo. 

GIIXILAND, Lesley L. (A 1942) Air Cond. Engr., 
Air Engineers, Inc., 1529 Second Ave., and •4904 
Siwenth Ave., South Birmingham, Ala. 

GILLIS, Harlan W., Jr. (A 1047) Mgr. of 
Equip., J. Wkingarten, Inc., 600 Lockwood, and 

• Route 12, Box 627, Houston, Texas. 
GILMAN, Franklin W. (M 1935) Plant Engr., 

• Loft (Tandy Corp., 3JL38 Ninth St.. Long 
Island C'ity, N. Y., and The Chatham, 2()th and 
Walnut Sts., Philadelphia, Pa. 

GILMORE, Clarence F. (S 1946) Student, Texas 
A. & M. College, Box 044, College Station, and 

• 3116 Bryn Mawr, Dallas 5, Texas. 

GILMORE, John L. (M 1944; A 1938) Owner. 

John L. Gilmore, 1525 Cochran Ave., and • 1604 
Kay Ave., Brunswick, Ga, 

GILMORE, Louis A. (A 1940; J 1935; 5 1930) 
Pres., • (Gilmore & Co., 115 South 11th St., St. 
Louis 2, and 6633 Kingsbury, St. Louis 5, Mo. 
GINGRAS, Gilles C. J. (A 1948) Designer. 
Canadian Pacific Railway, Windsor St. Station 
(C.P.R.), Montreal No, 3, and *6443 Second 
Ave., Rsmt, Montreal No. 36, Que., (Tanada. 
GINI, Aldo (M 1933) Via Correggio 18, Milano, 
Italy. 

GINN, Tony M. (M 1935) Gen. Mgr., Tony M. 
Ginn Co., 214 Fifth St. S., and • P. O. Box 1893, 
Great Falls, Mont. 

GINSBERG, Maxwell R. (A 1944) Owner, 
American Construction & Engineering Co., 160-16 
Jamaica Ave., Jamaica 2, L. L, N. Y. 
GINZBURG, Nicola (M 1942) Mech. Engr., 
Pennell Ik Wiltberger, Cons. Engrs., 1624 Chest- 
nut St., Philadelphia, Pa., and #5 Maple Ave., 
Claymont, Del, 

GIRGIS, Sobhi (A 1945) Chief Engr., • Carrier- 
Egypt, S.A.E., 37 Kasr El-Nil St., Cairo, and c/o 
Sami G. El-Masry, Rd. 16, Maadi, Cairo, Egypt. 
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GISH, Wilbur A. (.1 3947) Indus, Sales Engr.. 

• Pacific Power & Light Co., 920 S.W. Sixth Ave., 
Portland, and 1748 S.E. Elliott Ave., Portland 14, 
Ore. 

GITTLESON, Harold (A 1930) Sales Mgr.. 
LaRiviere, Inc., 3716 St. Lawrence Blvd., Mon- 
treal 18, and •1126 Lajoic Ave., Apt. 0, Outrc- 
. -i mont, Montreal 8, Que., Canada. 

GIVELBER, Samuel H. (M 194^ Pres., 
Reliance Heating & Air Conditioning Co., 1741 
East 25th St.. Cleveland 14. and 8411 Bradford 
Rd., Cleveland 18. Ohio. 

GLADIEUX, Dale W. (A 1946) Sales Engr., 

• Johnson Service Co., 2142 East 19th St.. Cleve- 
land 20. and 3564 Normandy Rd., Shaker Height.^ 
20, Ohio. 

GLANCE, Alvin C. (M 1943) Field Repr., Anthra- 
cite Institute, 237 Old River Rd., Wilkes Barre. 
and •R. D. 2, Allentown, Pa. 

GLANZ, Edward F. (J 1947) Estimator & Asst. 
Engr., • Glanz & Killian Co., 1761 W. Forest Ave., 
Detroit 8, and 2072 Country Club Dr., Grosse 
Pointe Woods 30, Mich. 

GLANZER, Clarence J. (iW 1944) Vice-Pres., 

• Merit Machine Co., Merit Appliances Div., 
Box 84, Northfield, and Vesta Ave.. Northfield 
Center, Ohio. 

GLASER. H. Donald (M 1948; .4 1946) Engr. & 
Secy, of firm, • Henry Adams. Inc., Cons. Engrs., 
Federal Land Bank Bldg., 2315 St. Paul St., 
Baltimore 18, and 638 Overbrook Rd., Baltimore 
12, Md. 

GLASPIE. Donald L. (J 1947) Engr., •Shelby- 
Skipwith, Jnc., 3277 Airways Blvd., Memphis, 
and 1847 Kendale, Memphis 6, Tenn. 

GLASS, Robert (.4 1943) Si‘cy.-Treas., • Part- 
ridge-Halliday, Ltd., 144 Lombard St., Winnipeg, 
and 85 Claremont Ave., Noru'ood. Man.. Canada. 
GLASS, William {M 1934) Mgr., • Part ridge- 
Hailiday, Ltd., 144 Lombard St., and 605 River 
Ave,, Winnipeg, Man., Canada. 

GLOVER, Ralph P. (.4 1945) Cons. Engr., 1024 
Superior St.. Oak Park, 111. 

GOANS, John W, (.4 1947) Residential House 
Htg. & Vtg. Specialist, Knoxville Utilities Board, 
626 S. Gay St., and • 1 123 Albert Ave., Knoxville, 
Tcnn. 

GODBOLD, Bernard P. (.4 3944) Principal 
Operating Engr., National Gallery of Art, Fourth 
and Constitution Ave. N.W., Washington 25, 
D. C. and ^419 Boyd Ave., Takoma Park 12, Md. 
GODDARD, William F. (Af 1947) Pres., aGod- 
dard-Hottel Corp., 1200 15th St. N.W., Washing- 
ton, and 3229 Morrison St. N.W., Washington 
3 5. D. C. 

CODES, Elliot (M 1947; A 1942; J 1939) Research 
Engr., •Anemostat Corporation of America, 
30 East 39th St.. New York 10, and 925 West End 
Ave., New York 25. N. Y. 

GODFREY, George A. (A 1946) Sales Mgr., 
Machinery Dealers, 495 Railway Ave., and •3205 
W. King Edward Ave., Vancouver. B. C., Canada. 
GODFREY, J. E. (A 1946; J 1938) Ens., Navy 
Dept., Section Ad 4b, Washington, D. C. 
GOEBEL, Henry A. (A 3946) Architectural 
Designing, 5703 Bluff Rd., Indianapolis, and 

• R. R. 4, Box 593, Indianapolis 44, Ind. 
GOl^LNER. John A. {A 1945) Pres., •Monarch 

Metal Weather Strip Corp., 6333 Etzel Ave., 
St. Louis 14, and 4729 I^ee Ave., St, Louis 15, Mo. 
GOELZ, Arnold H. {M 3931) Pres., • KroeschcH 
Engineering C6., 215 W. Ontario St., Chicago, 
and 827 Greenwood Ave., Wilmette, 111. 
GOEPPER, Forrest S. (A 1946) Chief Engr., 
Kiissell R. Gannon Co.. 716 Gwynne Bldg., 
Cincinnati, and •SSO Terrace Ave., Cincinnati 20, 
Ohio. 

GOERG, Bernhard (ikf 1928) 323 Morewood 
Ave., Pittsburgh 13, Pa. 

GOERG, Robert A. (A 1947) Director, “Teclmic 
Air,” Goerg & Cie, rue du Mole 38 and ech. des 
Grangettes 39, Geneva, Switzerland. 
GOERGENS, Albert G. (A 1938) Engr., War 
Dept. Office, Chief of Engrs., Washington, 0. C., 
and *817 Chalfonte Dr., Alexandria, Va. 
GOETHE, Sam Paul (M 1947) Research Engr., 

• College of Engineering, University of Florida, 
and 1160, S,W, Eighth Ave,. GaitieevUle, Fla. 

GOFF, John A,* {M 1939) Dean,fTownc 
Scientific School, University of Pennsylvania, 
Philadelphia 4, and 623 Rigbters Mill Rd., Penn 
Valley, Pa. 


GOINS, E. H/ <M 1941) Dist. Repr., • Warren 
Webster & Co.. 420 Market St., San Francisco 11. 
and 2363 Laguna St., San Francisco 16, Calif. 
GOLDBERG, Moses (A 1934) Pres., Electric 
Motors Corp., 168 Centre St., New York 13, and 

• 885 E. Eighth St., Brooklyn 80, N. Y. 
GOLDMAN, Reuben J. (/ 1948) Mech. Engr., 

C. Wallace Plumbing Co., 4102 S. Shepard, and 

• 2517 St. Emanuel, Houston, Texas. 
GOLDMAN, Slegmund {S 1947) Student, Texas 

A. & M. College, Box 482, College Station, and 
•2617 St. Emanuel, Houston, Texas. 
GOLDMANN, Philipp (A 1948; J 3942; 5 1940) 
Engr., • Carrier Corp., International Div., 122 
East 42nd St., New York 17, N. Y., and 1404 Perry 
PI. N.W.. Washington, D. C. 

GOLDNER, Herman W. (M 1944) Pres., • Her- 
man Goldncr Co., Inc., 425 W. Lehigh Ave., and 
7415 Euston Rd., Philadelphia, Pa. 
GOLDSMITH, F. W. {M 3936) Pres., • The W. 
Clasmann Co., 613 E, Day Ave., and 629 E. Day 
Ave., Milwaukee 11, Wis. 

GOLL, W. A. (A 1937) Owner. A. Goll & Assoc., 
4628 Dodge St., Omaha 3, Nebr. 

GOLLAHER, Monroe L. (A 1946) Sales Engr.. 

• Louis A. Roser Co., 254 W. First South St., 
Salt Lake City 8, and 1163 Roosevelt Ave., Salt 
Lake City 5, Utah. 

GOMBERT, Frederick S. (A 1947) Sales Mgr., 

• Hall-Ncal Furnace Co., 1324 N. Capitol Ave., 
and 3303 Ralston St., Indianapolis, Ind. 

GONZALEZ, Rafael A. (M 1936) Staff Asst, to 
Gen. Sales Mgr., Chrysler Corp,, Airtemp Div., 
1119 Leo St.. Dayton 1, and •276 Delaware Ave., 
Dayton 5, Ohio. 

GOOD, Charles S. (A 1947; J 1943; .S* 1939) 
Partner. A. C. Good & Sons, Plumbing & Heating, 
620 Keb<*cca Ave., and • 102 Cascade Rd., Pitts- 
burgh 2), Pa. 

GOODE, Archie E, (A 1945) Mech. Engr., Robert 
& Co., Inc,, 704 Bona Allen Bldg., Atlanta, and 

• 535 K. Lake Dr., Decatur, Ga, 

GOODE, Raymond K. (S 1947) Student, Tulane 
University, New Orleans, and •3343 Esplanade 
Ave., Apt. 8, New Orleans, La. 

GOODHUE, B. C. (M 1945) Mgr.. Refrigeration 
Dept., W. A. Case & Sons Manufacturing C'o., 
115 N. Geddea St., and •235 Rockland Ave., 
Syracuse, N. V'. 

GOODLOE, James C., Jr. (S 1948) Student, A. 
& M. College of Texas, • P. O. Box 2306, College 
Station, and 2418~36th St., Galveston, Texas. 
GOODMAN, Carl L. (A 3944) Mgr.. 1717 Broad- 
way, and •57l5-3l8t St. N.E., Seattle, Wash. 
GOODMAN, Joseph (J 1946) eAir Conditioning 
& Engineering Co., Ltd., 33 Wepener St., Booy- 
sens, and 53 Cavendish Rd., Yeoville, Joiiannes- 
burg, South Africa. 

GOODMAN, WlUiam (M 1941) Prof, and Cons. 
Engr., • Illinois Institute of Technology, 3300 
Federal St., Chicago 16, and 5141 Greenwood 
Ave,, Chicago 15, III. 

GOODRAM, W. E. (M 1939; A 1936) Partner 
and Mgr., Goodram Bros., ^8 King St. W., 
Hamilton, and • R. R. 2, Freeman, Ont„ Canada. 
GOODRICH, Charles F. (M 1919) Andrews & 
Goodrich, Inc., Boston, and •336 Adams St., 
Dorchester, Mass. 

GOODWIN, Eugene W. (M 1936) Mech. Engr., 
Public Buildings Administration, Washington 25,, 

D. C., and • 7024 Hampden Lane, Bethesda 14, 
Md. 

GOODWIN. Frank T. (A 1944) Partner. Ted 
Goodwin Co., 902 Ballard S.E., Grand Rapids 7, 
Mich. 

GOODWIN, WaltM- C. (M 1945) Mgr. of the 
Precipitron Dept., Westinghouae Electric. Hyde 
Park, Boston 36, and •503 Rock Rd.. Needham, 
Mass. 

GOGHS, William E. (M 1944) Asst, to Plant 
Engr.» Allison Div., General Motors Corp,, 
Indianapolis, and •5910 Indiaitola Ave., India- 
napolis 20, Ind. 

GOOTB, Marinus (A 1947) Sales Em^., sAir 
Temperature Control Co,, InC.y 1676 Division 
Ave. S., Grand Rapids t, and 354 Fuller S;E., 
Grand Rapids, Mich. 

GORBANDT, Everett % (Jkf 1 94 J) Engr. and 
Partner. • Crawley*Gorbandt Co„ 1 18 W. PeSfCh- 
tree Pla^ie N.W.. and 2288 N. Decatur Rd. N.E,. 
Atlanta, Ga. 
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GORDON, CoUn W. (A 1938) Vice-Pres. and 
Mgr., A. G. Baird, Ltd., 25-27 Ritchie Ave.. and 

• 962 Shaw St., Toronto, Ont., Canada. 
GORDON, Huah H. W. (A 1940) Gen. Mgr.. 

• Air Conditioning & Engineering Co„ Ltd., 
33 Wcpener St., Booysans, and “iCnthaba,'’ P. O. 
Sandown, Johan ne^sbiirg, South Africa. 

GORDON, Peter B. (M 1944; A 1938; J 1935) 
Treaa., •Wolff and Munier, Inc., 222 East 4l9t 
St., and 5 Prospect PI, New York 17, N. Y. 
GORGEN, Roy E. (A 1940) Vice-Pres., Tiie Day 
Co., 810 Third Ave. N.E.. and •2120 W. Cedar 
Lake Blvd., Minneapolis. Minn. 

GORNSTON, Michael 11. (Lt/e Member; A 1923) 
Retired, Board of Education, City of New York, 
and • 1 1 l-32--7(>ti» Ave., Forest Hills, N. Y. 
GORSUCH, Winfield J. (4 1944) Naval Archt., 
Norfolk Navy Yard, tinde314 Harrison St., 
Portsmouth. Va. 

GOSS, Matthew H. (M 1938) Partner. eM. H. 
(k>R8 Co., 340!) Liidden St., Detroit 7, and 13075 
Promenade, Detroit 5, Mich. 

GOSSE'n\ Earl J. (M 1923) Pres.. • Bell & 
G(*s(3ett Co., 8200 Austin .Ave., Morton Grove, 
and 314 Woodland Ave.. Winnetka, 111. 

GOTH, Carl A. (M 1948) Engr., Corps of 

ICngineers, 1709 Jack-son St., and •3115 North 
49th Ave.. Omaha, Nebr. 

GOTHARD, William W. (A 1936) Gen. Mgr., 

• Domestic. Engineering. 1900 Prairie Ave., 
C-hicago 16, and 1027 Arlington Ave., LaGrange. 

in. 

GOTSCHALL, Harr.v C. (A/ 1935) Instructjr in 
Air Cond. & Refrig., Chicago Board of Education, 
Lane Technical High School, 2501 W. Addison St., 
Chicago 18, and •2953 Eastwood Ave., Chicago 
25, ni. 

GOITSCHALK, Kenneth A. (A 1944) Indus. 
Sales Engr., Cleveland Electric Illuminating Co., 
75 Public Sq.. Clev'eland 1, and #3641 West 46th 
SI., Cleveland 2, Ohio. 

GOTTSCIIALL, Walter C. (A 1945) Pres, and 
Estimator, Industrial Insulation, Inc., Terminal 
Office Bldg., Pittsburgh 19, and eSSO Hillcrest PI., 
Pittsburgh 16, Pa. 

GO'n'WAJ.D, C. (Life Member; A 1910) Prea., 

• The Ric-wiL Co,, 1562 Union Commerce Bldg., 
Cleveland, and 2225 Stillman Rd., ('leveland 
Heights, Ohio. 

GOULD, Henry K. (M 1942) Vice-Pres. • Natkin 
8c C^o., 1924 Oak Rd., Kansas City 8, Mo., and 
2300 Wyncotc Lane, Kansas City 3. Kans. 
GOULD, James L. (A 1948; J 1942) Pilot. Air 
Corps, Columbus, Miss., and •^1701 Poyntz Ave., 
Manhattan, Kans. 

GOULD, Marvin E. (A 1946) Asst. Prof., Engrg. 
Ext. Service, lovva State College, and •626 Tenth 
St., Ames, la. 

GOULDBOURNE, Thomas IL (M 1944) Sales 
Dir., The Standard & Pochin Bros., Ltd., Evington 
Valley Rd., and •SO Stoughton Rd., Leicester, 
England. 

GOULDING, William (A 1933) Air Cond. Engr., 
World Broadcasting System, Inc., 711 Fifth Ave., 
New York, and • 42 Highview Ave., Tuckahoe, 
N. Y. 

GOUNDIE, Joseph K. (M 1938) 1426 Walnut St., 
Allentown, Pa. 

GOWAN, Gilbert J. (A 1946) Htg, Engr., Home 
& Industrial Pleating Co., 3510 East Olst St., 
Cleveland, and* 17617 Ingleside Rd., Cleveland 
19, Ohio. 

GOWDY, Allen C. (M 1948; A 1941; J 1939) 
Vice-Pres. & Mgr., eThe Huffman- Wolfe Co., 408 
Sawtell Ave. S.E., and 417 Hillside Dr. S.W., 

GRABER, Ernst (M 1947; A 1942; J 1936) Engr., 
Minneapolis-Honeywell Regulator Co., 221 Fourth 
Ave., New York, and ^215 Hollywood Ave., 
Douglaston, L. I., N. Y. 

GRABMAN, Henry B. (A 1948; / 1942; S 1938) 
Mgr. of Htg, Dept,, Crane Co., 40-24th St., and 

• 1810 Antietam St., Pittsburgh 6, Pa. 

GRADY, Edmilna J* (M 1947) Sales Mgr.. 

• Pacific Sfeel Boiler Dlv., United States Radiator 
Corp., 300 Buhl Bldg.. Detroit 31, and 613 Lake- 
wood. Detroit 15, Mich. 

GRAGG. Harry G* (M 1946) Sales Engr., Air 
Filter Equipment Co., 228 N. LaSalle St., and 
•7961 S. Wood St., Chicago, IIL 


GRAHAM, F. D. (M 1940) •York Corp., .509 
Delta Bldg., New Orleans 12, and 420 Betz PI., 
New Orleans 20, La. 

GRAHAM. Robert L. (A 1947) Br. Mgr.. •Ameri- 
can Blower Corp., 301 National Theatre Bldg,, 
Richmond 19. and 702 Spottawood Rd., Spotts- 
wood Park, Richmond 21, Va. 

GRAHAM. William A. (A 1945) Prod. Engr.. 
Reid Hayden, Inc., 3238 W. Morehead, and • 1038 
Garden Terrace, Charlotte, N. C. 

GRAHAM, William D. (M 1929; A 1925; / 1923) 
Branch Mgr., The Trane Co., 407 Piedmont Bldg., 
Greensboro, N. C. 

GRAHAM, William D., Jr. (J 1947) Sales ICngr.. 

• The I'rane Company, 407 Piedmont Bldg., and 
311 E. Hendrix St., Greensboro, N. C. 

GRAHAM, William F. (M 1946) Sales Engr.. 
Imperial Iron Corp.. Ltd., 30 Jefferson Ave,, 
Toronto 1. and aOG Sorauren Ave., I'oronto 3, 
Ont., Canada. 

GRANDSTAFF, C. L. (M 1944) Engr.. The C. A. 
Olsen Manufacturing Co., and • 192 Longfellow 
Ave., PJvnia, Ohio. 

GRANKE, Arnold A. (M 1939) Sales Engr., 
Speakman Co., and Trane Co,, 816 Tatnall St,, 
Wilmingt-:)n 99, and • 28 VVeSt 4 1st St., Wilmington 
220, Del. 

CRANSTON, Ray O. (A 1939; J 1935; .S’ 1930) 
Partner, • University Plumbing & Heating Co,, 
3941 Un versity Way, Seattle, and 1533 East 76th 
St., Seattle 5, Wash, 

GRANT, Eric (M 1947) Project Kngr., Anerao- 
stat Corp. of America. 10 liast 39th St., and • 137 
West 75th St., New York. N. Y. 

GRANT, Ralph A. (M 1945) Engr., • McCrea 
Equipment Co., 516 Second St. N.VV^, Washington, 
and 5050 First St. N.W., Washington 1. D. C. 
GRANT, Walter A.* (M 1943; A 1933; / 1929) 
Dir. of Research, Carrier Corp.. Syracuse, and 

• 219 lluntleigh Ave., Fayetteville, N. Y. 
GRANT, Walter II., Jr. (M 1940) Mfrs. Repr., 

• Warren Webster & Co., 209 Vincent Bldg., 
New Orleans 12. and 6632 Elysian E'ields Ave., 
New Orleans 19, La. 

GRATIOT, Jules D. (A 1944) Factory Repr., Air- 
Maze C?orp., 3950 Riverside Dr., Los Angeles 26, 
and •3530 Cleveland Rd,. Glendale 2, Calif, 
GRAU, Earl R. (.4 1947) Engr., E. G. Snyder Co., 
Inc., m Scio St.. Kochester 4, and •Oo Wyndaie 
Rd., Roclieatcr 5, N. Y. 

GRAVES, Charles S. (A 3945) Asst. Steam Htg. 
and Water Service Engr., • A. T. & S. F. Railway 
Co., Room 409, Genej-al Office Bldg., and 1112 
Jewell St.. Topeka, Kans. 

GRAVES, Clarence C. (M 1943) Secy.-Treas., 

• Graves & Graves Corp., 3047 Sheffield Ave-, 
Chicago 14, and 4041 N. Spaulding .Ave., Chicago 
18, 111. 

GRAVES, Robin A. (A 1946) Owner, Robin A. 
Graves Co., Engrs., 11253 Atlantic Ave., Lyn- 
wood, and ^322 S. Mayo, Compton, Calif. 
GRAY, F^rle W, (M 1938; A 1934) Mgr., In- 
dustrial and Commercial Sales. •Oklahoma Gas 
and Electric Co., 321 N. Harvey, P. O. Box 1498, 
and 2125 Northwest 18th St., Oklahoma City, 
Okla. 

GRAY, Emerson G. (J 1944) Partner. Gray 
Engineering Co., P. O. Box 264, and • 1012 
lohnson St., High Point, N. C. 

GRAY, Everett W. (M 1936) Dist, Mgr., • The 
Trane Co., 1900 Euclid Ave., Cleveland 15, and 
17546 MadivSon Ave., Lakewood 7, Ohio. 

GRAY, Frank L., Jr. (J 1945) Engr., •Carrier 
Corp., 710 N. Harwood St., Dallas 1, and 6137 
Lakeshorc Dr., Dallas 14, I'exas. 

GRAY, G. A, (M 1924) Branch Mgr., •€. A. 
Dunham Co,, Ltd., 45 Rideau St., and 114 Bel- 
mont Ave., Ottawa, Ont., Canada- 
GRAY, Hamilton E. (A 1943; / 1940) Secy. & 
Treas., Gray Engineering Co,, Inc., Box 264, and 

• 108 Hillcrest Dr., High Point, N, C. 

GRAY, Jamt^ D., Jr. (A 1946) Lang & Raugland, 

502 Wesley Temple Bldg., and •3751 Morgan N.i 
Minneapolis 12, Minn. 

GRAY, Richard O. (A 1946) Supt., H, F. Brown 
Htg. & Air Cond.. 304 West 25th St,. Norfolk, 
and • 1308J^ PeBree Ave-, Norfolk 7, Va. 
GRAY, Stanley A. (A 1947) Sales Engr., • Minne- 
apolis-Honeywell Regulator Co., 351 E. Ohio, and 
6837 S. Park, Chicago, 111. 
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GUAY, William E. (M 1922) Partner. ♦ Gray 
Eirgineering Co., Box 264, and 718 W. Fariss Ave,, 
High Point, N. C. 

GEEAR, Walter W. (A 1943) Engr., Freyn 
Brothers, Inc,, 1028 N. Illinois St., andaK. 

16, Bo)c 631-5, Indianapolis, Ind. 

GREATOREX, John E, (A 1946) Sales Engr., 

f lichard Crittall & Co., Ltd., 156 Great Portland 
t., London, W- 1, and • 56 ScoUs Wood Rd,, 
Bushey, Herts., England. 

GREEN. Donald P. (J 1945) Siipt., John E. 
Green Plumbing & Heating Co., Inc., and • 10415 
Lincoln Dr., Huntington Woods, Mich. 

GREEN, Edftar L. (M 1946) Mcch. Engr., Distil- 
lation Products, Inc., 756 Ridge Rd. W., Rochester, 
and *26 Apollo Dr., Rochester 13, N. Y. 

GREEN, Edward J. (A 1945) Secy.-Treas., John 
E. Green Plumbing & Heating Co., Inc., Highland 
Park, and *181 Tennyson Ave., Highland Park 
3, Mich. 

GREEN, Everett W. (A 1946; J 1938) Vice-Pres., 
Green Furnace & Plumbing Co., lnc„ 2747 North 
48th, and *2323 North 51st, Lincoln 4, Nebr. 
GREEN, Thonias Z. (.S' 1948) Student, Tulane 
University, and eSOS Pine, New Orleans, La. 
GREENBERG, Benjamin F. (M 1947) Engr., 
A. A. Duckett, Inc., 136 N. Broadway, Camden, 
N. J., and •4113 Walnut St., Philadelphia, Pa. 
GREENBURG, Leonard, M D.* (M 1932) 
Exec. Dir., Div. of Industrial Hygiene and Safety 
Standards, eNew York State Department of 
Labor, 80 Centre St., New York 13, and 44 West 
77th St., New York, N. Y. 

GREENLAND, Sidney F. (1/ 1934) Tech. Htg. 
and Vent. Consultant, J Brockhouse & Co., Ltd., 
West Bromwich, Staffs,, and *75 Grestone Ave., 
Handsworth Wood. Birmingham 20, England, 
GREGG, Stephen L. (A 1939; J 1936) Space & 
Maint. Engr., U. S, Navy Dept,, 18th and Con- 
stitution Ave., Washington 25, D. C., and •4828 
Edgemoor Lane, Bethesda 14, Md. 

GREGORNIK, Nicholas A. {A 1947) Engr.. 
Estimator-Draftsman, R. B. Hayward Co,. 1714 
Sheffield Ave... Chicago 14, and •4853 N. Kilbourn 
Ave,, Chicago 30, 111. 

GREGORY, Henry D. (M 1045) Htg. Dept., 
Hendrie & BoUhoff Manufacturing & Supply Co., 
1635--17th St., P. O. Box 5110, Denver 17, and 
• 1042 S. High St.. Denver 9, Colo. 

GREGORY, Paul E. (A 1944) Sales Engr.. Horne- 
WiJson, Inc., 163 Peters St. S.W., and •2054 
Chelsea Circle N.tL, Atlanta, Ga. 

GREGORY, Robert C. (7 1948) Engr., Rayon 
Consultants, Inc., 75 Maiden Lane, New York, 
and •276 Greeley Ave., Staten Island 6, N. Y. 
GREILING, Winford W. (M 1942) I he Austin 
Co., 16112 Euclid Ave., and • 1557 East 256th St., 
Cleveland 17, Ohio. 

GREILSAMER, Philippe (7 1945) Marketing. 

• Coty, Inc,, 730 Fifth Ave., New York 19, N, Y, 
GREINER, Maurice C. (M 1945) Vice-Pres., 
Hess-Greiner & Polland, 1700 S. Main St., Los 
Angeles 15, and • 1659 Club View Dr., Los Angeles 
24, Calif. 

GRETIW, John D. (A 1947) Mech. Designer. 

• Ontario Provincial Government, Dept, of Pub, 
Wks., Archts. & Engrs. Branch, Parliament Bldgs,, 
Toronto, and 156 Amelia St., Toronto 5, Ont., 
Canada. 

GREW, Raymond E. (5 1948) Student, Uni- 
versity of Michigan, Ann Arbor, and • Blissficld, 
Mich. 

GRIEOO, Atfonao V. (M 1947) Chief Draftsman, 
Carrier Corp., 405 Lexington Ave., New -York, 
and • 249 Garretson Ave., Pongan Hills, S. L. 
N. Y. 

GRIEFNOW, Otto W. (A 1947) Chief Engr., 

♦ The Waterman Waterbury Co., 1121 Jackson 
St, N.E., Minneapolis 13, and 2610 Thomas 
N., Minneapolis, Minn. 

GRIESS, PhlH© G. (M 1937) Mech. Engr., 
Walter Kidde, Constructors, Inc., 140 Cedar St,, 
New York, N. Y., and • 189 Walnut Ave., Bogota, 
N. J. 

GRIEST, Kermlt G, (A 1940; 7 1936) C WyO, 
Commander Service ForcCi ♦ Pacific Fleet, F.P.O., 
San Francisco, Calif., and 38 Greenlee Rd., 
Pittsburgh 10, Pa. 

GRIEWISCH* Alfred H. (A 1938) Free*, •Bayley 
Heating Supply Co., 2045 W. St. Paul^Avc., 
Mih^ukee 3» and 2557 North 46tb St., Milwaukee 
10, Wifl. 


GRIFFIN, Charlea J. {M 1940) Li. (j«). and 
• 8231 S. Loomis Blvd., Chicago, 111. 

GRIFFIN, DeWitt C. (M 1943) Owner, • DeWitt 

C. Griffin fir Assocs., 717 Lloyd Bldg., Seattle I, 
and 6521~32nd N.W., Seattle 7, Wash. 

GRIFFITH, Claude A. (A 1938) Htg, and Vtg. 
Engr., Griffith Air Conditioning Service, and ♦ 16 
Aliamont Terrace, Cumberland, Md. 

GRIFFITH, H. T. (M 1938) Partner, ec/o Lincoln 
Bouillon & Assoca., 426-1411 Fourth Ave. Bldg., 
and 1909 Third Ave. W., Seattle, Wash. 
GRIFFITH, Joseph B, (A 1942 ; 7 1938) Works 
Mgr., Bryant Heater Co., and *902 Rusk, Tyler, 
Texas. 

GRIGG, James L. (A 1946) Pres., Acme Sheet 
Metal Corp.. 2316 Gosnold Ave., Norfolk. Va. 
GRIM, Frederick (A 1946) Service Engr., Hajoca 
Corp., 349 Salem Ave., and #638 Virginia Ave. S., 
Roanoke, Va. 

GRIMES, Fenner M. (A 1942; 7 1935) Mech. 
Engr., War Dept., Office of tlie Chief of Engrs., 
Engrg. Div., Specifications Sect., Washington 25, 

D. C., and 0 849 S. Ivy St.. Arlington, Va. 
GRIMM, J. M. (M 1946) Mgr., • Crane Co., 67 

N. Front St., Columbus 15. and 1601 Bryden Rd., 
Columbus 5, Ohio. 

GRIMM, Lyale E. (A 1947) Partner, • Bayer 
Electric Co., .512 North Silrd St., and 3821 
Gumming St., Omaha, Nebr. 

GRIMMER. Richard A. (A 1046) Mech. Engr.. 
R. K. Werner, Cons. Engr., 316 W. T. Waggoner 
Bldg., Fort Worth, and •3233 Waits Ave., Fort 
Worth 4, Texas. 

CRISWELL, H. D. (A 1944) Vice-Pres,, •The 
Hosmer Prfxiucts Corp., 819 Massachusetts Ave., 
Indianapolis 4, and 5537 Broadway St., Indianap- 
olis. Ind. 

GRISWOLD, Arthur S. (A/ 1945) Staff Engr.. 
Central Htg. Dept., •The Detroit Edison Co., 
2000 S<*cond Ave., Detroit, and 6015 Pon Valley, 
Bloomfield Hills, Mich. 

GRISWOLD, FAJuJar A. (A 1946) Cons, and Design 
Engr., and •6641 Pollard St., Los Angeles 42, 
Calif. 

GRITSOHKE, Elmer R. (M 1940) Owner, •US. 
La Salle St., Chicago, and 1432 Gregory Ave., 
Wilmette, HI. 

GRirrON, Earl V. (A/ 19^14) Partner, Williams, 
Gritton and Wilde, 204 Dooly Bldg., Salt Lake 
City 1, and ^2470 South 16th E., Salt Lake City 
5, Utah. 

GROBLER, Pieter S. (A 1947) Engr., Clerk of 
Works, P, O. Box 314, Kroonstad, O.F.S., South 

GROCOTT, Joseph F. L, (M 1947) Air Cond. 
Engr., • The Anglo Iranian Oil Co. Ltd., Britannic 
House, E'insbury Circus, I.ondon, E:. C. 2, and 
‘'Teesdale”, Uxbridge Rd., Harrow Weald, 
Middlesex, England. 

GROGIN, Gerald K. (5 1948) Student. A. & M. 
College of Texas, P. O. Box 6378, College Station, 
and • 1908 Binz, Houston, Texas. 

GROOM, John W., Jr. (A 1943) Electrical 
Designer, eLago Oil fk Transport Co., Ltd., P. O. 
Box 476, Aruba, Curacao, Netherlands West 
Indies. 

GROOT, Harry W. (Af 1937) Chief Engr., L. H. 
Callaway Co., 951 Baxter Ave., and *4020 Lupino 
Ct., Louisville, Ky. 

GROSS, Charles J. (A 1947) Engrg. Draftsman, 
Sun Oil Co.. 1608 Walnut St., Philadelphia, and 
• 8228 Frankford Ave., Philadelphia 86, Pa. 
GROSS, Lester (A 1946; 7 1942) Secy., General 
Installation Co., 950 Kingsland Ave.. St. Louis 5, 
Mo. 

GROSS, Lyman C. (M 1931) • Lyman C, Gross- 
Cons. Engr., 432 Sexton Bldg., Minneapolis 15, 
and 6324 Oaklawn Ave., Minneapolis 10, Minn. 
GROSS, Morris H, {M 1944) Co-Owner, Hewing, 
Ventilating & Air Conditioning, 8725 Puritan, 
Detroit 21, and #18484 MaHowe; Detroit 19, 
Mich. 

GROSS, Victor L. (A 1944) #281 Stoter Aye., 
New Roclielle, N, Y. 


GROSSENBACHER, Hemr E, (A 1938) Pte«., 
• Groasenbaclmr Furnace Co,; Ine., 9416 W. 
Milton Ave., and 9741 Lackland Rd,« Overland 
14, Mo. 

GROSSMAN, F, Arthur (A 1942; / 193% 
S 1937) Air Cond. Engr** ServeL Inc.. 122 S. 
Michigan Ave., Chiengo 3, and 0642 Miller Dt;, 
BlgittUlll. . ' 
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GROSSMAN* Hairy E. (.4 1943) Sales Engr., 
MiniieapoUa-Honeywell Regulator Co.. 5060 
Wayne Ave., Philadelphia 44, and *213 Parham 
Rd., Sprin^ejd, Pa. 

GROSSMANpRalph (A 1943) Combustion Sales 
Engr., • Volcano, Ltd., 743 Mountain St., and 
3446 Ridgewood, Apt. 405, Montreal, Qne-, 
Canada. 

GROSSMANN, Harry A. (M 1931) Owner, H. A. 
Grossmann Co., 3138 CaSvS Ave., St. Louis 6, and 

• 16 Huntleigh Downs, Route 6, Kirkwood 22, 
Mo. 

GROSVOLD* F, E. (M 1944) Owner, •F. E. 
Groavold Heating & Plumbing, 417 Wisconsin St., 
■and 711 E. Grand Ave., Eau Claire, Wis. 
GROTH, Don R. 1946) 342 Okla. Natural 
Bldg., Oklahoma City, Okla. 

GROVES, Samuel A, (A 1940; J 3935) Asst, to 
Pres., United Carr Fastener Co., 31 Araea St., 
Cambridge, and* 15 Sylvan Rd., Wellesley Hills 
82. Mass. 

GRUBBS, John K. (A 1946) Mech. Engr., 

• Kroeschell Engineering Co.. 215 W. Ontario St., 
Chicago 10, and 1232 Pratt Blvd., Chicago, 111. 

GRUENBERG, Sanford B. (J 1947) Jr. Mech. 
Engr., Richard W. Evans, 1210 Roanoke Bldg., 
Minneapolis, and •4813 Ewing Ave. S., Minneap- 
olis 10, Minn. 

GRUENDEL, William C. (A 1947) Htg. Sales 
Engr., McKee Plumbing Supply (jo,, 2701 St. 
Clair Ave., Cleveland 14. and *83 East 233rd. 
Euclid 17, Ohio. 

GRUITCH, Jerry M. (M 1947) Dir., Res<^arch & 
Dvlpt,, American Car & Foundry Co., 30 Church 
St.. New York 8, N. Y. 

GRUTZMACHER, Robert L, (M 1945) Vice- 
Pres., •Natural Gas Eouipment, Inc., 540 
Petroleum Bidg.. Los Angeles 15, and 2121 N. 
Foothill Blvd., Altadena, Calif. 

GSCIIWIND, Jean F. (M 1945) Dylpt. Engr., J. O. 
Ross Engineering Corp., 350 Madison Ave., New 
York, and *720 Grand St., Mamaroneck, N. Y. 
GUENTOER, Clarence G. (A 1947) Mgr.-Owner, 

• Air Flow Engrg. Co., 519 N. Santa Fe, and 
606 Evans, Pueblo, Colo. 

GUEST, James F. (J 1948) Sales Engr., Earn- 
shaw Sheet Metal Supply, and *96 Glenwood 
Heights, Mansfield, Ohio, 

GUEST, P. L., Jr. (A 1939) Owner, •?. L. Guest 
Sales Co., 311 Piedmont Bldg., and 716 Dover Rd., 
Greensboro, N. C. 

GUEST, Rose Burton (M 1945; A 1940) Owner 
and Mgr., •The Guest Sheet Metal Works, 827- 
37 Dryados St., New Orleans 13, and 1028 City 
Park Ave., New Orleans. La. 

GUIBERT, Raul (A 1947) Contracting Engr.. 

• Lavalle 1473, and Montes de Oca 41, Buenos 
Aires, Argentina, S. A. 

GUILBERT, Stanley R. (A 1940) Air Cond. 
Engr., The Riestcr & Thesmacher Co., 1526 West 
26th St., Cleveland 13. and • R. F. D. 3, Chagrin 
Falls, Ohio. 

GUILL, A. W. (5 1947) Student, Texas A. & M, 
College. P. O. Box 1825, College Station, and 

• 2016 3l8t St., Galveston, Texas. 

GULER, George D. (A 1937) Regional Mgr., 
Southeastern Zone, Minneapolis-Honey well Regu- 
lator Co., 4-5 N. Rhodes Center, Atlanta, Ga. 
GUMAER, P. Wilcox (M 1937) Dir., •Air Pollu- 
tion Laboratories, 425 S, Western Ave., Los 
Angeles 6, and 515 25th St., Santa Monica, Calif. 
GUNDERSEN, Reldar (K 1946) Engr., •Cale- 
faccion “Watersteara”, Sarmiento 470, and Sucre 
3759, Buenos Aires, Argentina, S. A. 

GUNN, Frank (5 1946) 1969 Lipscomb, Fort 
Worth, Texas. 

GUNZEL, Rudolph M. (M 1942) Sales Repr.. 

• R. M. Gunzel & Co., 320 Crocker St„ Los 
Angeles 13, and 375 LaMirada Ave., San Marino 
9, CaJif. 

GUPTA, N. hi (A 1947) c/o Samuel R. Lewis & 
A 880 C 9 ., 100 W* Monroe St., Chicago 3, 111. 
GUl^EY, Edward Holt <M 1929), (Presidenii&l 
Member), Pres., 1938; 1st Vice-Pres,, 1937; 
2nd Vice-Pres., ]|936; Council 1931-39) Pres., 

• The Gurtiey Foundry Co., Ltd,, 4 Junction Rd,, 
Toronto 9, and 847 Wabner Rd„ Toronto, Ont„ 
Canada, 

GibRNEY, Edwai^ R, <A 1940; J 1937) Plant 
Mgr.f St, Lawrence Steel & Wire Co,, Ltd., 
Oaitanociue, Out., C^ada. 


GUSTAFSON, Carl A. (M 1938) Sales Engr., 

• The Powers Regulator Co., 2720 Greenview 
Ave., and 6231 Fairfield Ave., Chicago, 111. 

GUriCNECHT, Fritz (M 1940) Chief Engr., 
Blattmann-Wecser Sheet Metal Works, Inc., 1001 
Toulouse St„ New Orleans 36, La. 

GUY, John A. (A 1946) Htg. and Plbg. Engr., 
Saner Co., Inc., 368 N. Washington Ave., Colum- 
bus 3, and • 1472 Eastview Ave., Columbus 8, 
Ohio. 

GUZZARDl, Salvatore S. (A 1946) Cons. Engr., 
S. S. Guzzardi Assocs., 310 E. Leamy Ave., Spring- 
field, Pa. 

H 

HAAS, Emil, Jr. {M 1945; A 1944) Pres. • Natkin 
& Co., 1924 Oak St., Kansas City 8, and 5520 
Crestwmxl Dr., Kansas City, Mo. 

HAAS, Samuel L, (M 3923) Pres.-Trcaa., • Ad- 
vance Heating & Air Conditioning Corp., 117-119 
N. Despiaines St., Chicago 6, and 4300 Lake 
Shore Dr., Chicago 13, III. 

IIABASIH, Fawzi (J 1947; 5’ 3945) Archt, •“Al 
Emara” (Office), 75, Malika, Nazi! St., Cairo, and 
3 Khouzam St., Shoubre, Cairo, Kgvpt. 

HACH, Edward C. (M 1939) Dist. Engr., Westing- 
house P^Iectric Corp., Sturtevant Div., P'irst 
National Bank Bldg.. 611 Wood St., Pittsburgh 
22, and *221 Broadmoor Ave., Mt. Lebanon, 
Pittsburgh 16, Pa. 

HACKEIX Frank G. (A 1940) Southern Dist. 
Mgr., •Bell & Gossett Co.. <i07 Barr Bldg., 
Washington. D. C., and 3017 N. Gleve Rd., 
Arlington, Va. 

HADEN, G. Nelson (M 1934; A 1928; J 1922) 
Chairman and Managing Dir., •G. N. Haden & 
Sons, Ltd.. 19-29 Woburn PI.. London, W. C. 1. 
and 30 W’ildwood Rd., I>ondon, N.W. 1 1» England. 
HADJISKY, Joseph N. (M 1930) Cons. Engr., 
744 Bates St., Birmingham, Mich. 

HADLEY, Lawrence G. (/ 1945) Engr., Donald 
V. H. Smith & Partners, 15 Balham Park Rd., 
Balham, London, S.W. 12, andel Salcombe 
Waye, Ruislip Manor, Middlesex, England. 
IIAFFEY, John P. (A 1947) Gen. Mgr., W. P. 
Payne Co., 6031 Keater Ave., Van Nays, and 

• 926 S, Hobart Blvd., Los Angeles 6, Calif. 
HAGAN, William V. (M 1938; A 1933; J 1926) 

Owner, V. J. Hagan Co., 506 Pearl St., and *7 
Blackatone Ave., Sioux City, Iowa. 

HAGEDON, Charles H. (M 1919) Partner, 

• S. E. Fenstermaker & Co., 937 Architects & 
Builders Bldg., Indianapolis 4, and 945 West 58th 
St., Indianapolis 5, Ind. 

HAGEN, Geori^e M. (J 1944) Vice-Pres., • Hagen 
& Co., Halifax, Ltd., 89 Hollis St., and 18 Coburg 
Rd., Halifax, N.S., Canada. 

HAGEN, Roscoe T. (A 1945) Sales Engr., Sears 
Roebuck & Co., 1416 Broad St., New Castle, 
and *53 S. Perry St., Hagerstown, Ind. 

HAGUE, William S. (A 1944) Mgr.. • Crane Co.. 
333 W. Market St., and 6595 Madison Ave., 
Indianapolis, Ind. 

HAHNE, Werner H. E. (M 1946) Sales Engr.. 

• Frank J. Lopker Co.. Room 1222, 112 W. Ninth 
St., Los Angeles 15, Calif. 

HAINES, Frank H. (M 1946) Vice-Pres., Standard 
Engineering Co., Inc.. 2129 Eye St, N.W„ 
Washington 7, D. C.. and •3925 Falls Rd., 
Baltimore 11, Md. 

HAINES, J. E, (M 1940) Vice-Pres,, • Minne- 
apolis-Honeywell Regulator Co., Minneapolis 8, 
and 2319 Humboldt Ave. S., Minneapolis, Minn. 
HAINES. John J. (M 1915) Pres., •The Haines 
Co.. 1933 W. Lake St., Chicago 12, and 623-17th 
Ave., Maywood, 111. 

HAINES, Ro^er W. (A 1940) Engr., Tlie King Co., 
and *128 E. School St., Owatonna, Minn. 
HAIRSTON. Joseph T. (A 1947) Sales Mgr., 
H. J. Swanson Co., 435 Locust Ave,, Long Beach 2. 
and *820 East 6l8t St., Long Beach 6, Calif. 
HAITMANEK, Louis M. (A 1938) Htg., Vtg., & 
Air Cond. Engr., and •217 Rose St., Newark 3, 
N. J. 

HAJBK, Wrniam J. (M 1945) P. G. Box 406, 
Knoxville, Tenu. 

HAKES, Leon M. (M 1932; J 1929) Resident 
Repr,, • Warren Webster & Co., 210 Reynolds 
Arcade Bldg,, Rochester 4, and 144 Inglewood Dr., 
Homester 11, N. Y. 
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HALE» Fred J. (M I93(i) Mgr.. • Empire Sheet 
Metal Works, Ltd.. 1606 W. First Ave., and 995 
Mathers Ave. W., Vancouver, B. C,. Canada. 
HALEY, Harry {M 1914) Owner, Cons. Engr., 

• 58 Sutter St., San Francisco 4, and 735-2l8t 
Ave., San Francisco, Calif. 

HALEY, Robert T. (A 1943) Mgr., House Heating 
Dept., • Minneapolis Gas Light Co.. 739 Mar- 
quette Ave., and 5340 Beard Ave. S-. Minne- 
apolis, Minn. 

HALL, Elmo (M 1944) 1130 K. Yale St., Engle- 
- wood, Colo. 

HALL, George (A 1937) Pres., •Plyland Hall & 
Co., 218 N. Bassett St., Madison 3, and 4201 
Waiictan Trail, Madison 5, Wis. 

HALL, John A. (M 1943) Sales Engr., • A. L, 
Vanderhoof, Inc., 2,33 Hanna Bldg., Cleveland 15, 
and 110,30 Granger Rd., Garfield Heights. Ohio, 
HALL, John R. (M1937; J 1932) Vice Pres. & 
Gen. Mgr.. Industrial Ovens, Inc., 13825 Triskett 
Rd., Cleveland 11, and *17700 Fries Ave., Lake- 
wood 7, Ohio. 

HALL, Mora S. (M 1934) Owner. Colony Con- 
struction Co., P. O, Box 201, Dickinson, Texas. 
HALL, Norman H. (.4 1945) Supt, of Service, 

• East Ohio Gas Co., 1405 E. Sixth St., Cleveland 
14, and 147 Beachview Rd,, Willoughby, Ohio. 

HALL, Robert E. (S 1947) Student, University of 
Oklahoma, Norman, OUa., and #7346 Colgate 
Ave., l^niversity City, Mo. 

HALL, Robert S. iJ 1947) Sales Engr., • Com- 
panhia Industria & Comercio Glossop, Rua Flor- 
encio de Abreu 438, and Rua Monte Alegre 211, 
Sao Paulo, Brazil. 

HALL, Roger E. (A 1947) Bmgr., Alhambra Sheet 
Metal, 2007 Mission Rd., Alhambra, and #444 S. 
Madison, Pasadena, Calif. 

HALLE, Simon (M 1946) Owner-Mgr.. •llalle’a, 
119-121 N. Nevada Ave., Colorado Springs, Colo. 
HALLENBECK, C. W. (M 1944) Dist. Engr., 

• T. C. Heyward. 1408 Independence Bldg., 
Charlotte, and 2157 Norton Rd., Charlotte 4, N.C. 

HALS'FEAD, William R. (/ 1948; S 1947) Htg. 
Kepr., • Conditioned Air Engineers, Inc., 169 
Marietta St. N,W., and 377 Tenth St, N.K,, 
Atlanta. Ga. 

HALT* Howard R. {M 1943) Mgr., Htg. Div., 
Thos, J. Sheehan Co,, 2233 Olive St., St. Louis 3, 
and #8729 Annetta Ave., St. Louis 15, Mo. 
HAMACHER, Karl F. {M 1938) Partner. • Ham- 
achcr & WilUauis, 2540 W. Wells St., Milwaukee 
3, and 4387 S. Austin St., Milwaukee 7, Wis. 
HAMAKER, Hendrik J. (M 1946) Managing 
Dir., •N. V. Technisi:he Maatschappij, Heringa 
en Wuthrich, Zijhveg 133, Haarlem, and Veursche 
weg 138, Voorschoten, Holland. 

HAMBLEY, Charles J. (S 1947) Student. Purdue 
University, Lafayette, and eSSl Northwestern 
Ave,, West Lafayette, Ind. 

HAMBLIN, Clyde M. (A/ 1943) Principal Engr. 
(Air Cond.), Bureau of Ships, Navy Dept., Wash- 
ington, and #1429 Iris St. N.W., Washington 12, 
D. C, 

HAMER, Fred S, (Af 1945) Design Engr., Surface 
Combustion Corp., 400 Dublin Ave., Columbus, 
and #2448 Northwest Blvd„ Columbus 8. Ohio. 
HAMIG, Louis L. (Af 1941; A 1940; J 1935) 
Partner, • Ferris & Hamig, Cons. Engrs., 1706 
Olive St., St. Louis 3, and 7530 Buckingham Dr„ 
Clayton 5, Mo, 

HAMILTON, M. S. {M 1942) Southeastern Sales 
Mgr., Air Cond. Controls Div., Minneapolis- 
Honeywell Regulator Co„ 5 N. Rhodes Center, 
and *3372 Walters Ct. N.E„ Atlanta, Ga. 
HAMLET, F. A. {M 1944; A 1936) Branch Office 
Mgr., •€, A. Dunham Co., Ltd., Dominion Sq, 
Bldg., Room ^2, 1010 St. Catherine St. W., 
Montreal 2, and Grove Hotel, Beaconsheld, 
Pointe Claire, Que., Canada. 

HAMLIN, James B. (A 1937) Capt., U. S. 
Engineers Office, and #3695 Highland Park PL, 
Memphis, Tenn. 

HAMLIN, Millard R. (M 1946) Mfrs. Repr., 

• 20 S. Third St., Room 224, Columbus 15, and 
429 Piedmont Rd., Columbus 2, Ohio. 

HAMM, John G. (7 1947) Sales Engr. •The 
Trane Co., 850 Cromwell Ave., St. Paul 4, and 
3300 Fremont Ave. S,, Minneapolis 8, Minn. 
HAMMEKEN, L. Patadoa iS 1947) Student. 
National University of Mejdcn, and •Sta. Maria 
La Ribera 63, Mexico, D. F., Mexico, 


HAMMETT, Lewis D. (5 1947) Student, • Texas 
A. & M. College, Box 1135, College Station, and 

• 714 Florey St., Kilgore, Texas. 

HANBURGER, Fred W. (M 1938) Cons. Engr., 

252 West 76th St.. New York 27. i|. Y. 
HANCOCK, Floyd A. (A 1947) Enfr., •The Auer 
Register Co., 3608 Payne Ave., and 628 E. 96th 
St., Cleveland, Ohio. 

HAND, William L. (M 1944) Pres., • W. H. Engi- 
neering Co., 4102 S. LaSalle St., Chicago 9, and 
8832 Dante Ave., Chicago 19, 111. 

HANDMAN, Norman J. (J 1946) Appl. Engr.. 
R, B. Rogers Co., Inc., 1120 Leggett Ave., and 

• 2000 Washington Ave., New York, N. Y, 
HANEY, Arnold A. (A 1947) Mgr., Refrig. & Air 

Cond. Div., •N. O. Nelsotf Co,, 1701 Franklin, 
Houston, and 803 Westway, Galena Park, Texas. 
HANFMANN, Alexander M. (M 1947) Factory 
Planning Engr., Western Electric Co., Electronics 
Shops, 118 E. Susquehanna St., and *2014 
Washington St., Allentown, Pa. 

HANKINS, Richard P. (A 1947) Cons. Engr., 

• 303 Crenshaw Bldg., Third & Main Sts., Rich- 
mond 19, and 1202 Park Ave., Richmond 20, Va. 

HANKS, Charles M. (A 1947) Control Application 
Engr., • Parker Building Specialties, Inc., 1066 
Howard St.. San Francisco, and P. O. Box 316, 
Sausalito. Calif. 

HANLEIN, Joseph H. (M 1937) Vice-Pres., 

• Wilberding Co., Inc., 1822 E^^e St. N.W., 
Washington C. and 5420 Connecticut Ave. N.W., 
Washington. D. C. 

HANLEY, Edward V. (A 1933) Pres., *8. V. 
Hanley Co., 1653 N. Farvvell Ave.. Milwaukee 2, 
and 844 E. Birch Ave.. Whitefish Bay 11, Wis. 
HANLEY, T. F., Jr. (M 1933) Pres., Hanley tc 
Co., 1503 S. Michigan Ave.. and • 1040 East 50th 
St., Chicago. 111. 

HANNAN, Lloyd F. (A 1945) Owner. •Ace Sheet 
Metal Works, 444 Clementina St., San Francisco 
3, and 1343-32nd Av'c., .San Francisco 22, Calif. 
IIANNIGAN, William (1/ 1940) Bldg., Supt., 

• Acacia Mutual Life Insurance Co., 51 Louisiana 
Ave. N.W., Washington, D. C,, and Rt. 2, Silver 
Spring, Md. 

HANSEN, Clarence E, (M 1946) Secy., •The 
Smith & Oby Co., 6107 Carnegie Ave., Cleveland 

3, and 3336 Ormond Rd., Cleveland Heights 18, 
Ohio. 

HANSEN, John S. (A 1945) Testing Engr., •Sears 
Roebuck & Co.. Dept. 817, 925 S. Homan Ave.. 
Chicago 7, and 115 South Blvd.. Oak Park, 111. 
HANSEN, Willis A. {M 1943) Designer, Clyde E. 
Bentley, Constr. Engr., 405 Sansorne St., San Fran- 
cisco, and • 1440 California St,, Berkeley 3, Calif. 
HANSON, Frank E. (M 1946) Gas Engr., •Amer- 
ican Radiator & Standard Sanitary Corp., 675 
Bronx River Rd., Yonkers 4, and 427 E. Third St,, 
Mount Vernon, N. Y. 

HANSON, Kenneth H. (A 1946) Sales Engr., 
Minneapolis-Honeywell Regulator Co., 122 N.E. 
Broadway, and *6317 Southeast 40th, Portland, 
Ore. 

HANSON, Lars C. (Af 1945) Dir. of Reciprocating 
Refrigeration Dvlp., Carrier Corp., 300 S. Geddca 
St,. Syracuse 1, and *282 Robineau Rd., Syracuse 

4, N. Y. 

HANSON, Leon C. (A 1939) Sccy.-Mgr., Bjork- 
man Bros. Co., 712 Tenth St. S., Minneapolis, 
Minn. 

HANSON, Leslie P, (M 1937; A 1936; J 1935; 
S 1933) Sales Mgr., Air Cond, Equip. Div., U. S. 
Air Conditioning Corp., 2101 Kennedy N.E.. and 

• 5027 Nokomis Ave. S., Minneapolis, Minn. 
HANSON, Roy W. (A 1946) Dist. Mgr., Bastian- 

Morley Co., Inc., LaPorte, Ind., and *6443 
Vickery Blvd., Dallas, Texas. 

HANraORN, Walter (M 1947; A 1942; 7 1939) 
Engr., Kleenair Furnace Co.. 5329 N.E. Sandy 
Blvd., and *2946 Northeast 54th Ave., Portland 
13, Ore. 

HAPPERFIELD, G. J. (M 1943) Managing Dir „ 

• Chandos Engineering Co„ Ltd,. 17 High St„ 
Egham, Surrey, and 468 Staines Rd.^ Twickenham, 
Middlesex, England. 

HARBERGRR, G. L. <A 1939) Mgr., Boiler and 
Htg. Dept., Eastern Foundry Co.* Boyertown, 
and •041 King St., Pottstown, Fa. 

HARBIN, Frank, Jr. (M 1941) Snpt„*Home 
Fhfnace Co., 280 E. Sixth St., and 181 West 21st 
St., Holland, Mich, 
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HARBORDT, Otto E, (A 1936) Treaa.. tU. S. 
Supply Co., 1315 West 12tb St,, and 4600 Mill 
Creek Pkwy-, Kansas City, Mo. 

HARDEN, J. Clinton (M 1938) 100 Michigan 
Ave.* Dowagiac, Mich. 

HARDER, Ervin P. (A 1944) Prod. Appl Engr., 
Herman Nelson Corp., 4060 W. Pine, St. Louis, 
and •1235 A. Claytonia Terrace, Richmond 
Heights 17, Mo. 

HARDIN, James T. {M 3943) Mgr.. Heating 
Dept., Roland M, Cotton Co., Inc., 1720 E, Tenth 
St., and •3720 N. Pennsylvania St., Apt. 15, 
Indianapolis, Ind. 

HARDING, Edward R, (M 1936) State Mgr.. 

• Kewanee Boiler Corp., P. O, Box .536. 431 
Jefferson Std. Bldg., Greensboro, and P'our Acres, 
Route 1, Guilford College, N. C. 

HARDING, Louis A.* (Life Member^ M 1911), 
(Presidential Member), (Pres., 1930; Ist Vice- Pres., 
1929; 2nd Vice- Pres , 1928). (Council, 1922-31) 
Cons. Engr., 85 Cleveland Ave., Buffalo 9, N, V. 
HARDING, Walter (M 1941) Dir.. Norris Warm- 
ing Co., Ltd., Burley House;, Theobalds Rd., 
London* and • Danc'sfield House. 33 Bute Gar- 
dens, Wallington, Surrey, England. 

HARE, Arthur L. (A 1946) Branch Mgr,. 

• Kewanee Boiler Corp., 127 Federal St., Boston 
10, and 34 Highland Ave., Newtonvillc 60, Mass, 

HARE, W. Almon (M 1941) Pres., Hare Engi- 
neering Co., 825 Hammond Bldg., Detroit 26, 
Mich., and • 833 Kildare Rd., Windsor, Ont., 
Canada. 

HARGIS, Alexander H. (J 1917) Ento-g, Dnits- 
man, aT. F. Hargis, jr., 432 Miller Bldg., Yakima, 
and Route 1, Zillah, Wash. I 
HARMAN, Ralph H. (A 1945) Owner, • Ralph II. 
Harman, Archt., 133 W. High .St., and 330 Broad- 
moor Blvd. N., Springfield. Ohio. 

HARMONAY, W. L. (M 1944; A 1935) Pres., 

• Michael Harmonay Corp., 567 Yonkers Ave., 
Yonkers 4, and 136() Midland Ave., Bronxville, 
N. Y. 

HARPER, Donald R. (.4 1947) Sales Engr., aThc 
D, R. Harper Co., 1409 Schofield Bldg., Cleveland 
15, and 25205 Chatworth Dr., Euclid, Ohio. 
HARPER, Everett C. (M 1946) Appl. Engr., 
York Corp., 412 Houston St. N.E., and •2029 
Tuxedo Ave. N.E., Atlanta, Ga. 

HARRIGAN, Edward M. (Life Member 1947; 
M 1915) Pres, and (Jen. Mgr., •Harrigan & Reid 
Co., 3305 Bagley Ave,, and 7450 LaSalle Blvd., 
Detroit, Mich. 

HARRIGAN, Edward R. (M 1939) Lt., U. S, 
Navy, Navy Yard, New York, N. Y., and^l9 
Erwin PI.. (Caldwell, N, J, 

HARRIGAN, John E. (A 1945) Mech. Inspector, 
The Austin Co., 19 Rector St., New York 0, and 

• 1 Chestnut St.. Schenectady 7, N. Y. 
HARRIGAN, Paul D. (M 1947) Cons, Engr., 

• Harrigan-Hill. 37 Whitney Ave., New Haven, 
and 66 Charles St., Milford, Conn. 

HARRINGTON, David W.* (A 1943) • Texas 
Distributors, Inc., 3914 Live Oak Street, Dallas 4, 
and 1549 El Campo, Dallas, Texas. 
HARRINGTON, Elliott D.* (M 1932; A 1930) 
Mgr., Induction Motor Div., • General Electric 
Co., 1 River Rd.. Schenectady 5, and The Haw- 
thorne. R. D. 2, Altamont. N- Y. 
HARRINGTON, Jeremiah P. (A 1944) Mech. 
Engr., Ralph E. Phillips, Cons. Engr., Architects 
Bldg., Los Angeles, and •1014 Greenwood Ave., 
San Gabriel, Calif. 

HARRINGTON, Larry J. (M 1941) Owner, 
Larry Harrington Co., 1971 N.W. Lovejoy St„ 
Portland 9, Ore. 

HARRIS, Albert M. (M 1947) Pres. & Cren. Mgr., 

• Harris & Beeman, Inc., 1933 E. Lancaster St., 
and 1400 N, Riverside Dr., Fort Worth, Texas. 

HARRIS, Harold R. (M 1946) Owner, Sales Engr., 
H. R. Harris Co., 708 Sixth Ave. S., Minneapolis 
15, and 1683 Summit Ave., St. Paul 5, Minn. 
HARRIS, Herbert J. (A 1945) Pres.. • Marion 
oil & Service Corp., and •? Croydon Rd., Yonkers 
2, N. Y. 

HARRIS, H. Melvin (M 1946) Engr. and Factory 
Repr., •Warren Webster & Co*, & Kewaiu*e 
Boiler Corp., 2301 N. Charles St., and 1509 
Sheffield Rd.. Baltimore 18, Md. 

HAIIRIS, Robert ,C, (A 1946) Sales, Engr., 

• Minneapolia-Honeywell Regulator Co,/ 420 N. 
Fifth Ave., Minneapolis, Minm . 


HARRIS, Wallace L. (J 1947) Sales Engr., Harris 
Brothers Plbg. Co., 217 W. Lake St,, Minneapolis 
8, and •6215 West 36th St., St. Louis Park, Minn. 
HARRIS, Warren S.* (M 1942) Special Research 
Assoc. Prof., • University of Illinois, 801 W. Green 
St., and 802 N. Brotwlway, Urbana* 111. 
HARRISON, Howard W. (A 1946) Htg. Sales 
Engr,, • Georgia Power Co., P. O. Box 1719, 
Atlanta 1, and 143 Mobile Ave. N.E., Atlanta 5, 
Ga. 

HARRISON, Maurice E. (A 1946) Seilcs Mgr. and 
Engr., Htg. and Vtg. Dept., Northern California 
Hardware Co., 209 Mississippi St., San Francisco, 
and • 1216 Fruitvalc Ave., Oakland, Calif. 
HARRISON, Paul N. (A 1945) Owner, • Paul N. 
Harrison Co., 50 Hawthorne, San Francisco, and 
2301 Ivy Dr., Oakland, Calif. 

HARRISON, William Z. (A 1944) Owner. 

• Harrison & Co., 210 S.W. Temple St., Salt Lake 
City 1. and 1127 E.S. Temple St., Salt Lake City 
2, Utah. 

IIARROWER, William C. (A 1947) Htg. Engr., 
Timken Silent Automatic, 209 E. Washington 
.Ave., and •1028 Greenwood Ave., Jackson, Mich. 
HARRYMAN, Mcrl M. (d 1947) Office Engr., 
Becklean Co.. 1316 Oak St,, Kansas City G, and 

• 321 Cypress, Kar.:;as City 1, Mo. 

HART, Harry M.* (Life Member; M 1912), 
(Presidential Member), fPres., 1916; 1st Vice- Pres., 
3915), (Coincil, 1914-17), Pres., •!.. H. Prentice 
Co., 1048 Van Buren St., Chicago 7, and 3730 
Lakeshorc Dr,, Chicago, 111. 

HART, James E, (M 1947) Partner, •Watson & 
Hart, 1001 E. Bessemer Ave., Greensboro, and 
Cone Lake, Guilford Co,, N. C. 

HART, John H. (M 1942) Mcch. Engr. (Sr.). 
Federal Housing Administration, Vermont and 
K St.. Washington, I), C., and •1500 Mt. Eagle 
FI.. Alexandria. Va. 

HART, Stanley (M 1938) Pres., • Tuttle & Bailey. 

Inc., and 60 Chatham Rd., New Britain, ('onn. 
HART, Theodore S. (M 1938) Pres., Brenton & 
Hart Co., 138 Brighton Ave., Allston, Mass. 
llARTIN, William Rhett, Jr. (.4 1944; J 1035) 
Viee-Pres. and Secy., VV. R. Martin & Sons, Inc., 
2123 Green St., Columbia 41, and *2744 Tren- 
holm Rd.. Columbia 32, S. C. 

HARTMAN, John M. (M 1927) Engr., • Kewanee 
Boiler Corp., and 018 Elliott St,, Kewanee, 111. 
HARTMAN, P, C., Jr. (.4 1946) Pres., •?. C. 
Hartman Co., 833 West 21st St,, and 200 North 
Shore Rd., Norfolk, Va. 

HARTMANN, Charles W., Jr. (.4 1944) Sales 
Engr., A. F. Hinrichsen, Inc., 50 Church St., New 
York, and •551-'72nd St., Brooklyn 9, N. V. 
HARTMANN, Henry (M 1947) ‘Engr,, Comml. 
Gas Utilization. • Brooklyn Union Gas Co., 176 
Remsen St., Brooklyn, and 36 Rockville Dr., 
Baldwin. L. L, N, Y. 

HARTNETT, Daniel E. (.1 1947) Htg. Engr.. 

• Wigman Co., 313-319 Perry St., and 4023 
Military Rd., Sioux City, Iowa. 

HARTON, A, J. (A 1935) Co-Gwner, • The Service 
Co.. 416 Edmond St., and 730 E. Hyde Park Ave., 
St. Joseph, Mo. 

HARJ'SFIELD, Charles G. (M 1944) Vice-Pres. 
and Gen. Mgr., •Atlantic Engineering Co., Box 
2262, and 2702 W. Market St., Greensboro, N. C. 
HARTSOOK, Granville S., Jr. (A 1939) Pres., 

• Hartsook Supply Co., Inc.* 21 S. Royal Ave., 
and Browntown Rd.. Front Royal, Va. 

HARTWEIN, C. E. (M 1933) Supt. Htg. and 
<Kervice Div., Laclede (Jas Light Co., 231 W. Lock- 
wood Ave,, Webster Groves 19, and • 135 Peeke 
Ave., Kirkwood 22, Mo. 

HARTWELL, Joseph C. (Life Member; M 1922) 
Pres., •Hartwell Co., Inc., 87 Weybosset St,, and 
16 Freeman Pkwy., Providence, R. I. 

HARTOIG, Walter J. (A 1945) Planning Spec- 
ialist, War Dept. Corps of Engrs., Los Angeles 
Diet., 751 F'igeroa St., Los Angeles, and •3643 
Clarington Ave., Los Angeles 34, Calif* 

HARVEY, A. D, (A 1928); J 1925) Vice-Pres., 

• The Dorr Co., Inc., 570 Lexington Ave., New 
York 22, and 1175 Park Ave,, New York 28, N. Y, 

HARVEY, Ernest W* (A 1943) Appl, Engr., . 

• Westinghouse Electric Corn., 1014 Fairfax 
Bldg., and 210 East 72Bd St., Kansas City, Mo, 

HARVEY, John W. (M 1942) Managing Dir., 
Sterigas Construction Co., Ltd., 2 Gorst Rd., 
London, N.W. 10, and *64 Crowshott Ave., 
Stanmore, Middlesex, England. 
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HARVEY, Lyle C. (M 1028) Pres.. •The Bryant 
Heater Co., 17826 St. Clair. Cleveland 10, and 
2660 I^i^ton Rd., Cleveland, Ohio. 
HASHAGEN, John B. (M 1030) Production Mgr,, 
Feam Laboratories, 9401 W. Belmont Ave., 
Franklin Park, and *4236 N, Mozart St., Chicago, 
111 . 

FIASTINGS, Addison (M 1942) Asst. Secy., Sales 
Engr., Burnham Boiler Corp„ and# Lewis Rd., 
Irvington, N, Y. 

HATCH, George (A 1941) Pres., eAir Condition- 
ing Engineering Co., Ltd., 1104 Bay St., Toronto, 
Ont., Canada, and 3627 Carnation Ave., Los 
Angeles 26, Calif, 

HATCH, O. J. (A 1941) Mgr,, Clare Bros. West- 
em. Ltd., 179 Notre Dame Ave. E., and *640 
Jubilee Ave., Winnipeg, Man,, Canada. 
HATTERSLEY, Eugene H. (M 1943) Member of 
Firm, • A. Hattersley & Sons, 212 E. Main St., 
and Apt. 30 Windsor Apts., 521 W. Berry St.. 
Fort Wayne 2. Ind. 

HA'JTTIS, Bernard S. (J 1948) Partner, Robert E. 
Hattis, Cons. Engr., #223 W. Jackson Blvd., 
Chicago 4, and 7020 S. Jeffery Blvd., Chicago 
49. 111. 

HATTIS, Robert E. (M 1926) Cons. Engr., #223 
W. Jackson Blvd., Chicago 4, and 1454 Fargo 
Ave., Chicago 26, 111. 

HATZENBUEHLER, Edwin J. (M 1947) Mgr., 
Indus. & Comml. Gas Dept., eLone Star Gas Co., 
1916 Wood St., and 7434 Coronado. Dallas, Texas. 
HAUAN, Merlin J. (M 1933) Cons. Engr.. 
8030-24th Ave, N.W.. Seattle. Wash. 

HAUER, B. T. (A 1946) Owner, •Hauer Power 
Equipment Co., 831 Temple Bar Bldg., Cincinnati 
2, and 3619 Brentwood Ave., Cincinnati 8, Ohio. 
HAUER, Fred W. (A 1938) Owner, •Fred Hauer 
& Co., 315 Elmhurst Ave., Peoria 4, 111. 

HAUF, Joseph C.. Jr. (M 1944) Mgr., Gen. Div., 
York-Shipley, Inc,, York, Pa., and #4204 Tuscany 
Ct., Baltimore 10, Md. 

HAUS, Irvin J. (A 1937; J 1935) Plant Engr., 

• Nash Kelvinator Corp., Seaman Body Plant, 
38^ N. Richards St., Milwaukee 1. and 2211 
North Slst St., Milwaukee 8, Wis, 

HAUSLER, Walter (M 1947) Owner & Mgr., 
Institute of Heat Economy Ceresstrasse 27, and 

• Zollikerstrasse 238, Zurich, Switzerland. 
HAUSMAN, L. M. (M 1946) Pres,, L. M. Haus- 

man & Co., 912 Taft Ave., Manila, P. I. 
HAUSSER, Fred L. (A 1946) Partner. Ward & 
Hausser, 17 Seyms St,, Hartford 5, and #178 
Four Mile Rd., West Hartford 7, Conn. 

HAWES, Harold D. (/ 1942; S 1940) Lt. U. S, 
Army, and #454 Toilsome Hill Rd., Bridgeport, 
Conn. 

HAWISHER, Harold H. (A 1938) Mech. Engr.. 

• Automatic Heating & Engineering Co., 416-418 
N. Main St., and 411 S. Jameson Ave., Lima, Ohio. 

HAWK, Charles A., Jr. (A 1944) Consultant, 
1104 Farragut St., Pittsburgh 6, Pa. 

HAYES, Charles R., Jr. (J 1947) Draftsman, 
A. C. Engineering & Drafting, 519 Apeo Tower, 
and • 1608 Northwest 28th St., Oklahoma City, 
Okla. 

HAYES, Grant J. (A 1946) Engr., • Hayes 
Brothers, Inc., 236 W, Vermont St., Indianapolis 
4, and 2^9 N. Capitol Ave., Indianapolis 8, Ind, 
HAYES, James J. (M 1920) Vice-Prea., sStan^ 
nard Power Equipment Co., 53 W. Jackson Blvd., 
Chicago 4. and 2515 East 77th St., Chicago 49, 111. 
HAYES, Joseph G. {Life Member; M 1908) Pres, 
and Engr., Ha^s Brothers, Inc., 236 W. VemtoiK 
St., Indianapolis 4, Ind. 

HAYES, WiUiam C. (/ 1946) Secy.-Trea8., 

• Hayes Distributing Co., P. O. Box 202, Ports- 
mouth, and 305 Norman Rd., Green Acres, 
Portsmouth, Va. 

HAYES, WUllam G, (A 1946) Ptes.. sThe Hayes 
Distributing Co„ P. O. Box 202, Portsmouth, and 
306 Norman Rd., Green Acres, Portsmouth, Va, 
HAYMAN, A. Eugene, Jr. (A 1941; J 1936; 
.S 1930) Sun Oil Co., Marcus Hook. Pa., and #2716 
Washing1x>n SL, Wilmington 230. Del. 

HAYNES, C. V. (Life Member; M 1917), (Preri. 
dential Member), (Pres., 1934; 1st Vkse-Pies,, 1983; 
2iid Vice-Pres.. 1932), (Coutwdl, 1926-29; 1932-35) 
SpedaHst, The Atnerlcah Co., and •?. O. Box E., 
W^f^d Sta., Portland 5, Me. 
hays, Hartwa-t G. (M 1941^ Chief Engr-. * 
strong Furnace Co., 861 W. Third Ave., Colhmbus 
St knd S68 Kenwick Rd., Ctdtiinbns, Ohio. 


HEAD, Frederick T. (A 1946) Sales Repr., Sur- 
face Combustion Corp., Janitrol Div., 226 Broad- 
way, New York, and #306 Sixth Ave., Pelham 
65. N. Y. 

HEAGERTY, WiUlam H. (A 1940) Sates Engr., 

• Chandler Bldg., and 6100 N. Capitol St., 
Washington, D. C. 

HEALY, Dennis L., Jr. (A 1U6) Secy.. oHealy- 
Ruff Co., 2255 University Ave., and 2124 Grand 
Ave., St. Paul 4, Minn. 

IIEAPHY, J. Arthur (A 1945) Pres, and Owner, 

• D. J. Heaphy & Son, 133 N. ^ddes St.. 
%racuse 4, and 101 Wellesley Rd., Syracuse, N. Y. 

HEARD, John A. E. (A 1946) Sales Engr., 

• Carrier Engineering Co., Ltd., 24 Buckingham 
Gate, London S.W. 1, and Cleddav, The Chase 
Rayleigh, Essex, England. 

HEARNE, Rufus D. (A 1946) Northern Dist. 
Sales Mgr., oL. J. Mueller Furnace Co., 2005 W. 
Oklahoma, and 2495 N. Oakland Ave., Milwaukee, 
Wis. 

HEATH, George A. (A 1944) •?. O. Box 207, 
40 W. Main St., and 24 W. Marble St., Mechanics- 
burg, Pa. 

HEATH, WllUam R. (M 1931) Asst. Chief Engr.. 

• Buffalo Forge Co., 490 Broadway, and 119 
Wingate Ave., Buffalo, N. Y. 

HEATHCOTE, Henry J. (M 1946) Mech. Engr., 

• Carrier Engineering Co., Ltd., 24 Buckingham 
Gate, London, S.W. 1, and 23 W, Park Lane, 
West Worthing, Sussex, England. 

HEAVEN, Lewis P. (M 1943) Owner, • Heaven 
Engineering Co., 3527 Wyandotte, Kansas City 
8, and 642 East 46th St., Kansas City 4, Mo. 
HEBLEY, Henry F. (M 1934) Dir. of Research, 

• Pittsburgh Consolidation Coal Co., 2046 
Koppers Bldg., Pittsburgh, and 216 Jefferson Dr., 
Mt. Lebanon, Pittsburgh 16, Pa. 

HECKEL, Edmund P. (M 1918) E. P. Heckel & 
Assoc., Cons. Engrs., 100 W. Monroe St., Chicago 
3, and #314 Cuttriss PI., Park Ridge, III. 
HECKEL, Edmund P.. Jr. (A 1948; J 1941) 
Sales Engr., Emracrt & Trumbo Mfrs. Repr., 20 N. 
Wacker Dr.. Chicago 6, and #123 Belle Plaine 
Ave., Park Ridge, 111. 

HECKERT, W. P. (A 1947) Owner, • Heckert 
Sheet Metal Works, 311 East 31st. and 717 West 
36th St., Kansas City, Mo. 

HECKLER. Frank W. (A 1946) Member of Firm. 

• Heckler Bros., 966 Liberty Ave., Pittsburgh 22, 
and 43 Rhodes Ave., Pittsburgh 20. Pa. 

HEDEEN, L. E. (M 1942; A 1941; J 1938) Cons. 
Engr., Todd, Hedeen Sr. Assocs., 1^ W. First St., 
and 601 Molr, Waterloo. Iowa, 

HEDGES, H. Berkley {M 1919) Mgr., Blast Coll 
Surface Sales. • John J. Nesbitt. Inc., State Rd. 
and Rhawn St., Holmesburg, Philadelphia 36. and 
114 Waverly Rd., Wyncote, Pa. 

HEDLEY, Park S. (M 1923) Partner, • Park S. 
Hedley Co.. 452 Franklin St., Buffalo 2, and 31 
Westgate Rd.. Kenmore, N. Y. 

HEDLUND, Richard A. (A 1946) Asst. Staff 
Engr., Johns Manville Co., Manville, and #928 
Grant Ave., PJainffeld, N. J. 

HEEBNER. Walter M* (M 1922) Sales Engr.. 
Warren Webstet & Co., 1060 Broad St., Newark, 
and #282 Highwood St., Teaueck, N, J. 
HEGELE, Richard H. (A 1945) Owner and Mgr., 
H. W. Hegete Co.. 231 N. Main Su. and effdS E, 
Court, Urbana, Ohio. 

HEIBEL, Walter E. (M 1917) Dist. Mgr.. 

• Aerofin Corp., 11 West 42nd St.. New York 18, 
N. Y., and 12 Richmond Dr.. Old Greenwich, 
Conn. 

HEIDENREICH. Geora« (M 1947) Sales Engr.. 

• G. Heidenrelch Co„ Inc., 820 Chamber of 
Commerce Bldg., Indianapolis 4. and 6768 N« 
Delaware St., Indianapolis, Ind, 

HEIKKINEN, Henry K. (M 194T) Instructor, 
Dunwoody institute, 818 Wayzata Blvd., and 

• R. F. D, 9, Minneapolis 16. Minnu 
HEILMAN, HusseR &.♦ (M 1923) Sr. Fellow, 

• Mellon Institute, 44^ Fifth Ave., Pittsburgh 
18. axid 2308 Beechw^ Blvd., PittsWrgh 17, Pa. 

BEIMAN, m J. (H 1945) Pre«., ♦ Interttatibnal 
Oil Burner Co., 8800 Park Ave,, St. X^ouis 10, and 
7480 Gannon Aye,, Unlvei^y City 5, Mo. 
HEtNISGH, E. (A 1946) Ovmer. • Air 

Conduit Co*. P. O. Box^ 14794 mud 228 Aiykh 
Lake Chades, La. , 
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IIEXNKEL. Charles E* (A 1947; J 1938) De 
Temple Co„ 616 N,W* Couch St., Portland, and 

• 16^0 E. Burnside, Portland 14, Ore. 

HEXSINGER, Frederick W. (A 1945) Chief Engr. 

& Mgr., F* W. Heismger Assoca., 2948 Sierra 
Mad re Blvd,, Pasadena 8, Calif. 

BEISTERKAMP, Herbert W. (A 1940; J 1937) 
Mgr., Dehumidifier Div., • Bryant Heater Co., 
17526 St. Clair Avo., Cleveland 10. and 175 East 
207th St., Euclid 19, Ohio, 

HEITMAN, Joseph G. (M 1946) • National Sheet 
Metal Works, 4612 W. Thomas St., Chicago, and 
14909 S. Hamlin Ave., Midlothian, 111. 

HELBURN, I. B. {M 1929; J 1927) Helburn 
Engineering, 406 Elm St., Cincinnati 2, Ohio. 

HELFINSTINE, Roy J. (M 1943) Mcch. Engr., 

• Illinois State Geological Survey. 214 Geological 
Survey Laboratory, Urbana. and 55 E. Armory, 
Champaign, 111. 

HELIN, Walter E. (A 1946) Chief Engr., •Pict- 
sweet Foods. Inc., P. O. Box 311, and 1224 South 
12th St., Mt. Vernon, Wash. 

HELL AND, Albert E. (M 1944) Mfrs. Repr., 
2806 N. Maplewood Ave., Chicago. III. 

HELLE, Frank J. (A 1947) Sales. Republic 
Heaters Co.. 2153 Fullerton Ave.. Chicago 47. 111., 
and #823 Elias Ave., St. Louis 15, Mo. 

HELLEKSON, Owen H. (A 1946) c/o Minne- 
apolis-Honeywell Regulator Co., 121 W. Onandago 
St., Syracuse. N. Y. 

HELLER, Joseph A. (A 1938) 160 West 79th St., 
New York 24, N, Y. 

HELLMERS, Charles C., Jr. (A 1942; J 'M ) 
Mech. Engr., • Wes. ern Electric Co., Dept. 7942-3, 
Hawthorne Sta., Chicago 23, and 241 Glade 
Ave., R. F. D. 1. Elmhurst, 111. 

HELLSTROM, John (A 1929) Vice-Pres., 

• American Atr Filter Co., Inc., 215 Central Ave., 
and 423 Lightfoot Rd., I.,oui8ville. Ky. 

HELMS, Loyd J. (M 1945) Sales Engr., English 
& Lauer, Inc., 1978 S. Los Angeles St., Los Angeles 
11, and •OSS S. Berendo St., Los Angeles 5, Calif. 

HELSTROM, C. W. (M 1938) Vice-Pres. and 
Mgr., Globe Machinery & Supply Co., E. First 
and Court Ave., and • 1614 Thompson Ave., 
Des Moines 16, Iowa. 

HELSTROM, Herman G. (M 1936) Northwest 
Sales Mgr., William Brothers Boiler & Manu- 
facturing Co., 1057 Tenth Ave. S.E., and •4608 
Arden Ave, S., Minneapolis 10, Minn. 

HELWICK, Numa J. {M 1940) Partner, • Ameri- 
can Heating & Plumbing Co., 829 Baronne St., 
and 809 Greenwood Dr., New Orleans, La. 

HELWIG, E. Cornelius (A 1945) • Tanner & Co., 
409 S. Pennsylvania. Indianapolis 9, and 6840 
Dover Rd., R. R. 13, Box 430IC, Indianapolis 44, 
Ind. 

HEMEON, Wesley C. L. (M 1944) Vtg, Engr.. 
Industrial Hygiene Foundation, Mellon Institute, 
4400 Fifth Ave., and •4111 Allequippa St., 
Pittsburgh, Pa. 

HEMINGWAY, John C., Jr. (A 1943) Northern 
Calif. Distributor, H. C. Little Burner Co,, Inc- 
Second and Lincoln St., San Rafael, and • Box 62. 
101 Magnolia Ave., Larkspur, Calif, 

HENDERSON, Alexander S. (7 1940; 5 1938) 
Design Engr., eAir Control Equipment Pty., 
Ltd., P. O. Box 63. Waterloo^ and Agincourt Rd., 
Eastwood, N.S.W., Australia. 

HENDRICKSON, Harold M, (M 1934) Dist. 
Engr., Ralph E. Manns Co.. 2366 Lombard St., 
San Francisco 23, and •2517~99th Ave., Oakland 
5. Calif. 

HENDRIKSEN, Leonard (A 1938) Owner, 
Hendriksen Sheet Metal & Heating Service, 1919 
N. Vernon Ave., Flint 6. Mich. 

HENDRIX, William T. (A 1948) Member of 
firm, Mech. Equip, De^gner, •WoU & Hahn, 
469 Hamilton St., and 131 N, Franktin St., 
Allentown, Pa. 

HENEGAR, Bamie V, (A 1944) Owner, • South- 
land Supply Co., 2400 S. Harwood. Dallas 1, and 
4666 Belclair St„ Dallas, Texas. 

HENE^FX&LD, Henry K; {M 1944) Mgr,. Air Cond. 
D^pt., p ASEA Electric Ltd,, Yam Bldg.. Goa SL» 
B^bay. and c/o F. R, Coultet, Flat No. 4, South- 
lands, Colaba, Bombay. India. 

HENXOK* HiiilsOnD. (A 1923) Sales Mgr., •€. A. 
Danhjon Co., Ltd.^ 1623 Davenpof^ Rd., Toronto 
4, and 46 Ridgo Dr,^ Toronto, Ont., Canada. 


HENRIKSEN, Harvey E. (M 1946) Indus. 
Project Engr., General Controls Co., 801 Allen 
Ave., Glendale, and • 10650 Wilbur, Northridge, 
Calif. 

HENRY, Alexander S., Jr. (M 1930) Mech. 
Engr., R. K. O*. 1270 Sixth Ave., and « 300 
Central Park W.. New York 24. N. Y. 

HENRY, Allan (A 1947) Partner & Design Engr., 

• Refrigeration Equipment Co., 402 E. Second 
St., and 4406 Duval St., Austin 22, Texas. 

HENRY, Ernest C. (M 1938) l;“<ngr., McCoy 
Heating Co., 303 S. Water St., and • 11 15 Park 
Ave., Bay City. Mich. 

HENRY, Ray W. (A 1945) W. B. Young Supply 
Co- 208 Delaware St- Kansas City 6, Mo. and 

• 2652 Minnesota Ave- Kansas City 2, Kana. 
HENSON, Wendell L. (A 1944) Partner, • Dixie 

Sheet Metal Works. 490 S. Main St., and 364 
Prescott. Memphis, Tenn. 

HENTON, L. W. J. (M 1947) Gaumont British 
Picture Corp., Ltd., Holborn Empire Offices, 
Holborn, London W, I- and eS Chesterfield Rd- 
West Eweil, Surrey, England. 

HENZE, Arthur L. (M 1945) Mech, Engr., 

• Walter Scholer, Archt.. 1114 State St., Lafa- 
yette, and 616 Hillcrest Rd.. West Lafayette, Ind. 

HEPBURN, E. M. (A 1940) Branch Mgr.. 

• Empire Bras« Manufacturing Co., Ltd., 74 
Princess St- and 954 McMillan Ave., Winnipeg, 
Man., Canada. 

HERBERT, Jame« S. (A 1946; J 1940) Asst. 
Engr- • Blue Ridge Glass Corp- and 1325 
Catawba St., Kingsport, Tenn. 

HERBERT, Richard M, (A 1946; J 1938) Sales 
Engr., • Winterbottom Supply Co., Waterloo, 
and 2033 Grand Blvd., Cedar Falls, Iowa. 
HERKENHOFF, Donald A. {S 1946) Student. 
I'he David Ranken Jr. School of Mechanical 
Trades, Finney at Newstead, St. Louis, and • 5665 
Simbury Ave., St. Louis 20, Mo. 

HERKIMER, Harold (A 1946) Design Engr- and 
Project Mgr- Raisler Corp., 129 Amsterdam Ave., 
New York 23, and • 140 Riverside Dr., New York 
24. N. Y. 

HERKIMER, Herbert (M 1945) Cost Appraiser, 
United States Maritime Commission, 45 Broad- 
way, and • 140 Riverside Dr., New York, N, Y. 
HERMAN, Harry H. (M 1944) Engr. and Mfra. 
Agent, • 1228 California St., Denver 4, and 300 
Cherry St., Denver 7, Colo. 

HERMAN, Kenneth R. (J 1947) Purchasing 
Agent, • Armor Insulating Co- 800 Forrest St. 
N.W- Atlanta, and 441 Mimosa Dr- Decatur, Ga. 
HERMAN, Maurice (M 1947) Engr. in charge of 
Tech. Staff, Ateliers de Construction D'Evere, 
1262 Chau8s6e de Haecht, and • 192 Rue Rogier, 
Brussels, Belgium. 

HERMAN, Neil B, (A 1943; / 1937; S 1936) Engr., 

• Allied Store Eciuipment Co., 116 N. Seventh 
St., Minneapolis 3, and 4217 Garfield Ave. S- 
Minneapolis 9, Minn, 

HERMANN, Harold N. (M 1942) Pres- • Harold 
N. Hermann & Assocs- Inc- 701 Enquirer Bldg- 
Cincinnati 2, and Vernon Manor, Cincinnati 19, 
Ohio. 

HERNDON, Daniel C. (S 1947) Student, Texas 
A. & M. College, College Station, and •7010 
Tokalon Dr- Dallas 14, Texas. 

HERO, George A., Jr. (iW 1940) Owner, Cora- 
fortair Co- 913 Magazine St- New Orleans, La. 
HERRE, H. A. (A 1947; J 1941; J? 1940) Lt. (jg), 
U. S. S. Humphreys, F, P. O- San Francisco, C^if. 
HERRICK, Marvin M. (M 1946) Appl. Engr- 

• Johnspn Service Co., 607 E. Michigan St., 
Milwaukee, and 118 Wilson Ave- Waukesha, Wia. 

HERRING, Edgar (Life Member; M 1919) 
Chairman and Governing Dir., •/.Jeffreys & Co- 
St. George’s House, 195-203 Waterloo Rd- 
London, S,E. 1, and *‘Kema,” Keswick Rd- 
Putney, London, S.W., England. 

HERRMAN, Donald D. (A 1946) Chief Engr- 
HartzeU Propeller Fan Co., and •1407 Nicklin 
Ave- Piqua, Ohio. 

HERSH, Franklin C. (M 1939; A 1937) Tech. 
Cons- Pennsylvania Power & Light Co- 901 
Hamilton St- and #317 South 16th St- Allen- 
town. Pa. 

HER6KE, Arthur R. (M 1926) Pies- Au-Temp- 
Co. Corp.. 621 Fifth Ave- New York 17. and • 630 
Gramatan Ave- Apt. OH, Mt. Vernon, N, Y. 
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HERTY, Frank B. {M 1933) 2117 Marion St.. 
Columbia. S. C. 

HERTZLER, John R. (M 1936; J 1928) Vice- 
Pres, and Gen. Sales Mgr., York Corp., and #915 
Arlington Rd.. York. Pa. 

HESS, Armin E. (A 1945) Branch Mgr., • General 
Controls Co.. M & M Bldg., Room 928-A. 
Houston 2, and 16(X) Louisiana St., Houston, 
IVxas. 

HESS, Arthur J. (M 1937) Member-Owner, 

• Hess-Grciner & Polland, 1700 S. Main St., 
hos Angeles 15, and 897 Linda Vista Ave., Pasa- 
dena 2, Calif. 

HESS, Newton T. (A 1946) Market Mgr., • Vorys 
Brothers, Inc., 79 E. Goodale St., and 1000 E. 
Cooke Rd., Columbus, Ohio. 
HESSELSCHWERDT, August L.. Jr. (M 1940; 
y 1937) Asst. Prof., Mech, Etigrg., • Massachusetts 
Institute of Technology, Cambridge 39, and 28 
Hillcrest Rd., Milton 86, Mass. 

HESSLBR, Lester W. (M 1936) Mgr., The Trane 
Co., 1835 N. Third St., and •6034 N. Bayridge 
Ave., Milwaukee, Wis. 

HESTKKIN, Walter E. (J 1947) Engr., Hovland 
Sheet Metal Works, 318 Bellinger St., and *1024 
Maine St., Eau Claire, Wis. 

IIESTER, Thomas J. {M 1919) Pres., •He.ster 
Bradley Co., 2835 Washington Ave., St. Louis 3, 
and 4406 McPherson Ave., St. Louis 8, Mo. 
HEWETT, John B. {M 1937; A 1935) Sales Mgr.. 
Anemoslat Corporation of America, 10 East 39th 
St„ New York, and •64 Buena Vista Dr., Dobbs 
Ferry, N. Y. 

HEWETT, Robert E. (./ 1946) Draftsman. R. P. 
AlJsop, Cons. Engr., 1221 Bay St., and ml Mount- 
joy Ave., Toronto. Ont., Canada. 

HEYMSFIELD, Herbert R. (M 1941) Automatic 
Htg, Instructor, Brooklyn Technical High School, 
Brooklyn, and •80-74 Kent St., Jamaica Estates, 
L. I.. N. Y. 

HEYSE, Harold S. (A 1944) Mgr. and Pres., 

• Heyse Sheet Metal Works, P. O. Box 677, and 
1033 North Institute, Colorado Springs, Colo. 

HEYWOOD, Walter (M 1943) Assoc., Henri B. 
van Zclm, Cons. Engr,, 197 Asylum St., Hartford, 
and 0 14 Hartt Lane, Newington, Conn. 

HICKEY, C. B. (M 1945) Sales Engr., Hendrie & 
Bolthoff Manufacturing & Supply Co.. 1635-17th 
St., P- O. Box 5510, Denver 17, and 0 4849 West 
32nd Ave., Denver 12, Colo. 

HICKEY, Daniel E. (A 1947) Owner, D. E. 
Hickey, Htg. & Air Cond. Contr., 5230 Baum 
Blvd., Pittsburgh 24, Pa. 

HICKEY, Daniel W. <A 1931) Pres., D. W. 
Hickey & Co., Inc., 1841 University Ave., St. 
Paul 4, Minn, 

HICKMAN, Charles W. (J 1946) Engr,, Therma 
Zone Co., 178 Grand Ave., Oakland 12, and oil 
Palm Ave., San Rafael. Calif. 

HICKMAN, Herbert V. (M 1945; A 1938) Htg. 
Engr. and Gen. Mgr,, oNeil H. Peterson Co., 1129 
Folsom St,, San Francisco 1, and 11 Palm Ave., 
San Rafael, Calif. 

IHCKOX, Malcolm (M 1946) Air Cond. Engr.. 
G, C. Murphy Co., 531 Fifth Ave., McKeesport, 
and 0 601 Lenox Ave., Pittsburgh 21, Pa. 

HICKS, Beatrice A. (A 1947) Vice-Pres., •New- 
ark Boiler Regulator Co,, 15 Ward St., and 99 
Morse Ave., Bloomfield, N. J. 

HIERONYMUS, R. E. (M 1947) Partner. oAldia 
& Co., 53 W, Jackson Blvd., Chicago 4, and 3845 
Woodland Ave., Western Springs, III. 

IIIERS, Charles R. (M 1929; J 1927) Sales Engr., 
Jay Manufacturing Co,, 30 Church St., New York, 
and • 19 Westminster Rd., Great Neck, L. I., N.Y. 
HIGH, A. K. (A 1945) Owner, •Automatic Heat- 
ing Service Co., 421 W. Marshall St., Norristown, 
and Washington Sq. Gardens, Norristown R. D. 

3, Pa. 

HIGH, John M. (M 1940; A 1938) Mgr., Insula- 
tion Div., The Ruberoid; Co„ 600 Fifth Ave., 
New York, N. V. 

HIGHTOFlTiR, Geordte B, (M 194(i) Partner & 
Pres., Conditioned Air Engineers, Inc,, 109 
Marietta St. N.W., and #3630 Peachtree Rd., 
Atlanta, Ga. 

HILDER, Frederick L. <M 1937) Chief Engr,, 
Electric Fumace*Man, Inc., Fourth a»d Furkace 
Sts., Emmaus, and •2004 Walnut St., Allentown. 
Pa. 


HILL, Edward. Jr. CM 1947; A 1942; J 1939) 
Cons. Mech, Engr., Franklin, Kump and Falk, 
9 Main St., San Francisco, and eSSSS Octavia St., 
San Francisco 23, Calif. 

HILL, E. Vernon, M. D.* (Life Member; M 1914; 
A 1912), (Presidential Member), (Pres., 1920; 
1st Vice-Pres.. 1919; 2nd VioO'Pres., 1918), 
(Council. 1915-21) Pres., E. Vernon Hill and 

• 6826 W. Highland Ave., Chicago 31, 111. 

HILL, Fred M. (M 1944) Estimator, Htg.. Vtg, 

and Air Cond., and •225 East Ave. 39, Los 
Angeles 31. Calif. 

HILL, Harold H, (M 1935) S, E. Div. Mgr.. 

• American Blower Corp., 438 Woodward Bldg., 
Washington 5, and 3002 Rodman St. N.W., 
Washington 8, D. C. 

HILL, H. Gordon (M 1943; J 1938) Chief Engr,, 

• Chatco Steel Products, Ltd., and 2 Mary St., 
Chatham. Ont., Canada. 

HILL, James H. (S 1946) Student, Texas A. & M. 
College. Box 2597, College Station, Tex., and 

• Box 1663, Los Alamos, N. M. 

HILL, James W. (M 1946) Owner. • Hill-Cons. 

Engr., 1248 Las Flores Dr., Los Angeles 41, Calif. 
HILL, N. Edward (M 1944) Chief Designer, L. J. 
Mueller Furnace Co„ 2005 W. Oklahoma Ave., 
Milwaukee 7, and • 122 N. Hartwell Ave., Wau- 
kesha. Wis. 

HILL, Vaughn H. (M 1943; J 1938) Motor Wheel 
Corp., Lansing, and •2111 Colvin Ct., Lansing 
10, Mich. 

HILLARD, Henry F. (M 1945) Chief Engr., 
Distribution Div., • Mountain Fuel Supply Co., 
36 S. State St., and 125 South I3th East St., 
Salt Lake City, Utah. 

HILLEN, William G. (M 1945; A 1944) Asst. 
Sales Mgr., Carrier Corp.. and •120 Sherbourne 
Rd., Syracuse, N. Y. 

HILLS, Arthur H. (M 1924) Gen. Mgr., Penn 
Controls, Ltd., 246 Parliament St., and • 21 
Ncalon Ave., Toronto. Ont., Canada. 

HILMER, Geori^e O. (A 1944) Design Engr., 
Htg., Vtg., Air Cond., Parsons, Brinkerhoff, 
Hogan & MacDonald, 120 Wall St., New York 5, 
and • 140-37“182nd St., Springfield Gardens, N. Y. 
HILMER, Ralph H. (M 1944) Supt., C. G. 
Hokanson Co.. 8373 Melrose Ave., Los Angeles, 
and •6501 Colgate Ave., Los Angeles 36, Calif, 
HILTON, John, II (A 1947) Co-Owner. H. W. 
Lancaster & Sons, 797 Roland, and • 108 S. 
Holmes, Memphis, Tenn. 

HIMELBLAU, Harry (A 1943) Secy.-Treas., 

• Himelblau, Byfield & Co., 1217 VV, Washington 
Blvd., Chicago 7. and 1720 Chase Ave., Chicago 
26, III. 

HIMSEL, Stanley R. (A 1942) Partner, Boson 
Construction, 305 Concord St., and^903A W. 
Fifth St.. Marshfield. Wis. 

HINCKI-EY, Harland B. (A 1944) Engr..-Cu8to- 
dian, Board of Education, 7646 S. Green St., 
Chicago 20, and •GOSS S. Princeton Ave., Chicago 
21 . 111 . 

KINGSTON, Goorge N. (A 1945) Exec. Secy., 

• Metal Window Institute, and 806 Rowland Rd., 
Cheltenham, Pa. 

HINNANT, C. H., Jr. (M 1943; J 19,38) Chief 
Engr., • Universal Leaf Tobacco Co., Richmond 
Trust Bldg., Richmond 14, and 1023 West 45th 
St., Richmond 24, Va. 

HINNANT, Robert H. (J 1945) Assoc., •C. H. 
Hinnaiit, Archt. & Mech. Engr., 403 Lynch Bldg., 
and 341 Woodland Ave., Lyncliburg, Va. 
HINRICHSEN, Arthur F. (M 1928) Pres., •A. F. 
Hinrichsen, Inc,, 50 Church St.. Room 1970, New 
York 7, N. Y„ and 281 Morris Ave., Mountain 
Lakes, N. J. 

HIRATSUKA, Shikekl (A 1946) Syska & Hen- 
nessy, 144 East 39th St., and •50 West 09th St., 
New York 23, N. V. 

HOAGLAND. Everett J. (4 1947) Sales Engr., 

• Johnson Service Co., 20 Winchester St., Boston, 
and 04 Fenno St.. Wolfaston, Mass. 

HOAR, Roker S. (M 1940) Patent Attorney, 
P. O. Box of), and • 1266 Fairview Ave., South 
Milwaukee, Wis. 

*H6bBIE, Edward II, (4 1937) Mgr., Sales Pro- 
motion. • Mississippi Glass Co., 200 Fifth Ave., 
New York 10, N. Y,, and 121 Greenwood Ave., 
Madison, N. J. 

HOBBS, J, C. Od 1920) Scientific Adviser, 60 
Wood St., Painesville, Ohio. 
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HOBBS, milikm S. (A 1936) Mech. KuRr.. 
Kngrg. Div., Mfg. Dept., Sun Oil Co., 1608 Walnut 
St.. Philadelphia, and #327 Park Ave., P. O. Box 
269, Swarthraore, Pa. 

HOBERC, B. Norman (M 1946) Mech. Engr.. 
General Electric Co., Richland. Wash., and •2776 
West 4l8t Ave.. Denver 11, Colo. 

HOBSON, W. C., Jr. (/ 1946) Aset. Engr., Harris 
& Beeman, Inc., 1933 E. Lancaster, Forth Worth, 
and •2711 Northwest 28th .St., Fort Worth 6, 
Texas. 

HOGHSCHULZ, Alfred (A 1948) Owner. Moto 
Ventilating Co., 4716 N. X.)amcn Ave., Chicago 
25, 111. 

IIOCKENSMITH, Francis E. (M 1936) Chief 
Engr., •Lennox Furnace Co., Inc., 400 N. Midler 
Ave., and 464 Plymouth Dr., Syracuse. N. Y. 
HODEAUX, Walter L. (M 1943) Owner, Plumb- 
ing. Heating, Air Conditioning, and •Hibiscus 
AptvS., West Palm Beach. Fla. 

HODGKINSON, William S, (M 194.5) Imgr.. 
Ilg Electric Ventilating Co., 137 Newbury St,, 
Boston, and •SS Adella Ave., West Newton 65. 
Mass. 

HOECKER, George F., Jr. (A 1941) Mgr.. Sears. 
Roebuck & Co., 276 Hobart St., Perth Amboy, 
and •476 W. Inman Ave., Rahway, N. J. . 
HOERTEL, Harold E, (A 1946) Mech. Engr., The 
Frank A. McBride Co., 70 East 46th St., New 
York. N. Y., and ^27 I.aurel Av<*., Dumont. N. J. 
HORY, James K. (A 1938) Cons. Engr.. • Sparta 
Bldg., Riverside & Main Sts., and 48 Quince St , 
Medford, Ore. 

HOFF, Oliver 1. (J i948; .V 1947) 719 E. Ridge St.. 
lahpeming, Mich. 

HOFFMAN, Carl J. (A 1946) Partner, Zenz & 
Hoffman Hardware, Lancaster, Wis, 

HOFFMAN, Charles F, (M 1946) Mech. Engr. 
Partner. • Peterson, Hoffman & Barber, 619 
Spitzer Bldg., Toledo, and 220 Raymer Hlvd., 
Toledo 4, Ohio, 

HOFFMAN, Charles S. (U/e Member] M 1924) 
Pres., •Baker, Smith & Co., Inc., 40 West 40th 
St., and 77 Park Ave., New York, N. Y. 
HOFFMAN, Harry {M 1930) Branch Mgr., 

• Johnson Service Co,. 232 E. Market St., Greens- 
boro, and R. F. D. 1, Guilford College, N. C. 

HOFFMAN, Harry B, (A 1947) Owner. • Hoffman 
and Hoffman Co., Box 2211, Greensboro, and R-1, 
Guilford College. N. C. 

HOFFMANN, Anggelo (A 1038) Vice- Pres., •Louis 
Hoffmann Co., 117 W. Pittsburgh Ave,, Milwau- 
kee 4, and 4850 N. Oakland Ave., Milwaukee 11, 
Wis. 

HOFFMANN, Herman C. (Af 1 946) • Carrier 
Corp., 128 Opera Place, Cincinnati 2, and 5545 
Bosworth PI., Cincinnati 12, Ohio. 

HOFFMANN, Paul R, (A 1946) Mfrs. Agent. 

3145 North 51st Blvd., Milwaukee 10, Wis. 
HOFFMANN, Walter A. (A 1944) Engr., mL. S. 
Ayres & Co., 1-15 W, Washington St., and 606 
Cottage Ave., Indianapolis, Ind. 

HOFMANN, Erwin A. (A 1947) Engr., Matt 
Grage, Contractor-Htg. and Air Cond., 5705 S. 
Ashland Ave,, Chicago, and •2318 West 71st St., 
Chicago 36. 111. 

HOFMEISTER, Harold J. (M 1946) Prod, Mgr., 
Columbus Air Conditioning Corp,. 820 Scott St., 
Columbus 10, and • 1213 Bruck St., Columbus, 
Ohio. 

HOGAN, E. L. (Life M ember \ M ,1911) Retired, 
and 8100 E. Jefferson Ave., Detroit 14, Mich. 
HOGER, B. E. (M 1943) Combustion Engr., 
Norris Stamping & Manufacturing Co.. 5215 S. 
Boyle Ave., Los Angeles 11, and •370 Forest 
Ave., Oslikosh, Wis. 

HOGUE, Marion R. (A 1947) Sales, Rheem 
Manufacturing Co., Box 307, Aurora Station. 
Denver 8, Colo. 

HOKANSON, Carl G. (M 1941) Pres., •€. G. 
Hokanson Co., 8373 Melrose Ave., Los Angeles 
46, and 1100 Casiano Rd., Bel Air, Los Angeles 
24, Calif. 

HOLBROOK, Frank M. (M 1944) ♦ Alpha Steam 
Specialty Co., 16 Park Row, New York 7, N. Y., 
and 626 Union County Pkwy., Union, N. J. 
HOLBROOK, Jphtt A, 1945) Gen. Mgr., The 
G. B. Bryson Corp.. 114 Fifth Ave, S.E., and 

• 2320 Fourth Ave* S.E., Cedar Rapid$, Iowa. 
HOLDEN, Robert G* (4 1942) Construction 

Engr,, # National Tube Co., and 4387 K. Lake Rd., 
Lorain, Ohio. 


HOLDER, Leonard li. (A 1941) Owner and 
Patentee, April Showers Co., 4120 Eighth St. 
N.W., Washington 11, D. C. 

HOLE, Kenneth W- (A 1943) Exec. Sales Engr., 
Miles Aircraft, Ltd., The Aerodrome, Reading, 
Berkshire, England. 

HOLE, William G. (M 1942) Mgr., Air Filter Div,, 

• Darling Bros., Ltd., 140 Prince St., Montreal, 
and 1765 Graham Blvd,. Mt. Royal, Que„ Canada. 

HOLFORD, Douftlas B. (M 1944) Branch Mgr., 

• Johnson Service Co., 325 Dooly Bldg., Salt 
Lake City 1. and 1363 South 19th East St„ Salt 
Lake City 6, Utah. 

HOLLADAY, William L.*^ (A 1946) Engr., 

• Hieatt Engineering Co., 2508 W. Sixth Street, 
Los Angeles 5, and 2173 Mar Vista Ave., Alta- 
dena, Calif. 

HOLLAND, G. R. (A 1940; / 1941 ; 5 1938) Super- 
vising Engr.. Abbott, Lester & Co„ Inc., 140 
Cedar St., New York, and •962 Meigs St., 
Augusta. Ga. 

HOLLAND, J. Wayne (A 1947) Design Engr.. 

• IL E Bovay, Jr., Cons. Engr.. 520 N- Esperson 
Bldg., Houston 2, and 6516 Narcissus 12, Icxas. 

HOLLAND, Rol>ert B. (M 19.38) Mfrs.-Rei>r.. 

• Robert B. Holland Co., 461 Market St., San 
Francisco 5, and. o07 Sausalito Blvd., Saiisalito, 
Calif. 

HOLLAND, William T. (M 1943; A 1941) Engr., 

• c/o Tlios. E. Hoye Heating Co., 1906 W. St. 
Paul .Ave.. Milwaukee 3, and 2338 North 71st St., 
Wauwatosa 13, Wis. 

HOLLIDAY, Frank R., Jr. (J 1047) Partner. 

• F. R. Holliday & Co.. P. O. Box 1147, and 600 
Forest St., Greensboro, N. C. 

HOLLIDAY, Frank R., Sr. (A 1947) Co-Owner, 
F. R. Holliday & Co., P. O. Box 1147. and •SOO 
l^'orest Ave., Green.sboro, N. C. 
IIOLLINGWORTH, Charles E, (Af 1946) Loa 
Angeles Gen. Mgr.. Btiker Ice Machine Co,, Inc., 
351 S. Anderson St., Los Angeles 33, and • 167 
Sierra View Rd., Pasadena 2, Calif, 

HOLLIS, Richard C. (A 1944) Mgr., Air Cond. 
Div., Broadway Maintenance Corp., 47-47-36th 
St.. Long Island City 1, and ^327 Lexington Ave., 
New York 16, N. Y, 

HOLMAN, Earl L. (Af 1943) Mcch. Engr.-Chief 
Utilities Sec.. Repairs & Utilities Sec., Engrg. 
Div,, Hq. U. S. ARPAC, A. P. O. 968, and • P. O. 
Box 302, Lanikai. Oahu, T, II. 

HOLMAN, Robert F. (A 1946) .Sales. • Cowan 
Supply Co., 124 Walker St. N.W., Atlanta, and 
2341 Hurst Dr., N.E., Atlanta, Ga. 

HOLMES. Arthur D. (Af 1935) Yice-Pres., 

• Plumbers Supply Co., 323 W. First St., and 
1321 S. Quaker, Tulsa, Okla. 

HOLMES, Donald P. (A 1946) Mccli. Engr,. The 
Amstin Co., 618 Grand Ave.. and •9873 Hesket 
Rd.. Oakland 3. Calif. 

HOLMES, Oliver A., Jr. (Af 1944) Mech. Engr., 
Hughes Heating Co., & Pritchard Bros., and • 155 
Alexander St., Memphis, Tenn. 

HOLMES, Paul B. (A 1936) Mgr, of Sales Htg. 
Div., •National Radiator Co., 221 Central Ave., 
Johnstown, and 147 Arlington St.. Southmont, 
Johnstown, Pa. 

HOLMES, Richard E. (A 1938; J 1934) Section 
Engr., • WesLinghouse Electric Corp.. Hyde Park, 
Boston 36, and 51 Wendell Park, Milton 86, Mass. 
HOLT, Donald R. (A 1945) Asst. Supt, of Maint,, 
R. C. A. Victor Div., and • 3040 Constitution Rd., 
Camden, N. J. 

HOLT. James (Af 1933), (Council, 1943-45) 
Assoc, Prof., • Masvsacbusetts Institute of Tech- 
nology, Cambridge, and 1062 Massachusetts Ave., 
Lexington, Mass. 

HOLT, W. H. (Af 1944) Mgr., Fan Mdse, and 
Standard Apparatus Dept., • Buffalo Forge Co., 
490 Broadway, Buffalo 5, and 296 Doncaster Rd., 
Kenmore 17, N. Y. 

HOLT, Wheeler M. (A 1946) Div. Mgr., B & B 
Engineering & Supply Co., Inc., P. O. Box 1144, 
2900 Washington Ave., and • 310 Patterson St,. 
Houston, Texas. 

HOLTON, William J. (A 1945) Sales Promotion, 

• lU S. Supply Cq., 1315 West 12th St., Kansas 
City 7, and 6047 Wyandotte, Kansas City, Mo. 

HOLUBA. IL J. (A 1946; / 1938) Mgr,, Order 
Dept., The Herman Nelson Corp., and •1862 
30th St.. Moline, III, 
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HOLZER. Rudolph J., Jr. (A 1942; J 1940) 
EnKr. and Kstimator, Holzcr Sheet Metal Works. 
317 Burgundy St,, and •3738 Octavia St., New 
Orleans, La. 

HONERKAMP, Fritz (M 3937) Chief Engr,, 
Aixemostat Corporation of America. 10 East 39th 
St., New York, and 42-05--48th Ave., Woodside, 
14. Y, 

HONEY, Robert L. (A 1940, J 1943) Refrigeration 
and Industrial Supply Co,, 328 S. Ninth St., Min* 
neapolie 2, and *4653 Aldrich Ave. S., Minne- 
apolis 9. Minn. 

HOOD, Leslie A. (M 1941) •Trane Company of 
Canada, Ltd., 905 Railway Exchange Bldg., 637 
Craig St. W., arid 1410 Mackay St., Apt. 106, 
Montreal, Que., Canada. 

HOOK, Frank W. (M 1938) Branch Mgr., 
• Johnson Service Co., 641 Rialto Bldg,, San 
Francisco 5, and 2444 Larkin St., San Francisco, 
Calif. 

HOOK, Louis M. (A 1944) Engr. and Indus. 
Repr., Stoker Div., • Rio Grande Fuel Co., 123 
Santa Fe Dr., Denver 9, and 2404 Depew St., 
Denver 14, Colo. 

HOOPER, Frank C. (7 194G) Lecturer in Mech. 
Engrg., • University of Toronto, Mt'chanical 
Bldg., and 11 Poplar Plains Rd., Toronto, Ont., 
Canada. 

HOOPER, F. W, (A 1942) VictvPres., Rosa 
Engineering of Canada, Ltd., 425 River St., 
Verdun, Montreal 19, Que,, Canada. 

HOOVER, William L. (A 1943; 7 1940) The 
Clarage Fan Co., 723 Albee Bldg., Washington 5, 
and •2254 Cathedral Ave. N.W., Washington, 
D.C. 

HOPKINS, Rodney (A 1940) Engr., Canada 
Kodak Co., and •OOS Bathurst St.. Toronto, Ont., 
Canada. 

HOPPE, Marcel F. (M 1938) Cons. Engr., • 1108^ 
13th St. N.W., Washington 5, D. C., and 5205 
Glenwood Rd., Bethesda 14, Md. 

HOPPER, Garnet H. (M 1923) Engr., Taylor- 
P'orbes, Ltd., 1088 King St. W., and • 19 Brummell 
Ave., Toronto, Ont., Canada, 

HOPPER, John S, (A/ 1938) Asst, to Dean of 
Engrg., •A. & M. College of Texa.s, c/o Dean of 
Engrg., College Station, and 100 W. Dexter, 
College Park, Texas. 

HOPPIN, Charles A., Sr, (Af 1946) Mgr., Sales 
Engrg, and Research, • Laclede Gas Light Co., 
1017 Olive, St. Louis, and 9441 Old Bonhomme 
Rd., St. Louis Co., Mo. 

HOPSON, William T. (Life Member; M 1915) 
Pres., • The Hopson & Chapin Manufacturing 
Co., 231 State St., and 217 Ocean Ave., New 
London. Conn. 

HORN, A. J. (A 1944) Sales Promotion, Mgr., 
Payne Furnace Co.. 336 N. Foothill Rd., Beverly 
Hills, and •2136 Midvale Ave., Los Angeles 25, 
Calif. 

HORN, Edward C. (A 1946) Engr., J. M. Gal- 
lagher Co., 119 Fifth Ave. N., and • 1219~17th 
Ave. S., Nashville, Tenn. 

HORNE, F.dwin C. (A 1948) Mfrs. Repr., H. 
Marcus Co., 1408 Arrott Bldg., and • 1428 Wight- 
man St., Pittsburgh, Pa. 

HORNE, Leater N. (A 1947) Dir., • Chanington, 
Gardner, Locket & Co., Ltd., 39 Lombard St., 
London, E. C. 3, and No. 3, Mondello, Black- 
water Rd., Eastbourne, Sussex, England. 
HORNER, Frank S. (A 1944) Jr. Constr. and 
Maint. Engr., Burroughs Adding Machine Co., 
6071 Second Blvd., Detroit 32, and •SSQ Cortland 
Ave., Highland Park 3, Mich. 

HORNUNG, John C. {Life Member; M 1914) 
Retired, 2632 E. Mabel St., Tucson, Ariz. 
HOROWITZ, Hany (M 1945) Htg. and Air 
Cond. SpedaliSt. 889 Warren St., Albany 3, N. Y. 
HORSBURGII, Albert E, (A 1946) Pres.. •Con- 
trol Equipment Co., Ltd., 637 Cr^iig St. W., 
Montreal, and 407 Walpole Ave., Mt. Royal, Que., 
Canada. 

HORSBURGII, B. J. {M 1947; A 1942) Mgr., 

• Johnson Temperature Regulating Company of 
Canada, Ltd., ^7 Craig St. W., Room 907, and 
4337 Melrose Ave., Montreal* Que., Canada. 
HORTON, Leonard £, (A 1946) Tech. Engr., 
The Bahnaon Co., 1001 S. Marshall St., and • P. 
O.^oat 2646, Winston-Salem, N. C. 

MORTON, Malcolm A. (7 1948; S 1946) •ten- 
tral Texas Itott Works, Waco, ahd QoWihwaite, 
Texas# 


HORWITZ, Saul (7 1948) Mech. Engr., H. Hor- 
witz, Inc., 3219 Hudson Blvd.. Jersey City 6, 
N. J. 

HOSIIALL, Robert H. {M 1930) Partner, Allen 
& Hoshall, Cons. Engrs., 65 McCall PI., Memphis 
3, Tenn. 

HOSKING, H. L. {M 1946) Pres., • Republic 
Boiler Corp., 30 Churcli St., New York 7, and 
Chateau Brittany, Scarsdale, N. Y. 

HOSKINS, William G, (7 1946) Dist. Repr., 

• Bayley Blower Co., 620 N. Michigan Ave,, 
Chicago 11, and Hawley Ave., Mundelein, HI. 

HOSMAN, Paul S. {M 1946) Sales Engr., 
Mechanical Heat & Cold, Inc., 12320 Hamilton, 
Detroit 3, and • 10141 Harlow, Detroit 27, Mich. 
HOSMER, George H. (A 1944) Pres., • Hosmer 
Products Corp., 819 Massachusetts Ave., India- 
napolis 4, and 3656 N. Delaware St., Indianapolis 
5. Ind. 

HOSS, Abe N. (A 1947) Sales Engr., • Portland 
General Electric Co., 621 S.W. Alder, and 2329 
Southeast 57th Ave., Portland, Ore. 
HOSTERMAN, Charles O. (M 1924) Supt.. The 
McMurrer Co., 303 Congress St., Boston, and 

• 25 Bateswell Rd.. Dorchester, Mass. 
HOSTE'ITER, J. C. (A 1944) Pres., • Mississippi 

Glass Co., Main and Angelica Sts., St. Louis 7, 
and 6435 Cecil Ave., Clayton 5, Mo. 
HOTCHKISS, Charles H. B. (M 1927) Vice- 
Pres., •Ameresco, Inc., ,50 Church St., New York 
7, N. Y., and 241 Murray Ave., Ridgewood, N. J. 
HOTZE, Vincent (A 1946) Pres., *110120 Heat- 
ing Co., 220 E. Second St., Cincinnati 2, Ohio. 
HOUCK, Robert C. (A 1945; 7 1941) Engr., 
Borough of Vineland, West Ave. and Plum St., 
and • R. F. D. 4, Delsea Dr., Vineland. N. J, 
HOUI.IHAN, E. T. {M 1943) Gen. Sales Mgr., 

• Taco Heaters, Inc., 137 South St., Providence 
3, and 20 Anstis St.. Edgewood, R. L 

HOULIS, Louis D. {M 1935) Master Baker 
Ovens, 558 Pedretti Ave., Cincinnati 6, Ohio. 
HOULISTON, G. Baillle (A 1928) Dist. Repr., 

• Warren Webster & Co.. 707 Race St., Cincin- 
nati 2, Ohio, and 57 Chalfonte PI., Ft. Thomas, Ky, 

HOUSEHOLDER, Homer L. (A 1944) Pres.- 
Treaa., • Householder Heating Corp., 1396 Main 
St., Buffalo 9, and East River Rd., Grand Island, 
N. Y. 

HOUSTON, Lucius S. {M 1946) eL. S. Houston, 
20334 Main St., North Little Rock, and Marion 
Hotel, Little Rock, Ark. 

HOVJ>A, Arthur F. (A 1945) Warm Air Htg. 
Inspector, City of Minneapolis Building Dept., 
213 City Hall, Minneapolis, and *4715-1 1th Ave., 
S., Minneapolis 7, Minn. 

HOW, Cecil P. {M 1943) Dir. & Gen. Mgr., Htg. 
Dept.. The Brightside Foundry & Engineering 
Co., Ltd., 17 Summer Row, Birmingham# and 

• "Falrlawn,'* Thotnby Ave., Solihull, Warwick- 
shire, England. 

HOW, Ralph P. {M 1943) Htg. Engr., •!;. S. 
Engineering Co.* 914 Campbell St., and 304 N. 
Lawn, Kansas City. Mo. 

HOWARD, Doudlas L, (7 1947) Jr. Engr.. 
Carrier Corn., 3W Ivy St, N,E., and *555 At- 
wood St. S.W., Atlanta, Ga. 

HOWARD, Frank B. (A 1947) Partner, • Mar- 
shall-Neil, 2711 Crocker St., and 6216 Dunlavy, 
Houston, Texas. 

HOWARD, Joseph R. (A 1946) Sales Engr., 

• Minneapolis-Honeywell Regulator Co., 85 
Webster St., Hartfoid, and 85 Park Ave,, Windsor, 
Conn. 

HOWARD, Wesley B. (A 194D Engr., Baker Ice 
Machine Co., Inc., 4110 Commercial Ave., 
Omaha 11, and *416 Morris Apts*, Omaha 2> Nebr. 
HOWARTH, Walton E. {M 1944) Partner, 

• Howarth, Scott & Kinney, Mech. Engrs,. 101 
West 11th St., Kansas City 6, and 7549 Mam St., 
Kansas City, Mo. 

HOWATT, John* {Life Member; M- 1915), 
presidential Member}, (Pres., 1936; Ist VlcSe- 
Pres., 1934; 2iid Vtee-Pres., 1033), (Conndl, 
1927-36) Basipess Mgr. aad Chief Engt., • Board 
of Education, 228 N. LaSalle £l, Chicago !, and 
4816 Kenwood Avei, Chicago* HI. 

HOW^L, E - {M IM7) Owner, Engr4>, 

2610 Travts St., and alolO TaH>ot SC, Hou^dh, 
Texas* , ' ■ „ ' ' ' ^ 
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Llovd (Life Member; M 1916) En«r.» 

• Howeli Engineers* 2510 Travis St., Houston, 
and 2610 Talbot St., Houston 6, Texas. 

HOWES, Bradford B, {A 1948; J 1941) Appl. 
Engr., Consolidated Conditioning Corp., 26 West 
47th St., New York, and #447 N. Barry Ave., 
Mamaroneck, N. Y. 

HOWES, Edward W. (M 1941) Dist. Mgr., Air 
Cond. Dept., • General Electric Co., 235 Mont- 
gomery St., San Francisco 6, and 8016 Broadway 
Terrace, Oakland 11, Calif. 

HOWES, L. Knowlton {J 1947) Engr.. Consoli- 
dated Conditioning Corp., 26 West 47th St., New 
York, and #447 N. Barry Ave., Mamaroneck, 
N. Y. 

HOYLER, Thomas H, (5 1947) Student, Texas 
A* & M. College, College Station, and • Rt. 7, 
Box 194, Fort Worth, Texas. 

HOYT, I^roy W. (M 1930) Libby & Blinn. Inc.. 
136 Sheldon St,, Hartford, and • 1 133 Farmington 
Ave., West Hartford 7, Conn. 

HOYT, Robert A. (./ 1943) Engrg. Dept., Hall- 
Neal Furnace Co., 1324 N. Capitol Ave., and 

• 634 S. Rybolt St., Indianapolis, Ind. 

HOYT’, William B. (M 1946) Pres- and Treaa., 

• The Hoyt-Grant Co., 62 Whitney Ave., P. O. 
Box 529, New Haven 3, and 39 Clifford St., 
Hamden, Conn. 

HUBBARD, Allen (M 1944) Partner, • Hubbard, 
Lawless & Blakeley, 110 Whitney Ave.. and 54 
Trumbull St., New Haven 10, Conn. 

HUBBARD, George W. (Life Member; M JOID 
Cons. Engr., •630 Railway Exchange, 80 E. 
Jackson Blvd., Chicago 4, and 710 Bonnie Brae, 
River Forest, HI, 

HUBBARD, Nelson B. (M 1937) Engr.. 220 
Bagley Ave., Detroit 26, and #2985 Blaine Ave., 
Detroit 6, Mich. 

HUBBELL, Ned S. (A 1944) Project Engr., Poll- 
mar, Ropes & Lundy, 2539 Woodward Ave., and 

• 100 Pallister, Detroit, Mich. 

HUBBUCH, Nicholas J., Jr. (.4 1946; J 1943; 

.S 1939) Mech. Engr., •N. J. Hubbucli Co., 110-18 
N. Third St., Louisville 2. and 4012 Brownlee Rd., 
Louisville 7, Ky. 

HUBER, Enrique (M 1988) Mech. Engr., Pro- 
ductos Mecamcos, S. A., Cakada de Tlalpam 
No. 2073, Churubusco, Mexico, D. F. 

HUBER, Paul O. (A 1947) Partner, MMgley- 
Huber, 201 Bennett Bldg., 55 W. First South, 
and • 1659 Blaine Ave., Salt Lake City, Utah. 
HUGH, A, J. (M 1919) Branch Mgr.. •American 
Radiator & Standard Sanitary Corp., 312 Thirl 
St., Minneapolis 15, and 4037 Harriet Ave., 
Minneapolis, Minn. 

HUCKER, Joseph H. (M 1921) Owner, •Hucker 
Sales Co., 1700 Walnut St., Philadelphia 3, and 104 
Golf View Rd., Merion Golf Manor, Ardmore, Pa. 
HUCK.INS, Edward R. (J 1948; 5 1947) Service 
Mgr., • Waterbury Co., 2716 Nicollet Ave, S., 
Minneapolis, and 5350 France Ave, S., Minne- 
apolis 10, Minn, 

HUDEPOHL. Louis P. (M 1936) Pres., ©T. J. 
Conner, Inc.. 3290 Spring Grove Ave., Cincinnati 
25, and 4396 Haight Ave., Cincinnati 23, Ohio. 
HUDIK, Frank (A 1946) Pres., • Comfortair Co., 
20 State St., and 306 Parker Ave., Hackensack, 
N. J. 

HUDSON, R, Burton (A 1947) Secy., Air Prod- 
ucts Equipment Co., 1856 N. Cleveland Ave,, 
Chicago, and • 29 Thatcher Ave.. River Forest, 
Hi. 

HUDSON, Robert A. (M 1934) Partner. • Hudson 
Si Grady, Engrs., 625 Market St., Room 624. San 
Francisco 6, and 89 Nevada St., Redwood City, 
Calif, 

HUEIBNER^ WiiHam O. (M 1947) Tech, Editor, 

• Anemoatat Corp. of America, 10 East 39th St„ 
New York 16, and 283 Naples Terrace, New York 
68. N. V. 

HUBBSCHER, Richard G.« (A 1948) Research 
Eimr., Ameritan Society of Heating and Venti- 
lating Engineers Research Laboratory, 7218 Euclid 
Ayc,, Clevetod Z, and *4697 East 93fd St., Cleve- 
land 6. Ohio* 

HUBLSMANN, Alphonoe G. (4 1941) Disc 
Mfr*; The Powers Regnlator Co., 702 American 
Bidgti CJncinhati 2, and* Box 103 Wyanbum 
Ave^. Ctednnati 6, Ohio, 


HUFF, James M. (M 1942) Field Engr,, •Chrys- 
ler Airtemp Sales Corp., 933 Monadnock Bldg., 
681 Market St., San Francisco 5, and 25 Fuente 
Ave., San Francisco 12, Calif. 

HUGGINS, L. Gale (M 1939) Mgr., Air Cond. 
and Refrig. Dept., • B. F. Sturtevaiit Co.. Uiv. of 
Westinghoiise Bllcclric, Hyde Park, Boston, and 
269 Walpole St., Norwood, Mass. 

HUGHES, Charles (4 1944) Lt. Commdr., U, S. 
N. R,, and •Rt. 6. Box 393, Memphis 11, Tenn. 
HUGHES, James W. (M 1948) Gen. Elec. Engr., 

• Canadian Pacific Railway, Rm. KKK), Windsor 
Stn., Montreal, and 1270 Regent Rd., Town of 
Mount Royal, Quebec, Canada. 

HUGHES, L. K. (A 1940; J 1936) Pres., • Howard 
Furnace & Foundries, Ltd.. 881 Yonge St., and 
3 Don Valley Dr., Toronto, Ont,, Canada. 
HUGHES, Malcolm W. (4 1948) Treas., •Alfred 
J. Hunter & Co.. 1818-38 Henry St., and 923 
Forest Park Rd,, Muskegon, Mich. 

HUGHES, Ralph (M 1944) Partner, • Hughes 
Heating Co., 670-72 Madison Avc„ Memphis 7, 
and 38i5 Walnut Grove Rd.. Memphis, Tenn. 
HUGHES, Samuel (A 1948; J 1940) Sgt.. IJ, S. A.. 

• Co. L. 16lRt Inf., A. P. O. 25, c/o Postmaster, 
San Francisco, Calif., and 514 W. X.ee St., Weath- 
erford, Texas. 

HUGHES, WHHam U. (M 1036) Pr('S.. *'4110 
Lewis-Brow'ii Co., Ltd.. 1570 Bishop St,, and 1610 
Sherbrt .>ke St., Montreal, Quo., Canada, 
HUGHEY, Thomaa M. (A 1935) Dist. Mgr., 

• Weeterlin & Campbell Co., 906 N. Fourth SL, 
Milwaukee 3, and 2439 North 63rd St., Wau- 
watosa 13, Wis. 

HUGHSON, Harry H, (M 1937) Sales Engr., 

• The Coon-DeVisser Co., 2051 W. Lafayette 
Ave., Detroit 16, and 68 Florence Ave., Detroit 
3, Mich. 

HUHN, Walter E. (4 1943) Contractor and Engr., 

• Walter E. Huhn, 1720 Grand Ave., and 1113 
Fairfield, Waukegan, 111. 

HULL, Everett O. (M 1944) Partner, Associated 
Engineers. 325 Main St., and •117 North St., 
Peoria. 111. 

HULL, John J. (4 1946) Asst. Service Supt., The 
Bridgeport Gas Light Co., 815 Main St., and •SSI 
Ellswortli St., Bridgeport. Conn. 

HULL, Louis M. (Af 1945) Vice-Pres., • Ilammel 
Radiator Engineering Co., 3348 Motor Ave., Los 
Angeles 34, and 346 N. Harper, Los Angeles 36, 
Calif. 

HULTGREN, John T. B. (4 1947) Asst. Sales 
Engr., McQuay, Inc., 1600 Broadway N.E., 
Minneapolis, and *935 Goodrich Ave., Apt. 6, 
St. Paul 5. Minn. 

HUMBLE, John D. (J 1948; S 1947) Jr. Engr., 
Magnolia Petroleum Co., and *2525 Liberty Ave., 
Beaumont, Texas. 

HUMMEL, David M. (M 1044) Mgr. Div. of 
Engrg., • Yale University Service Bureaus, 20 
Ashmun St., New Haven, and 21 Fernwood Rd., 
Hamden 14, Conn. 

HUMMEL, Georjio W. (M 1937) Mech. Engr., 
The Trane Co., P. O. Drawer 679, 1424 N. Third 
St., Phoenix, Ariz. 

HUMPHREY, D. E* (M 1921) Htg. and Vtg. 
Engr., The Goodyear Tire & Rubber Co., Akron, 
and *2499 Sixth St., Cuyahoga Falls, Ohio. 
HUMPHREY, Leonard G., Jr. (4 1942; J 1938) 
Asst, to Mgr., Federal and Marine Dept., Buffalo 
Forge Co. & Buffalo Pumps, Inc., 612 Woodward 
Bldg., Washington 5, D. C., and *4023 Oliver St., 
Chevy Chase 15, Md. 

HUMPHREY, Turk O, S., Jr. (4 1946) Partner. 

• Humphrey-Wynne Co„ 713 Sterick Bldg., and 
R. 5, Box 3W, Memphis, Tenn. 

HUMPHREYS, Clark M.* (Jlf 1931), (Council 
1936-38) Sr. Engr., • A.S.H.V.E, Research Lab.. 
7218 Euclid Ave,, Cleveland 3, and 3970 Monti- 
cello Blvd., Cleveland 21, Ohio. 

HUNGER, Robert F. (M 1927) Partner. • David- 
son & Hunger, 220 South 16th St., Philadelphia 2, 
and 239 Cheawold Lane, Haverford, Pa. 
HUNGERFORD, I. Wayne (4 1947) Pres.. 

• Maintenance Inc., Box 802, and 33 Harvard 
Ave,, Meriden, Conn. 

HUNGERPORD, Lm {M 1930), (Council, 1947) 
Sales Mgr., Utility Appliance Corp,, 4861 S. Ala- 
meda St., Los Angeles 11, and *3485 Wonderview 
PL, Hollywood 28. Calif, 
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HUNKEN, Walter L. (M 1943) Southeastern 
Dist. Mgr.. fi Weatinghoiise Electric Corp., Sturte* 
vant Div., 900-908 Walton Bldg., and 091 Wood- 
M^ard Way N. W., Atlanta, Ga. 
lUJNSAKER. Roy E. (A 1945) Engr.. Owens 
Corning Fib^rglas Corp., Nicholas Bldg., Toledo 
1, and • 1411 Potomac Dr., Toledo 7, Ohio. 
I!UNT, James F. (Af 1944) Mech. Engr., Cory 
^oslin, Inc., 512 Golden Gate, San E'rancisco, and 

• 1325 Chestnut St., San Carlos, Calif. 

HUNT, MacDonald (/I 1936) *55 S. Mercer Ave.. 

Greenville, Pa. 

HUNTER, L. N. (M 1936) Vice-Pres., Research. 

• The National Radiator Co., 221 Central Ave., 
and 113 Palliscr St., Johnstown, Pa. 

HUNTER, Richard K. (A/ 1946) • Richard K. 
Hunter & Co., 215 E. Washington St., P. O. Box 
2498, Greensboro, and Rt. 1, Guilford College, 
N. C. 

HUNTER, Thomas B. (M 1941) Engr., 41 Sutter 
St., Room 710, San Francisco 4, C'alif. 
HUNTINGl'ON, R. toe (./ 1947) Cons. Engr., 
Ben Huntington & Sons, 517 Broadway Bldg., 
and •3531 Kottner BIvd„ San Diego, Calif. 
HIWZICKER, Dean L. (A 1948; J 1944) Engr., 

• Research Products Corp., 1011 E. Washington 
Ave.. and 108 Breese Terrace. Madison 3. Wis. 

IIUNZIKER, Chester E. (A 1934) Dist. Mgr., 

• American Blower Corp., 51 1 State St,, Schenec- 
tady 5. and 15.52 Dean St., Schnectady 8. N. Y. 

HUPP, Harley t. (/I 1945) Dist. Commercial 
Sales Mgr., York Corp., 2700 Wasliington Aw.. 
N.W,, Cleveland, Ohio, and •433 Highland Ave., 
West View, Pittsburgh 29, Pa. 

HURLBURT, Raymond G. (J 1948) Htg, Engr., 
Nelson Co., 2604 Fourth, Detroit, andaMar- 
lette, Mich. 

HURST, Stephen G. (A 1947) Sales Promotion, 

• American Radiator & Standard Sanitary C orp., 
55 N. Montgomery St., Room 708, San Francisco, 
and 930 ('oilier Dr., San Leandro, Calif. 

HUSSAIN, T. Abdulla (J 1947) •Michigan State 
College. 20-A Well’s Hall, East Lansing, Mich., 
and 2/18 Lathuram St., Mount Rd., Madras, India. 
HUSSAR, Ernest A., Jr. 1947) Pres,, • At- 
lantic Air Conditioning Corp., 211 Northeast 97th 
St., Miami 38, and 201 Northwest 119th St., 
Miami, Fla. 

IfUSTOEL, Arnold M. (A 1930) B. O. C. T. 

Railroad, and ^2414 N. Kedzic Blvd., Chicago, 111. 
IIUTCHEON, Clifford R. (A 1945; J 1938) 
Reg. Mgr., Carrier C"orp., International Div,, 122 
East 42nd St., New York, N. Y., and • 114 Ayers 
Ct., West Itnglewood, N. J. 

HUTCHINS, Paul C. (A 1947) Sales Engr., The 
Trane Company, 250 East 43rd St,, New York 17, 
and •2610 202nd St.. Bayside, N, Y. 
HUTCHINSON, B. Lee, Jr. (A 1947; / 1939) 
Engr., Mehring & Hanson Co.. 6075 S. Normandie, 
Los Angeles, and •3854 West Blvd., Los Angeles 
43. Calif. 

HUTCHINSON, Frank W.* (A/ 1942), (Council, 
1946-47) Prof., Mech. Kngrg., • University of 
California, 114 Engrg. Bldg.. Berkeley 4. Calif. 
HUTCHINSON, Frederick A. (A 1942; J 1939) 
Pres., -Federal Engineering Co.. 155 Charngshu 
Lu (Route de Say Zoong), and eO Yen Tang Lu 
(Route Voyron), Apt. 63 Gth Floor, Shanghai, 
China. 

HUTCHISON, Allen (A 1945) Chief Engr., 
James A. Ogilvy's Department Store and •4111 
Melrose Ave., N. D. G., Montreal 28, Quc., Canada. 
HUTCHISON, Ira B. (A 1946) Htg. Engr., 1642 
North West Blvd., ("ohimbus 8, Ohio. 
HUTCHISON, John E. (A/ 1939) Partner, 

• Moody & Hutchison, 1420 Walnut St., Phila- 
delphia 2, and 6723 Emlen St., Philadelphia 19, 
Pa. 

HUYE'IT, Merrick Y. (J 1945) Sales Engr., 

• Carrier Corp,, 40i> I^exington Ave., Chrysler 
Bldg., New York, N. Y., and 2100 Woodlawn 
Ave,, Wilmington. Del. 

HVOSLEF, F. W. (M 1931) Supt., Htg. Div,, 

• Kohler Co., and 623 Audubon Rd., Kohler, Wia, 
HYDE, Bruce P, {M 1947) Mgr., New York Office, 

• The Herman Nelson Corp., 160 Broadway, 
Room 511, New York 7, N. Y., and 60 Hawthorne 
Ave., Glen Ridge, N. J. 

HYDE, Dayton F. (M 1941) Vioe-Pres.. •B^ker- 
Marsden Co„ 3818 Lindell Blvd,, Sti Louis 8. and 
624 Locksley PI., y/ebster Groves 10, Mo, 


HYDE, Eric F. (M 1937) Hyde & Bobbio. 405 
Transportation Bldg., Detroit 20, and •708 
Oakland Ave., Birmingham, Mich. 

HYDE, L. Lyman (M 1940) Partner, Healy 
Plumbing & Heating, 278 W. Kellogg Blvd,, 
St. Paul, and •4031 France Ave. N„ Robbins- 
dale 12, Minn. 

HYMAN, Charles A. (M 1947) Asst. Power & 
Fuel Engr., • Carnegie Illinois Steel Corp., Steel 
St., and 1806 McCollum Rd., Youngstown, Ohio. 
HYNES, Lee P.* {M 1919) Oumer, • Hynes Elec- 
tric Heating (?o., Point and Erie Sts,, Camden, 
and 36 West F.)nd Ave., Haddonfield, N. J, 

1 

IBISON, James L. (M 1946; A 1943; J 1938) 
Branch Mgr., Westinghouse Electric Corp., Sturte- 
vant Div., 505 Petroleum Bldg., Houston 2, and 

• 2812 TangJey Ave., Houston 5, Texas, 
ICKERINGILL, John C. {M 1923) Sales. Spencer 

Heater Div., The Aviation Corp., 927 N. Ninth 
St., and^477 Flamingo St„ Roxborough, Phila- 
delphia 28, Pa. 

ILLIG, Ernest E, (A 1947; J 1938) Mgr. and Vice- 
Pres., Walter R. IHig, 1 Cushing St., and •64 
Pleasant St., Fitchburg, Mass. 

ILLIG, Walter R. (A/ 1936). Pres., Walter R.' 
lllig, 1 C'ushing St,, and • 185 Blossom St., 
Fitchburg, Mass. 

ILLINGSWORTH, John E. {J 1947) Application 
Engr., •Westinghouse Elc^cthc Corp., Sturtevant 
Div., 854 Empire Bldg., and 4430 North 41st. 
Milwaukee, Wis. 

ILOVITCH, Eli L. (J 1945) Draftsman, Kearns & 
Bromley, Cons. Engrs., 1414 Drummond St., 
Montreal 25, and •5230 Clark St., Montreal 14, 
Que., Canada. 

INCE, F. Edward (Af 1944) Sales Application & 
Research Engr., Mario Coil Co., 6135 Manchester 
Ave., St. Louis 3, and • 1076 North and South 
Rd.. St. Louis 5. Mo. 

INGELS, Margaret* {M 1923; / 1918) Engrg, 
Editor, • Carrier Corp., Syracuse 1, and 412 
University PI., Syracuse 10, N. Y. 

INGERSOLL, R. S. (A 1945) Works Mgr.. 

• IngersoU Steel Div,, Borg-Warner Corp., 1000 
West 120th St., Chicago 43, and 2116 Hutchison 
Rd., Floosmoor, 111, 

INGHAM, John F. {M 1941) Htg. Contr.. 

Mountain Hd., R. F. D. 3, Georgetown, Conn. 
INGLE, John F., Sr. (A 1946) Field Engr., 
Sterling Electric Motors, Inc., 5401 Anaheim 
i^Telegraph Rd., Los Angeles, and *421 Doyle 
^n, San Gabriel, Calif. 

INGRAM, Joe D. (A 1947) Retail Sales Mgr., 

• A. F. ("oats Lumber Co., Box 71, Tillamook, 
and Oceanside. Ore. 

INMAN, C. M. (M 1940) 1st Lt.. Xir Corps 
(Army), Las Vegas Army Air Field, Las Vegas, 
Nev. 

IRVINE, Leland K. (A 1944) Engr. and Mgr., 

• Intermountain Insulation Co., 333 W. First S., 
Box 566, Salt Lake City 9, and 1988 Sheridan Rd., 
Salt Lake City 5, Utah. 

IRWIN, Conrad P., Jr. (M 1946) Mech. Engr., 

• P. O. Box 334, Santa Clara, Calif. 

ISAACSON, Irwin, Jr. (J 1948; 6’ 1947) Engr., 

Leo S. Weil & Walter B. Moses, 801 Audubon 
Bldg., New Orleans 12, La., and •H N. Hanley 
Rd., Clayton 5. Mo. 

ISERMAN, Melvin I£. (A 1947) Mgr., Htg. Div.* 
General Corporation, 3353 University Ave. S.E., 
Minneapolis 14, and • 1500 Chicago Ave., Minne- 
apolis 4, Minn. 

ISKYAN, Hftift S. (M 1946) Power Engr.. eThe 
American Tobacco Co„ and 1415 Broad St.* 
Durham, N, C. 

ISSERSTEDT, S, Gordon (M 1947) Vice-Pres., 
Phoenix Engineered Products LSd., Lake Shore 
Hd., Toronto 14, and • 96 Poplar Plains Rd„ 
Toronto, Ont., Canada. 

IVERSON, Henry R. {M 1936) Regional Mgr., 

• Mario Coil Co., 1344 Connecticut Ave. N.W., 
and 1601 Argonne Ph N.W., Washington, D. C. 

IVERSTROM, Carl (A 1948) Edward E. Ashley, 
Cons. Engr., 1301 N St., Washington 6, and *2018 
Fort Davis St., Washington 20* D, C. 

IZARD* LoWis W. (A 1947) Sales Engr.. Reeves 
Wledeman Cn., 2611 Warwick Pkwy.* add #732 
West 44lh St. Terrace, Kansas City, Mo. / 
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JACK, Robert A. {A 1944) Di8t. Repr., Keeney 
Publishing Co., 6 N. Michigan Ave.* Chicago, 111., 
and •8734 Woodridge Rd., Cleveland Heights 
21, Ohio. 

J ACKETT, Lynn H. (A 1946) Engr., • McGeorge- 
Hargett and Assocs., 7016 Euclid Ave., Cleveland 
3. and 1676 Richmond Rd., South Euclid 21, Ohio. 
JACKS, Paul E. (5 1948) Student. Purdue Uni- 
versity, alOS University, West Lafayette, Ind., 
and 438 Roosevelt Ave., Cuyahoga Falls, Ohio. 
JACKSON, Charles H. (Life Member; M 1923) 
Vice- Pres,, • Blower Application Co„ 918 N. 
Fourth St., Milwaukee 3, and 2706 N. Farwell 
Ave., Milwaukee 11, Wis. 

JACKSON, George H. {S 1946) Student, • Texas 
A. & M. College, Box 2787, College Station, and 
225 W. Nevada St., El Paso, Texas. 

JACKSON, George O. (A 1943) Pres., •Jack.son 
Engineering Co., 936 Architects & Builders Bldg., 
Indianapolis 4, and 132 East 44th St., Indiana- 
polis 5, Ind, 

JACKSON, Gilbert R. (M 1938) Tech. Mgr.. 
Crane, Ltd., 45-51 Leman St., London, K. 1, 
England. 

JACKSON. James W. JJ 1946) Sales Engr.. 

• Jackson Engineering Co.. 936 Architects and 
Builders Bldg., Indianapolis 4, and 34 East 37th, 
Indianapolis 5, Ind. 

JACKSON, Joseph S. {M 1947; A 1946) Indus. 
Engr., • United Engineers & Construct«>rs, lue., 
1401 Arch St., Philadelphia, and 355 Winola Av«r., 
Kingston, Pa. 

JACKSON, Marshall S. (M 1919) MfrS. Repr., 

• Powers Regulator Co., 250 Delaware Ave., 
Buffalo 2. and 108 Larchmont Rd., Buffalo 
14. N. Y. 

JACKSON, Melvin W. (A 1945) Pres., • Dallas 
Engineering Co., 2000 S, Akard, Dallas 1. and 
4637 Southern, Dallas 9, Texa,s. 

JACKSON, Robert B. (M 1944) Co-Partner. 

• Lieb-Jackson Co., 337 S. High St., Columbus 15, 
and 2342 Tremont Rd., Columbus 8, Ohio. 

JACKSON, Robert E. (5 1948) Student. A. & M, 
College of Texas, College Station, and*e213 Boli- 
var St., Denton, Texas. 

JACKSON, Robert O. (A 1946) Sales Engr., 

• Jackson Engineering Co., 936 Architects and 
Builders Bldg., Indianapolis 4, and 1837 N. 
Talbot, Indianapolis, Ind. 

JACKSON, Waiter F. (A 1943; J 1939) Chief 
Engr., •American Stove Co., 1200 Long Ave., 
Lorain, and 1 16 Bell Ave., Elyria, Ohio, 

JACOBI, Bruce A, (A 194,5; J 1939) Chief Engr.,. 
Lerner Stores, Corp., 354 Fourth Ave,, New York, 
and ^44 Gramercy Park, New York 10, N. Y. 
JACOBS, Robert IL (A 1947) Sales Engr., 

• Minneapolis-Honeywell Regulator Co., 2405 N. 
Maryland Ave., and 4448 N, Ardmore Ave., Mil- 
waukee 11, Wis. 

JACOBSON, A. D. (A 1946) Owner. • A. D. 
Jacobson Plumbing & Heating Co., 2030 Central 
St., Kansas City 8, and 1008 West 70th Terrace. 
Kansas City, Mo. 

JACOBSON, Elliot L. (J 1947) Vice- Pres., • A. D. 
Jacobson Plumbing and Heating Co., Inc., 2030 
Central, Kansas City 8, and 4801 Roanoke Pkwy., 
Kansas City, Mo. 

JACOBUS. David S. {Life Member; M 1916) 
Retired, and eOS Harrison Ave., Montclair, N. J. 
JAFFKE, Walter W. {A 1945) Asst. Buyer, 

• Nelson Co., 2604 Fourth Ave., Detroit 1, and 
13342 Coyle Ave., Detroit 27, Mich. 

JAHN, Rudolph. Jr. (.S’ 1947) Student, •Texas 
A. & M. College, Box 4398, College Station, and 
314 Irvine St., Yoakum, Texas. 

JAHN, William Edward {J 1946) Instructor, 

• University of Minnesota, 165 Mech, Engrg. 
Bldg*. Minneapolis 14, and 33 Inner Dr., St. Paul 
5. Minn. 

JAKOBY, Albert C. {A 1938) 1913 E. Clearfield 
St., Philadelphia, Pa. 

JAIXES, Armando Rr (./ 1948) Design and Sales 
Engr., Carrier Lix Klett, S. A^ •Florida 229, 10®, 
and Cabildo 808, Buenos Aires, Argentine Re- 
public, S. A, 

JALONACK. Irwin Q. {M 1940; A 1933 ; 5 1930) 
Chief Mech. Engr., I.evitt & ^ns, Northern Blvd., 
Manhasset, and • 12 E. Court, Roslyn Heights, 
:,L. L. N. Y. ’ 


JAMES, Hamilton R. {M 1931) Service Equip. 
Engr., Day & Zimmermann, Inc., Packard Bldg., 
Philadelphia, and • 55 W. Drexel Ave., Lans- 
downe, Pa. 

JAMES, Jack K. {J 1948; S 1946) Sales Engr., 
Boyd Engineering Co., 112 W. Granite Ave., and 

• 1301 N. Fifth St., Albuquerque, N. M. 
JAMES, John W.* {M 1937; J 1933) alron Fire- 
man Manufacturing Co., 3170 West I06th St.. 
Cleveland 11, and 15918 Clifton Blvd,, Lakewood 
7, Ohio. 

JAMES, R. E. {M 1945) Mgr., Htg. Dept,, Harry 
Cooper Supply Co.. 223 Water St., and •811 E. 
Elm St,, Springfield, Mo. 

JAMES, Rex P. (A 1948) Sales Kngr., eYork 
Corp., 307 Frost Natl. Bank Bldg., San Antonio 
5. and 1612 KI Monte, San Antonio 1, Texas. 
JAMES, Richard G. (S 1948) Student, Purdue 
University, •FPHA 545-1 Airport Rd., West La- 
fayette, and 411 East 37th St., Indianapolis, Ind. 
JAMES, William B- (M 1947) Br. Mgr., Htg. & 
Air Treatment Div., The Brightside Foundry & 
Engineering Co., Ltd., 17 Summer Row. Bir- 
minghvim 3, and *47 Itdward Rd., Quinton, 
Birmingliam 32. Bhigland. 

JAMIESON, John R., Jr. (.S 1948) Student. 
University of M:nncsota, and •827 S.E, Sixtli 
St., Minneapolis, Minn. 

JAMISON, Ernest K. (A 1944) Contract Engr., 
The Huffman-Wohe Co., 308 Standard Bldg,, and 

• 3360 Waltera Ct. N.E., Atlanta, Ga. 

JAILER, Yorke (A 1947) Pres.. • Admiral Air 

Conditioning Corp., 222 N. Fifth Ave.. Mt. 
Vernon, and 1 Devon Way, Hastings-on-Hudson, 
N. Y. , 

JANES, Thomas J. (M 1945) En^r., •University 
of California, Berkeley 4, and 1733 Madera St.. 
Berkeley 7, Calif. 

JANET, Harry L. {M 1920) Engr., Biiensod- 
Stacey, 60 East 42nd St., New York, and •688 
Decatur St., Brooklyn, N. Y. 

JANITZ, Robert H. (M 1944) Co-Partner, Fred 
G. & Robert H. Janitz, 619 Virginia Ave., India- 
napolis 3, and •23 N. Colorado Ave., India- 
napolis 1, Ind. 

JANOS. William A. {M 1940) Sr. MecJi. Engr., 
Manufacturer of Communications Erjuip., •West- 
ern Electric Co., Inc., 195 Broadway, New York 
7, and 21-ll-23rd Terrace, Astoria 5, N, Y, 
JANSSEN, Fred {M 1945) Appliance Controls 
Engr., • Public Service ('ornpany of Colorado, 
1123 W. Third Ave., Denver 9, and 2946 S. 
vSherman St.. Englewood, Colo. 

JANSSEN, Henry J, {M 1944) Treas., • Child & 
Scott Co., Inc., 153 East 38th St.. New York, 

N. Y.. and 410 Palisade Ave., Union City, N. J. 
JARCIIO, Martin 1>. (A 1939; J 1936) Vicc-Pres., 

• Jarcho Bros., Inc., 304 East 45th St., New’ York, 
and ll0-55"72nd Rd., Forest Hills, N. V. 

JARDINE, Douftlas C. {M 1929; A 1926) Owner, 

• Douglas Jardine, P. O. Box 126, and 1210 N. 
Cascade Ave., Colorado Springs, (>>Jo. 

JARRETT, Roland F. (M 1945) Dir., Flcxaire 
Heaters, Ltd., 108 Victoria St., London S. W. 1, 
and •“Glovers,” Woodlands, Sevenoaks, Kent, 
England. 

JARVIS, George E. (M 1943) Vice-Pres. and 
Secy., • A. E. Holmes & Brothers Co., 911-15 
Banks Ave., and 2628 Hiighitt Ave.. Superior, Wis. 
JASPER, Harold C. {A 1944) Pres.. Andy J. 
Egan Co., Inc,, 332 Bond Ave. N.W., Grand 
Rapids 2. and • 1529 Fourth St. N.W., Grand 
Rapids 4, Mich. 

JEFFERSON, CecU H. (A 1946) Engr.. eVermt- 
cuJite Institute. 2540 Eastwood .Ave., Evanston, 
and 601 Meadow Dr*, Glenview, 111. 

JEHLE, Ferdinand (M 1938; A 1937) Dir. of 
Engrg., • Hoffman Specialty Co., 1001 York St.. 
Indianapolis 7, and 3055 N. Meridian St., Apt. 

O, Indianapolis 8, Ind. 

JENA, Frederick T. (A 1946) Partner. • Advance 
Heating Co., 9l0 Herrick Ave., and 882 Blaine 
Blvd., Racine, Wis. 

JENKINS, Chester P. (M 1945) Chief A dm. 
Engr., oLaDel Conveyor & Manufacturing Co., 
and 120 North Ave. N.W,, New Philadelphia, 
Ohio. 

JENKINS, Francis H. (A 1946) Mech. Engr.. 

• Western Condensing Co., 935 E. John St., and 
1028 E. Pacific St., Appleton, Wis, 
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JOHNSON, Slturd O. U 1948; J 1946) Sales 
Enar„ • Buffalo Forge Co„ 39 Cortlandt St., New 
York, N. Y., and P. O. Box 167, Colotiia, N. J. 
JOHNMN. St«rlln£t Cheater (A 1947) Partner, 

• Burnett- Johnaon Appliance Co., 37 Clarksville, 
and 1940 E. Washington, Paris, Texas. , 

JOHNSON* Tracy R. (M 1938) Branch Mgr., 

• The Trane Co.. 1026 Fleming Bldg., Des Moines 
9, and 6610 Forest Ave., Des Moines 11, la. 

JOHNSON* Waiter L. (A 1947) Sales Engr„ 
Norman S. Wright & Co., 233 Ninth Ave. N., and 

• 1153 West 58th St., Seattle 7, Wash. 
JOHNSON* Walter R. (A 1947) Chief Engr. & 

Supt. of Construction, Nickey Brothers, Inc., 
2700 Summer Ave., and #2643 Hanover Ave., 
Memphis, Tenn. 

JOHNSON, Wilfrid E.* (M 1946) Mgr. of Engrg., 

• General Electric Co., 5 Lawrence St.. Bloom- 
field, and 48 Baker Rd., Livingston, N. J. 

JOHNSON, William A. (A 1945) Pres., Johnson- 
Good yer, Inc., *45 Bristol St., P. O. Box 576, 
New Haven, and 361 Fountain St., New Haven 
15, Conn. 

JOHNSTON, Arthur K. (A 1942) Owner. •431 
S. E. Sixth Ave., Portland 14, and Rt. 8, Box 913, 
Portland, Ore. 

JOHNSTON, James Ambler (M 1912) Partner, 
Carneal & Johnston, Atlantic Life Bldg.. Rich- 
mond 19, Va. 

JOHNSTON, Jerrold J. (J 1948; .S 1946) Mech. 
Engr., Tech. Sect., E. 1. DuPont de Nemours ^ 
Co., Sabine River Works, and •206 Hobson (1., 
Orange, Texas. 

JOHNSTON, J. O. (A 1945) Engr., •City Fuel 
Oil & Coal Co., 15lh Ave. and Second St. S., 
and Box 474, St. Petersburg, Fla. 

JOHNSTON, Lowell T. (A 1945} Master Mech., 
Johnstone Brothers Fuel Co., P. O. Box 207, 
22nd St. Sta., St. Petersburg, and *2332 Lakeview 
Ave. S., St, Petersburg 7, Fla. 

JOHNSTON, Robert E. {M 1929; A 1026) Pres., 

• R. E, Johnston Co., Ltd., 1070 Homer St., and 
4583 Connaught Dr., Vancouver, B. C., Canada. 

JOHNSTON, Robert M. (A 1942; J 1937) Lt.. 

U. S. N. R., Dept. Marine Engrg,, IT. S, Naval 
Academy, Annapolis, and • Cumberstonc. Anne 
Arundel County, Md. 

JOHNSTON, T\ Walter (A 1947) Territory Sales 
Mgr., Lennox Furnace Co., Marshalltown, la., 
and • Box 173, Auburn, Calif. 

JONES, Alfred {Life Member \ M 1928) Retired, 
and •912 Darby Rd., Havertown, Pa. 

JONES, Allan T, (Af 1937; J 1935) Chief Engr., 

• S. A. Armstrong, Ltd., 115 Dupont St., Toronto 
5, and 264 Westwood Ave., Toronto, Ont.. Canada. 

JONES, Arthur L. (M 1947) Diet. Mgr., •Ameri- 
can Blower Corp., Room 612, Syracuse Kemper 
Bldg., and 124 Fernwo<xl Ave., Syracuse, N. Y. 
JONES, Charles D, (A 1946) Owner & Mgr., 

• Charles D, Jones & Co,, 3023 Main St., Kansas 
City 8, and 1824’ West 72nd Terrace. Kansas City 
5. Mo. 

JONES, David C. (A 1946) Mgr. and Owner. 

• Service Heat & Power Co., 636-21 st St., Oak- 
land, and 51 Barbara Rd., Orinda, Calif. 

JONES, Donald R. A. (A 1942) Indus. Gas Engr., 
Southern California Gas Co., 515 E. Compton 
Blvd., and •404 S. Chester Ave., Compton, Calif. 
JONES, EdBar C. (J 1947) Engr., Page Air Con- 
ditioning Co., Inc., 220 S. College St,, and ^2212 
Chambwood Dr., Charlotte, N. C. 

JONES, Edwin (M 1933; J 1924) Engr. and 
Estimator, •Watt Plumbing, Heating & Supply 
Co., 608 S. Cincinnati, and 1436 East 17th PL, 
Tulsa, Okla. 

JONES, Edwin A. (M 1919) Staff Engr., Chrysler 
Corp., Airtemp Div., and • 1848 Tennyson Ave., 
Dayton 6, Ohio. 

JONES, F. ChandliO', Jr. (M 1947) Equip. Engr., 
Htg. & Air Cond. Dept., • Westinghouae Electric 
Corp., Sturtevant Div., Hyde Park, and 183 Gibbs 
St*. Newton Centre 59, Mass. 

JONES, Frank (S 1947) Student, and •Warren 
Rd., Ashland. Maas. 

JONES, Harold L, (M 1920) • 33 Clay St.. 
Newark 4, and 11 Chmbridg^ Rd., Glen Ridge, 

' N» J* 

JONES, Harold (J 1942: 5 1940) >. Engr,, 
Stews^n XMatributing Co„ 1019 E, Broadway, . 
LouleyRte ^i dnd * Box 361, Rt, 6, Arlington Rd., 
Avondale. LouiaviMe 7, ICy, 


JONES, Hubert L. (M 1943) Pres., •Air Con- 
ditioning Engineering Corp., Box 1925, Ft. Worth, 
and 1101 Sixth Ave., Fort Worth 4, Texas. 
JONES, James T. (A 1939) Engr., Merchandise 
and Serv, Dept., • The Empire District Electric 
Co., and 525 N, Sergeant, Joplin, Mo. 

JONES, Joe T. (A 1945) Appl. Engr., • Fulton 
Sylphon Co., 417 Barr Bldg., Washington 6. and 
1428 Saratoga Ave. N.E., Wa.shington 18, D. C. 
JONES, John 1>. (A 1945) Owner, • Bryant Gas 
Heating Co., 626 Broadway, Cincinnati 2, Ohio, 
and 26 Sunset Ave., Fort Thomas, Ky. 

JONES, John Paul (M 3937) Sr. Partner, ejohn 
Paul Jones, Cary & Millar. 1740 East 12th St., 
Cleveland 14, and 3041 Fairfax Rd., Cleveland 
Heights, Ohio. 

JONES, Lawrence K. (M 1939) Mgr., Special 
Test Sect., •Pittsburgh Testing Laboratory, 
1330 Locust St., and 320 S, yXiken Ave., Pitts- 
burgh, Pa. 

JONES, Leslie R. (A 1947) Sales Engr.. Pacific 
Pump'ug Co., 526 N.W. Broadway, and •2154 
N.W. t pshur, Portland. Ore. 

JONES, Oran D. (S 1946} 513 I^gansport, 
Nacogdoches, Texiis. 

JONES,, Sidney Jt^eph (M 1946) Southern Area 
Mgr., • Thermotunk, Ltd., Colneside Works, 
Trout Rd., West Drayton, and 52 Devonshire Rd., 
Harrow, Middlesex, England- 
JONES, Thomws S. (A 1941) Mgr., Crane Co., 
1328 West 12th St., Kansas City 7, Mo. 

JONES, T. Paul (A 1944) Owner and Gen. Mgr., 

• Air Equipment Co., 2730 Zuni St., and 801 
Teller St., Lakewood, Denver, Colo. 

JONES, Warren L. (A 1946) Owner. Anchor 
Supply Co., 1507 N. First St., and • 229 Graccland 
PI., Albuquerque, N. M. 

JONES, WiUiam C. (M 1941) Mgr., •Johnson 
Service Co., 1931 K St. N.W., Washington 6, 
D. C., and Triadclphia Rd., R. F. D. 2, Ellicott 
City, Md. 

JORDAN, Frank W. (M 1946) Pacific Coast Dist. 
Mgr., • VVestinghouse Electric Corp., Sturtevant 
Div., 681 MeU-ket St., San Francisco 6, Calif. 
JORDAN, Paul R. (M 1943} Pres., •Paul K. 
Jordan & Co,, 311 E. South iSt., Indianapolis 4, 
and 2230 East 75th St., Indianapolis, Ind. 
JORDAN, Richard C.* (M 1940; J 1935; S 1933) 
Prof- and Asst. Head, Dept, of Mech. Engrg., 

• University of Minnesota, and 1101 E. River 
Rd.. Minneapolis 14, Minn. 

JORDY, Jules J. (A 1947; J 1940) Lt., U.S.N.R., 
Engr. and Contr., • Jordy Brotlicrs, Inc., 518 
Julia St., New Orleans, La. 

JORGENSEN, Earl W. (S 1948) Student, Uni- 
versity of Michigan. Ann Arbor, • 953 E. Michigan, 
Ypsilanti, Mich. 

JOSLIN, George G. (A 1943) Territorial Repr., 

• Carver Pump Co., 1916 N. Meridian St., India- 
napolis 2, and 525 N. Colorado Ave., Indianapolis 
1, Ind. 

JOUANNO, Edouard P. (M 1946) Engr.. Auto 
calor, 24 Rue Erlanger, Paris, (XVI), and *11 
bis Rue des Dardanelles, Paris, (XVII), France. 
JOY, Frank A, (Af 1947) Assoc. Prof, of Engrg. 
Research, Engineering Experiment Station, State 
College, Pa. 

JOYCE, Harry B. (M 1944) Registered Engr., 

• 616 Commerce Bldg., and 613 Virginia Ave,, 
Erie, Pa. 

JOYCE, James J. (A 1941) Supt. Constr. and 
Service. aThe Powers Regulator Co., 142 Spring 
St. N.W., and 525 Mellview Ave., Atlanta, Ga. 
JUDSON, Albert L. (A 1947) Chief Engr., Iron 
Fireman Manufacturing Co., Heating Control 
Div., 2838 S.E. Ninth Ave., and •7339 S.E. 35th 
Ave., Portland 2, Ore. 

JUER, Frederick (A 1946) Sales Engr., • Minne- 
apolis- Honeywell Regulator Co., 325 E. Central 
Pkwy., and 468 Considine Ave,. Cincinnati, Ohio. 
JUERGENS, Walter A. (A 1940) Owner, •Walter 
A, Juergens, 710 Times Star Tower, Cincinnati 2, 
and 1447 Aster PL, Cincinnati, Oliio. 

JUHL, Edward F. (A 1945) Chief Engr., Thorpe 
Bros., Inc., 1100 Andrus Bldg., Minneapolis 2, 
and • 4432 Stevens Ave., Minneapolis 9, Minn. 
JUNG, Frauds F. (A 1946) Dist. Engr.. Indus. 
Hygiene Service, • Tennessee Department of 
Fumic Health, 879 Madison Ave., and 1430 C 
Pendleton, Memphis, Tenn. 
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JUNG, Howard G. (A 3948) Engr. & Sales. The 
Zack Co.. 2311 Van Burcn, and •8045 S. Green 
St., Chicago, lU. 

JUNG, John S. (M 1930; A 1923) Owner. •John 
S. Jung Heating Co., 2409 W. Greenfield Ave., and 
3510 S. Layton Blvd., Milwaukee 4, Wis. 
JUNGELS, Alton J. (M 1945) Engr., Dealer 
Sales, John A. Connelly Co., 4308 N. Broad St., 
Philadelphia, and • 1711 Erlen Rd., Philadelphia 
26, Pa. 

JUNGELS, John W. (A 1947) Mgr.. Differential 
Htg. and Serv., C. A. Dunham Co.. 450 E. Ohio 
St,. Chicago 11, and ^728 Front St., Aurora. 111. 
JUNGER, Henry G. (A 1946) Sales Engr., 
Anemofitat Corporation of America, 10 East 39th 
St., New York, and % 214-16-11 1th Rd.. Queens 
Village, N. Y. 

JUNKER, W. a. CM 1036) Cons. Engr., W. W. 
Carlton & Assoc., 15 E. Eighth St., Cincinnati 14, 
and •6068 Dryden .\ve., Cincinnati 13. Ohio. 
JUSTICE, Jack T. (A 1945) Prop., Conditionaire. 
215 E. Kingshighwuy, and • 727 W. Vine. Para- 
gould. Ark. 

K 

KABER, William C. (A 1947) Steam Sales Engr.. 

• Union Electric Co. of Missouri. 315 North 12tli 
Blvd., St. Louis 1, and 108 Chestnut Ave., Web- 
ster Groves 19, Mo. 

KACZENSKI, Chester (A 1939; J 1933) 150 
West 64th St.. New York 23. N. Y. 

KAENTER, Richard J. {A 1946) Htg. Consultant. 

• Skeliy Oil Co., .Skelgas Div., 42 N. Central Ave.. 
Clayton 5, and 7333 Wise Ave., Richmond 
Heights, Mo. 

KAGEY, I. B., Jr. (Af 1941) Associate. • Rittcl- 
meyer and Co., 150 Nassau St., N.W., Atlanta 
3, and 254 Alberta Dr. N.E., Atlanta, Ga. 
KAHLE, Harold (A 1946) Educational Dir., •The 
Williamson Heater Co., 4558 Marburg Ave,, Oak- 
ley, Cincinnati 9, and 4932 Ralph Ave., Cincin- 
nati 5, Ohio. 

KAHN» Charles R., Jr. (A 1947; / 1039) Engr., 
Armo Cooling & Ventilating, 30 West 15th St., 
New York, and • 405 East 54th St.. New York 
22. N. Y, 

KAHN, Walter C., Jr, (A 1947) Gen. Supvsr., 
N. Y. T<?sting Labs., Inc., 80 Washington St., 
New V\)rk 6, and • 1000 Park Ave., New York 
28, N. Y. 

KAISER, Fred (M 1935) Regional Mgr.. •Temp- 
erature Control, 351 E, Ohio St.. Chicago 11, and 
300 Forest, Oak Park, III, 

KAJUK, Andrew E. (M 1936) 1549 North 17th 
St., Arlington. Va. 

KALBFLEISCH, Theodore F., Jr. (A 1945) 
Supt. of Bldgs, and Grounds, Board of Educa- 
tion, 425 Glen St., and •29 Stewart Ave., Glens 
Falls, N. Y. 

KALLUSCH, Howard A. {J 1944) 110 W. 

Raynor Aye., Syracuse, N. Y. 

KAMMERAAD, Kenneth J. (S 1948) Student, 
University of Michigan, and • 1504 Westminster 
PI., Ann Arbor, Mich, 

KANE, Arthur T, (M 1947) Cons. Engr., • A. T, 
Kane Engr., 304 Lowman Bldg., Seattle 4, and 
2411 Boylston Ave. N., Seattle 2. Wash. 

KANE, James M. (S 1947) Student. Case Insti- 
tute of Technology, Cleveland, and ♦2941 East 
132nd, Cleveland 20, Oiiio. 

KANE, John F„ Jr. iJ 1948) Jr. Lab. Engr., 
Washington Gas Light Co., Il00-*20th St. N.W., 
and •321 Crittenden St. N.W., Washington, D. C. 
KANE, John M. (M 3 944) Chief Engr., Dust 
Control Div., American Air Filter Co., 215 Central 
Ave., Louisville 8. and •4010 St. Ives Ct., Louis- 
ville 7, Ky. 

KANE» Marshall E. (S 1048) Student, David 
Ranken Jr. School of Mechanical Trades, and 

• 3929a Folsom St., St. Louis. Mo. 

KAPLAN^ Malcolm J, (A 1946) Htg. Engr., 

Veterans Administration, 299 Broadway, Room 
1610, New York, and •470 Fulton Ave.,, Hemp- 
stead, L. L. N. Y, 

KAPLUN, Euftene A* (M 1943) Cons. Engr., 207 
Fourth Ave.. New York 3, and #75 Park Terrace 
E., New York 34. N. Y. 

KAPPEL, Goorge W, A. (K 1921) Prei: and 
Treas^ • Camden Heating Co., 8 Market St., 
Camden, and 421 Maple Ave,, Westhjont, N. J. 


KARAKASH, Thoodore J. CA 1940; J 1936) Air 
Cond. Engr. and Contr., • P. O. Box 667, and 
Ankara Palas 20. Ayazposa, Istanbul, Turkey. 
KARCHMER, Col. J. H. (A 1947) Owner, • J. H. 
Karchmer Associates, 315 St. Charles St., New 
Orleans 12, and 710 Royal St,, New Orleans, La. 
KARGES, Albert (A 1936) Mgr., The James 
Stewart Manufacturing Co,, Ltd., Tecumaeh St., 
and •S? Perry St., Woodstock, Ont., Canada. 
KARLSON, Alfred F. (M 1918) Chief Engr., 

• Parks-Cramer Co.. P. O. Box 444, Fitchburg, 
and 186 Prospect St., North Leominster, Mass. 

KARLSTEEN, Gustav H. (M 1935) Plant Engr,, 
Dunlop Tire & Rubber Corp., Buffalo 7, and • Box 
55, Rt. 1, Tonawanda, N. Y. 

KARNES, Thomas C., Jr. (J 1940) Design and 
Estimating Engr., The Bahnson Co„ 1001 S. 
Marshall St., and • 1 123 W. Fourth St.. Winston- 
Salem. N. C. 

KARSUNKY, William K. (M 1939) Cons. Engr., 

• 2011 K St. N.W.. Washington 0. D. C.. and 
Three Oaks, Kensington. Md. 

KARTORIE, Valentine T. (M 1946) Mgr. of 
Market Research, • York Corp., and 1533 First 
Ave., Elmwood. York, Pa. 

KASAMEYER, Alfred L. (M 1943) Engr.. Bldg. 
Operation Dept., Detroit Edison Co,. 2000 
Second Ave., and *11414 Marlowe, Detroit, 
Mich. 

KASPARIAN, Edouard (A 1946) Asst. Engr., 
Et. Artinc Spendjian, 15 Emad el Dine St.. aP. O. 
Box 1969. and 120 Madbouli St., Cairo. Egypt. 
KAUFFMAN, David S, {J 1948; .V 1946) )r. Engr.. 
Pan American Refining Corp.. Texas City, and 

• Island City Homes. Galveston 1 IB, Texas. 
KAUFMAN, Aaron M. (J 1946; .S’ 1944) Prod. 

Engr.. aTJ^e Carpenter Heating & Stoker Co.. 
1929 East 55th St.. Cleveland 3. and 2281 Bellfu^ld 
Ave., Cleveland 6. Ohio. 

KAUFMAN, Arnold M. (A 1948) Sales Engr.. 
Harry H. Marcus Co., 1408 Arrott Bldg., and 

• 5808 F'errcc St., Pittsburgh, Pa. 

KAUFMAN, H. J. (A/ 1937) Owner, The H. J. 

Kaufman Co., 13215 Koselawn Ave., Detroit 4, 
Mich, 

KAUFMAN, Milton (J 1947) Sales & Appl. Engr., 
Chrysler Airtemp. J. Herman Co., 2410 S. Main 
St,, Los Angeles, Calif., and *211 N. l^idgewood 
PI.. Los Angeles 4, Calif. 

KAUN, William F. (A 1944) Sr. Partner. •W. F. 
Kaun & Son. 4346 Mapk‘, and 2822 Arroyo, 
Dallas 9, Texas, 

KAUP, Edgar O. (M 1938) Hardware & Variety, 
1050-23rd St., and *657 39th St., Richmond. 
Calif. 

KAUPP, Charles W. (A 1947) Engrg. Draftsman, 

• Beman and Candee, 271 Delaware Ave., and 
553 Crejjcent Ave., Buffalo. N. Y. 

KAVANAGH, Perry E. (A 1046; / 1944) Mcch. 
Engr.. Western Electric Co., Cicero, atid*520 
N. Ashland Ave., La Grange. Ill, 

KAVENY, J. Gordon {M 1943) Pres, and Chief 
Engr,, Quiet Automatic Burner Corp., 49 Bloom- 
field Ave., Newark 4, and *59 Plymouth St., 
Montclair. N. J. 

KAY, Herbert M. (5 1946) Student, Texas A, & 
M. College, College Station and • Box 1521, Waco, 
Texas. 

KAYAN, Carl F.* {M 1942) Assoc. Prof. Mech. 
Engrg., •School of Engrg., Columbia University, 
Morningsidc Heights, New Yojrk 27, and 425 
Riverside Dr., New York, N. Y. 

KAYSER, Phillip G. (J 1942) Research Engr., 
McQuay, Inc., 1690 Broadway N.E., and •3120- 
39th Ave. S., Minneapolis 6, Minn. 

KEANE, G. F. (M 1945) Appl. Engr., Carrier 
Corp., Syracuse, and • 316 Haddonfield Dr., De 
Witt, N. y. 

KEARBY, Earl J. (M 1946) Mgr., Air Cond. 
Dept., Cahn Electric Co,, and • 1001 Centenary 
Blvd., Apt. G-49, Shrevepprt, Im. 

KEARN, Jeff (A 1943) Owner, • Jeff Kearn Co., 
342 Park St. W., and •411 Randolph Ave., 
Windsor, Ont., Canada, 

KEARNEY, Joseph S. (M 1989) Pres,, s North- 
western Heating k Plumbing Co., 1905 Greenleaf 
St., and 1405 Lincoln St., Evanston, III. 
KEARNS, William J. (A 1940) Engr., ♦ Ingersoll 
Rand Co,, 172$ Canton St.. Dallaa 1, and 2688 
Easter Ave*, JOallas 16, Texas. 
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KEATING, Arthur J. (M 1937) Engr..«TIie 
Powers Regulator Co., 2720 Greenview Ave., and 
5646 N. Kenneth Ave., Chicago, 111. 

KEATTS, Rolls M. (M 1944) Mgr. and Engr., 

• Keatts Thermal Equipment Co.. 20 S. Third 
St., Columbus 15, and 184 Northmoor PI., Colum- 
bus 2, Ohio. 

KECK, Edward T., Jr. (A 1947) Application 
Engr., •A. M. Lockett and Co., Ltd., 401 Mag- 
nolia Bldg., and 4234 Arcady Ave., Dallas. Texas. 
KEEFER, IJonald M. (A 1945; J 3941) Sales 
Engr., • McPherson Furnace & Kquipment Co., 
401 Eighth Ave. N., and 342 North 70th St., 
Seattle, Wash. 

KEELER, Forrest E. (A 1947) Sales Engr., C. W. 
Parsons, Inc., 4536 District Blvd,, Los Angeles 11, 
and •1849 W, Santa Barbara Ave., Los Angeles 
37, Calif. 

KEELER, Forrest J. (M 1947) Iltg. & Vtg. Supvsr., 
Los Angeles Board of Education, 1425 S. San 
Pedro St., Los Angeles, and #325 N. Myers St., 
Burbank, Calif, 

KEELING, Fred V, (M 1943; A 1940) Mech. 
Engr,, •Public Works Dept., Philadelphia Naval 
Shipyard, Bldg. No. I, Philadelphia 12, Pa. 
KEENEY, Frank P. (Life Member] A 1915) Pres., 

• Keeney Publishing Co., 0 N. Michigan Ave., 
Chicago 2, and 7059 South Shore Dr., Chicago 49, 
111 . 

KEENEY, Watson S. (7 1948; .S 1947) Instal- 
lation Engr., SoutJiwestern Drug Corp., 1108 
Jackson, Dallas 1. and •SOS S. College St,, TyV*, 
Texas. 

KEETON, Robert W., M. D.* (M 1943) Head. 
Dept, of Medicine, • University of Illinois, 1853 
W. Polk vSt., Chicago 12. and 5555 N. Sheridan 
Rd., Chicago, III. 

KEGARISE, Ralph R. (M 1943) Pres., Kegarise- 
Cronk Engineering Corp., 334 E. Main. Johnson 
City, Tenn. ^ 

KEHM, Horace S. (M 1028) Pres., eTlie Kehm 
Corp., 135 S. LaSalle St., and Union League Club. 
Chicago, III. 

KEIM, Eugene C. (M 1944) Mech, Engr., • United 
States Radiator Corp., 305 East 19th St., and 
3222 Park Ave., Indianapolis, Ind. 

KEIST, Walter E. (A 1944) Sales Engr., W. J, 
Keist & Son, 322 Perry Highway, and eSOS Center 
Ave., West View, Pittsburgh 29, Pa, 

KEITH, Janies P, (M 1938) Vice-Pres., Con- 
sulting Engineers, Room 403 Keeter Bldg., Mon- 
treal, Que., Canada. 

KELAHAN, J. Richard, Jr. (1 1947) Engr., 

• Cork Insulation Co., Inc., 402 Bryant St., San 
Francisco 7, and Apt. 4, 2220 Divisadero St.. San 
Francisco 15, Calif. 

KELBLE, F. R. {M 1928) Vice-Pres. and Mgr,. 

• Huff man- Wolfe Company of Philadelphia. 4060 
North 18th St., Philadelphia 40, and 205 Pleasant 
Ave., Glenside, Pa, 

KELL, John R. (M 1944) Chief Htg. and Vtg. 
Engr., Dr. Oscar Faber, Cons, Engr,, 1 Worley 
Rd., and •'‘South Meads,'’ London Rd., St, 
Albans, Herts., England. 

KELLER, Arthur B, (A 1945) Application Engr,. 
Westinghouse Electric Corp., Sturtevant Div.. 
20 N. Wacker Dr., Room 3758, Chicago, and 

• 1026 Home Ave., Oak Park, 111. 

KELLER, Dwight L. (7 1947) Sales Engr., •Auto- 
matic Heat Company of Decatur, 241 E. Eldorado, 
and 935 W. Macon, Decatur, III. 

KELLEY, Davis F. (A 1945) Owner. Enterprise 
Heating & Air Conditioning Co., 3869 McRee 
Ave,, St. Louis 10, Mo. 

KELLEY, James J. (A 1924) Fuel Oil and Burner 
Asst., • Colonial Beacon Oil Co., 378 Stuart St., 
Boston, and 142 Governors Ave.. Medford, Mass. 
KELLEY, Ralph P, (A 1945) Mfrs. Agent, Ralph 
Pat Kelley & Assocs,, 1521 Southwest Uth 
Terrace. Miami 35, F1&. 

KELLEY, WUHam P. (A 1947) Engr., Drying 
Systems Inc., 1800 W. Foster Ave., Chicago, and 

• 5318 N, Winthrop Ave., Chicago 40, III. 
KELLOGG, WiiMton T, (M 1948; A 1938) De- 
sign Engr., • £, R. Little Co.. Inc., Cons. Engrs., 
1806 Kales Bldg,, Detroit 26* and 1876 North- 
lawn Ave., Birmingham, Mich. 

KELLY, Chanas J. <M 1931) N, Y, Repr., 
is James P. Marsh Coip,. 155 East 44th St., 
New York. N. Y., and 440 Fairmount Ave.* 
Jersey City, N. J. 


KELLY, Edward L. (A 1946) Cons. Engr., •6116 
Medan PI., Oakland 11. and 2700 Maxwell Ave., 
Oakland, Calif. 

KELLY, Elbert E. (7 1948) Mech. Engr., J. 
Donald Kroeker, Cons. Engr., 402 Failing Bldg., 
Portland 4, and • 1154 Northeast 70th Ave., 
Portland 16, Ore. 

KELLY, Francis C. (A 1940; 7 1942) Pres., 
Kelly & Cracknell, Ltd., 2359 Dundas St. W.. 
and • 15 Keele St,. Toronto, Out.. Canada, 
KELLY, Herbert C. ' (AJ 1945) Pres.. • The 
George-Howard Co., 107 Water St., New Haven, 
and 31 Greene St.. Milford, Conn. 

KELLY. H. J. (A 1940) Owner. • 810 Howard 
Ave., and 0334 Louis XIV St., New Orleans. La. 
KELLY, Janies C. (A 1942) Gen. Sales Mgr., 

• Sullivan Valve & Engineering Co., S. 124 Wall 
St., P. O. Box 2208, Spokane 7, and W. 807-25th 
Ave., Spokane 9, Wash. 

KELLY, Lester R. {M 1946) Cons. Engr., eTwaits 
Bldg., 443 S. Beaudry Ave., Los Angeles 13, and 
512 N, Lucerne Blvd,, Los Angeles 4, Calif. 
KELLV.Olin A, {7 1947 ; S 1940) Engr,,# Common- 
wealth tt Southern C'orp., Con.'tumers Power Bldg,, 
Room 513, and 743 W, Michigan Ave., Jackson, 
Mich. 

KELLY, W. C. (Ai 19.35) Div. ICngr.. • Iron Fin*- 
man Corp., 449 Paul Brown Bldg., 818 Olive St., 
St. Louis 1, and 440 Hanley Rd. S.. Clayton 5, 
Mo. 

KEMLER, Emory N. (M 1946) College of Engi- 
neering, •New York University, New York 53, 
and 130 Union Ave.. Tarrytovvn, N. Y. 

KEMP, William H. (A 1944) Mech. Engr.. 
Byrne Organization, 2007 Connecticut Ave. N.W,, 
Washington, and #928 Perry PI. N.E., Wash- 
ington 17, D, C. 

KEMSLEY, John A. (Aif 1940) Mgr. Air Cond. 
Dept., • Reunert it Lenz, Ltd,, P. CL Box 92, and 
33 Fourth Ave,, Parktown N., JohannCvSburg, 
South Africa. 

KENDRICK, Arcade E. (A 1946) Dist. Mgr.. 

• Pacific Coast Heating & Appliance Co,, 1464 
N.W. Front, P. O. Box 4236, Portland 8, and 3630 
Northeast llOth, Portland 13. Ore. 

KENDRICK, G. Mitchell (M 1946) Dist, Mgr., 

• American Blower Corp., 402 hAsex Bldg., 
Minneapolis 2, and 623 S. Fairview Ave., St. 
Paul 5. Minn. 

KENNEDY, A. M. (M 1946) Chief. PIbg. and Htg. 
Design, R. P. Allsop, Cons. Engl., 1221 Hay St., 
Toronto, and #9 St. George's Rd., Lambton P. O., 
Ont., Canada. 

KENNEDY* Don P. (A 1945) Sales Engr., VVeil- 
McLain Co., Michigan City, Ind., and #955 East 
25th St., Erie, Pa. 

KENNEDY, James C. (M 1945) Htg. Supt. and 
Estimator, Edward Joy Co., 133 Market St., 
and #801 Plymouth Dr., Syracuse, N. Y. 
KENNEDY, Lowell K. (7 1948) Designer and 
Estimator, Canadian Comstock Co. Ltd., 1010 
St. Catherine .St,, and •Apt. 917, 1455 Drum- 
mond St,, Montreal, P. Q., Canada. 

KENNEDY, Maron (A 1930; 7 1930) Appl. Engr., 

• York Corp., 5051 Santa Ke Ave., Los Angeles 

II. and 2704 Carlaris Rd., San Marino 9, Calif, 
KENNEDY, Walter W. (M 1941) Dvlpt. Engr., 

• Barber-Colman Co., 150 Loomis St., and 209 
Hollister Ave., Rockford, 111. 

KENNEDY, William F. (A 1947) Sales Engr., 
Bethlehem Steel Co., 25 Broadway, New York 4, 
and #21 Ardmore Rd., Scarsdale. N. Y. 
KENNETT, V. A. (M 1936) Dir., •Air Con- 
ditioning & Fmgineering, Ltd., 3 Bayley St.. 
Tottenham Ct. Rd., London, W. C. 1, and 
"Abbotts” Felstead, Essex, England. 

KENNEY. Daniel F. (7 1946) Air Cond. Engr.. 
Kroeschell Engineering Co., 215 W, Ontario St., 
Chicago, and* 3534 West 84th St., Chicago 29, 

III. 

KENNEY, Daniel J. (A 1944) Elec. Htg. Engr., 
Edwin L. Wiegand Co*, 683 Atlantic Ave.. Boston* 
and *268 Renfrew St., Arlington, Mass. 
KENNICOTT, Charles W. (A 1947) Treas.. 

• Engineered Equipment Corp., 4905 Santa Fe 
Ave., Los Angeles U, and 765 N. Oak, Temple 
City. Calif. 

KENT, A, Douglas (A 1946; 7 1941) Asst. 
Research Engr., National Research Council, 
Ottawa, and *211 Research Rd., Ouarries P. O,, 
Ottawa, Ont., Canada. 
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KENT, E. Robert (M 1946) Partner. •PooJe & 
Kent Co.. 2322 N, Charles St.. Baltimore 18, and 
Sherwood Forest. Md. . , 

KENT, L. F. (A 1927; J 1924) Pres., eMoncnef 
Furnace Co., P. O. Box 1673, and 1515 Morning- 
side Dr. N.E.. Atlanta 1, Ga. 

KENT, R. L. (M 1936) Dist. Mgr.. • Trane Com- 
pany of Canada, Ltd., 303 New Hargrave Bldg., 
Hargrave St., and 147 Wellington Crescent, 
Winnit>eg, Man., Canada. 

KEPERLING, Harold R. (A 1947) Bldg., Serv. 
Engr,, •Gilbert Associates, Inc., 412 Washington 
St., and 503 Kisenbrowm Ave., Hyde Crest, 
Reading, Pa. 

KER, Robert J- (A 1947) Mgr., Air Cond. Div„ 

• Canadian General Electric Co., Ltd., 1000 
Beaver Hall Hill, P. O. Box 340, Montreal, and 
37 Kings Road, Valois, Que., Canada. 

KERB EL, Jesse (A 1946; J 1944) Syska & Hen- 
I; nessey, 144 East 30th St., New York, and • 88-06 
180th St.. Hollis 7. N. Y. 

KERCHEVAL, William L. (..V 1947) Student. 
Purdue University, andsF.P.H.A, Apt. 232-3, 
W. State St., West Lafayette, Ind. 

KERN, Charles J. (M 1946) Mgr., Control Engrg. 
and Service, • Warren Webster & Co., 1625 
Federal St., Camden, and 446 Queensborough 
Lane. Haddonfield, N. J. 

KERN, Joseph F., Jr. (A 1937) Owner. Joseph F. 
Kern, Jr.. 115 Broadway, New York 6. and • Box 
695, Massapequa, L. L, N, Y. 

KERN, Raymond T. (M 1927) Chief Engr., 
Jenniaon Co., Fitchburg, and • 51 Claflin St., 
Leominster, Mass. 

KERR, A. W. (M 1946) sA. W. Kerr & Assocs., 
407 S. Dearborn St,, Chicago 5, and 6230 Kenmore 
Ave., Chicago 30. Ill, 

KERR, Gerald C. (M 1945; A 1940) Acoustical 
Engr., • Johns Manville Sales Corp., 807 American 
Bank Bldg., and 625 Pine St., Apt. 2, New Orleans, 
La. 

KERR, James W. (5 1947) Student, A. & M. 
College of Texas, • P. O. Box 4881. College 
Station, and 2280 Hazel Ave., Beaumont, Texas. 
KERR, Robert (M 1943) Gen. Mgr., • Universal 
Sheet Metals, Ltd., 980 Queen St. E., and 30 
Woodington Ave., Toronto, Ont., Canada. 

KERR, William E. (M 1937) South Carolina 
Repr., Barnes & Jones, Inc., 1201 Hyatt Ave., 
Columbia 47, S. C. 

KERSHAW, Melville G. (M 1932; A 1926, 
J 1921) Vtg. and Air Cond. Engr., • E. I. DuPont 
de Nemours & Co., Wilmington, Del., and 7313 
North 2l8t St., Philadelphia, Pa. 

KESSL£:R, Clarence F. (M 1938) Assoc. Prof., 
Mech. Engrg., •University of Michigan, 241 W. 
Engineering Bldg., and 1756 Broadway, Ann 
Arbor, Mich. 

KETAI, Mitchell R, (S 1948) Student, Uni- 
versity of Michigan, 725 Haven, Ann Arbor, 
Mich. 

KETCHUM, E. R. (M 1943) Engr., Dow Chemical 
Co., and • 1322 W. Fifth St., Freeport, Texas. 
KEYES, Marcus Waldo (M 1942) Product Engr., 

• Kimberly-Clark Con>., Neenah. and 245 E. 
Pacific St., Appleton, Wis. 

KEYSER, Herman M. (A 1937) Sales Engr., 
Knight Randall Co., 8316 Woodward, Detroit, 
and • 10703 Hart, Huntington Woods, Mich. 
KICE, Jack W. (A 1946) Mgr., Sales Engrg. 
Dept., • The Coleman Co., Inc., St. Francis & 
Second St., Wichita 1, and 1131 Laura Ave., 

KICZALI^, Maurice D. (M 1935) Chief Air 
Cond. Engr., Army Motion Picture Service, 
War Dept., Room 400, Tower Bldg., Special ^r- 
vice Div., Washington 25, and efi^OO-Slst St, 
N.W., Wa^ington 15, D. C. 

Kn>D, Charles R. (Af 1942; A 1938) Cons. Engr., 
Bank of America Bldg., San Clemente, and i^ld 
Engr,, Los Angeles Region 33, Chrysler Airtemp 
piv., P. O. Box 2798, Terminal Annex, Los Ange- 
Jes 54, and *204 W. Marquita AVe., San Clemente, 


KIDDER, Kinaman B, (A 1947) F^lmator, 
Hirold E. Peterson Co., 1850 Elwood St., Lob 
Angeles 21, and • 1708 S. Hobart Blvd., Los 
Angeles 6, Calif. 

KIEFER, E. J, (A 1932; / 1028) M*r., li H. C. 
Archibald Co,. 408 Main St., and lol N. Sixth 
St„ Stroudsburg, Pa, 


KILLEEN, T. F. (4 1945) Dist Mgr., # Titusville 
Iron Works. 374 Delaware Ave., Buffalp 2, and 
734 Richmond Ave., Buffalo 13, N. Y. 

KILLIAN, Vic J. (A 1937) Pres., • V. J. Killian 
Co„ 933 Linden Ave., and 1348 Edgewood Lane, 
Winnetka, III. 

KILLIAN, William J. (A 1940) Branch Mgr., 

• The Herman Nelson Corp., 1107 Enquirer Bldg., 
Cincinnati 1, and 7519 Kirtlcy Dr., ancinnati 27. 
Ohio. 

KILNER, John S. (M 1929) Detroit Repr., 
Dollinger Corp., 1091 Seminole Ave., Detroit 
14. Mich. 

KILPATRICK, William S, (M 1937) aW. S. 
Kilpatrick & Co., 1100 East 33rd St.. Los Angeles, 
and 1.545 Chelsea Rd., San Marino 9, Calif. 
KIMBALL, Charles W. (Life Member; M 1915) 
Pres., • Richard D. Kimball Co., 6 Beacon St., 
Boston, and 65 Prescott St., West Medford, Mass. 
KIMBALL, Dwight D. (Life Member; M 1908), 
(Presidential Member), (Pres,, 1915; 2nd Vice- 
Pres., 1914; Board of Governors, 1912-13), 
(Council, 1914-16) Cons. Engr., • Grand Central 
Terminal Bldg., Room 1728, New York 17, and 
145 West 68th St., New York, N. Y. 

KIMBLE, Carl W. (A 1943: J 1938) Owner, 

• Advance Heating & Sheet Metal Works, 316- 
24th St., and 2020-38th St.. Rock Island, 111. 

KIMBROUGH, Charles W. (A 1947) Sales, 

• funeral Meters & Controls, 205 W. Wacker 
Dr., Chicago 6, and 929 Ridgewood Dr., High- 
land Park, 111. 

KIMMEL, Abel J. (A 1947) Mech. Engr., Raisler 
Corp., 129 Amsterdam Ave., New York 23, and 

• 1644 45th St., Brooklyn 4, N. Y. 

KINCAID, Wendell V. (A 1945) Dist. Engr., 

Pittsburgh Lectro Dryer Corp., 307 N. Michigan 
Ave., Chicago 1, and •3934 Frontier Ave., Chi- 
cago. 111. 

KINCAIDE, MerrUl C. (M 1946) Chrysler Air- 
temp Sales Corp., 12200 E. Jefferson Ave., 
Detroit 14, and *3918 Helen Ave., Detroit 7, 
Mich. 

KINDLER, S. (M 1945) Gen. Mgr., • Matthew 
Hall & Co., Ltd., 26 Dorset Sq., London, N.W., 1, 
and 41 Northumberland PI., London W.2, England. 
KING, A. C. (M 1936) Cons. Engr., 36 S. Dear- 
born St., Chicago 3. III. 

KING, David J. fM 1947) Asst. Mgr., Detroit 
Sales Office. American Blower Corp.. 632 Fisher 
Bldg., Detroit 2, and •5200 Harvard Rd., Detroit 
24. Mich. 

KING, Harry K. (A 1944) Field Service Engr., 
A. M, Byers Co., 1409 Girard Trust Company 
Bldg., Philadelphia 2, and • 309 E. Hathaway 
Lane, Merwood, Havertown, Pa. 

KING, John S. (A 1940) Sr. Testing Etigr,. 
Sears, Roebuck &. Co., Mech. and Combustion 
Lab., Homan & Arthingtoa Ave,, Chicago 7, and 

• 4406 N. Lockwood, Chicago 30, 111. 

KING, Roy L. (M 1945) Div. Engr., The Heil Co., 
3000 W. Montana St„ Milwaukee 1, and *4304 
N. Sheffield, Milwaukee 11, Wis. 

KING, Thomas E, {M 1943) Vice-Pres., •Lord & 
Burnham Co., 2 Main St., Irvington, and 47 Jane 
Ave., Harlsdale, N. Y. 

KING, Travis D. (S 1947) Student. Texas A. & M. 
College, College Station, and •Route 1, Okla- 
union, Texas. 

KING, William O. (A 1947) Mech. Engr., 
National Bureau of Standards. Washington, D. C., 
and • 8406 I6th St., Silver Spring, Md. 
KINGDON, Frank W. (A 1948) Engrg. Drafts- 
man. Ontario Pai^r Co, Ltd., Tnorold, and • 147 
Queen St., Port Dalhousie, Ont., Canada. 
iOnGSBURY, j. Warren (A 1947) Pres., Cheater 
Utilities Inc., 1028 E* Tremottt Ave., Bronx 60, 
and • 1621 Unionport R4.. New York 82, N, Y. 
KINGSBURY, Nwmnn E, (/ 1948) Jfr. Engr,, 
Stone & Webster Engineering Corp., 49 Federal 
St., Boston, and #533 Washington St>. Dois 
cheater, Mass. 

K1NGSLAN0, George P, (M 1935) R. R, No. 3, 
Eureka, Mo, 

KINGSLAND, NortOfi W, (A 1945) Publisher, 
Heatiim & Sanitary Age, e Age Publkaticms, Lid^, 
31 Wllicocks St., and 123 Lawton BlVd^ Tortmto, 

S. m »8S) Pen.. 
•Willtauu B, Kinnwell. lp£., M30 Geortta Avt. 
NJV., Wud^tagtoa. a Cn and R. P- Ov 1. Slb«r 
Sp-ring, Md., ■ 



RoU^f lifemberthip 


61 


KINKAID, John R. (A 1946) Sales Engr., Dravo 
CorpM 4810 Prospect Ave., Cleveland, and 0 3542 
Boynton Rd., Cleveland Heights 21, Ohio. 
KINNEY» a. M, (M 1936) Pres., A. M. Kinney, 
Inc.i 1211 Enquirer Bldg., Cincinnati 2, Ohio. 
KINSINGER, R. Edward U 1947) R. E. Kin- 
singer, Professional Engr., 0 991 Bay St., and 112 
Glenview Ave., Toronto, Ont., Canada. 

K.INZER, Osborn A. (M 1945) Major, Corps of 
Engrs., U. S. Army, c/o Engr. Section, Hq. Carri- 
bean Defense Command, Quarry Heights, Canal 
Zone. 

KIPE^ Morltan (M 1919) Dir. of Education. 
Anthracite Institute, Primes, Del. Co., and 0 801 
Homestead Ave., Havertown, Pa. 

KIPP, Henry J. (M 1947) Gimcral Engineering & 
Manufacturing Co., and 0 1036 N. Geyer Rd., 
Kirkwood 22, Mo. 

KIRKBRIDE. J. Owen (M 1038) Partner, 
0 Parent & Kirkbride, Fourth and Locust Sts., 
Philadelphia 6, Pa. 

KIRKEI^ALL, Horton J. (M 1942; A 1938) 
Sales Repr., Hlg. Equipment, 291 Catalpa PI., 
Pittsburgh 16, Pa. 

KIRKLEV, Charles R, (S 1948) Student, A. & 
M. College of Texas, and 0 Box 2379, College 
Station, Texas. 

KIRKPATRICK, Arthur H. (M 1935; J 1931) 
Engr., 0 Frederic B. Stevens Co., 510 Third St., 
and Webster Hall Hotel. Detroit, Mich. 
KIRKWOOD, Roderick R. (/ 1946) C. A. Pang- 
born, Cons. Engr., 312 2nd & Cherry , 
Seattle 4, and 0 13527 22nd Ave. N.K.. Scatiie 
65, Wash. 

KIRKWOOD, Thomas A. (A 1940) Sales Engr., 
Hajoca Corp., and 0 2122 Kirkwood Ave., 
Charlotte. N. C. 

KIRSCHHOFER, F. J. (A 1943) Ovmer, Federal 
Home Heating Co.. 259 Delaware Ave., Buffalo 
2, N. Y. 

KIR1XAND. E. M. (A 1940) Pres., Engineering 
Specialty Co., Inc., 900 West Ridge Rd. (U. S.-O), 
Gary, Ind. 

KITCH, Richard B. (M 1941) Registered Engr., 
0 314 Palmer Bldg., Atlanta 3, and N. Druid 
Hills Rd., Route No. 2, Atlanta, Ga. 

KITCHEN, Darley E. (.4 1944) Owner, Kitchen 
Heating Co., 3^ E. Hunter St.. Logan, Ohio, 
KITCHEN, Francis A. (M 1946; A 1927; J 1923) 
Pres., 0 American Warming & Ventilating Co., 
1514 Prospect Ave., Cleveland, and 2077 Campus 
Rd., South Euclid, Ohio. 

KITCHEN, William H, J. (A 1938) Supt., Blend- 
ing Plant, Mec. Constr., B-A Oil, Can. Comstock 
Co., Ltd., 206 Laird Dr. N., Leaside, and 0 Box 
718, Midland. Ont., Canada. 

KITTLESON, Howard B. (A 1944) Plant Engr., 
0 Kraft Foods Co,. West Main St„ and Box 21, 
Albany, Minn. 

KLAGES, Frank E. P. (M 1940) Diet. Mgr., 
The Powers Regulator Co., 733 Jefferson Stand- 
ard Bldg., P. O. Box 598, Greensboro. N. C. 
KLEIKAMP, Henry (A 1945) Engr., Chas. A. 
Honold Co., 819 Penn. Ave„ and 0 2813 S, Seventh 
St., Sheboygan, Wis. 

KLEIN, Edward W. (Life Member 1917) Repr.. 
0 Warren Webster & Co., 162 Nassau St. N.W.. 
Atlanta 3, and 3846 Peachtree Rd., Atlanta. Ga. 
KLEIN, Edward W., Jr. (M 1947) Partner, 0 E. 
W. Klein Co., 152 Nassau St., and 3845 Peachtree 
Rd., Atlanta. Ga. 

KLEIN, Irving R. (A 1947) Archt., 0 Irving R. 
Klein & Assocs., Archts., 608 Bankers Mortgage 
Bl^.. Houston 2, and 1935 Richmond. Houston 
6, Texas. 

KLEIN, Walter A. (M 1946) Asst. Secy.-Treas., 
Krenter-Hlcks Co., 3974 Delmar Blvd., St. I.x)tii8 
8, and 0 2710 S. Grand Ave., St. Louis 18, Mo. 
KLEINHOMER, William G. (A 1943) Mech. 
Engr., Wohlpart and Hart, 156 East 42nd St., New 
York, nnd 0 2142 Troy Ave., Brooklyn 3, N. Y. 
KLEINKAUFt Harn-y Y* (M 1938; J 1937) 
0 Natkm & Co„ 514 South 11th SL. Omaha 8, 
and 1855 South 90th St., Omaha, Nebr. 
KLIEPOtH* M. H, (A 1939) Vice-Pres., Re- 
iWarch P7odti6t8 Corp., 1015 E, Washington Ave., 
Madison, Wis. 

KLJEYEIt, Wkido H* (M 1947) Dir. of Research, 
Mlnneapc^s-HoneyweH Regulator Co„ 2763 
Ave. Sw and #5046 York Ave, S., Minne- 
apohSr Minn. 


KLINE, Clayton F, (M 1944) Chief Engr., 
Moorc-Stoner Co., 600 Stewart Ave. S.W., and 
0 1690 N. Emory Rd. N.E„ Atlanta 6. Ga. 

KLINE, F. L. (A 1946) Gas Ertgr., 0 Iowa Power & 
Light Co., 312 Sixth Ave., and 4022 Sixth Ave., 
Des Moines, la. 

KLINE, W, O. (M 1940) Air Cond. Div., Frick 
Co., and 0 12 N. East Ave., Waynesboro* Pa. 

KLINK, Erwin J. (A 1946; J 1942) Ensign, 
U. S. S. Tennessee, c/o Postmastc^r, San Fran- 
cisco. Calif. 

KLUCKHUHN, Frederick H. (A 1947; ./ 1940) 
Asaoc., H. W. Redmile & Associates. Cons. Engrs., 
1902 L St. N.W.. Washington. D. C.. and 0 2508 
Central Ave., Braddock Heights, Alexandria, Va. 

KLUGE, B. M. (M 1947; A 1944; J 1938) Appl. 
Engr., 0 Bayley Blower Co., 1817 South 06th St., 
and 1236 South 46th St., Milwaukee 14, Wis. 

KLUGER. Edwin C. (A 1947) Sales Engr., Jas. 
P. Marsh Corp., 2073 Southport Ave., Chicago, 
111., and 0 4803 Montauk Ave., Parma 9, Ohio. 

KNAB. Edward A. (M 1943) Sole Owner, 0 E. 
A. Knab, Htg. and Plbg. Contr., 3723 N. 
Oakland Ave., and 1115 VV^ Greentree Rd., 
Milwaukee 11. Wis. 

KNECHT, A. WUaon (M 1948) Asst. Chief Engr.. 
Walter Kidde Coustructors, Inc., 140 Cedar St., 
New York 6, ar<d 0 20 Grosbeak Rd., Yonkers 2, 
N. Y. 

KNEESTS, Victor C. (A 1945) Sales Engr., 0 South- 
land Supply Co., 2400 South Harwood, and 3124 
Princeton, Dallas, Texas. 

KNIBB, Alfred E. (M 19.30) Htg. Engr., 0 L. L. 
McConachie Co.. 1003 Maryland Ave., Detroit 
30. and 9333 E. Jefferson Ave., Detroit 14, Mich. 

KNIGHT, Richard C. (A 1946) Mgr., Htg. and 
Vtg. Dept., 0 Macatee, Inc., P. O. Box 838, and 
3504 Greenbrier, Dallas, Texas. 

KNIGHTON, John K. (M 1944) Mgr. of Sales, 
0 Servcl. Inc., and Schenk Rd.. R. R. 7, Evans- 
ville, Ind. 

KNIPE, William E. (A 1946) Owner, William E, 
Knipe Sales & Service, 9202 Delphine, St. Louis 
14. Mo. 

KNOBLAUCH, Henry K. (A 1947) Owner, 
Knoblauch-Pierson Engineering Co., 1111 W. 
Lake St., and 0 5548 Emerson S., Minneapolis, 
Minn. 

KNOWLES, E. L. (A 1937) Owner, 0 Marshall 
Heating Co„ 1324 Marshall St. N.E., Minneapolis 
13. and 400 Thomas Ave. S.. Minneapolis 5, Minn. 

KNOX, Alva E. (5 1947) Student, Purdue Uni- 
versity, and 0 503 State St., West Lafayette, Ind. 

KNOX, J. Roy (A 1946) Branch Mgr., 0 U. S. 
Radiator Corp., 1713 E. Carson St.. Pittsburgh 3, 
and 18 Home Kort, West View, Pittsburgh 2. Pa, 

KNOX, Walter (Af 1943) Appl. Engr., Rheem 
Manufacturing Co., 20 N. Wacker Dr., Chicago 
6 , 111 . 

KOCH, Albert H, (M 1938) Branch Mgr., 
0 Minneapolis- Honeywell Regulator Co., ^60 
Wayne Ave., Philadelphia 44, and 410 Charles 
Lane, Wynnewood, Pa. 

KOCH, Joseph J. (A 1947) Partner, 0 J. F. 
Shelton Co., 200 Poplar, and 420 N, McNeil, 


Memphis, Tenn. 

KOCH, Richard G. (A 1935) Engr., Sales Dept.. 
0 Milwaukee Gas Light Co., 626 E. Wisconsin 
Ave., Milwaukee 2, and 6707 W. Brooklyn PI., 
Milwaukee 10, Wis. 

KOCHEL, R. K. (A 1945) Project Engr. Refrig.. 
0 jack & Heintz Precision Inc., Cleveland, and 
0 R. D. 1, Mogadore, Ohio, 

KOEHLER, C. Stewart (A 1936) Air Cond, 
Controls Div., Minneapolis- Honeywell Regulator 
Co., 221 Fourth Ave., New York 3, and 0 3135 
Hull Ave-, New York 67, N. Y. 

KOENIG, Andrew C. (A 1948; / 1940) Sales Engr.. 
J. A. Koenig, 701 E. Missouri St., Evansville, and 
0 635 £. Louisiana St., ICvansville 11, Ind. 

KOENIG, Max E, R. (M 1947) Chief Engr., Htg. 
D^t., Louis de Roll Iron Works Ltd., Klus, and 
0 Balsthal/SO, Switzerland. 

KOHN, Walter P, (A 1946) Indus. Appl. Engr., 
York Corp., 2700 Washington Ave., and 0 3647 
East Blvd., Cleveland, Ohio. 

KOLASA, Marion J. (A 1947j J 1942) Partner, 
0 Kolasa Products, 19639 Van Dyke Ave., Detroit, 
and 1985K1 Norwood Ave,, I^troit 12, Mich. 

KOLB, Frod W. (M 1938) Owner. 0 598 Monad- 
nock Bldg,, San Francisco 6, and 82 Macondray 
St., San Francisco fl, Calif. 
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KOLB, Robert P. (M 1939) Prof, of Heat-Pow<?r 
Engrg., Supt. of Heat & Power, • Worcester Poly- 
technic Institute, Worcester 2, and 46 Beechmont 
St., Worcester 5, Mass. 

KOLBER, Irving A. (7 1948; S 1947) Engr., 
Murphy & Miller, Inc.. 1326 S. Michigan Ave., 
Chicago, and • 1257 Lunt Ave., Chicago 26, HI. 
KOLLAS, Will J. (M 1939) Engr., The Lynch Co., 
6000 N.E. Union Ave., ^nd • 6104 N. Missouri 
Ave., Portland 11, Ore. 

KONZO, S.* (M 1937; A 1936; J 1932) Research 
Prof, in Mech. Engrg., • 102 Mech. Kngrg. Lab.. 
University of Illinois, Urbana, and 510 S. McKin- 
ley Ave.. Champaign, 111, 

KOPALD, Nathan (.4 1947) Sales Engr., Utility 
Appliance Corp., 4851 S. Alameda St., Los 
Angeles 11, and • 136 N. Sweetzer Ave., Los 
Angeles 36, Calif. 

KOPECKY, Joseph J. (.4 1940) Designor-Drafts- 
man, Voorlices, walker, Foley & Smith, 20 Broad 
St., New York, and #209 East 76th St., New York 
21, N. Y. 

KOPER, C, II. (.4 1946) Sales Engr., • B. F. 
Stiirtevant Co., Div. of Weatinghouse* Electric, 
933 Leader Bldg., Cleveland 14, and 2138 Glen- 
bury St., Cleveland 7. Ohio. 

KORN, Charles B. [m 1922) Engr. and Member 
of F'irm, Reber-Korn Co.. 817 Cumberland St., 
and • 1022 S, Eighth St.. Allentown. Pa. 
KORNBLUM, Herbert R. (7 1947) Htg. Engr., 
Davis ik Warshow, Inc., 75 Ludlow St., New V’^ork, 
2. and eSGO Elsmere PI.. New York 60, N. Y. 
KOSTER, Howard H. (.4 1942; 7 1939) Appl. 
Engr., W'estinghous(? Electric International Co., 
40 Wail St., New York 5, N. Y., and *44 Aubrey 
Rd., Upper Montclair, N. J. 

KOTHE, Robert B. {A 1946) Service and Instal- 
lation Engr., Minneapolis-Honeywell Regulator 
Co.. ,4030 Chouteau Ave., St. Louis, and #53370 
Glacfstone PI., Normandy 21. Mo. 

KOITCAMP, Harry E. (A 1945) Owner. mC, C. 
Kottcamp & Son, 515 W. Market St., and 519 
VV. Market St., York, Pa. 

KOTZEBUE, Robert W. (J/ 1944) Partner, 
Bell-Kotzc'bue Co., 1505 E. Houston St., San 
Antonio 2, and #438 Paseo Encinal, San Antonio 
I, 4'exas. 

KOUBEK, Joseph Victor (M 1944) Staff Engr., 
National Carbon Co.. West I17th St. and Madison 
Ave., and #3873 Silsby Rd., Cleveland 11. Ohio. 
KRAMER, John J. (A/ 1947) Appl. & Design 
Engr., American Blower Corp., Detroit 32, and 

• 5051 Argyk*, Dearborn, Mich. 

KRAMIG, Robert E., Jr. (.4 1933) Vice-Pres., and 
Treas.. R. E. Kramig & Co.. Inc., 222-4 East I4th 
St.. Cincinnati 10, Ohio. 

KRAPOHL, William H. (M 1941) Owner. eA. & 
K. Engineering Co., Inc., 1838 Centre St., and 79 
Prospect St., West Roxbury, Boston 32, Mass. 
KRATZ, A. P.* (M 1925), (Council. 1938-43) 
Research Prof. Emeritus, Dept, of Mech. Engrg., 
University of Illinois, and #1003 Douglas Ave., 
Urbana, 111. 

KRAUSE, Lin J. (A 1940) Register Div. Mgr.. 

• Minneapolis-Honeywell Regulator Co., 27.53 
Fourth Ave. S., Minneapolis 8, and 4705 Elliott 
Ave. S„ Minneapolis 7, Minn. 

KRAYENHOF, Harold G. (M 1945) Sales Mgr.. 

• Lennox Furnace Co., Inc., 400 N. Midler Ave., 
Syracuse, and 205 Newfleld Rd., DeWitt. N. V. 

KREIDER, Frank B. (An946) Sales Engr., Philip 
Carey Manufacturing Co., 6906 Euclid Ave., 
Cleveland, and #562 S. Kensington Rd,, Rocky 
River, Ohio. 

KREINER, Jack <A 1940) Owner, Jack Kreiner, 
123 East 18th St.. New York 3, N. Y. 

KREISMAN, Herbert (M 1947) Vice-Pres.. 

• Advance Heating & Air Conditioning Corp., 
117 N. Desplaines St., and 6225 Drexel Ave., 
Chicago, 111. 

KREMER, Richard H. (M 1943) Pres*, • Kremer- 
Hicks Co., 3974 Delmar Blvd., St. Louie 8, and 
473 Oakwood Ave., Webster Groves 19, Mo. 
KREMSER. Robert C., Jr. (A 1946) Mgr„ aBob 
Kremser Sheet Metal Works, 320 E. S^ond St., 
P. O. Box 634, and 203 Sharkey, Clarksdale, Miss. 
KI|£NZ, Alfred S. (M 1937; A 1986) Pres, and 
Treas., •Krenz & Co., 6ll4 W. Center 
witukee 10, and 7933 W. Milwaukee Ave., Wau- 
watosa 13, Wis. 


KRESH, Stanley (Af 1947) Engr. & Vice-Pres., 
Jas. H. Martin, Inc., 303 West 43rd St,, New 
York, and #2188 85th St., Brooklyn. N. Y. 
KRIBS, Charles L., Jr. (M 1935) Engr., 5201 
Fannin St., Houston 4, Texas. 

KRIEBEL, A. E. (M 1920) Sales Engr., • Blankin 
Equipment Corp.. 35th & Indiana Ave., Phila- 
delphia 32, and Berwyn, Chester Co., Pa. 
KRIECHBAUM, Robert R. (7 1946) Air Cond. 
Engr., Reg, F. Taylor, Bankers Mortgage Bldg., 
and #2411 Main St., Apt. 3, Houston. Texas. 
KROEKER, J. Donald’^ (M 1936) Cons. Engr.. 

• Room 402, Failing Bldg., 618 Southwest Fifth 
Ave., Portland 4, and 6831 N.E. Siskiyou St., 
Portland 13, Ore. 

KROGMAN, Weston L. (M 1947) Supt., Dept, 
of Bldgs. & Grounds, University of Chicago, 960 
East 58th St., and #1724 East 85th St., Chicago, 
HI. 

KRUSE, W. C., Jr. (M 1938) Owner. • Kruse 
Engineering Co., ,24 Commerce St.. Newark 2, 
and 292 Scotland Rd., South Orange, N. J. 
KUCERA, H. T. {M 1943) Pres., Automatic 
Devices Co., 53 W. Jackson Blvd., Chicago 4, HI. 
KUCK, Theodore A. (A 1945) Field Engr., 

• South Side Hardware & Plumbing Co., 1612 
South 12th St., and 1108 Oakland Ave., Sheboy- 
gan, Wis. 

KUECHENBERG, William A. (A/ 1937) Pres., 

• R. B. Hayward Co.. 1714 Sheffield Ave.. 
Chicago 14, and 427 Elmore Ave., Park Ridge. 111. 

KUEMPEL, Leon L. (M 1936; 7 1929) Pres.. Keco 
Industries. Inc., Union Trust Bldg., Cincinnati 2, 
and #3702 Homewood Rd., Cincinnati 27, Ohio. 
KUGEL, Edmund F. (A 1947) Supt. of Instal- 
lation. Montag Stove & Furnace Works, 2011 N. 
Columbia Blvd., and #5524 N.PL Rodney Ave., 
Portland 11, Ore. 

KUGEL, If. Kenneth (M 1938) Chief Engr., 
Smoke Regulation & Boiler Inspection, 102 
District Bldg., Washington 4, and #3825 Morrison 
St. N.W., Washington 15, D. C. 

KUGELER, H. Coors (Af 1944) Appl. Engr., The 
Stearns Roger Manufacturing Co,. 1720 California 
St., Denver 2, and #2365 Ash St., Denver 7, Colo* 
KUGLIN, Charles R. {M 1945) Chief Engr., 
R. V. Mehaffey Associated Engineers. 30 N. La- 
Salle St., Chicago, and •10207 S. Wood St., 
Chicago 43, 111. 

KUIILMAN, Charles E. (7 1947) Asst. Supt., 
Kuhlman Homes Co., 1711 Natl. Bank Bldg., 
Detroit, and #11828 Rossiter, Detroit 24, Micli. 
KUHLMANN, Rudolf (Af 1928) Mgr..#Amer. 
esco, Inc., 50 Church St,, New York, and Glen- 
wood Gardens, Yonkers, N. Y. 

KUHN, William Hubert (M 1944) Owner, •W. 
H. Kuhn, Plumbing & Heating Contr., 1805 N. 
Haskell, and 711 Skillman, Dallas, Texas. 
KUMMER, Calvin J. (Af 1947; A 1942; 7 1938) 
Branch Office Engr., Carrier Corp., 1235 Carew 
Tower, Cincinnati, Ohio and #55 Saint Joseph 
Lane, Apt, 19, Park Hills, Covington, Ky. 

KUN, Irving B. (7 1947) Mech* Engr., L. S, Tarle- 
ton, 1500 Walnut St., ITilladelphia 2, and • 1040- B 
Unrah Ave., Philadelphia 11, Pa. 

KUNEN, Herbert K, (A 1946; 7 1938) Senior 
Partner, • Kunen Engineering Co., 17 East 42nd 
St., New York 17, and 117-14 Union Turnpike. 
Kew Gardens, N. Y. 

KUNTZ, Edward C. (A 1947; 7 1937) Engr., 
Ahrens & McCarron, Inc., 4621 Beck Ave., St. 
Louis 16, and eSSOBA Michigan Ave., St. Louis 
18, Mo. 

KUNZOG, Theodore W. (M 1939) Sales Engr., 
Moraine Products, Div. General Motors Corp., 
1420 Wisconsin Blvd., Dayton, and #830 Devon- 
shire Rd„ Dayton 9, Ohio. 

KURTH, Franz Jr. (7 1945) Liaison Engr., 
Anemostat Corporation of America. 10 East 39th 
St., New York, N. Y., and •2411 Loretta Dr., 
Tucson, Ariz. 

KURTH, Franz J. {M 1937) Vice-Pres., ♦ Anemo- 
stat Corporation of America, 10 East 39th St., 
New York, and 510 Cortlandt Ave., Mamaroneck, 
N. Y. 

KUtTLER, Jnhn B. (U 1044) Chief Engr., 

• Prudential Insurance Company Of America, 
768 Broad St., Newark, and 642 Scotch Plains 
Ave*. Westffeld, N. J, 

KWAN, L K. m 1933) Oen. the China 
Engineering Co.; $0 Brenah Rd., Shanghai, China^ 
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KYTE, Robert L. {A 1046) Chief EnRr., Williams 
Heating Engineers, 101 Park Ave., New York 17, 
N. Y., and • 139 Farley Ave., Fanwood, N. J, 


L 


LABADIE, WilUam (A 1944) Gen. Supt., Uni- 
versal Plumbing & Heating Co., Ltd., 980 Queen 
St. E., and* 18 Kingsmount Park Rd,, Toronto, 
Ont., Canada, 

LABUS, Otto A. (M 1946) Lab. Mgr. and Dir., 
The Trane Co., Second and Cameron, and 

• R. F, D. 1, State Rd., LaCrossc, Wis. 

LACY, James W. (A 1947) Asst. Prof, of Mech. 

E^ngrg., • School of Engrg., Southern Methodist 
University, Dallas 5. and 6447 Kenwood Ave., 
Dallas 14, Texas. 

LADD, David {M 1038) Vice-Pres. and Mgr. of 
Western Div,, ^Thc Powers Regulator Co., 1808 
W. Eighth St., Los Angeles 5, and 4530 Hayven- 
hurst Ave., Encino, Calif. 

LADEWIG, Fred K. (J 1948) Sales Engr., mTho 
Trane Co., 207 Congress Bldg., Kansas City 2, 
and 8216 Tracy, Apt. No. 3, Kansas City 5. Mo. 
I.ADRWiG, Larry L. (A 1944) Dir. Of Gas Uti- 
lization, •Houston Natural Gas Corp., Box 1188, 
Houston 1, and 1306 Crocker, Houston 6,, Texas. 
LAGODZINSKI, Harry J. (A 1927; J 1920) Sales 
Engr., allg Electric Ventilating Co., 222 N. La- 
Salle St.. Chicago, and Crystal Luke, III. 
LAGOW, Atwell C, (M 1946) Engr.. Landaiier 
Guerrero, 4801 Lemmon .Ave.. Dallas 9, and mftiX* 
Northwood Rd., Dalias, Texas. 

LAINE, Felix (A 1946) S<’cy.-Treas., • Myers- 
Lainc Corp., 315 John St., Utica, and 1914 Storrs 
Ave.. Utica 3, N. Y. 

LAINSON, Hal (A 1944) Secy.-Treas.. ejaden 
Manufacturing Co., 1001 W. Second St,, and 229 
University Blvd., Hastings, Nebr. 

LAIR, P, H. (M 1940) Engr. Coordinator, Ebasco 
Services Inc., 2 Rector St.. New York. N. Y., and 

• 24 Glenwood Dr.. Short Hills, N. J. 

LAJOIE, J. Rene (A 1946) Chief Instructor, Htg. 

and Plbg. Comm.. Montreal Bldg. Trades Appren- 
ticeship, 2276 Laurier E., Montreal, and 9 3735 
Basset, Montreal 18, Que.. Canada. 

LAMB, Jordan H. (A 1947) Engr., Twin Coach 
Co., Kent, and*c/o General Delivery, Rt. 1, 
Hudson, Ohio. 

LAMBERSON, L. D., Jr. (A 1946) Chief Engr.. 

• Williamson Favret Furnace (.'o., 55 E. Goodalc 
Si.. Columbus 8, and 871 Euclaire Ave., Bexley, 
Columbus 9. Ohio. 

LAMBERT, Edward G. (A 1945) Mgr,, • Building 
Maintenance Service, Inc., 810 8. St. Paul, and 
217 S. Ravinia, Dallas. 'Fexiis. 

LAMBERT. Edward H. (A 1944) Pres.. E. H. 
Lambert & Co., Room 28, 139 Main St., Stamford, 
and •Hcndrie Ave., Riverside, Conn. 

LAMBERT, Ernest (.4 1946) Mgr., Htg. Dept., 
Crane Ltd., 93 Lombard St., Winnipeg, Man.. 
Canada. 

LAMBERT, Everett C. (A 1944) Mgr,, Franchised 
Sales Div.. B. F. Sturtevant Co.. Div. of Westing- 
house Elfictric, 3001 Walnut St.. Philadelphia, 
and *7433 Overhill Rd., Philadelphia 26, Pa. 
LAMBERT. Thomaa A. (M 1946) Assoc. Mech. 
Engr., Norfolk Naval Shipyard, Public Works 
Dept., Portsmouth, and *1123 Manchester Ave., 
Norfolk 8, Va. 

LAMMONS, John B. (A 1944) Mfrs. Repr., • J. B. 
Lammons, P. O. Box 602, and 930 N. Evergreen 
St., Memphis, Tenn. 

LAMONT, James F. (A 1946) Gen. Sales Mgr., 
The M. S. lAttle Manufacturing Co., 151 New 
Park Ave., Hartford, Conn. 

LAMONTAGNE, A. F. (A 1936) Sales Mgr,, 

• Gurney Foundry Co„ Ltd., 100 Principal St., 
St. Laurent, and 5040 Victoria Ave., Montreal, 
One., Canada, 


LAMO0REUX, Philip J. (A 1947) Engr,, aE, R. 
ClemenL Inc., 1346 Kossuth St.. Bridgeport, and 
Pine Creek Rd., Fairfield. Conn. 

LAM50K, Frank S. (M 1946) Pres., aF. S. Lam- 
son Co„ Inq.. 1013 Marquette Ave., MinneaipoliB 
2, and Rout* 2, Hopkins, Minn. 

LANCASTER, Henry W.. Jr. (A 1947) Co-Part- 
ner. H. W. Lancaster and Sons, 797 Roland St., 
and • Rt. 6, Box 96, Perkins Rd,, Memphis, Tenn. 
LJ^DAU. Mitohel (At 1937) 61 Beaumont St.. 
)Dorqb*»ter 24, Mas^. 


LANDAUER. Leo L, (M 1938; / 1932) Partner, 
Landauer & Guerrero, 4801 Lemon Ave., Dallas 
. 9, and 4613 W. Lovera Lane, Dallas, Texas. 
LANDERS. David N. (A 1944) Owner, • Landers 
Plumbing & Heating Co., 241 Marietta St. N.W., 
Atlanta 3, and 56-26th N.W., Atlanta, Ga. 
LANDERS, John J. (M 1932) • Landers Engrg. 
Co„ 170 Franklin St., Buffalo, and 120 Bur- 
roughs Dr., Snyder, N, Y. 

LANDES. Bates E. (M 1938) Cons. Engr., 722 
Old Colony Bldg., Dos Moines 9. and • 1603 
47th St., Des Moines 10, la. 

LANDFRIED, Charles L. (M 1942) Engr., P. O. 

Box 276, Ridgefield, Conn. 

LANDGRAF. Georfte F. (A/ 1947) Vice-Pres. in 
charge of Engrg., •Trion. Inc., 1000 Island x\vc.. 
McKees Rocks, and 118 Crafton Ave., Pittsburgh 

5 Pa. 

LANE, Clarence W. (J 1947) Asst. Application 
Engr., York Corp., 509 Delta Bldg., New Orleans, 
and *6205 S. Miro St., New Orleans 15, La. 
LANG. George T. (M 1946) Mech. Engr. in 
charge of Air Cond., A. S. S. A. Ltda. S. A. I., 
Avenida Alcorta 2601, and •Bulnea 1940, Buenos 
Aires, Argentina, ,S. A. 

LANG, Lawrence P. (M 1947) Sales Engr., 

• Warren WebsP^r & Co.. 549 W. Waslhngton 
St., Chicago 6, and 7241 Ridge Ave., Chicago 45, 
111 . 

LANGAl'L James (S 1943) 508 Fcrnhill Ave.. 
Pittsburgh 26, Pa. 

LANGBERG, Martin (A 1941) Engr.. Carroll 
Sheet Metal Works, 4610-70th St., Winfield, and 

• 51 Blossom Heath Ave.. Lynbrook. L- L, N. Y. 
LANGDON, Edwin H. (iVf 1941) Pres., •!!:. H. 

Langdon Co., 72 Vine St., Seattle 4, and 426 W. 
Roy St.. Seattle 99, Wash. 

LANGDON, Tom C. (./ 1943) Owner. •T. C. 
Langdon Co., 2603 N.E. Union Ave.,. and 1910 
N.E. Weidler St., Portland 12, Ore. 

LANGE, Fred F. (A/ 1947; A 1934) Pres,, •The 
Mechanical Service Co., 809 Pence Bldg.. Minne- 
apolis 3, and 510 Fourth .Ave. S.VV., Faribault, 
Minn. 

LANGE, Raymond T. (M 1936) Proj. Engr., Axial 
Flow E'an Designs, Lear Avia Inc., and *224 
Jackson St., Piqua, Ohio. 

LANGENBERG, Everett B. (A/ 1947) 223 E. 

Adams Ave., Kirkwood 22. Mo. 

LANGENBERG, Georfte A. (A 1946) Sales E:ngr.. 
Minneapolis-Honc'ywel! Regulator Co., 4030 
Chouteau Ave., St. l/ouis 10, and *7712 Well- 
ington, University City 14, Mo, 

LANGFORD, Dan R, (J 1948; S 1940) Engr., 

• Carrier Corp., 20 N. Wacker Dr.. Chicago 6, 
and 1518 Central, Evanston, 111. 

LANKOW, Richard P. (J 1947) Branch Mgr.. 

• Johnson Service Co.. 3408 S.E. Hawthorne 
Blvd., Portland 15, and 1714 S.E. Lavender St.. 
Portland 14, Ore. 

LANKTON, Forest E. (A 1945) Engr., •Olds- 
mobile. Lansing 21, and 816 Gordon, Lansing 
10. Mich. 

LANOU, J. Ernest (M 1931) Mgr., eF. S. Lanou 

6 Son, 90 St. Paul St., and 48 Brookes Ave., 
Burlington, Vt. 

LaPOINT, Kenneth K. (A 1946) Mgr.. eCharh^s 
M. Bailey Co.. 667 Folsom St., San Francisco 7, 
and 1509 Francis St., Albany 6, Calif. 

LAPPIN, Frank S. (A 1947) Midwest Sales Serv. 
Mgr., Dravo Corp., 208 S. LaSalle, Chicago, and 

• 9106 S. Claremont Ave., Chicago 20, III. 
LARIMER, William McCoy (M 1944) Mgr.. 

Htg, Dept., • Crane O'Falion Co., 1631-1 5th St., 
Denver 17, and 31 S. Lincoln St., Denver 9, Colo. 
LARKIN, John A. (M 1947) Sr. Sales Engr.. 
Energy Control Co., Inc., 282 York St.. New 
Haven, and *61 Lake St.. Hamden, Conn. 

LaROl, Georfte H., II (A 1942; J 1936) Adv. Mgr.. 

• McDonnell 8c Miller Inc.. Room 1316, Wrigley 
Bldg., Chicago 11, and 748 S. Bristol Lane, 
Scarsdale Estates, Arlington Heights, 111. 

LaROW, Leo E, (M 1945) Indus. Gas Engr., 

• Central New York Power Corp., 258 Genesee 
St., and 180 Proctor Blvd., Utica, N. V. 

LARSON, Carl W. (M 1936) Htg. Engr. and 
Providence, R, I, Repr., Barnes 8: Jones, Inc.. 128 
Brooksidc Ave,, Jamaica Plain 80, and* 184 
Sycamore St., Roslindale 31, Mass. 

LARSON, Carl Widtai (A 1946) Engr., McQuay, 
Inc., 1600 N.E. Broadway. Minneapolis, and 
#1312 22ixd Ave. N.E., Minneapolis 13. Minn. 
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LARSON, Charles E. (A 1947) Sales Mgr,> 

• Internationa) Sales Co., 2045 JDvane Ave.» San 
Francisco 24, and 330 Sonora Dr., San Mateo. 
Calif, 

LARSON, CHRord P. (A 1939; J 1930) Asst, to 
Vice-Pres., • Minnesota & Ontario Paper Co., 500 
Baker Arcade, and 17 East 54th St., Minneapolis, 
.vlinn. 

LARSON, G, L.* (M 1923), (Presidential Member), 
(Pres,. 1930; Ist Vice-Pres., 1935; 2nd Vice-Pres., 
1934; Council. 1929-37) Prof, of Mech. Engrg., 

• University of Wisconsin, Mech. Engrg. Bldg., 
Madison, and 1213 Sweetbriar Rd., Shorewood 
Hills, Madison, Wis. 

LARSON, Harold B. R. (A 1947) Sccy., •The 
Markson Co., Rt, 2, Box 384X, Mound, Minn. 
LARTER, Earle A. (A 1947) Field Supt., H. H. 
Angus and Associates, Ltd., 1221 Bay St., I'oronto, 
and • 137 Ellsworth Ave., Toronto 10, Ont., 
Canada, 

LaRUE, Perry (M 1938) Dir,, Bldgs, and Grounds 
Dept., • Independent School Dist., 029 Third St., 
Des Moines 9, and 1321 -43rd St., Des Moines, la. 
LaSALVIA, James J. (M 1930) Dir. and Chief 
Engr.. The Osborn Engineering Co., Cleveland, 
and •2515 Eaton Rd., IJnivcrsity Heights, Ohio. 
LASETER, Frank L. (M 1938) Vice-Pres., •Gon- 
das Co., 2140 N. Miami Ave.. Miami, and 3l-C 
Venetian Way. Miami Beach, Fla. 
and • 14 Capitol Pkwy., Montgomery, Ala. 
LASHLEY, Walter L., Jr. (A 1948; J 1943) Sales 
Engr., Roberts-Nicholson Co., 501 Middle St,, 
and •3510 Gramercy St., Houston, Texas, 
LASLEY, James B. (A 1944) Mech. Engr., 

• Spring Mills, Jnc., and Route 1, Lancaster. S. C. 
LATHERS, Victor M. (A 1945) Sales Engr., 

Barber-Colman Co., and • 2409 Oxford St., 
Rockford, III. 

LATHROP. WUliam G. (A 1947) Sales Mgr., 

T. F. Byrnes, Inc., 27 Woodbine, and ^34 Marion 
St., Hartford, Conn. 

LAITERNER, Henry, Jr. (A 1945; J 1940) Sales 
Engr., Columbia Specialty Co., 503 Bradley Blvd., 
Chevy Chase. Md.. and •3600 Macomb St. N.W., 
Washington 10, D. C. 

LAUBE, Herbert L. (M 1943) Pres., Remington 
Corp , Cortland, and • 412 Sedgwick Dr.. Syra- 
cuse 3, N. Y, 

LAUER, R. F. (M 1941; A 1940; J 1936) Dist. 
Mgr., • York Corp., 6051 Santa Fc Ave., Los 
Angeles 11, and 201 Lemon Ave.. Arcadia, Calif. 
LAUGHLIN, William C. (A 1946) Sales Engr., 

• J. A, Walsh & Co., Inc., 1800 Austin St., and 
2637 Amherst, Houston, Texas. 

LAUTEN, Fred C. (.4 1946) Sales Engr., F. C. 
Evans Co., 1709 Locust St., St. Louis, and eSOlS 
Hatherly Dr., St. Louis 21, Mo. 

LAUTERBACH, Henry, Jr. (M 1935) Contract 
Engr., • Carrier Corp., 1186 Merchandise Mart, 
Chicago 64, and 6959 S. Merrill Ave., Chicago 
49, 111. 

LAUTZ, Fritz A. (M 1936) Maint, Engr.. Ameri- 
can Bcmberg Corp., Elizabethton, and • R. F. D. 
1, Johnson City, Tenn, 

LAVELLE, Anthony E. (A 1942) Vice-Pres., 

• The Gorman-Lavelle Plumbing & Heating Co., 
2341 East 22nd St., Cleveland 15, and 2574 
Kenilworth Rd.. Cleveland, Ohio. 

LAVORGNA, Michael L. (M 1941; A 1940) Mgr., 
Htg. Div., Richmond Radiator Co., 19 East 47th 
St.. New York 17, N. Y. 

LAWLESS, Albert J. (M 1945) Partner, • Hub- 
bard, Lawless & Blakeley, 110 Whitney Ave., New 
Haven 10, and 25 Patton St., Hamden, Conn. 
LAWLOR, John J. (M 1935) Mgr.. Heating Div., 
The James Robertson Co., Ltd., 216 Spadina 
Ave,, and •60 Armadale Ave., Toronto, Ont„ 
Canada. 

LAWRENCE, Cheator T. (A 1940) Branch Mgr., 

U. S. Radiator Corp., 1318 Marquette Ave., 

Minneapolis, and# 5213 Washburn Ave. S., 
Minneapolis 10, Minn. * 

LAWRENCE, Floyd D, (A 1938) . Field Repr„ 

• Clarage Fan Co,, 600 Fifth Ave., Room 1024, 
New York 18, N. Y., and 60 Gardiner St., Noroton 

Conn. / 

LAHmENCE, John F. (A 1945; J 1944) Mech. 
Engr., • Bymc Organization, 2607 Connectidttt 
Ave. N.W„ Washington, D. C., and temple 
Trailer Village, Box 141, Alexandria, Va. 


LAWRENCE, L, Frank, Jr. (M 1942) Dist. Repr., 
Minncapolis-Honeywell Regulator Co.. 13 High- 
land Hills Dr.. Knoxville, Tenn. 

LAWS, Charles W, (M 1944) Owner. Laws 
Engineering Service, 1120 Rapid St., and eP. O. 
Box 1628, Rapid City, S. D. 

LAY, Robert M. (A 1947) Engr., •Royal Air 
Conditioning Co., 607 Rusk Ave., Houston 2, and 
3031 Robinhood, Houston 6, Texas. 

LAYTON, J. William (M 1945) Chief Engr., 
Propcdlair, Inc., 1345 Lagonda Ave., Springfield, 
and •200 E, Hebble Ave., Osborn, Ohio. 
LAYTON, Robert E., Jr. (J 1947) Sales Engr., 
L. O. Layton Supply Co.. 1416 W. Erwin, and 

• Box 461, Tyler, Texas. 

LEAS, Nat N. (A 1943) Mgr., • Conditioned Air 
& Refrigeration Co., 249 North H St., Fresno 3, 
and 3912 Balch Ave., Fresno, Calif. 
LEATHERWOOD, Thomas Watson (A 1947) 
Pres., Contracting Engrs., Inc., 2802 Leeland Ave., 
Houston, and 0 3212 Jackson St., Houston 4, 
Texas. 

LEBMAN, Frank M. (J 1948; S 1047) Engr., 
Keniiard Corp., 1819 S. Hanley Rd., St. Louis, 
and •5846 Maffitt Ave., St, Louis 12, Mo. 
LEBOWITZ, Malcolm F, (./ 1947) Engr.. Cutler 
& Price Plumbing & Heating Co., 22 W. Kinzie 
St., Chicago 10, and •7740 S. Phillips Ave,, 
Chicago 49. 111. 

LEBRUN, Paul (M 1947) Managing Dir., •Chaii- 
dieres & Radiateurs 'Tdeal”, S. A. Vilvorde, 
Brussels, Belgium. 

LECUREUX, E. (A 1943) Pres.. Automatic Gas 
Co., Inc., P. O. Box 29, Athens. Ala. 
LEDBETFER, Norvell C. (M 1944) Route 1. 
Box 370, Raleigh, Tenn. 

LEDGETF, F. Donald (A 1947) Mech. Engr., 
Board of Education, Toronto, 155 College St., 
Toronto 2B, and •7^ Lynd Ave., Toronto, Ont., 
Canada. 

LEE, Arthur R. (A 1947) Sales Mgr., •California 
Steam & Plumbing Supply Co., 346 Church St., 
San Francksco 14, and 103 Hillside, Mill Valley, 
CalE. 

LEE, Boyd J, (A 1945) Owner, • B. J. l..ee Co., 
236 Adams Ave., Memphis 3, and 1674 Faxon 
Ave., Memphis, Tenn. 

LEE, Burton H. (M 1945; A 1940) Chief Engr.. 
Mance Corp., 400 W. Broadway, New York 12, 
and ^50 Mohican Park Ave., Dobbs Ferry, N. Y. 
LEE, Carl M. (A 1944) Foreman, Air Cond. Dept., 
Allison Div,, General Motors Corp., Plant 5, 
Tibbs and Raymond St., Indianapolis, and *4535 
Brookville Rd,, Indianapolis 1, Ind. 

LEE, Cii^-Chin (5 1948) Student, University of 
Michigan, and aOSl Greenwood Ave., Ann Arbor. 
Mich. 

LEE, James A. (M 1943; A 1937) Purch. Agent, 
Nash Motors Div., Nash Kelvinator Corp,, and 

• 7301 Fifth Ave., Kenosha, Wis. 

LEE, Lester A. (A 1946) Mgr., •American 
Radiator & Standard Sanitary Com., 14430 
Dexte*r Blvd., Detroit 6, and 14225 Greenview. 
Detroit 23, Mich. 

LEE, Marvin N. (5 1948) Grad. Studc;pt, Grad- 
uate School, University of Minnesota, Minne- 
apolis, and#3U2-43rd S.. Minneapolis 6, Minn. 
LEE, Ralph H. (A 1946) Sales Engr., Minne- 
apolis-Honey well Regulator Co., and #1070 E. 
Eighth South, Salt Lake City, Utah, 

LEE, Robert H, (A 1946) Mgr,, Gnidem Bros., 
2645 University Ave., St. JPaul 4, and •2^6 13th' 
Ave. S., Minneapolis 7, Minn. 

LEE, Robert J. (M 1941) Hucker Sales Co., 1700 
Walnut St., Philadelphia 3, and •2356*77th Ave., 
Philadelphia 38, Pa. 

LEE, WiUhim R. (A 1947) Bldg. Supt., •South- 
western Art Association, 303 Beacon Bldg., and 
1019 S. Main St., Tulsa 3, Okla, 

LEEK, Charles W. (M 1938) Managing Dir., 
Leek & Co., Ltd., Ull Homer St., and #4682 
W. Sixth Ave,, Vancouver, B, C., Canada. 

LEEK. Walter (Life Member; M 1903) Fres.. 

• Leek & Co.. Ltd., lUl Homer St. , and 4769 
W. Second Ave., Vancouver, B* C., Canada. 

LEES, JohniA 1944) Rhgr., Board of Education. 
Broadway, Detroit, and #16801 Freeland Ave.* 
Detroit 27. Mich. 

LEES. W. p.m 1946) HSOe-lOiat St., Edmontdn, 
Alta., Canada.' 




LEESE, Milton U (A 1945) Sales £ngr.. A-1 
Industrial Equipment, Inc., 812 N. Lawrence St., 
Philadelphia 23. and *2044 S. Redfield St., 
Philadelphia 48, Pa. 

LEFEBVRE^ £u|tene J. (M 1937) Engr., Wanien 
Kins, Ltd., 2104 Bennett Ave., Montreal, and 
a 12 Melbourne Ave., Westmount, Que., Canada. 
LEFFEL, Paul C. (A 1941) Htg. Equip. Distribu- 
tor, • The Leffel Co., 8323 Mabi St., Kansas City 
2, and 316 East 76th St., Kansas City, Mo, 
LEGGETT. Reginald J. {A 1946) Plbg. and Htg. 
Contr., 5042 Western Ave., Montreal, Que., 
Canada. 

LFX5LER, Frederick W. (M 1935; A 1933) Re- 
tired, 2919 Johnson St. N.E., Minneapolis 18, 
Minn. 

Le GRAND, I, F. (M 1947) Managing Partner, 

• Air Engineers, 126 S. Eighth St., and Route 1, 
Allentown, Pa. 

LEHMAN. Max G. (A 1937) Owner, oM. G. 
Lehman, 720 O St., and 3225 W. Pershing Rd., 
Lincoln, Nebr. 

LEIBY, Robert S. (A 1944) Owner and Mgr., 

• Robert S. Leiby Sheet Metal Co., 212 N. Grant 
Ave., Columbus, and 6870 Havens Corners Rd., 
New Albany, Ohio. 

LEICHNITZ, Robert W. (A 1944; J 1936) Field 
Supt„ I.eichmt*-Bibb, Inc., 510 S. First St., 
and • 1305 S. Ninth Ave.. Yakima, Wash. 
LEIGH, Richard S. (M 1948) Project Engr.. 
Development Dept., Chase Bra.sa & Copper Co.. 
Waterbury 91, and*R. F. D. 1, Woodbury, 
Conn. 

LEIGHTON, Alexander H. (A 1947) Branch 
Mgr., •Ilg Electric Ventilating Co., 533 S. 
Seventh St., Minneapolis 15, and 3801 Bryant 
Ave. .S., Minneapolis 8, Minn. 

LEILICH, Roger L. (M 1922) Pres., •The 
Wallace Stebbins Co., 100 S. Charles St., Balti- 
more 1, and Ruxton, Baltimore Co., Md. 
LEINROTH, J. P. {M 1929) Gen. Indus. Fuel 
Repr,, •Public Service FJectric & Gas Co., 80 
park PL, Newark, and 37 The Fairway, Mont- 
clair, N. J. 

LEISING, Ralph E, (A 1947) Designing Engr., 
Austin Co„ 16112 F^uclid Ave., Cleveland, and 

• 3250 Dellwood Rd„ Cleveland Heights, Ohio. 
LEITCH, Arthur S. (M 1908) Pres, and Managing 

Dir., •The Arthur S. Leitch Co., Ltd., 1123 Bay 
St., Toronto 6, and 421 Russell Hill Rd., Toronto, 
Ont., Canada. 

LEITCH, Kelvin D. (M 1944) Treas., The Arthur 
S. Leitch Co., Ltd., 1123 Bay St., and ^91 High- 
bourne Rd., Toronto, Ont., Canada. 
LEITGABEL, K, A. (7 1941; 5 1939) Partner. 
A, F. l>itgabel & Son, Elm Grove, and • 2320 
North 58th St., Milwaukee 10, Wis. 

LELAND, Warren B. (M 1929) Engr., aThe Fels 
Co„ 42 Union St., and 4 Melbourne St., Portland, 
Me. 

LEMKAUt Herbert (A 1946) Prod, Appl. Engr., 
Crane Co., 301 Brannan St., San Francisco, and 

• 7609 Valentine St., Oakland 3, Calif, 

LEM MEN, Reese N. (7 1947) Designing Engr., 
GiEels 8c Vallet, Inc., 1000 Marquette Bldg., 
Detroit 26, and *4172 Academy, Dearborn, Mich. 
LENAZ, Ralph A, (M 1946) Partner, • Runyon 
& Carey Assocs., 33 Fulton St., Newark 2, and 
109 Raab Ave., Bloomfield, N. J. 

LENIHAN, William O. (A 1936) Vice-Pres., 
Lavcrack & Haines, Inc,, 718 White Bldg., 
BuflFalo 2. and ♦ 703 W. Ferry St., Buffalo 9. N, Y. 
LENONE, Jose M. (M 1938) Designing Engr., 

• Wilson & Co.. Inc., 4100 S. Asliland Ave.. 
Chicago 9, and 4932 Lake Park Ave., Chicago 
16, III. 

LENTZ, Thomas H, (5 1947) Student, • Texas 
A. fit M. College, P, O. Box 662, College Station, 
and Red Rock, Texas. 

LENZ, Alfred W, (A 1945) Partner, Johnson- 
Lens Heating Bi Piping Contractors, 336 Court 
St„ and •237 E, Edwin Circle, Memphis, Tenn, 
LEONARD, Allison F. (A 1947) Diet, Mgr.. J. R. 
Dowdell & Co*. 416 M 8c M Bldg., and •3002 
Albahs Rd„ Houston, Texae. 

LEOi«^ARD, Lor^^ C* G, (A 1946; 7 1937) Tech, 
Messrs. McCann, Ltd.. 19 t^ Ellis (^y. 
Dublin, and 494 St. Lawrence Rd.. Chapeliaod 
Co*. DubBn, Ireland. 


LEONHARD, Lee W. (M 1930) Aaat. Supt.. 
Eastman K(idak Co.. Kodak Pk., Rochester, and 

• 1076 Winona Blvd., Rochester 12. N. Y. 
LEOPOLD, Charles S-* (M 1934) Cons. Engr.. 

• 213 S. Broad St.. PhUadelphia 7. and 7600 
West Ave., Elkins Park, Pa. 

LeRlCHE, R. E, (A 1941) Mfrs. Repr,, and •6345 
39th St. S.W., Seattle 6, Wash. 

LESER, Fred A. (M 1941; A 1937) Branch Mgr.. 

• Ilg Electric Ventilating Co., 608 Mills Bldg.. 
17th and Penn Ave. N.W., Washington 6. and 
7201 Cobalt Rd., Wood Acres, Washington 16, 
D. C. 

LESLEY, P. Fred, Jr. (5 1948) Student. Uni- 
versity of Michigan, ^222 Wenley House, Ann 
Arbor, and 16569 Harlow, Detroit 27, Mich. 
LESLIE, Donald G. (M 1947) Vice- Prea.. • The 
Torrington Manufacturing Co., 70 Franklin St., 
and 110 Darling St., Torrington. Conn* 
LESSINGER, Edgar F. (A 1941) Owner. eLcs- 
singer Plumbing & Heating Co., 221 S. Tenth St., 
and 814 North 18th St., Boise, Idaho. 

LESTER, Archer (A 1944) Mgr., Plbg. and Htg, 
Div., • Mid -States Industrial Corp.. 2401-1 1th 
St., Rockford. 111., and 6223 Washington Blvd., 
Indianapolis, Ind. 

LESTER, William L. G. (M 1944) Vice-Pres., 
Abbott Lester & Co., Inc., 140 Cedar St., New 
York, N. Y., and eSB Whitney Rd., Short Hills. 
N. J. 

LETSOS, James N., Jr. (7 1048; 5* 1947) Air Cond. 
Kngr., Climatic Engineering Co., Inc.. 3117 Broad- 
way St., and •3827 Ave. QM> Galveston, Texas. 
LETT, Max A. (M 1945) Mech. Engr.. •601 
Michigan Trust Bldg., Grand Rapids 2, and 1111 
Walsh St. S.E., Grand Rapids 7, Mich. 
LEUPOLD, George L. (A 1937) Sales Repr,. 
Fulton Sylphon Co., 707 Race St.. Cincinnati, 
and •326 East Dr., Oakwood, Dayton, Ohio. 
LEUTHESSER, Fred W., Jr. (M 1937) .Secy,, 
National Metal Products Corp., 21 N. Loomis St., 
Chicago 7, and^P. O. Box 177, Franklin Park, 
111 . 

LEVENTHAL, Bernard (A 1946) Pres., Control- 
Temp Equip. Distributor, •275 Atlantic Ave., 
Brooklyn 2. and 83 Clara St., Brooklyn, N. Y. 
LEVERiDGE, Robert H. (7, 1945) Appl. Engr., 
Carrier Corp., 405 Lexington Ave,, New York 17, 
and • 135 Park Ave., Tuckahoe 7, N. Y. 
LEVINE, Charles (A 1943; 7 1939) Refrig. and 
Air Cond. Mechanic, New York Navy Shipyard, 
Brooklyn, and •1171 Ocean Pkvvy., Brooklyn 
30. N. Y. 

LEVINE, Lawrence J. (A 1946; 7 1940) D.I.C. 
Staff Member, Massachusetts Institute of Tech- 
nology, Dept, of Aeronautical Engineering, Cam- 
bridge 39, and *9 Westchester Rd., Newton 58, 

LEVINE, Samuel J. {M 1946) Div. Engr., 
General Electric Co., 5 Lawrence St., Bloomfield, 
and eSfi Fairway Ave., West Orange, N. J. 
LEVINSON, David S.* (7 1948; S 1946) Engineer, 

• Surface Combustion Corp., Air Cond. Div,, 
Toledo 1, Ohio, and 53 W. Ferguson Ave., Wood 
River. III. 

LEVITT, Leroy L. (A 1942; 7 1940) Lt., U.S.N.R., 
and •3326 Gwynns Falls Pkwy., Baltimore, Md. 
LEVY, Bernard W.* (5 1946) Student, Purdue 
University, Box 535. Cary Hall South, West 
Lafayette, Ind., and •2515 S. Ervay, Dallas, 
TTcxsts# 

LEVv/MaHon I. (M 1938; A 1936; 7 1931) Pres., 
Viking Air Conditioning Corp., 5600 Walworth 
Ave., Cleveland 2, Ohio. 

LEWIN, Bram J. (A 1947) Engr., • Lewin Mathes 
Co., nil Chouteau Ave*. St. Louis 2. and Conway 
& Balias Rds., Si. Louis County, Mo. 

LEWIN, Jacob (A 1946) Owner. • J, l.cwin & Co., 
1076 Laurier St. W„ Outremont, and 4925 Victoria 
Ave., Montreal, Que., Canada. 

LEWIS, CarroU E* (M 1930) Pres., The Perfex 
Corp., 600 W. Oklahoma Ave., Milwaukee, and 

• 5108 N. Woodbourn, Milwaukee 11, Wis. 
LEWIS, Daniel H, (A 1944) Owner, • Lewis 

Engineering Service, 19003 John R, and 1059 W. 
Lantx, Detroit 3, Mkh. 

^BWIS, Geldar V. (M 1944) Vice-Pres., • John 
G. Lewis Plumbing & Healing Co., 412 East Slst 
St., Kansas City 8, and 4439 Roanoke Pkwy., 
Kansas City^ Mo. 
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I>EWIS. Harold H. (A 1940) Partner, • Gieske 
Sheet Metal Co.. 1724 Washington St., and 3716 
Flora Ave„ Kansas City, Mo. 

L£W1S, Herald F. (M 1940; A 1937) Major. 

Stuttgart Mil. Post, APO 154, New York, N. Y, 
1.EW1S. Harry E. (A 1942; J 1939) Mgr,. Insu- 
lation Engrg. Dept., • The Eagle-Picher Sales Co. 
Insulation Div., 900 American Bldg., Cincinnati, 
Ohio, and 137 Walnut St., Southgate, Ky. 
LEWIS, J. C. (A 1944) Owner, ej. C. Lewis Co., 
3815 Garrott St., Houston 6, and 4914 Linden, 
Bellaire, Texas. 

LEWIS, John G. (M 1943) Pres.. • John G. Lewis 
Plumbing & Heating Co.. Inc., 412 East 3l8t St., 
and 3643 Charlotte St., Kansas City, Mo. 
LEWIS, L. L,* (M 1918) Vice-Pres.. • Carrier 
Corp., S. Geddes St. Syracuse 1, and 207 Sedg- 
wick Dr., Syracuse 3, N. Y. 

LEWIS, Samuel R* (Life Member^ M 1905), 
(Presidential Member), (Pres., 1914; 2nd Vice- 
Pres., 1910; Board of Governors, 1909-12; Council, 
1914-15) Partner, • Samuel R. Lewis & Assocs.. 
100 VV. Monroe St., Chicago 3, and 4737 Kimbark 
Ave., Chicago, 111. 

LEWIS, Velma I., Mrs. (A 1943) Stuttgart Mil. 
Post, APO 154, c/o Major H. F. Lewis, New York, 
N. Y. 

LEY, Ralph B. (A 1940) Field Rcpr.. Victor 
Products Corp.. Chicago. 111., and #916 Park Ave., 
Falls Church, Va. 

LTIOMMEDIEU, Curtis* L. (M 1944) Htg.. Vtg. 
and Fire Protection Engr., • Fo8kettt& Bishop 
Co., 76 Blatchley Ave., New Haven, and Rimmon 
Rd., Woodbridge, Conn, 

LIBBY, Ralph S. (A 1939; J 1933) Pres.. • Libby 
Engineering, Ltd., 985 Sherbrooke St W,, and 
Apt. 1, 30 Marsolais Ave., Montreal, Que., 
Canada. 

LICANDRO, James P. (A 1943; J 1938) Chief 
Engr., • Carrier-MandeJl, Inc., 177 State St., 
Boston, and 860 Main St., Greenwood, Mass?. 
LIGHTEN, Earl B. (J 1947) Mech. Engr., Consoer, 
Townsend & Associates. 351 E. Ohio. Chicago 

II, and #744 S. Central Park Ave., Chicago 24, 

III. 

LICHTY, C. P. (Life Member’, M 1920) C. P. 
Lichty Engineering Co., 4405 Greely, Houston 6, 
Texas. 

LIEBERT, Ralph C. (A 1946) Mgr. and Owner, 

• Capitol Refrigeration Co., 623 N. High St., and 
2927 Bremen St., Columbus, Ohio 

LIEBLICH, Murray (J 1943; .S’ 1940) Htg. Engr,. 

• H. Lieblich & Co., 36 West 6Gth St., and Park 
Central Hotel, New York, N. V. 

LIFTON, David (J 1942; 5 1939) Instructor. 
Pennsylvania State College, Dept, of Mech, Engrg., 
State College, Pa. 

LIGE, Walter W. (M 1941; A 1940) 8200 N. 
Austin Ave., Morton Grove, and • 1035 Forest 
Ave-, Deerfield, 111, 

LIGHT, John C. (A 1938) Major, Ordnance Dept,, 
and • Watervliet Arsenal, Watervliet, N. Y. 
LILJA, Osenr L. (M 1943; A 1937; / 1936) Asst. 
Mech. Engr., Toltz, King & Day, Inc., 1509 
Pioneer Bldg., St. Paul 1, and • 5000-16th Ave. 
S., Minneapolis 7, Minn. 

LILLY, Frank J. (A 1948) Mgr,, Janitrol Triple 
Service Sales-Surface Combustion Corp., 400 
Dublin Ave., and ♦ 442 Midgard Rd., Columbus, 
Ohio. 

LIMBACHER, Howard R. (M 1943) Research 
Engr., • Ingersoll Steel Div., Borg- Warner Corp., 
521 Harrison Ct., and 625 Edgemoor Ave., 
Kalamazoo, Mich. 

LINCOLN. Roland L. (M 1936) Mgr,. Dust 
Lab., B. F. Sturtevant Co,, Div. of Westinghouse 
Electric, Hyde Park 36, Boston, and • Box 97, 
Dover, Mass. 

LINDAHL, Eric J. (M 1947) Head, Mech, Engrg. 
Dept., • University of Wyoming, and 665 N. 
Ninth St., Laramie, Wyo. 

LINDEMAN, Claude F. (A 1946) Owner, 8444 N. 

Euclid Ave., Indianapolis. Ind. 

LINDEN, Morris (A 1948) Owner, Linden Heat- 
ing Co., Box 184, Anoka. Minn. 

LINDHOLM, Wlthur D. (A 1946) Engr., 
versal Heating & Enulpment Co., 616 E. Grand 
Ave., De» Moines, la. 


LINDSAY, D. l.orne (A 1947) Mech. Engr., 

• Wiggs, Walford, Frost & Lindsay, 1411 Cres- 
cent St., Montreal 26, and 5811 Cote St. Luc Rd., 
Montreal, Que.. Canada* 

LINDSAY, Griffith W. (M 1937) Supvsr., Estl- 
mating and Time Study, Chrysler Corp., Airtemp 
Div., 1119 Leo St., Dayton, and aSOl N. Garland 
Ave., Dayton 3, Ohio, 

LINDSLEY, Forrest A. (A 1943) Htg. Engr., 
John M. Campbell, Inc., 38630 Plymouth Rd., 
Plymouth, and* 351 University Ave., Femdale, 
Mich. 

LINDSTROM. Alvin L. (M 1945) Cons. Mech. 
Engr., #1274 StUlwood Dr. N.E., and 1272 Still- 
wood Dr. N.E., Atlanta 6, Ga. 

LINDSTROM. Donald F. (A 1946; J 1941) 
Owner and Reg. Mech. Engr., • 608 Henry Grady 
Bldg., and 326 E. Paces Ferry Rd., Apt. 14. 
Atlanta, Ga. 

LINGEN, Ralph A. (A 1939; J 1938) Dist, Mgr., 

• American Foundry & Furnace Co., 709 North 
nth St., Milwaukee, and 6028 W. Wisconsin 
Ave., Wauwatosa, Wis. 

LINIGER, Richard (A 3947) Engr., Liniger Co.. 
103 S. Washington St., and • R. R. No. 6, Marion, 
Ind. 

LINIGER, Rudy H. (A 1947) Mfrs. Repr., Larry 
Harrington Co., Inc., and •2311 Broadway N., 
Seattle 2. Wash. 

LINK, Charles H. (A 1947; J 1946; S 1941) 
Partner, •Link Co., 434 N. Blackstone, and 607 
W. Franklin St., Jackson, Mich. 

LINN, G. B. (A 1946) Mech. Engr.. • 1743 East 
25th St.. Cleveland 14, and *4505 Ardendale Rd.. 
South Euclid 21, Ohio. 

LINSENMEYER, F. J. (M 1944) •Hoffman 
Combustion Engineering Co., 710 Marquette 
Bldg., and 19020 Warrington Dr., Detroit, Mich. 
LINSKIK. George A. (M 1946; J 1939) Engr., 

• Farwell Co., Inc.. Buckner Blvd., Dallas 10, 
and 3124 Milton Ave., Dallas 5, Texas. 

LINSKY, Benjamin (5 1948) Student, Univers- 
ity of Michigan, and • 1005 W. Washington, Ann 
Arbor, Mich. 

LINTON, John P. (M 1927) Pres., • Engineering 
Installations, Ltd., 1164 Beaver Hall Sq., Mont- 
real, and 247 Brock Ave. N., Montreal, W„ Que., 
Canada. 

UPPERT, Wayne M. (J 1948; S 1946) Jr. Engr.. 
United Gas Corp., Room 911, United Gas Bldg., 
and ^2247 Bartlett, Houston, Texas. 

LIPPUT, A. Warren (J 1946) Engrg. Draftsman, 
Robert E. Hattis, Cons. Engr., 223 W. Jackson 
Blvd., and •6347 Kenraore, Chicago 40, HI. 
LXPSCOMBE, Harold W. J, (M 1938) Mgr., Air 
Cond. Dept., Davidson & Co., Ltd., Central 
House, Kingsway, London, and *39 Woodland 
Way, We-st Wickham. Kent, England. 

LITFLE, FredG. (A 1946) Service Engr., Southern 
California Gas Co., 726 Channing St., Los Angeles, 
and •8564 Holloway Dr., Los Angeles 46, Calif. 
LITTI.E, Kenneth B. (A 1943) Owner. • Kenneth 
B. Little Co., SB2 Temple Bar Bldg., Cincinnati 2, 
and 7324 Reading Rd., Cincinnati 16, Ohio. 
LITTLE, Raymond (M 1944; A X943) Gen. Sales 
Mgr., • Equitable Gas Co., 610 Wood St., Pitts- 
burgh 22, and 81 Roycroft Ave,, Pittsburgh 16, Pa. 
LITTLE, Vernon R. (A 1944) Chief Engr., 
Powerhouse, Air Cond., Curtiss- Wright Corp.» 
4300 E. Fifth Ave.. and *3706 E. Fifth Ave.. 
Apt. C, Columbus 9, Ohio. 

LirrLEFORD, Wallace H. {M 1936) Vice-Pres., 

• E. J. Febrey & Co., Inc., 616 New York Ave. 
N.W., Washington. D. C., and 4306 Center St., 
Chevy Chase, Md. 

LITWACK, Herman E. (A 1948) Partner, •And- 
erson & Litwack 616 S. Lafllh Ave., Chicago 7, 
and 5364 N. Kimball Ave., Chicago 26, III. 
LIVAUDAI8, Marcel (M 1946) Chief Draftsman, 
Public Works Dept., Hq. 8th Naval Dist.. 1008 
Federal Bldg., New Orleans 12, hnd • 819 Audubon 
St., New Orleans 18, La* 

LIVELY. George P* (M 1942) Principal Engn 
Jt.), Bureau of Ships, Navy Dept.. Washington, 

. C., and #818 S. Pitt St., Aleianatla, Va. 
LlVERMOKE, Jam^ N.*** (M 1989) M(!iCh. 
Engr., • The Detroit Edison Co., 2000 ^ond 
Ave., Detroit 26, and 6 Hanover Rd., Pleasant 
Ridge, Mich. 
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LIX-KLETT, Luis (A 3944) Chief Engr. and 
Tech. Dir., • Carrier Lbc-Klett, S. A., Florida 229» 
and Jimcal 223F, Buenos Aires, Argentina, S. A. 
LLOYD, Edmund H. (A 1943; J 1936) Vice-Pres.. 

• Wm. E. Kingswell, Inc., 4020 Georgia Ave. 
N.W„ Washington 11, and 2414 39th PI.. N.W.. 
Washington 7, D. C. 

LLOYD. Edward C. (M 1927) Armstrong Cork 
Co., and • R, D. 5, Old Philadelphia Pike, Lan- 
caster. Pa. 

LOBSTEIN. Melville C. (M 1941) Chief Engr., 
Museum of Science & Industry, 57th St. and 
Outer Dr., Chicago 37, and • 1401 S. Highland 
Ave., Berwyn, 111. 

LOCHER. David E. (Af 1945) Pres, and Mgr., 

• Coolidge Locher Co., Box 949, 224 S. Staples 
St., and 215 K, Oleander St., Corpus Christi. 
Texas. 

LOCHMAN. Edward W. (M 1942) Owner. 

• Edward W. Lochman Co., Plumbing, Heating 
Contrs., 1421 Cherry St., Kansas City 6. and 634 
East 73rd Terrace, Kansas City 5. Mo. 

LOCK, Rowland H. (M 1939) Gen. Mgr. and 
Vice-Pres., •J. H. Lock & Sons, Ltd., 150 Perth 
Ave.,’ Toronto 9. and 36 Kennedy Park Rd., 
Toronto, Ont., Canada. 

LOCKE, Charles F. A. (M 1944) Branch Mgr., 

• Minneapolis- Honeywell Regulator Co., 1007 
N. Meridian St., Indianapolis 4. and 4775 N. 
Park Ave., Indianapolis 5, Ind. 

LOCKE, Janies S. (M 1939) .Sales Mgr,, Air 
Cond. Controls Div., Minneapolis-Honeywell 
Regulator Co., 2763 Fourth Ave. S.. Minneapolis 
8. and *615 West 50th St., Minneapolis, Minn. 
LOCKE, R. A. (M 1935) Mgr., • Steel Boiler 
Institute, Inc., 1207 Land Title Bldg., Broad and 
Chestnut Sts., Philadelphia 10, and 305 Brentford 
Rd., Haverford, Pa. 

LOCKHART, Charles W. (A 1940) Dist. Mgr.. 

• Buffalo Forge Co.. 1214 Central Tower Bldg., 
and 1900 Pacific Ave., San Francisco, Calif. 

LOCKHART, Harold A. (M 1944; A 1936; 
J 1935) Chief Engr., Bell & Gossett Co„ Morton 
Grove, and • Box 5385, R. R. 2, Des Plaines, 111. 
LOCKHART, William R. (A 1947) Sales Engr., 

• Washington Refrigeration Co., 2052 West Vir- 
ginia Ave. N.E., Washington 2, D. C. 

LOCKLIN, David W. (J 1948) Research Engr., 
A.S.H.V.E. Research Laboratory, •7218 Euclid 
Ave., Cleveland 3, Ohio, and 1106 S. Garfield St., 
Urbana. 111. 

LOCKWOOD. James R. (A 1944) Gen. Sales 
Mgr., •Familian Pipe & Supply Co., 9430 Rayo 
Ave., South Gate, and 4540 Simpson Ave., North 
Hollywood, Calif. 

LODGE, Robert H. (J 1948) Sales Engr., Murphy 
& Miller. Inc., 1326 S. Michigan, and •5498 
Hyde Park Blvd., Chicago, 111. 

LOEBSACK, Victor H. (A 1947) Partner in charge 
of Mech. Work, •Thomas W. Williamson & Co., 
1202 National Bank of Topeka, and 1916 Warner 
Ct., Topeka, Kans. 

LOEFFLER, Frank X. (M 1914) Pres., •LoefBer- 
Greene Supply Co., Box 529. Oklahoma City 1, 
and 1811 Northwest 19th St., Oklahoma City, 
Okla. 

LOEFFLER, Frank X., Jr. (A 1947) Sales Engr. 
& Secy., • Loeffler-Greene Supply Co., P. O. Box 
529, Oklahoma City 1, and 2407 Northwest Slst, 
Oklahoma City, Okla. 

LOEFFLER, John G. (J 1947) Sales Engr., 

• Room 203, Elliott Bldg., 120 E. Ninth, Tulsa 
3, and 1415 S. Oswego, Tulsa 4, Okla. 

LOESER, Chester M. (A 1943) Secy., • Elizabeth 
Ccwnice Works. Inc,, 25 S. Union St., Elizabeth 4, 
and 924 Park Ave., Elizabeth, N. J. 

LOFTE, John A. (Af 1946) Engr., Trane Co., 
1836 N. Third St.. Milwaukee, and *9121 W. 
Hawthorne Ave-, Milwaukee 13, Wis. 

LOFTUS, Robert G. (A 1945) Chief Engr., 
•Victory MiUs Ltd., 286 Fleet St. E.. Toronto, 
and 6 Riyer l>a Rd., Weston, Ont., Canada, 
LOH, Nan-Shee (M 1946) Gen. Mgr., • New 
Shanghai Engineering Co., Rodm 104-B, Chung 
Foo Bank Bldg,, 97 Jinkee Rd., and 1039-24 
Sinaa Rd., Shanghai, China, 

LOXBY. Edgar R, (A 1945) Portland DUt, Mgr., 

• Norman STWright & Co„ 1238 N.W. Glisan 
SL. PorUand 9, and 2818 N.E. Bryce, Portland 
12, Ore, 


LONG, David A, (A 1943) Engr., Trane Company 
of Canada, Ltd., 4 Mowat Ave., Toronto, and 

• Centre Rd. S., Cooksville. Ont., Canada. 
LONG, Edward J. (A 1948; J 1942: S 1939) Cons. 

Engr., • Drach Bldg., 427 E. Washington St., and 
1120 j)4 W. Governor, Springfield, 111. 

LONG, Eugene L. (A 1944) Business Mgr. of 
Columbus Br. Office, • Avery Engineering Co., 
59 E. Goodale St., Columbus, and 1263 Broadview 
Ave., Columbus 8, Ohio. 

LONG, Odell B. {M 1946) Partner, • Air Engi- 
neering Co., 115 W. Catherine St., and 3828 
Selwyn Ave., Charlotte, N. C. 

LONG, Wayne E. (M 1935) Prof., Mech. Engrg., 
The A. & M, College of Texas, College .Station, 
Texas. 

LONGCOY, Grant B. (M 1933) Engr., Joseph 
Breslovc, Cons. Engr- 1149 Leader Bldg., Cleve- 
land 14, and •1216 Ramona Ave., Lakewood 7, 
Ohio. 

LONGWORTH, A, Leslie (AJ 1945) Asst. Fuel 
Engr., Ministry of Fuel & Power, N.W. Region. 
Burton Rc., West Didsbury. Manchester 20, and 

• 264 Buckingham Rd., Heaton Moor, Stockport, 
Cheshire, England. 

LOO, Ping Yok (Af 1933) Gen. Mgr., •China 
Engineering Co., 30 Brenan Rd.. .Shanghai, and 
271-73 Dunbarton Rd., Tientsin, China. 
LOPKER, Frank J. (A 1946) Owner, •Frank J- 
Lopker C»/., 112 W. Ninth St., Room 1222, and 
938 S. Lake St., Los Angeles 16, Calif. 

LORD, Richard H. (A 1948; J 1946) Pres., • P. S. 
Lord. Mechanical Contractors. 4507 S.E. Mil- 
waukee Ave., and 2073 S.W. Park Ave,, Portland, 
Ore. 

LORENZI, Robert J.* (M 1946) Research Engr., 

• John B. Pierce Laboratory of Hygiene, 290 
Congress Ave., New Haven, and 1342 Whitney 
Ave., Hamden, Conn. 

LORIMER, Carl F. (A/ 1943) Cons. Engr., 

• Business Administration, Dept. Public Welfare, 
Room CJ-15, State Office Bldg., Columbus 16, and 
130 N. Pierce St., Apt. 2, Lima, Ohio. 

LOSEMAN, John L. (5 1948) Student, David 
Ranken Jr. School of Mechanical Trades, and 

• 8623 Partridge, St. Louis, Mo. 

LOUCKS, David W. (A 1937) Supvsr., Indus. 
Elec, and Steam Sales, • DuQuesne Light Co., 435 
Sixth Ave., Pittsburgh 19, and 1049 Osage Dr., 
Pittsburgh 21, Pa. 

LOUGHRAN, Patrick H., Jr. (A 1946; J 1937) 
Sales, Mitchell Quick, 2413 Penn. Ave. N.W.. 
Washington, and •4613-49th St. N.W., Washing-* 
ton 16, D. C. 

LOVE, Clarence H. (M 1919) Mfrs. Agent, 

• Nash Engineering Co., 421 Chamber of Com- 
merce, Buffalo 2, and 16 Lexington Ave., Apt. lA, 
Buffalo, N. Y. 

LOVE, J, Edwin (M 1947) Plant Engr., RCA 
Victor Division, Camden, and • 235 Hawthorne 
Ave., Haddonficld, N. J. 

LOVELAND, Francis P. (M 1944) Colo. Dist. 
Mgr., • Citizens Utilities Co., Box 313, and P. O. 
Box 131, La Junta, Colo. 

LOVENBERG, Albert M, (A 1946) Appl. Engr.. 
Ediee Distributors, Inc., 66 Main St., and eOd 
Belmont Ave., Springfield, Mass. 

LOW, Charles J. (A 1946) Sales Engr., Furnace 
Dept., Jackson & Church, 306 Stoker Dr., Carrol- 
ton, and •907 N. Fayett St.. Saginaw, Mich. 
LOWE, John B, (M 1947) Pres., •Texas Dis- 
tributors, Inc., 3914 Live Oak, Dallas 4, and 3300 
Rosedftle, Dallas. Texas. 

LOWE, Robert A. (M 1944; J 1938) Cons. Engr., 

• Storms 8t Lowe, 6381 Hollywood Blvd., Los 
Angeles 28, and 3744 Potomac Ave., Los Angeles 
16, Calif. 

LOWE, Stanley C. (A 1947) Combus. Engr., 

• Dominion Coal Co., Ltd., Canada Cement 
Bldg., Phillips Sq., and 406 Pine Ave. W., Apt. 
76, Montreal, Que., Canada. 

LUBINSKY, Richard G. (M 1946) Mgr., Fan and 
Htg. Coil Dept., • The Trane Co., and 2416 
Loomis St., LaCrosse. Wls. 

LURKING^ Charles J. (M 1944) Sales Engr., 

• MinneapoIia-HoneyweU Regulator Co., 5060 
Wayne Ave., Philadelphia, and 2755 N. Dover St., 
PhUadeiphia 32, Pa. 

LUCE, John A. (M 1946) Mgr.. Htg. Dept., 
•Federal Pipe & Supply Co., 670 Second St., 
and lS35-34th Ave., Frandsco, Calif. 
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LUCE Y, Ray E. (M 1946) Mgr., Prod. Engrg. 
Dept.» Tht Trane Co., and *324 North 24th St., 
lacrosse, Wis. 

LUCK. Alexandeir W. (Life Member^ M 1919) 
Engr.. 632 Woodward St., and • Wyomissing 
Club. Fifth and Walnut Sts., Reading, Pa. 
LUCKE, Charlea Edward (Life Mender; M 1924) 
Stevens I*rof. Emeritus, and Mech. Engrg. Con- 
sultant, • Columbia University, Pupin Bldg., New 
York 27, and 186 Riverside Dr„ New York 24, 
N. Y. 

LUULOW, Harold M. (M 1940) Sales and Engrg., 

• P. O, Box 1368, Jackson 111, and 950 Pecan 
Blvd., Jackson, Miss. 

LUDWIG, Albert D. (5 1947) Student, Michigan 
State College, East Lansing, and# 3990 Three 
Mile Dr,, Detroit, Mich. 

LUDWIG, Willis D. (M 1942) Constr, Engr., 

• York Corp., 1238 North 44th St„ Philadelphia 
4, and 95 Wytinedale Rd., Narberth, Pa. 

LUEDECKE, William H. (A 1945) Regional 
Engr.. Chrysler Airtemp Sales Corp.. and •3012 
Kingston, Dallas 11, Texas. 

LUKER. Martin, Jr. (S 1948) Student, A. & M. 
College of Texas, College Station, and • 1916- 
10th, Wichita B'eHs, Texas. 

LUMM, Albert H., Jr. (/ 3944) Chief Engr., 

• A. H. Lumm Co., 2512 Albion St., and 2517 
Montebello Rd., Toledo, Ohio. 

LUND, Clarence E* (M 1936; J 1935; 5 1933) 
Professor & Asst. Director, Engrg. Exp. Station, 

• University of Minnesota, and 4817 12th Ave. 
S., Minneapolis, Minn, 

LUND. John F. (A 1947) Sales Mgr., •The Dole 
Valve Co., 1933 W. Carroll Ave., Chicago 12, and 
215 Sunset Ave., Lombard. 111. 

LUNDBERG, Olof A. (A 1946) Htg. Contr.. 

1276 Westchester PI., Los Angeles 0, Calif. 
LUNDT, Emeat C. (M 1947) Pres., • Ernest C. 
Lundt, Inc,, P. O. Box 216, and 24 Pro8i>ect St., 
Little Falls, N, J. 

LUNDY, Ralph B. (A 1947) West Coast Sales 
Mgr., Combustion Controls Corp., and •765 
Cordilleras Ave., San Carlos, Calif. 

LUNT, Wilbur F. (A 1946; J 1943) Prop.. Lunt 
Heating Co., 95 Summit St,, Portland 5, Me- 
LUSH, Clifford N. (A 1944) Mech. Supt., Weston’s 
Bread & Cake (Canada), Ltd., and ^217 Walnut 
St., Winnipeg, Man., Canada. 

LUITRELL, Lee W. (M 1943) 3912 Sixth St. S., 
Arlington, Va. 

LU’EY, Donald J. (M 1933) Vice-Pres., Peerless 
Air Conditioning Co., 21700 Wyoming Ave., 
Detroit 20, and • 30 Colorado Ave., Detroit 3, 
Mich. 

LUX, Alex C. (A 1946) Asst. Supt., Steam Heat 
Dept., Puget Sound Power & Light Co., Electric 
Bldg., and •2209 Roanoke St., Seattle. Wash. 
LUZZI, Theodore E. (M 1944) Vice-Pres., Almir- 
all & Co.. Inc., 63 Park Ph, New York 7, and eSS 
Colonial Rd., Bellerose 6, L, I.. N. Y. 

LYFORD, Robert G. (M 1947; A 1944; J 1939) 
Branch Mgr,, • The Powers Regulator Co., 602 
N. Akard, and 2717 E. Amherst, Dallas, Texas. 
LYM, Joseph H. (A 1944) Owner, Lym Engi- 
neering Co., and 0 2683 South 13th £., Salt Lake 
City. Utah. 

LYMAN, Samuel E. (A 1924) Buensod-Stacey 
Air Conditioning, Inc,, 60 East 42nd St., New 
York,- N. Y., and eSdS Hueston St., Elizabeth 
3. N. J. 

LYNCH, Charles^ B. (A 1945) Chief Engr., 
Morrison Engineering Corp., 5005 Euclid Ave,, 
Cleveland 3, and • 1552 Ansel Rd., Cleveland 6, 
Ohio- 

LYNCH, Jame 9 R. (A 1940) Owner, The Lynch 
Co., 6000 N.E. Union Ave., Portland 11, Ore. 
LYNCH, John T. (A 1946) Head of Air Cond. 
Dept., oThe David Ranken Jr. School of Me- 
chanical Trades, 4431 Finney Ave., St. Louis 13, 
and 4631 Bircfaer Blvd., St. LOufs 15, Mo. 
LYNCH, Roderick (A 1944) Owner, •Lynch 
Asbestos Co.. 2152 Sacramento St., Los Angeles 
21. and 131 N. NewUn Ave., Whittier, Calif. 
LYNCH, W. L. (M 1928) Pres., • Rome-Tnmey 
Radiator Co., Canal SL, and 1205 N. George St., 
Rome, N. V. 

LYNDE, Carlaton John, Jr. (M |944) 

Engr.* a Maple Leaf Milling Co^, Ltd^ Yopge 
SL. Toronto 1. and 33 Queen Anne Rd** Toronto 
9, Ont*. Cdhada* 


LYNES, Gilbert K. (A 1947) Chief tlraasman. 
Warden King Ltd., 2104 Bennett Ave., and 04661 
St. Denis St., Montreal, Que., Canada. 

LYNN, Frederick E. (M 1938) Refrig. Engr.. 
Electric ]lhroduct8, Inc., 5929 Baum Blvd., and 

• 708 Delafield Rd., Fox Chapel, Pittsburgh 15, 
Pa. 

LYNN, John F. (A 1947) Service Mgr.. Lennox 
Furnace Co., 400 N. Midler Ave., and • 1428 N. 
Salina St., Syracuse, N. Y* 

LYON, Douglas McClure (A 1941) Pres., 

• Douglas McClure Lyon, Inc., 317 State Tower 
Bldg., Syracuse 2, and 2 Seminary St.. Cazenovla, 
N.y. 

LYON, James P. (M 1948) N. Y. Repr., Thatcher 
Furnace Co., Garwood, N. J., and • Princeton 
Club, Park Ave. and 39th St., New York, N. Y, 

LYONS, Cornelius J. (A 1932) Sales Engr., Nash 
Engineering Co., and ^22 Haviland St^ South 
Norwalk, Conn. 

LYONS, Earl G. (M 1945) Gen. Mgr., • Lyons 
Engineering Co., Ltd., 1 Industrial St., Toronto 
12, 1-easide, and 78 Applegrove Ave., Toronto, 
Ont., Canada. 

LYONS, H. W. (M 1946) M^h, Engr., Sharp 8c 
Dohme, Inc., 640 N. Broad St„ Philadelphia 1, 
and • 1503 Manoa Rd., Penn Wynne, Phila- 
delphia 31. Pa. 

LYTLE, William T. (A 1946) Mechanic. Hercules 
Powder Co-, Lawrence, and • Lane E. ApL 3, 
Sunflower, Kans. 


M 

MABLEY, T. H. (M 1939) Secy. & Chief Engr,, 

• Mechanical Heat & Cold. Inc., 12320 Hamilton 
Ave., Detroit 3, and 2323 Yorkshire Ave., Bir- 
mingham, Mich. 

MABON, James E. (J 1942; S 1939) Design 
Draftsman, Gilbert Associates, Inc., and ^224 N, 
Sixth, Mt. Penn, Reading, Pa. 

MacCREA, John M. (M 1946) Owner, aj. M. 
MacCrea Sales Co., P. O. Box 93, University 
Station, and 163 Oakland St., Syracuse 10. N. Y. 
M^'cDERMOT, S. G, (M 1943) Mgr., Constr., 
Dept., Canadian Johns-Manville Co., Ltd., 1062 
Sun Life Bldg., and *54 Dufferin, Ste. Rose, 
Laval County, Montreal, Que., Canada. 
MACDONALD, Donald B. (M 1980) Sales Engr., 
Luzern & L.ackawana Supply Co., 20 N. Penn 
Ave., Wiikes-Barre, and • 101 E. Walnut St., 
Kingston, Pa. 

MACDONALD, Doujdas J, (M 1945) Vice-Pres. 
and Mgr., • Dufferin Plant, Standard Sanitary & 
Dominion Radiator Co., Ltd., Royce and Lana- 
downe, and 9B Hudson Dr., Toronto, Ont., Canada. 
MacDONALD, Edmund L., Jr. (A 1947) Mgr.. 
Oil Div., • S. Cunard & Co., Ltd., P. O. Box 128, 
and 10 Pryor St., Halifax. Nova Scotia. 
MacDONALD, George D. (A 1946) Engr., 

• Holyoke Valve & Hydrant Co., 160 Race St., 
and 77 Brookline Ave., Holyoke, Mass- 

MacDONALD, James (M 19^) Dist. Mgr., 
Reid Hayden, Inc.. 1231 W. Morehead St., 
Charlotte, and •2646 Slierwood Ave., Charlotte 
4, N. C. 

MacEAGHlN, Graham C. (M 1938) DisL Engr., 
Frigidairc Sales Corp., 2601 W. ^venth, and 

• 5112 Byers Ave., Fort Worth 7, Texas. 
MacFARLAN, Norris S. (M 1942) House Htg. 

Repr., • The Philadelphia Gas Works Co., 1401 
Arch St., PhiMelphia 6, and 320 W. Wharton 
Rd,. Glenaide, Pa. 

MacFERRIN, John B. (M 1944) Htg. and Vent. 
Engr., • Pittsburgh Water Heater S^es Co., 
P. O. Box 663, 2608 Fannin St., Houston 1, and 
1306 Cleburne, Apt. 2-h, Houston, Texas. 
MacGANN^ L%d S* (JH 1946) Branch Mgr*, 

• Minneapolis^Honeywell Regulator Co., 2100 St. 
Paul St.. Baltimore 18, ahd 3612 K^e Ave-* 
Baltimore 14, Md', 

MacGREGOR, Cecil M. (A 1989) Lt Coh. 
Ordnance pept, U. S. A., Hesduuaite^ Army 
Service Forces, Pentagon, Washington, D, C« 
and •7817 N, Washbume Ave., PortlaiS 8, Ore. 
MacGREGOR, Duikdnn K. (A 1944) Del^ei** 

• Railway $c Fdwef Engineering Corn., lAd., 195 
Eastern A Vc.. Toronto, and Hidmand 'Omk; 

. Ont., Canada* 
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MACHEREL, Eerdinand (M 1939) Tech, Dir,. 

f tahl. Inco, Carrier Repr., 60 Rue Daugerre. 
Igiers, North Africa. 

MacINTYRE. Henrlette Batlem (A 1942| 
/ 1934) Co-Mgr.. • R. D. MacIntyre Co., 1880 
East Ave.. and 2600 East Ave„ Rochester, N. Y. 
MACE. Ludvdil (M 1936) Mgr,, Indus. Air Cond., 
Westinghouse Electric Corp„ Sturtevant Div., 
3001 Walnut St.. Philadelphia, and •412 W. 
Hortter St., Philadelphia 19, Pa, 

MacKAY, Harold J. (A 1946) Field Engr,. Sur- 
face Combustion Corp., 226 Broadway, New York 
7, and • 8026>90th Ave., Woodhaven_21, N. Y. 
MacKENZIE. John M, (A 1946) Ksat. Prof., 
University of Minnesota, and • 2024 Common* 
wealth Ave.. Apt. C-11, St. Paul, Minn. 
MACKEY. C. O.* (M 1943) Prof, of Heat-Power 
Engrg., •Cornell university, 617 Highland Rd., 
Ithaca. N. Y. 

MacLACHLAN. Victor D. (A 1939; J 1938) 
Honeywell- Brown, Ltd,, Wadsworth Rd., Peri- 
vale, Greenford, Middlesex, England. 
MaAEAN. Ian R. S. (A 1946) Carrier Lir- 
Klett, Florida 229, Buenos Aires, Argentina, S. A. 
MacLEAN, Robert M. (A 194^ Mech. Engr., 
Research Labs., Socony Vacuum. Paulsboro, N. J., 
and •24,0 West Walnut Lane, Apt. C 204, Phila- 
delphia, Pa. 

MacMILLAN, Alexander R. (M 1936) Col., Air 
Corps,. • Office of the Air Inspector. Hq., A. A. F., 
Washington 26, D. C., and RUey Mansion, 
Arlington, Va. 

MACNAMARA, Roger (A 1946) Mfrs. Sa^es 
Repr., •217 Church and Main Bldg., and 1417 
E. Concord Ave., Orlando, Fla. 

MacOUEEN, Donald (A 1948) Pres., Donald 
MacOueen Co„ Ltd., 831 Wellington, Montreal, 
and Hudson Heights, Que., Canada. 

MACROW, Lawrence (A 1941; / 1936) Dist. 
Chief Engr., • Carrier Corp., 12 South 12th St., 
Philadelphia, and 226 Buttonwood Way, Glcn- 
slde. Pa. 

MacWATT, Donald A. (M 1938) Sales Engr., 
Powers Regulator Co.. 231 East 46th St., New 
York, and •93 Woodedge Rd., Plandome, L. L, 
N. Y. 

MADDEN, Alfred B. (M 1942) Mgr., Htg. Dent., 
• Crane, Ltd., 1121 St. James St. W., and 6367 
EarnscliEe Ave., N. D. G., Montreal, Que., 
Canada. 

MADELY, Fred Ja». (A 1936) Gen. Mgr., Eastern 
Steel Products, Ltd., 394 Symington Ave., and 
• 6 Wattless Crescent, Toronto, Ont., Canada. 
MADISON, Richard D.* (M 1926) Research 
Engr., • Buffalo Forge Co., 490 Broadway, 
Buffalo 6, and 218 Brantwood Rd., Snyder, 
Buffalo 21, N. Y. 

MAEHLING, Leon S. (M 1932) Mgr.. Htg. Sales, 
Equitable Gas Co., 610 Wood St., Pittsburgh 22, 
and • 778 Country Club Dr., Pittsburgh 16, Pa. 
MAGARRELL. Kenneth R. (A 1944) Partner, 
• Design and Installation, Magarrell & Cox, 127 
S. Main St., and Rt. 4, Council Bluffs, la. 
MaGlRL, WUli« J. (M 1934; A 1931; J 1927) 
Vice-Prea., MaGirl Foundry & Furnace Co, 413 
E. Oakland Ave.. and 1119 E. Monroe St., 
Bloomington, 111. 

MAGNUSSON, Nicholas (A 1938) Estimator,— 
Designer, Sales, Montgomery Ward & Co„ 150-14 
Ave., and • 138-06 Linden Blvd., Jamaica, 

MAHER, Robert L. (A 1946) Project Engr., 
Chase Brass & Copper Co., and • Box 10 U, 
Waterbury, Conn. 

MAHON, B. B. (Miss) (M 1935) Principal. 
Schools of Plbg., Htg. and Air Cond., • Inter- 
national Correspondence Schools, Wyoming Ave., 
Scranton 1, and 433 Fig St„ Scranton S, Pa. 
MAHONEY, G. L. (A 1946) Owner, C. L. Mahoney, 
438 Forest St., Kalamaxoo. Mich. 

MAHONEY, David J, (M 1930; A 1926) Branch 
Mgr>, # Johnson. Service Co., 603 Franklin St., 
Bimalo 2, and 140 Linwood Ave., Buffalo* N. Y. 
MAXER, M. (M 1921) Mfg. Dept.. 

• Amerkian J^latpr & Standard Sanitary 
Corp,, Bessemer Bldg., Pittsburgh 22, and 135 
Lbwgtie Vtte Dr,, Mt. l^baaon, Pau 
IdAiJOR, lUdswd F, (A 1946) Partner, ♦ Major 
Heatlim CoirMd Ave., Detroit 26, and 

16127 Detroit, 


MAKIN, Henry. T„ Jr. (M 1939) Engr., Warren 
Webster and Co., 26 South 2(Hh St.. Philadelphia, 
Pa„ and • 21 Valley View Terrace, Moorestown, 
N. J. 

MALEY, Daniel P., Jr. (J 1947) Jr. Engr., 

• Martyn Brothers, Inc., 1000 St. Louis St., and 
5023 Victor St., Dallas, Texas. 

MALIN, Beniamin S. (M 1940: J 1939) Mech. 
Engr., Chas. T. Main Inc., 80 Federal St., Boston, 
and • 117 Bay State Rd„ Boston 15, Mass. 
MALLIK, J. R. B. (A 1946; / 1946) •? Jagannath 
Surlane, Calcutta, India, and c/o Mr. John 
Moffitt. 17 East 94th St.. New York 28. N. Y. 
MAIXIS, William (M 1914) Owner, eOSl Lyon 
Bidg., Seattle 4, and 1215 Seneca. Seattle I, Wash. 
MALLOY, WUllam W. (A 1947-, J 1944) Sales 
Engr., F. D. Crew Co., 1639 Race St., Phila- 
delphia 2, Pa. 

MALLY, Chester F. (M 1940: A 1938) Pres.. 

• Mally Corp., 20420 Woodward Ave., Detroit 8, 
and 292 W. Woodland Ave., Ferndale, Mich. 

MALM, Edwin L. (M 1946: A 1944) Asst. Gen. 
Sales Mgr.. • Hoffman Specialty Co., 1001 York 
St., Indianapolis, Ind., and 816 Michigan Aye., 
Evanston, III. 

MALONE, Dayle G. (M 1929; A 1925) Vlce-Pres. 
and Branch Mgr., •Petroleum Heat & Power Co., 
3301 S. Callforaia Ave., Chicago, and 7337 S. 
Merrill Ave,, Chicago 49, 111. 

MALONE, James S. (A 1936) Dist. Repr., 
Hoffman .Specialty Co., 4 N. Eighth St., St. Louis 
1, and •7124 Waterman Ave., St. Louis 6, Mo. 
MALONE, John F. (M 1946) Asst. Mgr., Dist. 
Steam Dept., • Consolidated Gas Electric Light 
Power Company of Baltimore. 600 Lexington 
Bldg., Baltimore 3, and 3401 Greenway, Balti- 
more 18, Md, 

MALVIN, Ray C. (M 1929) Pres., • Malvin & 
May, Inc., 64 E, Jackson Blvd., Chicago 4, and 
8220 Dante Ave., Chicago 19, lli. 
MANCHESTER, Frank P., Jr. (A 1947) Sales 
Engr., Sidles Conditioned Air Co„ 608 South 19th 
St., Omaha, and • 4902 Capitol Ave., Omaha 3, 
Nebr; 

MANDELL, Leonard G. (A 1946) Engr., • Engl- 
naire, Inc., 44 Wendell St., Providence 9, and 
317 Public St., Providence, R. I. 

MANDELL, Louis D., Jr. (M 1946) Asst, to Pres., 

• C. A. Dunham Co., 400 W. Madison St., Room 
900, Chicago 6. lU,, and 2403 Central St., Evans- 
ton, 111. 

MANDT, Robert D. (A 1946) Research Asst,, 
Case Institute of Technology, 10900 Euclid Ave,, 
and • 16216 Huntmere Ave.. Cleveland, Ohio. 
MANGRUM, Richard W. (J 1948) Field Engr., 

• American Blower Corp.. 510 Assn, of Commerce 
Bidg., and 329 Madison, Grand Rapids, Mich. 

MANIER, Ralph L. (Af 1945) Indus. Htg. and 
Air Cond. Engr., Central New York Power Corp.. 
800 Erie Blvd. W., Syracuse 1, and • 185 Clifton 
PL, Syracuse 6, N. Y. 

MANIVELU, M, (A 1947) Engr., • Spencer and 
Co., Mount Rd., and 3 Mantapam Rd., Kilpank, 
Madras, India. 

MANN, Isham W.. Jr. (M 1946) 613 26th Ave., 
Meridian, Miss. 

MANN, Lee B. (A 1944) Vice-Pres.. • Boston 
Filter Co., Inc., 43 Harvard Sq., Charlestown, and 
82 Stanton Rd., Brookline. Mass. 

MANN, Walter N. (M 1989) Gen. Mgr., • Electro- 
Thermal Engineers, 123 Blackborough Rd., 
and 10 New North Rd., Reigate, Surrey, England. 
MANNA. Anthony P. (A 1944) Mech. Engr., 
Wilbur Watson Assoc., Archts.-Engrs., 4600 
Prospect Ave.. Cleveland 3, and • 735 Lafayette 
St.. Ravenna, Ohio, 

MANNEN, Dion E. (A 19401 J 1939) Vice-Prea., 

• The Mannen & Roth Co., 9104 Woodland Ave,, 
Cleveland 3, and 4167 SUsby Rd.. University 
Heights, Ohio. 

MANNING, Arthur J, (M 1947) •WUllam A. 
Manning Sons, 277 K. Paces Ferry Rd. N.E„ 
Atlanta 6, Oa. 

MANNING, a E. (A 1942: J 1937) Engr., 
Packard Elec, Div., General Motors Corp., and 
#339 Homewood Ave. S.E., Warren, Ohio. 
MA]<4N0N, N«d R. u 19«) Ant. S^.. •Pyra- 
mid Asbestos & Roofing Co., 2208 Texas Ave., 
Houston, and 4216 Chartem, Houston 4, Texas, 
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MAR2X}Lr, Frank X. (A 1937) Sales Engr.. 
R. L. Deppmann Co., Hamilton, Detroit, 
and a 16790 St. Marys, Detroit 27, Mich. 
MARZORATl, Giuseppe (M 1938) Tecnica Ip- 
dustriale dott. ing., #28 Via Mauro Macchi, and 
9 Via Baldiaaera, Milano, Italy. 

MASON. Gall C. (M 1943) Fryatt, Ark. 
MASON. Lawrence T. (A 1946) Asst. Mech. 
Engr., Board of Education. 900 Phillips Bldg., 
Detroit 26, and •15781 Leisure Ave., Detroit 27, 
Mich. 

MASON, Ray B. {M 1941) Mgr., Kansas City 
Branch, • Kewanee Boiler Corp., 2014 Wyan- 
dotte St., and 121 East 70th Terrace, Kansas 
City, Mo. 

MASON, Raymond P. (ilf 1945) Asst. Supt. 
Engr., U. S. Army Transport Service, Planning 
Sect., Bldg. 310, Ft. Mason, and #27 West- 
minister Ave., Berkeley 8. CaJif. 

MASON, Robert E. (Af 1944) Factory Repr., 
Industrial Machinery, and •1129 Granville Rd., 
Charlotte, N. C. 

MASON. Robert Edwards (/ 1947) Engr.. Air 
Cond. Div., Sidles Co., 502 South 19th St., and 

• 4340 Binney St., Omaha, Nebr. 

MASSAGLIA. PaoU E. C. (J 1947; 5 1945) Jr. 

Engr., Black & Veatch, and •3814 Parallel Ave.. 
Kansas City, Kans. 

MAST. Clyde M. (A 1940) Pres, and Engr., 
Heating & Air Conditioning Supply, Inc,, 263 
Sierra St., and • 577 St. Lawrence St., Reno, Nev. 
MASTERSON. William R. (A 1946) Partner. 

• Edward F. Maaterson & Son, 18 New Deioy 
St., and 6 Pickman Rd„ Salem. Mass. 

MATCHETT. James C. (M 1923) Vice-Pres. and 
Gen. Mgr., • Illinois Engineering Co., Racine Ave. 
at 21 St St., Chicago 8, and 9936 S. Winchester 
Ave., Chicago 43. III. 

MATHANEY. Edgar H. (A 1944) Supt., •Sheet 
Metal Fabricators, Inc., 1024 Greenmount Ave., 
and 5517 Ready Ave,, Baltimore, Md. 
MATHEKA, Charles R. (J 1948; 5 1939) 1506 
Summit Ave.. Union City, N. J- 
MATHER. Harry H. (A 1929) Mfrs. Agent, 1212 
Commercial Trust Bldg., Philadelphia 2. and •377 
Windemere Ave., Drexel Hill, Lansdowne P. O., 
Pa. 

MATHERS, William (A 1947) Partner, • Mathers- 
Curl & Associates, 80 S, Third St., and 630 E. 
Town St., Columbus 15, Ohio. 

MATHESON, Elmer E, (A 1946) Owner, Appli- 
ance Shop, and • 1001 W. Yakima St., Pasco, 
Wash. 

MATHEWSON, M, E. {M 1937) Secy., eA. M. 
Kinney, Inc., 1211 Enquirer Bldg., Cincinnati 2, 
and 1110 Priscilla Lane, Cincinnati 8, Ohio. 
MATHEY, Nicholas J. {M 1945) 325 Fourth 
Ave. S., Clinton, la., and* Apt. 13, Lane I, 
Sunflower, Kans. 

MATHIS, Eugene (M 1922) Pres., • Mathis 
Illinois Corp., 95th St.. Chicago 43, and 9161 S. 
Hoyne Ave., Chicago, III. 

MATHIS, John (A 1938) Vice-Pres.. • Standard 
Furnace & Supply Co„ 413-17 S. Tenth St., and 
3115 Edw. Creighton Ave., Omaha, Nebr. 
MATHIS, Julien W. (A 1921) • New York 
Blower Co., 8145-55 Shields Ave., and 7929 
Bishop St., Chicago, 111. 

MATHIS, Luther Norman (A 1948) L, N. 
Mathis Heating & Air Conditioning Co., 115 W. 
Tborain, San Antonio, Texas. 

MATHISON, R. S. (A 1938) Weathermakers 
(Canada). Ltd., 735 Dovercourt Rd., Toronto 4, 
and *44 Strathgowan Ave., Toronto 12, OnL, 
Canada. 

MATOUSEK, A, G. (if 1937) Mgr., Gamble 
Store, Schuyler, Nebr. 

MATTHEWS, Carl R. (A 1944) Sales Engr., 
MinneapoUs-Honeirweil Regulator Co., 5W6 
Euclid Ave., Cleveland, and • 10231 Adelaide 
Ave., Cleveland 11, Ohio. 

MATTHEWS, John E. (if 1934) 2155 Sinden 
Ave., Knoxville, Tenn. 

MATTHEWS, Owen W., HI (A 1047) Sales Engr,. 
William S. Tamer & Co., 432 Pacific Bldg., Port- 
land 4, and • 1010 K. Jessup St., Pmtland 11, Ore. 
MATTHEWS, R. R, (M 1944) Owner. •Mat- 
thews Engineering Co„ 2122 Olive. Dallas 1. and 
3558 Rankin. Dalla9 5. Texas. 

MAntilES. Lw A, (/ 1947? S 1041) Mech. Engr^ 

• 5920 Chicago Ave., Minneapolis 7, Minn. 


MATTIMORE, John D. (ilf 1945) Dir. of Re- 
search and Dvlpt., • Tube Turns, Inc., 224 E. 
Broadway. Louisville 1, and 3130 Meadowlark 
Rd., Louisville 4, Ky. 

MATITNGLY, Maurice F. (A 1939) Sales Engr., 

• Johnson Service Co., 1355 Washington Blvd.. 
Chicago 7, and 8028 Ingleside Ave.. Chicago 19. 111. 

MATTSON. Rofter K. (J 1945) Engr., McQuay. 
Inc., 1600 N.E, Broadway, Minneapolis, and 

• 3611 Bryant S., Minneapolis 8, Minn. 

MATZ, George N. (M 1938) Mech. Engr., A, 

Ernest D'Anibly, 2101 Architects Bldg., Phila- 
delphia, and *649 Feme Ave., Drexel Hill, Pa. 
MATZEN, Harry B. (M 1940) Mgr., N. V. Office, 
The Frank A. McBride Co., 70 East 45th St., 
New York 17. and • 16 Addison Pi., Rockville 
Centre. N. Y. 

MAULDIN, John G. (A 1947) Owner, • Mauldin 
& Bailey. 1257 Glenwood Ave. S.E., and 446 
Blake Ave. S.E., Atlanta, Ga. 

MAURER, Elmer E. (A 1944) Secy, and Engr.. 

• The Maurer Bros, Co., 8600 Detroit Ave., 
Cleveland 2, and 15726 Fernway Ave., Cleve- 
land. Ohio. 

MAURER, V^ater (Af 1941) Mech. Engr., Giffels 
& VaJlet, Inc., 1000 Marquette Bldg., Detroit 26, 
Mich. 

MAUTNER, Erwin W. (M 1943) Partner, • Mid- 
West Heat Service, 3336 W. Franklin Blvd., and 
8935 Pine Grove Ave., Chicago, 111. 

MAYES, C. D. (A 1939) Reg'l. Mgr.. MinneapoUs- 
Honeywell Regulator Co., 400 Broadway, Denver 
9, and • 1521 Grape St., Denver 7, Colo. 
MAWBY, Pensyl (M 1934) Dlst. Mgr., Lehigh 
Navigation Coal Co., 123 S. Broad St., Phila- 
delphia, and • 15 E. Ridley Ave., Ridley Park, Pa. 
MAXWEU., George W. (Af 1935; 5 1932) Owner, 
Kenealy & Maxwell, Main St., and • Lower 
County Rd„ Harwich Port, Mass. 

MAXWELL. Lawrence R. (M 1943) Pres.. 

• Maxwell Bros. Supply Co., 7204 Washington 
Ave,, and 1332 Joseph St., New Orleans, La. 

MAXWELL, R. Shierlaw (Af 1937) C^cn. Mgr., 
Bennett & Wright, Ltd., 72 Queen St. E., Toronto 
1, Ont., Canada. 

MAXWELL, William D. (J 1948) Designer- 
Mech., J. Donald Kroeker, Cons, Engr., 402 Fail- 
ing Bldg., Portland 4, and *8947 Southeast 39th 
St., Portland 2, Ore. 

MAY, Arthur O. (A 1938) Secy., • Stannard 
Power Equipment Co., 63 W. Jackson Blvd., 
Room 925, Chicago 4, and 5736 N, Bernard St., 
Chicago 45, 111. 

MAY, Charles O. (J 1947) Instructor, The David 
Ranken Jr. School of Mechanical Trades, 4431 
Finney Ave., and *5069 Chippewa, St. Louis, Mo. 
MAY, C. W. (Af 1933) Cons. Engr., *926 Vance 
Bldg., Seattle 1. and 6817-16th N.E., SeatUe 6, 
Wash. 

MAY. Edward M. (Af 1931) Branch Mgr., Steel 
Products Engineering Co., 1001 S. Michigan Ave., 
Chicago, and • 848 N. Ridgeland Ave., Oak 
Park, 111. 

MAY. George Elmer* (Af 1933) Prin. UtU. Engr.. 

• New Orleans Public Service, Inc., 317 Baronne 
St., and 2031 Short St., New Orleans, La. 

MAY. J. Paul (A 1946) Engr., Geo. J. May, 
Plumbing & Heating, 503 Floyd Ave., and •210 
E. Thomas St„ Rome, N. Y. 

MAY. James W. (Af 1938; J 1935) Dir. of Re- 
search. • American Air Filter Co.. 215 Central 
Ave., and 3908 Elfin Ave., Louisville, Ky. 

MAY, Maxwell F, (Af 1929) Pres., • Pint ube 
Products Co., 228 N. LaSalle St., Room 1037, 
Chicago 1, and Palos Park, 111. 

MAYCOCK, Ambrose A, (Af 1947; A 1945) Mgr,, 

• A. A. Maycock Co„ 234 Seventh Ave., Salt 
Lake City 8, Utah. 

MAYCOCK. George £. (A 1945) Htg. and Vent. 
Engr., A. A. Maycock Co., 234 Seventh Ave,, and 

• 238 St.. Salt Lake City. Utah. 

MAYER, William J. (A 1943) Field Service Engr.. 

•A. M. Byers Co., 10 E, Lexin^on St., Balti- 
more 2, ahd 1100 Edgemont Rd., Toweon 4, Md. 
MAYLARD, John B, (A 1943) Arch.-Enj»., 
1139 Morgan Ave., LaGronge Park, and •211 
Custer St., Evanston, lU. 

MAYNARD. J, Earle (M 1931) Engr*. V, a 
Radi^r Corp,. 1500 United Artists Bldg,, 
Detroit 81. and e 2441 Kends^, Detroit 6, Mi(^ 
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MAYNE, Iran E. (A 1945) Owner, • Consolidated 
Heating & Ventilating Co,. 1709 W. Eighth St., 
Room 906, Los Angeles 14, and 1748 Rancho Real 
Rd., Temple City, Calif. 

MAYNE, Walter L. (Af 1938) Prod. Sales Engr., 

• Tanner Manufacturing Co.. P. O. Box 860, 
^201 Bell St., Lawrence Park, and 401 Beverly 
Dn. Erie, Pa. 

MAYO, William P., Jr. (A 1947) Sales Engr., 
Thomas H, Sullivan & Co., 2626 S. Main St., and 

• 2218 Smith St., Houston. Texas. 

MAZER, Joaeph L, (S 3947) Student. University 
of Illinois, Urbana, and •1208 N. Hickory St.. 
Champaign, 111. 

McAllister, a. F. (A 1947) Mfrs. Agent, 1031 
E, Third South, Salt Lake City, Uuh. 
McARDLE, Francis E. (Af 1946) Sr. Engr., 
Reconstruction Finance Corp., Lafayette Bldg,, 
Washington, D. C., and • 1574 East West High- 
way, Silver Spring, Md. 

McBRIDE, J. Nevina (A 1941) Vice-Pres., • Frank 
A. McBride Co., 160 Ward St., Paterson 1, and 
288 Derrom Ave., Paterson 4, N. J. 

McBRIDE, Joseph A. (7 1943) Asst. Secy,, 

• Frank A. McBride Co., 160 Ward St., Paterson 

I, and 585 East 27tli St., Paterson 4,,N. J. 
McCABE, John H. (M 1944) Difit. Mgr., • Amer- 
ican Blower Corp., 1730 Glenarm St., Denver 2, 
and 567 S, York St.. Denver 9, Colo. 

McCAIN, H. King (M 1939; A 1938; J 1937) Cons. 
Engr., • Newcomb & Boyd, 615 Trust Company 
of Georgia Bldg-, and 3619 Ivy Rd. N.E.. 
Atlanta, Ga. 

McCALL, Maurice W. (7 1948; 5 1946) Sales 
Engr., United Electric Service Co., P. O. Box 119, 
and ♦2208 Bullington St., VVichita Falls, Texas, 
McCALL. Max (A 1945) Owner, McCalls. 1146 
Philadelphia St., and •1142 Philadelphia St.. 
Indiana, Pa. 

McCALLUM, Allan W. (.4 1943) Western Mgr., 

• Anthes-Imperial Ltd., Saskatchewan Ave., 
Winnipeg, and 383 Overdalc St., St. James, Man., 
Canada. 

McCALLLM, Chester E. (M 1946) Chief Engr., 
and Mgr., Htg. & Air Cond. Dept., Landinghara 
Plumbing & Heating Co., 231 N. Trade St., 
Winston-Salem, N. C. 

McCALMON, Robert T. (A 1946) Sales Engr., 

• A. M, Byers Co., 2544 West 28th Ave., Denver 

II, and 1385 Hoily, Denver 7, Colo. 
McCANDLESS, Howard F. (M 1946; A 1945) 

Cons, Engr., First National Bank Bldg., P, O. 
Box 1669. Monterey, and •Rt. 1. Box 432, Aptos, 
Calif. 

McCANN, Frank D. (A 1939) Dist. Repr., The 
Hcrtncr Electric Co,, 369 Lexington Ave., New 
York 17, and alls Chippewa Rd., Tuckahoe 7, 
N. Y. 

McCANN, John L. (A 1945) Mgr., PIbg. and Htg. 
Dept., Harris Pump & Supply Co.. Brady and 
Sidney Sts., Pittsburgh 3, and *720 L^erty 
Dr., Pittsburgh 10, Pa. 

McCANN, Stanford C. (A 1944) Owner. aS. C. 
McCann Co., 1004 Baltimore, Kansas City 6, 
and 1002 W, Gregory Blvd., Kansas City 6, Mo. 
McCARL, Harry E. (M 1944) Htg, and Vent, 
Engr,, United States Rubber Co., 6600 E. Jefferson 
Ave., Detroit, and •5774 Haverhill, Detroit 24, 
Mich. 

McCarthy, F. Wayne <A 1945) Branch Mgr.. 

• Minneapolis- Honeywell Regulator Co., 1911 
Ingersoll, and 1236-87th, Des Moines, la. 

McCAUL, Lynn K, (M 1942) Sales Engr., The 
Coon-DeVisser Co., 2051 W. Lafayette, Detroit 
16. and •620 W, Woodland, Ferndale 20, Mich. 
McCauley, Dale G. (A 1946) Pres., Lanshig 
Heating- Ventilating Co., 1213 Center St., Lansing 
6, Mich. 

McCauley, James H, CM 1921) Pms., • J, H, 
McCauley & Son, 6620 West 65tn St., Chicago, 
and 1123 Pleasant St.. Oak Park. Ill, 
McCLANAHAN, L. C, (M 1939) Diet. Mgr.. 

• Aerofin Corp., 1121 Fidelity Bldg., Cleveland, 
and 29 Water St., Chagrin Falls, Ohlb. 

McGLEAN, Fred C. (A 1947) Pres., • Fred C* 
McCleati HeatiM Supplies, IhC., 47 Park , St., 
and 24 Clement St,. Springfield, Hass. 
MicCLELL^t James E. (M 1922) Vice-Proa., 
Mehring & Hanson Co,. 162 N. Clihton St., 
CHcago, 788 Marion $t.. Highland Park, lit 


McCLINTOCK, Walter C. (A 1946) Dist. Mgr., 

• Rexnor Manufacturing Co., P, O. Box 8, add 
303 N. Main St-, Milan, Tenn. 

McCLINTOCK, WHMam (M 1935) Mech. Engr.. 
Kellex Corp., Woolworth Bldg., New York, and 

• 4116 Carpenter Ave., New York 66, N. Y. 
McCLOSKEYt John H. <A 1940) 304 Elkton 

Blvd., Elkton, Md. 

McCLUNG, K. R, (A 1946) Dept. Supvsr., • G. A. 
MacArthur Co., 2387 Hambden Ave., St. Paul 4. 
and R. 8, Como Station, St. Paul 8, Minn. 
McCLUNG, Tom H. (A 1942; 7 1939) Sales Engr.. 

• Brod & McClung, 19 N.W. First Ave., Portland 
9, and 2341 Northeast 6l8t Ave.. Portland 13, Ore, 

McCLURE. Charles J. R. (A 1947) Sales Engr., 

• The Trane Co., 2336 S. Grand Ave., St. Louis 

4, and 839 Belt Ave., St. l-ouis 12, Mo. 
McCONACHIE, L. L. (M 1943; A 1928) Owner. 

L, L. McConachie Co., 1008 Maryland, and • 1415 
Harvard Rd., Grosse Pointe, Mich. 

McCONNER, Charles R. (A 1925; 7 1922) Gen. 
Sales Mgr., •Clarage Fan Co„ Kalama^oo 16F, 
and 626 John St., Kalamazoo 44, Mich. 
McCORMACK, Denis (M 1983) Cons. & Constr. 
Engr., Onions & Bouchard, Hamilton, and • Somer- 
set Bridge, Bermuda. 

McCORMICK, George W., Jr, (A 1941) Asst, 
Secy,, sThe National Association of Fan Manu- 
facturers. 5-208 General Motors Bldg.. Detroit 2, 
and 15836 Puritan Ave., Apt. D, Detroit. Mich, 
McCOY,C. E. (Af 1936) Partner, • Turner- McCoy, 
B'ifth and Locust Sts., North Little Rock, and 
8923 Oakwood Rd., Little Rock, Ark. 

McCOY. Floyd F. (A 1946) Pres., • Floyd F. 
McCoy Heating Co., 303 S. Water St., and 401 
Fitzhugh St., Bay City, Mich. 

McCOY, Philip W. (M 1946) Asst. Chief Htg. 
Engr., • Bryant-McCoy Co.. Box 66, Jamestown, 
and 96 West Fairmont, Lakewood. N . Y. 
McCOY, Thomas F. (Life Member; M 1924) Mgr., 

• The Powers Regulator Co., 125 St. Botolph St., 
Boston 16, and 90 Church St„ Weymouth Heights, 
Mass. 

McCREA, Joseph B. (M 1037) Registered Pro- 
fcasional Engr., Joseph B. McCrea Heating & 
Ventilating, 14504 Charlevoix, and •2919 Drexel 
Ave., Detroit 16, Mich. 

McCREA, Lester W. (Af 1940) Prop., • McCrea 
Sales Co., 16 East 21st St., Baltimore 18, and 
1621 Penlridge Rd., Apt. 227, Baltimore 12, Md. 
McCULLEY, D. E. (A 1941) Sales Engr., • 814 
South 14th St., Omaha 2, and 6604 Corby St., 
Omaha 4, Nebr. 

McCullough, Goodall W. (A 1948) Salea 
Engr., Electronic Supply & Engineering Co., 

• 1014 McGowen St., and 6030 Floyd Dr., Hous- 
ton, Texas. 

McCullough, Henry G. (Af 1936) Vice-Prea., 

5. S. Fretz, Jr., Inc., 1902 Chestnut St.. Phila- 
delphia 3, and •7042 Lincoln Dr„ Philadelphia 
19. Pa. 

McCullough, John L. (M 1939) Sales Engr.. 

• English & Lauer, Inc,, 1978 S, Los Angeles St., 
and 4093^ S. Catalina St., I..08 Angeles S, Calif. 

McGUMBER, Burton R. (Af 1945) Frozen Food 
Products, Inc., 600 W. Genesee St., Syracuse 4, 
and • 19 Leitch Ave., Skaneateles, N. Y. 
McCUNB, Laban J. (M 1943) Engr. and Bldg. 
Mgr., •Clinic Foundation, 118 K. Sixth St., 
Tulsa 3, and 401 Springer Bldg., Tulsa, Okla. 
McCUTCHEON, David C. (A 1947) Asst, to the 
Assoc. Supt. in charge Of Bldgs. & Grounds, 

• Public Schools of the Dist, of Colombia. 
Franklin Administration Bldg., 13ih & K Sta. 
N.W., Washington 6, D. C., and 600 Forest Glen 
Rd.. Silver Spnng, Md. 

McDaniels, James a: (A 1944) Air Cond., 
Allison Div., General Motors Corp,, Speedway 
City, Indianapolis, and •4960 Fold St,, Speedway 
City. Indianapolis 8, Ind. 

McDermott, iohh p. (A J mm 

Mech. Engr., •The Trane Co., 308 DekM ISklg., 
Portland 4. and 6426 S.E. Harold Ct., 

Ore. 

MCDONALD. Fr«mk h. (M 1944) Brafldh MiF- 

• Bari^ivCoItnaft Co., W. Fifth St.* Cos 
Angsles and 16S6 Rdse AVe^. Seh Mgriho,. Catff. 

MoDQNALD, Jvaii AA 1938) a 

Honeys^ Regidator Ga* 637 

6101 Hampton St;* , Montreal, Ode., ^ Cooa#'. 
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McIJONAtD, John J. (M 1943) Pres,, The 
McDonald Co., 43-47 Lansdowne St„ Boston, 
and •401 Beacon St,, Chestnut Hill 67, Mass. 
McDONAtO, Thomas U 1931) Vico-Pres., 
MinneapoUs-Honeywell Regulator Co.. 2747 
Fourth Ave. S., Minneapolis 8. Minn. , 
McDONNm., Everett N. (M 1923), (Council, 
1940-47) Pres., • McDonnell & Miller, Inc., 400 
N. Michigan Ave., and 219 Lake Shore Dr.. 
Chicago 11, 111. 

McDowell, Harry L. (A 1947; J 1939) Partner, 

• W. O. Blackstone, Plumbing & Heating Contr.. 
1630 Laurel St., Columbia, and 2714 Burney Dr.. 
Columbia 63, S, C. 

McEAUERN, Edward J. (A 1945; J 1944) Pres.. 

• Heating & Temperature Control, 1031 Santa Fe 
Dr., Denver 4, and 4764 Raleigh St., Denver 12. 
Colo. 

McELGIN, John W.* (A 1937; J 1931) Engr., 
J. J. Nesbitt, Inc., State Rd. and Rhawn St,. 
Philadelphia 36, and • Tennis Ave., Ambler, Pa. 
McFARLAN, A. I. (M 1942} Pres., • A. I, Mc- 
Farlan Co., Inc., 2l west St.. New York 6, N. Y., 
and 691 Dorian Rd., Westfield, N. J. 

McGARY, Robert O. (M 1946) Vice-Pres., 
Buensod-Stacey, Inc.. P. O. Box 1755. and •2015 
Dilworth Rd. E.. Charlotte 3, N. C. 
McGAVOCE, Edward A, (J 1947) Owner. 
Central Sales & Engineering Co.. 1009 W. Jeff- 
erson St., and #303 N. Avon St.. Rockford, 111. 
McGEARV, Paul W. (M 1944) Dist. Mgr., •The 
Trane Co., 635 N. Penn St., and 3630 N. Per.n. 
Indianapolis, Ind. 

McGEORGE, Richard H. (M 1937) Mgr., Htg. 
and Air Cond. Dept., McCord Radiator & Manu- 
facturing Co., 2587 E. Grand Blvd., and • 14505 
Glastonbury Rd., Detroit, Mich. 

McGinnis, F. L. (M 194O) Supt., Coley & Peter- 
sen. 409 West 2l8t St., and •3011 Lorraine Ave., 
Norfolk. Va. 

McGovern, Arthur F. (A 1945) Dist. Supvsr. 
and Engr., • Modine Manufacturing Co„ 83 S. 
High St.. Columbus 15. and 362 S. Harding Rd., 
Columbus 9, Ohio. 

McGovern, Tom R. (A 1947) Pres. & Gen. 
Mgr., • The Baxter-Nafz Co., 0 W. North St., 
and 2208 Fountain Blvd., Springfield. Ohio. 
McGOWN, Frederick H., Jr, (A 1947; J 1941; 
S 1939) Sales Engr., Northrup Supply Corp., 17 
Prospect St., Oneonta, ande4 Pine Blvd., 
Cooperstown, N. Y, 

McGRAlL, Thomas E. (M 1926) Local Repr., 

• Canadian Sirocco Co., Ltd.. 63 Sparks St., and 
39 Thomas St., CarXington, Ottawa, Ont., Canada. 

MCGRATH, William L. (M 1945) Project Engr., 
Carrier Corp., Syracuse, and • 113 Carltop Rd., 
Syracuse 4, N. Y. 

McGREW, Joseph A. (A 1944) Owner. • J. A. 
McGrew Supply Co., 2163 Market St., Denver 2, 
and 2380 Leyden St., Denver 7. Colo. 
McGRlTER, A.£, (M1946) Elec. Engr., • Canadian 
Pacific Railway Co., Room 244, Union Station, 
and 1954 Bloor St. W., Toronto, Ont., Canada. 
McGUINNESS, C. H. (A 1943) Owner. • Iowa 
Kol-Master Stokers, 205 Plymouth Bldg., Dea 
Moines 9, and 663-49th St., Des Moines, la. 
McGUIRE, James W. (M 1945) Owner, 0370 
Lexin^on Ave., New York, and 86-22 Dongan 
Ave., Elmhurst, N. Y. 

McHUGH, James J. (A 1946) Sales Engr., 
eJbhns-ManvUle International Corp,, 22 East 
40th St., New York 16, and 18 Hampton Rd., 
Scarsdale. N. Y, 

McILVAlNE, John H. (M 1929) • John H. 
Mcnvalne, 1321 Arch St., Philadelphia 7. and 801 
Pembroke Rd., Bryn Mawr, Pa. 

MclNDOI^i Jamea F, (M 1930) Mgr.. Combustion 
Div., EnieipiiSe Enipne & Foundry Co., 600 
Florida St., San Francisco 10, and 044 Santa Rosa 
Ave., Sausallto, Calif, 

MclNTIRE, Jamea F,* iLife Mswhfr; M 1915; 
A 1914), (JPmidMtial Member)^ (Pres., 1939; let 
Vice^ Pres.. 1988; 2ad Vice-Pres., 1937), (Couitdl, 
1926- 28; 1932140) ReUied, UntU May 1, 1948— 
The Billows Apts., Ai)t, 8* mi3 Gulf Blvd., St, 
Petersburs 0, Fia., and alter May 1, 3261 
Sherbmu:ne Rd., I>titdt 2L^ 

B. (A Imstructor, 

uSe InsUtnie of Techndlogyi ioSoo EiicSd Ave., 
Os^and d^^and 4 iRM Edendale Bt,; Cleveland 
Beif hts 2L 


McIntosh, Fabian C.(M 1921; / 19 17), (Council. 
1929-31; 1933-35: 1942) Mgr.. Pittsburgh Office, 

• Johnson Service Co*, 1238 Brighton Rd., 
Pittsburgh 12, and 3660 Perrysville Ave„ Pitts- 
burgh 14, Pa. 

MCINTOSH, John W. (A 1947) Htg. Engr., 
American Radiator and Standard Sanitary Corp., 
666 Beale Ave., and • 1685 Foster St., Memphis, 
Tenn. 

McIntosh, Robert M. (M 1946) Mech. Engr., 
Hailey- Ellington & Day, Inc., 163 East Elizabeth 
St., Detroit, and •15624 Cleveland Ave., Allen 
Park, Mich. 

McKAY, Albert W. (M 1942) CondiUoned Air, 
Inc., 325 Fifth St., Macon, Ga, 

McKAY, William H. (A 1946) Sales Engr,, 
Vulcan Iron Works, Ltd., Sutherland and Maple, 
Winnipeg, and •466 Scotia St„ West Kildonan, 
Man., Canada. 

McKEE, James M. (A 1946) Engr., Payne 
Furnace Co., 336 N. Foothill Ro., Beverly Hills, 
and •)2/9A-19th St., Santa Monica, Calif. 
McKEE, Thomas M., Jr. (A 1947) Partner, • J. F* 
Shelton Co., 200 Poplar Ave., and 709 N. Auburn- 
dale, Memphis, Tenn. 

McKEEMAN, Clyde \. (M 1946) Asst, to Pres., 

• American Society of Heating & Ventilating 
Engineers, Research Laboratory, 7218 Euclid 
Ave., Cleveland 3, and River Rd., Gates Mills, 
Ohio. 

McKenzie, Harold W, (M 1946) Estimator. 
Thompson Sheet Metal Works, Portland, and 

• Rt. 1, Box 56. Deaverton, Ore. 

McKENZlE, Hilton E. (J 1948) Field Serv. Engr., 

A. M. Byers Co., •?. O. Box 1671, and 1008 Mt. 
Vernon Ave., Charlotte, N. C. 

McKENZlE, Murdock C. (M 1938) Htg. Engr., 
Southern California Gas Co., 810 S. Flower St., 
and • 3806 Boyce Ave., Los Angeles 20, Calif. 
McKERNAN, Gordon S. (A 1942) Secy.-Treas., 

• Reg. H. Steen Ltd., 12 Humewood Dr., and 7 
Grimthorpe Rd., Toronto 10, Ont., Canada. 

McKlE, Thomas G. (J 1948; S 1947) Mech. 
Engr., West Virginia Pulp & Paper Co., Coving- 
ton. Va., and • P. O. Box 777, White Sulphur 
Springs, W. Va. 

McKIM, Philip II. (A 1947) Sales Engr., Bryant 
Air Conditioning Corp., 740 11th St. Northwest, 
Washington, D. C., and • 2706 McComas Ave., 
Kensington, Md. 

McKINNEY, Carl A. (A 1939; J 1937) Engr., 
United Gas Corp., United Gas Bldg., and •213Q 
Addison Rd., Houston 5, Texas. 

McKINNEY, William J. (M 1938; A 1934) 
Southern Dist. Mgr., • American Blower Corp., 
Room 714, 101 Marietta St. Bldg., Atlanta 3, and 
3363 Mathieson Rd. N.E., Atlanta, Ga. 
McKINSTRY, Merrill W. (A 1946) Heating 
Estimator, W. E. Beggs Co., 234 Ninth N., 
battle, and •4017 McGilvra St., Seattle 2, Wash. 
McKITRICK. Walter D. (M 1936) Engr., 

• Kalghin & Hughes, 125 S. Huron St., Toledo 4, 
and 1302 Harvard Blvd., Apt. 6, Toledo 9, Ohio, 

McKITTRICK, Percy A, (A 1934) Exec. Vice- 
Prea., • Parks-Cramer Co., P. O. Box 444. and 219 
Blossom St., Fitchburg, Mass. 

McLACHLAN, James (A 1948) Plant Staff Asst., 
The Pacific Telephone and Telegraph Co., 140 
New Montgomery St., San Francisco, and *3055 
Scott St., San Francisco 23, Calif, 

McLAlN, Rolaud D. (M 1946) 1441 W. Fourth 
St., Williamsport, Pa. 

McLANE, E. H. (M 1944) Mgr. Sales Engr., 
Coastal Equipment Co., Inc., 2015-19 Congress, 
Houston 2, and • 1748 Hawthorne, Apt. 2, Hous- 
ton 6. Texas. 

McLaren, Frederic S, (A 1945) Chief Engr., 

• Beals Plumbing & Heating Co., 315 West 13th 
St., and 3704 Westdiff Rd. S.. Fort Worth 4, 
Texas. 

McLaren, T. H. (A 1938) Vice-Pres. and Gen. 
Mgr., • The James Morrison Brass Manufacturing 
Co.r Ltd., 276-278 King St. W., Toronto , 1, and 
66 Beaufort Rd.. Toronto 8, Ont., Canada. 
McLEAN, Dermld {M 1917) Mech, Engr., 

• Snyder & McLean, 2214 Penobscot Bldg., 
i;^troit 26. aiM 14007 Lauder Ave., Detroit 27, 
Mich. 

MtdbBISH, William S* (A 1932; / 1928) Chief 
Engr,, elm RiowlL Co„ and 3463 New Portage 
Uniontown Rd.* Barberton, Ohio. 
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McLENEGAN, D. W.* (M 1933) Asst, Mgr. of 
Engrg., Air Cond. Dept., • General Electric Co., 
5 Lawrence St., Bloomfield, and 39 Francisco 
Ave., West Caldwell, N. J. 

Mclennan, Mlllard C. {M 1944) Supvw. Htg. 
and Vent. Design, Puget Sound Navy Yard, 
Sremerton, and • 1714 Fourth Ave. N., Seattle 
y ' w&sh 

McLEOD, Clarence H. (M 1943) Appl. Engr.. 

• York Corp., 1239 Liberty Bank Bldg., Dallas 1, 
and Campbell Hotel, Dallas, Texas. 

McLOUTH, Bruce F. (M 1936; / 1934) Cons. 
Engr,, *3445 Humboldt Ave. S., Minneapolis 8, 
Minn. 

McMAHON, Louis A. (A 1944) Sales Engr., 

• Welach Furnace Co., 6001 Manchester, St. 
Louis, and 10 Magnolia, Ladue 17, Mo. 

McMAHON. Thomas W. (M 1928) Dist. Mgr., 

• American Blower Corp., 1711 Railway Exchange 
Bldg., St- Louis 1, and 0173 Waterman Ave., 
St. Louis 12, Mo. 

McMASTER, Sherman G. (A 1946) Mgr. of 
Htg. Dept., • Richards Manufacturing Co.. 135 
Front Ave. N.W., Grand Rapids 4, and 104 
Wallingwood Ave. jSJ.E., Grand Rapids 3, Mich. 
McMICHAEL, Chester L. (M 1943) Engr., 
H. H. Wright Co., 1322 Walnut St.. Kansas City. 
Mo., and #5519 Aberdeen Rd,. Kansas City, 
Kans. 

McMlLLAN, Hugh D., Jr. (5 1947) Student. 
Texas A. & M. College, College Station, and 

• 1922 Wroxton Rd.. Houston. Texas. 
McMlXLLEN, C. S. (A 1945) Installation Engr., 

Martin H. Lipton Co., Inc., 32 Tenth Ave., New 
York, and •236 East 24th St., New York 10, N. Y. 
McMULLEN, Ernest W. (M 1942) Partner. 
Gantcaume & McMullen, 99 Chauncy St., 
Boston 11, and *240 Winslow Rd., Waban 68, 
Mass. 

McNamara, George O* (W 1947) Pres., • George 
Q. McNamara, Inc., 1647 Penobscot Bldg.. De- 
troit, and 1257 Ferdinand Ave., Detroit 9, Mich. 
McNAMARA, William (A 1930) Mgr., •The 
Trane Co., 850 Cromwell Ave., and 1355 Como 
Ave., St. Paul 4. Minn. 

McNAMEE, Earl W. (M 1940) Engr., *6. & J. 
Jacobs Co., 1729 John St., Cincinnati 14, and 2627 
Ocosta Ave., Cincinnati 11, Oliio. 

McNEVIN* Joseph E. (M 1937) Mgr.. • Colorado 
Heating Co,, 841 Corona St., Denver 3, and 1221 
Sherman St., Denver 3, Colo. 

MePHERSON, WilUam A. (M 1929) Chief, Htg.- 
Vent. Div., Department of School Buildings, 20 
Norman St., Boston, and • 86 Dwinnell St., 
West Roxbury, Mass. 

McOUAID, Daniel J. (M 1934) Owner, Dan J. 
McQuaid Engineering Service, 1026-17th St., 
Denver 2, Colo. 

McODEEN, Boston (A 1946) Mgr., • McQueen 
Heating & Sheet Metal Co., S. Franklin St. & 
P.R.R., Greenfield, and 703 S, Bosart Ave., India- 
napolis, Ind, 

McOUITTY. Roy M. (M 1945) Steam Utilization 
Engr., Union Filectric Company of Missouri, 316 
North 12th Blvd., St. Louis, and • 1219 High- 
land Terrace, Richmond Heights. Mo. 

McRAE, M. W. (M 1939) Research Engr., • Crane 
Co., 836 S. Michigan Ave,, Chicago 6, and 816 
Fairview Ave., Park Ridge, III. 

McROBERTS, Robert C. (A 1947) Office Engr., 

• Natkin & Co., 1015 Sampson, Houston 3, and 
3218 Prospect, Houston, Texas. 

McWilliams, Joseph W, (A 1942) •camera 
Works, Eastman Kodak Co., 333 State St., 
Rochester 4, and 71 Lyndale Dr., Rochester 11, 
N. Y. 

MEAD« Desmond O. (A 1946) Owner, • George 
E. Mead Co., 816 Arctic Bldg., Seattle 4, and 
1218 Terry Ave., Seattle, Wash. 

MEAD, E. A. (M 1926) Sales Mgr., •The Nash 
Engineering Co., South Norwalk, and 5 Thames 
St., Norwalk, Coinn. 

MEAD, H. K. (A 1939) Owner, • 1100 Guardian 
Bldg,, Portland 4, and Jennings Lodge. Ore. 
MEAGHER, Arthur T. (M 1938) Dir, and Sales 
Mgr.. Plbg. and Htg. Dept,, William Stairs Son & 
Morrow, Ltd,, 174*190 Lower Water St., and 
Seymour St., Halifax, Nova Scotia, Canada.* 
MEAGHER, Thoxnaa P. (A 1947) Pres,, • Tom 
1 Mother 3c Associates, 106 N. Division, SpoioShe, 


MEANS, James MacG. (A 1944)«Mfrs. Agent, 
244 Washington St., Room 433, Boston, and 
Manchester, Mass. 

MECHLING, J. Clinton (A 1947) Br. Mgr., 

• American Radiator & Standard Sanitary Corp., 
1730 Blake St., and 1165 Grant St., Denver, Colo, 

MEDCALF, Lloyd C. (M 1944) Cons. Engr,, 

• 100 Stevens Ave., Mt. Vernon, and 15 McBride 
Ave.. White Plains, N. Y. 

MEEK, George W. {M 1946) Cons. Engr., *408 
State Tower Bldg., Syracuse 2, and 406 Melrose 
Ave., Syracuse, N. Y. 

MEEKA, Joseph, Jr. (A 1946) Owner, Meeka 
Co., R, R. 9, Box 344, Lemay 23, Mo. 
MEFFERT, George H. {M 1947) Chief Engr., 
Mart in- Johnson Engineering Co., 409 N. Pearl, 
Dallas, and • 3328 Greenbrier Dr., Dallas 5, Texas. 
MEHAFFEY, Robert V. (M 1945) Cons. Engr., 

• Robert V. Mehaifey, Assoc, Engrs,, 30 N. La- 
Salle St., and 10563 S. Prospect Ave., Chicago, 111. 

MEHLEK, John F. (A 1946) Dist. Sales Mgr,, 

• Erie City Iron Works, 1836 Euclid Ave., Cleve- 
land 15, and 3120 Chadbourne Rd., Shaker 
Heights 20, Ohio. 

MEHNE, Carl A. (M 1929) Htg. and Vent. Expert. 

and 35 E. Livingston St., Valhalla, N, Y. 
MEIDENBAUER, P. E., Jr. (A 1947) Partner. 
The Firewel Co., 127 Broadway, Buffalo 3. and 

• 117 Aurora St.. Lancaster. N. Y. 

MEILLER. Daniel V. (A 1941) Sr. Design Engr., 

• Public Service Company of Northern Illinois, 
1001 S. Taylor Ave., Oak Park, and 1819 South 
16th Ave., Maywood. 111. 

MEINHOLTZ, H, W, (M 1936) Branch Mgr., 
York Corp., 219 Mayo Bldg., Tulsa, Okla. 
MELLON, James T. J. (Life Member] M 1911), 
(Council. 1915) • Mellon Co., 4415-21 Ludlow 
SL, Philadelphia 4, and 431 North 63rci St., 
Philadelphia. Pa. 

MELNICK, Nicholas A. (M 1941) Engr., G. M. 
Simonson, 025 Market St., and ^279 Fifth Ave., 
San Francisco 18, Calif. 

MELNIKOFF, Constantine G. (A 1947) Chief, 
Engrg. Dept., •American Engineering Corp., 
985 Nan King Rd.. West Shanghai 9, and ^/12 
Seymour Rd., Shanghai, China. 

MELONEY, Edward J. (M 1937) Vice-Pres., 

• Bowers Bros. Co., 2015 Sansom St., Phila- 
delphia 3, and 100 E. Stewart Ave., Lansdowne, 
Pa. 

MENCH, John G. (M 1945) Mech. Engr., 
James Stewart Corp., 231 S. LaSalle St., Chicago, 
and •916 Elm St., Park Ridge, III. 

MENDEN, Peter J. (M 1935) Cons. Engr., 610 
Main St., and • 1232 Hayes Ave., Racine. Wis. 
MENDITCH, Barney (J 1944) Htg. and Air Cond. 
Engr., Secy.-Treas., General Heating Engineering 
Co,. 100 Eighth St. N.E., Washington. D. C. 
MENEFEE, Jesse I. (M 1947) Mech. Engr., 

• Arkansas Natural Companies, Engineering 
“B”, and P. O. Box 1734, Shreveport, La. 

MENENDEZ, Ramon A, (M 1946) Prof. Engr., 
605 W. Lafayette St., P. O. Box 1627, Tampa, Fla. 
MENKE, Alien C. (5 1946) Grad. Student, 

• Purdue University, Dept, of Mech. Engrg., 
West Lafayette, and 116 Main, Huntingburg, Ind, 

MERCER, Blair G. (M 1946) Sales Engr., • Dallas 
Air Conditioning Co., 2809 Canton, and 3632 
Bryn Mawr Dr., Dallas, Texas. 

MEREDITH, John W. (M 1944) Regl. Profes- 
sional Engr,, and • 1 Sunnyside Rd., Natick. Mass. 
MERENS, Seymour II. (A 1939) Partner, e Max 
Miller & Co., 823 N. California Ave», and 4955 
N. Whipple St., Chicago, III, 

MERGARDT, Albert P. (A 1940) Prop., Ameri- 
can Heating Co., 55 K St. S.E., and #4616 Butter- 
worth PI. N.W.. Washington, D. C. 

MERICLE, (L Dale (A 1946) Assoc, Editor, eAir 
Conditioning & Refrigeration News, 460 W. Fort, 
Detroit 26, and 17164 Westbrook, Detroit 19, 
Mich. 

MERKER. William T. (5 1947) Student, Purdue 
University, and •223 Sheets St., West L^ayette, 
Ind. 

MERLE, Andm (M 1946) Owner, Andre Merk 
Assocs,, 323 Southern Bld&< Washinstton, D, C.. 
and •» Edgewater Dr„ Edgewater Beach, Md. 
MERRILL, Carle J. (U 1919) J. 

Merrill, Inc.. 64 St. John St,, and 31; Cnilgie Sl, 
Portland 4, Me. * 
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Ml^RRlLLy Frank A. (M 1934) Cans. Engn. 

• Ofiice of Hollis French. 210 South St.. Boston, 
and 19 Aubumdale Rd., Marblehead, Mass. 

MERRITT, Cecil J. {M 1946) c/o Mrs. C. Sibley. 
46 Spinney Rd., Northenden, Mancliester, 
England. 

MERRYMAN, C. P. (A 1945) Owner. • Merry- 
man Wilson Co., 121 S. First St., 625 E. Main 
St., Union City, Tenn. 

MERTZ, Walter A. (K 1919) Secy.. eThe Kehm 
Corp., 61 E. Grand Ave., and 3763 N. Keeler Ave., 
Chicago. III. 

MERWIN, Gile E. (M 1924; J 1923) Mgr,. eThe 
Trane Co., 915 Redick Tower, Omaha 2. and 
6012 Parker St., Omaha 4, Nebr. 

MESSENGER, A. R. (A 1947) Senior Engr., 
Howard R. Green Co., Engrs., Bever Bldg., and 

• 221 13th St. Northwest, Cedar Rapids, Iowa. 
METCALF, Ralph H. (M 1944) Vice-Pres., 

• Kremer Hicks Co., 3974 Del mar Ave,, St. Louis 
8, and 101 Jefferson Rd., Webster Groves 19, Mo. 

METZGER, A. F. (M 1940) Simvar. of Steam 
Utilization Div., •Allegheny County Steam 
Heating Co., 435 Sixth Ave., Pittsburgh 19, and 
3421 Horne St.. Pittsburgh. Pa. 

METZGER, H. J. {A 1937) Pres., •Wheeler- 
Blaney Co., 137 E. Water St., and 706 Locust St., 
Kalamazoo, Mich. 

METZLER, Charles F. (M 1946) Design Mech. 
Engr., • The Austin Co., 777 E. Washington Blvd., 
Los Angeles, and 12703 Brock Ave., Downey, Calif. 
MEYER, E, Walter (A 1944) Partner, • Keystc-ne 
Sales Co., P. O. Box 4201. Bellevue Sta., Pitts- 
burgh 2, and 6933 Prospect Ave., Ben Avon, 
Pittsburgh. Pa. 

MEYER. Frank L> (M 1932; J 1928) Pres., 

• The Meyer Furnace Co., Box 989, Peoria 2, 
and 9 Cole Ct-, Peoria 5, III. 

MEYER, Henry C., Jr.* {Life Member; M 1898). 
(Council, 191^16) Pres., • Meyer, Strong & 
Jones. Inc., 101 Park Ave., New York, N. Y., 
and 25 Highland Ave- Montclair, N. J. 

MEYER, Joseph J. (/ 1947) Senior Engr- Mat- 
hew Hall & Co., Ltd- 26-28 Dorset Sq., London, 
and ^74 Manor PI., Walworth, London S. E. 17, 
England. 

MEYER, Karl A. (M 1938) Engr., Airborne 
Industries, Inc., 628 N. Colfax Ave., Minneapolis 
11, and aSlSO France Ave. S- Edina, Minn. 
MEYER, Robert P. (5 1947) Student, Purdue 
University, West Lafayette, and • 922 Monroe 
St.. Elkhart. Ind. 

MEYERS, Carl F. (A 1942) Vice-Pres- Coblentx 
Equipment Co., 116 Peach St., and 0 142 East 
35th St., Erie, Pa. 

MICHAEL, Arthur F, (M 1945) Gen. Air Cond. 
Supvsr., • Southern California Gas Co- Box 3249 
Terminal Annex, Los Angeles 64, and 5266 
Dahlia Dr- Los Angeles 41, Calif. 

MICHAEL, Leonard A. (M 1945) Cons. Engr- 
1346 St. Paul St., Denver 6, Colo. 

MICHAEL, Robert K. (A 1944) Property In- 
spector, The Prudential Insurance Company of 
America, 500 Board of Trade Bldg- Kansas City, 
Mo., and • 620 Fairfay St- Denver, Colo. 
MICHELS, Edward C. (5 1948) Student. A. & 
M. College of Texas, • Box 477, College Station, 

MICHELSON, Donald J. (A 1946) Sales Engr.. 

• Worthington Pump & Machinery Corp- 8 
Rhodes Center N.W- and 1626 Orlando St. S.W- 
Atlanta, Ga. 

MlCHfXSON, Robert U (A 1947) Sales Engr., 

• Minneapolis-Honeywell Regulator Co- 1919 K 
SL, Washington. D. C- and ^06 Circle Hill Rd., 
Alexandria, Va. 

MICHIE, D. Fraser (M 1938; A 1980) • J. R. 
Stephenson & Co- 278 Main St., and 466 Water- 
loo St., Winnipeg, Man- Canada. 

MIDG^Y, Rpshby C- (M 1947) Partner, 

• Midgley-Huber, 44 West 8th South St- Salt 
Lake City 4, and 2166 South 2Znd East, Salt 
Lake City, Utah. 

MILRNER, Euaene D. {M 1986) Se^., Indus, 
and Commercial Gas Sect., Ameri<^ Gas Assoc., 
420 Leniagton Ave- suite 660, New York 17, N. Y. 

Simm C. (M 1943) Mgr- e Miles Heating 
Enterinises, 1836 Eudid Ave*« Cleveland 16, 
and 1972 Ford Dr- Clevelaiid 6, Ohio, 


MILES, O. K. (A 1945) Mech. Engr., • General 
Industrial Supply Corp- 301 West 13th St- and 
2119 Edwin St- Fort Worth, Texas. 

MILEY, Julian J. (A 1945) Partner, • Marin 
Heating & Plumbing Co., 310 Sir Francis Drake 
Blvd- and 61 Florence Ave- San AnseJmo, Calif. 
MILLARD, Junius W. (M 1929) Capt- U. S. 
Navy, U. S. S. Alcor (AD 84), c/o Fleet Post 
Office, San Francisco, Calif., and • 3707 Gunston 
Rd- Parkfairfax, Alexandria, Va. 

MILLER, A. T. {M 1938) Sales Engr- Dean 
Brothers Pumps, Inc- 92 Liberty St., New York 
6, N. Y., and • 126 Godwin Ave., Ridgewood, N. J. 
MILLER, Charles A. {Life Member; A 1917) 

• The H. B. Smith Co- Inc., 331 Madison Ave., 
New York, and 2554 Marion Ave., Bronx, N. Y. 

MILLER. David C. {M 1944) Design Engr.. 

• Buerkel & Co- Inc., 24 Union Park St., Boston, 
and 6 Ellis St- Quincy 69, Mass. 

MILLER, E. B. {M 1946) Sales Engr- C. A. 
Dunham Co- 1100 South 31st St.. Birmingham 
5, Ala. 

MILLER, Edgar R. (A 1935) Chief Engr., 

• W'^innipeg Cold Storage Co- Ltd- Salter & 
Jarvis Ave- and P. O, Box 1384, Winnipeg, Man- 
Canada. 

MILLER. Floyd A. {Life Member; M 1911) 
Retired, 944 Montrose Ave., Chicago. 111. 
MILLER, Frederick T. J. (A 1943) Htg. & Serv. 
Mgr- Quiet May of Rockaway, 1433 Central Ave., 
and'a 2353 Healey Ave., Far Rockaway. L, I- N. Y, 
MILLER, Geortte F. (M 1936) Sales Engr., 

• 1902 “L*' St. N.W- Washington 6, D. C., and 
5608 Grove St- Chevy Cliase 15, Md. 

MILLER, H, Deane (A 1944) Mgr., Air Cond, 
and Commercial Refrig. Dept- • General Electric 
Supply Corp- P. O. Box 1919, Salt Lake City 12, 
and 1866 Yalecrest Ave., Salt Lake City, Utah. 
MILLER, Henry A. {J 1948) Htg. Engr., eR. 
Crittall Radiant Heating, Inc., 665 Fifth Ave- 
New York, and 152 Washington St- Mt. Vernon, 
N. Y, 

MILLER, Jack {M 1936) Pres- eHy-Grade Con- 
struction Co- Inc- 342 West 14th St- New York 
14, and 20 East 68th St- Brooklyn 3, N. Y. 
MILLER, John W. (M 1941) Research Engr- 
Duo Therm Div. of Motor Wheel Corp- Lansing 
3, and •3045 Rolfe Rd., Lansing 15, Mich. 
MILLER, Kenneth W. (A 1947) Mech. Engr- 
Grudem Bros. Co- 2646 University Ave., ,and 

• 1522 W. Idaho, St. Paul, Minn. 

MILLER, Leo B. (Jkf 1926) Vice-Pres.. • Perf ex 
Corp- 600 W. Oklahoma Ave., Milwaukee 7, 
and 3333 N. Hackett Ave- Milwaukee, Wia. 
MILLER, Lorin G.* {M 1933), (CouncU, 1942-44) 
Prof, and Head, Mecn. Engrg. Dept- • Micliigan 
State College, R. E. Olds Hall of Engineering, and 
232 University Dr., East Lansing, Mich. 
MILLER, Mahlon S. (A 1942) Asst. Gas Engr- 

• lowa Public Service Co- ana 917 W. Main St., 
Cherokee, la. 

MILLER, Norton R. {M 1944) Pres., Fireproof 
Structure Corp., Freeport, and •188-17 Palo Alto 
Ave- Hollis 7, L. I- N. Y. 

MULLER, OrviUe, Jr. (A 1946) Sales Engr- 

• Owens-Coming Fiberglas Corp- 3236 Pure Oil 
Bldg- and 7460 S. Luella St., Chicago, HI. 

MILLER, Robert A.* (M 1931) Tech. Sales Engr- 

• Pittsburgh Plate Glass Co., 2000 Grant Bldg- 
Pittsburgh 19, and 1211 Carlisle St., Tarentum, 
Pa, 

MILLER, Robert T. (A 1927) Mgr- Indus. Div- 
Masonite Corp- 111 W. Washington St., Chicago 

2, m. 

MILLER, Warren W. (A 1945) Canadian Sales 
En^., e Frigidaire Products of Canada, Leaside. 
and 112 Joicey Blvd., Toronto. Ont- Canada. 
MILLER, William O. (A 1947) Mfrs. Repr., 806 
Prudence Bldg- 40 First St- San Francisco 6. 
and *276 Adams St., Oakland 10. Calif. 
MILLER, WUliam P. (A 1945) Engr- • The 
Smith & Oby Co., 6107 Carnegie Ave- Cleveland, 
and 2129 Glenbury Ave- Lakewood, Ohio. 
MILLER, William S. (A 1947) Air Cond. Engr., 
eHuffmaa-Wolfe Co- P. O. Box 1248, and 2&4 
Manchester Rd., Atlanta. Ga. 

MILLER, William T, (M 1938) Prof- Htg. and 
VenU, • Purdue University, and 626 Hayes St- 
West Lafayette, Ind. 
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MILLHAM, Franklyn B. (M 193^ Treas.. S* S. 
t Fretz, Jr., Inc., 1902 Chestnut St., Philadelphia 3, 
and alSlO Chelsea Rd., Philadelphia 26, Pa. 
MILtIGAN, Donald G. (A 1946) Mgr,, Air Cond. 
Coil Div., • McQuay, Inc., 1600 Broadway N.E., 
il^inneapoUs 13, and 2419 Girard Ave, S., Minne- 
apolis, Minn. 

MILLIKEN, J. H,* (M 1928) Rcpr., • American 
Air Filter Co., Inc., 228 N. LaSalle St., Chicago 1, 
and 1021 Ridge Ct., Evanston. 111. 

MnXIS, Lynn W. (Life Member', M 1918) ReUred, 
3534 Wabash Ave., Kansas City 3, Mo. 

MILLS, D. M. (M 1947; A 1940) Div. Mgr., aF. J. 
Evans Engineering Co., Room 206, A. G. C. Bldg.. 
Gray and Crawford, Houston, and 2726 Robin- 
hood, Houston 6, Texas. 

MILLS, Doremus L. (M 1946; A 1943) Research 
and Dvlpt. Engr., • Revere Copper & Brass, Inc., 
and 1407 N. Madison St.. Rome, N. Y. 

MILLS, Hartzell C. (A 1935) Sales Engr., 

• Plant Equipment, Inc., 607 Sexton Hldg.. 
Minneapolis 16, and 4137 Tenth Ave. S., Minne- 
apolis 7, Minn. 

MILNES, Albert (M 1947) Dir., Spirax Mfg. Co.. 
Ltd., Cheltenham, Gloa., England, and»Sarco 
Co., Inc.. Empire State Bldg., New York. N. Y. 
MILTON, Taylor (M 1945) Engr., #648 M. & M. 

Bldg., Houston, and Bastrop, Texas. 

MILWARD, Robert K. (M 1943; A 1920) Mgr., 
Detroit Branch, U. S. Radiator Corp., 127 N. Camp- 
bell Ave., and *2441 Calvert Ave., Detroit, Mich. 
MINAKER, Melvin E. (A 1946) Diet. Mgr., 

• Minneapolis-Honeywell Regulator Co.. Ltd., 
664 Hornby St., and 1050 Devonshire Crescent. 
Vancouver, B. C„ Canada. 

MINDA, W, F. (A 1946) Engr., The Walker Co.. 
231 Court St., and •226 N. Second St., Hamilton, 
Ohio. 

MINER. H, Harvey (M 1944; A 1940) Partner, 

• Miner Supply Co., 129 W. Front St., Red Bank, 
and 87 Silverton Ave., Little Silver, N. J. 

MINICK, Alvin L. (A 1947) C.M.M. U. S. Navy 
Office of Supervisor of Shipbuilding. U. S. N.. 
Bethlehem Steel Co., Quincy Yard, Quincy, and 

• 120 Gladstone St., East Boston, Mass. 
MINKLER. William A. (M 1940) Asst. Mgr.. 

Air Conditioning and Refrigeration Dept.. • West- 
inghouse Electric Corp., Sturtevant Div., Hyde 
Park, Boston 36, and 521 High Rock St., Needham 
92, Mass. 

MINOR, Fred K, (A 1946) Dist. Repr., • Ameri- 
can Air Filter Co., 1601 Euclid Ave., Cleveland 
15, and 22231 Westchester Rd., Shaker Heights 
22, Ohio, 

MINOR, James E. (J 1947; 5 194?) Mech. Engr., 

• Commonwealth & Southern Corp., Room 529, 
Consumers Bldg., and 110 Third St., Jackson, 
Mich. 

MINSON, Frederick L. (J 1943) Engr., • City 
Heating Co„ Inc., 661 Bank St., New London, and 
13 Williams St., Waterford. Conn. 

MIRABILE, J. James (M 1945; A 1988) Mgr., 
Wholesale Htg. Div,, EUiot-Lewis Co., Inc., 2518 
N. Broad St., Philadelphia 32, and • 7165 Mars- 
den St., Philadelphia 36, Pa. 

MITCHELL, A. J, 1938) Lt. (jg). U. S. N. R.. 
Free Press Bldg., Detroit 26, Mlcm., and • 1936 
Dryden Rd., Houston, Texas. 

MITCHELL, Alvan E. (M 1939) Lt.. U, S. N. R., 
U. S. S. Repose (AH-16), c/o F. P. O., San 
Francisco, Calif., and •6601 Sligo Pkwy., Hyatts- 
villc, Md. 

MITCHELL, John S. (A 1944) Sates Engr., 

• Crane Co., P. O. Box 155, Memphis 1, and 1902 
Young Ave., Memphis 6, Tenn. 

MITTENDORFF, E, M. (M 1932) Partner. 
Kramer & Mittendorflf, 166 N. Clark St., Chicago 
1, and *772 Grove SL, Glencoe, 111, 

MIXON, Ralph A, (A 1948) Sales Engr., Air 
Cond. Controls Div., • Minneapolia-Honesrwell 
Regulator Co., 2507 Commerce Pallas 1, and 
4116 Prescott Ave., Pallas 4, Texas. 

MIZEKER, Ralph S, (M 1944) Sates Engr., 
Parent Sc Kirkbride, Fourth and Locust bt., 
Philadelphia 6, Fa., and *1036 Gtani Ave., 
West Cc^ngswood, K. J» . 

MODIANO, Rene (M 1926) Managing Dir.. 
Soctete Carrier, 90 Rue Rpuget de L*Me, Sntesnes 
(Sejne), and •66 Boulevard Beausejour, Paris 
16 erne, Fjrance. , 


MOE, Parker A. (MT944) Partner, Gates, Moe 
and Weiss. Cons. Engrs., 611 N. Broadway, 
Milwaukee 2, and *3713 W. Branting Lane, 
Milwaukee 4* Wis. 

MOESEL, F. Albert (A 1939) Asst. Mgr., aW. A. 
Case & Son Manufacturinj^ Co„ 31 Main St„ 
Buffalo 3, and 382 Argonne Dr., Kenmore, N. Y. 
MOESEL, Fred L. (M 1947) Prof. Engr.. oFred 
L. Moesel Aseocs., 101 Park Ave., New York 17. 
and Hunterbrook Rd„ Yorktown, N. Y. 
MOHAN, John F. (A 1944) Secy. wTreas., • Fox 
Supply Co., Inc., 2229 Blake St„ Denver 2, and 
1260 St. Paul St., Denver 6. Colo. 

MOHN, H. Leroy (M 1937) Mech. Engr., York- 
Shipley, Inc., York, Pa. 

MOHRFELD, Herbert H. (A 1943; J 1936) Vice- 
Pres. and Treas., • C. P. Molufeld, Inc., 24 Lees 
Ave., Collingswood, and 670 Station Ave., Had- 
donfield, N. J. 

MOLE, Hugh W, (A 1946) Indus. Engr., Norton 
Co.. Chippawa, and 602 Ryerson Crescent, Ni- 
agara Falls, Ont., Canada. 

MOLER, William H. (M 1942) Chief Engr., 

• Govemair Corp., 2523 McKinney Ave,, Dalias 

4, and 3928 Lovers Lane, Dallas 5, Texas. 
MOLFINO, Philip (M 1938) Partner. eH. S. 

Haley, 58 Sutter St., San Francisco 4, and 126 
Clayton St., Apt. 2, San Francisco 17. Calif. 
MOLLENBERG, Harold J. (M 1936) Pres., 
Mollenberg-Betz Machine Co., 22 Henry St., 
Buffalo, and • 111 Saratoga Rd., Snyder 21, N. Y. 
MOLNARI, Bob A. (A 1947) Mgr. & Partner, 

• Eggelhof Engineers, 8812 La Branch, and 2619 
Oak Cliff, Houston, Texas. 

MOLONEY, Roger R. (M 1937) 26 Bonner Ave.. 

Manly, Sydney, Australia. 

MOLTZ, Bernard S. (A 1945) Engrg. Draftsman, 
Standard Engineering Co., 2199 Eye. St. N.W., 
and • 1293 Brentwood Rd. N,E., Washington, D. C. 
MONAHAN, Maurice B. (M 1944) Owner, M. B. 
Monahan Rcgd., • 1410 Stanley St., and 6537 
Trans Island Ave., Montreal, Que., Canada. 
MONGILLO, Alphonse J. (A 1945) Prop., mA. J. 
MongiUo Co., 928 Grand Ave., New Haven 11, 
and 20 Marvel Rd., New Haven, Conn. 
MONICK, Fred R. (A 1936) Mgr., •American 
Radiator & Standard Sanitary Corp., 605 E, 
Eighth St., and 1114 S. Sixth Ave., Sioux Falls, 

5. D, 

MONIER, Kurt A. J. (A 1946) Partner, oA. J, 
Monier & Co., 1448 N. Flores St., and 131 Ligu- 
stmm, San Antonio, Texas. 

MONIES, EUls A. (M 1944) Dist. Mgr.. F. E. 
Myers & Brothers Co., Ashland, Ohio, and •700 
O^en St., Denver, Colo. 

MONTAGUE. Frederick H. (A 1947) Mech. 
Engr., Walter Scholar & Associates, 1114 State 
St., and • 1314 South 14th St., Lafayette, Ind. 
MONTEITH, Ertc M, (M 1947) 161 St. George 
St., Toronto, Ont., Canada. 

MONTESANO. Frank P. (M 1944) Mgr., The 
Frank A. McBride Co.. 158-60 Ward SL, and 0 84 
Lakevtew Ave., Paterson, N. J. 
MONTGOMERY, CorneUus T., Sr. (M 1947) 
Partner and Engr., Bowman and Montgomery 
Co„ and R. D. 2. Bethlehem, Pa. 
MONTGOMERY, Earl L. (A 1947) Sales Engr., 

• Sheldon’s Ltd., 738 Notre Dame St. W., and 
164 Decelles St., Ville SL Laurent, Montreal, 
Que., Canada. 

MONTGOMERY. Edward G. (A 1938) Special 
Repr., Steel Company of Canada, Ltd., 525 
Dominion SL. Montreal, and #20 Finchley Rd*, 
Hampstead. Que.. Canada* 

MONTGOMERY. Foster ,W. <A 1948) Sates 
Engr., J. A. Walsh & Co., 8215 McKinney Ave., 
and • 1925 South Bivd*, Houston $, Texas. 
MONTGOMERY, Johri RumR (4 1037) Mgr., 
Standards and Research. •Truscon Sieel Co*. 
Albert St., Youngstown h AM 5806 Granada Ayt., 
Youngstown 4, Ohio. 

MONTOOMRRY* Thomaa F, (S 194$) Student, 
Purdue University, and •634 1^, lsiAf<tXe. 
•Ind.- 

MOODY* Lawrenhe , tE* 1010) Partner, 

• Moody fe EiitchteOh, 1426 Walnut $L. mm- 

.delphia % AFa./'and; 224 BdHevne Haddou- 
field. N.J.' \ '' , 
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MOODY. Wirnam D. (A 1946) Vice-Pres.. Secy, 
& Engr., • Barber Plumbing Co., Inc., 1419 Paige 
St„ P, O. Box Houston, and 1714 West Ala- 
bama St., Houston 6, Texas. 

MOON, L, Walter (M 1016). (CouncH, 1933-86) 
Engr., Gilmore & Co.. 115 South 11th St., and 

• 1137A Hornsby Ave„ St. Louis 16. Mo. 

MOONEY, Bernard P. (A 1945) Mooneys Plumb- 
ing & Heating, •814 West Lake St., Minneapolis 
8, and 4745 France Ave. S., Minneapolis, Minn. 

MOONEY. Mark E. (A 194.5) Dir. of Sales. Ap- 
plied Refrig., Carrier Corp., Syracuse, and *125 
Butternut Dr., DeWitt, N. Y. 

MOONEY, Weldon (A 1947) Partner, • Mooney 
Engineering Co„ 207 W. Eighth, Kansas City 6, 
and 6601 Brooklyn. Kansas City, Mo. 

MOORE. Alexander G, (M 1947) Cons. Engr.. 
1440 St. Catherine St. W„ Montreal, and #1217 
Graham Blvd., Mt. Royal, Que., Canada.*^ 

MOORE. H. Carlton* (M 1935) Sr. Mech. Engr.. 
Metcalf 2k Eddy, 1300 Statler Bldg., Boston 16. 
and *145 Beaumont Ave., Newtonville 60. Mass. 

MOORE. Henry W. (M 1935) Mgr.. Air Cond. 
Dept., Henry Niemea, Inc., 3242 Spring Grove 
Ave., Cincinnati 26, and •3104 Queen City Ave.. 
Cincinnati 11, Ohio. 

MOORE, Herbert S. (A 1923) Dist. Repr„ Iron 
Fireman Manufacturing Company of Canada, 
Ltd., 602 King St. W.. Toronto 2, and • 107 
Clendenan Ave., Toronto 9, Ont., Canada. 

MOORE. H. Lee (M 1919). (Council, 1927-28) 
Repr,, • Buffalo Forge Co., Buffalo Pumps, Inc., 
346 Fourth Ave., Pittsburgh 22, and 7065 Flaccus 
Rd.. Ben Avon. Pittsburgh 2, Pa. 

MOORE. Joseph J. (M 1946) Field Engr., A. M. 
Byers Co.. 1250 Sixth Ave.. New York 20. N. Y.. 
and eOO York Sq., New Haven 11, Conn. 

MOORE, MacDonell (A 1940) Pres, and Gen. 
Mgr., • The Moore Fuel Corp., 11 West St., 
Danbury, and R. D. 2, Bethel, Conn. 

MOORE. R. Edwin (M 1944; A 1928) Vice-Pres. 
& Secy., • Bell & Gossett Co., 8200 N. Austin Ave., 
Morton Grove, and 425 Merrill Ave., Park Ridge, 
HI. 

MOORE, Robert E. (A 1943) Archt., Moody & 
Moore,216Graham Ave., Winnipeg, Man., Canada. 

MOORE, Roscoe S. (M 1947) Engr., • The 
Powers Regulator Co., 3819 N. Ashland Ave., 
Chicago 13, and 523 N. Kenilworth, Oak Park. III. 

MOORE. Vernon A. (A 1946) Archt.. •716 West 
2l8t St., Norfolk 7, and 1420 Lafayette Blvd., 
Norfolk 8, Va. 

MOORE, Wesley R* (M 1937) Reg'l. Mgr.. 

• Minneapolis-Honey well Regulator Co., 6006 
Euclid Ave., Cleveland, and 14211 Ash wood Rd., 
Shaker Heights, Ohio. 

MOOREHEAD. Robert C. (M 1947) Mech. Engr., 
Bellman, Gillett & Richards, Archts. & Engrs., 
618 Jefferson Ave., and • 1756 Watkins Dr., 
Toledo, Ohio. 

MORAN, Edward V., Jr. (J 1945) Engr., E. B. 
Ward & Co., 270 Fremont St., and •261 Belle- 
vue Ave., Trenton, N, J. 

MORAWECK, Alvin H., Jr. (A 1946; J 1941) 
Engr., The Abbott Co., 675 Mt. Prospect Ave., 
Newark 4. and • 433 Ridgewood Rd.. Maple- 
wood, N, J. 

MOREHOUSE, H. P. (M 1033) Gen. Htg. and Air 
Cond. Repr., Public Service Electric & Gas Co., 
80 Park PI., Newark, and e SO Timber Acres Rd., 
Summit, N. J. 

MOREHOUSE, J. Stanley (M 1988) Dean of 
Engrg., Prof, of Mech. Engr., • VBlaaova College, 
Villanova, and 102 Llandoff Rd., Upper Darby, 
Paw 

MORETTI, Garni (A 1946) Residential Engr,, 
Lewis En^neering Service, 19003 John R. St.. 
Detroit 3. and ellOS Highland, Detroit 6, Mich, 

MOREY, Albert A. (A 1946) Vice-Pres,, • Marsh 
& McLennan, Inc., 164 W. Jackson Blvd., 
Chicago, and 815A Forest Ave., EvaiMtoa, III. 

MORGAN^ Arthur S. (M 1938) Vice-Pres. and 
Mgf., Fess Oil Burners of Canada, Ltd., lOl 
Hanson St., and n li56 Olemnnnor Dr„ Toronto, 
Ont., Canada. 

MORGAN, Davl4 E. (M 1946) Asat. Research 
Mgr^ aWamn Webster Co.. 17O0ir^det^ SL, 
andt 6^6 Chestnut Si., Phila- 


MORGAN, Edwin H., Jr. <A 1946; J 1042) 
Chief Draftsman, American Cyananiid Co., S. 
Cherry St., and • 180 North St.. Wallingford, 
Conn, 

MORGAN, Frank X. (M 1947) Chief Mech. 
Engr., Mahony-Troast Engineer Contractors, 657 
Main Ave., Passaic, N. J., and • 2424 78th Ave., 
Philadelphia 38, Pa. 

MORGAN, George R, (M 1946) Partner and 
Dept. Head, ej. E. Sirrine & Co., and 306 Over- 
brook Rd., Greenville, S. C. 

MORGAN, Robert L. (A 1945) Owner, •Morgan 
Appliance Co., 706 W. Gray, and 607 W. Gray, 
Houston. Texas. 

MORGAN, Robert W. (M 1938) Chief Engr., 
Fedders-Quigan Corp,, 67 Tonawanda St., 
Buffalo 7, and • 32 Windover, Hamburg, N, Y. 
MORGAN, W. Ralph (A 1947) Htg. Engr.. 

• Calimode, Inc., Third St. N.W., and 630 Timm 
Valley Rd. N.W.. Atlanta, Ga. 

MORIARTY, John M. (M 1937) Retired, 1616 
Baldwin: Ave., Arcadia, Calif. 

MORIN, A. R. (A 1938) Co-Owner, M. & V. 
Supply Co., 911 N. Walnut St.. Oklahoma City 4, 
and •2115 Sherman, Oklahoma City, Okla. 
MORIN, Romeo Paif'* (Ai 1946; A 1944) Pres., 
R. P. Morin Co., Inc., Engineers Builders. N. 
Union St., and •288 Salmon St., Manchester, 
N. H. 

MORRIS, Brooke (A 1947) Owner & Mgr., 
Heating Engineering & Sales Co., 561 E, Wash- 
ington St., Indianapolis 4, and 6047 N. Capitol 
Ave., Indianapolis 8, lad. 

MORRIS, G. Raymond (M 1938) Pres., Power & 
Heating Equipment Sales, Inc,, 56 N. Spring 
Garden Ave., Nutley, N. J. 

MORRIS, Edward J. (M 1942) Mgr., •Morris 
Engineering Co., 813 N. Calvert St., Baltimore 2, 
and 3414 Gwynns Fall Pkwy., Baltimore, Md. 
MORRIS, John E. (J 1948) Sales Engr., American 
Blower Corp., Detroit, Mich., and •1127 Glen 
cove Rd. S., Syracuse, N. Y. 

MORRIS, Kenneth H. (A 1946) Constr. Supt., 

• American Sheet Metal Corp., P. O. Box 6067, 
and 4712 Newport Ave., Norfolk 8 Va. 

MORRIS, Walter K. (S 1947) Student, • Texas 
A. & M. College, Box 2016, College Station, and 
3625 Purington Ave., Fort Worth 3, Texas. 
MORRISON, Alan McK, (A 1948) Sales Mgr., 

• Wisconsin Aireunits Corp., Rin. 1300, Majestic 
Bldg., and 4253 North 47 St., Milwaukee, Wis. 

MORRISON, Chester B. (M 1931) Managing 
Dir., • York-Shipley, Ltd., N. Circular Rd., 
Hendon, London N.W. 2, and 60 Harley St., 
London S.W. 1, England. 

MORRISON, Frank (M 1943) • Hall-Neal Fur- 
nace Co.. 1324 N. Capitol, and 2907 Park Ave., 
Indianapolis. Ind. 

MORRISON, Morton M. (A 1947) Field Supvsr,, 

• Air Conditioning Applications Co., 637 Craig 
St. W., and 7760 Outremont Ave., Montreal, 
Que., Canada. 

MORRISON, W. Bruce (M 1947; A 1942; J 1939) 
Cons. Engr.. Cascade Bldg., Portland 4, Ore. 
MORRISON, W. L. (A 1943) U. S. N. R., U. S, S. 
Jubilant A-M 256. F. P. O.. New York, N. Y., 
and •8422-16th, Great Bend, Kans. 

MORRO, John J. (M 1940) Engr., • Bridgeport 
Castings Co., 250 North Ave., Bridgeport, Conn. 
MORROW. E. J. M 1947) Mgr. & Owner, E. J. 
Morrow Co., 3811 Nicollet Ave., and •4728 Lyn- 
dale Ave. S.. Minneapolis, Minn. 

MORROW. J. DeWitt (A- 1938) Pres, and Gen. 
Mgr., •The Warren Co., Inc., 614 Walker Ave., 
Houston 2, and 6603 LaBranch, Houston, Texas. 
MORSE, aark T. {Life Member; M 1913) Pres., 

• American Blower Corp., P. O. Box 58, Roose- 
velt Park Annex, Detroit 32, and Hillcrest Dr., 
Bloomfield Hills, Mich. 

MORSE, Elwln F. (A 1948; J 1944) Appl. Engr., 
Westittghouse Electric Corp., Sturtevant Div., 
933 Leader Bldg., Cleveland 14, and 16126 Larch- 
mont, l^kewood 7, Ohio, 

MORSE, Frederick B. (A 1947) Instructor. 

• Purdue University, Lafayette, and 103 W. 
Williams St., West Lafayette, Ind. 

MORSE, Ixiula'S., Jr. (M 1938; J 1936) Engr.. 
Mann, Roller Sc GollbaH, Inc., (Mfrs. Agents) 
and • 1427 E, Jefferson Ave,, Detroit 7. Mich. 
MOR8U&, Robert D, (Jif 1936) #414 Vance Bldg., 
Seattle 1, and 43 16 East 43rd St,, Seattle 5. Wash 
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MORTON, Harold S. (M 1931) Engr.. Johns 
Hopkins University, Applied Physics Lab., 8621 
Georgia Ave,. Silver Spring, and •7331 Piney 
Branch Rd., Takoma Park 12, Md. 

MORTON, Paul S. (A 1943; J 1939) Htg.. Plbg.. 
Elec, Sales and Engrg., 609 Bangor Rd., Lawrence, 
Mich. 

MOSES, Walter B., Jr. (A 1946; J 1940; 5 1936) 
Owner, Engineering Sales Co.. 7836 St. Charles 
Ave., New Orleans 18, La. 

MOSES, Warren G. (A 1946) Partner, ede 
Laureal & Moses, Cons. Engrs., 302 Nola Bldg., 
and 15 Newcomb Blvd.. New Orleans, La. 
MOSHER, Harold A. (Af 1945) Mech. Engr., 

• Eastman Kodak Co., Kodak Park Works, 
Rochester 4, and 287 Winona Blvd., Rochester 
6, N. Y. 

MOSHER, WlUiam O. (A 1946) Asst. Mgr., 
Sumner L. Willson, 75 Farmington Ave., Hart- 
ford, and • 103 Coleman Rd., Weathersfield, Conn. 
MOSS, Alfred W. (A 1945; J 1943) Dept. Mgr.. 

• Walter Woods, Ltd., 782 Main St., and 268 
Yale Ave., Winnipeg, Man., Canada. 

MOTZ, O. W. (Af 1932) Cons. Engr., • 920 E. 
McMillan St.. Cincinnati 6, and 2605 Briarcllffe 
Ave., Cincinnati 13, Ohio. 

MOULD, Harry W., Jr. (J 1941) Asst. Chief Lab. 
Engl’,, Fedders-Quigan Corp., 57 Tonawanda St., 
Buffalo, and ^44 Alleghany Ave., Kenmore, N. Y. 
MOULSDALE, Thomas DeWitt (Af 1943) Htg. 
Engr., Lehigh Valley Oil Co., 1200 Walnut St., 
Allentown, and •SIS Coleman, Easton, Pa. 
MOWREY, Carl F. (Af 1947) Dist. Repr., Air 
Cond. Dept., • General Electric Co.. 536 Smith- 
field St., Pittsburgh 22, and 344 Tampa Ave., 
Pittsburgh 10, Pa. 

MOYNAN, Joseph S. (M 1946; A 1945) Engr., 
New Orleans PuSlic Service, Inc,, 317 BaronneSt., 
and •6824 C^n. Haig St., New Orleans 19, La. 
MUCKJ.E, James M. (M 1939) Chief, Bldg. 
Supplies Dept.. • Andersen, Meyer & Co., Ltd., 
21 & 43 Yuen Ming Yuen Rd., and 623, Apt. 8, 
Avenue Haig, Shanghai, China. 

MUEHLIG, Elmer J. (Af 1946) Conatr. Engr., 

• F. W. Woolworth Co., 800 U. S. National Bank 
Bldg., Denver 2, and 1930 Holly St„ Denver 7, 
Colo. 

MUELLER, Harold P. (M 1936) Pres., eL, J. 
Mueller Furnace Co., 2005 W. Oklahoma Ave., 
and 511 E. Monrovia Ave,, Milwaukee, Wis. 
MUELLER, H. C* (Af 1936; A 1930) Pres, and 
Gen. Mgr., • The Powers Regulator Co., 2720 
Greenview Ave,, Chicago 14, and 1277 Forest 
Glen Dr, N.. Winnetka, 111. 

MUELLER, Jerome F. (J 1947) Field Engr.. 
Chrysler Airterap Sales Corp., 328 Chrysler Bldg., 
New York 17, N. Y., and • 167 Seymour St., 
Hartford 6, Conn. 

MUELLER, John C. (JW 1946) Dir. of Research. 

• Payne Furnace Co., 330 N. Foothill Rd., Beverly 
HOIs, and 8960 Kittyhawk Ave., Los Angeles 
45, Calif. 

MUESSIG, James W. (Af 1938) Sales Engr., 

• Clarage Fan Co., 333 N. Michigan Ave., 
Chicago, and 405 Lodge Lane, Lombard, 111. 

MUIRHEID. John G. (A 1940; 7 1937) Mech. 
Engr,, Bureau of Ships, Navy Dept., Washington 
26, and • 2013 New Hampshire Ave, N.W., Apt. 
707, Washington 9, D. C. 

MULCEY, Paul A.* (A 1946) Dir., Anthracite 
Institute Laboratory, 237 Old River Rd., Wilkes- 
Barre, and • Overbrook Rd., R. D. 2, Dallas, 
Luzerne County, Pa. 

MUU«OLLANl>. Daniel J. (A 1946) Engr., 
Hutchinson-R. & S. M. Co., Inc., 177 Brookfield 
St., White Plains, and • 381 Broadway, Dobbs 
Ferry, N, Y. 

MULHOLLAND, Kenneth U (J 1946) Sales 
Engr., Dole Valve Co., 1901 W, Carroll Ave., 
Chicago, and 0 3402 W. Monroe St., Chicago 24, 
111 . 

MULLEN, C. Herbert (A 1946) Archt.. 0458 
Board of Trade Bldg,, Kansas City, Mo. 
MULLINIX, Robert M. (S 1946) Student, Texas 
A. & M. College, Box 2003, College Station, TIxas. 
MULREY, Maurice D, (AT 1944) Owner, T, A, 
Mulrey & Son, 3161 N. IBinois St., Indianapolis 
Blind. 


MULRONEY, George J. (A 1946) Branch Sales 
Office Mgr., • C. A, Dunham Co., Ltd., 189 St. 
John St., and 137 Boulevard Laurier, Quebec, 
Que., Canada. 

MUNIER, Leon L, (Af 1919; 7 191^ Pres., 

• Wolff & Munier, Inc.. 222 East 41st St.. New 
York 17, and 63 Columbia Ave., Hartsdalc, N. Y. 

MUNKELT, Frederick H. (Af 1938) Vice-Pres., 

• W. B. Connor Engineering Corp.. 114 East 32nd 
St., New York 16, and 317 East 17th St., Brooklyn 
26. N. Y. 

MUNN, Hugh F, (M 1946) Vice-Pres. and Gen. 
Mgr., Albuquerque Lumber Co. & Technical 
Service Co., Box 447, and 0 419 W. Granite Ave., 
Albuquerque, New Mexico, 

MUNN, Walter B. (7 1948; 5 1947) Jr. Mech. 
Engr., • Stanolind Oil & Gas Co.. Mtg. Dept., 
and 1406 East 38th St., Apt. H, Tulsa. Okla. 
MUNRO, W. J. (A 1946) Pres., Munro Hardware 
and Plumbing, Munro Motor Co., Inc., Rolla, 
N. D. 

MURDOCH. John P. (M 1937) Pres.. • John P. 
Murdoch Co., 3630 Haverford Ave., Philadelphia 

4, and 204 Glenn Rd., Ardmore, Pa. 

MURDOCK, Charles E. (Af 1944) Plant Mgr., 

• Rheem Manufacturing Co., 1415 S. State. Salt 
Lake City 4, and 12M E. Third S., Salt Lake 
City 2. Utah. 

MURHARD. ErroII A. (Af 1939) Partner. Muir- 
head Sc Murhard Co.. 801 S.W. Stark St., Portland 

5, and ^2805 S.W. Greenview Ct., Portland 1, Ore. 
MURHARD, Kenneth R. (Af 1946) Sales Engr., 

Peerless Pacific Co., 2238 N. Interstate Ave., 
Portland 12, and 0 423 Southeast 69th Ave,, 
Portland 16, Ore. 

MURPHREE, Robert L. (A 1940; 7 1936) Engr., 
and Owner, Rogers Plumbing & Heating Co., 
2127 Eighth St., and • P. O. Box 864, Tuscaloosa. 
Ala. 

MURPHREE, Samuel E.. Jr. (S 1946) Student, 
Texas A. & M. College. P. O. Box 6149, College 
Station, Texas. 

MURPHY, Daniel C. (A 1940) Owner. eD. C. 
Murphy Co.. Inc., 840 Fifth .Ave., Des Moines 
14. and 4267 Foster Dr.. Des Moines, la. 
MURPHY, Delacour I. (M 1941) E. C. Cooley 
Co., 025 Market St., San Francisco, and • 3027 
Millabrae Ave., Oakland 5. Calif. 

MURPHY, Edward T.* (Life Member; M 1916) 
Sr, Vice-Pres., • Carrier Corp., 300 S. Geddea St., 
Syracuse 1, and 1055 James St., Syracuse, N. Y. 
MURPHY, Eugene F. (A 1944; 7 1942) Staff 
Engr., Committee on Artificial Limbs, •National 
Research Council. 2503 Munitions Bldg., Cons- 
titution Ave., and 3432 34th St., Washington, D. C. 
MURPHY, George R. (M 1947) Sales Engr., 
626 Broadway, Cincinnati 2, and •3740 Ault 
Park Ave., Cincinnati 8, Ohio. 

MURPHY, Howard C.* (M 1923) Vice-Pres.. 

• American Air Filter Co., Inc.. 215 Central Ave., 
and 496 Lightfoot Rd., Louisville, Ky. 

MURPHY, Joseph R. (M 1934; A 1925) Vice- 
Pres., • Taco Healers, Inc., 342 Madison Ave., 
New York 17, N. Y., and Terrace Ave,, Riverside, 
Conn. 

MURPHY, Robert C. (A 1947) Appl. Enw., 

• Westinghouse Electric Corp., Sturtevant Div„ 
36 Pearl St„ Hartford, and R. F. D„ Amston, 
Conn. 

MURPHY, Thomas E. (7 1947) Asst. Chem. 
Engr., Lincoln Electric Co., 12818 Colt Rd., Cleve- 
land, and • 650 East 136th. Apt. Cleveland 10, 
Ohio, 

MURPHY, T. O. iM 1946) Prea., oThe T. O. 
Murphy Co., 25-27 E. College St., and 264 E. 
College St., Oberlin, Ohio. 

MURPHY, WllHam W. (AT 1930) Treas., • W. W. 
Murphy Co., 424 Worthington St., and 26 Mans- 
field St., Springfield, Mass. 

MURRAY, Frauds A, (M 1947) Vic«-PteiL, 

• The Powers Regulator Co., 231 East 4fiih St., 
New York 17, and 11 Old Omhard Ret, New 
Rochelle, N. Y, 

MURRAY, Frank L. (A 1947) Owher, •Murray 
Engineering Co., 19 N. McCamly. and llS Man- 
chester, Battle Creek, Mich. 

MtfRRAY,,, Genrfte P. <4 1946) and Vent 
Inspector, • Bulldifig Inspection Dept, 60O Main 
St.« and 9 Dorothy St., Hartford, CpniL 
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MURRAY, G. F. J. (M 1944) Combustion Engr., 
Anglo- Iranian Oil Co., Fuel Oil Dvlpt. Br., Bri- 
tannic House, Finsbury Circus, l^ndon. and 

• Redlands Bank, North Holmwood, Nr. Dork- 
ing, Surrey, England. 

MURRAY. H. G. S. (M 1942; A 1941; J 1936) 
Owner, Air Conditioning Applications Co., P. O. 
Box 31, Station K, and #28 Rosedale Heights 
Dr., Toronto 6, Ont.. Canada. 

MURRAY, Joseph E. (A 1948; J 1946) sMech. 
Engr., Co-Partner, Garthome Buonaccorai & 
Murray, 1096 Market St., San Francisco 1, and 
412 Lombard St., San Francisco 11, Calif. 
MURRAY, Michael J. (A 1947) Sales Engr., 

• John J. Nesbitt. Inc., 711 Construction Bldg., 
Dallas 1, and 6239 Richard St.. Dallas 6. Texas. 

MURRAY, Robert P. (A 1948) Customer Ser- 
vice, East Ohio Gas Co., 19-21 N. High St„ 
Akron, and #728 Wall St„ Akron 10, Ohio, 
MURRAY, Thomas F. <M 1923) Sr. Htg. and 
Vent. Engr., New York State Department of 
Public Works, State Office Bldg., Albany, N. Y. 
MURRAY, William A, {U 1944) Pres.. • William 
A. Murray, Inc,, 967 Farmington Ave., and 43 
Fairlee Rd., West Hartford 7. Conn. 

MURRAY, William W., Jr. (M 1944) Pres.. 

• Almirall & Co., Inc., 53 Park Pi., New York 7, 
and 2 Thornwood Lane, Roelyn Heights. L. I., N.Y. 

MURSINNA, Gilbert P. (A 1939) Owner, Gilbert 
P. Murainna, 640-42 Tafel St.. Cincinnati 14, and 

• 3667 Boudinot Ave., Cincinnati, Ohio. 

MUSE, Mayland H. (A 1944) Mgr. and Own.:r, 

• Southern Welding Co., Box 454, and 1010 
Melrose Ave., Oakland Gardens, Johnson City, 
Tenn. 

MUSGRAVE, Merrill N. (M 1944; A 1935) 
Owner • Merrill N. Musgrave & Co.. 2019 Third 
Ave,, Seattle 1, and 1610 E. Boston Terrace, 
Seattle 2, Wash. 

MUSSER, John M. (M 1942) Mech. Engr., U. S. 
Engineers, Hanford Engineer Works, P. O. Box 
550, Pasco, and • 1314 Kimball, Richland, Wash. 
MUSSER, Shelton A. (A 1947) Asst. Chief of 
Maint,, eThe Zta Co., and 4829 Trinity Dr., Los 
Alamos, N. M. 

MtrrH, Arnold J. (M 1944) Mech. Elec. Engr., 
1466 National Bank Building, Detroit 26, and 

• 868 W. Bethune Ave., Detroit 2. Mich. 
MUITMER, A. G. (A 1946) Sales Engr., 6445 N. 

Camac St., Philadelphia 26, Pa. 

MUZIO, Andrew H. (J 1947) Mech. Engr., 

• Hufiman-Wolfe Co„ P. O. Box 1248, and 
1476 Fairview Rd, N. E., Atlanta, Ga. 

MYER» Haydn (A 1940) Pres,, • Haydn Myer 
Co.. Inc,, 2224 Comer Bldg., Birmingham 3, and 
1411 Avon Circle, Redmont Park, Birmingham 
5, Ala. 

MYERS* Albert F. (A 1946) Cons. Engr., *9 
Victoria St., London S.W. 1, and 21 Lyncroft 
Ave., Pinner, London, England. 

MYERS, George W. F. (M 1930; A 1928: J 1923) 
Owner. Myers Engineering Equipment Co., 3923 
W, Pine Blvd.. St. Louis, and • 476 Pasadena 
Ave., Webster Groves 19. Mo. 

MYERS. John A. (A 1947) Owner, • J. A. Myers 
Co„ 2491 Summit St., and 361 Cliffside Dr„ 
Columbus 2, Ohio. 

MYLER, William M., Jr,* (M 1937) Chief Engr., 
Janitrol Engrg. Dept., • Surface Combustion 
Corp., P. O. Box 267, Columbus 16, and 1545 
Grenoble Rd., Columbus, Ohio. 

MYTINGER. Kenneth L. (M 1943) Gen. 
Management, • Mytinger Air Conditioning Co., 
Inc,, 101 Park Ave., New York 17, and 38-19 
50th St., Ix)ng Island City, N. Y. 

N 

NACHLAS, Otto M, (A 1946) Partner. • Ben 
Cash & Co.. 619 M & M Bldg., and Warwick 
Hotel, Houston, Texas. 

NACHMAN, George P. (M 1938) Tre^., mThe 
Spohn Heating & Wntilating Co., 1775 East 45th 
St„ Cleveland 3; and 2887 Falmouth Rd., Cleve- 
land 2, Ohio. 

NAGIJ$, Gharlea J. (A 1947) Owner, •Plumbing. 
Heating 85 Sheet Metal Work, 108 Prospect St., 
and 404 Hettinger Ave., Herkimer, N. V« 
NAMAN. h A. (J 1940) Owner, •!. A. Naman, 
Cons, Mech. Engr., 1809 Anita Ave., Houston 4* 
and 402 Avondale Ave,, Houston 6 , Texas. 


NAPIER, Charles E, (A 1946) Sales Engr,. 
Consolidated Engines & Macliinery Co., Ltd., 
14th St., & Birmingham, New Toronto, and eSlO 
Russell Hill Ave., Toronto 12, Ont., Canada. 
NAROWETZ, Louis L., Jr. (M 1929; A 1912) 
Pres., Narowetz Heating & Ventilating Co.. 1722 
Washington Blvd., Chicago 12, and • 945 Michi- 
gan, Wilmette, 111. 

NARVEY, S. (A 1948; / 1943) Flight Sgt., 
R. C. A. F„ 435 “T” Sqdn. Det., Winnipeg, and 

• 451 St. Johns Ave., Winnipeg 6, Man., Canada. 
NASH. Bruce T, (A 1948) Engr.. Dick & Kirk- 

man, Inc., 1147 Battleground Ave,, and •1201 
Tucker St., Apt. 55, Greensboro, N. C. 

NASH. Richard C. (A 1947) Partner. N. N. & D, 
Air Conditioning Co., and • 3029 E. Tenth Ave., 
Denver, Colo. 

NASS, Arthur F. (M 1927) Pres., • McGinness, 
Smith & McGinness Co., 527 First Ave., Pitts- 
burgh 19, and 29 Elmhurst Rd„ Pittsburgh 20, Pa. 
NASSIR, Nicholas (A 1946) Design Engr., • C. F. 
Braun A Co., 1000 S. Fremont St., and 1320 S. 
Elm St., Alhambra, Calif. 

NATHANSON, Max (A 1943) Mgr. and Head 
Engr.. • Canadian Armature Works, 6595 St. 
Urbain St., and 545’^ Victoria Ave., Montreal, 
Que., Canada. 

NATION. Oslin (A 1944; / 1942) Mfrs. Repr., 

• 711 Construction Bid Dallas 1, and 9702 
El Patio Dr., Dallas 18, Tclas. 

NATKIN, A. J. (M 1944) Vice-Pres.— Houston 
Branch Mgr., Natkin & Co-, 1015 Sampson, and 

• 2531 Swift, Houston, Texas. 

NAYLOR. James F., Jr. (M 1944) Diet. Mgr.. 

• The Trane Co., 2335 S. Grand Ave., St. Louis 4, 
and 302 E. Argonne Dr., Kirkland 22, Mo. 

NEARINGBURG, Arthur (A 1938) Sales Engr,, 

• Sheldons, Ltd., 1221 Bay St., and 130 Floyd 
Ave., Toronto, Ont., Canada. 

NEE, Raymond M. (M 1936) Sr. Power Engr., 
American Cyanamid Co., 30 Rockefeller Plaza, 
New York 20, and #949 Palmer Rd., Bronxville 
8. N. Y. 

NEILANS, John L. (J 1943) Sales Engr., Trane 
Company of Canada, Ltd., 4 Mowat Ave., and 

• 330 Woodmount Ave., Toronto, Ont., Canada. 
NEIMAN, Charles H., Jr. (M 1946) Chief Engr,, 

York-ShipJey, Inc., Jessop rl. and P. R. R., and 

• 330 W. Jackson St., York, Pa. 

NELLIGANN, Gilbert (A 1948) Sales Engr,, 

• Fitzglbbons Boiler Co., 101 Park Ave., New 
York 17, and 126 30th St., New York 16, 
N, Y. 

NELSON, Arthur N. (M 1947) Mech. Engr., 
Sessions Engineering Co., 1 N. La Salle St., 
Chicago 2, and • 3832 N. Monticello Ave., Chicago, 
III. 

NELSON. Arthur W.* {M 1944) Lt. Col., Engrg. 
Section, Hq. Far Eastern Air Forces, A. P, O. 925, 
San Francisco, Calif. 

NELSON, Charles E. (M 1947) Sales Repr., 

• Johnson Service Co., 28 East 29th St.. New 
York, N. Y., and 34 Lum Ave., Chatham, N. J. 

NELSON, Dehnar W.* (M 1928) Prof., Mech. 
Engrg., • University of Wisconsin, Mech. Engrg. 
Bldg., 1513 University Ave., Madison 6. and 
3906 Council Crest, Madison, Wls, 

NELSON. Franklin L. (5 1948) Student, David 
Ranken Jr. School of Mechanical Trades, St, 
Louis, Mo., and • 1229 S. Paxton, Sioux City, 
Iowa. 

NELSON, Gcome O. (M 1923) Engr,. Carstens 
Bros., Ackley, Iowa. 

NELSON. Harold M. (M 1937) Pres., •H. M. 
Nelson & Co., Inc., 1223 Connecticut Ave., 
Washington 6, D. C.. and Falls Church, Va. 
NELSON, Herman W. {Life Member; M 1909) 
Chairman of the Board, • The Herman Nelson 
Corp., 1824 Third Ave., and 26l5“12th St.. 
MoUne, 111. 

NELSON. Jamea A., Jr. (A 1945) Partner, 
•James A. Nelson Co., 1376 Howard St,. San 
Francisco 3, and 143 Tuscaloosa Ave,, Menlo Park, 
Calif, 

NELSON. L, K, {M 1940) Engr.. 2502 Palmer 
Ave., New Orleans, La. 

NELSON. NorrU T. (J 1944) Mech. Engr., The 
Coddington Engineering Co„ 526 Powell St,. San 
Francisco* and • 588 Clayton St., San Francisco 
17. Calif. 
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NELSON, Raymond A* (A 1945) Engr. and Sa]e& 
U. S. Air Conditioning Corp„ Como Ave. at 33ra 
S*E., Minneapolis, and • 3810 Upton Ave, S., 
MinncapoJis 10, Minn. 

NELSON, Richard H. (A 1033; J 1928) Pres, and 
Gen. Mgr., The Herman Nelson Corp., 1824 Third 
A^e., Moline, HI. 

NELSON, Roy O. (Af 1938) Asst. Sales Mgr., 
Marsh Heating Equipment Co., 2120 Southport 
Ave.. Chicago 14, and • 6030 N. Bernard St., 
Chicago 45. III. 

NELSON, Vernon E. (A 1046) Pres., • General 
Corp., 3353 University Ave, S.E., and 5226-"34th 
Ave. S., Minneapolis, Minn, 

NELSON, Walter L. (M 1945; A 1944) Chief 
Mech. Engr., District Government, Washington 4, 
and •2225 Quincy St. N.E., Washington 18, D. C. 
NEMEC, Frank L. (Af 1945) Cons. Engr., •Nemec 
& Wright, 320 Market St.. Room 241, San Fran- 
cisco. and 1140 Oxford Rd., Burlingame, Calif, 
NESBITT, Albert J* (M 1921) Pres., • John J. 
Nesbitt, Inc., State Rd. and Rhawn St., Holmes- 
burg, Philadelphia 30, and Rockfield Farm, 
Tennis Ave. and Welsh Rd.. Ambler, Pa. 
NESMrra, Oliver E. (A 1930) Dir. of Engrg. and 
Research, Eureka Vacuum Cleaner Co.. Bell & 
Hanna, and • 107 Warner, Bloomington, III. 

NESS, W. H. C. (M 1931) Pres., • Master Fan 
Corp., 1323 Channing St., Los Angeles 21, and 
215 N. Kingsley Dr./Tos Angeles, Calif. 

NESSELL, C, W. (M 1937) Acet. Exec., •Minn- 
eapolis-Honeywell Regulator Co., 351 E. Ohio St., 
Cliicago 11, and# 303 Manawa Trail, Mt. Pros- 
pect, 111. 

NEST, Richard E. (M 1936) Chief Engr., General 
Oil Burner Co., 2300 Sinclair Lane, Baltimore 13. 
and •6000 Pinchurst Rd., Baltimore 12. McI. 

NESTERUK, Walter M. (J 1947) Sales Engr., 
Industrial Multi-Vent Pyle-National Co., 1367 
West 37th St., Chicago 9, and •SllO W. Parker 
Ave., Chicago 39, 111, 

NEUBAUER, Edwin W. (M 1939) Engr., •Camp- 
bell Norquist & Co., 1127 S.W. Morrison St., 
Portland 6, and 4804 N.E. Davis, Portland 15, 
Ore. 

NEUMAN, Steven I. (A 1947) Sr. Tech. Engr., 

• W. H. Brady and Co. Ltd., Churchgate St., 
Bombay, British India. 

NEVIN, John F. (Af 1944) Engr., Air Cond. and 
Commercial Refrig. Div„ • International General 
Electric Co., 570 Lexington Ave., New York, 
N. Y.. and Eighth St. and 64th Ave., Oaklane, 
Philadelphia 26, Pa. 

NEWBANKS, Nile® N. (A 1948) Skelgas Div., 
Skeliy Oil Co., 4045 Troost, Kansas City. Mo., 
and #8202 Rose Ave., Overland Park, Kans. 
NEWBY, Ira P. (M 1941) Mgr,, Heating Dept., 
Southwestern Region Appliance Sales, Rheem 
Mfg. Co„ 1401 Lockwood Dr., Houston, and 

• 0262 Prospect Ave., Dallas 14, Texas. 
NEWELL, Robert W. (A 1947) Asst, to Tech. 

Personnel Supvsr., Air Cond. Plant, • General 
Electric Co., Bloomfield, and 331 Park Avenue, 
N Utley. N. J. 

NEWMAN. Harold E. (Af 1938) Partner. • J. F. 
Dickinson Co., 710 Tenth St., and 514 High St., 
Modesto, Calif. 

NEWPORT, Charles F.* {Life Member; M 1900) 
Sales Engr., Weil-McLain Co.. Michigan City^, 
Ind., and • 10001 Longwood Dr„ Chicago 43, III. 
NEWTON, Albert E. (A 1943) Engr.. • Hall-Neal 
Furnace Co., 1324 N. Capitol Ave., and 4516 E.. 
Washington. Apt, 1, Indianapolis, Ind. 

NEWIXIN, Alwin B. (Af 1938) Chief Engr., 
Chrysler Corp., Airterap Div., 1119 Leo St., 
Dayton 1, and #906 E. Schantz Ave,, Dayton 9. 
Ohio- 

NEWTON, David A. (Af 1944) Newton Engineer- 
ing Co., Suite 922, 101 Park Ave,, New York, 
N, y. apd •636 Spring Ave., Ridgewpod, N. J. 
NEYHART, Floyd B. (J 1945) Mech. Engr., 
Carrier Coi^., 80^ S. Creddse, and • 829 Comstock 

Avtf* . 10 

NICHOIXS, Johin M, (M 1939) Ht«, Engr« 

• Robbins Gamwell Corp,, 68 West St., and 32 
Btiel St„ Pittsfield, Mass. 

NICHOLSt^ H. R. (4 1943) Engtij Cru^em 
Brothers Co., 2646 Unlvetsity Ave., St. P^pl 4 
and • 6416 Park Pl., Mhtneapolis 10, Minn. 
NICHOLSON, Sterllnift J, (A 1941) 
Nidiolsom Ittc„ 126 Market St,. Dhrham. N. C. 


NICKERSOl^ Albert E. (A 1946) Ptes,. aNldcer- 
son Supply Co., Inc., 314 Janies. Seattle 4, and 
2415~8l8t W.. SeatUe 90, Wash, 

NICKLE, A. J. (A 1936) Asst, Sales Mgr.. •Darl- 
ing Bros., Ltd., 140 Prince St„ Montreal 3, and 
4804 Oxford Ave- Montreal 29, Que., Canada, 
NICOLL, Scott F. (Af 1939) Chief Draftsman. 

• York Corp., Roosevelt Ave., York, and 1433 
First Ave., Elmwood, York, Pa. 

NICOLS, J, A. (M 1941) Mech. Engf., (General 
Mills, Inc., Hodgson Bldg., Minneapolis 1, and 

• 3301 Emerson Ave. S., Minneapolis 8, Minn, 
NIEMOELLER, Arthur R. (A 1943) Sales Engr., 

6817 Itaska St., St. Louis 9, Mo. _ 

NIESKE, Geo^e F. (Af 1943) Engr., C. N. Flagg 
& Co., Inc., 79 Griswold St., and #794 Bee St., 
Meriden, Conn. 

NIESSE. Joe H. (Af 1938) Branch Mgr..*ng 
Electric Ventilating Co., 836 Architects & Builders 
Bldg., Indianapolis 4, and 6837 Winthrop Ave., 
Indianapolis 5, Ind. 

NIGHTINGALE, George F. (A 1946) Sales Engr.. 

C. H. Bevington Co„ 330 S. Wells St., Chicago, 
and • 2136 Linncman St., Glenview, 111. 

NINMAN, Alex T. (A 1947) Sales, R. E. Chase & 
Co.. 407 New Fliedner Bldg., Portland 6, and 
• 4713 N. Willamette Blvd., Portland 3, Ore. 
NITZBERG, Samuel H. (A 1947) Pres., •Atlan- 
tic Pipe Bending & Fabricating Corp., 552 River 
Rd., Edgewater, and 168 E. Springvalley Ave., 
Maywood, N. J. 

NOBBS, Walter W. (Af 1919) Cons. Engr., 26 
Victoria St., London, S.W. 1, and #50 Fairhazel 
Gardens, London. N,W. 6, England. 

NOBIS. II. M. (M 1914) Chief Engr., The Warner 
& Swasey Co., 5701 (I'arnegle Ave., Cleveland, 
and • 1827 Stanwood Rd.. East Cleveland 12, 
Ohio. 

NOBLE, Milner (Af 1940) Pres., eAerofin Corp., 
410 S. (^eddes St., and 142 Clarke, Syracuse, N, Y. 
NOEL. Clifford E. (A 1946) Partner & Mgr., 

• Dunham Heating Service, 1836 Euclid Ave., 
Cleveland 15. and 4077 West 157th St., Cleveland. 
Ohio. 

NOLAN, James J.. Jr. (Af 1939) Mech. Engr., 
Wm. K. Karaunky, 2011 K St. N.W.. Washing- 
ton, and #4024 Calvert St. N.W., Washington 7, 

D. C. 

NOLAN. J. J. (Af 1943) Prop., • J. J. Nolan & Co., 
78 Washington Ave., and 1600 Goqdbar, Memphis, 
Tenn. 

NOLAN, Thomas J. (A 1947) Sales Engr., • Wesix 
Electric Heating Co., 103 Northwest 14th Ave., 
and 9216 N. MUne, Portland, Ore. 

NOLL, WiUlam F. (Af 1924) Prop,. Wm. F. Noll, 
629 North 27th St.. Milwaukee 8. Wis. 

NORAIR, Henry (Af .1938) Pres., •Norair Engi- 
neering Corp., J114~22nd St, N,W„ Washington 
7. and 2936 Albemarle St. N.W., Washington, 
D. C. 

NORBY, Karl H. (Af 1943; A 1938) Sales Engr., 
Trane Co., 806 Skinner Bldg., Seattle 1, ana 

• S237-26th Ave. W.* SeatUe 99, Wash. 
NORCROSS, Ivan F, (A 1945) Mech. Engr., 

• E. L. E. Co., 124 W. Fourth St., Los Angeles 18, 
and 2917 Urban Ave., Santa Monica, Calif. 

NORDINE, L. P. (Af 1936) Pres., • Warren Plumb- 
ing & Heating Corp., Box 609, 21 S, Royal Ave., 
and 430 Washington Ave., Front Royal, Va* 
NORLAND. C. O. (Af 1946) Pres., • Munkel 
Heating Co.. 669 N. Fourth St., and 291 Fallls 
Rd., Columbus, Ohio. 

NORMAN, Edward A,, Jr. (Af 1944) Pres., 

• Norman Products Co„ 1150 Chesapeake Ave., 
and 1513 Essex Rd., Columbus, Ohio. 

NORMAN, George C. (Af 1944) Engr- •Koithan 
& Johnson, 27 Washington St., Newark 2, and 12 
Exeter Rd.. Short Hills, N. J. 

NORRINGTON, Walter L. (Af 1946; A 1943; 
J 1938) Mech. Enjff., Wm, K. Karsiinky, Cons. 
Engr., 20U K St. N.W,. Washingtom D. and 

• 6819Stan(h8hBr., Landoverv Md. 

NORRIS, Camden G. (A im) Partner^, • Dim & 

Norris Sheet Met«d & Heating €•%, 806 MBRary 
St., and 621 Tldfd Ave. N.. MIm. 

NORRIS, WiBkam R (Af IHAt / 1938) SSnfe.. 
Bakeir Ice Machine; Co#^ 813 Henipst^ SL 
Lottie 6, ahd 4|0 N. N6«rt8tead Ave., St* Lopk 8, 
Mo. ■ ' ■ / ' / 
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NORTE^ W. R. {A 1946; J 1942) Pres, and Gen*I. 
Sales Mgr., B. Lewis Plumbing & Heating 
Co., 1426 ^uthcast 17th Ave., Portland 14, and 
2607 N.E. Mason, Portland 11, Ore. 

NORTH, aarence P. (M 1942) Chief Engr., 
• Campbell Heating Co., P. O. Boat 833, Des 
Moines 4, and 3614 E. Seventh St., Des Moines 
16, la. 

NORTH, Sam E. (A 1942) Partner. • North 
Brothers, P. O. Box 262, Atlanta 1, and 107 
Peachtree Hills Ave. N.E., Atlanta, Ga. 

NORTON, Ernest H. (A 1946) Owner, #616 
Lloyd Bldg., Seattle 1. and 5019 Phinney Ave., 
Seattle 8, Wash. 

NORTON. John Arthur (M 1940) Mgr., Htg. 
Sales Div., Crane, Ltd., 306 Front St. W., 
Toronto, and • 136 Hanna Rd., Leaside, Ont.. 
Canada. 

NORTON, L. Ivan (A 1941) Engr.. Design Htg. 
Installations. Eveready Plumbing & Heating Co., 
614 W. Main St„ Wa^ington, la. 

NOTKIN, James B. (M 1944) Mech. Engr., John 
Graham, Archt. & Engr., 1501 Dexter Horton 
Bldg., Seattle, and #2013 East 63rd St., Seattle 
6. Wash. 

NOTTAGE, Herbert B,* (A 1945; J 1943) Re- 
search Assoc,, American Society of Heating & 
Ventilating Engineers Research Lab., 7218 Euclid 
Ave., Cleveland 3, and *6 Douglas Rd., Wlckliffe, 


Ohio. 

NOTTBERG. Gustav (A 1933) Vice- Pres., sU. S. 
Engineering Co.. 914 Campbell, and 650 West 67 Ll. 
St., Kansas City. Mo. 

NOTTBERG. Henry, Jr. (A 1946; J 1937) Secy,. 

• U. S. Engineering Co., 914 Campbell, and 150 
West 54th St., Kansas City, Mo. 

NOITBERG, Henry. Sr. (Life Member; M 1919) 
Pres., U. S. Engineering Co., 914 Campbell St., 
and • 150 West 64th St., Kansas City, Mo. 
NOVAK, Charles J. (A 1944) Secy.-Treas.. 
Bryant Gas Heating Service, Inc., 533 Massa- 
chusetts Ave., Indianapolis, Ind. 

NOWITZKY, Herman S. (A 1931) Supt. Constr. 
Maint. and Repairs, WUmer & Vincent Circuit, 
Fabian Theatres, 1601 Broadway, New York 18, 
N. Y., and *821 Llewellyn Ave., Norfolk 7, Va. 
NOYES, Richard R. (A 1946; J 1938) Field Engr., 

• Canadian Sirocco Co., Ltd., 630 Dorchester 
St. W., and 4940 Coronet, Apt. 2. Montreal, 


Que., Canada, 
NUG 


_ UGENT, Arthur W. (A/ 1946) Owner. A. W. 
Nugent & Co., 1713 M St. N.VV^, Washington 6. 
D. C., and • 1030 Flower Ave., Takoma Park, Md. 
NUNLIST, Frank J., Jr. (M 1943) Chief Engr., 
L, J. Mueller Furnace Co., 2005 W. Oklahoma 
Ave.i Milwaukee 7, and #8717 W. Cleveland 
Ave., Milwaukee, Wis. 

NUSBAUM, Lee* {Life Member; M 1915) Owner, 

• Pennsylvania Engineering Co., 1H9-21#N. 
Howard St., Philadelphia, and 316 Carpenter 
Lane, Germantown, Philadelphia, Pa, 

NUSBAUM, S. Richard (A 1944; J 1940) Mgr., 

• Pennsylvania Engineering Co., 1119-21 N. 
Howard St., Philadelphia, and Wynnewood Park 
Apts., Wynnewood, Pa. 

NUSSBAUM, Otto J. (A 1944) Chief Research 
Engr., Ktamer Ttenton Co., Olden and Breunig 
Aves., Trenton 5, and • 56 McKinley Ave., 
Trenton 9, N. J, 

NU'ITING, Arthur* (M 1940) Chief Engr,, 

• American Air Filter Co., 216 Central Ave., 
and 4040 Ormond Rd., Louisville, Ky, 

NUniNG, Robert E, (A 1948) Supt., • Jaden 
Manufacturing Co. & Dutton-Lainson Co., Mfg. 
Div.; 1601 W, Second St., and 418 K. Seventh 
St., Hastings, Nebf. 

NYE, L, Bert, Jr. (M 1947; A 1943; J 1936) Staff 
Engr., Washington Gas Light Co„ 1100 H SL 
N.W., Washington, D. C., and • McLean, Va. 
NYLAND. J. A4 CA 1944) MgL.eNyland Sheet 
Metal Co.. 2323 W. Tenth St., Indianapolis 22, 
and 0135 Rosalyn Ave,, Indianapolis 6, Ind. 
NYMAN, Robert A. 1948) Student, Univers- 

J ty of Michigan, and #302 Hinsdale House, E. 
kad„ Ann Arbor, Mich. 

YOlllOT, John p. if 1942; 5 1941) Dir. of 
Engr, Service, CdUins Radio Co., and em Fifth 
Avsi S.W*, Ceto Rapids, la. ' 
NjrSfEC^^ntil fi. m 1946) Amht. and 
FattW* *LaW4 Law; Potter 3t Nystrom, 121 iS. 
l*itiok»ey St., Mad^ton S, and 360 Kensington 
Dr,. Madison 4, m 


O 


OAKLEY, LeRoy W. (M 1937) Owner, eL. W. 
Oakley Sales Co., 408 W. Clinch Ave., and 2003 
Laurel Ave,, Knoxville, Tenn. 

OAKS, Orion O.* {M 1917) Dir. of Research. 
J. B. Pierce Foundation, Raritan, and ellO Oak 
Ridge Ave., Summit, N. J. 

O’BANNON, Lester S.* (m 1928) Research Engr., 
University of Michigan, 239 West Engineering 
Bldg.. Ann Arbor, Mich. 

OBEKG, H. C. <A 1933) Mgr.. Engrg. Dept., 
Crane Co., Fifth and Broadway, and • 1362 W. 
Minnehaha St., St. Paul, Minn. 

OBEBLLIN, James A. (J 1946) Distel Heating Co., 
Lansing, and #221 N. Bostvvick Ave., Charlotte, 
Mich. 


OBERSCHULTE, Richard H. (M 1944; J 1938) 
Sales Engr., • D. T. Randall Sl Co., 320 McKerchey 
Bldg., 2631 Woodward, Detroit 1, and Box 76, 
Franklin, Mich. 

O’BRIEN, Thomas J. (M 1943) sT. J, O’Brien 
Engineering Co.,' 1030 Exchange Bldg., and 1483 
Vance Ave., Memphis, Tenn. 

O’GALLAGHAN, L. .1. (A 1947) Vice-Pres. & Gen. 
Mgr,, • Dealers Supj/.y Co., Inc., 229 Bradbury 
St, S.W,. and 1393 Lanier Place N.E., Atlanta. 
Ga. 


O’CONNFLL, Edmund F. (A 1947) Partner. 

• Stone Heating & Ventilating Co., 3245 Que 
St. N.W.. Washington 7, D. C.. and 9 Blackstone 
Rd.. Westmoreland Hills, Md., P, O. Washington 
16, D. C. 

O’CONNELL, Patrick M. (A 1947) Secy.-Treas., 

• The Dell Corporation, 9003 Waukegan Rd., 
Morton Grove, and Route 1, Barrington, 10. 

O’CONNELL, Thomas D'Arcy (A 1942) Pres., 

• Thomas O’Connell, Ltd., 1169 Ottawa St., 
Montreal 3, and 9 McCullough Ave., Outremont 
8, Que.. Canada. 

O’CONNELL, Walter 11. (/ 1948) Jr. Engr., 
Lehigh Engineering Co., 1150 Mauch Chunk Rd., 
and *81 West Goepp St., Bethlehem, Pa, 
O’CONNOR, James, Jr. (A 1947) Jr. Engr., 

• Martyu Bros., Inc., 1000 St. Louis, and 3811 
Travis St., Dallas, Texas. 

O’DANIEL, James A. (M 1942) Mgr,,* Maple 
City Furnace Co., 603 S. Main St., and 617 S. 
Main St., Monmouth, III. 

O’DANIEL, Presley (A 1945) Branch Mgr.. 
York Corp., 1807 Fidelity Bldg., Kansas City 6. 
and #7139 Summit, Kansas City 5, Mo. 
O’DONNELL, Lawrence D, (A 1944) Mgr., 

• McCarthy’s Sheet Metal Works, Box 105, and 
816 Buntin St„ Vincennes, Ind. 

O’DOWER, Hugh J. (A 1938) Owner, eO’Davver 
Engineering Co.. 756 Board of Trade Bldg., 
Kansas City 6, and 6844 Locust, Kansas City 5, 
Mo. 

OELGOE'rZ, J. F. (M 1938) Owner, J. F. Oelgoetz 
Co., 3365 N. High St., and *279 E. North Broad- 
way, Columbus, Ohio. 

OFFEN. Ben (M 1928) Owner. • B. Offen & Co., 
343 S. Dearborn St , and Sheridan Rd., Chicago, 

iu. 

OFFNER, Alfred J.* (M 1922). (Presidential 
Member), (Pres., 1946; lat Vice-Pres., 1946; 2nd 
Vice-Pres., 1944; Treas., 1935-38), (Council, 
1935-47) Cons. Engr., •139 East 63rd St., New 
York 22, and 160-16-1 1th Ave., Beechurst, L. I., 
N. Y. 

OFFNER. Theodore (A 1947) Mgr., Air Cond. 
Dept., •Gulf Engineering Co„ Inc., 916 S. Peters 
St., New Orleans, and 3327 Delachaise, New 
Orleans 15. La* 

O’GORMAN. J. S., Jr* (A 1934) Mgr., Detroit 
065ce, •Johnson Seiwice Co., 230 E. Alexandrine 
Ave., Detroit 1, and 147 Abbey Rd., Birmingham, 
Midi, 

OKRAY, Ralph A, (A 1946) Engr., •Kleenaire 
Corp., 832 E. Main St., and 3107 Gordon Ave.. 

4 > 

OLD, William H. m 1937) Asst. Max,, s Glanx & 
Killian Co., 1761 Forest Ave. W., Detroit 8, and 
18246 Devonshire Rd., R. F* D, 6, Birmingham, 
Mieh* 

OLDS, TJotUk {M 1944) Chief Engr., aTbe Cde- 
man Co., Inc., 260 N* St* Francis, and 222 N. 
Bleckley. Wichita, Kan^ 
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OLDS, Stephen T. (A 1946) Sales Mgr. and 
Engr., eWm. C. Maunz Co., Inc., 383 E. Delavan 
Ave., Buffalo 14, and 400 Elmwood Avc., Buffalo, 
N. Y. 

OLIVIERI, Joseph B. (S 1948) Student, Uni- 
versity of Detroit, and *61 45 Belvidere Ave*. 
T.)tetroit 13, Mich, 

OLLESHEIMER, Louis T. (A 1945) Owner. 

• 2539 Woodward Ave., Detroit 1, and 260 Bald- 
win Ave., Birmingham, Mich. 

OLSEN, Carlton F, (A 1925; J 1920) Sales Engr., 
Kewanee Boiler Corp., 549 W. Washington Blvd., 
and • 1000 West 100th St., Chicago 43, 111. 
OLSEN, Gustav E. (M 1930) Sales Mgr., FiU- 
gibbons Boiler Co., Inc., 101 Park Ave., New 
York, and #68-09 Beach Channel Dr., Arverne, 
L. I., N. Y. 

OLSON, Arthur A. (M 1944) Vice-Pres. and 
Treas., eLee Engineering Co., 1102 Union 
National Bank Bldg., Youngstown 3, and 4129 
Oak Knoll Dr„ Youngstown 7, Ohio. 

OLSON, Erling O, (A 1943) Service Engr., Oil 
Burner Service Co., Inc., 315 W. Lake St., Minne- 
apolis, and •4221 Oakland Ave., Minneapolis 7, 
Minn. 

OLSON, Eugene O. (M 1942) Chief Engr., 

• Delavan Manufacturing Co., 3009 Sixth Ave., 
and 2620-45th St., Des Moines 10, la. 

OLSON, Milton J. (A 1941; J 1937) Partner, 
Olson Bros., 2651 St. Mary’s Ave., and #5830 
Hickory St., Omaha. Nebr. 

OLSON, Nat I. (A 1944) Owner and Gen. Mgr., 

• United Blower Co., Inc.. 193 Centre St., New 
York 13. and 71 1 Brightwater Ct.. Brooklyn, N. Y. 

OLSON. WUlard A. (A 1947) Vice-Pres., Electro 
Specialty Mfg. Co., Inc., 2938 Fourth Ave. S., 
Minneapolis 8, and #4452 Vincent Ave. S., 
Minneapolis 10, Minn. 

OLSSON. Eric V. (A 1945) Branch Mgr., •West- 
inghouse Electric Corp., Sturtevant Div., 1625 
K, St. N.W., Washington 6, D, C., and 124 Parallel 
St., Bridgeport, Conn. 

OLVANY. William J. (Life Member: M 1912) 
Pres., William J. Olvany, Inc., 100 Charles St., 
New York 14, N, Y. 

O’MARRA. Wyman W. (J 1948) Jr, Engr., Karel 
R. Rybka, 96 Bloor St. W., and #55 Mariposa. 
Tononto, Ont., Canada. 

O'NEILL, James W. (M 1929; A 1927; J 1925) 
Vice-Pres. in charge of Production, Trane Com- 
pany of Canada, Ltd,, 4 Mowat Ave., Toronto 1, 
and #55 Highview Crescent, Toronto, ^ Ont.. 
Canada. 

O’NEIIX, John E. (A 1945) Sales Engr., A. 1. 
McFarlan Co., Inc., 21 West St., New York, and 

• 81 W. Raleigh Ave., Staten Island 10, N. Y. 
O’NEILL, Joseph Francis (M 1944) Mech, Engr., 

• Trane Company of Canada, Ltd., 4 Mowat 
Ave., Toronto 1, and 44 Aldgate Ave., Toronto 
14, Ont„ Canada. 

OONK, W. J. (M 1937) Diet. Appl. Engr., West- 
inghouee Electric Corp., Sturtevant Div., 411 N. 
Seventh St., St. Louis 1, and •5467a Queens Ave., 
St. Louis 15. Mo. 

OOSTEN, Louis S. (A 1944; J 1938) Asst. Chief 
Engr., • Bell & Gossett Co., 8200 N. Austin Ave., 
Morton Grove, and 725 Case St., Evanston, 111. 
OPPENHEIMER, Philip H. (M 1946) Cons. 
Engr., #225 Broad St., and w)2 Shadowlawn 
Dr., Westfield, N. J. 

OPPERMAN, Everett F. (A 1944) Mech. Engr., 
Petroleum Heat & Power Co., Southfield SL. and 

• 788 E. Main St., Stamford, Conn. 

ORABELLA, Michael J. (A 1944) Pres., Ohio 

National Products, Inc., 2207 Ontario St., Cleve- 
land. and #3629 Northdiffe Rd., Univetsity 
Heights, Ohio. 

ORAVETZ, Julius A. (A 1946) Owner. Oravetz 
Heating & Ventilating Co., 1616 Murray Ave.. 
Racine, Wis. 

OREARt Andrew G. (M 1942) Pres., sTnade- 
Wlnd Motorfans, Inc., 5725 S, Main St., Los 
Angeles 37, and 1015 E. Raleigh St., Glendale 5. 
Calif. 

O^RKAR, L. R. (M 1634) Pres., • Midwest 
Plumbing & Heating Co., 2450 Blake St., and 825 
S. Josephine SL, Denver. Colo. ! 

ORWADOHt Howard T. (M 1646) Appb Engr., 

• York Corn., 4660 E. Marginal Way, Seattle 4, 
and 1126 North 77th SI., Seattle 3, Wash* 


ORGELMAN, George IL U 1942; 5 1940) Lt., 
Hq, BASECTWO-USASCOMC, Engr. Section. 
A. P. 0. 928, c/o Postmaster, San Frandsco, Calif., 
and • 10 Pearl St., Danbury, Conn, 

ORMISTON, John B. (A 1940) Owner, Ormiston 
Plumbing & Heating Co., 106 Manning Ave., 
Yonkers. N. Y. 

ORMSBY, H. Kinasley, Jr. (M 1944) Owner. 

• Syracuse General Sales Co„ 611 E. Raynor 
Ave., Syracuse 1, and 206 Roycroft Rd., East 
Syracuse, N. Y. 

ORR, George M. (M 1947) Partner, #0. M. Orr 
Engineering Co., 1004 Marquette Ave., Minne- 
apolis 2, and 1100 West 53ra St., Minneapolis 9, 
Minn. 

ORR, James D. (/ 1946) Supt., Orr-Guiton Co,» 
496 St. Clair Ave. E., Toronto, Ont., Canada. 
ORR, Patrick W. (A 1947) Pres., eDel-Patrick 
Inc., 200 Broadway, and 2395 S. Corona, Denver 
9, Colo. 

ORR, Weldon John (A 1944) Mech. Engr., 
Public Works Dept., City of Montreal, 3161 
Joseph St., Verdun, and# 3559 St. Famille St., 
Apt. 5. Montreal, Que., Canada. 

OSBERGER, T. L. (A 1944) Owner. Mfrs. Agent, 

• T. L. Osberger Co., 5736 Casa Ave., Detroit, 
and 359 Pilgrim Rd., Birmingham, Mich. 

OSBORN, Francis W. (A 1948) Sales Engr., 

• Minneapolis-Honey well Regulator Co„ 1911 
Ingersoll, Des Moines, and Clemons, Iowa. 

OSBORN, Wallace J. (A 1927) Vice-Pres., 
Keeney Publishing Co., 1734 Grand Central 
Terminal Bldg., New York, N. Y., and • 1029 
Old Post Rd., Fairfield, Conn. 

OSBORNE, G. H. (M 1922) Managing Dir., eThe 
Ventilating & Blow Pipe Co., Ltd., 714 St. 
Maurice St., Montreal 3, and 757 Davaar Ave., 
Outreraont, Montreal. Que., Canada. 

OSBORNE, James M. (A 1944) Field Engr., 

• The Herman Nelson Corp., 1829 M St. N.W.. 
Washington 6, D. C., and 4607 Drexel Rd., 
College Park, Md. 

OSBORNE, Stanley R. (M 1939) Htg. Engr., 

• Chase Brass & Copper Co., Waterbury 91. and 
Atwater PI., West Cheshire, Conn. 

OSGOOD, Harry P. (A 1947) Sales Engr., Fulton 
Sylphon Co., 5-211 General Motors Bldg., and 

• 21769 McCormick, Detroit 24, Mich. 

O’SHEA, John J. (A 1941) Sales Repr., Buffalo 

Forge Co., 305 Teckwood Dr. N.E., and #714 
Green view Ave. N.E., Atlanta, Ga. 

OSLUND, Daniel L, (A 1947) Mech. Engr., 

• Department of Buildings, 213 City Hall, Minne- 
apolis, and 1682 Hennepin Ave., Minneapolis 3, 
Minn. 

OSTER, WilUam P. (M 1940) Vice-Pres., dEgui- 
table Equipment Co., Inc., 410 Camp St., New 
Orleans 12. and 4651 Baccich St., New Orleans 
17, La. 

OSTERHAGE, Catharine Sweeney (A 1945) 
Draftsman, 1025 Winslow Ave.. Richland, Wash. 
OSTERMEIER, I>onald E. (J 1946) Apex Indus- 
tries, Div. of Apex Engineering Co., Suite 200- 
206 W. Wacker Dr.. Chicago 6. and 4943 High- 
land Ave., Downers Grove. 111. 

OSTERMEIER, Edwin J. (A 1946) Owner •Apex 
Engineering Co., 75 E. Wacker Dr., 82nd FI., 
Chicago 1, 111., and 4948 Highland Ave., Downers 
Grove, HI. 

OSTROM, Eric W. (M 1937) Chief Engr., Air 
Cond. Dept., A/B Svenska Flaktfbriken, Kungs* 
gatan 16. and ajohn Ericssonsgatan 18, Stock- 
holm. Sweden. 

OSWALD, LeRol S. (A 1047) Staff Engr.. Fire- 
stone Tire & Rubber Co., and* 110 Kirkwood 
Ave.* Akron, Ohio. 

OTIS, Alfred L. (A 1944) Dist. Sales Mgr., Clarage 
Fan Co., 965 Farmington Ave., and #48 N, Main, 
West Hartford, Conn, 

OTT, Gdorite W. (M 1946) Cons. Mech. & Elec. 
Engr., George W. Otl Co.. 364 S, ^ring St.. Room 
400, Los Angeles, and#2327 W, ^Ver Lake Uu 
Los Angeles 26, Calif. 

OTT, M. Earl (M 1942) Mgr., • Associated Heat*, 
ing & Metal Products, Ihc*, 1816 N.E. Alberta 
and 6006 N. Denver Ave,* Pertland, Ore, 

OTT, Oran W* (M 1925), (Council, 1984-86) Cons. 
Mech, Engr., Sill W, Seventh Los 

A^eks 14, and 1462 Waveriy Rdi, San Marino* 
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OTTEN, Wiliam A. (A 1947) Sales Engr.. Laclede 
Ga« Light Co., 1017 Olive SI., St, Louis, and #419 
Robert Ave., Ferguson 21, Mo. 

OTTER, Raymond Ernest (M 1946) Managing 
Dir.. J. S. Wright & Co., Ltd,, 86 Dale End, 
Birmingham 2, and • 11 Stanley Rd., Kings Heath. 
Birmingham 14, England. 

orro, Alfred H. (A 1948) Mgr., Air Cond. & 
Refrigeration Dept., • Shreveport Plumbing Co., 
1020 Market St„ and 760 McCormick St., Shreve- 
port, La. 

OTrO, Robert W. (M 1941) Mech. Engr., Toltz 
King & Day, Inc., 1509 Pioneer Bldg., and •2147 
Carroll Ave., St. Paul, Minn. 

OTTS, John G. (A 1942) Capt., U. S. Air Forces. 

c/o Dr. W. W. Carbon, Fort Valley, Ga. 
OTTUM, Alvin L. (M 1945; A 1943) Prea.. 

• Radiant Sales & Engrg. Co.. 3813 W. Pico 
Blvd., Los Angeles 6, and 344 N. San Vicente, 
Los Angeles 36, Calif. 

OURUSOFF, L.* (M 1931) Mgr. of Utilization, 
Washington Gas Light Co., 1100 H St. N-W.. 
Washington. D. C. 

OUWENEEL. W. A, (M 1937) •Siesel Construc- 
tion Co., 514 E. Ogden Ave., Milwaukee 2, and 
5282 N. Bay Ridge, Milwaukee 11, Wis. 
OVERMAN, Richard E., Jr, (A 1947) Engr., J. E. 
Dilworth Co., 353 S. Front St., and • 254 Rose 
Rd., Memphis, Tenn. 

OWEN, Charles E. (M 1941) Cons. Engr.. Owen 
Engineering Service. 416 W. Main, and •1218 S. 
Thompson St., Carbondale. III. 

OWEN, Charles E., Jr. (7 1945) 1218 S. Thomp- 
son St., Carbondale, III. 

OWEN, Frank W. (J 1945) 610 California St., 
Carterville. III. 

OWEN, Jeff Davis (M 1937) Estimating Engr., 
Earl O. Slice Co.. 2102 Colorado Blvd., Los 
Angeles 41, and • 4070 East Blvd., Culver City, 
Calif. 

OWEN, Paul H., Jr. (A 1947) Foreman, Charles 
G, Heyne Co., 2002 Rothwell. Houston, and • 4518 
Dewberry Lane, Houston 4, Texas. 

OWEN, W. Harold (M 1943) Pur. Agent, • Harry 
Cooper Supply Co., 223 E. Water St., Springfield, 
and Box 13, Republic, Mo. 

OWENS, Donald F. (A 1946) Engr., Neil H. 
Peterson Co., 1129 Folsom St., San Francisco, 
and sSOOS Hillegass Ave., Berkeley 5. Calif. 
OWNBY, Robert W. (5 1948) Student. David 
Ranken Jr. School of Mechanical Trades, and 

• 4127 Maryland Ave., St. Louis, Mo. 
OXENRIDER, Marion (A 1947) Owner. •Home 

Appliance Store, 102 N. Broad St., and 35 N. 
Manning St., Hillsdale, Mich. 

P 

PABST, Charles S. (M 1934) Pres., Pabst Air 
Conditioning Cotp„ 219 Eagle St., Brooklyn 22, 
and •8727-98th St.. Woodhaven 21, N, Y. 
PACKTOR, Bernard M. (A 1941) Mfrs. Repr. & 
Engr., Bernard M. Packtor, 196 Ellsworth Ave., 
New Haven 11, Conn. 

PAETZ, George A. {A 1948; J 1942; 5 1940) 
Engr,., Paetz Plumbing & Heating. 2523 E. Wash- 
ington St., and •6144 Indianola, Indianapolis, 
Ind. 

PAETZ, Herbert E. (M 1922) Div. Sales Mgr.. 

• American Blower Corp.. 632 Fisher Bldg., 
Detroit 2, and 14.15 Parker, Detroit, Mich. 

PAG^ Arvln (M 1935) Chief Engr.. oThe Bahn- 
son Co., Salem Station, and 820 Oaklawn Ave., 
Winston-Saleni, N. C. 

PAGE, Vernon C, (A 1936) Htg. & Vtg. Engr., 
332 W. Wilkins St., Jackson. Mich. 

PAINE, H. Allan (A 1947; J 1940) Chief Plant 
Engr., Northwest Airlines. Inc., Holman Airport, 
StHhiul 1, and •719 W. I^rkview Ave., St. Paul, 
Minn. 

painter, D, Howard (M 1943) Mfr. Repr.. 
8031 Manor Rd„ Rt. 7, Kansas City 5, Mo. 
PALMER, E. M, (A 1944) Asst. Gen. Sales Mgr., 

• Kewanee Boiler Corp., 436 S. Chestnut St., 
ICewanee, lU. 

palmer, Jack C, (S 1948) Student. A. & M. 
College of Texas, • Box 1426 College Station. 
Texas, and 426 Pine St,, Ranger, Texas. 
PALMEiL Newton A. {M 1946) Special Appl. 
Engr., • Eureka Williams Corp., and 204 W, 
Emerson St., Bloomingtotb Itt. 


PALUMBO, Bernard F. (A 1943; 7 1941) Foster- 
Plumbing. Heating, Air Conditioning Co., 62 
Foster Sq., Bridgeport 8, Conn. 

PANAR, David (A 1946') Lecturer, University of 
Alberta, Dept, of Civil Engrg, and • lU36--88th 
Ave., Edmonton, Alta., Canada. 

PANGBORN, Clarence a. (M 1944) Cons. Engr.. 

• 312 2nd & Cherry Bldg., Seattle 4. and 716 
Bellvue N.. Seattle, Wash. 

PAOUET, J, M. (A 1940; 7 1930) Engr., • J, A. Y. 
Bouchard, Inc., 97 Abraham Hill, and 9 Bois 
Joli, One., Canada. 

PARENT, Harold M. (M 1938) Partner, • Parent 
& Kirkbride, N.W. Cor. Fourth and Locust St., 
Philadelphia 6, Pa., and 49 Wildwood Ave., 
Pitman, N. J. 

PARIZEAULT, J. A. Rolland (A 1944) Supt., 
J. & C. Brunet, Ltd., 1093 St. Lawrence Blvd., 
Montreal, and •4569 Gamier St., Montreal 1, 
Que.. Canada. 

PARK, Harold E. (A 1938; 7 1936) Sales Engr., 

• Shaw-Vfrkins Manufacturing Co., 201 E. Car- 
son St., Pittsburgh 19. and 106 W. Littlewood St., 
Etna, Pittsburgh 23, Pa. 

PARK, Janies A. (4 1947) Htg. & Vtg. Engr., 
U. S. Rubber Co., Detroit, and • 18453 Wooding- 
ham Dr., Detroit 21. Mich. 

PARK, J. Frank (M 1937; A 1936; 7 1930) Pres., 

• Western Air & Refrigeration, Inc., 1819 Glen- 
dale Blvd., and 2100 Kenilworth Ave., Los 
Angeles 26. Calif. 

PARK, Nicholas W. (M 1930) Heintz Manu- 
facturing Co., Front and OIney Ave., Philadelphia, 
and eSOO Jericho Rd.. Abington, Pa. 

PARK, Paul S., Jr. (A 1947) Mgr., Kngrg. Service 
^Dept., A. M. Byers Co.. 1810 Clark Bldg., and 

• 1304 Straka St., Pittsburgh, Pa. 

PARKANS, Lloyd M. (7 1947; 5 1945) Sales 

Engr., Standard Plumbing Supply Co., Inc., 121 
N. Wash. Ave., and •527 Oak St. S.E., Minne- 
apolis, Minn. 

PARKER Dudley F. (M 1946) Eastern Repr., 
Illinois Engineering Co„ 480 Broad St., Newark 
2, N. J. 

PARKER, Garrett S. (A 1947) Sales Engr., C. A. 
Dunham Co„ Chicago, HI., and • 117 Atlanta 
Rd„ Oak Ridge, Tenn. 

PARKER, Herbert E. (M 1943) Engr., Bethlehem 
Steel Co., Central Tech. Dept., East Howard St., 
Quincy 69, and *74 Sealund Rd., North Quincy 
71, Mass. 

PARKER, Richard A. (A 1938) Pres.. • Parker 
Building Specialties, Inc., 1006 Howard St., San 
Francisco 3, and 220 El Camino Real, Burlingame, 
Calif. 

PARKER, Travis S. (S 1947) Air Cond. Engr.. 
Frigidaire Sales Corp., 2601 W. Seventh St., and 

• 6444 Drury Lane, Ft. Worth, Texas. 
PARKINSON, John S.* (A 1940) Research Engr., 

^hns-Manville Research Laboratories, Manville, 

parks, Charles E. (M 1937) Pacific Coast Mgr., 

• Ilg Electric Ventilating Co., 816 W. Fifth St.. 
Los Angeles 13, and 7257 Hollywood Blvd., Los 
Angeles 46, Calif. 

PARMELEE, George V,* (Af 1945) Research 
Fellow, American Society of Heating & Ventilating 
Engineers Research Lab., 7218 Euclid Ave., 
Cleveland 3, and • 94 Solon Rd., Chagrin Falls, 
Ohio. 

PARODI, Hippolyte (M 3948) Cons. Engr., 
Syndicat National de la Construction Elec- 
trique. 14 Rue de Magdebourg, and • 12 Avenue 
Alphand, Paris, France. 

PARRl, Idwal W, (A 1945) Foreman, Calibration 
Dept,, Perfex Corp., 600 W. Oklahoma Ave,, and 

• 2516 fix Morgan Ave., Milwaukee 7, Wis. 
PARROTT, Lyle G. (M 1922) Member. Snyder 

& McLean Engrs., 2214 Penobscot Bldg., Detroit 
26, and • 3788 Gladstone, Detroit 6, Mich. 
PARSONS, Lawson G. (A 1945) Mgr,, Wholesale 
Plbg. and Htg. Dept., York Corrugating Co., 
Adams St. and W, M. R. R., and #436 Linden 
Ave., York, Pa. 

PARSONS, Leonard D., Jr. (A 1940) Chief Engr., 

• The IJykes Co., Inc., 1012 Market St., and 245 
Pennsylvania Ave., Shreveport, La. 

PARSONS, Rofter A. (A 1942;7 1933) Htg. Engr., 

• Board of Water & Electric Light Commia- 
sionera, 114-16 W, Ottawa St., and 2609 Clifton 
5U LanBitig, Mich, 
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PARTLAN, Robert L. (A 1946; J 1940) Chief. 
Mech. Oedgn Sect., U. S. Engineer Office, Man- 
ihattan Engineer District. Oak; Ridge, Tenn., and 

• 14265 Arlington Ave., Detroit 12, Mich. 
PARVIS, Ralph S. (M 1938) Aest. Mgr., Motor 

Fud Div., Diamond Ice & Coal Co,. 827 Market 
and • 1310 Lovering St., Wilmington, Del. 
PASEK, Leonard E. (M 1944) Prod. Engr., 

• Kimberly-Clark Corp., Neenah, and 321 E. 
Brewster St^ Appleton, Wis. 

PASIA0IS, Fedon H. U 1945) Air Cond. Engr., 
The Austin Co., 16112 E. Euclid Ave.. Cleveland, 
and • 1866 HUlside Rd., East Cleveland 12, Ohio. 
PASTCUR, Hu|i W. (M 1943) Export Mgr., 

• J. E. Hall, Ltd., Dartford Ironworks, Dartford, 
and Eairseat House, Fairseat, Kent, England. 

PASTOR, John C. (M 1938) Design Engr., 

• Room 818, Graham Bldg., Jacksonville 2, and 
K. 1091 Talbot Ave., Jacksonville 6, Fla. 

PATERSON. Rollin O. (A 1946} Field Engr., 
Fisher Body Div„ Works Engineering Dept., 3044 
W. Grand Blvd., Detroit 2, and • 169 Ardmore 
Dr., Detroit 20. Mich. 

PATORNO. Sullivan A. S. (M 1923) Head of 
Organization. Sullivan A. S. Patorno, Cons. Engrs., 
101 Park Ave.. New York, N. Y. 

PATRICK, Arthur L. (A 1946) Htg. and Plbg. 
Contr., •36-41 State St., and 6 Swift St. Ex., 
Auburn, N. Y. 

PATRICK. Georfte P. (J 1945) Chemical Engr.. 
Bakelite Corp., River Road. Bound Brook, and 

• 91 Brookside Ave,. Apt. 2B, Somerville, N. J. 
PATRICK, Horace M. (M 1945) Cons. Engr., 

20 Olcott Ave., Bernardsville, N. J. 

PATTEN, Jf. Elverton (M 1945) Assoc. Engr., 
•Arthur G. Stout & Assoc., 400 W. Madison St.;*^ 
Chicago, and 338 N. Stone Ave., LaGrange. III. 
PATTEN, Joseph R. (M 1947) Br. Mgr., •The 
Powers Regulator Co., 627 N.W, Second St , and 
6801 Northwest 50th, c/o Warr Acres. Oklalioma 
City, Okla. 

PATTERSON, Frank H. (M 1942) Sales Engr., 
Hoffman Specialty Co„ and Feddeis-Quigan 
Corp., 1172 Yorkshire, Grosse Pointe 30, Mich. 
PA'ITERSON, G. P. (M 1939) Vice-Pres.. Hag- 
gerty, Inc.. 805 Morgan St., P. O. Box 2971, 
Tampa 1, Fla. 

PATTERSON, Howard V, (A 1945) Owner, 

• American Engineering Co., 4114 Pennsylvania, 
and 4112 Pennsylvania, Kansas City 2, Mo. 

PATTERSON, James C. (M 1945) Dir. of Sales. 
Indus. Htg., Carrier Corp., and ♦ 206 Robineau 
Rd., Syracuse, N, Y. 

PATI'ERSON, Joseph C., Jr. (A/ 1944) Appl. 
Engr., sLarDel Conveyor & Manufacturing Co., 
410 Washington Bldg., 15th and G, Washington 
6, D. C., and 2414 Taylor Ave%, Alexandria, Va. 
PATTERSON. Ralph A. (A 1943) Gen. Sales 
Mgr., • Bell & Gossett Co.. 8200 N. Austin Ave., 
Morton Grove, and 1218 Mulford St., Evanston, 111. 
PATTIZ, Geue B, (J 1948) Design Engr., General 
Installation Co., 2234 Olive St., St. Louis 3, and 
•3026a* Union Blvd., St. Louis 16, Mo. 

PAUL. Dean W. (A 1944) New York Mgr., 
Sterling Electric Motors, Inc., 41 Park Row. 
New York 7, and eMO Cabrini Blvd., New York 
83, N, Y. 

PAUL. Donald L (M 1936; J 1932) • Gurney 
Foundry Co., Ltd., 4 Junction Rd., and 264 
Lawrence Ave. E., Toronto, Ont., Canada. 

PAUL, Lawrence O. (A 1947) Vice- Pres., • Naro- 
wetz Htg. & Vent. Co„ 1722 Washington Blvd., 
Chicago 12, and 6730 N. Avers Ave., Lincoln- 
wo^. 111. 

PAULDING, Lewis G. (M 1944) Mgr., Heat 
Dept., aLong Island Lighting Co., 211 Fulton 
Ave., Hempstead, L. L, and Box 1083, Btight- 
waters, N. Y. 

PAULEY. Rotxart D. (A 1944; J 1940) Dvlpt. 
Engr., • Weyerhaeuser Timber Co., and 1503-25th 
Ave,, Longview, Wash. 

PAULEY, William N, (A 1947) Chief Engr., Farr 
Co., 2615 Southwest Dr., Los Angeles, ana •11126 
Flrmona Ave., Inglewood, Calif. 

PAULSON, Owen D. (A 1945) Engr., General Air 
Conditioning 3c Heating Co., 2001 Peialta St., 
Oakland, and • 1804 Nason St., Alameda, Calif, 
PAYEY, ^hmrlea A. (M 1937) Branch Mgr., 

• B. F. Sturtevant Co,, Div. of Westlnghonse 
Electric, 812 Michigan Bldg., Detroit 26, and 
15778 Asbnry i^l^Dctrolt 27, Midi. 


FAWKETI', Lawrence 8, (A 1938) Mech. Engr., 

• L. S. Pawkett & Co., 810 Insumnce Bldg., San 
Antonio 5, and 1007 W, Magnolia Ave., San 
Antonio 1, Texas. 

PAYNE. Raymond L. (A 1944) Partner. Air Flow 
Heating Co.. 1409 Platte St., Denver 2, Colo. 
PAYTON, John P, (M 1944) Sales Engr.. • Minne- 
apolls-Honeywell Regulator Co., 1007 N. Meri- 
dian, Indianapolis, and 3636 N. Meridian No. 308. 
Indianapolis 8, Ind. 

PEACOGK, Glenn S. (M 1939) Htg. Engr., 
University of Pittsburgh, Pittsburgh 13, and • 111 
Elmont St.. Crdton P. O. No. 6, Pittsburgh, Pa. 
PEACOCK, Herbert (M 1940) Diet. Mgr., Carrier 
Corp., 406 I^xington Ave., New York l7, N. Y. 
PEACOCK, WUliam H. (A J946) Owner, •Pea- 
cock Plumbing & Heating Co., 84 Benton St., and 
30 Mary St., Kitchener, Ont., Canada. 

PEARCE, Edward A, {M 1942) Principal, 

• Edward A. Pearce & Partners, Cons. Engrs.. 
Station Approach College Rd., Harrow, and 65 
Blenheim Rd., N. Harrow. Middlesex, England. 

PEARSON, Fred L. (M 1942) Cons. Engr., • 1436 
Majestic Bldg., Detroit 26, and 16517 Steel. 
Detroit 27, Mich. 

PEARSON, Vern E. (A 1946) Supvsr., Service 
Dept., • Minneapolis Gas Light Co., 700 N. 
lAnden, Minneapolis 3, and 6036 South 17th Ave., 
Minne;apo!is 7, Minn. 

PEART. Allen M. (A 1937) Dlst. Mgr,, •Minne- 
apolis- Honey well Regulator Co., 637 Craig W., 
Room CIO, and 6580 Bradford PI., Montreal, Que., 
Canada. 

PEARY, Howard W. (A 1946) Factory Engr., 
McDonnell-Miller, 120 Boylston St., Boston 16, 
Mass., and ^23 W. Lawn Rd., Livingston, N. J. 
PEASE, Leon W. (/ 1947) Engr.. Northern Heat- 
ing & Plumbing Co., and •Olivia, Minn. 

PECK, Henry E. (A 1938) Cons. Engr., D. M. 
McBean Co., 316 Alexander St., Rochester, and 

• 73 Potter PI., Fairporl, N. Y. 

PECK, Joseph W. (A 1947; J 1946) Mech. Engr., 
Kroeschell Engineering Co., 215 W. Ontario St., 
Chicago. 111., and •409 Cherry St., San Fran- 
cisco 18, Calif. 

PECK, Robert E. (Af 1943) Vice-Prea., •The Peck 
Hannaford & Briggs Co., Cor. Sycamore and Court 
St., and 980 Avondale Ave., Cincinnati, Ohio. 
PEEBLES, John K., Jr. (A 1926; J 1924) Chief 
Engr., Partner, Baakervill & Son, Archie., 2202 
‘Central National Bank Bldg., Richmond 19. and 

• 1708 Park Ave,, Richmond 20, Va. 

PEGG, Edward H. R. (A 1943) Mgr., Electrical 
Dept., Aerotec Co,, 01 Westchester Ave., White 
Plains, and • 18 Austin Pl„ Port Chester. N. Y. 
PEISER, Maurice B. (M 1946; / 1937) eNatkin 
& Co., 1015 Sampson St.. Houston 8. Texas. 
PELLEGRINI, Louis C. (M 1939) Vice-Pres.. 
Mario Coil Co., 6136 Manchester Ave., and 

• 6649 Murdoch St., St. Louis, Mo. 

FELLER, Leonard (A 1942; J 1934) Indus. 

Engr., • United Engineers and Constructors, Inc., 
1401 Arch St., Philadelphia 5, and Lakeside Apts., 
Melrose Park, Pa. 

PELLETIER, L. E. (A 1946) ExeC. and Tech. 
Advisor, Bridgeport Brass Coj;, 30 Grand St.i 
Bridgeport, and ejustamere Farm, Newtown, 
Conn. 

PELLMOUNTER, Thomaa (A 1936) Mfrs. 
Agt. for Electric Motors, Johnson-Pellmounter, 
903 McGee St.. Kansas Qty 6, and oSSOS Euclid 
Ave., Kansas City 8, Mo. 

PELLMOUNTER, T. V. (A 1940; J 1938) Sales 
and Appl. Engr., • tohnson-PeUmounter. 903 
McGee St., Kansas City 6, and 4118 Mercier 
St., Kansas City, Mo. 

PENAFEATHER, John C. (A 1948) Conatr, 
Supt., Carrier Com., #820 Reynolds Arade, and 
223 Arnett Blvd.. Rochester, Y* 
PENDLETON, M. % (M im) DUU M|tr„ 

• Armstrong Cork Co., 822 Genesee Bldg., 
Buffalo 2, and 92 Hawkins Av«.f Hambutg, N, V. 

PENNEY, Gaylord (M 1938) Georgfe Westing- 
house Prol, of Engrtf,, a Catiieirie Institute of 
Technology, Pittsburgh 1$, and 171 Orchard Rd.. 
Wllkinsburg. Pittsburgh 21, Pa, 

PENNINGYW, Neat A. XM m© Resehr*^ 
Dvlpt. and Constt. Engr^ 786 N* Eucid Ave., 
and #2707 K. Eighth St>, Tucson, Arl*^ 
»ENNOCX, W. B. 
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P£R£Z« WUliam M. (A 1047) Factory Repn. 
Autosaa Co„ 2158 W. Fullerton Ave., Chicago, 

111., and • 16 Cherry St., Perry, N. Y. 

PBRHAM, Stanley H. <M 1044) Mech. Engr.. 

Ammerman^Davis-Stout, Inc., 912 K. P. Bldg., 
Indianapolis, and • 4507 Carrollton Ave.. Indla> 
napolis 5, Ind. 

PERKINS, Stanley H. (A 1945) Dist. Mgr., 

• Minneapolie*Honeywell Regulator Co., 16 
State St., Rochester, and 282 Farmington Rd., 
Rochester, N, Y. 

PERRAS, George E. (M 1936) Mgr.. Htg. Div., 

• Thomas Robertson & Co.. Ltd.. 262 Craig St. 
W., and 6915 Christophe, Colomb St., Montreal. 
Que., Canada. 

PERRY. Charles E. (A 1946) Branch Mgi.. 

• Westinghouse Elec. Corp.. Sturtevant Div.. 
1006 Commerce Trust Bldg,, and 6103 Grand Ave., 
Kansas City, Mo. 

PERRY, Harold E. (A 1947) Combus. Engr., 
Socony Vacuum Oil Co., Inc., Bear & Solar Sts.. 
Syracuse, and • 129 Orvilton Dr., DeWitt, N. Y. 
PERRY, Lester L. (A 1944) Commercial Sales 
Mgr., Frigidaire Div., Denver Branch, General 
Motors Corp.. and • 1421 Gilpin St., Denver, Colo. 
PERRY, M, Arthur (M 1944) Supt. of Maint, and 
Bldgs., • DePauw University, 5 Larrabbee St., 
and 628 E. Anderson St., GrcencasCe. Ind. 
PERSSOK, N. Bert (M 1937) Cons. Engr., Food 
Service Equipment Engineering, 1560 W. La> 
penter Ave., St. Paul, and • 1418 Simpson St., 
St. Paul 4, Minn. 

PESTERFIELD, C. H. (M 1938; J 1936; 5 1932) 
Assoc. Prof, of Mech. Engrg., • Michigan State 
College, Dept, of Mech. Engrg., and 142 Gunson 
St., East Lansing. Mich. 

PETERKIN, Stuart M. (M 1943) Pres.. Michael 
Stuart Co., Ltd., 116 Bloor St., West Toronto, and 

• 46 Lake St., St. Catherines, Ont., Canada. 
PETERS, Brica G. (M 1948) Pres., The Schape 

Manufacturing Co., • 17 East 22nd St., and 1638 
Narthwick Ct.. Baltimore, Md. 

PETERS, Charles J, (A 1946) Pres., Building 
Service Co., Inc., 1707 Court Square Bldg., 
Baltimore 2, and • 902 Kingston Rd., Stoneleigh 
Baltimore Co. 12, Md. 

PETERS, Herbert H, (M 1947) Instructor, 
Milwaukee School of Engineering, Milwaukee, 
and •2168 North 62nd St., Wauwatosa 13, Wis. 
PETERS, William F„ IH (A 3947) Proj. Engr.. 
Anemostat Corporation of America, 10 East 39th 
St., New York, and •26 Croydon Dr., Merrick, 
U U N. Y. 

PETERS, William S. (M 1944) Pres. & Gen. 
Mgr., aA. J, Peters & Son, 634 Stockton Ave.. 
and 1489 Shasta Ave., San Jose, Calif. 
PETERSENt GhrUtian P, (A 1 937) • Petersen 
Sheet Metal, 3746 Cedar Ave., Minneapolis 7, 
and 4000 Cedar Ave., Minneapolis, Minn. 
PETERSEN, Richard J. (M 1946) Supvsr. of 
Research, • Utility Appliance Corp., 4861 S. 
Alameda St., Los Angeles 11, and 1311 West 93rd 

51., Los Angeles 44, Calif. 

PETERSEN. Robert W. (A 1947) Asst. Htg. Mgr., 
Bell Plumbing & Heating Co.. 1228 E. Evans 
Ave., and •2116 S. Gilpin St„ Denver lO, Colo, 
PETERSON, B. G. (M 1943: A 1941) Owner, 
B. G. Peterson Co., 408 South 19th, Omaha 2, 
and •6236 Florence Blvd., Omaha 11, Nebr. 
PETERSON, Carl M. F.* (M 1986) Supt. of 
Bldgs, and Power, • Massachusetts Institute of 
Technology, 77 Massachusetts Ave., Cambridge 
39, and 74 Cutter Hill Rd.. Arlington 74, Mass. 
PETERSON, Glnranee L. (M 1938) Branch Mgr.. 

• Minneapolia-Honeywell Regulator Co., 1136 
Howatd San Francisco, and 2 Indian Rock 
Path, Berkeley, Calif. 

PETERSON, Pu Wayne J. {M 1940) Sales Mgr^ 
Htg, Controls Div., Central Zone, • Minneapolis* 
Honeywell Regulator Co„ 416 Brainard St., 
tletrolt 1, and 16819 Cranford Lane. Grosse 
Pointe 80, Mich. 

PtTEkiSON* Hans P, (A 194d: J 1939) Chief 



PETERSON, John E. (M 1944) Editor, American 
Artisan. Keeney Publishing Co., 6 N. Michigan 
Ave., Chicago 2, and • 1108 Curtiss St.. Downers 
Grove, 111. 

PETERSON. J, Raymond (A 1941; J 1940) 
Gausman & Moore, Cons. Engrs., E-502 First 
Nat’l. Bank Bldg., St. Paul, and •656 Clear Ave., 
St. Paul 6, Minn. 

PETERSON. Neil H. CM 1937) Owner. ♦Neil H. 
Peterson Co., 1129 Folsom St., and 2-].8th Ave., 
San Francisco, Calif. 

PETERSON. Robert W. (A 1947) Designer. 

• Office of J. Donald Kroeker, 402 Failing Bldg,, 
Portland 4, and 630 Northwest 23rd, Portland 
10, Ore, 

PETERSON. SterUng D. (A 1930) Branch Mgr,, 

• Johnson Service Co„ 811 Colman Bldg,, 
Seattle 4, and 6051 Prince St., Seattle 6, Wash, 

PETERSON, Walter E. (M 1941) Htg. Engr., 
International Harvester Co., Indus. Engrg. and 
Constr. Div., 180 N. Michigan Ave., Chicago 1, 
and •6240 N. Kimball Ave,, Chicago 26, 111, 
PETRINEC, Julius R. (J 1946) Jr. Engr., The 
Hydro Electric Power Comm, of Ont., 620 Uni- 
versity Avii., and •214 Beatrice St., Toronto, 
Ont., Canada. 

PETOONIS. Albert (J 1945) Engr., Carrier Corp,. 
642 Buhl Bldg.. Detroit 26, Mich, 

PEl'T, Alfi dd W. CM 1942) Dist. Mgr., The Lamb 
Electric Co., 60 Balsam St., Providence 5, R. I. 
PETTINGELL, John M. (A 194.5) Sales Engr., 

• 201 Devonshire St., Boston 10, and 40 Temple 
St., Belmont, Mass. 

PETTIT, Ernest N., Jr. (M 1937) Chief Mech, 
Engr., Wyatt C. Hedrick. Archt. Engr., 904 Fort 
Worth Ave., and •4223 Avondale, Dallas, Texas. 
PEITY, Arthur V. (A 1947) Mgr,, •Graves 
Refrigeration, Inc., 811 Peachtree St. N.E., At- 
lanta 3, and 627 Harold Ave. N.E., Atlanta, Ga. 
PETTY, Charles E. (A 1939) Vice-Pres. in charge 
of Engrg., ♦ Page Air Conditioning Co., Inc,, 220 
S. College St., and 2120 Providence Rd., Char- 
lotte. N. C. 

PEXTON, Frank S. (A 1936) Indus. Engr., 

• Kansas City Gas Co., 824 Grand, and 304 East 
70tii Terrace, Kansas City, Mo. 

PEYREK, Theodore R. (M 1946) Sales Mgr., and 
Chief Engr., L. J. Wing Manufacturing Co., 164 
West 14th St., New York, and • 321 Dickie Ave., 
Staten Island 2, N. Y. 

PFAU, Alfred C. (A 1947) Partner. • Pfau- Vogel 
Co., 31 E. Georgia St., Indianapolis, and 414 W. 
Riverside, Jeffersonville. Ind. 

PFEIFER, Victor A. (A 1947) Supt., Acme Metal 
Works. 2141 N. Williams, Portland 12, and • 
7932 Southeast 45th Ave.. Portland 2, Ore. 
PFEIFFER, David C. (M 1940) Cons, Engr,, 
8516 St. Johns Dr., Dallas, Texas. 

PFEIFFER, Frank F. (M 1938) Indus. Engr., 
United Engineers & Constructors, Inc., 1401 Arch 
St., Philadelphia 6, and • 7421 Sommers Rd., 
Philadelphia 38, Pa. 

PFEIFFER, George R. (A 1945) Estimator, 

• Harrigan & Reid Co., 1365 Bagley Ave., Detroit 
26, and 1441 Canton Ave., Detroit 7, Mich. 

PFEIFFER, J. Fred (M 1946) Regia. Engr. and 
Plbg. and Htg. Contr.. 963 Louisa St., Williams* 
port 4, Pa, 

PFISTER, Van Alen (A 1942) Sales Engr., 
McDonnell & Miller, 361 W. Superior St., and 

• 2212 Bennett Ave., Evanston, 111. 

PFRIEM, Peter G, (A 1937) ^les Engr., Clayton 

& Lambert Mfg. Co., 1701-1715 Dixie Highway, 
Louisville 10, Ky„ and •2631 Burnet Ave., Cin- 
cinnati 19, Ohio. 

PFUHLER, John L. (A 1925; J 1923) Plbg. and 
Htg. Contr., 600 Manor Rd„ Port Richmond 2, 
S. L, N. Y. 

PHELAN, James H. (M 1945) Engr. & Estimator. 
Morris A. Fierberg, 242 Trumbull St., Hartford, 
arid • “Overlook.” Lake St., Columbia, Conn. 
PHERIGO, Faun Stephens (A 1944) Htg. Dept., 
Indianapolis Power & Light Co., 17 N. Meridian 
St., Indianapolis 6, and • 5124 Maple Lane, 
Indianapolis 1, Ind. 

PHILIP, WUUam (M 1937) vSales Engr., Standard 
Sanitary 8c Dominion Radiator, Ltd.. 800 Lans- 
downe Ave., and • 6 Barbara-Cfescent, Toronto, 
Ont„ Canada. 

PHXLIPPI, Joseph J, (M 1939) Mgr., •Johnson 
^rvioe Co.. 1356 W* Washington Blvd., and 
7930 S. Wood Si.. Chicago. 111. 
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PHILLIPS^ Charles R. (A 1945) Factory Planning 
Engr., • Northern Electric Co., Ltd., 1261 Shearer 
St., P. O. Box 369. and 4272 Beaconsfield, Mon- 
treal. Que., Canada. 

PHILLIPS, D*Arcy E. (A 1946) Design Engr., 
Newport News Shipbuilding & Dry Dock Co., 
•^101 Washington Ave., and • P. O. Box 674, 
Newport News, Va. 

PHILLIPS. Eric G. (M 1947) Partner. E. G. 
Phillips Son and Norfolk, Arskus House. 26, 
Annesley Grove, and • “Stonesby,” 14 Balmoral 
Rd.. Nottingham. England. 

PHILLIPS, Henry W„ Jr. (5 1946) Student, 

• I'exas A. & M. College. Box 212, College Sta- 
tion, and 505 W. Fifth, Texarkana, Texas. 

PHILLIPS, Leonard R. {M 1946) Dir. of Re- 
search, Anemostat Corporation of America, 10 
East 39th St., New York 16, N. Y., and •266 Elm 
Ave., Teaneck, N. J. 

PHILLIPS, Leonard S. (A 1944) Asst. Secy., 

• New York Steam Corp., 130 East 15th St., 
New York 3, and 25 Wendt Ave., Larchmont, 
N. Y. 

PHILLIPS, Maurice E. (M 1944) Mgr.. Air Cond. 
and Htg. Div., • United Electric Service. 907 
Louisville Ave., and Kt. 3. DeSiard Rd.. Monroe, 
La. 

PHILLIPS, Raleigh C., Jr. (5 1946) Student. 
The David Ranken Jr. School of Mechanical 
Trades, 4431 Finney Ave., St. Louis 13. and •5077 
Minerva Ave., St. Louis 14, Mo. 

PHILLIPS, Ralph E. (M 1936) Cons. Mech. and 
Elec. Engr., 816 W. Fifth St.. Los Angeles 13, 
Calif. 

PHILLIPS. Ralph W. (A 1946) Sales Engr.. Shelby 
Skipwith, Inc., 972 Union Ave., and • 2667 
School St., Memphis, Tenn. 

PHILLIPS, Richard F. (S 1946) Student. •Texas 
A. & M. College, Box 1622, College Station, and 
1009 E. College St.. Seguin, Texas, 

PHILLIPS, Robert H. (A 1941 ; J 1938) Engr., 

• Carrier Corp., 1500 S. Santa Fe Ave-, Los 
Angeles 21, and 2006 Sierra PL, Glendale 8, Calif. 

PHILLIPS, Walter L. (A 1938) Lt. Col., Air 
Corps, and •320 Forest Dr., Falls Church, Va. 
PHIPPS, Frederick G. (M 1930) Vice-Pres,. 
Preston- Phipps, Inc., 637 Craig St., and • 6431 
Earnsclifle Ave., Montreal 29. Que., Canada. 
PICKETT, Clinton A. (M 1946) Mgr . Chicago 
Branch Office, • The Herman Nelson Corp., 222 
W. Adams St., Chicago 6, and 300 Arlington Rd., 
Itasca, 111. 

PIEKSEN, Georfte W. (M 1944) Sales Repr., 

• Sarco Co., Inc., & Spence Engineering Co., 3020 
Olive St., St. Louis 3, and 7017 Waterman Ave., 
University City 5, Mo. 

PIERCE, Conway (M 1947) Mech. Engr., 

• Transportation Bldg., Detroit 26, and H30 
Parker Ave,, Detroit 14, Mich, 

PIERCE, Edftar D. (A 1946) Sales Engr., •Harold 
E. Peterson, 1360 Elwood St., Los Angeles 21, 
and 2706 West 84th St., Inglewood, Calif. 
PIERCE, H. Charles {M 1946) Asst. Mgr., Air 
Cond. Div., •Servel, Inc., and 847 E. Gum St., 
Evansville, Ind. 

PIERCE, Joseph D. (A 1946; J 1942) Research 
Engr., • Crane Co., 836 S. Michigan Ave,, Chicago 
6, and 72S}4 Hinman Ave., Evanston, 111, 

PIERCY, Arthur K. (A 1947) Mech. Engr., 

• Green Blankatein Russell & Assocs., 310 Time 
Bldg., Winnij^g. and 176 Greendell Ave., St. 
Vital, Man., Canada. 

PIERPOINT, Harry Y. (A 1943) Owner, • J. A. 
Pierpoint, 3564 Appleton St. N.W., Washington 
8, D. C. 

PIETSCH, Herman A, (M 1946) Chief Engr., 
Heater Sect., • Dravo Corp., 300 Penn Ave., 
Pittsburgh, and 894 Heckler Dr., Pittsburgh 20, 
Pa. 

PILLEN, Harry A. (A 1933) Owner, •Harry A, 
Pillen Co., 626 Broadway, CmcinnaU 2, and 2124 
Crane Ave., Cincinnati, Ohio. 

PINDELL, William R. (A 1947) Mgr,.#North- 
weet Foundry & Fturnace Co., 2346 S.E. Glad- 
stone St., Portland 2, and 3739 N.W. Thurman 
St.» Portland, Ore. i 

PlHEAtl, Maurice B. (M 1946) Engr., Valve, 
Fitting and Engrg. Dept»« a Crane, Ltd., 1170 
Beaver Hall Sq., Monti^ 18, and 3624 Perraa 
Blvd., Montreal N.^ MonUm, Que„ Canada. 


PINES, Sidney <M 1920) Pres., •Pines Engi- 
neering Co., 1831 Clarence St.. Dallas 1. and 3541 
Bryn Mawr Dr., Dallas 6, Texas. 

PINK, WUson V. (A 1947) Research Engr., The 
Miller Co., Meriden, and • 10 Lacey Rd., South- 
ington, Conn. 

PINKERTON, John B. (M 1945) Partner. • Dolby 
& Williamson, 147 Victoria St., Westminister, 
London, S.W. 1, and 46 Nortbways, Swiss Cottage, 
Hampstead, London, N.W. 3, England. 

PINNEY, Theodore M. (M 1942) Engr., Austin 
Co., Cleveland, and • 1888 Wymore. East Cleve- 
land 12. Ohio. 

PINTER, Joseph L. (A 1946) Industrial Instru- 
ments. Inc., 17 Pollock Ave., Jersey City 6. and 

• 60 Laurel Hill Rd., Mountain Lakes. N. J. 
PIPER, Donald D. (A 1946) Secy.-Treas., 

Norman Products Co., 1160 Chesapeake Ave., 
Columbus 8, Ohio. 

PIRRUNG, Richard W. (M 1944) Engr.. The 
Huffman-Wolfe Co.. 669 N- High St., Columbus 
16 and • 409 Brevoort Rd , Columbus 2, Ohio. 
PISKE, Richard A., Jr. (J 1947) Engr., Carrier 
Corp., 300 Ivy St. N.E., and • 1433 Emory Rd. 
N.K.. Atlanta, Ga. 

PISTLER, Willard C. (M 1934) Cons. Engr., 
Leverone Bldg., 4 W. Seventh St., Cincinnati 2, 
and • Orchard Lane and Crestview Ave., Cincin- 
nati 13, Ohio. 

PIZER, M. Morton (A 1943) Htg. Engr., 0 237 
West 26th St., New York 1. and 109-36-l20th 
St.. South Ozone Park 20, N. Y. 

PLAMONDON, Sarto R. (A 1944; J 1943) Engr.. 
Div. of Indus. Hygiene, • Ministry of Health, 
1570 St. Hubert St., Montreal, and 2267 Melrose 
Ave., N. D. G., Montreal 28, Que., Canada. 
PLANK, Guy W. (A 1947) Western Diet. Sales 
Mgr., L. J. Mueller Furnace Co., and • 1633 
Clement St., San Francisco 18. Calif. 

PLASS, Raymond B. (A 1947) Chief Engr., Ray 
Oil Burner Co., 401 Bernal Ave., San Francisco 
12, and • 1803 Oxford St., Berkeley 9, Calif. 
PLATTS, E, M. (A 1944) Vice-Prea., Toy Manu- 
facturing Co., 333 Oliver Bldg., Pittsburgh, and 

• 6 Lawson Ave., Crafton, Pittsburgh 6, Pa. 
PLATZ, John F. (A 1940) General Mgr., •Do- 
mestic Heat & Equipment Corp,, 3990 Memorial 
Shoreway, Cleveland, and 1739 Holyoke Ave., 
East Cleveland, Ohio. 

PLAYER, Frank A. (A 1946) Mgr., Atlanta 
Branch, oMehring & Hanson Cp., 313 Techwood 
Dr., and 2647 Dellwood Dr. N.W,, Atlanta, Ga. 
PLAlfFAlR, G. A. (A 1924) Mgr.. • Johnson 
Temperature Regulating Co., 670 Queen St. E., 
Toronto, and West Hill, Ont., Canada. 
PLEUTHNER, Richard L. (A 1947; J 1938) 393 
Strain Ave,, Buffalo 16, N. Y. 

PLEWES, Stanley E, (M 1917) Mgr., Philadel- 
phia Branch, •Johnson Service Co., 2853 N. 
Twelfth St., and 341 E. Hortter St., Philadelphia, 
Pa. 

PLOESSER, Herbert M. (A 1947) Engr.. eF. C. 
Evans Co., 4004 Chouteau Ave., St. Louis 10, 
and 4856 Goethe Ave., St. Louis 16, Mo. 
PLOSKEY, Edward J, (A 1948; J 1940) Sgt., U. S. 
Array, 40th Ordnance Co., Aberdeen Proving 
Ground, Md., and • 2367-*32nd Ave., San Fran- 
cisco 16, Calif. 

PLUM, Leroy H. (M 1936: A 1934) Mgr., Control 
System Sales, Warren Webster & Co„ 1626 
Federal St., Camden, N. J. 

PODOLSKE, Arthur R. (A 1938) Pre«.. Mil- 
waukee Metal Products Co., 1737 N. Palmer St., 
Milwaukee 12, Wis. 

POGALIES, Loul® H. (M 1931) Mech. Engr., 
Wilbur Watson & Assocs., 4614 Prospect Ave., 
Cleveland, and • 19272 Coffinberry Blvd., Fair- 
view Village. Cleveland 16. Ohio. 

POGUE, Rbker B, (J 1946) Mech. Engr., • Samuel 
R. Lewis & Assocs,, 100 W, Monroe, Chicago, and 
115 N. Greenwood Ave,, Palatine, 111. 

POHLB, Kenneth F. (A 1947) Pres,, # Hlrsch- 
man-Pohle Co., Inc., LeRoy. and Wyoming. N, Y, 
POLAD, Thomas H. (A 1946;/ 1948) Chidf Ehgr.. 
Rudy Furnace Co., and #201 Sheldon SU 0ow« 
^dac. MiOh. 

roLLAK, Rudolf (M 1937) Chief Engr*. • Roche, 
fdler Pis^ 3rd FL, New York 20, and 860 West 
67th Si., New York. N* Y. 

I^LLARH, Charles H, (A 1944) Owner, oC, H, 
Pbllatd Plumbiiig & H^tlarCd,, m mm Ayeu 
and 143 Mortis St,, Idonts ^ta, Colo, 
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POLLITT, 8. H. {A 1947) Mech. Supt. •Eaton 
Knitting Co., Ltd., John St. N., and 20 Park Row 
S., Hamilton, Ont., Canada. 

POLLOCK, Carl A. (A 1937) Gen. Mgr. and Vice- 
Pres., • Dominion Electrohome Industries, Ltd., 
39 Edward St., and 120 Sterling Ave., Kitchener. 
Ont., Canada. 

POLLOCK. Clancy W. (A 1944) Chief Engr.. 

• Drayer-Hanson, Inc., 3301 Medford St., Los 
Angeles 33, and • 1934 San Francisco, Long Beach, 
Calif. 

POND. William H. (M 1938) Htg. Engr., General 
Cable Corn., Perth Amboy, and • 820 W. Front 
St.. Plainfield, N. J. 

PONDER, Everett A, (A 1939) Owner, Everett A. 
Ponder Co., 3424 Northeast 65th Ave., Portland 
13. Ore. 

PONS. Raymond A. (A 1945) Mgr., Pons & 
Davis, 271-3 Edison St., Salt Lake City 1, and 

• 613 Milton Ave., Salt Lake City 5, Utah. 
POOLE, Joe A, (A 1945) Asst. Gen. Supt., • Asso- 
ciated Mechanical Contr., 7022 S. Main St„ 
Houston 5, and 1406 Lawrence St., Pasadena, 
Texas. 

POPE, Edward F. (A 1945) Business Mgr., 

• CaiTier Corp., 300 S, Geddes St.. Syracuse, and 
lidwards Dr,, Fayetteville, N. Y. 

POPE. S. Austin (M 1917) Pres., •William A. 
Pope Co., 26 N. Jefferson St,, Chicago, and 831 
Ashland Ave.. River Forest, 111. 

PORTE. Cliff E. (A 1945) Mgr., W. A. Case & Son 
Manufacturing Co., 2337 Beecher St., Detroit 13, 
and • 18110 Patton Ave., Detroit 19, Mich. 
PORTER. Carl W. (M 1943) Sr. Mech. Engr.. 
Tech, Div., Mech. Engrg. Sect., •National Hous- 
ing Agency, Sixth and Adams Dr. S.W., Washing- 
ton, D, C„ and 411 Tennessee Ave., Alexandria, 
Va. 

PORTER. Frank (A 1940; J 1944) Owner, 

• Porter Engineering Co., 6311 Georgia Ave. 
N.W., Washington. D. C., and 7717 Chicago Ave., 
Silver Spring, Md. 

PORTER, H. Merwln (M 1945) Pres., • Belden 
Porter Co., 65 North 17th St., Minneapolis 3, 
and 6032 Fremont Ave. S., Minneapolis, Minn. 
PORTER, Huiih T. (A 1944) Pres., W. B. Connor 
Engineering Corp., 114 East 32nd St., New York 
16, and • 12 East 97th St., Apt. lOH, New York 
29. N. Y. 

PORTER. Noel E. (A 1943; J 1938) Lt. (jg). 
U. S. N. R., Navy Dept., Bureau of Ships, T4- 
2084, Washington, D. C., and • 1017-44th St., 
Sacramento, Calif. 

POSEY. James (Life Member; M 1919) Cons. 
Engr., • 10 E. Pleasant St., Baltimore 2, and 4006 
Liberty Heights Ave., Baltimore, Md. 

POSPISIL, Philip J. (M 1947) Field Engr., eThe 
Trane Co» 916 Redick Tower, Omaha 2, and 3418 
PranUin St., Omaha, Nebr. 

POST. Gerald A. (M 1943) Pres., • Engineered 
Equipment Co„ Inc., 20 S. Senate Ave,, India- 
napolis 4, and 3547 N. Grant Ave., Indianapolis 
1, Ind. 

POSTHUMA, Jakobus Age Lykle fA 1948) Sr. 
Estimator and Design Engr., •Air Conditioning 
& Engineering Co. Ltd., 33 Wepener St., and 10 
Stensby Ct„ Johannesburg, Transvaal, South 
Africa. 

POTIER, Oacar N. (M 1946) Managing Partner. 

• Marques & Montciro, Ltd., R. Nova da Trin- 
dade, lih-llk-l3-13a, and Av. Guerra Junqueiro 
5-2®-D**, Lisbon, Portugal. 

POTTEIGER. Charles A. (A 1947) Pres., • Readn 
ing Heater & Supply Co., Inc., Church & Wood- 
ward Sts,, and 1116 Union St., Reading, Pa. 
POTTER, Christopher D. (M 1944) Supt. and 
Engr,, • The Smith-Gibbs Co., 201 S. Main St., 
Providence 3, and 140 Walnut St., East Provi- 
dence 14, R. I. 

POTTER, John R. (A 1989; J 1938) Lt., U. S. 
N. R., Bureau of Ships, Navy Dept., and • 318- 
17th St. N,E., Washington, D. C. 

POTTER, Ralph E. (A 1946) Cons. Engr.. Potter 
Engineering 944 Eye St* N.W., and • 2019 
Eye St. N.W., Apt. 107, Washington 6, D, C. ^ 
POTTS, Amok P. (M 1944) Chief Engr., Logan 
Clay Produoti Co., 859 E. Main St.. Logan, Ohio. 
POTVIN^ Leo J. (A 1948) Owner, •Fenner & 
Potvin, 649 W. Randolph. CbJcago 6, and 114 s. 
Amiigton, Elmhurst, ill. 


POUGHER. Bernard R. E. (A 1948; J 1940) 
Sgt., 110 <EL) A, T. Coy, R. E., and 0 99 Mauldeth 
Rd. W„ Withington, Manchester, England. 
POUJADE. James V. (A 1943) Chief Refrig., 
Vent. & Air Cond. Sect., Hq, Army Air Forces, 
Pentagon Bldg., Washington, D* C., and • 1235 
Alvar St., New Orleans 17, La, 

POUND, Howard W. (M 1941) Mgr., Air Filter 
Div., • American Air Filter Co., 216 Central Ave., 
and Commodore Apartments. Louisville, Ky, 
POWELL, George W., Jr. (M 1938) Indus. Engr., 

• United Engineers & Constructors, tnc., 1401 
Arch St., Philadelphia, and 468 S. Fourth St.. 
Colwyn, Darby, Pa. 

POWELL, Leroy D. (A 1945) Owner, eL. D. 
Powell Construction Co„ 620 Falls Bldg., Mem- 
phis 3, and 3587 Waynoka .A,ve., Memphis, Tenn. 
POWERS, Earl C. (M 1939) Partner, E. C. 

Powers & Son, 135 Arch St., Philadelphia 6, Pa. 
POWERS, F. W. (Life Member; M 1911), (Council, 
1918-19) Chairman of the Board, • The Powers 
Regulate*- Co„ 2720 Greenview Ave., Chicago 14, 
and 900 Castlewood Terrace, Chicago 40, 111. 
POWERS, Lowell G. (A 1937; J 1930) Branch 
Mgr., • Carrier Corp.. 1235 Carew Tower, Cin- 
cinnati 2, and 2 Nita Lane, Cincinnati 8, Ohio. 
POWERS, Robert W. (J 1943; 5 1941) Kngr., 
J. L. Powers, Plbg., Htg,, Elect., Contr,, 227 E. 
Main St., and • Powers' Apt., Bennettsville, S. C. 
POWERS, Rowan E. (A 1946) Asst. Gen. Mgr., 
Sarco Canada, Ltd., 496 Church St., and 0 998 
Logan Ave., Toronto, Ont., Canada. 
POWIT2KY, Calvin E. (A 1946) Asst. Mgr., 
Jamar-Olmen Co., 3114 Canal St., Houston 8, 
and • 903 Live Oak, Pasadena, Texas. 
POWLESLAND, John W. (A 1944; J 1942) Field 
Engr., Canadian Sirocco Co., Ltd., 57 Bloor St. 
W.. Toronto, and ♦ R. R. 3, Woodbridge, Ont., 
Canada. 

POYTHRESS, John D. (A 1946) Engr.. W. E. 
Lewis & Co., 610 Thomas Bldg., and •3410 
Asbury, Dallas, Tcxa.«i. 

PRATS, Sidney N. (A 1946) Partner. •Sidney N. 
Prate Sheet Metal VVorks, 2606 Toulouse St., New 
Orleans 19, and 317 S. Gayoso St., New Orleans, 
La. 

PRATT, Foster J. (M 1937) Pres,, • International 
Federation of Technical Engineers, Architects & 
Draftsmen's Union, Room ^8, 900 F St. N.W., 
Washington 4. and 329 Willard Ave., Washington 
16, D. C. 

PRAWL, Frank E, (M 1940; 7 1936) Owner & 
Mgr., ePrawl Eggineering Co., Barker Bldg., 308 
South 15th St., Omaha 2, and 1712 North 54th 
St., Omaha 4, Nebr. 

PREBENSEN, Harold J. (M 1938) Vice-Pres., & 
Dir., Air Comfort Corp., 816 N. Kostner Ave., 
Chicago 61, and • Meadow Lark Rd,, R. F. D. 1, 
Northbrook, 111. 

PRENTICE, Oliver J. (Life Member; A 1927) Dir. 
of Publicity and Public Relations, • C. A. Dunham 
Co., ^0 W. Madison St., Chicago 6, and 601 Di- 
versey Pkwy., Chicago, 111. 

PRESSEUR, Harry W. (A 1947) Sales & Service 
Engr., Payne Furnace Co., 336 N. Foothill Rd., 
Beverly Hills, Calif., and •2203 Barbee, Houston 

PRESSLER, J. D. (A 1946) Chief of Mech. Engrg. 
Dept., A. M. Strauss, Archt,-Engr., 415 Cal- 
Wayne Bldg., Fort Wayne, and • 1047 Northwood 
Blvd„ Fort Wayne 3, Ind. 

PREWITT. H. B. (A 1939) Asst. Branch Mgr., 

• American Blower Corp., 783 Broad St., Sub- 
urban Station Bldg., and 616 E. Allen Lane, 
Philadelphia, Pa. 

PRICE, Albert Z. (A 1946) Pres, and Treas., 

• The A, Z. Price Co., Inc., 225 Piedmont Bldg., 
and 2232 Avondale Ave., Charlotte, N. C. 

PRICE. Charles E. (A 1933) Secy.-Treas., 

• Keeney Publishing Co., 6 N, Michigan Ave,, 
Chicago 2, and 106 Park Ave., (Glencoe, 111. 

PRICE. Charles F, (A 1943; J 1937) Purch. 
Agent, The Knapp Supply Co.. Ohio Ave. and 
Dudley St., and asOOK University Ave.. Muncie, 
Ind. 

PRICE, Doudlas Oscar (M 1934) Vice-Pres., 

• Price Air Conditioning Co„ Ltd., 738 Dundas 
St. £., Toronto 2, and 38 X^atimer Ave., Toronto 
12. Oiit., Canada. 

PRICE. Eriteat H. (M 1939; A 1937; J 1934t 
5 1982) Cons. Engr,, #222 Bannatyne Ave., and 
181 Caiman Ave., Winnipeg, Man., Canada. 
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PRICE, Frank E. (A 1944) Vice-Pres., Peerless 
Colorado Co., 786 S. Broadway. Denver 9. and 

• Denver Athletic Club, Box 988, Denver 1, Colo, 
PRICE. Phillip M. (J 1948; S 1946) • John H. & 

Earl Hunter, 222 Elizabeth St., and 1407 W. 
Levee St., Brownsville, Texas. 

PRICE. Wilkes C. (M 1943) Pres, and Treas., 

• Price Piping Co., P. O. Box 2285, and 26 
Westover Dr., Asheville, N. C. 

PRIDE. Charles F. (M 1947) Mech. Engr., eThe 
Austin Co., 618 Grand Avenue, and 840 Mac* 
Arthur Blvd., Oakland, Calif. 

PRIDE. Harold R. (A 1943) Control Engr., Boyd 
Engineering Co., 112 W. Granite St., and *520 
S. Amherst, Albuquerque, N. M. 

PRIDE. William B. (A 1945) Htg. and Vent. 
Engr., Boeing Aircraft Co.. Plant Engineering. 
Dept. 434, Seattle 14, and • 136 Southwest 166th 
St., battle 66, Wash. 

PRIEBE. O. Willard (A 1946; J 1945) Assoc. 
Mech. Engr., U. S. Navy, 13th District Hq., 
Seattle 1, Wash. 

PRIEST, Cline Reid (S 1948) Student, Purdue 
University. •208 South St.. West Lafayette, and 
Rt. 2. Greencastle, Ind. 

PRIESTER. Gayle B.* (M 1943; J 1935; S 1934) 
Air Cond. Engr., • Consolidated Gas, Electric 
Light & Power Co., 617 Lexington Bldg., Balti- 
more 3, and 910 Old Oak Rd., Baltimore 12, Md. 
PRINCE. Raymond F. (A 1943; J 1936) Owner, 

• R. F. Prince Co., 93-106 Parker St., Brewer, and 
Burleigli Hill, R. K. D. 1. Bangor. Me. 

PRITCHARD, Henry T. (A 1946) Gen. Mgr.. 

• Robert T. rurves, Ltd., 90 Vine Ave., and 63 
Mason Blvd., Toronto, Ont., Canada. 

PROCTOR, Charles WlUlam (A 1944) Sales 
Engr.. The Conditioning Co., Inc., 19 Herbert PI., 
Newark 4, and • 816 Dixie Lane, Plainfield. N. J. 
PROIE. John (M 1936) Owner. •Prole Bros., 856 
W. North Ave., Pittsburgh 12, and R. D. 10, Box 
306. Broughton Rd., Pittsburgh 11, Pa. 

PRUITT, Clarence H. (A 1944) Air Cond. 
Operator, Allison Division of General Motors 
Corp,, Indianapolis, and* 651 N. Berwick Ave., 
Indianapolis 8. Ind. 

PRUSSING, Ralph L. (A 1945) Cons. Mech. 
Engr., 2712 N. Ninth Ave., and *33 Clark Ave., 
Billings, Mont. 

PRYKE, John K, M. (M 1946; A 1937) Partner, 

• Slocum & Fuller. 714 Fifth Ave,, New York 
19, and 140 East Slst St.. New York. N. Y, 

PRYOR, Albert S. (M 1944) Vent. Engr., Fisher 
Body, Ternstedt Div., General Motors Corp., 
Columbus Plant, Columbus 4, and • 283 Brevoort 
Rd., Columbus, Ohio. 

PUGH, Daniel C. (A 1946; J 1942; 5 1939) Mech. 
Engr., Carbide & Carbon Chemicals Corp., 
McCorkle Ave., and • 1024 Village Dr. S.W., 
South Charleston 3, W. Va. 

PULLUM, Clarence E. (M 1940) Vice-Pres., 

• Bell & Gossett Co., 8200 N. Austin Ave., 
Morton Grove, and 1011 N. Grove Ave., Oak 
Park, lU. 

PULTE, John W. (A 1945) Mfrs. Agent, J. W. 
Pulte Co., 308 Gladstone S.E., Grand Rapids 6, 
Mich. 

PURCELL, Frederick C. (if 1926) Sales Engr,, 
Minneapolis- Honeywell Regulator Co., 415 Brain- 
ard St.. I>etroit 1, and • 18680 Santa Rosa Dr., 
Detroit 21. Mich. 

PURDUE. Frank (if 1943) Chief Engr.. Odhams 
(Watford), Ltd., St. Albans Rd., and •46 Tudor 
Dr„ Watford, Herts, England. 

PURINTON. Dexter J. (if 1944; A 1923) 2166 
Broadway, New York 24, N. Y. 

PYSHER, Maurice W. (A 1944) Sales Mgr., 

• Standard Supply Co., 934 S.E. Sixth Ave., 
Portland 14, and 641 Northeast 79th Ave.. Port- 
land, Ore. 

0 

OOACKENBUSII, John M. (A 1946) Partner. 
Quackenbusb Co., 505 Franklin $t., Buffalo 2, and 

• 610 Linwood Ave.. Buffalo. N. Y. 
QUACRENBUSH, Seelye M. (if 1940) Partner, 

eQaackenbush Co., 505 Franklin St.. BuffsJo 2. 
e^ 251 Parkside Ave., Bu^O. N. Y, 

QU^E, liwyt Jr. (A 1944) Paii^, •William 
Schupp 8r Co., 715 $. Eighth and 2^7 Georgia 
Ave., St; lAJuis Park; Minneapolis, Miiin. 


QUALL, Clarence O. (A 1937) Owner, Ouall 
Plumbing ^ Heating Co., 15 Ninth St„ ana 0 54 
Pearl St.. ClintemviUe. Wls, 

OUEENIN. Martin A. (if 1947) Pres.. aQueenin 
& Co., Inc., 1691 Anthony Ave., New York 67, 
and 273 East 239th St., New York 66, N* Y. 
QUEER. E. R.* (M 1933) Prof, of Engrg. Research 

• Pennsylvania State College, Engrg. Earot. 
Station, and 338 Arbor Way, State College, Pa. 

QUICK, Leroy P. [S 1948) Student. David 
Ranken Jr. School of Mechanical Trades, and 

• 1479 Belt Ave.. St. Louis, Mo. 

QUIGLEY, Miles E. (A 1945) Engr., Harris 

Brothers Plumbing Co,, 217 W. Lake St., Minne- 
apolis, and • Rt. 2, Hopkins, Minn. 

QUIN Charles C. (A 1944) Branch Mgr., The 
Powers Regulator Co., 809 Stuart Ave., Houston 
6, Texas. 

QUINBY, L. B. (if 1946) Indus. Engr., • Houston 
Lighting & Power Co., P. O. Box 1700, Houston 1, 
and 5919 Fordham, Houston, Texas. 
QUINLIVAN, L. P. (if 1947) Appl. Engr., • York 
Corp., 659 E. Sixth St.. Cincinnati 2, and 6807 
Pandora Ave., Cincinnati 13, Ohio. 

QUINN, Joseph J., Jr. (A 1947) Sales Engr.. 
Quinn Bros., Inc., 1712 N. Second St., Phila- 
delphia 22. and •2800 Belmont St., Ardmore. Pa. 
QUIRK. Clinton H. (Life Member; if 1916: 
J 1916) Engr., Htg., Plbg. and Air Cond.. Third 
Naval Command, 90 Church St., New York, and 

• 465 I^>ont St., Hempstead, L. L, N. Y, 

QUIST, Oswald F., Jr. (A 1945) Sales, Air Cond. 

Controls Div., Minneapolis-Honeywell Regulator 
Co., 221 Fourth Ave., New York, and ^76 
Nichols Ave., Brooklyn 8, N. Y. 

R 

RABE, Albert E. (if 1938) Pres., • Carrier 
Engenharia S/A. Caixa Postal 90, and Av. Epitacio 
Pessoa 3738, Apto. 302, Rio de Janeiro, Brazil. 
RABER, B. F.* (if 1937) Prof., Mech. Engrg., 

• University of California, 114 Engineering Bldg., 
Berkeley 4, and 1124 Arch St.. Berkeley 8, CaJif. 

RADOTINSKY, Joseph W. (if 1945) Owner, 

• 312 Commercial Nat’l. Bank Bldg., Kansas 
City 12, and Nearman Rd. and Kimball Ave., 
Kansas City. Kans. 

RAIDER, George K. (A 1944) Mgr., •Multi- 
Vent. Div., Pyle National Co., 1367 West 37th 
St., Chicago 9, and 1825 N. Whipple St., Chicago 
47. 111. 

RAINEY, Hugh D. (A 1945) Pres., • Rainey 
Roofing & Sheet Metal Co., 301 E. Fourth St., and 
622 N. Pearl, Joplin, Mo. 

RAINEY, Norman W. (A 1946) Air Cond. Engr.. 
Danforth Co„ 5820 Centre Ave,, Pittsburgh 6, 
and •R. D. No. 2, Canonsburg. Pa. 

RAINGER, Wallace F. (A 1930: / 1924) Jaros, 
Baum & Bolles, 415 Lexington Ave., New York 
17. and *441 Hawthorne Ave.-, Yonkers 6, N. Y. 
RAINSON, Samuel J. (A 1948; J 1940) Secy.- 
Treas., • Rainson Heating & Plumbing, Inc., 88 
Manor Dr., Great Neck, and 45-12 Glenwood St., 
Little Neck. L. I.. N. Y. 

RAISLER, Robert K. (if 1941; A 1933; J 1930) 
Raisler Corp., 129 Amsterdam Ave., and • 38 East 
85th St., New York, N. Y. 

RALSTON, Ernest E. (A 1946) Partner, SD. M. 
Allen Co.. 101 B. M. A. Bldg., and 4112 Penn St., 
Kansas City, Mo. 

RAMBO) Charles (if 1945) Owner, •Sunbeam 
Heating & Insulation Co., 609-l2th St., P. O. 
Box 121, and 1606-16th Ave., Columbus, Ga. 
RAMONEDA, Enrhiu© (if 1947; A 1944; J 1941) 
Contr.. Ing. Enrique Ramoheda. Bahia De Cbacb- 
alacas 42, Mexico, D. F. 

RAMSEUR, Vordry P., Jt/ (A 1946; / 1940) 
Partner, • V. D. Raniseur & Sons, 853 W. McBee 
Ave., and 204 Riverside Dr., Greenville, S, C. 
RAMSEY, Ernest C. (if 1944) Htg. The 
Ohio Fuel Gas Co., 109 N. Front St., and •1493 
Belmont Ave., Columbus, Ohio. 

RAMSEY, Ralph (A 1946) Mgr.> Blast Heater and 
Coil Dept., Trgne Company of Canada. Ltd.; 4 
Mowat Ave,. and a84 Sornutea Ave,, Toronto. 
Ont«, Canada. 

iU^SBY, Wititer B. M iWT) 

Ptaat EflgtoflBta* Cj»:. 4m Xtmn 

PMJaad and SMbie CftMt, siqiito Blvd. 
W.W-.'JorUan(l„Ore. '' v;: 
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hand, Fred R. 1988) Sales Mgr,, Enamel & 
Heating Products, Ltd., Main St., and • P. O. Box 
52l. Sackville, N. B.. Canada. 

RAN0A1X, ^don E. (A 1944) Vlce^Pres., 

• Randall & Co., Ltd., 665 Portage A ve., and 699 
Banning St., Winnipeg, M^n., Canada. 

RANBALL, Robert D. (A 19^) Partner, eD. T. 
Randall & Co„ 820 McKerchey Bldg., Detroit 1, 
and 340 E. Grand Blvd., Detroit 7, Mich. 

RANDALL, W. Clifton* (M 1928) Chief Engr., 

♦ Detroit Steel Products Co., 2260 E. Grand 
Blvd., Detroit, and 770 Shirley Dr., Birmingham, 
Mich. 


RANDLEMAN, Kenneth B. (A 1947) Rcfrig. &. 
Air Cond. Mgr., ♦ Mideke Supply Co., 100 E. 
Main St., and 2608 N. Dewey, Oklahoma City, 
Okla. 

RANDOLPH, Charles Hollis (M 1930; A 1928; 
J 1926) Air Cond. Engr., Wisconsin Electric 
Power Co., 231 W. Michigan St., Milwaukee, 
and sLake Shore Rd., Thiensville, Wis. 
RANDOLPH, Harold F.* (M 1940) Vice-Pres., 

♦ International Heater Co., 101 Park Ave., 
Utica 2, and 12 Woodlawn Ave. E., Utica 3, N. Y. 

RAPP, Edgar A, (M 1947) Dist. Repr., General 
Electric Co., 1801 N. Lamar St., Dallas 2, and 

♦ 922 Chevez Dr„ Dallas 11, Texas. 
RASMUSSEN, Andrew A. (A 1947) Assoc. Prof., 

University of Houston, 3801 St. Bernard St., 
Houston, and ♦7331 Oak Hill Dr., Houston 12. 
Texas. 

RASTRICK, R. J, (M 1945) Prof, of Mech. 
Engrg., • Canterbury University College, P. U. 
Box 1020, and 21 Rastrick St., Christ Church, 
New Zealand. 

RATHER, Maxwell F. (M 1919) Vicc-Pres. and 
Dist. Mgr., ♦Automatic Temperature Control, 28 
East 29th St., New York. N. Y.. and 40 W. Elm 
St.. Greenwich, Conn. 

RAY, George A. (A 1947) Sales Engr., •Horne- 
Wilson, Inc,, P. 0. Box 469, and Dubsdread 
Circle. Orlando. Fla. 

RAY, GeOrge'E. (A 1946; 7 1939) Engr., The Wise 
Furnace Co., Akron, and ♦ 74 Washington Ave., 
Cuyohoga Falls. Ohio. 

RAY, John A. (M 1942) Sales Engr., eW. E. 
I./ewis & Co.. 610 Thomas Bldg., and 6211 Stone- 
leigh Ave., Dallas, Texas. 

RAY, Joseph A., Jr. (J 1946) Engrg. Draftsman. 
Ford Motor Co., 2424 Springfield Ave., and ♦ 5606 
Hugo St., Norview, Norfolk, Va. 

RAY, L. Banks (M 1932) Owner, • Ray Engi- 
neering Co., 868 Broad St., Room 410. Newark 2, 
and 161 Augusta St., Irvington, N. J. 

RAY, Svlvan E, (5 1947) Student, • Texas A. & 
M. College, Box 1718, College Station, Texas. 
RAYL, Lawrence B. (A 194^ Air Cond. Engr., 

♦ Southern California Gas Co., 810 S. Flower 
St., Los Angeles, and 1605 Pandora Ave., Los 
Angeles 24. Calif. 

RAYMER, WiUiain F. (A 1936; J 1934) Vice- 
Pres., Oliver & McClellan, Inc.. 30 Church St., 
New York, N, Y., and ♦413 Walker Rd., West 
Orange. N. J. 

RAYMOND, Fred I.* (A 1929) Owner. F. I. 
Ra^ond Co., 629 W. Washington Blvd., Chicago 

RAYNIS, Theodore (A 1939; J 1934) Naval 
Archt., Navy Yard, Brooklyn, and ♦ 68 Hilltop 
Dr., Manhasset, L. I., N. Y* 

REA, Robert F. <A 1946) Mgr., Prod. Dvipt., 

♦ Universal Zonolite Insulation Co., 135 S. La- 
Salle St.. Chicago 3, and 11012 S. Hoync Ave.. 
Chicago 43, 111. 

READER, Joseph T. (A 1938) Partner, ♦Synchro- 
nized S 3 ^tem 8 Co., 608 Kerr Bldg,, 642 Beaubien 
St., Detroit 26, and 8162 E. Jefferson Ave,, 
Detroit X4. Mich. 

REAMT, WUUmti C.. Jr. (A 1947) Partner. 

♦ Meleney Engineering Co„ 720 Mills Bldg., 
Washington 6, D. C. and 1318 21st St. S., Arling- 
ton, Va, 

REARDON, John F. (A 1941) In Service, and 

♦ Rt. 8, Fourth and O St., David City, Nebr. 
REBMANK Charles P. (A 1946) Mech. Engr,. 

•John D* Falvey, 316 N. Eighth St„ St. Louis I, 
and 2502 Ada Ave., Jennings, Mo, 

RECK, Wtlilairi E. (M 1927) Research Engr., 

♦ The Reck Heating Co„ Ltd,. Esromgade l5. 
Cc^nh6«en, and N.^randvej 3, Rungsted Kyat, 
Denmark, 


REDDINGTON, Richard T. (A 1947) Service 
Mgr., Delco Heat, Delco Appliance Div. of Gen- 
eral Motors, 891 Lyell Ave., Rochester, and aGolf 
Ave., R. D. 1. Pittsford, N. Y. 

REDMILE, Harry W. (M 1947) Cons. Engr., 

• H. Walton Redmile & Assoc., 1902 “L” St. 
N.W., Washington 6, D. C., and 6 Dupont Ave., 
Kensington, Md. 

REDMOND, George J.. Jr. (A 1948) Htg, Engr. 

• Reeves Wiedeman Co., 2611 Warwick, Kansas 
City, Mo., and 916 Brody Dr., Kansas City, Kans. 

REDRUP, Wm D. (M 1936) Chairman. ♦The 
Majestic. Co., and 310 Randolph St.. Huntington, 
Ind. 

REED, A. G. (M 1948; A 1947; J 1944) Plant 
Engr., ♦The Gurney Foundry Co., Ltd., 4 Junc- 
tion Rd., Toronto, and 478 Glen Park Ave., To- 
ronto 10, Ont., Canada. 

REED, C. Espy (A 1948) Vice-Pres., ♦ Rccd 
Unit-Fans, Inc., 1001 St. Charles Ave., and 1317 
Octavia St., New Orleans. La. 

REED, Frederick J. (M 1939) Assoc. Prof. Mech. 
Engrg., ♦ Duke University, 263 College Station, 
and 2203 Englewood Ave., Durham, N. C. 

REED, George G. {M 1944) Htg. and Vent. Engr.. 
N. A. C. A., Cleveland Airport, Cleveland, and 

• 22013 Mastick Kd., Rocky River 16, Ohio. 
REED, John C. (M 1946) Mgr., Research and 

Prod. DvlpL., •American Radiator Sr Standard 
Sanitary C>rp., Bessemer Bldg., Pittsburgh, Pa., 
and R, F. O. 1, Box 36, Prospect, Ky. 

REED, Stanley F. (A 1948; J 1943) Reed Re- 
search, • 1048 Potomac St. N.W., Washington 7, 
and 4753 Reservoir Rd., Washington, D. C. 
REED, T. M., Jr. (M 1944) Mgr.. • John J. 
Nesbitt, Inc., 11 Park PI.. New York 7, and 89-25 
Parsons Blvd., Jamaica. N. Y. 

REED, Van A., Jr. (M 1030) Secy., • Federal 
Engineering Co., 230 Fourth Ave., Pittsburgh 22. 
and 1 14 Water St.. Filizabcth, Pa. 

REED, Vernon E., Jr. (A 1947) Mech. Designer 
A. M. Strauss, 415 Cal-Wayne Bldg., ande835 
E, Lewis St., Fort Wayne, Ind. 

REED, Virgil C. (Af 1938) Mgr., • James H. 
Pinkerton Co., 640 Natoma St., San Francisco 3, 
and 3117 Lakeview Way, Redwood City. Calif, 
REED, William H., Ill (A 1938) Dist. Mgr., 
Indus. Htg. DeiA., • Carrier Corp., 288H N. 
College St., and Rd. 2, Providence Rd., Charlotte, 
N. C. 

REES, Harold R. (.4 1944) Owner, • Rees Plumb- 
ing & Heating Co., Box 639, and 1107 Warner 
Ave.. Jonesboro, Ark. 

REESE, Henry L, (M 1941) Cons. Engr., *632 
Washington St.. Reading, and “The Pines," K. D. 
4, Conderaport, Pa. 

REEVES, Ray O. (A 1947) Purch. Agent, • Air- 
therm Manufacturing Co., 700 S. Spring Ave., 
St. Loiiis 10, and 4 Silver Lane, Kirkwood, Mo. 
REGER, Henry P. (M 1934) Pres., H. P. Reger & 
Co.. 1501 East 72nd PL. Chicago 19, III. 

REH, Herbert C. (A 1946; J 1945) Designer. 
(Air Cond.), Rayon Consultants, 95 Maiden Lane, 
New York, and •61-64 Linden St., Brooklyn 27, 
N. Y. 

REICH, Herbert H. (A 1946) Mech. Engr.. 
Power Piping Div., • Blaw-Knox Co., 1525 
Pennsylvania Ave. N.S.; Pittsburgh, and 5747 
Woodmont St., Pittsburgh 17, Pa. 

REICH, J. G. (A 1941) Vice-Pres., • Health-Aire. 
Inc,, 10160 W. Wash. Blvd-, Culver City, and 
935 N. Genessee St., West Los Angeles 46, Calif, 
REICHELT, Eugene (A 1947) Secy.-Treas., 

• Republic Heaters Co., 2163 Fullerton Ave„ 
Chicago 47, and 627 Hannah Ave., Forest Pork, 
III. 

REICHOW, William A. (A 1945) Branch Mgr., 
Minneapolis-Honey well Regulator Co., 3101 Gill- 
ham Plaza, Kansas City 3, and* 7331 Madison, 
Kansas City 6, Ma 

REID. Henry F, (M 1931; A 1927) Chief Engr., 

• Universal Atlas Cement Co., 136 East 42nd St., 
New York 17, and 72 Mercer Avc„ Hartsdale, 
N. Y, 

REIF. Allan F. (M 1937) Pres., ♦ Reif-Rexoil, Inc., 
37-43 Carroll St., Buffalo 3, and 110 Devonshire 
Rd., Kenmore 17, N. Y, 

REIF, Charles A. (M 1937) Vice-Pres.. ♦ Reif- 
Rexoil, Inc., 87 Carroll St., Buffalo 3, and 77 
Ruskin Rd., Eggertsville 21. N. Y. 
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R£1FSGHN£ID£R, Jake {A 193B) Maint. Mgr.. 

• Eppley Hotels Co., 1802 Dodge St., Omaha 2. 
Nebr. 

REIHER. Herman C. (A 1945) Mech. Engr.. 

• Baker Properties, Inc., 510 Baker Bldg., Minne- 
apolis 2, and 6501 Xerxes Ave. S., Minneapolis 
10, Minn. 

R£IL, Henry W. (M 1945) Engr., B. F. Sturtevant 
Co., Div. of Westinghouse Electric, 900 Walton 
Bldg., and #2000 Polifax Dr., Atlanta, Ga, 
REILEY, Ralph L. (A 1946) Air Cond. Engr., 

• A, W. Johnson Co., P. O. Box 930, Texarkana. 
Ark 

REILEY, Trevor Dale (A 1947) Sales Engr., 

• Johnson Service Co., 1905 Dunlap St., and 671 
Riddle Rd., Cincinnati, Ohio, 

REILLY, Bertram B. (M 1946; J 1938) Engr.. 

• Dravo Corp., Machinery Div., 300 Penn Ave.. 
Pittsburgh, and 220 Ridge Ave., Ben Avon, Pa. 

REILLY, J. Harry (M 1943) Partner, The Reilly- 
Fritsche Co., 50 Church St., New York 7, and • 14 
Watson Ave., East Orange, N. J. 

REILLY, Philip H„ Jr, (A 1941) Purch. Agt.. 

• Fraser & Johnston Manufacturing Co., 726 
Potrero Ave,, San Francisco 10, and 1321 Van 
Couver Ave., Burlingame, Calif. 

REINHARDSEN, Daniel (M 1944) Dist. Sales 
Mgr., •Spencer Heater Div., The Aviation Corp., 
101 Park Ave., New York 17, and 355 Hawthorne 
Terrace, Mt. Vernon, N. Y. 

REINKE, Alfred G. (A 1940; J 1933) Secy.. Gus 
Reinke Machinery & Tool Co., 3S5 Hillside Ave., 
Hillside, and •321 Park PI., Irvington, N. J. 
REINKE, Louis F. (A 1937) Owner, •Louis 
Reinke Sheet Metal Works, 636 S. Fifth St.. 
Milwaukee 4. and 1535 W. Walker St., Mil- 
waukee, Wis. 

REIS, Robert (A 1944; J 1939) Chief Mech. 
Engr., •Wigton Abbott Corp., 1226 South Ave.. 
and 563 W. Eighth St., Plainfield. N. J. 
REISBERG. Lester K. (M 1942: A 1939) Vice- 
Pres., • Goodin Co., 615 N. Third St„ Minne- 
apolis, and Rt. 1, Anoka, Minn. 

RENSCH, Joseph R. (J 1948) Sales Engr.. 
Coast Counties Gas and Electric Co., and 2646 
Willow Pa.ss Rd., Concord, Calif. 

REPINO, Philip A. (M 1946) Plant Engr., 

• Lebanon Steel Foundry, Front and Lehman 
Sts., and 608 Chestnut St., Lebanon, Pa. 

REPP, Harry L. (Af 1940) Branch Mgr., aU. S. 
Radiator Corp,, 5512 Euclid Ave., Cleveland 3, 
and 14611 Clifton Blvd., Lakewood 7, Ohio. 
RESCH, Roy J. (A 1940) Pres., • McQuay. Inc., 
1600 Broadway N.E., Minneapolis 13, and 3726 
Glenhurst Ave., St. Louis Park, Minn. 

RESS, Otto J. (M 1946) Research Dir., L. J. 
Mueller Furnace Co., 2005 W. Oklahoma Ave., 
Milwaukee 7, and *727 North 59th St., Milwau- 
kee 13, Wis. 

RETTEW, Harvey F, (M 1929) Chief Engr., 
Board of Education, 21st and Parkway, and • 6466 
Baltimore Ave,, Philadelphia 43, Pa. 
REUSGHLEIN. CliBord J. (J 1947) Engr.. 
Hyland, Hall & Co.. 218 N. Bassett St., and • 1705 
Jefferson St„ Madison, Wis. 

REUTLINGER, Roland R„ Sr. (A 1946) Vice- 
Pres. and Gen, Mgr., • Combustioneer Corp., 401- 
9 Tenth St. S.W., Washington 4, and 3713 Chesa- 
peake St. N.W., Washington 16, D. C. 

R£X« Harland E. (M 1942) • Carrier Corp., 20 
N. Wacker Dr., Chicago 6, and 7255 W. GreenJeaf 
Ave., Chicago 31, 111. 

REYNOLDS, GUfford M, (A 1946) Shop Supvsr.. 
Mountain Fuel Supply Co., 36 S. State, and aSlS 
N, Eighth W., Salt Lake City. Utah. 
REYNOLDS, James C. (A 1945) Service and 
Constr. Engr., B. F. Sturtevant Co., Div. of 
Westinghouse Electric, 1506 First National Bank 
Bldg., Pittsburgh 22, and •1041 Osage Df., 
Pittsburgh 21, Pa. 

REYNOLDS, John F. (A 1945) RefrIg. and Air 
Cond. Engr.. Stokley's Services, Inc.. 2119 
Colonial Ave.» Norfolk, and •Gatling and Marble 
Ave., Norfolk 2, Va. 

REYNOLDS 
crest Dr., H 
RHEAULT, 

Younk Rad 
Radne, Wis. 

RHINE, Gborfte R« (A 1938) Cons. Ensgr., •1208 
Alamo Nktioi^ Bldg,, and 23U W, Mistletoe 
Ave., San Antonio, Texas. 


, Thurlow W. (Af 1922) 100 Plne- 
aslings-on-Hudson 6, N, Y. 

Waiter E. (M 1942) Research Dept.* 
tiator Co., and 02246 Oirhard St„ 


RHOTON, W. R, (M 1936) Vice-Pres.. The R. & 
H. Systems, Inc., 6601 Euclid Ave., Cleveland, 
and •1728 Lee Rd,, Cleveland Heights, OWo. 
RIGE, John A. {M 1946) Mech. Engr., Buensod 
Stacey, Inc., 1001 N. Church St., Charlotte, N. C. 
RICE, Percy L. (A t944) Maint. Engr,. War 
Dept., Fitzsimons General Hospital, Denver 8, 
and • 1966 Oakland St., Aurora 8, Colo, 

RICE, Robert B. (M 1934) Head. JDieael School, 

• North Carolina State College, and 2712 Cam- 
bridge Rd., Raleigh, N. C. 

RICHARD, Edwin J. (Af 1933) Partner, • Richard 
Equipment Co., 2137 Reading Rd., Cincinnati 2, 
and 3147 Victoria Ave,, Hyde Park, Cincinnati 8, 
Ohio. 

RICHARDS, Guy H. (A 1939) Mgr., Heating 
Div., • Cowan Supply Co., 124 Walker St. S.W., 
and 129 North Ave. N.E , Atlanta, Ga. 
RICHARDS. LesUe V. (M 1941; A 1940) Owner, 

• Richards Engineering Service, 31 Damon Ave., 
Melrose, Mass. 

RICHARDSON, Eldon L. (A 1946) Dist. Mgr., 

• Minneapolis- Honeywell Regulator Co., 437 
Atlas Bldg., and 618 N. Tenth W.. Salt Lake 
City, Utah. 

RICHARDSON, F. C.. Jr. (Af 1943) Branch Mgr., 
A. L. Vanderhoof, Inc.. 2927 Oxbridge Dr„ 
Toledo 9, Ohio. 

RICHARDSON, Henry G. (Af 1934) Cons. Engr., 
1433 Harvard Ave., Salt Lake City 6, Utah, 
RICHARDSON, Robert D, (A 1946; J 1938) 
Htg. & Vent. Engr., Hope’s Heating & Engi- 
neering, Ltd., 26 Albion St., Leeds 1, and • 15 The 
Ring Road, Far Headingley, Leeds, England, 
RICHEDA, Alfred (A 1944) Supt., •The Lang 
Co.. P. O. Box 479, Salt Lake City 9, and 1557 
Laird Ave., Salt Lake City 5, Utah. 
RICHMOND, George B. (M 1946) Mgr. Vtg. 
Dept., •Hunter Fan & Ventilating Co., Inc., 4002 
Front St., and 981 Rozelle St., Memphis, Tenn. 
RICHMOND, John (Af 1944) Engr., • The 
Sweeny. & Wise Co., 10210 Woodland Ave., 
Cleveland 4, and 3863 Grosvenor Rd., South 
Euclid, Ohio. 

RICHMOND, K. C.* (Af 1943) Editor, ^'Coal- 
Heat,” 20 W, Jackson Blvd., Chicago, and •846 
Park Ave., River Forest, 111. 

RICKS* Philip G., II (A 1946) Engr., Higgins 
Industries, Inc., 521 City Park Ave., New Orleans, 
and #8721 Belfast St., New Orleans 18, La. 
RIDDLE, J. Elmer (A 1947) Asst. Secy.. • Pacific 
Electrical & Mechanical Co., 1801 16th St., San 
Francisco, and 1701 Cornell Dr., Alameda, Calif. 
RIDDLE, Kemble L. (A 1946) Indus. Equipment 
Engr., Blaw-Knox Co., Blawnox, and • 954H 
Kennebec St., Pittsburgh 17, Pa. . 

RIEIIL, WUliamX. (A 1945) Asst, to Vice-Pres., 
The Union Fork ^Hoe Co., Rome, and eR. D. 1, 
Utica, N. Y. 

RIES, August S.* Jr. (Af 1947) Engr., 1902 
Minnehaha Ave., St. Paul 4, and eSMO York Ave. 
S., Minneapolis 10, Minn. 

RIES, Lester S. (Af 1929) Supt., Dept, of Bldgs, 
and Grounds, Oberlin College, 32 E. College St., 
Oberlin, Ohio. 

RIESECK, Wilbert L. (/ 1943; 5 1941) Drafts- 
man, Theo. F. Rockwell, Cons. Engr-, 900 Century 
Bldg., Pittsburgh, and •225 Marshall Ave., Pitts* 
burgh 14, Pa. 

RIESMEYER, Edward H.* Jr. (Af 1945; A 1936; 
J 1930) Htg. Engr., • Schaffer Heating Co.. 231-33 
Water St., Pittsburgh 22, and 4702 Stanton Ave„ 
Pittsburgh I. Pa. 

RIETZ* Elmer W. (Af 1923) Export and Sales 
Promotion Mgr,, • The Powers Regulator Co„ 
2720 Greenview Ave., Chicago 14, and 2250 S. 
Sheridan Rd.. Highland Park, 111. 

RIGBY, Edward D. (A 1948) Owner. •£. D. 
Rigby Heating & Refrigeration. 7880 S.W. Capi- 
tol Highway, and 6310 S.W. Brugger St., Port- 
land, Ore. 

RIGGS, Oliver G. (Af 1946) Managing Bnsr., 

• Delta Air Conditioning & Heating Co., 240 
Peachtree St., and 1344 Peachtree St., Atlanta, 
Ga. 

RILEY, Edward F* (A 1946) Vlcc-Pms,* Palmer 
Supply Go., 222 Westlake Ave. N., and #606 
Sprtog St., Seattle 9* Wjm. 

RILEY, J. Norman (Af 1942) Mgr., Air Cond. 
BeDt.. BatffOtth Co., 6820 Centre Ave.. and • 
460 Sul grave Rd*. Plttslwirgh, Pa. 
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R1N0, Karel (A 1045) Supt. Engr. Air Cond. 
Div,, Vale & Co., Ltd., 141-143 Armagh St., and 

• Hotel Stonehurst, P. O. Box 1140, Christ 
Church, New Zealand. 

RINGOUIST, Clarence L. (M 1046) Dept. Mgr.. 
The Trane Co., Second & Cameron Sts., and 

• 724 South 20th St., LaCrosse, Wis. 

RINK, Charles N, (M 1942) Mfrs. Repr.. 1230 
Commercial Trust Bldg., Philadelphia 2, Pa. 
RIOPELLE, Wilfred J. (/ 1947; 5 1946) Htg. 
Engr., • Riopelle Bros., Htg. & Air Cond,. and 
306 College Ave., Dixon, 111. 

RIPLEY, Robert M. (A 1946) Faictory Repr., 
Bell & Gossett Co., 708 Center St.. Manchester, 
Conn. , 

RISLEY, Georfte H. (A 1941) Mgr., • Cole Draft 
Governor Co., 621 S.W. Pine St., Portland 4, and 
Rt. 10, Box 772. Portland 2. Ore. 

RITCHIE, A. Gordon (M 1933) Pres., •John 
Ritchie, Ltd., 102 Adelaide St. E„ and 49 St. 
Clair Ave. W., Toronto. Ont., Canada. 

RITCHIE, Edmund J. (M 1923) VictsPres., Sales. 

• Sarco Co., Inc., Empire State Bldg., 350 Fifth 
A ve., New York 1, and 2 Grace Ct., Brooklyn 2, 
N. Y. 

RITTELMEYER, John M. (M 1941) Pres., 

• Rittelraeyer & Co., 150 Na.saau St. N.W., At- 
lanta 3. and 2332 Woodward Way N.W., Atlanta, 
Ga. 

RITTENHOUSE, O. R. (J 1943; 5 1941) Tool 
Engr., • Saginaw Steering Gear, foot of Holmes 
St., and 137 S. Mason, Saginaw, Mich. 
RITTER, Arthur {Life Member; M 1911) Offic* 
Mgr., • American Blower Corp.. 60 West 40th St.. 
New York 18, and Chateau Champlain, 3N, 
Scaradale, N. Y. 

Rrn'ER, IrvlniS S. {M 1944) Design Engr., 

• B. F. Sturtevant Co., Div. of Westinghouse 
Electric, Hyde Park, Boston 36, Mass., and 130 
Farley Ave., Fanwood, N. J. 

RIVARD, M, M. {M 1935) Mgr., Rivard Sales 
Co., 208 Alameda Rd., and •1805 West 49th 
Terrace, Kansas City 2, Mo. 

ROACH, E, R. (A 1941) BaskervUl & Son. Central 
National Bank Bldg., Richmond 19, and •2800 
Garland Ave., Richmond, Va. 

ROARK, I. L., Jr. (A 1946) Archt., 5205 West 
77th St. Terrace, Overland Park, Kans. 

ROBB, Joseph E, (A 1936) Sales Engr., Minne- 
apoUs-Honeywell Regulator Co., 2753 Fourth 
Ave, S., Minneapolis, Minn., and •1601 Ken- 
tucky St., Lawrence. Kans. 

ROBERTS, Edward F., Jr. (A 1942) Partner, 
Gen. Mgr., • Edward F, Roberts Co., 2622 
Columbia Ave.. Philadelphia 21, and 435 Righters 
Mill Rd., Penn Valley, Pa. 

ROBERTS, Eric (A 1945) Sales Repr. and Mfrs. 
Repr., •McDonald & Miller and H. A. Thrush & 
Co., 417 Market St., San Francisco, and 2741 
Darnby Dr., Oakland. Calif. 

ROBERTS, Harry H. (A 1944; J 1941) Dist. 
Repr., H. H. Robertson Co., P. O. Box 7186, 
Dallas, and • 2916 Amherst St.. Dallas 5. Texas. 
ROBERTS, Henry L. {Life Member; M 1916) Htg. 
Engr. and Contr., •228 North 16th St., Philadel- 
phia 2, and 1014 AUston Rd., Brookline, Delaware 
Co., Havertown P. 0„ Pa. 

ROBERTS, Henry P. (A 1936) Vice-Pres., 

• Roberts- Hamilton Co., 713 S, Third St., 
Minneapolis 15, and 4446 Thomas Ave. S., Minne- 
apolis 10, Minn. 

ROBERTS, Samuel N, (A 1947) Engr., • Carrier 
Atlanta Corn., 306 Peachtree St, N.E„ and 2 
Collier Rd. N.W., Apt. 10, Atlanta, Ga, 
ROBERTSON, Archie M. {M 1944) Chief Engr., 

• Stewart A, Jellett Co., 1200 Locust St., PhUa- 
delphla7. and 7314 Bryan St., Philadelphia 19. Pa. 

ROBERTSON, John D. W. (A 1943) Engr, and 
Field Supvar., Consolidated Conditioning Corp,, 
466 S. Tenth Ave., Mt. Vernon, and • 660 E^t 
242nd St., New York 66. N. Y. 

ROBERTSON, Stanley F, (A 1948) Htg, & Vent. 
Engr., •Anderson & Rowe, Inc., 2601 Harrison 
St., San Francisco, and 2141 Caimelita Dr., San 
Carlos, Calif. 

ROBESON, Ben P. (A 1946) Chief Engr,, Colum- 
bia Specialty Co>, 603 Bradley Blvd., and • 7037 
Strathmore St„ Chevy Chase, Md. 

ROBINSON. A. S. CM 1936) Engr.. E. L duPont 
de Nemours Co., wilmh^on^ Pel.* and • 730 
Ogden Ave., Swarthmore, Pa, 


ROBINSON, Donald M. (M 1947; A 1936) Branch 
Mgr., • Buffalo Forge Co., 407 Scanlan Bldg., 
Houston 2, and 3747 University Blvd., Houston 
6, Texas. 

ROBINSON, Edgar R. {M 1947; A 1938) Plant 
and Constr. Engr., R. C. A.-Victor Bldg. 8, Cam- 
den, and •216 Carlton Ave., Westmont. N. J. 
ROBINSON, Garfield W. (A 1946) Supt., Sheet 
Metal & Air Cond., Gurney Foundry Ltd., 4 
Junction Rd., Toronto, Ont., Canada, and • 16530 
Normandy St., Detroit 21, Mich. 

ROBINSON, George L. (A 1935) Design, E. I. 
duPont de Nemours Co., and • 14 West 35th St„ 
Wilmington 204, Del. 

ROBINSON, James H. (A 1945) Mgr., • B, A. 
Robinson Plumbing & Heating, Ltd., 92 Blantyre 
Ave., and 58 Willow Ave., Toronto, Ont., Canada. 
ROBINSON, John Alfred (A 1940: J 1936) 
Managing Dir., ♦ The Radiator Co., Pty., Ltd., 
Box 4643, G. P. O., Sydney, and 76 Springdale 
Rd., Killara, N. S. W., Australia. 

ROBINSON, Kenneth E. {M 1943; J 1941) Engr.. 
Michigan Department of Health, Bureau of In- 
dustrial Hygiene, and •211 Smith Ave., Lansing 
10, Mich. 

ROBINSON, Mayes R. {M 1944) Pres.. Robinson 
Fan Corp., 3ox 306, a’ld eSOS Fourth St.. Gilroy. 
Calif. 

ROBINSON, Parke D. {M 1947) Research Engr., 
Stainless 8r Steel Products Co., 1000 Berry Ave.. 
St. Paul 4, and • 5533 Pillsbury Ave., Minneapolis, 
Minn. 

ROBINSON, William P. {M 1946) Mech. Engr., 
U. S. N.. P. W. D. Naval Air Station. Norfolk 17, 
and ^1442 W. Ocean View Ave., Norfolk 3, Va. 
ROBISON, D. J. (A 1945> Engr. in charge of 
Indus. Dept., • Mountain Fuel Supply Co., 36 

5. State, Salt Lake City 10, and 1631 Browning 
Ave., Salt Lake City 5, Utah. 

ROBSON, James W. {A 1940) Sr. Asst. Mech. 
Engr., Detroit Board of Education, 900 Phillips 
Bldg., Detroit, and • 15777 Clovedawn, Detroit 
21, Mich. 

ROBSON, Paul D. {M 1945) Pres.. Cons. Engr., 

• Robson & Woese, Inc., 2030 Erie Blvd- E., 
Syracu.se 3, and 414 Bradley St., Syracuse 4, N. Y. 

ROCHE, Austin O., Jr. {M 1943) Chief Engr., 
Hoffman Specialty Co., 1001 York St., India- 
napolis 7, and •SOSO Broadway, Indianapolis 

6, Ind. 

ROCHE, George J. (A 1946) Pres.-Treas,, • Roche 
& Hull, inc., 1107-19 Maryland Ave., Baltimore 1, 
and 1520 Kingsway Rd,, Baltimore 18, Md. 
ROCHE, John M. (A 1945) • Vice-Pres. & Secy.. 
Harrison-Spielmann Co., 480 Milwaukee Ave., 
Chicago 10, and 6236 N. Sayre Ave., Chicago 31, 
111 . 

ROCK, George A. (M 1937) Pres., Arkin & Rock. 
Inc., Plbg. & Htg. Contra., P. O. Box 2914, 
Raleigh, N. C. 

ROCKWELL, Theodore F. {M 1933 ; J 1932) Cons. 
Engr., Theo. F. Rockwell, Century Bldg., Pitts- 
burgh 22, andeGlcnover PL, Pittsburgh 15, Pa, 
RODEE, E. J. (M 1936) Engr., • John B. Pierce 
Foundation, Raritan, N. J., and 130 Bellevue Ave., 
West Haven, Conn. 

RODEFFER* £d^ W. (A 1941) Pvt., U. S. Army, 
Rodeffer & Cowan, Air Conditioning & Refrig- 
erating 533 N. Naomi, Burbank, and • 1037 N. 
Lake, Pasadena 6, Calif. 

RODENHEISER, George B. {M 1933) Asst. Dir., 

• The David Ranken, Jr. School of Mechanical 
Trades, 4431 Finney Ave., St. Louis 13, and 
8639A Dover PL, St. I^ouis 16, Mo, 

RODGERS, Frederick A. (A 1934) Partner, 
Rodgers- Barbeck Co., 207-9 Thomas Bldg., and 

• 3913 Amherst, Dallas. Texas. 

RODGERS, Joseph S. (A 1937; J 1934) Assoc. 

Mech., Engr., Naval Academy, U. S. N., Anna- 
polis, and • 16 Fourth Ave. S., Glen Burnie, Md. 
RODGERSON* Henry T. (J 1946) Vice-Pres., 
Mansfield & Co., 255 Monticello Arcade, Norfolk, 
and •253 Bayview Blvd,, Norfolk 3, Va, 
RODKIN* David B. (A 1944) Sales Mgr., •Valley 
Refrigeration & Air Conditioning Co., 800 S, 
Ophir 51.* and 606 N. Stockton SL, Stockton, 
Calif. 

RODR1CIJE2* Mario P. (A 1944) Mgr..aCale- 
facdon Centr^, S. A.. Paseo de la Reforma. 208, 
and Agustin Ahumada, 115, Mexico, D. F. 
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RODWELL. Robert D. (A 1044) Mecb. Engr., 

• Downey Heating Co., 1789 W. St. Paul Ave„ 
and 1305 South 29th St., Milwaukee 1, Wla. 

ROEBUCK, WUliam, Jr. (M 1917) Owner, *220 
Delaware Ave., Buffalo 2, and 1240 Delaware 
Ave., Buffalo, N, Y. * 

ROEDER, Winfield (M 1941) Branch Mgr.. 

• American Blower Corp., 406 Temple St., and 
%t84 Whitney Ave.. New Haven, Cpnn. 

ROFFEE, Lawrence *W. (A 1947) Htg. & Vtg., 
Engr„*U. S, Bureau of Reclamation, Denver 
Federal Center Bldg., 1-B, and 436 Ogden St., 
Denver, Colo. 

ROGERS, Charles S. (A 1940) Sales Engrg.. 

• L. P. Steuart & Brothers, Inc., 13S-12th St.. 
N.E., and 1831 P St. S.E.. Washington. D. C. 

ROGERS, Walter M. (A 1947) Sales Engr., 
Thermal Products Co., 4501 Prospect Ave., Cleve- 
land 3, and«Worton Blvd., Cleveland 21, Ohio. 
ROURABACHKR, Warren E. (7 1946) Instruc- 
tor, Mech- Engrg,, Texas A. & M, College, College 
Station, Texas. 

ROLAND, John (M 1944) Htg. Engr., •Conco 
Engineering Works, and 1104 Washington St.. 
Mend Ota, 111. 

ROLL, Paul E. (A 1946) Branch Mgr., •Carrier 
Corp,, 911 Electric Bldg., Houston 2, and 7605 
jErath St.. Houston 12, Texas. 

ROMA, G. N. (M 1947) Estimator & Engr., Carl- 
son Manufacturing Co., 60 E. Springfield Rd., 
Barberton, and •064 Brittain Rd., Akron, Ohio. 
ROMEK, WiUiam H. (A 1945) Htg. Engr., 

• J, F. Higgins Heating Co., 609 Westminster St., 
Providence, and 124 Waverly St., Providence 7, 
R. I, 

ROMPEL, Walter A. (A 1944) Refrigeration 
Engrg., P. O. Box 544, New Braunfels, Texas. 
RONALD, Edward R. (M 1946) Partner, Warren 
& Ronald, 1705 Heyburn Bldg., Louisville 2, and 

• 554 Sunnyside Dr., Louisville 6, Ky. 

ROOSE, Robert W.* (7 1946) Research Asst, in 

Mech. Engrg., 102 Mech. Engrg. Lab., University 
of lUinoie, Urbana, and • 64 E. Grocgory Dr., 
Chami>aign. 111. 

ROOT, Edwin B. (M 1936) Chief Engr. and Asst. 
Gen. Mgr., Jackson & Church Co., Furnace Div., 
and • 132 Wylie Ct., Saginaw, Mich. 

ROSE, Harold J. (M 1938) Vice-IVes. and Dir. of 
Research, • Bituminous Coal Research, Inc., 912 
Oliver Bldg., Pittsburgh 22, and 219 Lytton Ave., 
Pittsburgh 13, Pa. 

ROSE, Howard J. (M 1934) Sales Co.. Inc., 26 
West 47th St., New York, and • 100 Norman Rd,. 
New Rochelle. N. Y. 

ROSE, James S. (A 1945) Branch Mgr., • Ilg 
Electric Ventilating Co., 65 New Montgomery St., 
San Francisco 5, and 41 Ethel Ave., Mill Valley, 
Calif. 

ROSE, Jerome C. (M 1937) Air Cond. Engr., 
Buensod-Stacey, Inc., 60 East 42nd St., and •80-31 
213th St., Queens Village 8, N, Y. 
ROSEBROUGH, J, Stoddard (M 1948; A 1937) 
1014 Arcade Bldg., St. Louis 1, and 218 Park- 
hurst Terrace, Waster Groves 19, Mo. 
ROSEBROUGH, Robert M. (M 1920) Central 
Dist. Mgr., oL. J, Mueller Furnace Co., 1012 
Arcade Bldg., St. Louis 1, and 34 Hardith Hill Ct., 
Rockhill, St. Louis 19, Mo. 

ROSEBY, Thomas A. (M 1939) Asst. Gen. Mgr., 

• Carrier Air Conditioning, Ltd., 36 Bourke St„ 
and 4 Fernhurst Ave., Cremorne, Sydney, N. S. 
W., Australia. 

ROSELL, Axel F, (M 1936) Cons, Mech. Engr., 

• Axlander & Resell Konstruktionsbyra AB, 
Grevgatan 49, Stockholm, and Fafnervagen 12, 
Djursholm, Sweden. 

ROSEN Edmond J. (A 1939) Tech, Engr., 
Mcrill N. Musgrave & Co., 2019 Third Ave., 
Seattle 1, and • 10238-18th Ave, S.W., Seattle 
66. Wash. 

ROSENBERG, Philip (A 1928) Vlce-Pres. and 
Treas., Universal Steel Equipment Corp., 136 
West 23rd St., and • Hotel Hamilton, 141 West 
7»rd St.. New York. N. V. 

ROSENBLArr, Arthur M. (M 1938) Pms., 

• Rosenblatt & Kerstein, Inc., 923 Virginia St. 
E.. P. O. Box 33, and 1250 Edgewood Dr„ Charle^ 
ton. W. Va. 

ROSEKSTEIN, David L, iS 1948) Student; Uni- 
versity of Minnesota, and 316 I7th Ave. S.E., 
Minneapolis, Minn. 


ROSERv Edward, HI (A 1944: 7 1943) Air Gond. 
and Rwrig. Engr.. U. S, Engineers, Ft. Leaven- 
worth, and aSlS North 20th St., l^avenworth, 
Kans. 

ROSS, Burton W. (A 1947) Sales Engr., • South 
African General Electric Co., 30 Chiappini St., 
and De Waal Rd., Fish Hoek, Cape Town, South 
Africa. 

ROSS, David S, (7 1943; S 1941) Vice-Pres,, Sam 
Ross & Sons, 846 Broadway, Lorain, Ohio, 

ROSS, Earl F. (M 1944) Chief Mech. Engr., W. C. 
Kruger & Co., Archts.-Engrs., Sena Pl^a, P. O. 
Box 308, and •315 Tesuque Dr., Santa Fe. N. M. 
ROSS. J. D. (A 1937) Mgr.. Htg. and Refrig. Div., 

• Railway & Engineering Si>ecialUe8,, Ltd., 6764 
Western Ave., Montreal 28, and 88 Percival Ave., 
Montreal, W., Que.. Canada. 

ROSS, John H. (M 1946) Cons. Engr.. •102 
Charles St. W., Toronto 5, and 438A Jane St., 
Toronto 9, Ont., Canada. 

ROSS, John O.* (M 1920) Pres.. • Ross Indus- 
tries Corp,, 360 Madison Ave., New York 17, and 
8 East 69th St.. New York 21. N. Y. 

ROSS, Kenneth A. (A 1944) Chief Engr., Kit- 
silano High & Jr. High Schools, Vancouver School 
Board, 590 Hamilton St., and #3204 West 13th, 
Vancouver, B. C., Canada. 

ROSS, Mor wick (A 1946; 7 1945) 3234 Wellington 
Rd., rarkfairfax. Alexandria, Va. 

ROSS. Roderick (M 1937) Sr. Partner, • Roderick 
Ross & Traill, Cons. Engrs., 4 St. James' Bldg., 
123 William St., Melbourne Cl, and 6 Bums St., 
Elwood. Melbourne, S 3, Australia. 

ROSS, Sidney S. (A 1945) Owner, Air Cond.- 
Sheet Metal, 193 Bridge St., Brooklyn 1, and 

• 39-41-60th St.. Woodside, N. Y. 

ROSSITER, Irvin J. (A 1939) Field Engr., 

• American Blower Corp., 231 W. Wisconsin, 
Milwaukee 3, and 4517 N. Marlborough, Mil- 
waukee 11, Wis. 

ROTH, Charles F, (A 1930) Pres., • International 
Exposition Co., Grand Central Palace, 480 
Lexington Ave., New York 17, and 141 East 36th 
St.. New York, N. Y. 

ROTH, Harold R. (M 1935), (Council, 1946-47) 
Dist. Mgr., • Canadiian Sirocco Co., Ltd., 57 
Bloor St. W., and 5 Castle view, Toronto, Ont., 
Canada. 

ROTH, Herman P. (M 1945) Research Assoc, in 
Medicine, University of Southern California, 
School of Medicine, Los Angeles 7, and • 2000 
Agnes Rd., Manhattan Beach. Calif. 

ROTH, John L. {M 3946) In Charge—Comml. 
Activities, •General Electric Co„ 1602 S, Hanna 
St., and 827 Kinnaird, Ft. Wayne, Ind. 
ROTHENBACH, Walter J. (A 1946) Sales Engr., 

• John J. Nesbitt, Inc., 11 Park PL, New York 7, 
N. Y., and 306 N, Bellevue Ave., Langhorne, Pa. 

ROTHMANN. S. Charles’!^ (M 1936) Indus. 
Hygiene Engrg. Consultant, Div. of Labor Stand- 
ards, Room 6312, Labor Dept. Blffg., 14th & 
Constitution Ave., Washington 25, and • Apt, 
208-25, Kennedy St. N.W„ Washington. D. C. 
ROTHROCK, Ralph K, (A 1944) Owner, 5316 
Dryades St., New Orleans 15, La. 

ROTTMAN, George B. (M 1944) Engr., eW. H. 
Sullivan Co., Inc., 313J^ S, Greene St., and 401 S, 
Chapman St., Greensboro, N. C. 

ROTTMANN, Paul O. (M 1948) Paul O, Rott- 
mann. Cons. Engr., •204 Hunter Bldg., and 456 
Albany Ave., Shreveport, La, 

ROTTMAYER. S. L (A 1933; 7 1928) Mech. 
Engr,, • Samuel R. Lewis & Assocs., 100 W. 
Monroe St., Chicago 3, and 309 S. Oak Park 
Ave., Oak Park, III. 

ROTZ, J. M. (Af 1944) Owner, #1. M. RoU 
Engineering Co., 804 Merchant’s Bank, India- 
napolis 4. and R. R. 16, Box 449, Indianapolis 
44, Ind. 

ROUSE, R. K. (M 1948) Owner, eR. K. Rouse, 
Sales Engr,, Suite 1. 228 N, Main St,* and 306 
E. Paris Rd.. Greenville, S. C. 

ROUSH, Benjamin B, (A 1946) Mech. Engr,, 
National Distillers Products Corp., and«Rt. 9, 
Frankfort, Ky. 

ROWE, WlUlam A.* (lif^ Mswfcer; M 1921), 
(Couh^ 1929-31) 718 Longfellow Ave.^ Detroit % 
Mich. 

ROWE, WIlUam M. (M 1946; A 1944 j 7 1036) 
Field Ew.. • Amerio^ Blowar Cotp., 
Swetlimd Bldg,, Clei^i^d 15» and 161 Bradley 
Ave., Chagrin Falla, Ohio. 
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ROWtEY, Frank B.* (M 1918). {Presidential 
Member}^ (Prc«.. 1982; 1st VicoPrea., 1931; 2nd 
Vlce-Prea., 1980; Council, 1927-33) Prof.. Uni- 
versity of Minnesota, Minneapolis, and • Excel- 
eior, Minn. 

ROY, Ernest W, (M 1945) Pres., eRoy Equip- 
ment Co., Inc., 311 W. Church Ave., and 4638 
Chamblias Ave., Knoxville, Tenn, 

ROY, Raul {A 1945) Sales Engr., sSarco Canada, 
Ltd., 496 Church St., and 105 Merrell E., Toronto, 
Ont., Canada. 

ROYCE, Robert F. {J 1946; S 1945) Berrien Co., 
Lakeside, Mich. 

RUBEL, Harry L, (A 1943) Pres., sRubel & 
Jensen Co., 646 Central Ave., and 33 S, Munn 
Ave., East Orange, N. J. 

RUBIN, I^uls (A 1944) Co-Owner. • Hudson 
Heating Co., 11350 Schaefer Highway, Detroit 27, 
and 2917 Leslie, Detroit 6, Mich. 

RUBIN, Saul (J 1947) Scientific Engr., Joy Manu- 
facturing Co.. La-Del Div., and *214 Cedar Lane, 
N.W., New Philadelphia, Ohio. 

RUCHTO, Carl O. (A 1943) Architectural Exami- 
ner, Federal Housing Administration. 12th Floor, 
W. O. W. Bldg.. Omaha 2. and *5035 Bedford 
Ave., Omaha 4, Nebr, 

RUDBERG, John A. (J 1948) Ellerbe and Co.. 
Archts. & Engrs., Ist National Bank Bldg., and 

• 2611 Upton N., Minneapolis, Minn. 

RUDD, Dann J. {M 1937) Asst, Mech. Engr,, 
New York City Board of Education, 49 Flatbush 
Ave., Ext., Brooklyn, and • 580 Deer Park Ave., 
Babylon, L. L, N. Y. 

Rl^IO, H. M. (M 1921) Engr., Biiensod-Slacey. 
Inc., 60 East 42nd St., New York, N. Y. and •317 
Grier Ave., Elizabeth, N. J. 

RUDLOFF, Charles S. (/ 1948; S 1947) Sales 
Engr., •A. M. Lockett & Co., Ltd., National 
Standards Bldg., Houston, and 2910 Bagby St., 
Houston 6, Texas. 

RUDOLPH, R. R. (M 1943) Principal, • General 
Exporting & Importing Co., 723 Central Bldg., 
Seattle 4, and 2300 North 38th St., Seattle, Wash. 
RUEMMELE, Albert M. (A 1943; J 1938) 
Major, S-4 Section, Hq. School Troops, Fort 
Knox, Ky. 

RUFF, Adolph G. (M 1936) Supt. of Power. 
U. S. Playing Card Co., Park Ave., Norwood, and 

• 3824 Woodford Rd.. Cincinnati, Ohio. 

RUFF, Alonzo W. (M 1944) Mech. Engr., • V. C. 

Patterson & Assocs., 416 W. Market St., and 538 
W. Springettesbury Ave., York, Pa, 

RUFF. DeWltt C. (M 1922) Treas., • Healy-Ruff 
Co., 2256 University Ave., St. Paul 4, and 2211 
St. Clair Ave., St. Paul 6, Minn. 

RUGART, Karl (A 1924) Mfrs., Repr., •26 South 
20th SL, Philadelphia 3, and 612 Bryn Mawr Ave., 
Penn Valley, Narberth P. O,. Pa. 

RUGG, Henry H. (A 1047) Sales Repr., • The 
Wm. PoweU Co., 703 Ashland Ave., St. Paul 6, 
and R. R. No. 9, Mahtomedi, Minn. 

RUGGLES, Robert F, {M 1936) Partner. Ruggles 
& Loughran, 60 Church St., New York 7, and • 16 
Gregg PL, Randall Manor Staten Island 1. N. Y. 
RUMBOLD, Allan H. (M 1941) Pres., eRumboId 
& Co., Inc., 379-881 Nelson St. S.W., Atlanta, 
and R. F, D. 1, Norcross, Ga. 

RUMMEL, Adolph J.* {M 1937) Partner, 

• Langhammcr-Rummel Co., 436 Main Ave., and 
236 North Dr., San Antonio, Texas. 

RUMSEY, John L. (M 1941) Chief Engr.. 

• Maensons, 161 Tehama St., San Francisco 6, 
and Box 1026, Belvedere, Marin Co., CalE, 

RUNGE, Edwin A. (A 1944) Chief Engr., Lee 
Engineering Co., Union National Bank Bldg., 
Youngstown, and • 429 Maplewood Ave., Struth- 
ers. Ohio. 

RUNGE, Nathan P. {M 1946) Sales Engr., 

• Garden City Fan Co., 833 S, Michigan Ave.. 
Chicago 4* and 846 Greenle^ Ave., Wilmette, III. 

runnings, Henry M. (M 1948) Regis. Mech. 
Engr., 16261 Griggs Ave., Detroit 21. Mich. 
RUPERT. J, Daniel <A 1947) Engr., •Miller 
Davis Plbg. & Hig. Co., 3311 Miller Rd., Kala- 
niazoo, 

RUPp, €h«oter J. (S 1947) Student, Michigan 
State College, East Lansinig, and • 730 W. Ottawa 
$t., Lansing, Mkh. 

RUSBt, Merte K. 1946) Sales Etigr., Hucker 
Bales Co., 1^0 Walnut $t,« Philadetehia 81 and 

• ^20 Twin Oaks Dr., Wynnewood, ra. 
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RUSSELL. Boyd A. (A 1941) 318 Long Branch 
Pkwy., Takoma Park, Md. 

RUSSELL, Edgar N. {M 1947) Dir. & Tech. Engr., 

• Rosser & Russell. Ltd., 30 Conduit St., London 
W. 1, and "Merok,’* Camp Rd., Gerrards Cross, 
Buckinghamshire, England. 

RUSSELL, Harold E. (M 1947) Supvsr. •Comml. 
& Indus. Htg. & Air Cond. Div., Cincinnati Gas 
& Electric Co., 4th & Main Sts., Box 960, and 
3316 Hewitt Crescent, Cincinnati, Ohio. 
RUSSELL, Janies R, (A 1946) Constr. Engr., 
Standard Chemical Co., 195 Fleet St. E., and •45 
DeVere Gardens, Toronto, Ont., Canada. 
RUSSELL, Joseph Nelson (Life Member; M 1899) 
Rosser & Russell, Ltd., 30 Conduit St., London 
W- 1. and • St. E:lmo Marsham Way, Gerrards 
Cross. Bucks. England. 

RUSSELL, W. A, {M 1943) Chief Engr. and Sales 
Mgr., Skinner Heating & Ventilating Co.. Inc., 
1948 N. Ninth St., St. Louis 6, and •7918 Kings- 
bury Blvd., Clayton 6. Mo. 

RUSSELL, William B. (M 1944) Vice-Pres., 

• Kewan”e Boiler Corp., and 409 E. Prospect, 
Kewanec, 'll. 

RUT’H, Robert J. {J 1946) Sales Engr., American 
Blower Corp., 402 Essex Bldg., 84 S. Tenth St., 
Minneapolis. and*4''.31 Zenith Ave. N., Rob- 
binsdale, Minn. 

RUUD, Robert E. (A 1947) Mech. Engr., •F. J. 
& W. J. Spriggs. 160 W. P'ourth St., St. Paul 2, 
and 1360 Stanford, St. Paul 6. Minn. 

RYAN, Frank J. (A 1946) Mgr. and Supvsr., 

• William D. Ryan, I^himbing & Heating, P. O. 
Box 6148E, 126 Duckworth St., and 1 Carpasian 
Rd., St. John’s, Newfoundland. 

RYAN, Harold J. {M 1940) Pres., • Harold J. 
Ryan, Inc., 101 Park Ave,, New York 17, and 
PoQUott Village, East Setauket, L. I., N. V. 
RYAN, Joseph B. (M 1938) Engr., •526 Railway 
Exchange Bldg., and 3860 Charlotte Ave., 
Kansas City, Mo. 

RYAN, Key W. (/ 1947; 5 1946) Supvsr. Sales & 
Serv., South Wind Home Heater, Stewart-Wamer 
Corp., ^uth Wihd Div., 1514 Drover St., India- 
napolis 7, and •4015 N. Kenwood Ave., India- 
napolis 8, Ind. 

RYAN, William F. {M 1940; A 1939; J 1933) 
Chief Engr., The Salina Supply Co., 302-304 N. 
Santa Fe, and aSlO W. Republic, Salina, Kans. 
RYBOLT, Arthur L. (A 1938) Gen. Mgr., •The 
Rybolt Heater Co., Miller St., and 1108 Center 
St., Ashland, Ohio. 

RYDBERG, John A. {M 1946) Dr. Tech., • KungL 
Tekniska Hogskolan, and c/o John E^ricssonsgatan 
16, Stockholm, Sweden. 

RYDEN, Eric H. {M 1946) Dvlpt. Engr., The 
C. A. Olsen Manufacturing Co., and • 117 Glen- 
wood St., Elyria, Ohio. 

RYDEN, R. S. (A 1946) Owner. • R. S. Ryden 
& Co., 403 Insurance Bldg., and R. 2, Box 208R, 
San Antonio, Texas. 

RYERSON, Herbert E. {M 1937) Dist, Mgr., 
Cardox Corp., 520 Park Bldg., Pittsburgh 22, Pa. 

s 

SAAR, Laird F. (A 1945) Owner, Saar Eleating & 
Engineering Co„ 206H W- Yakima Ave., Yakima, 
Wash. 

SABIN, Edward R. {M 1919) Pres., •£. R. Sabin 
& Co., 4710 Market SL, Philadelphia, Pa., and 
206 Page Ave., Allenhurst, N. J. 

SABLE, Edward J. {M 1939) Vice-Pres. and 
Treas., • The T. O. Murphy Co., 25-27 E. College 
St., and 346 W. Lorain St., Oberlin. Ohio. 

SACHS, Sam (A 1948; J 1940) Mech. Engr., 
Constr. & Equip. Dept., Montgomery Ward & 
Co., 619 W. Chicago Ave., Chicago, and • 1642 W. 
Pratt Blvd., Chicago 26. III. 

SACK, Herman S. (A 1944) Archt. and Engr., 
Waldorf System, Inc., 169 High St., Boston, and 

• 29 Kodaya Rd., Waban 68, Mass. 

SADLER, d, Boone <M 1928) Civil Engr., Public 

Works Office, 11th Naval Dist., San Diego, and 
•8211 S. Giebe Rd., Arlington, Va. 

SAENGER, tester W, (A 1947; J 1941) Maint. 
Engr., National Bearing Div., American Brake 
Shoe Co., 4930 Manchester Ave., St, Louis 10, and 

• 21 HUkrd Rd., Glendale 32, Mo, 

8AGAR, Paul B. <A 1946) Dvlpt, Engr., Norman 
Products Co.. 1160 Chesapeake Ave., Columbus, 
and • 8967 Riveredge Rd„ Cleveland 11, Ohio. 
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5AGINOR, S. V. (M 1939) Gen. Mgr., Davey 
Compressor Co., 266 N. Water St., and a 900 
Bryce Rd., Kent, Ohio. 

SAHAB, Mohamed S. (5 1946) Grad. Student. 
CorneJl University, Ithaca, and • 106 Park St., 
Groton. N. Y. 

SAIN. Kenneth L. (J 1947) Field En«r.. U. S. 
ir Conditioning Corp., 342 Oklahoma Natural 
idg„ Oklahoma City, and •2203 Dorchester Dr., 
Oklahoma City 6, OWa. 

SALALIN, Harold L. (A 1946) Comml. Supvsr., 

• New Orleans Public Service, Inc., 317 Baronne 
St., and 6843 Vicksburg St., New Orleans, La. 

SALE. Francis B. (A 19310 Sales Engr., Preferred 
Utilities Manufacturing Corp., 1860 Broadway, 
New York 23, and^l Ascan Ave., Forest Hills, 
N. y. 

SALE, G. N. (A 1946) Mgr., Process Service, 

• Dominion Oxygen Co., Ltd., 169 Bay St., and 
406 Armadale .St., Toronto, Ont., Canada. 

SALEH, Mohamed (A 1947) Gen. Mgr., • Uni- 
versal Engineering & Trading Co., Inc., P. O. 
Box 26, Faggala, Cairo, and Sohag, Egypt. 
SALEVA, Gustavo {A 1945) Pres., • Electnca- 
Commercial, Inc., Apartado 3751. San Juan, and 
Callc Taft 65, Santurce, Puerto Rico. 
SALINGER, Robert J. (M 1945) Mech. Engr., 
Reg. F. Teiylor. Cons. Fmgr., 910 Bankers Mort- 
gage Bldg., Houston 2, and e-iSlO Dewberry Lane, 
Houston 4, Texas. 

SALTER, Stanton W. (M 1942) Vice-Pres., Engi- 
neering Equipment Co., Ltd., 620 Cathcart St., 
Montreal, and • 153 Hillcrest Ave., Montreal, W., 
Que-, Canada. 

SALTER, Thomas J., Jr. (A 1947) Asst. Engr., 
Sierra Pacific Power Co., 21 E. First St., and 

• 244 Hill St.. Reno, Nev. 

SALZER, Alfred R., Jr. (A 1947; J 1940) Cons. 
Mech. Engr., • 1026 Bienville St., New Orleans 
16, and 3363 DeSaix Blvd., New Orleans, La. 
SAMPSON, Will D. (M 1945) Dist. Mgr.. • B. F. 
Sturtevant Co., Div. of Westinghouae Electric, 
1608 Canton Ave., and 4327 Taos Rd., Dallas, 
Texas. 

SAMUELS, Sidney (M 1941; A 1928; J 1926) 
Pres., • Sidney Samuels, Inc., 165 Amsterdam 
Ave., New York 23, and 245 West 107th St., New 
York 25, N. Y. 

SANBERN, E. N.* (M 1923) Asst, Secy, and Mgr., 
Jobbed Products Div,, Hoffman Specialty Co., 
Inc., 1001 York St., Indianapolis 7, and *4025 
Park Ave., Indianapolis 5, Ind. 

SANDBERG, Julian A. (A 1946) Estimator, 
Trane Co., 850 Croraweli Ave., St. Paul 4, and 

• 757 Delaware Ave., St. Paul 7, Minn. 

SANDER, Andy J. (M 1941) Chief Engr., c/o A, 

Epstein, 2001 W. Pershing Rd., and • 2457 East 
74th St., Chicago 49, 111. 

SANDERS, Charles M., Jr, (A 1946; J 1938) 
Specialty Sales, • Minncapolis-Honeywell Regu- 
lator Co., 2753 Fourth Ave. S., Minneapolis 8, 
and Bayers Grove, Excelsior, Minn. 

SANDERS, George O. (A 1945) Branch Mgr., 

• Penn Electric Switch Co., 7310 Grand River 
Ave., Detroit 4, and 19484 Prest Ave,, Detroit 
19, Mich. 

SANDERS, Vic (.4 1945) Equip, Engr., Pitts- 
burgh Corning Corp., 632 Duquesne Way, 
Pittsburgh 22, and •230 Glenrock Dr., Bridge- 
ville. Pa. 

SANDERS, William L. (A 1946) Partner, •Mid- 
west Plumbing & Heating Co., 6243 Prospect. 
Kansas City, and 103rd Blueridge, R. R. 1, 
Hickman Mills, Mo. 

SANDERS, William R. (M 1946) Vice-Pres. & 
Secy., Mag-Bestos Co., Box 366, and • R. F. D. 

^ 3, Johnson City, Tenn. 

SANDFORT* John F. (M 1942; J 1938) Asst, 
Prof., Mech. Engrg. Dept., • Iowa State College, 
and 411 Eighth St., Ames, H, 

SANPIPER, Robert S. (A 1946) Asst. Appl. 
Engr., • York Corp., 220U11 Texas Ave., Houston, 
and 15U Suebamett, Houston 8, Texas. 
SANDSTED. Peter P. (A 1947) Vice-Pres. & Gen. 
Mgr., ePan-X^Heat Corp., 2838 N.E. Columbia 
Blvd., Portland 11, and 6230 Northeast 24th Ave., 
Portland. Ore* 

SANFORD, A. L. (M 1916) Mech. Engr., C. H. 
JohnstPn, Archts. & Engrs,, 716 Empire Bank 
Bldg*, St. Paul 1, and • 1037 Davern St., St. Paul 
6, Minn* " 


SANFORD. Edward H. (J 1948; S 1947) Design 
Engr., The Texas Co., P. O. Box 712, and •3434 
Eighth St., Port Arthur, Texas. 

SANFORD, FJlwocMi C. (M 1947) Engr., Fred W. 
Kolb, 681 Market St., San Francisco, and •Box 
222A, Route 2, Martinez, Calif. 

SANFORD, Harold L. (A 1945) Owner, Pres., 

• Sans Corp,, 132 Blackstone Ave., and 69 Town- 
line Rd., R. D, 4, Jamestown, N. Y. 

SANFORD, Sterling S.* (M 1930) Htg., Vtg. and 
Air Cond, Engr., • The Detroit Edison Co., 2000 
Second Ave*. Detroit 26. and 279 Hillcrest Rd., 
Grosse Pointe Farms 30, Mich. 

SANGER, Ernest (A 1944) Mfrs. Agent, Waits 
Regulator Co., and ♦ 1046 Wayburn Ave., 
Detroit 30, Mich. 

SANTAGOSTINO, Mario (M 1947) Tech. Mgr., 

• c/o Ditta Giacomo Jucker, Via Mauro Macchi, 
28, and Via privata Arpesani 4, Milano, Italy. 

SAPP, Charles L. (M 1945; A 1936) Secy.-Mgr., 
Farquhar Furnace Co., 150 Owens Ave., and •620 
N. Walnut St., Wilmington, Ohio. 

SARKAR, S. R. (M 1946) Chief Engr., Trane 
Air Conditioning Dept., • Keymer Bagahawe & 
Co.. Ltd., 22 Strand Rd,. P. B. 399 Calcutta and 
Jamirtta P. O., Dist: Dacca, Bengal, India. 
SA'^TTERLEE, Harry A. (M 1947; A 1944; J 1940) 
Partner, •The Schulte Plumbing & Heating Co., 
215-21 W. Tenth St., and 1006 N. Sergeant, Joplin, 
Mo. 

SAULSON, Saul (M 1946) Vice-Pres.. Albert 
Kahn Associated Architects & Engineers, Inc.. 
345 New Center Bldg., Detroit, and •950 Whit- 
more Rd., Detroit 3, Mich. 

SAUNDERS, Claude V. (M 1946) Mech. Engr.. 
L. C. Kingseott & Assoc., Inc., P. O. Box 671, 
Kalamazoo 99, and *906 Hazard Ave., Kala- 
mazoo 19, Mich. 

SAUNDERS, Douglas G. (A 1943) Estimator and 
Supvsr., • John Plaxton Co.. Ltd., 244 Main St„ 
and 696 Warsaw Ave., Winnipeg, Man., Canada. 
SAUNDERS, L. P. (M 1933), (Treas. 1944-46; 
Council, 1941-47) Chief Engr., Research Engrg., 

• Harrison Radiator Div., General Motors Corp., 
and Tuscarora Club, Lockport, N. Y, 

SAUNDERS, M. G., Jr. (A 1946) Prod. Mgr., 

• The Balinson Co., 1001 S. Marshall St., 
Winston-Salem, and 2414 Buena Vista Rd., 
Winston-Salem 5, N. C. 

SAUNDERS, M. Kerby (A 1945) Pres., •Kerby 
Saunders, Inc., 630 West 62nd St., New York 19, 
and 1136 Fifth Ave., New York, N. Y. 
SAUNDERS, Sidnev Geori^e (M 1944) Dir.-Chief 
Engr., Earleymil, Ltd., 212A, Shaftsbury Ave., 
London, W.C. 2, and • 113 Winkworth Kd., 
Banstead, Surrey. England. 

SAURWEIN, G. K, (M 1938) Mech. Engr., •New 
England Gas & Electric System, 729 Massa- 
chusetts Ave., Cambridge, and 639 Boston Post 
Rd., Weston, Mass. 

SAVAGE, Sidney W. (A 1944) Owner, S. W. 
Savage Sheet Metal Works, P. O. Box 155, 
Oakville, Ont., Canada. 

SAVOIE. J. L. Roland (A 1944) Sales Mm.. Htg. 
Dept., Codere, Ltd., 18 Wellington, N., Sher- 
brooke, Que.. Canada. 

SAWDON, Will M.* (Life Member; M 1920) 
Prof, of Experimental Engrg., Emeritus, Cornell 
University, College of Engrg., and • 1018 E. State 
St., Ithaca, N, Y. 

SAWHILL, Ray V. (A 1929) • Domestic Engi- 
neering, 110 East 42nd St., New York 17, and 116 
Townsend Ave., Pelham Manor, N. Y. 

SAWYER, Clifford C. (M 1947) Cons. Engr*, 

• 11 W. Adams, Phoenix, Ariz, 

SAWYER, Howard C. (M 1948; A 1942) Owner, 

• Sawyer Heating Co., 6736-12th St., Detroit 
8, and 14217 Mettetal Ave*, Detroit 27. Mich. 

SAXON, R. B* (M 1941) Asst. Operating Supt., 
University of Nebraska, College of Medidne, 42nd 
and Dewey Ave., and *4216 Pine St., Omaha, 
Nebr. 

SAYLER, WUllkin H* (M 1044) Partner and 
Engr., • Specialty Sales Co., 208 Southwest 
Temple, Salt Lake City 1* and 6400 South E., 
Salt Lake City 7. Utah. 

SCANDRETT, Harold R, (M 1041) E$iimaior, 

• Pacific Gas & Blectrid Co*, 446 Suttar 
San Frandeco 6, and 458-l7th Ave., San Fmn* 
cisco 21, Cain. 
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SCHAA0, Fred N. (M 1944) Diet. Repr.. • Warren 
Webster & Co., Westport Bank Bide-. Westport 
and Broadway. Kansas City 2, and 408 West 61 st 
St., Kansas City 4, Mo. 

SCHAAR, Martin CA 1947) Owner. • Wisconsin 
Furnace Co.. 1310 w. Walnut St., Milwaukee 6, 
and 3272 North 45th St., Milwaukee. Wie. 
SCHAARSCHMIDT. Karl F, (A 1945) Partner. 
The Burns Heating Co., 1042 Holden Ave., 
Detroit 2, and • 6121 W. Chicago Blvd., Detroit 
4, Mich. 

SCHAD. Clifford A. (A 1938; / 1937) Engrg. 
Dept., United States Air Conditioning Corp., 
Como Ave. S.E., at 33rd, Minneapolis 14, and 

• 4425-43rd Ave. S., Minneapolis, Minn. 
SCHAEFER, Artnand (A 1945) Dist. Mgr., 

Iron Fireman Manufacturing Co., 429 S. Ashland 
Ave., and #1429 Farragut, Chicago, III. 
SCHAFER, Harry C. (M 1937) Sales Mgr., 
IroQuois Gas Corp., 45 Church St., Buffalo, and 

• 197 Union St., Hamburg, N. V. 

SGHAMPEL, Howard B. (A 1943) Design Engr., 

Minnesota Mining & Manufacturing Co., 900 
Fauquier Ave., and #2122 Knapp St., St. Paul 
8, Minn. 

SCHARMER, George A. (A 1945) Pres., New 
Milford Construction & Repair Co.. Inc., 206 
River Rd., and •182 Cleveland St., New Milford, 
N. J. 

SCHARRES, John W. (A 1946) Designing Engr.. 
E. R. Gritschke, Cons. Engr., 123 W. Madison 
St., Chicago 2, and • 5448 Princeton Ave., 
Chicago 9, 111. 

SCHAUER, Robert A. (A 1944; J 1942) Chief 
Htg. & Air Cond. Engr., •.!, C. Penney Corp., 
Constr. Dept., 330 West 34tii St., New York 1, 
N. Y., and 2534 Eighth Walk, Jackson Heights, 
N. Y. 

SCHECHTER, Jack E. (A 1941; J 1937) Chief 
Engr., James H. Martin, Inc., 503 West 43rd St., 
New York 18. and ^28 Brower Ave., Woodmere, 
L. I., N. Y. 

SCHEIDECKER, Daniel B. (A 1919) Pres., 

• Hunter-CIark Ventilating System Co., 2800 
Cottage Grove Ave., Chicago 16, and 4626 N. 
Kilbourn Ave., Chicago 30, III. 

SCHENCK, William P. (M 1947) Engr., • Petrol 
Corn,, 2012 Chestnut St., Philadelphia 3, Pa. 
SCHERGER, Fred J. (A 1942) Sales Engr., 

• Mundet Cork Corp., 14401 Prairie, Detroit 21, 
and 3764 Kipling, Berkley, Mich. 

SCHERNBECK, Fred H. (A 1930) •William 
Brothers Boiler & Manufacturing Co.. 1067 Tenth 
Ave. S.E., and 6045 Portland Ave., Minneapolis, 
Minn. 

SGHERRER, James R., Jr. (A 1946) Chief Engr., 

• Security Manufacturing Co.. 1630 Oakland 
Ave., Kansas City 3, and 3808 East 62nd St., 
Kansas City 4, Mo. 

SCHICK, l^rl W. (A 1946) Southwest Regional 
Mgr., • Minneapolis' Honeywell Regulator Co„ 
2607 Commerce St., Dallas 1, and 6216 Winton, 
Dallas, Texas. 

SGHILKEN. Donald R. (A 1947) Sales Mgr., 
Alexander-Stafford Corp., 1 Iona Ave. N.W., 
and ^914 Franklin St. S.E.. Grand Rapids, Mich. 
SCHIMPKE, Burton J. (S 1947) Engr,. • Centri- 
Spray Corp., 14290 Meyers Rd., Detroit 27, and 
28050 Goldengate Dr., Birmingham, Mich. 
SCHIWETZ, D. P. (M 1945) Branch Mgr., 

• York Corp,, Box 1007, Charlotte 1, and 825 
Romany Rd., Charlotte 3, N. C. 

SCHLENK, Hufto, Jr. (M 1945) Engrg. Dept., 

• The Northwest Paper Co„ and 214 Chestnut 
St„ Cloquet, Minn. 

SCHLENTNER, Karl O. (M 1948) Asst. Mgr. of 
Research, aThe National Radiator Co., 221 Cen- 
tral Ave.. and 1156 Edson Ave., Jofmstown, Pa, 
SCHtICHTING, Walter G. (M 1932) Mgr.. Air 
Cond. Dept., Clarage Fan Co., 619 Porter St„ 
Kalamatoo 16. and *224 S. Fletcher Ave,, 
Kalamazoo 51, Mich. 

SCHMIDT, Alexander F. (H 1943) Gen. Supvr., 
Air Cond. Dept., Ansco-Div. of General Aniline & 
Film Corp,, Charles St., and *174 Crary Ave*. 
Binghampton, N. Y. 

SCHMIDT. Carl W, {M 1944) Regis. Engr*. 
Washington Lane. R. D. 1. Ambler, Pa. 
SCHMIDT, Harry CM 1987) Cons. Engr.. Air 
Cond.. Htg., Vtg., Sl Refrig.. 130 Westvllle Ave*, 
Caldwell. N. J. 


SCHMIDT, Jack F. (/ 1946) Instructor. Engrg. 
Training Dept., • Carrier Corp., 300 Geddca St., 
Syracuse 1, and 225 Robineaw Rd., Syracuse 4, 
N. Y. 

SCHMITT, WUliam C. (/ 1945; 5 1944) Mech. 
Engr., Wm. J. Schmitt. Inc.. 118 Brown St., 
Rochester 6, and oSOO BeaCh Ave., Rochester 12, 
N. Y. 

SCHNEEBERG, Floyd Henry (J 1943) Instruc- 
tor. William Hood Dunwoody Industrial Inst., 
818 Wyazata Blvd., Minneapolis, and • 1444 
Edgerton, St. Paul 1, Minn. 

SCHNEIDER, Charles H. (A 1946; J 1938) 
Branch Mgr., • IJg IClectric Ventilating. Co., 706 
Professional Bldg,, Pittsburgh 22, and 1413 Park 
Blvd-, Dormont, Pittsburgh 16, Pa. 

SCHNELL, Robert 11, (A 1938) Mech. Draftsman, 
B. E. Landes, Cons, Engr,, 722 Old Colony Bldg., 
Des Moines, and • I617-~33rd St., Des Moines 
11, la. 

SCHNURR, William J, (A 1947) Pres., eSchnurr 
& Kracmer Ltd., 125 Weber St. W., and 125 Bru- 
bacher St*. Kitchener, Ont., Canada. 
SCHOEDEL, Joseph J, (A 1947) Engr., Htg. & 
Vtg., John Harrison Co., Butler Plank Rd., Pitts- 
burgh, and •730 Horning Ave., Pittsburgh 27, Pa, 
SCHOEN, Daniel D. 1942) Mech. Engr.. R. B. 
Rogers Co., 1120 Leggett Ave,, New York, and 

• 272 S. Broadway, Yonkers 5, N. Y. 
SCHOENHERR, Edftar J. (A 1946) Mech. Engr., 

Dept, of Public Works, Archt’l. Branch, Dominion 
Government, and • 244 Charlotte St., Ottawa, 
Ont., Canada. 

SCHOENUAHN. Robert P. (M 1919) Owner. 

• 303-306 Industrial Trust Bldg., Wilmington 7, 
and 719 Nottingham Rd., Wilmington 66. Del. 

SCIIOEPFLIN. P. H. (M 1920) Pres., •Niagara 
Blower Co., 405 Lexington Ave., New York, and 9 
Broadmoor Rd., Scarsdale, N. Y. 

SCHOERNER, R. T. (M 1943) Chief Engr., 

• Taco Heaters, Inc., 137 South St., Providence, 
and 48 Fairway Dr., Oaklawn, R. I. 

SCHOONOVER, William A, (J 1947) Sales Engr., 

• The Trane Company. 626 Broadway, Room 307, 
Cincinnati, and 2037 Park Ave. No. 3, Norwood, 
Ohio. 

SCHOTT, Frederick C. (A 1945) Co-Owner. 

• Atlas-Butler Furnaces, Inc., 243 N. Fifth St., 
Columbus 15, and 160 W. Royal Forest Blvd., 
Columbus 2, Ohio. 

SCHREIBER, Herbert W, (A 1937) Branch Mgr., 

• Johnson Service Co., 507 E. Michigan St., 
Milwaukee 2, and 6187 Washington Circle, 
Milwaukee 13. Wis. 

SCHREIBER, W. F. (M 1945) Owner, •Schreiber 
Institute of Refrigeration, 902 Westport Rd., 
Kansas City 2, Mo., and 6200 Terry Dale Rd., 
Merriam, Kans. 

SGIIROCK, Robert E. (5 1948) Student, Uni- 
versity of Michigan, and • 655 Packard, Ann 
Arbor, Mich. 

8CHROEDER, Delmati £. (A 1943) Student. 

1531 Douglas St., Ames, la. 

SCHROEDER, William R. (A 1939) Pvt., 346th 
Infantry, Camp McKain, Miss., and *201 Kedzie 
W., Evanston, 111. 

SCHROTH, August H. (Life Member; M 1911) 
Metropolitan New York Repr., Columbia Radi- 
ator Co., and • 167 N. Grove St., East Orange, 
N. J. 

SCHUBERT, Arno G. (M 1939) Asst. Prof., 
Mech. Engrg., Rensselaer Polytechnic Institute. 
Troy, and • 1301 Broadway. Watervliet, N. Y. 
SCHUCHART, Oscar W, (7 1948; S 1946) Jr. 
Engr. & Designer. George R, Rhine, Cons. Mech. 
Engr., 1208 Alamo Natl. Bldg., San Antonio 5, 
and • 1403 W. Hollywood. Sati Antonio 1, Texas. 
SCHUErr, Doaald F. (A 1946) Mgr., Air Cond. 
Dept., Calcasieu Lumber Co„ P. O. Box 996, and 

• 2515 Winsted Lane, Austin, Texas, 

SCHUETZ, Clyde C. (A 1936) Research Engr., 

United States Gypsum Co., 1253 Diversey Pkwy., 
Chicago, and • 206 S. Edward St.. Mt. Prospect, 
111 . 

SCHULEIN, Lam E. (A 1942) Sales Repr., *431 
S* Dearborn St.. Chicago 5, and 617 South 23rd 
Ave., Bell wood, III. 

SCHULER, William B. (A 1947) • Products. Inc., 
304 Home Federal Bldg., Sixth & Grand Ave. 
Des Moines 9, and 1620 Vine St., West Des 
Moines, Iowa. 
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SCHUl^ER, WMliam R. (M 1»47) Engr.. Robuon 
& Woese, Cons. Engrs., Syracuse, and *119 Hop- 
per Rd., Syracuse 7, N. Y. 

SCHIJLMEISTER, Walter A. (M 1944) •$, E, 
Dockstader, Inc., of Washington, D. C., 10 
Power Bldg., North Tonawanda, and R. F. D. I, 
Niagara Falls. N. Y. 

aCHULTE, Russell A. (S 1948) Student, David 
Ranken Jr. School of Mechanical Trades, and 

• 4703 St. Louis Ave,, St. Louis, Mo. 

SCHULTZ, Albert W. (M 1936) Owner, Albert W. 

Schultz Co., R. J. Mangan Co., 926 Seventh Ave , 
S., Minneapolis 4, and • 6204 France Ave. S., 
Minneapolis 10, Minn. 

SCHUI.TZ, Clyde W. (A 1946) Engr„ Green Engi- 
neering Co., 208-210 Bever Bldg.. and#P, O. 
Box 883, Cedar Rapids, Iowa. 

SCHULTZ, Stewart F. (A 194.3) Builders Htg. 8r 
Supply Co., 703 Pontiac State Bank Bldg., 
Pontiac, and •4755 Walnut Lake Rd., Birming- 
ham, Mich. 

SCHULTZE, Donald P, (A 1948) Sales Engr., 
Hart & Cooley Mfg. Co,. 600 K. Eighth, and •78 
East 12th, Holland, Mich. 

SCHU1.Z, Burnett J. (J 1948; 5 1946) Schulz 
Oil Com 2900 E. Seventh St., Bay City. Texas, 
SCHULZ. W. F. (M 1944) Cons. Engr.. *870 
Shrine Bldg., and 1839 Overton Park Ave., 
Memphis, Tenn, 

SCHULZE, Ben H. (M 1921) Eastern and GoV’t. 
Sales Mgr,, • Ivewance Boiler Corp., 40 West 40th 
St., New York IS, N. Y., and Four Brooks Farm, 
Pipcrsville, Pa. 

SCHUMACHER, C. W. (M 1943) Partner, 
General Heating & Cooling Co., 1920-22 Grand 
Ave., Kansas City, Mo. 

SCHUMACHER, John F. (A 1944) Draftsman, 

• Columbus Heating & Ventilating Co., R. 3, 
Sta. G, and 3290 Groveport Pike, Columbus 7, 
Ohio. 

SCHUNDLER, Hans Otto, Jr. (A 1946) Inau- 
lation Sales Mgr., aF. E. Schundler & Co., Inc., 
(E Div.) 45-15 Vernon Blvd., Long Island City, 
N. Y., and 10 Lorraine Rd., Madison, N. J. 
SCHURMAN, John A. (M 1936; J 1935) Appl. 
Engr., York Corp., 2700 Washington Ave., 
Cleveland 13, and • 16307 Lakewood Heights 
Blvd., Lakewood 7, Ohio. 

SCHURMAN, John H. (A 1947) Partner, • Hunt- 
ington Heating & Supply Co., 916 Sixth Ave., 
and 1120 llth St.. Huntington. W. Va. 
SCHUSTER, Paul H. (A 1942) Htg. Engr., 

• East Texas Plumbing Supply Co., P. O, Box 
1432, and 609 Idylwood Dr., Longview, Texas. 

SCHWARTZ, Fred D. (A 1945) Professional 
Engrg. Consultant, •1324>^ Wilshire Blvd., Los 
Angeles 14, and 1053 Crenshaw, Los Angeles, 
Calif. 

SCHWARTZ, Maurice (A 1938) Pres., •Schwartz 
Appliances, Inc., 119 Doughty Blvd,, Inwood, 
L. I., and 804 Bolton Rd., Far Rockaway, N. Y. 
SCHWERMAN, Carl H. (Af 1947) Engr., R. B. 
Hayward Co., 1714 Sheffield Ave., Chicago 14, 
and • 115 S. William St,, Mount Prospect, III. 
SCHWIND, L. Morgan (A 1947) Mgr., Control 
Div„ Hester-Bradley Co., 2836 Washington, St. 
Louis 3, and • R. 5, Box 584, Kirkwood 22, Mo. 
SCHWIRTZ, Ben A, (A 1948) Sales Repr., eThe 
Trane Co., 1026 Fleming Bldg., Des Moines, and 
Box 574, Fort Des Moines, Iowa. 

SCHWITZER, Louis, Jr. <M 1946) Exec. Vice- 
Pres., • Schwitzer-Cummins Co., 1126 Mas- 
sachusetts Ave., Indianapolis 7, and 6449 N. 
Chester, Indianapolis 44, Ind. 

SCOFIELD, Paul C. (A 1937; J 1933) Project 
Engr., Air Research Manufacturing Co., 9851 
Sepulveda, Los Angeles, and *425 E. Randolph* 
Glendale 7. Calif. 

SCOTT, An^ua C. (A 1946) Sales, • Hall-Neal 
Furnace Co., Indianapolis, and Milford, Ind. 
SCOTT, Clarence E. {M 1943) Mgr,, Indus, Htg. 
Refrlg. Div., Fedders Manufacturing Co., Inc., 
57 Tonawanda St., and *800 W. Ferry St„ 
Buffalo, N. y. 

SCXJTT, Donald C, (A 1943) Asst. Mgr., Ware 
Coupling & Nipple Co., and *90 Church St„ 
Ware, Mass. . 

SCOTT, Edwin Earl (A X943) Partner, • Johnson 
fit Scott, 918 Detmon Bldg,, Memphis 3, and 11 $. 
Aubumdale, Memphis, Tenn. 


SCOTT, F. William </ 1947; 5 1943) Mech, Engr.. 
Weapons Div., Naval Ordnance Laboratory, Navy 
Yard, Washington 25, and •2013-3l8t St.' S.E.* 
Washington 20, D. C, 

SCOTT„ George M. (life Member; M 1915) Pres., 
Child & Scott Co., Inc., 163 East 38th St., New 
York, and •38 Stratford Rd., Scarsdale, N. Y. 
SCXJTT, James (M 1943) Mgr., York Corp., 669 
E. Sixth St., Cincinnati, Ohio, and • R. D. 5. 
York. Pa. 

SCOTT, John C. \A 1946) Sales Engr., •The 
Powers Regulator Co., 3819 N. Ashland Ave., 
and 2320 East 70th St., Chicago, III- 
SCOTT, Philip R. (A 1948) Cons. Engr., Assoc., 

• Gutteridge, HaskinS &; Davey, 472- Bourke St., 
and 140 Abbott St., Sandringham, Melbourne, 
Australia. 

SCOTT, Roy M. (A 1941) Mfra. Repr., #323 
Tenth St„ San Francisco 3, and 36 Fairfield Way, 
San Francisco, Calif. 

800X1% William P., Jr. (M 1941: J 1939) Sr. 
Partner, Scott Co., 243 Minna St., San Francisco 
3, and • 2700 Broadway, San Francisco 23, Calif. 
SCOTT, Wirt S. (M 1943) Engr., • Philadelphia 
Electric Co., 1000 Chestnut St., and 4619 Chester 
Ave.. Philadelphia 43, Pa. 

SCROGGvS, Frank M. (A 1947) Sales Mgr., City 
Fuel Oil Coal Co., P. O. Box 660, St. Petersburg, 
and *720 16th Ave. S., St. Petersburg 6, Fla. 
SCURLOCK, Ulvan M. (A 1946) Owner. •Bill 
Scurlock Air Conditioning & Heating Service Co., 
4048 Main St., and 4207 Baltimore, Kansas City, 
Mo. 

SEABRIGHT, Frederick G. (A 1044) Engr.. 
Columbus Heating & Ventilating Co., Columbus, 
and *455 W. Sixth Ave., Columbus 1, Ohio, 
SEALY, Sydney I. (A 1946) Mgr., • Matthew 
Hall & Co., Ltd., 95/97 Princess St.. Manchester 
2, and 18 Regents Close, Brarahall, Cheshire, 
England. 

SEAT, J. Harvey (A 1946) Owner., • J. Harvey 
Seat & Assocs., IGl Simpson St. N.W., and 2460 
Peachtree Rd. N.E., Atlanta, Ga. 

SECKINGER, Benjamin J., Jr. {M 1941) Vice- 
Pres., eSeckinger Sons Co., Inc., 180 Forsyth St. 
S.W., and 1110 Lanier Blvd. N.E., Atlanta, Ga. 
SEDGWICK, David E. <A 1947) Secy., •The 
Waterman-Waterbury Co., 1121 Jackson St. N.E., 
Minneapolis 13, and 4065 Pleasant Ave, S., 
Minneapolis 8, Minn. 

SEDGWICK, S. W. m 1944) Resident-Mgr,. 

• Trane Company of Canada. Ltd.. 130 Seventh 
Ave. E., and 3029 Roxboro Glen Rd,, Calgary, 
Alta., Canada, 

SEELBACH, Herman. Jr. (M 1944; A 1937) 
Dist. Mgr., • Minneapolis-Honeywell Regulator 
Co., 45 Allen St., Buffalo 2, and 189 Union St., 
Hamburg, N, Y. 

SEELBACH, William R- (A 1946) Pres., • Bry- 
ant-Seelbach Co., 1934 Elmwood Ave., Buffalo 7, 
and Windover, Ilamburg. N. Y, 

SEELERT, B. H. (A 1936) Secy.-Treas., McQuay, 
Inc., 1600 Broadway N.E., and •2640 W. Lake of 
Isles Blvd., Minneapolis, Minn. 

SEELEY, Lauren E. (M 1930), (Council, 1944-46) 
Dean of the College of Technology, • University 
of New Hampshire, and School St., Durham, N. H. 
SEELINQER, Harold N. (A 1947) Engr., •Meyer 
Strong & Jones, Inc., 101 Park Ave., New York, 
and 268 Eldert St., Brooklyn 7, N. Y. 

SEEPE, Paul E. (A 1944) Sales Engr., • Minne- 
apoIis-Honeywell Regulator Co., 4-5 Rhodes 
Center, Atlanta, and 123 Clarion Ave., Decatur, 
Ga. 

SEGLE, Thomas L. (A 1942) Htg, Engr., Wells 
& Wade Hardware, Inc., S. Wenatchee Ave., 
Wenatchee, Wash. 

SEIBERT, Eiirt W. (A 1946) pfes.. • Advanced 
Refrigeration Co,, 1042 Gilbert Ave.. Cincinnati, 
and R. 3, Hamilton. Ohio, 

SEIGEL. Lawrence G.* (4 1946; J 1948) Prpf., 
Case Institute of Technology, 10900 Euclid AvO., 
Cleveland 6, and *94$ VineshlTO Rd., Cleveland 
21, Ohio, 

SEITER, J, Earl (M 1928) Mgr.. DIst. Steam 
Dept., • Consolidated Caa Electnc Light & Bower 
Company of Baltltnore^ RoOm 5i3, Leacingloh 
Bldg4 Baltimore 3. and 6710 Loch RaTen Rivd., 
Baltimore 12, Md. 
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SEITZ, Ralph C. (M 1945) Space Htg. Dept., 

• Central New York Power Corp., 300 Erie 
Blvd. W., Syracuse 2, and DeWittshire Rd., 
DeWitt, N. Y. 

SELBY, S. Allen, Jr. (A 1947) Project Engr., 
Dvlpt. Dept., Chase Brass & Copper Co., and 

• IW Hillside Ave., Waterbury, Conn. 

SELDEN, Karl W., Jr, (a 3942) Branch Mgr., 

Minneapolie-Honeywell Regulator Co., 2400 
Wilkinson Blvd., and #232 S. Terrence St., Char- 
lotte, N. C. 

SELF, V, Fl<wd (M 1941) Sales Promotion, 

• Anemoatat Corporation of America, 10 East 
39th St.. New York 10, and 615 Harrison Ave., 
Harrison, N. Y. 

SELIG, E. T., Jr. (M 1930) Dir. of Engrg., 
^o Richmond Radiator Co., New Castle, Del. 
SELLMAN, NU» T. (Af 1922) Vice-Pres„ •West- 
chester Lighting Co., 9 S. First Ave., Mt. Vernon, 
and 66 Walworth Ave., Scarsdale, N. Y. 
SELTZER, Paul A. (A 1943; J 1938) 314 Mc- 
Clatchy Bldg., Upper Darby, and ^79 W. Drcxel 
Ave., Lansdowne, Pa. 

SELVING. Holger T. (Af 1945) Mech. Engr., 
Fisher Body Div., Works Engrg. Dept., 11-135 
General Motors Bldg., Detroit, and *8570 Pine- 
hurst Ave., Detroit 4, Mich. 

SEMEL, Edward (/I 1943; J 1941) Engr., Huff- 
man-Wolfe Co. of Philadelphia, 4600 North 18th 
St., Philadelphia, and •0029 Ellsworth St., Phila- 
delphia 43, Pa. 

SENK, Edmund P. (A 1947; J 1946) Mech. Engr., 
Robert K. Hattis, Cons. Engrs.. 28 E. Jackson 
Blvd., Chicago, and • 5(*55 Windsor Ave., Chicago 
30, in. 

SETZER, Charles M., Jr. (A 1948) Sales Mgr., 

• Charles M. Setzcr & Co., P. O. Box 1867, and 
2808 Willow Dr., Charlotte, N. C. 

SEVERNS, William H.* (M 1933) Prof., Mech. 
Engrg., University of Illinois, and aGOO Indiana 
Ave., Urbana. 111. 

SEYFANG, William G. (Af 1939) Managing 
Engr., • Board of Education. City Hall, and 116 
Dorchester Rd., Buffalo, N. Y. 

SEYMOUR, Cyril D. (A 1945) Pres., Seymour 
Plumbing & Heating Contractors, Ltd., 97 Ridley 
Blvd., Toronto 12, Ont., Canada. 

SEYMOUR. James E. (A 1937) Pres, & Treas., 
Seymour Corp., 346 Russell St., and • 208 Lake- 
wood Blvd., Madison 4, Wis. 

SGAMBATI. Anthony P. (A 1947; J 1944; 
S 1939) Engr., Power, Industrial & Process 
Piping, c/o Daugherty Co., Inc., 502 Union Na- 
tional Bank Bldg., Youngstown, and • 39 Third 
St., Campbell, Ohio. 

SHAER. L Ernest (A 1934) Treas. and Sales Mgr., 

• Shaer & Turner Engineering Co., 87 Gardner 
St., West Roxbury 32, and 154 Seaver St., Rox- 
bury. Mass. 

SHAFER. Howard S. (M 1946) Branch Mgr.. 

• American Blower Corp., 400 Key Bldg., Okla- 
homa City 2, and Kt. 2, Box 117, Oklahoma City, 
Okla. 

SHAFER. Marvin L. (M 1947) Mech. Engr.. and 

• 6501 Hanover, Dallas 9, Texas. 

SHAFER. W. P., Jr. (A 1944; J 1941; 5 1939) 
Engr., • Shafer Plumbing & Electric Co., 414 N. 
St. Mary's St., and 107 Westover Rd., San 
Antonio, Texas. 

SHAFFER. Chester E. (Af 1937) Research Engr., 

• Koppers Co., Kearny, and 645 Belgrove Dr., 
Arlington, N. J. 

SHANAHAN, John J. (Af 1946) Owner, • 27 15 
Monticello Ave.. and 122 East 27th St., Norfolk 
8, Va. 

SHANKLIN. Arthur P. (Af 1929) Vice-Pres., 

• Carrier Corp.. 300 S. Geddes St., Syracuse 1. 
and 203 Sedgwick Dr., Syracuse, N, Y. 

SHANKLIN, John A. (Af 1928) Vice-Pres. and 
Treas., West Virginia Heating & Plumbing Co., 
233 Hale St., Charleston, W. Va. 

SHANNON. Baier L. (J 1946) Engr., Reg. F. 
Taylor, Cons. Engr., 1003 Milam Bldg.. Houston, 
and •eSlS Alleghany, Apt. 2, Houston 5, Texas. 
SHAPIRO. Charles A. (A 1943; J 1938) Lt.. 

• S. L. C. U. 44, U. S. N. L. F. E, D.. Albany 6, 
Calif. 

SHAPIRO, Monis (Af 1941) Cons. Engr., •QOS 
20th St.. Washington, and 6323 Luzon Ave. 
N.W., Washington 11, D, C. 


SHARP, Henry C. (Af 1935) Owner, • H. C. Sharp 
Co., 4060 W. Pine Blvd., St. Louis 8, Mo., and 
1326 Waldron Ave.. University City 14. Mo. 
SHARP, H. Ross (A 1946) Vice-Pres., • Sharp 
Heating Supply, Inc., 7804 Wade Park Ave., 
Cleveland, and 1860 Garfield Rd.. East Cleve- 
land 12. Ohio. 

SHARP, John E. (A 1947) Owner. • Sharp’s 
Stoker & Heating Co., 215 N. E^ifth St„ Spring- 
field. III. 

SHARP, John R. (A 1937) Lt. Col.. • Exec. 
Officer, U. S. Engineer Office, Huntington 18, and 
McCoy Rd., Huntington, W. Va. 

SHARPE, Vernon W. (Af 1946) Chief Engr.. 
Pryne & Co., Towne Ave., Pomona, and •2070 
Oak Knoll Ave., San Marino 9, Calif. 
SHATALOFF, Nicholas S. (Af 1947) Engr.. 
Buensod-Stacey, Jnc., 00 East 42nd St., New 
York, and •614 West 152nd St., New York 31, 

N. Y. 

SHAVER, C. W., Jr. (A 1946) Archt. and Owner, 
22 S. Main, Sheridan, Wyo. 

SHAW. Burton E.* (A 1936; J 1934) Vice-Pres. 
in charge Engrg. and Prod., Photoswitch, Inc,, 
77 Broadway, Cambridge, and • Ipswich Rd., 
East Boxford, Mass. 

SHAW. George W. O. (Af 1944) U. S. Army 
Engrs., 700 Union Guardian Bldg.. Detroit 20, 
and • 14541 I..ongacre Rd., Detroit 27. Mich. 
SHAW, J. A. (Af 1938) Gen. Elec. Engr., • Cana- 
dian Pacific Railway Co., Windsor St. Station* 
Room 900, and Hudson Heights, Montreal. Que., 
Canada. 

SHAW, N. J. H. (Af 1927; J 1925) Sales Engr.. 
Barnes & Jones, Inc., 128 Brookside Ave., Jamaica 
Plain, and • 100 Athelstane Rd., Newton Centre 
59 IVI 

SHAWHAJ>J, Samuel F. (Af 1945) Engr., • Carrier 
Corp., 300 S. Geddes St., Syracuse 1, and 101 
Woodbine Ave., Syracuse, N. Y. 

SHEA, Francis X. (A 1944) East Divisional Mgr., 

• Farr Co., 601 West 26th St., New York 1, and 
63-209 Alderton St.. Kego Park, N. Y. 

SHEA, Michael B. {Life Member; M 1930; 106 N. 
Aberdeen Ave., Wayne, Pa. 

SHEAHAN, John A. (Af 1945) Chief Htg. Engr., 

• Atlanta Gas Light Co.. 243 Peachtree St. N.E., 
and 673 Seminole Av^. N.E., Atlanta, Ga. 

SHEARER, William A., Jr. {J 1941; wS 1939) 
Mech. Engr., K. 1. duPont de Nemours & Co., 
Inc., 13015 Du Pont Bldg., and • 1001 Park PL, 
Wilmington, Del. 

SHEARS, Matthew W. (Af 1922) Htg. Engr.. 

• C. A. Dunham Co., Ltd., 1623 Davenport Rd., 
Toronto 4, and 39 Sylvan Ave., Toronto, Ont,, 
Canada. 

SHEDD, Robert W. (A 1948) R. L. Deppmann 
Co„ 1614 Wealthy St. S.E., Grand Rapids 6, 
Mich., and 719 Ashland Ave., Rockford, 111. 
SHEDROFF, David I. (J 1947) Student. • 64 
Kirkland St.. Cambridge 38, Mass., and 793 East 
125th. Cleveland 8, Ohio. 

SllEERE, Albert D. (A 1945) Div. Mgr.. eA. M. 
Byers Co., 1502 Esperson Bldg., Houston 2. and 
2621 Sunset Blvd., Houston 5, Texas. 
SHEFFIELD, Raymond A. (Af 1942) Owner, 
Air Conditioning Engineering Co., 44 First St., 
Cambridge 41, and aSS Brandon Rd., Milton 87, 
Mass. 

SHEFFLER, M. (Af 1921) Partner, •Shemer- 
Gross Co., 1000 Drexel Bldg., Philadelphia 6, 
and 419 Chapel Rd., Melrose Park, Montgomery 
Co., Pa. 

SHEFFLER, Marcus A. {S 1947) Student, 
Drexel Institute of Technology, and ^6722 North 
16th St.. Philadelphia 26, Pa. 

SHELBY, Alexander W. (Af 1942) Secy., 

• Shelby-Skipwith. Inc., 972 Union Ave., and 
1748 Vinton Ave., Memphis, Tenn, 

SHELBY, Lloyd W. (J 1948) Asst. Supt. of Bldgs., 

• Vanderbilt University. Nashville 4, and 1400- 
25th Ave. S., Nashville 6, Tenn^ 

SHELDON, Nelson E, (Af 1927) Branch Mgr., 

• Carrier Corp., 820 Reynolds Arcade Bldg., 
Rochester 4, and 41 Lanark Crescent, Rochester 

O. N. Y. 

SHELDON, Herbert P. (Af 1947) Vice-Pres.. 
Harry F. Haldeman, Inc., 1106 S. Hope St., Los 
Ahgeles 16, and •2055 Midwick Dr., Altadcna, 
Calif. 
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SHEL0ON, Robert W. (A 1942) Htg. Engr.. 
The Lake Shore Gas Co., Ashtabula, and •746 
Kastlawn St., Geneva, Ohio. 

SHELDON, WilUam D., Jr. {A 1936; J 1934) 
Chief Engr., Sheldon’s, Ltd., and •Cedar St., 
Galt, Ont., Canada. 

SHELEY, Earl D. (M 1937) Pres.. •Glanz & 
jKillian Co., 1761 W. Forest Ave., Detroit 8, and 
Box 243, Birtningharn, Mich. 

SHELFER, Edwin L. (A 1946) Owner. Mgr., 

• Shelter Air Conditioning Co., 142.5 Franklin 
Ave,, and 2414 Colonial Ave., Waco, Texas. 

SHELL, Jack D. (M 1940) Dept. Head in charge 
of Htg., Vent, and Air Cond., Jefferson Amuse- 
ment Co., and •1296 Washington Blvd., Beau- 
mont, Texas. 

SHELLDROP, Tonn F. (M 1942) Asst. Engr.. 
The Port of New York AutHority, 111 Eighth 
Ave., New York, and • 10 Washington St., Hemp- 
stead, I- L. N. Y. 

SHELLEY, Karl B. (M 1947; A 1944) Project 
Engr., Wertz Engineering Co., 441 N. Second 
St., Reading, and •SIO State St., ShilHngton, Pa. 
SHEPARD, (lari R. {M 1941) Sr. Mech. Engr., 
U. S. Public Buildings Administration. Room 856, 
H. S- Appraisers Bldg., 630 Sansome St., San 
Francisco 11. and • Apt. 101, 2339 Hilgard Ave., 
Berkeley 9, Calif. 

SHEPARD, Edward C. (M 1943) Mech. Engr., 
P'ederal Shipbuilding & Drydock Co., Lincoln 
Highway, Kearny, and *14 Bodwell Terrace, 
Millburn, N. J. 

SHEPARD, John deBerard (A/ 1937; J 1929) 
Assoc., P. L. lAavidson, Cons. Engr,, Box 2235, 
Greenville, S. C. 

SHEPARD, L. Warren (A 1947) Sales Engr., 
Minneapolis-Honeywell Regulator Co., 35 Webs- 
ter St., Hartford, and ^78 State St., Guilford, 
Conn. 

SHEPPARD, Frank A. (M 1918) •Johnson 
Service Co., 1031 Wyandotte St., Kansas City 6, 
and 27 East 70th St., Kansas City 5, Mo. 
SHEPPARD, Franklin A. (.4 1946) Vice-Pres., 

• Mechanical Appliance & Transmission Co.. 
1410 Stanley St„ Room 806, and Hudson Heights, 
Montreal, Que., Canada. 

SHEPPARD, Wallace K. (M 1942) Supvsr. of 
Htg. Sales, • The Peoples Natural Gas Co., 545 
William Penn Way, and 6420 Darlington Rd., 
Pittsburgh, Pa. 

SHEPPERD, P. D. (A 1940; J 1938) Sales Engr., 

• Johnson Service Co., 230 E. Alexandrine, 
Detroit 1, and 829 Cherokee Ave., JRoyal Oak, 
Mich. 

SHEPPERD, W. B. (M 1947) Assoc. Prof, of Elec. 
Kngrg., Dept, of E. E., Pennsylvania State Col- 
lege, State College. Pa. 

SHEPSTCJNE, Oscar (M 1943) Special Engr., 
Piping Dept., aDravo Corp., 300 Penn Ave., 
Pittsburgh 22, and 1443 Termon Ave., Pittsburgh 
12. Pa. 

SllER, Alvin 1. U 1946; 5 1943) aSher’s. 27 E. 
Superior St., Duluth 2, and 3025 E, Superior St., 
Duluth, Minn. 

SHERBROOKE, Walter A. (M 1938) Pres., 

• Piping Specialties, Inc,, 114 Liberty St., New 
York 6, and 49 Margaret St., Great Kills, Staten 
Island 8, N. Y. 

SHERET, Andrew {Life Member; M 1929; 
A 1925) Andrew Sheret, Ltd., 1114 Blanshard St., 
Victoria, B. C., Canada. 

SHERIDAN, Thomas J. (A 1947) Sales Engr., 
Burns Bros., 11 West 42nd St„ New York 18, and 

• 3151 I»erry Ave., New York 67, N. Y. 
SHERMAN, Ralph A.* (A/ 1933), (CouncU, 1946- 

47) Asst. Dir., • Battelle Memorial Institute. 505 
King Ave.. Columbus 1, and 1893 Coventry Rd., 
Columbus 8, Ohio. 

SHERMAN, Robert E. (M 1945) Sales Engr., 

• Buffalo Forge Co., 418 Rockefeller Bldg., 
Cleveland, and 24146 Westlake Rd., Bay Village, 
Ohio. 

SHERMAN, V. L. (M 1935) Engrg. Editor. Con- 
solidated Book Publishers, 163 N. Michigan Ave., 
Chicago 1, and •643 Hillside Ave., Glen Ellyn, III. 
SHERMAN, Warren P, (M 1937) •Simmons In- 
dustries, Inc., 412 Margaret St.. Jacksonville 4, 
and Mandarin, Fla. 

SHERRER, J. W.* Jr. (A 1945) Mgr.. Packaged 
Air Cond. Dept., Danforth Co,, 5820 Center Ave.# 
Pittsburgh, and •4064 Miller St., Pittsburgh 21, 
Pa. 


SHIELDS, Carl D. (A 1947) Engr.. Design Dlv., 

• E. 1. duPont deNemours & Co., Inc., EngF 
neering Dept., Wilmington 98, and Shipley Kd„ 

R. D, 3, Wilmington, Del. 

SHIELDS. Roy W. {M 1945) Engr., Samuel R. 
Lewis, 100 W. Monroe St., Chicago 3, and •9115 

S. Ada St., Chicago. 111. 

SHIFFLETl'E. |>onald F. (A 1948) Gen. Mgr., 

• Stoker Sales & Service Company of Columbus, 
Inc., 230 N. Front St., and 1665 Hess Blvd., 
Columbus, Ohio. 

SHILLER, Benjamin P. (A 1947) Chief Esti- 
mator. Young Brothers Co., 6500 E. Mack, 
Detroit 7, and eOHl Neff, Detroit 24, Mich. 
SHILSTON, R. Aynsley {M 1943) Asst. Engr., 
Public WorksAMech. Dept.) • Birmingham Corp., 
38 Cambridge St., Birmingham 1, and 39 School 
Rd., Birmingham 13, England. 

SHIMAZAKI, Thomas T. (A 1947) Mech. Engr., 
Ellerbe & Co., E-505, First National Bank Bldg., 
St. Paul, and 0 365 W. Central Ave., St. Paul 3. 
Minn. 

SHIPP, William H. (A 1945) Sales Engr.. Minne- 
apolis-Honeywell Regulator Co., 108 Cumming- 
ton St., Boston, and • 124 Lewis Rd., Belmont 
78. Mass. 

SflIRE, A. C. {M 1942) Chief, Div. of Inventions 
and Engrg., •Office of Technical Services, Dept, 
of Commerce, Washington, and 3216 Macomb St„ 
Washington 8, D. C. 

SHOALS, Charles A. (M 1948) Mech. Engr., 

• Reg. F. Taylor, Cons. Engr., Bankers Mort- 
gage Bldg., Houston, and 906 W. Alabama, 
Houston 0, Texas. 

SHOEMAKER, R. W. (M 1947) 3533 Oak Knoll 
Blvd., Oakland 6, Calif. 

SHORBA, Michael (A 1947) Engr., Bryant Gas 
Heating Co., 824 MarQuette, Minneapolis, and 

• 1467 Eleanor St., St. Paul, Minn. 

SHORT, Wm, W. (A 194.2) Pres.. • Wm. W. Short 
Co., Inc., 274 Madison Ave., New York 16, and 
541 West 113th St.. New York, N. Y. 

SHREEVE, L. Dale (A 1944) Pres., M. & M. 
Supply Co., 902 S. Walnut, and • 914 W. North 
St., Muncie, Ind. 

SHROOK, John H. (M 1924) Vice-Pres.. New 
York Blower Co., 171 Factory St., and •2026 
Indiana Ave., LaPorte, Ind. 

SHULL, Dean E. (J 1948) Htg. Engr,, Hajoca 
Corporation, 515 ECast 11 th St., Chattanooga, 
and • 1233 Highland Dr., Chattanooga 5, Tenn. 
SHULL, Leon F. (A 1945) 1065 York St., Denver 
6. Colo. 

SHULTZ, Earle (A 1919) Vice-Pres., Illinois 
Maintenance Co., 72 W. Adams St., Chicago 3, 111. 
SHUMAN, Laurence (M 1939) Chief. Mech. 
Engrg. Section, National Housing Agency, Sixth 
St. and Adams Dr. S.W., Washington 25, D. C.. 
and •8367-16th St., Silver Spring, Md. 
SHUMATE, James C. (A 1946) Vice-Pres., 

• Noland Co., Inc.. 612 Spring St.. Atlanta 3, and 
411 Pine Tree Dr. N.E., Atlanta, Ga. 

SHUSTER, Wilbur W. (M 1946) Cons. Engr., 

• Wm, E. Bodenstein & W. W. Shuster, 405 
Second National Bank Bldg., and 3446 Wabash 
Ave., Cincinnati, Ohio. 

SHUTTLEWORTH, Riley (M 1943) Prop., 

• Shuttleworth Conditioned Air Co., 117 E. 
Michigan St., Indianapolis 4. and 2859 N, Meri- 
dian St., Indianapolis 8, Ind. 

SIBERT, Alexander (M 1948) Design Engr., 
A. E. Barker, 259 Commissioner St, • P. D. Box 
4437, and 64 Claim St., Johannesburg, South 
Africa. 

SIDBURY, Roy W; (A 1944) Sales Engr., • Chase 
Brass & Copper Co„ Inc., 236 Grand St., Water- 
bury 91, and 79 Chapman Ave., Waterbary, Conn. 
SIEGEL, Daniel E. (J 1940; S 1938) Partner, 
Guaranteed Heating & Engineering Co., 1923 
Olive, St. I^uis 3, and *7716 Wise Ave,. Rich^ 
mond Heights 17, Mo. 

SIEGERT, Edward P. (A 1947) Mgr., • Central 
Supply Co., 838 S.W. First Ave.. and 6116 Sooth- 
east 37th Ave,, Portland, Ore, 

SIERK, Harry G* (A 1947) Draftsman, 

Magney, Tusler Setter, 202 Foshay Tower, 
Minneapolis, and • 2626 S. Emerson Ave.. Minne- 
apolis 8, Minn. 

SIGEE. Robert J, (M 1948) Sales Engr., York 
Corp., 1616 Walnut St., Philadelphia, and * 104 
Wynnedale Rd-, Narbenh, Pa. 




RqU of Memhershij 


99 


SIGCtNS, GeorA© S. (.1 1943) Owner, • Industrial 
Fuel Burning liquipinent, 737 Springfield Ave., 
Irvington, and 78 S. Harrison St., East Orange, 

SIGIHUND, R. W, (M 1932) Branch Mgr., • West- 
inghouse Electric Corp., Sturtevant Div., 419 
Provident Bank Bldg., 630 Vine St„ Cincinnati 
2. and 130 Wm. H. Taft Rd., Cincinnati 19, Ohio. 
SIGNOR, Carl W. (M 1946) Engr., aTbe Detroit 
Edison Co., 2000 Second Ave., Detroit 26, and 
2140 W. Huron River Dr., Ypsilantl, Mich. 
SILBERSTEIN, Bernard G, (M 1937) Dist. Mgr., 

• Ilg Electric Ventilating Co., 622 Broadway, and 
814 E. Mitchell Ave., Cincinnati, Ohio, 

SILK, William IL {A 1940) Htg. Engr., Cutting 
& Ciresi, Engrs. & Archt,, 4900 Euclid Ave., 
Cleveland, and ♦ 1523 Laclede Rd., South Euclid 
21, Ohio. 

SILVERA, Americo (A 1943; J 1939) Appl. Engr., 
Carrier Corp., International Div., 122 East 42nd 
St., New York 17, and •30-41-9l8t St., Jackson 
Heights, N. Y. 

SIMKIN, Milton (A 1942; J 1936; S 1933) E:ngr.. 
Charles Slmkiii & Sons, 130 Paterson St., Perth 
Amboy, and ellS Grove Ave., Woodbridge, N. J. 
SIMMONDS, Verne (M 1943) Sales Engr., 233 
Grain Exchange Bldg., Omaha 2, and •2416 Vane 
St., Omaha, Nebr. 

SIMMONS, George P. (.4 1946) Partner, Noah 

M. Simmons Co. 22 N. Ritter Ave., and *4780 
Wentworth Blvd., Indianapolis 1, Ind. 

SIMMONS, Kenneth A. (A 1047) Htg. Engr., 
(Mcch.) Griffith Consumers, 1413 N. Y. Ave., 

N. W., Washington, and •1441 Spring Rd., N,\\., 
Washington 10, D. C. 

SIMMONS, Noah L. {A 194G) Partner, • Noah 

M. Simmons Co., 22 N, Ritter Ave., and 4702 
Wentworth Blvd., Indianapolis 1. Ind, 

SIMMONS, Noah M. (M 1944) Mgr., aNoah M. 
Simmons Co., 22 N. Ritter Ave.. Indianapolis 1, 
and 30 N. Ritter Ave., Indianapolis. Ind. 
SIMONS, B. C. (M 1938) Branch Mgr., aMinne- 
apolis-Honeywell Regulator Co., 4030 Chouteau 
Ave., St. Louis 10, and 454 W. Swon Ave., Web- 
ster Groves. Mo. 

SIMONS, Edward (M 1938) Cons. Engr.. •525 
Market St., San Francisco 5, and 40 Villa Terrace, 
San Francisco 14, Calif. 

SIMONSON, G. M. (M 1937) Cons. Engr.. •625 
Market St., Room 309. San Francisco .5, and 20 
Lorita Ave., Piedmont 11, Calif. 

SIMPKINS, Arthur C. (A 1947) Mgr.. Mech, 
I>ept., Canadian Comstock Co., Ltd., 206 Laird 
Dr. N., and a 503 Broadway Ave., Leaside, Ont., 
Canada. 

SIMPSON, C. Edward (M 1947) Mgr., Montreal 
Branch, • Carrier Engineering Ltd., 1396 St. Cath- 
erine St. W., Montreal, and 1123 Osborne Ave., 
Montreal 19, Que., Canada. 

SIMPSON, Edward IL (A 1947) Engr., a Simp- 
son & Rubin, Inc., 723 10th Ave., New York 19, 
and 117-0 IB Park Lane South, Kew Gardens 16, 

N. Y. 

SIMPSON, G. L. {M 1941) Vice-Pres., Gen. Mgr.. 

• Pittsburgh Lectrodryer Corp., P. O. Box 1766, 
Pittsburgh 30, and 317 Pine Rd., Edgeworth, 
Sewickley P. O., Pa. 

SIMPSON, Harry (A 1945) Htg. Contr., 120 
O’Connor Dr., Toronto, Ont., Canada. 
SIMPSON, Harry A. (A 1947) Owner, a Simpson 
Engrg. Serv., 795 Walnut St., and 1054 Monroe 
Ave., Memphis, Tenn. 

SIMPSON, John A. (A 1946) Archt., a 408 
McKevitt Bldff., and 421 W, Sewells Point Rd., 
Norfolk. Va. 

SIMPSON, Robert H. (S 1946) Student, Texas 
A. & M. College, and a Box 43, Christoval, Texas. 
SIMPSON, Robert L. (A 1947; J 1941) Sales 
Engr., Crane Co. Hartford, andaR. F. D. 1, 
Elmwood, Conn. 

SIMPSON, Walter A. (A 1946) Mgr.-Secy.-Treas., 

• R. E, CW & Co., New Fliedner Bldg., Port- 
land 6, and 2185 N.W. Marshall, Portland 10, Ore, 

SIMPSON, Walter B. (A 1946) Div. Mgr., a A, M, 
Byers Co., 1270 Arcade Blvd., St. Louis 1, and 
7747 Kingsbury, Clayton 6, Mo. 

SIMPSON, WtlMnm D. (A 1946) Engr.. Buffalo 
Forge Co., 301 Standard Life Bldg., Pittsburgh 22, 
and •m Shady Dr. E.. Pittsburgh 16. Pa. 
SIMPSON, WlWIam K. (M 1919) M. S. Little 
Manufacturing Co., Hartford, and *21 Sands St., 
Waterbury, Conn. • 


SINES, Chester F. (Af 1945) Mech, Engr.. De- 
sign Branch, Coordinator, Puget Sound Naval 
Shipyard, Des. Branch, P. S. H. S., and • 6 15 
Times Ave., Bremerton, Wash. 

SINGER, Gerald G. (A 1947) Pres., a Atlas In- 
dustries, Ltd., 159 Marie Ann E, and 4866 Isabella 
Ave., Montreal, Que., Canada. 

SINGER, J. H. (J 1947) Sales Engr,, Florida Hill 
York Corp., 1226 S.W. Eighth St., Miami, and 

• P. O, Box 231, Miami Beach, Fla. 
SINGLETON, Arthur B. (M 1943) Engr., Kerr 

Machinery Co., Detroit, and •711 Collingwood 
Ave-, Detroit 2, Mich. 

SINGLETON, George R., Jr. (5 1946) Student, 
Texas A. & M. College, Box 2222, College Station, 
and a Box 187, Jacksonville, Texas. 

SINGLETON, John H. (A 1944) Vicc-Pres. and 
Gen. Mgr., aC. A. Crosta, Inc., 1830 Market St., 
and 1737 Glencoe St., Denver, Colo. 
SINGLETON, William H. (M 1945) Vice-Pres.. 
and Treas., Mehring & Hanson Co., 1240 Jefferson 
Davis Highway, Arlington, and • 628 Oakland 
Terrace, Alexandria, Va. 

SINGMAS^rER, J. Walter (M 1943) Pres. 
Lehigh Vailey Supply Co., Third and Oak Sts., 
Allentown, and a 101 E. Main St., Macungie. Pa. 
SINISH, William R. (M 1943) Htg. and Vent. 
Engr., A. M. Strauss, Archt., Cal. Wayne Bldg., 
Fort Wayne, and • 14008 Charlotte Ave., Fort 
Wayne 3, Ind. 

SISK, R. '’D. Van 1943) Vice-Pres. and Gen. 
Mgr., Piedmont Enginticring Corp., and a 2539 
Forest Dr., Charlotte. N. C. 

SITTON, Elbert R. (A 1945) Sales FCngr., B & B 
Engineering & Supply Co., 2900 Washington, P. O. 
Box 1144, Houston, and •1211 Elm PI., Houston 
8, Texas. 

SKAGERBERG, Rutcher (M 1939) Chief Engrg. 
Sext., a Public Housing Admin., Longfellow Bldg., 
Washington, D. C., and 420 Tyler PI., Alexandria. 
Va. 

SKAGGS, Georfte E. (M 1945) Staff Engr., 

• Donald R. Warren Co., 500 S. Figueroa St.. 
Los Angeles, and 693 Spruce St., Oakland, Calif' 

SKIDMORE, John G. (M 1944) Constr. Engr., 

• Port of New York Authority, 111 Eighth Ave.. 
and 208 Woodbine Rd.. Roslyn Heights, L. L, N. Y. 

SKINNER, Alton, Jr. (A 1944; J 1940) Supt., 

• J. R. Bagwell Co.. P. O. Box 2007, and 1202 
Vickers Ave., Durham, N. C. 

SKINNER, Frank (A 1944) Estimator, Texas 
Mechanical Co., Houston 1, and a 3379 Tampa 
St., Houston 4, Texas. 

SKINNER, Neil D. (Af 1947) Pres., a Hoffman 
Specialty Co., 1001 York St.. Indianapolis 7, and 
5730 Carrollton Ave., Indianapolis, Ind. 
SLATER. W. F. (Af 1944) Pres., a W, F. Slater 
Engineering Corp., 627 Monroe Ave., Memphis 3, 
and 115 Morningside Park, Memphis, Tenn. 
SLATER, William H. (J 1945) Engr., Carrier 
Corp., 12 South 12th St., Philadelphia, Pa., and 

• 425 Lakeview Ave., Haddonfield, N, J. 
SLATFERY, Patrick II. (A 1946) Service Mgr., 

a Kentucky Utilities Co.. 406 Broadway, and 
1664 Broadway, Paducah, Ky. 

SLAWSON, Lloyd E. (A 1938) Pres.. aSlawson 
Equipment Co., Inc., 1792 East 40th St., Cleve- 
land 21, and 1179 Sylvania Rd., Cleveland Heights 
21. Ohio. 

SLEISTER, Park E. (A 1943) Field Supt., a Leo A. 
Daly Co., Archt. & Engrs,, 629 Insurance Bldg., 
Omaha, and a 6565 Maple St., Omaha 4, Nebr. 
SLEMMONS, John D. (M 1937) Mgr., a Ameri- 
can Blower Corp., 2-1 5th Ave., Columbus 1. and 

R. F. D. 2, Wilson Bridge Rd., Worthington, Ohio. 
SLOANE, David J. (J 1943; S 1939) U. S, Army, 

and a 56th General Hospital, Ft. Jackson, S. C. 
SLUDER, G. T, (M 1944) Mech. Engr., a Federal 
Housing Administration, 1001 Vermont Ave., 
N.W.. Washington, and 1320-2 lat St. N.W., 43, 
Washington 6, D. C, 

SMAK, Julius R. (A 1934) Engr., Fletcher- 
Thompson, Inc., 211 State St*, Bridgeport, and 
a 160 Morehouse Highway, K. D, 6, Fairfield, 
Conn. 

SMALL, Alex G. (A^ 1945) Assoc. Htg. and Vent. 
Engr., Los Angeles City Board of Education, 1425 

S. Pedro St., Los Antg«l€^8 15. and a 1575 Casa 
Grande St., Pasadena 7, Calif. 
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SMALL, Bartlett R, (M 1938; A 1987; J 1932) 
Staff Engr., •Aluminum Company of America, 
801 Gulf Bldg., Pittsburgh 19, and 18 S. Linwood 
Ave., Pittsburgh 5, Pa. 

SMALL, Ray A. (M 1941) Mech. Engr., Const. 
Div., Veterans Administration Station, Marietta, 
Ga. 

SMART, J. H. (A 1944) Vice-Pres. in charge of 
Sales, • Tuttle & Bailey, Inc., and 419 Lincoln 
St., New Britain, Conn. 

SMERLING, Daniel (A 1944) Dist. Sales Engr., 

• Flynn & Emrich Co., S2 Whitney Ave., P. O. 
Box 1169, and 538 Norton Pkwy., New Haven, 
Conn. 

SMILES, Roy H, (M 1941) Dist. Dealer Mgr., 

• Carrier Corp,, 12 South 12th St., Philadelphia 7. 
and 514 Overlook Rd., Philadelphia 28, Pa. 

SMITH, Alan McK. (J 1947) Engr., Otis Massey 
Co, 201 Hutchens. Box 293, and •102 Dresden. 
Houston, Texas. 

SMITH, Albert M. (A 1947) Asst. Chief Engr.. 
Williard Sales & Service Inc., 2901 N. Broad St., 
Philadelphia, and •2031 Nedro Ave„ Philadel- 
phia 38, Pa. 

SMITH, Alexander S. (A 1944) Sales Repr., 

• Jenkins Bros., 570 Gas & Electric Bldg., Denver 
2, and 2332 Ash St., Denver, Colo. 

SMITH, Alfred J. (M 1945) Cons. Engr., 70 
Wigmore St., London W. 1, and eSC The Avenue, 
Muswell Hill, London N. 10, England. 

SMITH, Arthur J. (A 1947) Engr., • J. C. Marlow 
& Co., Inc., 1139 Peachtree St., and 1830 Peach- 
tree Rd. N.W., Atlanta, Ga. 

SMITH, Bernard (A 1945) Cons. Engr.. • 17 St. 
Georges Rd., and Springthorpc, Douro Rd., 
Cheltenham, Glos., England. 

SMITH, Charles H. (M 1944) Secy, and Dir.. 

• L. J. Wing Manufacturing Co., 154 West 14th 
St.. New York 14. N. V., and 501 Highland Ave., 
Newark 4, N. J. 

SMITH, Clifford F„ Jr. (J 1943; 5 1941) Mech. 
Engr., Clifford F. Smith Plumbing & Heating Co., 
312 S. Minn Ave,, and • 1609>^ S. Center Ave., 
Sioux Falls, S. D. 

SMITH, C. Warner (A 1948) Middle Atlantic 
Dist. Mgr., ellg Electric Ventilating Co., 1432 
Commercial Trust Bldg., Philadelphia 2, and 112 
Righters Mill Rd., Narberth, Pa. 

SMITH, David J. (A 1948; J 1941) Sales Mgr., 

• Walter H. Eagan Co.. 2336 Fairraount Ave., 
Philadelphia 30, and 624 Mercer Rd., Merion 
Park, Merion P. O., Pa. 

SMITH, D. Kennard (A 1947) Owner, ^840 N. 
Holly St„ Philadelpliia 4, and 218 E. Marthart 
Ave,, Havertown, Pa. 

SMITH, Donald S. (7 1947) Engr,, • Natkin and 
Co., 1015 Sampson St., Houston 3, and 4127 
Dartmouth, Houston 5, Texas. 

SMITH, Donald V. H. (M 1947) Donald Smith 
& Partners, Cons. Engrs., 15 Balham Park Rd., 
London S.W. 12, and •62 West Common, Har- 
penden, Herts., England. 

SMITH, Edward D. (A 1944) Vice-Pres. & Mgr.. 
Machinery Div., The l^ng Co„ Inc., 267 W. First 
South, Salt Lake City 9, and • 1732 Laird Ave.» 
Salt Lake City 6, Utah. 

SMITH, Edward O. (M 1947) Asst. Mgr., 

• Inspection Dept., Eastern Gas & Fuel Assocs.* 
Coal Div., 2420 Koppers Bldg., Pittsburgh 19, 
and 8438 Delaware Ave., Pittsburgh 14, Pa. 

SMITH, Elmer G.* (M 1929) Prof, of Physics, 

• Texas A. & M. College, Dept, of Physics, and 
303 S. Dexter Dr., College Station, Texas. 

SMITH, Elwyn L. (M 1945) Asst. Sect. Head, 
Military Design Sect., War Dept,, U. S. Engi- 
neering Dept., 10 East 17th St., Kansas City 8, 
and • 6508 Paseo, Kansas City 5, Mo. 

SMITH, Emmett A. (A 1947) Mfrs. Agent, 

• Southern Heater Co., Inc., 844 Barronne St,, 
and 60 Fountainbleau Dr., New Orleans. La. 

SMITH, Erfc H. (A 1947) Tech. Asst, to Sales 
Dir., The Standard & Pochin Bros. Ltd., Evington 
Valley Rd., and • 48 Holmfield Ave,, Leicester, 
England. 

SMITH, Ernest T. (M 1943) Engr., • The Detroit 
Edison Co., 2000 Second Ave., Detroit 26, and 
4400 Three Mile Dr., Detroit 24, Mich. 

SMITH, Card W. (Af 1927) Sales Engr,, Premier 
Furnace Co., 1131 Guilford St., Huntington, Ind. 


SMITH, G. E. (A 1945; J 1938) Field Engr., 

• Canadian Sirocco Co., Ltd., 630 Dorchester 
St., West Montreal, Que., and 4265 Cavendish 
Blvd„ Apt, 18. Block H, Montreal N. D. G., Que., 
Canada. 

SMITH, George E, (M 1944; A 1942) Engrg. 
Draughtsman, Grade 1, Dept, of Works & Hous- 
ing for Commonwealth of Australia, and •‘Tligh- 
royd,'* 1 Musgrave St., Mosman, Sidney, N. S. W., 
Australia. 

SMITH, Guy F. (A 1945) Sales Engr., The H. B. 
Smith Co., Inc., 605 Fox Bldg.* Philadelphia 3, 
and • 46 W. Essex Ave., Lansdowne, Pa. 

SMITH. Harley H. (A 1946) Branch Mgr., 

• United States Radiator Corp., Pacific Steel 
Boiler Div., 1605 N. Capitol, Washington, D. C., 
and 1623 Ethel Ave.^ Lincoln Park 25, Mich. 

SMITH, Harold C. (M 1941) Owner, • Smith 
Steam Specialty Co., 1116-18 Temple Bldg., 
Kansas City 6, and 5^0 Olive St., Kansas City 
4, Mo. 

SMITH, H. Gilman (M 1944) Sales Engr., 

• Aladdin Heating Corp., 2222 San Pablo Ave., 
Oakland 12, and 751 Warfield Ave., Oakland 10, 
Calif. 

SMITH, Howard W., Jr. (A 1944) Engr.. South- 
ern California Telephone Co., 740 S. Oliv^e St., 
Los Angeles 55, and •1954 Milan Ave.. South 
Pasadena, Calif. 

SMITH, J^ V. (A 1947) Engr., Western Furnaces, 
Inc., 950 Commerce, Tacoma, and •502 S. Eye, 
Apt. No. 3, Tacoma 3, Wash. 

SMITH, Lawrence J. (M 1943) Dir. of Research, 
Bell & Gossett Co., 8200 N. Austin Ave., Morton 
Grove, and • 465 Lenox St., Oak Park, 111. 
SMITH. Lloyd W. (5 1946) Student, Texas A. & 
M. College, P. O. Box 2534, College Station, Texas. 
SMITH, Milton S. {M 1919) Vice-Pres. and 
Treas., Buensod-Stacey, Inc., 60 East 42nd St., 
New York 17, N. Y., and • 13 N. Terrace. Maple- 
wood, N. T. 

SMITH, Norman A. (A 1944) Mgr., • Norman A. 
Smith Co., 90 Vine Ave., Toronto 9, and 260 Wil- 
lard Ave., Toronto, Ont., Canada. 

SMITH. Oliver F., Jr. (7 1944) Mech. Engr., 
Wertz Engineering Co., 441 N. Second St., 
Reading, and • 1621 Delaware Ave., Wyomissing, 
Pa. 

SMITH, Oscar L. (A 1947) Sales Engr., Mc- 
Dowell Heating & Cooling Corp., 3603-05 Kicnlen 
Ave., St. Louis 20, and 0 5736 Neosho St., St. 
Louis 9, Mo. 

SMITH, Owen J. (A 1946) Assoc., Verne Sim- 
monds Co., and 0 3204 Fontenelle Blvd., Omaha. 
Nebr. 

SMITH, Robt. W. (A 1947) Pres., oRobt. W. 
Smith & Co., Ltd., 85 Vitre St. W„ and 3535 
Benny Ave., N. D. G., Montreal, Que., Canada. 
SMITH, Roger C, (A 1940) Asst. Branch Engr., 
York Corp., 119 South 11th St., St. Louis 2, and 

• 217 N. Meramec Ave., Clayton 6, Mo. 

SMITH. Roger K. (M 1942) School of Engrg., 

The University of Buffalo. Buffalo, N. Y. 
SMITH, Russell B. (A 1945) • Hunter-Prell Co., 
15 £. Jackson St., and 96 Greenwood. Battle 
Creek, Mich. 

SMITH, Russell H. {M 1946) Prop., • Russell H. 
Smith Equipment Co., 5 £, Long St., Columbus 
16, and 660 Arden Rd.. Columbus 2, Ohio. 
SMITH, Russell J. (M 1944) Pres., Russell J. 
Smith, Inc., • 1601 S. Grand Blvd., St. Louis 4, 
and 7707 Lite Ave., St. Louis 17, Mo. 

SMITH, Sidney T. (7 1941) Partner. sSid Smith 
& Co.. 411 W. Fifth St., and 2123 W. Third St., 
Waterloo, la. 

SMITH, Stanley K. (M 1946) Pres., • The H. B. 
Smith Co., Inc.. 57 Main St., Westfield, and 33 
Colony Rd.. Springfield 6, Mass. 

SMITH, Stelle, Jn (A 1948) Pres., •Stellco, 
Inc., 411 Washington S., and 3015 E. Calhoun 
Blvd., Minneapolis, Minn. 

SMITH, Stuart (A 1936) Dist. Mgr.* Reynolds 
Metal Co,. 19 East 47th St„ New York, and • 593 
Manor Lane, Pelham 65, N. Y. 

SMITH, Ulysses G. (A 1947) Owner eU. G, 
Smith Electric & Manufacturing C6., 6518 N. 
Denver, and 6556 N. Greenwich Ave., Portland 
3, Ore. 

SMITH, Vernon Dorsey <A 1948; 7 1944) 201 
Columbia Ave.; Somerset, Ky. 
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SMITH, Walter H. (M 1939) Chief Engr., The 
T. Eaton Co., Ltd., 190 Yonge St., Toronto, and 

• Box 31, Islington, Ont., Canada. 

SMITH, William Edward (A 1947; J 1944) Asst. 
Engr., H. M. Ministry of Works, Cldand Ilouse, 
Westminster, and elOO Beechcroft Ave., Harrow. 
Middlesex, England. 

SMITH, William P., Jr. (J 1942) 1808 Kenwood 
Ave., Charlotte 2,'N. C. 

SMITH, W. O. (A 1937) Owner, Midland Heating 
Specialties Co., 19254 John R, Detroit 3, Mich. 
SMITHERS, Theodore (J 1948; .S 1947) Engr., 
Curt Collins Co., 521 W. Exchange, Akron, and 

• 2029 Uth St., Cuyahoga Falls. Ohio. 

SMOOT, Charles B. (M 1942) Engr., •Maurice 

H. Connell & Assocs., Langford Bldg., Miami, 
and 1217 Ave., Venetia, Coral Gables 34, Fla. 
SMOOT, T. H. (M 1935) Vice-Pres., Anchor Post 
Products, Inc., 161 N. Haven St., Baltimore 24, 
and • 1302 Southview Rd., Baltimore 18, Md. 
SMYERS, Edward C. (A 1933) Sales Engr., 
Barber-Colman Controls, 1013 Penn Ave., 
Wilkinsburg, and *148 Jamaica Ave., West 
View, Pittsburgh, Pa. 

SMYTH, George E. (A 1944) Field Engr., Con- 
solidated Conditioning Corp., 26 West 47th St., 
New York, N. Y., and •329 Central Ave., Haw- 
thorne, N. J. 

SNAVELY, A. Bowman (M 1937) Chief Engr., 
Hershey Chocolate Corp., Harshey, Pa. 
SNAVELY, Earl R. (M 1937) Sales Mgr., Instru- 
ment Div., Thomas A. Edison, Inc., West Orange 
and • Parkway Dr., Rt. 3B37, Clark, Rahway, 
N. J. 

SNIDER, Clay T. (M 1947) Sales Engr.. Minne- 
apolis-Honey well Regulator Co,, 1136 Howard St., 
San Francisco, and •240 S. Seventh St., Rich- 
mond. Calif. 

SNOOK, Alfred H. (A 1940) Dist. Repn, •Ameri- 
can Air Filter Co., Box 276, and 324 N. Main St., 
Wayland, Mich, 

SNOW. David (M 1946) Mfrs. Agent. •Peerless of 
America, Inc., 233 Broadway, New York 7, N. Y., 
and 111 Glen Ave., Maplewood, N. J. 

SNOW, Edward E. (M 1945) Chief Designer and 
Engr., Mellor Bromley & Co„ Ltd., St. Saviours 
Rd., and • 32 Spencefield Lane, Evington, 
Leicester, England. 

SNOW. Ralph C. (J 1947) Sales Engr., English 
& Lauer, Inc., 1978 S. Los Angeles St., Los Ange- 
les 11, and • 9509 Goebel Ct., Los Aageles 45, 
Calif, 

SNYDER, Edwin F„ Jr. (A 1946; J 1940) Htg. 
Engr., Minneapolis-Honeywell Regulator Co., 
2753 Fourth Ave. S., and •4.324 Zenith Ave. N., 
Minneapolis 12, Minn. 

SNYDER, Edwin J. (J 1944; 5 1943) Jr. Engr., 

• Wylie Plumbing & Heating Co., 2047 Pennsyl- 
vania Ave., Baltimore 17, and 3903 Dolfield Ave., 
Baltimore 16, Md. 

SNYDER, Jay W. (M 1917) Member of Firm, 

• Snyder & McLean. 2214 Penobscot Bldg., 
Detroit, and 15810 Asbury Park, Detroit 27, Mich. 

SNYDER, L. R. (A 1944) L, R. Snyder Co., and 

• 7034 Lakewood Blvd., Dallas 14, Texas. 
SNYMAN, G. C. (A 1941) Mgr., Overseas Div., 

• Celotex Corp., 120 S. LaSalle St., Chicago 3, 
and Evanshire Hotel, Evanston, 111. 

SOBEL, Frank (5 1939) Pvt., U. S. Army, and 

• 115 Post Ave., New York, N. Y. 

SOCKWELL, Charles, Jr, (A 1942) Partner. 

Sockwell Co., 166 Rogers St. N.E., and •2562 
Boulevard Dr. N.E., Atlanta, Ga. 

SOCKWELL, Charles, Sr. (M 1942) Partner. 
Sockwell Co., 166 Rogers St. N.E., Atlanta, and 

• 5447 Roswell Rd., Dunwoody, Ga. 
SOCKWELL, Tyrus R. (A 1942) Partner. 

• Sockwell Co., 156 Rogers St, N.E., and 372 
Morgan PI. S.E„ Atlanta, Ga. 

SODEMANN, William C, B. (Life Member; 
M 1919) Pres., • Sodemann Heat & Power Co„ 
2306 Delmar Blvd., St. Louis, and 7542 Teasdale 
Ave.. University City, Mo. 

SODERBQRG, G- Lloyd Sr. (A 1946) Mgr.. 

• Engineering Sales Co., 35 Post Office PI., and 
250 Trutntan Ave., Salt Lake City, Utah. 

SOLSTAD, Lester L. (A 1945; / 1936) Mgr., 
Austin Sheet Metal Works. 5109 W. Chicago 
Ave., Chicago 51. and • 1649 N. Oak Park Ave., 
Chicago 35, 111. 


SOMERS, William S. (M 1938) Engr.. Armco 
Industrial & Commercial, Catxa Postal 19. Rio 
de Janeiro, Brazil. 

SOMMERFIELD, Sumner S. (M 1948; A 1941; 
J 1036) Mech. Engr., Kroescbell Eng. Co., 215 
W. Ontario St., Chicago, and •1913 Indiana St., 
Wheaton, 111. 

SOMMERS, William J. (M 1937) Dist. Repr., 

• Ilg Electric Ventilating Co., 606 Delaware 
Ave., Bu0alo 2, and 235 Hartford Ave., Kenmore 
17, N. Y. 

SONTAG, Harcourt C. (M 1947) Head, Htg., 
Vent. & De-Icing Sect,, Bureau of Aeronautics, 
Navy Dept., Washington, D. C., and •4717 37th 
St, N., Arlington, Va. 

SOPER, Horace A, {M 1916) Pres., •American 
Foundry & Furnace Co., Washington at McClun, 
and 1122 E. Monroe St., Bloomington, III. 
SORENSEN, Edward (A 1947) Mech. Engr., 
Keller & Gannon, 369 Pine St., San Francisco, 
and • 1548 Jasmine St., San Mateo, Calif. 
SORMANE, Walter (A 1944) Gen. Sales Mgr,, 
Conco E^agineering Works, ande912-]3th Ave., 
Mendota, 111. 

SORONEN, Robert C. (A 1947) Htg. & Vtg. 
Engr., D. J. Murray Manufacturing Co., 1002-24 
Third St., and *206 Grant St., Wausau, Wis. 
SOULE, John P. (J 1942) Mech. Engr., oModine 
Manufacturing Co., 101 Park Ave., New York, 
N. Y., ant’ Gordon Rd., Essex Fells, N. J. 
SOULE, Lawrence C.* (Life Member; M 1908) 
Secy, and Cons. Engr., Aerofin Corp., Syracuse, 
N. Y., andoGoi'don and Stewart Rds., Essex 
Fells. N. J. 

SPAAN, John H., Jr. (M 3945) Mgr., J. M. 
O’Connor Co., 1633 N.W. Fifth St,, Oklahoma 
City 4, and • 1303 N. Klein, Oklahoma Citv6, Okla. 
SPALL, Edward G. (A 1939) Vice- Pres., • Per f ex 
Controls, Ltd., 73 Simcoe St., Toronto 1, and 291 
Windermere Ave., Toronto 3, Ont., Canada. 
SPANTON, Milton D. (A 1947) Mgr., PIbg. & 
Htg. Dept., • Coast-to-Coast Stores, 29 S.E. 
Main St., and 335 West 49th St., Minneapolis, 
Minn. 

SPARKS, James D. (M 1944; A 1937) Northwest 
Repr., Ilg Electric Ventilating Co., 7331 W. Green 
Lake Way. Seattle 3. Wash. 

SPEARS, Joe M., Jr. (S 1946) Student, • Texas 
A, & M. College, Box 72, College Station, and 407 
S. College Ave., Bryan, Texas. 

SPECKMAN, Charles H. (Life Member; M 1918) 
Cons. Htg. and Vent. Engr., ^382 Philadelphia 
Bourse Bldg., Philadelphia 6, and 1217 S. Foiiith 
St., Philadelphia, Pa. 

SPEER, Julian (A 1944) Mgr.. • Julian Speer Co., 
101 N. High St., and 101 N. Ridge Rd., Columbus, 
Ohio. 

SPELLER, Frank N* (Life Member; M 1908) 
Metallurgical Consultant, 6411 Darlington Rd., 
Pittsburgh 17, Pa. 

SPENCE, Morton R. (A 1942; J 1934) Vice-Pres.. 

• Rundle & Spence Manufacturing Co., 445 N. 
Fourth St., and 709 E. Lexington Blvd., Mil- 
waukee, Wis. 

SPENCE. Robert A. (A 1946; J 1937) Mech. 
Engr., • Harvard University, Lehman Hall, 
Cambridge 38, and 33 Barnard Rd., Belmont 78, 
IVIass. 

SPENCER, Charles H, (M 1944) Factory Agent, 
Sales and Service Engr., 1421 S. Main St., Salt 
Lake City 4, Utah. 

SPENCER, Roland M. (M 1945; A 1940; J 1938) 
Dist. Sales Mgr., eThe Powers Regulator Co., 
3819 N. Ashland Ave., Chicago 13. and 7315 Lunt 
Ave., Chicago 31. III. 

SPENCER, Scott A. (M 1947) Engr., • Edward 
E. Ashley, 10 East 40th St., New York, and 
Hickory Kingdom Rd., Bedford Village, N. Y. 
SPENCER, Warner E. (A 1938) Repr,, • National 
Radiator Co., 241 S. Elmwood Ave., Buffalo 2, 
and 212 Bid well Pkwy., Buffalo, N. Y. 

SPERRY, Harvey A. (A 1947) Steam & Hot Water 
Inspector, City of Minneapolis, 213 City Hall, 
Minneapolis 16, and *2755 Pierce St. N.E., 
Minneapolis 13, Minn. 

SPIEGEL, Daniel (J 1948) Engr., Consolidated 
Conditioning Corp., 26 West 47th St„ New York, 
and • 100 Neptune Ave., Woodmere, N. Y. 
SPIELMAraC Gordon P. (A 1931; J 1923) 
Owner, • Harrlson-Spielmann Co., 480 Mil- 
waukee Ave., Chicago 10, and 730 N. Prospect 
Ave., Park Ridge, 111. 





m 


Heatim 


Air Conditioning Guido 1948 


SPIETH, Benjamin (M 1941) Chief Engr., 

• Modine Manufacturing Co.» and 400 Harvey 
Dr., Racine, Wia. 

SPITZ, Nathaniel (/ 1945) Head of Sales and 
installation, • City Coal Co., 410 Bank St,, and 
300 Ocean Ave., New London, Conn, 

SPITZLEy, Joseph H. (A 1948; J 1948) Vice- 
Pres., eR. L. Spitzley Heating Co., 1200 Fort St. 
W., Detroit 20, and 11 Farrand Park, Highland 
Park. Mich. 

SPn'ZLEY, Ray L. (A 1944) Inspector of Re- 
fineries, Class B, General Petroleum Corp., Tor- 
rance, and •11542 Rochester, West Los Angeles 
25. Calif. 

SPITZLEY, R, L, (A/ 1920) Pres, and Gen. Mgr., 

• R. L. Spitzley Heating Co., 1200 W. Fort St., 
Detroit 20, and 20 Renaud Rd., Grosse Pointe 
Shores 30, Mich. 

SPOERR, Frank F. (A 1942; J 1937) Sales Engrg.. 
Carrier Corp., Marine Dept., 405 Lexington Ave., 
New York, and #21 Willow Ave., Hempstead, 
L. I.. N. Y. 

SPOFFORTH, Walter (M 1930) Mech. Engr., 
U. S. Navy, Drake Puget Sound, Seattle, and 

• 16248 Maplcwiid Ave., Seattle 00. Wash. 
SPRAGUE, Georf^e W. (A 1947) Mgr.. Modu- 

flow Dept., Minneapolis-Honeywell Regulator Co. 
799 Beacon St., Boston, and • 10 Curtis St.. 
Marblehead, Mass. 

SPRAGUE. Kenneth T. (A 1948) Dist. Repr.. 
Bell & Gossett Co., and • 1431 Teall Ave., Syra- 
cuse 0, N. Y. 

SPRIGGS, Carl U. (A 1945) Asst. Sales Mgr., 
Carrier Corp., Syracuse, and • 101 Hampshire 
Rd„ Syracuse 3. N. Y. 

SPRINGER, J. J. (A 1945) Owner. • Oneida 
Supply Co., 157-159 Cedar St., and 506 Broad 
St., Oneida, N. Y. 

SPROIT, John I. (A 1941) Sales Engr., • Ray Oil 
Burner Co., 401 Bernal Ave., and 70 Crcstlake 
Dr.. San Francisco, Calif. 

SPROULL, Howard E. (Af 1920) Div, Sales Mgr.. 

• American Blower Corp., 1005-0 American Bldg., 
Cincinnati 2, and 3588 Raymar Dr., Cincinnati 
8. Ohio. 

SPURGEON, Joseph 11. {M 1924) Mfrs. Agent. 

• Spurgeon Co., 5050 Joy Rd., Detroit 4, and 
17215 Pennington Dr„ Detroit 21, Mich. 

SPURLOCK, Benjamin H., Jr. (M 1944) Prof., 
Dept, of Mech. Engrg., University of Colorado, 
Boulder, Colo. 

SPURNEY, F. E. (A 1938) Branch Mgr., Butler 
Manufacturing Co., 1127 Barr Bldg., Washington 0, 
D. C., and ^28 W. Baltimore St., Kensington, Md. 
SOUIER. Ralph T. (M 1947) Asst. Dir. of Re- 
search, Minneapolis-Honeywell Regulator Co., 
2753 Fourth Ave. S., Minneapolis, and •3351 
Colfax Ave. S., Minneapolis 8, Minn. 

STACEY, Alfred E., Jr.* (M 1914). (2nd Vice- 
Pres., 1947; Council 1941-44; 1947) Process Con- 
sultant, Carrier Corp., 300 S. Geddes St., Syra- 
cuse. and • 41 Academy St., Skaneateles, N. Y. 
STACK, A. E. (A 1936) Lab. Supt., Washington 
Gas Light Co., 11th and H Sts. N.W.. Washing- 
ton 6, D. C., and •7911 Chicago Ave., Silver 
Spring, Md. 

STACY, Stanley C. (M 1931) Mech. Engr.. 

• Board of Education, 13 S. Fitzhugh St.. Roch- 
ester 4, and 111 Valley Rd., Rochester 10, N. Y. 

STAFFORD, J, Fuller 1938) Owner, 519 N. 
Snelling Ave., St. Paul 4, and •4645“18th Ave. S., 
Minneapolis 7, Minn. 

STAFFORD, Thomas D. {M 1947; A 1937) Vice- 
Pres. and Mgr., • Alexander-Stafford Corp., 1 
Ionia Ave. N.W., and 964 Ogden Ave. S.E., Grand 
Rapids. Mich. 

STAHL, W. A. (M 1938) Supt., • Merchandise 
Mart, 222 Bank Dr., Chicago 54, and 2604 Har- 
rison St., Evanston, 111. 

STAINS, W. A. (Af 1946) Cons- Mech. & Elec. 
Engr., 621 E. Valencia Ave.. Burbank, Calif. 
STALEY, Martin E. <M 1946) Cons. Mech. 
Engr., • 31 Chandler Bldg., San Antonio 5, and 
128 Perry Ct., San Antonio 2, Texas. 
STAMBERGER, Robert F, (A 1944), Estimator 
and Supt., The Stamberger Co., 3115 Mayfield 
Rd.. and •2289 Lamberton Rd., Cleveland 
Heights, Ohio. 

STAMMER, E, L. (Idfe Mmbttr; M I9l9) Reared. 
7046 Winona, St. Louis 11, Mo. 


STAMPS, Harold F. (A 1946) Field Engr.. 
Henry Valve Co., 3260 W. Grand Ave., Chicago 
51, and •2118 S. Tenth Ave., Maywood, HI. 
STANDRING, Ronald A. (A 1942; J 1938) Mgr., 
Domestic Burner Div., Vipond-Tolhurst, Ltd., 
845 Querbes Ave.. Outremont, and f 2358 Le- 
claire St., Montreal, Que.. Canada. 

STANEK. Edward W. (A 1947) E. J. Stanek, Htg. 
Contr., 13804 Kinsman Rd., and 13802 Kinsman 
Rd.. Cleveland 30, Ohio. 

STANGER. R. B. {M 1920) Prop., •Robinson & 
Stanger, Empire Bldg,, Pittsburgh 22, and Middle 
Rd., Glenshaw, Pa. 

STANGER, WUllam F. {M 1945) Sales Engr., 
Robinson & Stanger, 1005 Empire Bldg., Pitts- 
burgh 22, and •337 S. Millvale Ave,, Pittsburgh 
24, Pa. 

STANLEY, Robert L. (M 1938) Field and 
Research Engr., Naco Manufacturing Co., 7031 
Roseberry Ave., Huntington Park, and •9223 
Seventh Ave., Inglewood, Calif. 

STANSBURY, Edward J., Jr. (A 1947) Sales & 
Estimating Engr., • Mundet Cork Corp., P. O. 
Box 1443, and 1234 Tulane, Houston, Texas. 
STARK, J. Emil (A 1947) Estimator, Wray M. 
Scott Co., Inc., and •ISIS S. Tenth St,, Omaha, 
Nebr. 

STARK, Roacoe C. (S 1948) Student, University 
of Michigan. Ann Arbor, and •1770 Quincy Ct., 
Willow Run, MicK 

STARRE'IT, Forrest W. (A 1946) Sales Engr., 
Knight-Randall Co., 8316 Woodward, Detroit 2, 
and • 13145 Maiden Ave., Detroit 13, Mich. 
STEADMAN, Clifford C., Jr. (A 1947) •The 
Bahnson Co., 1001 S. Manshall St., and 140 
Taylor St., Winston-Salem, N. C. 

STEARNS, Ellis J., Jr. (A/ 1944) Engr., National 
Bureau of Standards, , WawShington, D. C., and 

• 933 Parker St., Falls Church, Va. 

STFXIKHAN, Louis (Af 1941) Sales Engr., • Crane 

Co., 30 South 10th St., St. Louis 3. and 3240 
Liberty St., St. Louis 11, Mo. 

STEELE, Harris S. {J 3948; S 1947) Engr., Jarcho 
Bros., Inc., 304 East 46th St., New York, and 

• 227 Hopkins St., Brooklyn 6, N. Y. 

STEELE, J. B. (A4 1932) Chief Operating Engr.. 

Winnipeg School District No. 1, Ellen and William 
Ave., and • 184 Waterloo St., R. H., Winnipeg, 
Man., Canada. 

STEEVES, Donald R, (A 1944) Owner, Steeves- 
way H«at, 301 MaePherson Ave., and aApt. 405, 
3110 Yonge St., Toronto, Ont., Canada. 
STEFFNER, Edward F. (A 1937; J 1934) Partner, 
Residential Heating Service, 1429 East 133rd St., 
East Cleveland 12, Ohio. 

STEGGALL, Howard B. {M 1942; A 1934) Vice- 
Pres., United States Radiator Corp., 300 Buhl 
Bldg., Detroit, and • Wilson Rd., Bloomfield 
Hills. Mich. 

STEILEN, Louis J. {M 1946) Chief Engr., Lehigh 
Engineering Co., 1150 Mauch Chunk Rd., Bethle- 
hem, and 0 206 Pennypack Circle, Hatboro, Pa. 
STEIN, Jerome (7 1942; 5 1940) Secy., Toixington 
Supply Co., Inc., 125 Maple St., ancf 0 756 Water- 
ville St., Waterbary, Conn. 

STEIN, Samuel C. (7 1948; 5 1947) Drying 
Systems, Inc., 1800 Foster Ave., Chicago, 111,, 
and 0 20 Ashton Rd., Yonkers 5, N. Y. 

STEIN, William (M 1946) Chief Engr., Indus. 
Stoker Div., Combustion Engineering Co., 200 
Madison Ave., New York 16, and 0 2207 East 
29th St.. Brooklyn 29, N. V. 

STEINKE, Bernard J. (A 1948; 7 1940; S 1937) 
Supvsr. Engr., • U. S. Rubber Co., Maple St., 
Naugatuck, and 261 Peach Orchard Rd., Water- 
bury 82, Conn. 

STEINMETZ, C. W. A, (M 1934) Mgr,. Marine 
and Export Dept., • American Blower Corp., 50 
West 40th St.. New Yprk 18. N. Y., and 50 Oak- 
wood Ave., Bogota, N. J. 

STEIX, William H.. Jr. {M 1944) Owner, 

• Arnold R. Kamman Co., 493 Franklin St., 
Buffalo 2, and 648 Clay Ave., Rochester 13. N. Y. 

STEMFEL, Edward H. (M 1942) Consultmit. 
and 268 E. Market St., York, 

STENGEEt R. A. {M 193$) Chief Engr., Canadian 
Ice Machine Cq» Ltdn 65 VUliers St., and 4 224 
Inglewood Dr,, Toronto, Ont., Canada. 
STENGEL, F^ttk J, (A 1935) 39 Wolaut Ave., 
Mit lbnm, N. J, » 

STENN, SherWhi (S 1947) 3O0 Mech. Engrg! 
Lab., University of Illinois, tJrbana, tU, ' 
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STEPAN, Theodore E. (M 1940) Mcch. Engr., 

• Mississippi River Commission, Box 80, and 
2922 Cherry St., Vicksburg, Miss. 

STEPHEN, Charles O. (A 3945) Owner, •Stephen 
& Lambert. 328 E, Fifth, and 1925 Greenwood, 
Pueblo, Colo. 

STEPHENSON, James H. (A 1946) Sales Engr., 

• Johnson Service Co., 1309 Anita St., Houston 

STEPHENSON, J. R. (.4 1940) • J. R. Stephenson 
& Co., 278 Main St., and 047 Strathcona St.. 
Winnipeg, Man., Canada. 

STEPHENSON, Kiser A. (M 1941) Pres., •Step- 
henson Co,, 125 Merritta Ave. N.E., and 923 St. 
Charles Ave. N.E., Atlanta. Ga, 

STERMER, Clarence J. (M 1936) Engr., Crane 
Co,, 836 S. Michigan Ave., and •7839 Clyde .\ve.. 
Chicago 49, 111. 

STERN, Edward J. (A 1941) Dist. Mgr., •Arm- 
strong Cork Co., 701 Burt Bldg., Dallas 1, and 
223 E. Davis St.. Dallas 8, Texas. 

STERN, Lester M. (/ 1945; S 1944) Engr., Cleve- 
land Pneumatic, 3718 East 77th. and •1062 
Carlyon Rd., East Cleveland 12, Ohio. 

STERN, Richard M. (4 1946) Mech. Engr.. 
Victor N. Jones & Asaocs,, 706 Republic Bldg., 
Seattle 1, and •6227 Vaasar Ave., Seattle 5, Wash. 
STERNBERG, Edwin (A 1932; J 1931) Design 
Engr., Fred Mocsel Assoc., 101 Park Ave., and 

• 16 East 98th St., New York. N. Y. 

STERNE, C. M. (M 1943; A 1934) Chief Engr.. 

Metropolitan Refining Co., 50-23 23rd St., Lon-,: 
Island City 1, N. Y. 

STERNER, Douglas S. (M 1941 ; A 1940; J ^ 
Sales En^g., York Corp., 907 Florida Bank Bldg., 
and • 8 E. Vanderbilt Ave., Orlando, Fla. 
STERRY, H. Lee (A 1945) Dir. of Business 
Research, • Carrier Corp,, and 308 Gordon Ave., 
Syracuse, N. Y. 

STEVENS, Earl Knlfthts (A 1940) International 
Exposition Co., 480 Lexington Ave., New York 
17. N. Y. 

STEVENS, Francis D. (M 1947) Chief Engr., 

• Refrig. Div., Noma Electric Corporation of 
Md„ Barber, and 113 Market St., Perth Amboy, 
N. J. 

STEVENS. Harold C. (A 1947)# Hunter Clark 
Ventilating System Co„ 2800 Cottage Grove 
Ave., Chicago 10, and 4837 Kimbark Ave., 
Chicago 16, 111. 

STEVENS, Harry L. (M 1934; A 1927; J 1924) 
Pres., aM. M. Stevens Co., 108-110 W. Sherman 
St., and 320 West 20th Ave., Hutchinson. Kans. 
STEVENS, Howard R. (M 1941) Owner, Stevens 
Heating & Supply Co., 226 E. Fourth St., Reno, 
Nev. 

STEVENS, Howard Riley (J 1946) Air Cond. 
Foreman, Allison Division, General Motors Corp., 
Indianapolis, and •OSS N. Livingston Ave., India- 
napolis 8. Ind. 

STEVENS, JoMph W. (M 1944) Dir, of Sales, 
Cyclotherm Corn., 90 Broad St., New York 4, and 

• 803 Maple Ra., Syracuse 9, N. Y, 

STEVENS. Judson E. (A 1941) Vice-Pres., 

• Superior Sheet Metal Works, Inc., 318 and 328 
Spokane St., and 39 520 Vassar St., P. O, Box 
2542. Reno, Nev. 

STEVENS, Kenneth M. (/I 1943; J 1936) Branch 
Mgr., • The Powers Regulator Co., 1510 Main St., 
and 5728 Cherry. Kansas City 6, Mo. 

STEVENS, Stanley A. (4 1946) Engr., • Matthew 
Hall & Co.. Ltd.. 28 Dorset Sq.. and 30A Falloden 
Way, Golders Green, London N.W. 11, England. 
STEVENS. T. Robert (4 1947) Htg. Engr.. 

• Sarcotherm Controls. Inc., 2922 Empire State 
Bldg., New York, and 3611-3l8t Ave., Long 
Island City 3. N. Y, 

STEVENS. Wayne H. (4 1939) Engr., •Shellen- 
berger, Gregg & Co*, 2211 N. Prospect Ave., 
Milwaukee 2. And 2521 E. Stratford Ct., Mil- 
waukee 11, Wis. 

STEVENS, William B. (4 1944) Owner, •Stevens 
Furnace Co., 79 S. LaSalle St., and 65 S. View St,. 
Aurora, 111, 

STEVENS, William R, (4 1934) Partner, #L. E. 
Stevens Co., 626 Broadw^, Cincinnati 2, Ohio, 
and 30 ChaBonte Ct., Ft. Thomas, Ky. 
STEVENSON, Daniel B» Jr. (M 1946) Engr,, 
The Austin Co., 610 N. Dearborn, Chicago, lU.. 
and aLumberton, Miss, 


STEVENSON, Mel J. (M 1936) Cona. Engr., 
Indus. Multi-Vent Div., The Pyle-National Co., 
1334 N.Koetner Ave., Chicago 51, ami •2970 
Sheridan Rd., The Wellington Arms, Apt. SQ.-j, 
Chicago 14, 111, 

STEVENSON, W. W. (A/ 1928) Steam Htg. Engr.. 

• Allegheny County Steam Heating Co., 435 
Sixth Ave., Pittsburgh 19, and 1125 Lancaster 
Ave., Pittsburgh 18, Pa. 

STEWART, Charles W. (M 1919; 4 1918) Vice- 
Pres., Sales. • Clark Manufacturing Co., 1830 
East 38th St„ Cleveland 14, and 2487 Noble Rd., 
Cleveland Heights, Ohio. 

STEWART, Clement W. (M 1944) Marine 
Specialist, Ilg Electric Ventilating Co., 15 Park 
Row,— 1108. New York 7, N. Y.. and • 828 
Fifth Ave., River Edge, N. J. 

STEWART, Duncan J.* (Af 1936; A 1930) Vice- 
Pres. and Gen. Mgr., • Barber-Colman Co., 
Drawer 99, and R. R. 4, Rockford, 111, 
STEWART, Iril A. (4 1945) Mech. Engr., Chief. 
Refrig, and Vent. Unit, • Headquarters Army 
EngincvT, Sixth Army, Bldg. No. 35, Room 222, 
Presidio <f San Francisco, and 350 South 43rd St., 
Apt. 2-F, Richmond, Calif. 

STEWART, James P. (4 1940; J 1937) Engr.. 
Carrier Corp., 300 Geddes St., Syracuse, and 

• 224 Greenwood Tl., Syracuse 10, N. Y. 
STEWART, John L, (4 1944) Gen. Mgr. and 

Vice-Pr^-^., •Calif. -Fresno Supply Co,, P. O, Box 
1186, anu 1334 Floradora, Fresno, ('alif. 
STEWART, John N. (.1 1939) Plan Examiner, 
District of Columbia, 102 District Bldg., and 

• 6124-32nd PL N.W., Wa.shingtoii 15, D. C. 
STEWART, Ralph M. (4 1945) Mgr,, Vice-Pres., 

• Bryant Gas Iieating Co., 824 Marquette Ave., 
and 26 West 22nd St., Apt. 309, Minneapolis, 
Minn. 

STEWART, Wesley O. (M 1944; 4 1938) Branch 
Mgr., •Johnson Service Co., 412 East 11th St., 
Los Angeles 15, and 4100^ l^os Fediz Blvd., Los 
Angeles, Calif. 

STICKLE, Fred A. (4 1946) Pres, and Gen. Mgr., 
Stickle Steam Specialties Co., 2215 Valley Ave., 
Indianapolis 1, and •2339 Broadway St., India- 
n^oiis 5, Ind. 

STICKRATH, Kenneth J. (4 1945) Owner, 
316 Shaw Ave., and 2821 Capital St., McKeesport, 
Pa. 

STILES, Gordon S. (4 1941; J 1936) Engr., 

• Geo. B. Mallory Co., 1436 Blackstone, and 
4611 Home, Fresno, Calif. 

STILLER, F. W. (4 1945) 4501 S. Aldrich, Minne- 
apolis 9, Minn. 

STILPHEN, Norman E. (Af 1945) Owner. 

• Stilphen Engineering Co.. 20 Roberts St., and 
253 Main St., Sanford. Me. 

STIMSON, DeParx (Af 1945) Pres., Stimson Engi- 
neering Corp., Dir. of Tech- Sales, The Bahnson 
Co., and • 121 Idlewilde Dr., Winston-Salem, 
N. C. 

STINARD, Rutherford L. (M 1946) Cons. Engr., 
6209 Boulevard E„ West New York, N. J. 
STIFF, Roy A, (M 1946) Mfrs. Repr., • Buffalo 
Forge Co., P. O. Box 1796, 21 Blue Bldg., and 1 
Longview Terrace, Greenville, S. C. 

STITES, Richard, Jr. (4 1943; J 1937) Sales 
Engr., •Coon Devisser Co., 2051 W. Lafayette, 
Detroit 16, and 17537 Hartwell, Detroit 21, Mich. 
ST. LAURENT. Guy (4 1942) Htg. Contr., 

• Hector Groulx, Engrg., 7375 Chambord St., 
and 8381 Drolet St., Montreal, Que., Canada. 

STOBBE, Gustav C. (4 1944) Gen. Supt., 
Becker-Seidel-Clark Co., 4500 Euclid Ave., (Cleve- 
land 3, and • 1805 Tampa Ave,, Cleveland 9, Ohio, 
STOCK, Charles S. (Af 1936) Gen. Sales Mgr., 
The Herman Nelson Corp., 1824 Third Ave., 
Moline, 111., and • R. R. 1, Bettendorf, la. 
STOCKWELL, William R. (Life Member; 
M 1903; / 1901) Gen. Mgr., Mfg. Div., Weil- 
McLain Co., Michigan City, Ind. 

STOFFER. Gleu H. <Af 1945) Branch I>ealer 
Mgr., • Carrier Corp., 950 Dierks Bldg., Kansas 
City 6, and 20 West 36th St., Kansas City 2, Mo. 
STOKES, Alvin D. (Af 1936) Gen. Supt., Riggs 
Distlet & Co., Inc., 216 N. Calvert St„ Baltimore, 
and *424 Winston Ave.. Baltimore 12, Md. 
STOKES, Thomas A. (Af 1946) Air Cond. Engr., 

• Cary B, Gamble & Assocs., 814 St. Charles 
St„ and 7521 Plum St., New Orleans, La. 
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STOKXEY, John M. (A 1946) Pres., oStokley's 
Services, Inc,, 4000 Colley Ave., and 7438 Hamp- 
ton Blvd„ Norfolk, Va. 

STOLBERG, Charles P. (M 1947) Chief Mech. 
Engr., • The H. K. Ferguson Co., Ferguson Bldg,, 
Cleveland 14, and 3613 Lynnfield Rd.. Shaker 
Heights 22, Ohio. 

STOLKER, Edward A. (A 1945) Owner, eStolker 
Engineering Co., 4201 Brown St., Philadelphia 4. 
and 2601 Parkway 30, Philadelphia, Pa. 

STONE, A. A. (A 1943) Branch Mgr.. Mundet 
Cork Corp., 505 Southland Life Annejc, Dallas 1 , 
and •601 Second Ave., Dallas 10. Texas. 
STONER, Dean W. (A 1948) Sales Repr., • Ke- 
wanee Boiler Corp., 2014-20 Wyandotte St., and 
412 West 47th St.. Kansas City, Mo. 

STONER, William C. (A 1944) Moorc-Stoner Co., 
500 Stewart Ave. S.W., Atlanta, Ga. 

STOREY, J. H. (M 1944) Pres., *1060 Tweddle, 
Ltd., 80 Jean Talon St. W., and 452 Carlyle Ave., 
Town of Mt. Royal, Montreal, Que., Canada. 
STORMS, Robert M. (M 1936) Partner, Storms 
& Lowe, 6381 Hollywood Blvd., Los Angeles 28, 
and *354 W. Wilson Ave., Glendale 3, Calif. 
STOTESBURY, Bernard (M 1942) Partner, 
Ottawa Plumbing & Heating Contractors, 111 
Third Ave.. Ottawa. Ont., Canada. 

STOTT. Douglas A. (A 1940) Mgr., •The 
Powers Regulator Company of Canada, Ltd., 195 
Spadina Ave., Toronto, and 30 MacNaughton 
Rd., Leaside, Ont.. Canada. 

STOTT, F. W. (M 1938) Branch Sales Mgr., 
C. A. Dunham Co., Ltd., 1139 Bay St., Toronto, 
and •Thomas St., Oakville. Ont., Canada. 
STOTZ, Rol>ert Bertan (A 1940) Field Engr.. 
Chrysler Airtemp Sales Corp., 404 Citizens & 
Southern Bank Bldg., Atlanta 3, and •SOS 
Merritt St., Apt. A. Marietta. Ga. 

STOUT, Arthur G. (M 1943) Owner. Cons. Engr., 

• Arthur G. Stout & Assocs., 400 W. Madison St., 
Chicago 6 , and 105 East Ave., Park Ridge, III. 

STOVER, RoUand S. (A 1944) Owner, aR. S. 
Stover Co., Kresge Bldg., and 207 N. Eighth St., 
Marshalltown, la. 

STOVER, Warren H. (A 1946) Dist. Mgr.. Air 
Cond. Dept., • General Electric Co., P. O. Box 
909, Portland 7, and 6116 Northeast 2l8t Ave., 
Portland, Ore. 

STRACHAN, George W. (M 1945) Project Engr., 
Dravo Corp.. 300 Penn Ave., Pittsburgh, and 

• 1848 Hillsdale Ave., Pittsburgh 16, Pa. 
STRACKE, Samuel L. (J 1947; S 1946) Engr., 

• Valley Weathermakere, Inc,, 607 W, Harrison 
St., Harlingen, and 3019 Windsor Ave., Waco, 
Texas. 

STRAHAN, James L. (M 1946) Tech. Dir., 

• Asphalt Roofing Industry Bureau, 2 West 46th 
St., New York, and Larchmont Acres, Apt. 221-C, 
Larchmont, N. Y. 

STRAIN, Andrew James (A 1942) Gen, Mgr., 

• Ruud Manufacturing Co., 474 Bathurst St., 
Toronto 2 B, and 376 St. Clemente Ave., Toronto 
12 . Ont., Canada. 

STRAND, Charles A. (A 1940) Supt., • Bruce 
Wigle Plumbing Co., 9117 Hamilton Ave., 
Detroit 2, and 6533 Barium Ave., Detroit 10, 
Mich, 

STRAUCH, Paul C. (Af 1946; A 1934) Mgr., 
Htg. Div., •Sears-Piou & Co., 814 S. Vandeventer, 
St. Louis 10, and 7309-F Burrwood Dr., Nor- 
mandy 21, Mo, 

STRAVOLEMOS, Emanuel (5 1948) Student, 
A. & M. College of Te-xas, College Station, and 

• 619 Wichita, Shreveport, La. 

STREATER, Walter A. (M 1946) Sales Repr., 

• Modine Manufacturing Co„ 169 W. Peachtree 
PI. N.W,, Atlanta 8 , and 161 Coventry Rd., 
Decatur, Ga- 

STREB, Louis H. (M 1947) Partner, Chicago 
Conditionaire Co., 9330 S. Halsted St., and *9634 
Vanderpoel, Chicago 48, 111. 

STREVELL. R. P. (M 1934) Prea.-Treas., • The 
William R. Hogg Co., Inc., 900 Fourth Ave., 
Asbury Park, and Victor PI. and State Highway, 
Neptune, N. J. 

STRDCK, Clifford (M 1937; A 1929) Editor, 
Heating & Ventilating, 148 Lafayette St., New 
York 13, N. Y. 

STROH. S. Muir (A 1947) Sales Mgr.;" Hajoca 
Corp., Philadelphia, and • 7960 Pleasant Ave., 
Wyndmoor 18. Pa. 


STRONG, Arthur P„ Jr. (J 1947) Engr., Dry- 
ing Systems, Inc., 1800 W. Foster Ave,, Chicago 
40, and * 217 S. Elmwood Ave., Oak Park, 111. 
STRONG, Henry G. (M 1945) Asst. Service Mgr., 

• Carrier Corp., Syracuse, and 133 Edwards Dr„ 
Fayetteville, N. Y. 

STRONG. S. S. (A 1945) Owner. S. S. Strong. 
Mfrs. Repr., Box 226, Cuyahoga Falls, and 2916 
Lee Rd., Silver Lake, Ohio. 

STROTHER, William Earl (M 1944; A 1941) 
Partner, Contr. & Engrs., • Strother- Barge Co., 
136 Ellis St. N.E., Atlanta 3. and 997 Burns Dr. 
S.W., Atlanta, Ga. 

STROUSE, Bernard H. (M 1945) Owner, eS. B. 
& B, H. Strouse, 0 630 Guarantee Trust Bldg., 
Atlantic City, and 6300 Winchester Ave., Vent- 
nor City, N. J. 

STROUSE, Sherman W. (A 1938) eThe Trane 
Co., 493 Franklin St., Buffalo 2, and 96 Mayville 
Ave , Tonawanda, N. Y. 

STRUNIN, Jay (A 1939; J 1933) Htg. Engr., & 
Contr., •2156 Northwest 27th Ave., Miami 37, 
and Rt. 4, Box 80, Miami 33, Fla. 

STUART, Ralph A. (M 1943) Cons. Engr., 
Opera House Bldg., and • 432 N. Center, Terre 
Haute, Ind. 

STUART, W. W. (A 1940) Owner, • Stuart 
Supply, 417 Ninth St., Des Moines 9, and 1920 
Pleasant St.. Des Moines, la. 

STURM. WiUiam (A 1944; J 1940) Mech. Engr., 
Ellerbe & Co., E 605 First National Bank Bldg., 
St. Paul 1, and • 863 S. Cleveland, St. Paul 6, 
Minn. 

SUDDERTH, Leo. Jr. (A 1942; J 1936) Partner. 

• Thermal Engineering Co., 810 Bona Allen Bldg., 
Atlanta 3, and 3047 Piedmont Rd. N.E., Atlanta, 
Ga. 

SULLIVAN, John R. (A 1944) Foreman, U. S. 
Naval Air Material Centre, Navy Yard, Phila- 
delphia, and^31-B Stephen Ct., Milbourne, Pa. 
SULLIVAN. Richard P. (A 1948) Appl. Engr.. 
WestinghouBc Electric Corp. Sturtevant Div., 
Rm. 726, 89 Broad St., Boston, and • 15 Wilcox 
Rd., Dorchester 24, Mass. 

SULLIVAN, Thomas J., Jr. (/ 1943; 5 1942) 
Lt. U. S. N., Asst. Engr. Officer, U. S. Navy, 
U. S. S. Valley Forge (CV45). c/o F, P. O., San 
Francisco, Calif., and •615 Delaware Ave., Erie, 
Pa. 

SULLIVAN, T. J. (M 1940) Pres., Sullivan Valve 
& Engineering Co., 910 S. Arizona St., and • 1206 
W. Park St., Butte, Mont. 

SULLIVAN, WUliam H. (M 1943) Pres., W. H. 
Sullivan Co., Inc., P. O. Box 232, 31314 S. Greene 
St., Greensboro, N. C. 

SULLIVAN, WlllUm H., Jr. (M 1944) Vice-Pres., 

• W. H. Sullivan Co., Inc,, 313 S. Greene St., 
P, O. Box 232, and 308 W. Greenway, S., Greens- 
boro, N. C. 

SUMMERVILLE, E. A. (A 1944) Pres., • Bixley. 
Inc., 610 Walnut Bldg.. Des Moines, and 6701 
Waterbury Circle, Des Moines 12, la. 

SUNDEEN, Earl E. (Af 1946) Supvsr. of Air Cond., 
International Harvester Co., 180 N. Michigan 
Ave., Chicago 1, and • 12049 Yale Ave., Chicago 
28. 111. 

SUPPLE, Graeme B. (M 1934) Dist. Mgr., 

• American Blower Corp., 625 Architects & 
Builders Bldg., and 420 East 55th St., India- 
napolis, Ind. 

SUTCH, Harry C. (A 1940) Partner, • Eastern 
Electric Co., 3622 Stoneway Ave., Seattle 3, 
and 2720 Esplanade Dr., battle 7, Wash. 
SUTCLIFFE, A. G. (Af 1922; A 1918) Cons. Engr., 
432 S. Delphia Ave., Park Ridge, III. 

SUTFIN, George V, (Af 1942; A 1937) Owner, 
G. V. Sutfin Co., 3270 Hildreth Ave., Cincinnati 
11, Ohio. 

SUTTON, Geoffrey (/ 1947) Partner. D. K. 
Fletcher, 19 Birch St., and • 13 Prospect PI., 
Hurst, Ashton-Under-Lyne, Lancashire, England. 
SVOBODA, George J. (J 1946) Instructor, Mech, 
Engrg., • Experimental Engrg, Bldg., University 
of Minnesota, Minneapolis, and 221-13th Ave. 
N., Hopkins. Minn. 

SWAIN, Douglas S, (A 1946; / 1941) Sales Engr., 
Trane Company of Canada, Ltd., 365 Hargrave 
St., and • 1186 Downing St, Winnipeg, Man., 
Canada. 

SWAIN, Wilbur A, (A 1944) Sales Engr., Jenkins 
Bros.. 80 White St„ New York 13, N. Y., and 

• 90 Evergreen PL, East Orange, N. J. 



SWAIN, William L. (M 1939) Dir.. •Young. 
Austen & Young, Ltd., 819 Long Acre, London, 
W. C, 2, and 29 Wildcroft Manor, Putney Heath, 

S. W. 15. England. 

SWALLOW, J. H. {A 1945) Branch Mgr.. 

• Bryant Heater Co., 418 Olive St., St. Louie, Mo. 
SWAN, David (A 1946) Chief Engr., •Canadian- 

Bemie Bag Co. Ltd., 311 Alexander Ave., and 89 
Smithfield Ave., Winnipeg, Man., Canada. 

SWAN, Richard E. (M 1947) Pres.. • Hirsch- 
Swan Corp., 117 N.W. First St., and 1144 North- 
west 39th St., Oklahoma City, Okla. 

SWANEY, CarroU R. (M 1929; J 1921) Mfrs. 
Agent, • C. R. Swaney Co., 336 Newbury St., 
Boston 16, and 61 Monse Rd., Newtonville, Mass. 
SWANEY, Frank J. (M 1946) Asst. Vice-Prea., 
Cargocaire Engineering Corp., 15 Park Row, New 
York 7, N. Y., and • Eara Rd., Essex Fella, N. J. 
SWANSON, Arden E. (7 1948) Dust and Fume 
Engr,, American Wheelabrator Equip. Corp.. 
Mishawaka, Ind., and *7401 Wentworth, Minne- • 
apolis, Minn. 

SWANSON, E. C, (A 1935) Vice-Pres., Andersen 
Corp., Bayport, Minn. 

SWANSON, Herbert J. (A 1947) Owner, #11. J. 
Swanson Co., 436 Locust, Long Beach 2, and 1213 
E. Ocean Blvd.. Long Beach 4, Calif. 

SWANSON, Nils W. (A 1936) Sales Engr., 

• McDonnell & Miller, 400 N. Michigan Ave., 
Chicago 11. and 2746 Morse Ave., Chicago 4.5, 111. 

SWART, Harvey G. (A 1944) Engr., •The Trane 
Co., 2326 S. Michigan Ave., Chicago 16, and 525 
Fairview Ave., Park Ridge, 111. 

SWART, Robert H. (A 1947) Vice-Pres. & Mgr.. 
Michigan Automatic Heating Equipment Co., 203 
Front N.Vy., and •1644 Wealthy S.E., Grand 
Rapids, Mich. 

SWARTLING, Eugene R. (A 1947) Engr,. 

• General Air Conditioning & lleating Co., inc., 
2001 Peralta, St., Oakland 7, and 1452 Mitchell 
St., Oakland 1, Calif. 

SWARTZBERG, Joseph (A 1947) Engr.. Ther- 
maire Ltd., and • 150 Nottingham Rd.. Kensing- 
ton, Johannesburg, South Africa. 

SWASKI, Kenneth J. (A 1946) P. O. Box 2048, 
Sweet Home, Ore. 

SWATS, William F. (A 1945) • R. D. Herbert & 
Sons Co., 601 Harrison St., Nashville 4, and 3304 
Wimbledon Rd., Nashville 6. Tenn. 

SWEENEY, Allan R. (A 1947) Estimator-Engr., 

• The Huffman-Wolfe Co., 609 N. High St., and 
163 Nashoba Ave., Columbus, Ohio. 

SWEENEY, George J. (A 1945) Vice-Pres,. Treas.. 

• Air Devices, Inc,, 17 East 42nd St., New York 
17, and 4339~lC9th St.. Flushing, N. Y. 

SWEENEY, R. H. (A 1939) Mfrs. Reprs. 441 
Lumber Exchange, Minneapolis, and • 1883 
Stanford Ave., St. Paul, Minn, 

SWENBERG, Walter A. (A 1945) Gen. Mgr., 

& Engr., • Utility Sales & Engineering Co., 307 
E. Center St., Rochester, Minn. 

SWENEIIART, D. W. (A 1940) Engr., Cortland. 
Ohio. 

SWEPSTON, Murray McGee (A 194,5) Mgr. and 
Pres., • Atlas-Butler Furnaces, Inc., 243 N. Fifth 
St., Columbus 16, and 1620 E. Broad St., Colum- 
bus, Ohio. 

SWINGLE, W. T. (A 1938) Pres., • Hastings Air 
Conditioning Co., Inc., 108 S. Colorado, and COl 
E. Third St., Hastings, Nebr. 

SWISHER, Stephen G., Jr. (M 1936; A 1934) 
Mgr., • The Trane Co., 1835 N. Third St., 
Milwaukee 12, and 1711 E, Dean Rd., Mil- 
waukee, Wis. 

SYSKA, Adolph G. (M 1933) Partner, • Syska & 
Dennessy, 144 East 39th St., New York, and 1 
Hemlock Rd., Bronxville, N. Y. 

SZEKELY, Ernest (M 1920), (Council. 1945-47) 
Pres., • Bayley Blower Co., 1817 South 66th St., 
Milwaukee 14. and 6026 W. Washington Blvd., 
Wauwatosa, Wis. 

SZOMBATHY, Alfred R. (A 1946) Secy., 

• Fetguson Sheet Metal Works, Inc., 34 N. 
Florissant Blvd., Ferguson 21, and 3125 Haw- 
thorne Blvd., St. Louis 4, Mo. 

SZOMBATHY, L. R. (A 1930) Pres., •Ferguson 
Sheet Metal Works, Inc., 34 N. Florissant Blvd., 
Fer^son 21, and 3125 Hawthorne Blvd., St. 
Louis 4, Mo. 

SZYM.^SKI, Stanley R, (A 1947) Chief Engr., 
Htg. and Air Cond. Supply, Inc.. 263 Sierra St., 
and • 145 Maple St., Reno, Nev, 


T 

TAGGART, Ralph C,* iLife Memherx M 1912) 
Neck Rd„ Lancaster, Mass. 

TAGGART, Robert F. 1944) Mech. Engr., 
O. W. Motz. Cons. Engr., 920 E. McMillan St.. 
234 Paramount Bldg., Cincinnati 6, and • 661 
Forest Ave., Rear Bldg,, Cincinnati 29, Ohio. 
TAllRY, Mahmoud El {M 1939) Managing Dir,, 

• Koldair, Air Conditioning & Refrigeration 
Company of Egypt, 12 Sharia Soliman Pasha, 
and 18 Sharia Hafez Ramadan, Agouzah, Cairo, 
Egypt. 

TAHSLER, Donald H. (A 1948) Sak‘s. •Strong. 
Carlisle & Hammond Co., 1394 W. Third St„ 
Cleveland, and 1368 Ethel Ave., Lakewood. Ohio. 
TAIT, Andrew (A 1940) Sales Engr., • Darling 
Brothers, Ltd., 137 Wellington St. W., and 135 
Queensdale Ave., Toronto, Ont., Canada. 
TALBOT, Joseph M. (A 1948) Engr., • The 
Reed Co., 200 Fannin St., and 1494 Broadway, 
Beaumont, Texas. 

TALIAFERRO, Robert R.* {Life Member \ M 1919) 
Mech. Engr., National Advisory Committee for 
Aeronautics, Cleveland Airport, and • 614 Dover 
Center Rd., Bay Village, Ohio. 

TALLEY, Dean {A 1944) Sales Engr.. Sullivan 
Valve & Engineering Co., 909 E. Second St., and 

• 2031 S. Gaylord Ave., Butte, Mont. 

TANNER, Dick (A 1946) Gen. Mgr., • Rocky 

Mountain Gas Equipment Co.. 308 C. A. John- 
son Bldg., Denver 2, and 4965 Shoshone, Denver, 
Colo. 

TANSIL, John T. (S 1948) Student, A. & M. 
College of Texas. College Station, and *112 
Williams St., Nederland, Texas. 

TAPPEN. Melvin M. (A 1946) Sales Engr.. 
•Johnson Service Co., 1217 Grand Ave., and 
1420 W. Ninth St., Des Moines, la. 

TARAK, Hratch H. (A 1946) Charge of Air 
Cond. Sect., • Roberto Zander, 345-353 Juan 
Jaures, Buenos Aires, and San Martin 965, 
Quilmes, F. C, S., Argentina, S. A. 

TARR, Harold M. (M 1931) Htg. Vtg. and Air 
Cond. Engr., 21 Montague St., Arlington Heights, 
Mass. 

TASH, Thomas (Af 1944) Pres., Consolidated 
Constructors, Inc., 18 East 41st St., New York 17 
N. Y. and • 2 Ridge Rd., Hanover, New Hampshire. 
TASKER, Cyril (M 1935). (Council, 1941-43) 
Dir. of Research, American Society of Heating & 
Ventilating Engineers Kcsearcli Laboratory. 7218 
Euclid Ave., Cleveland 3, and •3538 Edison Rd., 
Cleveland, Ohio. 

TASNEY, John S. (A 1943) U. S. Array, and • 144 
Hugo St., San Francisco, Calif. 

TATE, How'ard L. (A 1943) Mech. Engr., 

• Titche-Goettingcr Co., and 4008 Livingston, 
Dallas, Texas. 

TA VERNA, Fred F. (M 1928; A 1927; J 1924) 
Mech. Engr., Raisler Corp., 129 Amsterdam 
Ave., New York 23, N. Y., and • 1011 Palisade 
Ave., Union City, N. J. 

TAYLOR, Arthur R. (M 1942) Engrg. Dept., 
Canadian Breweries, Ltd., 16 Gould St., and 

• 607 Jane St., Toronto, Ont., Canada. 
TAYLOR, C. Ridgway (A 1944) •Rose Brothers 

Co., Inc., 1441-19th St. N., Arlington, Va., and 
1613 Meridian PI. N.W., Washington. D. C. 
TAYLOR, Daniel G, (M 1947) Chief Test Engr., 
Minneapolis-Honey well Regulator Co., 2753 
Fourth Ave. S., and •4250 Linden Hills Blvd., 
Minneapolis 10, Minn. 

TAYLOR, Edmund P. (A 1945) Supt.. The 
Buckingham-Routh Co.. 04 Grove St.. New 
Haven, and *64 Long Hill Rd., Wallingford, 
Conn. 

TAYLOR. Edward M. (A 1934) Tech. Mgr., 

• Taylor, Ltd., 32 A Lichheld St., and 3 Wair- 
arapa Terrace, Christchurch, New Zealand. 

TAYLOR, Ertc Leslie (A 1948; J 1946) Tech. 
Asst., Chief Engr. Dept., London County Coun- 
cil, Public Institutions Div., County Hall, West- 
minster Bridge, London S. E. 1, and eSS Wlllersley 
Ave., Sidcup, Kent, England. 

XAYLOR. Frederick William (A 1946) Chapter 
Engr., Naticmal Warm Air Heating & Air Condi- 
tioning Association. Royal Bank Bldg.. Yonge at 
Deloraine. and • 27 Cranbrooke Rd., Toronto. 
Ont., Canada. 
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TAYLOR, Harold J. (M 1937) Owner, Harold J. 
Taylor, Htg, & Vent., 17514 Grecniawn Avc., 
Detroit 21 -Mich'. 

TAYLOR, Harold John (A 1946) Chief Refrig. 
Kngr., • James J. Niven & Co., Ltd., Box 394. 
C. P. O. Auckland, and 3 Ngapuhi Rd., Rcmuera, 
New Zealand* 

.TAYLOR, Merritt I. (.4 1946) Mfra. Agent, 3122 
Griffin Ave., Richmond 22, Va. 

TAYLOR. Reg. F. (M 1915). (Council. 1947) 
Cons. Kngr., #910 Bankers Mortgage Bldg., 
Houston 2, and 2332 Watts Rd., Houston 5, Texas. 
TAYLOR, Robert B. {M 1944; J 1938) Sales Repr., 

• Buffalo Forge Co. tk Buffalo Pumps. Inc., 966 
Broadway, Albany, and Upper Font Grove Rd.. 
Slingerlands. N. Y. 

TAYLOR, Thomas E. (A/ 1942; 7 1937) Cons. 
Engr., #707 Spalding Bldg.. Portland 4. and 7307 
N. Wall St.. Portland 3, Ore. 

TAYLOR, T. Smith (M,1946) Dir. of Research, 

• United States Testing Co., 1415 Park Avc.. 
Hoboken, and 45 Grover Lane, Caldwell, N. J. 

TAZE, D. L. (Af 1931) Mgr., •American Blower 
Corp., 1302 Swetland Bldg., Cleveland 15. and 
3666 Sutherland Rd., Shaker Heights 22, Ohio. 
TAZE, Edwin H. (M 1937) Owner, • Edwin H. 
Taste Co., 11 East 21st St.. Baltimore 18. and 208 
Bosley Ave., Towson 4, Md. 

TAZEWELL, E. Bradford (A 1948) Owner. K. 
Bradford Tazewell, 710 West 2l3t St., and 524 
Pembroke Ave., Norfolk, Va. 

TEAL, Bruce C. (A 1948) Air Conditioning and 
Refrigeration, 49 Village Lane, Rochester 10, N. Y. 
TEASDALE, Lawrence A. {M 1926) Mgr., Div. of 
Htg. and Lighting, • Yale University Service 
Bureaus, 20 Ashmun St., and 261 Canner St., 
New Haven 11, Conn. 

TEBO, Frank A. (Af 1940) Indus. Engr.. •United 
Engineers & Constructors, Inc., 1401 Arch St.. 
Philadelphia 6, and 365 Green Lane, Philadelphia 
28. Pa. 

TEELING, George A. (M 1930) Cons. Kngr., 

• Utilities Engineering Corp., 82 State St., Room 
326. Albany, and Box 81, Clarksville, N. Y. 

TEJEDA, Salvador Martinez (A 1946) Mgr., 
Martinez, S. de R. L., Arquimcdcs 225, ChapuJ- 
tepec Morales, Mexico, D. F., Mexico. 
TELGEMEIER. A. II. (A 1944) Vice-Pres., 
Southern Oil Co., 3016 Wyoming, and •2307 E. 
Meyer Blvd., Kansas City, Mo. 

TELLER, William R. (A/ 1940) Vice-Pres., The 
Bryant Heater Co., 17825 St. Clair Ave,, Cleve- 
land 10, and • 130 East 190th. Euclid 19, Ohio. 
TEMPLE. Walter J. (Af 1931) Engr., Mgr.. 
J. A. “Temple Co., 108 Pkwy., Kalamazoo 3, and 

• 1215 Re^ Avc,, Kalamazoo 24. Mich. 
TEMPLETON, H. J. (A 1946) Southwest Dist. 

Mdse. Mgr., • American Blower Corp., 619 Texas 
Bank Bldg., and 4216 Loma Alta Dr., Dallas, 
Texas. 

TEMPLIN, C. L. (M 1921) Pres., • Carrier 
Atlanta Corp., 306 Peachtree St. N.E., Atlanta 3, 
and 781 Sherwood Rd. N.E., Atlanta. Ga. 
TENKONOHY, R. J. (Af 1923) Mech. Engr., 
Boyd E. Phetps, Inc., 232 Franklin St., Michigan 
City, and • 1105 Harrison St., La Porte. Ind. 
TENNANT, R. J. J. (A 1929) Sccy., Pittsburgh 
Business Properties, Inc., 2238 Oliver Bldg., 
Pittsburgh, Pa. 

TENNEY, Dwight (Af 1932) University Instruc- 
tor, University of Kentucky, and •217 Stone Ave., 
Lexington, Ky, 

TERHUNE, Ralph D. (Af 1946; A 1936) Dist. 
Mgr., • Bryant Heater Co., 4 West Plaza, and 
277 Orchard PL, Ridgewood, N. J. 

TERRANCE, E. H. (Af 1944) Dist. Mgr.. •Cana- 
dian Sirocco Co., Ltd., 630 Dorchester St. W. 2, 
Montreal, and 430 Willowdale Ave., Apt. 23, 
Outremont, Que., Canada. 

TERRY, James (A 1948) Pres.. Dresco Refrig- 
eration Co.. 4404 Woodward Ave., Detroit 1, 
and #3080 Oakman Blvd.. Detroit 4, Mich. 
TERRY, Matson C. (Af 1936) Chief, Air Cond. 
Engrg„ • Philco Corp,, Tioga and C St., Phila- 
delphia. and Cloverly Lane, Abington, Pa. 
TERRY, Samuel W, (Af 1941) Pres.. ♦ Aladdin 
Heating Corp., 2222 San Pablo Ave., Oakland 12, 
and 2820 Oak Knoll Terrace, Berkeley. Calif. 
TEUBER, Harry N. (Af 1946) Sales Eng-,. 
•Warren Webster & Co., 17th and Federal St., 
Camden, and 208 Fourth Ave., Haddon Heights, 
N. J. 


TEVERBAUGH, Jack E. (J 1945) Engr.. Carrier 
Corp., 1316 Williamson Bldg., (Cleveland 14, Ohio, 
THAflKER, John E. (Af 1944) Htg. and Vent. 
Engr., •Vauxhall Motors, Ltd., Kimpton Rd., 
and 112 Strathmore Ave., Luton, Bedfordshire, 
England. 

THAYER. Harding H. (Af 1946; A 1943) Partner, 

• The Thayer Co., Greer Bldg., and 304 Ha^jelcroft 
Ave., New Castle, Pa. 

TIIEISS, Ernest S. (Af 1944; A 1941; J 1940) 
Aset. Chief Engr,, Davey Compressor Co., Kent,, 
and • 1002 East 78th St., (Cleveland, Ohio. 
THEOBALD, Art (Af 1946: A 1937) Engr., Payne 
Furnace Co., 336 N. Footliill Rd., Beverly Hills, 
and •116)4 S. Kings Rd., Los Angeles, Calif. 
THEORELL, Axel T, (M 1948) Civil Engr., Dir., 
Hugo Theorells Ingeniorsbyra A/B, Lagerlovs- 
gatan 8, Stockholm, and • Lokattsvygen 41, 
Appelviken, Sweden. 

'FliOM, Herbert C. S. (Af 1944) Sr. Meteorologist. 
U. S. Weather Bureau, Iowa State College, and 

• 227 N, Sheldon Ave., Ames, la. 

THOM AN, Eatell O, (A 1938) Chief Engr.. 

• Industries Sales Corp., 2927 Jackson Ave,, 
and 801 Louque PL, New Orleans, La. 

THOMAS, A. D. (5 1946) Draftsman. Humble 
Oil & Refining Co.. P. O. Box 2180, and • Rt. 9. 
Box 400, Houston, Texas. 

THOMAS, Benjamin F., Jr. (M 1945) Mech.. 
Elec. Engr., Moran, Proctor, Freeman & Mueser. 
420 I.*exington Ave., New York 17, N. Y., and 

• 169 Grand Ave., Englewood, N. J. 

THOMAS, Bernard A. (A 1938) Mfrs. Agent. 

406 E. Idlewild Ave., Tampa 4, Fla. 

THOMAS, Ernest R. (Af 1942) Mech. Engr.. 
Dale S. Cooper & Assoca., 206 West Bldg., and 

• 420 Sul Ross, Houston, Texas. 

THOMAS, Frank M. (Af 1943) Pres. & Mgr., 
Thomas Engineering Co., 1325 East 35th PL, 
T ulsa 6, Okla. - 

THOMAS, Frederick A. (A 1940) Maint. Engr., 
Bathurst Power & Paper Co., Bathurst, and •247 
Douglas Ave., St. John, N. B., Canada. 
THOMAS, Giegfte (M 1936) Office Mgr.. • Clarage 
Fan Co., 723 Aibee Bldg.. 1420 G St. N.W., 
Washington 6, D. C., and 7 W. Leland St., Chevy 
Chase, Md. 

THOMAS, Goodwin G. (J 1946) Sales, Craig & 
Co., and 0 322 Green St., Rock Hill, S. C. 
THOMAS, Harold A. (A 1946) Mgr., Sheet 
Metal Div., • Shelton Sheet Metal Works. 101 
Factory St., Ansonia, and 434 Newhall St., Ham- 
den, Conn. 

THOMAS, Jamee E. (J 1947) Jr. Engr. & Drafts- 
man, R. L. Deppmann Co., 5853 Hamilton, 
Detroit, and •1107 Beaconsfield, Grosse Pointe 
30. Mich. 

THOMAS, L. G. Lee (Af 1934) Vice-Pres.. 

• Economy Pumps, Inc., 3000 Weller Ave., 
Hamilton, and 765 Ivy Ave,, Glendale, Ohio. 

THOMAS, Melvern F. (Z.*/r Member; M 1909) 
Thomas & Wardell, Cons. Engr., 2253 Bloor St., 
W., and *74 Rivercrest Rd., Toronto, Ont*. 
Canada. 

THOMAS, Ralph C. (Af 1946; A 1938) Pres., 

• Thomas Air Conditioning, Inc., 714-16 Front 
St., and 819 Westover Ave., Norfolk 7, Va. 

THOMAS, R. H. {Life Member; M 1920) Pres., 
Economy Pumps, Inc., 1000 Laurel Ave., Hamil- 
ton, and •765 Ivy Ave., Glendale, Ohio. 
THOMAS, R. L. (A 1943) Field Engr., •Fair- 
banks-Morse & Co., 13th and Liberty, Kansas 
City, Mo., and R. R, No. 2. Lawrence, Kans. 
THOMPSON, Albert E. (A 1946) Branch Mgr., 

• Matthew Hall & Co., Ltd., 166A Smit St., and 
143 Mimosa Rd., Johannesburg, South Africa. 

THOMPSON, Clifford J. (Af 1946) Pres., Thomp- 
son Research & Manufacturing Co., Boat 642, 
Davenport, Fla. 

THOMPSON, Bdward B* (A 1938) Owner, 

• Covington Heating Co., 326 Pike St.. Coving- 
ton. Ky., and 1198 Coronado Ave., Price Hill, 
Cincinnati 6, Ohio. 

THOMPSON, Prainic (Af 1936) Vice-Pres. in 
charge of Prod., •The R. Mcpougall Co,. Ltd., 
Galt, Ont., Canada. 

THOMPSON, Pradesrlck W. (4 1847) Sales Bngr^ 
Bornquist, Iiie., 629 W. Washinaton St., Cbimgo 
6, and • 1608 Wilmette Aye., Wilmette, 111. 
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THOMPSON, Harold D. (A 1945) Chief Engr., 
Episcopal Hospital, Front and I^higii Avea., 
Philadelphia, and • 1026 Stevens Terrace, Oxford 
Village, Philadelphia 11. Pa. 

THOMPSON, I. J., Capt. (A 1047) War Dept. 
Fuel Technologist, (sThe War Office (S.T. 7), 
London, S.W. 1, and Bankfield, Clitheroe, Lanca- 
shire, England. 

THOMPSON, John (M 1942) Administration 
Bldg. Engr., • Hydro-Electric Power Commission 
of Ontario, 620 University Ave,, Toronto 2. and 
62 Browning Ave., Toronto 6, Ont., Canada. 
THOMPSON, Lee W., Jr. (S 1946) Student. 

• Texas A. & M. College, Box 2315, College Sta- 
tion, and 309 West 12th Ave., Houston 8, Texas. 

THOMPSON. Paul J. (A 1944) Branch Mgr.. 

• National Kadiator Co., Room 830, 401 N. Broad 
St-, Philadelphia 8, Pa., and Morris Ave., Luther- 
ville, Md. 

THOMPSONy Ouentln P. (A 1946) Sales Engr., 

• Minneapohs-lloneywell Regulator Co., 45 
Allen St., and 238 Barton St.. Buffalo, N. Y. 

THOMPSON. Robert E. (A 1946) Mgr., Prod- 
ucts Dept., Carrier Corp., International Div., 122 
East 42nd St., Room 520, New York 17. N. V.. 
and •58 Essex Ave., Glen Ridge, N. J. 
THOMPSON, Roland J. (A 1945) Marine Engr,. 
Navy Dept., Bureau of Ships, 16th and Consti- 
tution Ave., Washington 25. and •5220 N. 
Capitol St., Washington 11, D, C. 

THOMPSON, Walter G. (M 1947) Research 
Engr.. Duo-Therm Div., Motor Wheel Co»i, , 
Lansing 3, and •925 Maycroft Rd., Rt. 1. 
sing, Mich. 

THOMPSON, William D. (M 1944) Mgr., 
Indus. Div., Laclede Gas Light Co., 1017 Olive 
St., St. Louis 1, and alio N. Woodlawn, Kirk- 
wood 22. Mo. 

THOMSEN, N, B. (M 1938) Vicc-Pres,, • Mac- 
donald En^neering Co., 188 W. Randolph St., 
Chicago 1, and 6101 Sheridan Rd., Chicago. 111. 
THOMSON, Thomas N,* (Life Member; M 1927) 
Consultant. 37 Irwin PI., Huntington. L. I., N. Y. 
THORNBURG, Barney M. (A 1947) Owner. 

• Barney Thornburg — Plbg, & Lead, 7300 N.E. 
Alderwood Rd., Portland 13, Ore. 

THORNBURG, Harold A. (M 1932; J 1929) 
Cons. Engr. for Air Cond. and Refrig., U. S. 
Rubber Co., 1230 Avenue of the Americas, Room 
1001, New York, and* 1911 Dorchester Rd., 
Brooklyn, N. Y. 

THORNTON, Thaddeus L. (M 1937) 37 Perry 
St.. Belleville 9, N. J. 

THORPE, Wano E, (M 1943) Partner. Flinn & 
Thorpe, Cons. Engrs., 119 Madison Ave., Mem- 
phis, and • 1779 Glenview Ave., Memphis 6, Tenn, 
THRAILKILL, Harry K, (A 1947) Partner. 

• Haykel Supply Co., 146 S. Main St., and 326 
E. Market St., Washington C. H., Ohio. 

THRUSH, Homer A, (M 1918) Pres., aH. A. 
Thrush &; Co-, 21 E. Riverside Dr., and 159 W. 
Main St., Peru, Ind. 

TOULMAN. Robert K.* <M 1938) Mech, Engr., 
Federal Housing Administration, 1001 Vermont 
Ave., Washington, D. C., and •2913 Stanton 
Ave., Silver Spring. Md. 

THUNEY, F. M. (A 1939; J 1936) Branch Mgr., 
Minneapolis-Honeywell Regulator Co., 1919 K 
St. N.W., Washington 6, and *2922 Legation St. 
N.W., Washington 15, D. C. 

TICHENOR, Leslie R.. Jr. (A 1942) L. R. 

Tichenor & Son, 2 Ridgway Ave., Hillside, N. J. 
TIDMAN, Roy P, (/ 1948; 5 1947) Mech. Engr., 
West Virginia Pulp & Paper Co., Covington, and 

• White Sulphur Springs, W. Va. 

TIDMARSH, Patrick M. (M 1938) Gen. Mgr,. 

• Tidmarsh Engineering Co.. P, O. Box 2425, 
and 2626 E, Fourth St., Tucson, Aris. 

TIERNAN, Janies (A 1946) Mech. Draftsman. 
Project Engineering Co., 16 Maiden Lane, New 
York, N. Y., and • 129 Union Rd., Roselle Park, 
N. J. 

TIERJNEY, Lewrence J. J. (A 1942) Owner, 

• L. J. Tierney Co., 10 High St.,. Boston, and 17 
Oridle St.. West Roxbury, Mass. 

TIERNEY* L. Foster (A 1946) Mgr.. Mulch 
Bros,. 200 Bedford St., and eSOl Fine St,. HoDi- 
Oaysbnrg. Pa. 

ItONORi WUHefii U (A 1945) Service Mgr,, 
Roosevelt Oil SeiV'ice, 601 W, Philadelphia St., 
and e 521 linden Ave., York. Pa. 


TILFORD. 1^0 A. (M 1941) Pres., Leo A. Tiiford 
Co., 1230 Francis St., Jackson 2, Mich. 

TILLER, Louin (A 1935; 5 1933) Engr.. Velocity 
Steam. Prod. Engrg., 38 S. Dearborn St., Chicago 
8, 111. 

TILLOTSON, John J. U 1947; J 1943) Asst. 
Mgr., Service and Const. Dept., • B, F. Sturtevant 
Co., Div. of Westinghouse Electric, Hyde Park. 
Boston 36, and 77 Oriole Rd., Westwood, Mass. 
TILTZ, Bernard E. {M 1930) Pres., • Tiltz Air 
Conditioning Corp., 30 Vesey St., New York, 
and 22 Villa Rd., Larchmont. N. Y. 
TIMMERMAN, W. C. {M 1945) Partner, Thermal 
Engineering Co., 2605 W. Dallas St.. Houston 6, 
and •6340 Vanderbilt, Houston 5, Texas. 
TIMMINS, W. W. (M 1941) Proprietor, aW. \V. 
Timmins & Co., 325 University Tower Bldg., 
660 St. Catherine St. W., Montreal, and 305 
Brock Ave. N., Montreal West, Qiie., Canada. 
TIMMIS, Pierce (M 1920) Indus. Engr., •United 
Engineers & Constructors, Inc., 1401 -Arch .St,, 
Philadelphia 5. and 202 Midland Ave., Wayne. Pa. 
TIMMIS, William Walter (M 1933; A 1925) 
Gen. Sedes Mgr., Consolidated Industries, Inc., 
Lafayette, and •110 E. Stadium Ave., West 
Lafayette, Ind. 

TIPPET j', George R. (7 1948; S 1946) Instructor, 
M. E. Dept., Tejcas A. & M. College, Box 2114, 
College Station, Texas. 

TJERSI AND, Alf (Life Member; M 1916; J 1906) 
Torvgaten 11, Oslo, Norway. 

TOBIN, John F, (A 1934) Field Engr., •American 
Blower Corp., 228 N. LaSalle St.. Chicago 1, and 
11256 S. Artesian Ave., Chicago 43, 111. 

TODD, Malcolm McM. (M 1942) Div. Engr.. 
Iron Fireman Manufacluring Co., Canada, Ltd., 
602 King St. W., and *34 Halford Ave., Toronto, 
Ont., Canada. 

TODD, Meryl Lynn (M 1910; J 1930) Cons, 
Engr., • Todd, Hedcen & Aseocs., 180 W. First St., 
and 100 Highland Hlvd., VVaterloo, la. 
TOENSFELDT, Ralf (M 1940) Cons. Engr., 

• 410 Security Bldg., St. Louis 2. and 6311 Water- 
man Ave., St. Louis 5, Mo, 

TOLERTON, il. A. (A 1944) Sales Engr., • Lee 
Engineering Co., 1102 Union National Bank 
Bldg., Youngstown 3, and 490 S. Lincoln Ave., 
Salem, Ohio. 

TOLHURST, G. C. (M 1947) Htg. Draughtsman, 

• Jamieson-Dansereau Ltd., 4638-48 St, Lawrence 
Blvd., Montreal, Due., Canada. 

TONRY, Robert C. (M 1936) Mgr., Wiedebuach 
Plumbing & Heating Co., 511 First St., Fairmont, 
W. Va. 

TOOKK, Thomas B. (A 1947) Equip. Engr., 
Long Theatres, and • Box 401, Bay City, Texas. 
TOONDER, Clarence L. (M 1933) Owner, C. I.. 
Toonder & Assoc., Consulting Engrs., 18232 Gray- 
field, Detroit 19, Mich. 

TOROK, Elmer (M 19.36) Pres,, East Tennessee 
Sheet Metal Works, Inc., P. O. Box 541, Bristol, 
Tenn. 

TORRENS, George B, (M 1945) Mech. Engr., 
The Jennison. Co., 17 Putnam St., Fitchburg, 
and • 250 West St., Leominster, Maas. 

TORRY, Charles (A 1947) Chief Engr.. J. H. 
Lock & Sons, Ltd., 150 Perth Ave., and *150 
Sherwood Ave., Toronto, Ont., Canada. 
TOUCEY, Richard M. (A 1946) Mgr.. • Trane 
Co., Room 12, Benedum-Trees Bldg., 223 Fourth 
Ave., Pittsburgh 22, and 281 Hazel Dr., Pitts- 
burgh 16, Pa. 

TOULOUKIAN, Yeram S. (J 1944; J? 1939) 
Asst. Prof., Purdue University, and* Varsity 
Apts., Apt. 300, W. Lafayette, Ind. 

TOUPIN, ValeHen (M 1944) Engr., • Municipal 
Buildings Dept., City of Montreal, 720 DeFleuri- 
raont, Montreal 10, and 2186 Souvenir Ave., 
Montreal 25. Que.. Canada. 

TOUTON, Ru«h D. (M 1933) Tech. Dir., • Bayiik 
Cigars, Inc., Ninth and Columbia Ave., Phila- 
delphia 22, and 024 Montgomery School Lane, 
Wynnewood, Pa. 

TOUZARD, Paul M. A* (M 1947) Tech, Mgr., 
Etablissements Tunziiii, 69 Rue Legendre, Paris, 
and • 64 Rue de Chaiuy, Asnieres (^ine), France. 
TOWER, Blwood S. (M 1930) Engr., •213 
Investment Bldg., Pittsburgh 22, and 1422 White- 
man St., Pittsburgh 17, Pa. 

TOWNR. C. O. (A 1945) Sales Engr., • Clowe & 
Cowan, Inc., P. O. Box 661, and 4010 Harrison 
St., Amarillo, Texas. 
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TOWNE, Robin M. (J 1945) Asst. Engr„ Richard 

M. Stern, Cons. Engr., 1331 Third Ave., Bldg., 
Seattle 1, and *4020 East l35th St., Seattle 55, 
Wash. 

TOWNER. Charles E. (A 1944) Testing Engr., 
Crane Co., 836 S. Michigan Ave., Chicago, and 

• 9141 S. Mayfield, Oak Lawn. 111. 

TOWNSEND. John M. (M 1942) Sales Engr., 

• Servel Inc., 122 S. Michigan Ave., Chicago, 
and 6138 Kimbark, Chicago 37, III. 

TRACY, John W. (M 1945) Sales Engr., Minne- 
apolis-Honey well Regulator Co,, 415 Brainard 
St., Detroit 1, and #18687 Pennington Dr., 
Detroit 21, Mich. 

TRACY, William E. (A 1943; J 1938) 906 N. 
Austin Blvd., Oak Park, 111. 

TRAJVfBAUER. Charles W. (M 1945; A 1941; 
J 1930) Sales Mgr., Herman Nelson Corp.. 424 
Book Bldg., Detroit 26, and •9262 Piedmont, 
Detroit, Mich 

TRANE, Reuben N.* (M 1915) Pres., eThe Trane 
Co., and 208 South I5th St., LaCrosse, Wia. 
TRAUGOl^, Mortimer (A 1930)# Bryant Air 
Conditioning Corp., 915 N. Front St., Phila- 
delphia 23, and 8208 Westminster Rd., Elkins 
Park Pa 

TRAUTMAN, Fred L, (M 1944) Owner, Traut- 
man Engineering Co., 1122 East 17th Ave., 
Denver, Colo. 

TRAYNOR, Harry S. (A 1942; J 1937) Mgr,, 
Regent Knitting Co., 219 Washington Sq., 
Syracuse, and #137 Edwards Dr., Fayetteville, 

N. Y. 

TRAYNOR, John H. (M 1946) Sales Engr., 

• Johnson Service Co., 1031 Wyandotte St., 
Kansas City 6, and 232 Rainbow Lane, Kansas 
City, Mo. 

TREADWAY, J. Quentin (A 1936; J 1932) Dist. 
Sales Mgr., • Clarage Fan Co., 706 Reynolds 
Arcade, and 826 Winona Blvd., Rochester, N. Y. 
TREFTS. John C.. Jr. (M 1944) Vice-Pres. and 
Gen. Sales Mgr., • Farrar & Trefts, Inc., 20 
Milburn St., Buffalo 12, and East Quaker Rd., 
Orchard Park, N. Y. 

TRELEAVEN, H, M. (A 1946) Mgr., Air Cond. 
Dept., Trane Company of Canada, Ltd., 4 Mowat 
Ave., Toronto, Ont.. Canada. 

TRENHAILE, Dale T. (7 1945) Mcch. Engr., 

• Ind. Design, Vent., Htg., Refrig. & Air Cond. 
G. R. P., Ind. Design Br., Nav. Shipyard, Pearl 
Harbor, and 2188 Helumoa Rd., Honolulu 20, T. H. 

1'RICKEY, George (A 1945) Sales Engr., Pease 
Foundry Co., Ltd., 227 Victoria St., and • 97 
Oakwood Ave., Toronto, Ont., Canada. 
TRICKLER, Earl E. (M 1942) Chief Engr., New 
York Blower Co., 32nd and Shields, and #8219 
■ Kenwood Ave., Chicago 19, 111. 

TRIEGEL, Erich V. (M 1942) Mech. Engr., 
Francisco & Jacobus, 511 Fifth Ave., New York, 
N. Y., and • R. F. D. 3, Danbury, Conn. 
TOIGGS, Fred E. (M 1938) Factory Repr., 215 
Plymouth Bldg., Des Moines 9, and • 3901 
Second Ave., Des Moines 13, ia. 

1'RIMBLE, Clarke R. {M 1946) Pres. & Treas., 
C. R. Trimble Co., Inc., P. O. Box 6066, and • 205 
Cottage PL, Charlotte 7, N. C. 

TRIMBLE, John I. {M 1946) Mgr., Janitrol 
Engrg.. Surface Combustion Corp., 400 Dublin 
Ave., Columbus, and #2038 Bedford Rd., Colum- 
bus 8, Ohio. 

TRITLE, Harold J. (A 1946) Sales Mgr.. #3. T. 
Carlson Co., P. O. Box 961, and 1114~37th, Des 
Moines, la. 

TRODD, Edward R. (A 1946) Asst. Engr., 

• Canadian Pacific Railway Co., Room 401, 
Windsor Station, Montreal, and 848 Wolseley 
Ave., Cote St. Luc., Que„ Canada. 

TROLLER, T. H.* (M 1943) Vice-Pres., Charge of 
Engrg., •Joy Manufacturing Co., 383 Oliver 
Bldg., Pittsburgh 22, Pa„ and 1250 Sunsetview 
Dr., Akron 2, Ohio. 

TROSTEL, Otto A. (M 1936) Engr., Standard 
Distributing Co., 406 E. Wells St., Milwaukee 2, 
and • Rt. 2, Thiensville, Wis. 

TROUP. John D, (M 1938) Managing Dir., 

• John D. Troup, Ltd., 90 High Holbom, London, 
W. C. 1, and 48 Plough Lane, Parley, Surrey, 
England. 

TROWBRIDGE, Carl Y. (A 1944) Secy^Treas. 
and Gen. Mgr., • Ray F. Fischer Co., 323 N.W. 
Tenth St., Oklahoma City 3/ and 3420 Northwest 
25th St.. Oklahoma City. Okla. 


TRUCHON, Louis P. (A 1947) Sales Engr. & 
Draughtsman, • Trane Company of Canada, Ltd.. 
926 Price Bldg., and 429 St. Vallier St., Quebec 
City, Que., Canada. 

TRUMBO, S. M. (A 1926) Sales. • Buffalo Forge 
Co., 20 N. Wacker Dr.. Chicago 6, and 921 Frank- 
lin St., Downers Grove. 111. 

TUCK, Robert G. (A 1946) Engr., • International 
Sales Co., 2045 Evans Ave,, San Francisco, and 
1061 San Raymundo Rd., Hillsborough, Calif, 
TUCKER, Frank N. (M 1926) Field Engr., Ilg 
Electric Ventilating Co., Crawford Ave., Chicago, 
111., and •239 Whaley St., Freeport, L. L, N. Y, 
TUCKER, J. Robert (A 1945) Engr., Com- 
mercial Testing, United States Testing Co., Inc., 
1416 Park Ave., Hoboken, and #86 Bergen Ave.. 
Teaneck, N. J. 

TUCKER, Leonard A. (M 1935) Service Mgr., 
J. J. Pocock, Inc., 1920 Chestnut St., Philadelphia 

3, and #220 Buttonwood Way, Glcnside, Pa. 
TUCKER, Ralph E. (M 1947) Bldg. Supt., • Foley 

Bros., 407 Mam St., Box 1971. Houston, and 228 
Santa Fe Dr., Houston 12, Texas. 

TUCKER, Sydney (M 1945) Chief Engr., eFitz- 
gibbons Boiler Co., Inc., and 247 W. Sixth St., 
Oswego, N. Y. 

TUCKER, Thomas T. (M 1938; A 1936) Chief 
Engr., Armor Insulating Co., 1102 Candler Bldg., 
and #800 Forrest St. N.W., Atlanta, Ga. 
TUCKERMAN, George E. (M 1932) Special 
Repr., Air Cond. and Refrig. Div., Worthington 
Pump & Machinery Corp., 2906 N. Broad St.. 
Philadelphia 32, and #20 Meridith Rd., Green 
Hill Farms, Merion, Pa. 

TUFFLY, Harry J. (S 1946) Student, • Texas 

A. & M. College, Box 6605, College Station, and 
716 Skillman St., Dallas, Texas. 

TUITE, James M. (A 1947) Asst. Mgr., B. P. 
Tuite Co., Oneida, and #1156 Taylor Ave., Utica, 
N. Y. 

TUNZINI, Bernard (M 1947) Mgr.. Etablisse- 
ments Tunzini, 69 Rue Legendre, and • 126 Quai 
Louis Bleriot, Paris 16, France. 

TUPPER, Edward B. (A 1948; J 1944; 5 1941) 
Refrigerative Supply, 221 1 Fifth Ave., and • 6231- 
34th N.E., Seattle 6. Wash. 

TURLAND, Charles Henry (M 1934; A 1930) 
Engr., eR. E. Johnston Co.. Ltd., 1070 Homer 
St., and 4553 W. Third Ave., Vancouver, B. C., 
Canada. 

TURNBULL, Ernest R. (A 1948) Designer, 
Karel R. Rybka, Cons. Engr., 96 Bloor St. W., 
and 211 St. Germain Ave., Toronto, Ont., Canada. 
TURNBULL, Francis J. (M 1945) Engr., Fay 
Spofford & Thorndike, 11 Beacon St., Boston, and 

• 625 Pleasant St., Milton 86. Mass. 

TURNER, Edmond S. (A 1939) Partner, •Wil- 
liam S. Turner & Co., 432 Pacific Bldg., Portland 

4, and 3466 Northeast 30th Ave., Portland 13, Ore. 
TURNER, George G. (A 1945) Western Mgr., 

• Heating & Ventilating Magazine, 228 N. 
LaSalle St., Chicago 1, and 827 Hinman Ave., 
Evanston, 111. 

TURNER, George W. (M 1944) Mgr., •George 

B. Mallory Co,, 1436 Blackstone Ave., and 203 
Shields, Fresno, Calif. 

TURNER, John F. (M 1947; A 1946) Asst, to Pro- 
ject Engr., • Monsanto Chemical Co., and 142 
Georgia Ave., Oak Ridge, Tenn. 

TURNER, John P., Jr. (M 1942) Field Sales Mgr., 
Air Cond. Dept., •General Electric Co., 6 Law- 
rence St., Bloomfield, and 727 Mosswood Ave., 
Orange, N. J. 

TURNER, William M. (A 1945) Supvsr. Engr., 
The Ripstra Co., 1015 E. Douglas, and •4802 E. 
English, Wichita. Kans. 

TURNO, Walter G. W. (M 1917; A 1912) Secy., 
H. W. Porter & Co., Newark, and • 71 Lafayette 
Ave,, East Orange. N. J. 

TUSCH, Walter (M 1917) Retired. 881 Sterling 
PL, Brooldyn 16, N. Y. 

TUTHILL, Arthur F. (A 1947; 7 1940; 5 1938) 
Asst. Prof,. Dept, of Mech, Engrg., • University of 
Vermont, Burlington, and 78 E. Fort Ethan Alien, 
Winooski, Vt. 

TUTSCH, Rodney J. (A 1943; 7 1939) Sales & 
Appl. Engr., Cleavei^Brooks Co., 326 E. Keefe 
Aye., Milwaukee 12, and • 4455 N. Oakland Ave., 
Milwaukee, Wis. 

TUTT, Richard D. (M 1946; 7 1942) Chief Engr,, 
Tuttle & Bailey, Inc., and • 99 Sylvan Rd., New 
Britain, Conn. 
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TUTTLE, Arthur A.. (A 1944) Service Engr., Htg. 
Equip. Dept., Rheem Manufacturing Co., Room 
1866, 20 N. Wacker Dr.. Chicago, III. 

TITITLE, G. H.* (M 1937; A 1936; J 1934) Plant 
Engr., • The Detroit Edison Co., 2000 Second 
Ave., and 16714 Kentfield, Detroit, Mich. 

TUTTLE, J. Frank (Life Member^ M 1913) 
Sales Agent, • Warren Webster & Co., 127 Federal 
St., Boston, and 9 Lewis Rd., Winchester, Maas. 

TUVE, G. L.* (M 1932), (1st Vice-Pres., 1947; 2nd 
Vice-Pres,, 1946; Council, 1939-41; 1944-47) Prof, 
of Mech. Engrg., eCase Institute of Technology, 
10900 Euclid Ave., Cleveland 6, and 2510 New- 
bury Dr., Cleveland Heights 18, Ohio. 

TUXHORN, D. B. (M 1936) Sales Engr., • Pre- 
ferred Utilities Manufacturing Corp., and 4853 
Sedgwick St. N.W.. Washington, D. C. 

TWINE, Harry J. (A 1947) East. Adv. Mgr., 
Heating and Ventilating, 148 Lafayette St., New 
York 13, N. Y., and • R. D. 2, New Canaan, 
Conn. 

TWIST, Charles F. {Life M ember \ M 1921) 
Retired, Ashwell-Twiat Co., 967 Thomas St., 
Seattle, and #2310 Tenth Ave. N., Seattle 2, 
Wash. 

TWIZELL, E. W. {M 1937) Vice-Pres., • Connolly 
& Twizell, Ltd., 1405 Bishop St., Montreal, and 
22 Merton Crescent, Hampstead. Que., Canada. 

TYDINGS, WUliam F. {M 1942) Indian River 
Plantation. New Smyrna Beach, Fla. 

TYE, James L. (A 1946) Asst. Ergr., C. Wallace 
Plumbing Co., 2224 Summer St., and • 3812 
Lemmon Ave., Dallas, Texas. 

TYKLE. FredeHck G. (H 1943) Dir. oP'Rcai 
Estate, • General Motors Corp., 308 Research 
Bldg., Detroit 2, and 20019 Renfrew Rd., Detroit 
21, Mich. 

TYLER, Roy D. (M 1928) Advisement-Training 
Officer, Veterans Administration, U. S. P. O., 
Boston 10, Mass., and • 18 Henry St., Bellows 
Falls, Vt. 


u 

UEBERRIIEIN, W. H. (A 1947) Partner, • Pacific 
Electric Sales Co., 1238 N.W. Glisan St., Portland 
9, and 809 Northeast 4l8t Ave., Portland 13, Ore. 

UHL. Edwin J. (M 1926) Partner. # Uhl Co.. 132 
S. Tenth St., and 4830 Pleasant Ave, S., Min- 
neapolis. Minn. 

UHL, Willard F, (M 1918) Partner, •Uhl Co., 
132 S, Tenth St., and 4716 Lyndale Ave. S., 
Minneapolis. Minn. 

UHLEMEYER, WUliam M. (J 1948; 5 1947) Jr. 
Engr., Sodemann Heat & Power Co., 2306 Delmar 
Blvd., St. Louis, and #73 Bellerive Acres, Nor- 
mandy 21, Mo. 

UHLHORN, W. J. (M 1920) 733 S. Highland Ave., 
Oak Park, lU. 

UIGKER, John J. {M 1944) Acting Dir., Mech. 
Engrg. Dept., University of Detroit, McNichols 
Rd. at Llvemois, Detroit 21, and #16261 Little- 
field Ave., Detroit 27, Mich. 

ULLRICH, A. B.. Jr, {M 1944) Engr., Harry 
Kahn Plumbing Co., 617 S. Ervay St., Dallas 1, 
and #716 Lipscomb St.. Dallas 14, Texas. 

ULOVEC, Henry F. (A 1946) Secy., Mehring & 
Hanson Co., 6076 S. Normandie Ave., and # 1432 
West 61 St St.. Los Angeles, Calif. 

UNDERWOOD. George T. (A 1944) Chief Purch. 
Agent. Federal Public Housing Authority, Long- 
feUow Bldg., Washington, D. C., and #3722 
Holmes Lane. Alexandria, Va. 

UNDERWOOD, John L. (A 1944) 555 Whitehall 
St. S. W., Atlanta 3, Ga. 

UPDEGRAFF, Lee (M 1944) Owner, • Franklin 
Engineering Co., 406 S. Main, Los Angeles 13, 
and 3017 Fall Ave., Los Angeles 26, Calif. 

UPHAM, RumieU W. (A 1948) Appl. Engr., Gen- 
eral Heating & Cooling Co., 1922 Grand Ave., 
Kansas City 6. and # 3828 Baltimore, Kansas 
City 2, Mo. 

URAN, Nejdet F. (A 1947) Mech. & Air Cond. 
Engr., Sumer Bank & Ministry of Public Works, 
New Turkish Parliament Bldg., Ankara, and 
• Acibadem yolu No. 27, Kadikoy, Istanbul. 

URBAN, Frank F. (A 1939) Vice-Pres.. Urban 
Plumbing & Heating Co*, 1216 S.W. Fifth Ave*. 
Portland, and #6726 S.W. Burlingame Ave., 
Portland 1, Ore. 


URBAN, Robert A. (J 1946) Jr. Engr,, •John 
Paul Jones, Cary & Millar, 1740 East l‘2th St., 
and 2958 Solon Ave., Cleveland, Ohio. 

URDAHL, Thomas H. (M 1930), (Council. 1940- 
46) Sr, Partner, # Urdahl 8c Everetts, Cons- Engrs,, 
726 Jackson PI. N.W.. Washington 6, and 2929 
Connecticut Ave. N.W., Washington, D. C. 
URMSTON, Benjamin S. (M 1944) Chief Engr. 
and Mgr.. Air Cond. Div., Leidy Electric Co,. 201 
Broad St., Phillipsburg, N. J., and # Apt. 6, 
Packard Apts., Easton, Pa. 

USHER, WelUngton James, Jr. (M ] 942) Engr., 

• Arthur S. I-eitch Co., Ltd., 1123 Bay St., 
Toronto, and R. R. 2, Pickering, Ont.. Canada. 

V 

VALDEZ, Armando (A 1947) Chief Engr., Aire 
Acondicionado, S. A., Mariano Escobedo 139, and 
Huatusco No. 24-1, Mexico, D. F., Mexico. 
VALE, Henry A. L. (M 1929) Managing Dir., 

• Vale & Co., Ltd., P, O. Box 1050, and 203 
Liam Rd., Fendalton, Christchurch, New Zealand. 

VALIOULT, H. H. (A 1944) Vent. Engr., Employ- 
ers Mutual Liability Insurance Co.. 1200 Empire 
Bldg., and #2630 N. Humboldt Ave., Milwaukee 
12, Wis. 

VAMOS, George (M 1944) Cons. Engr.. # P. O. 
Box 1427, Wellington, and 12 Blakey Ave., Well- 
ington W. 3, New Zealand. 

VAN AL8BURG. Jerold H. (M 1931) Di.st. Repr., 
Rapids Standard Co., Inc., 8028 Forsythe Blvd., 
Clayton 5, Mo, 

VANCE. Louis G. (M 1919) Sales Engr., 23 West 
21st St., Baltimore 18, and #4402 Maine Ave., 
Forest Park. Baltimore 7, Md. 

VANDAMENT. Dan D. (A 1945) 712 Vermont 
St., San Francisco, Calif. 

VANDERFORD, James R. (J 1947) Student, 
Purdue University, Lafayette, and #428 N. Grant 
St., West Lafayette, Ind. 

VANDERHOOF. Austin L. (M 1944; A 1933) 
Dist. Repr., # Warren Webster & Co., 233 Hanna 
Bldg., Cleveland, and 2762 Landon Rd., Shaker 
Heights, Ohio. 

VANDERLIP. P. J. (A 1946) Pres., Automatic Air 
Conditioning, Inc., P. O. Box 1347, Lansing 1, 
Mich. 

VANDERVOORT, Robert B. (J 1947) Fngr., 

• Hager-Fox Heating & Refrig. Co., 1125 S. 
Penn Ave., Lansing 2, and 410 Albert Ave., East 
lousing, Mich. 

VANDERWEIL, R. G.* (M 1947) Cons. Engr., 
Slocum & Fuller, Room 435, Park Sq. Bldg., 
Boston, Mass., and # Woodbury, Conn. 

VAN DE WEGHE, Richard C. (J 1948; S 1947) 
Westinghoiise Electric Corp., Sturtevant Div., 
Hyde Park, Boston 36, and #63 Westminster St*, 
Hyde Park, Boston, Mass, 

VAN EPPS, Haverly H. (A 1946) Northwest Dist. 
Mgr., # Tuttle & Bailey, Inc., 61 W. Kinzie St., 
Chicago 10, and 322 Harding Ave., Dea Plaines, 
111 . 

VAN NIEUKERKEN, J* M. (M 1947) Cons.. 

• Copper & Brass Research Assn., 420 Lexington 
Ave., New York 17, N. Y., and Serpentine Lane. 
Wyncote, Pa. 

VAN NOUHUYS, II. C. (A 1942; J 1937) Elec. 
Engr., # Southeastern Pipe Line Co.. 718 Forsyth 
Bldg., Atlanta 3, and 106 Maxwell Ave., Marietta. 
Ga. 

VAN SPRIELL, Lewis (A 1947) Gen, Mgr.. 

• Wierenga Bros., 266 Ionia Ave. S.W., Grand 
Rapids 2, and 2632 Meyer Ave. S.W., Grand 
Rapids 9. Mich. 

VAN WAGENEN, Edw^d (U 1946) Cons- Engr., 
Fla. Theater Bldg., Jacksonville, and # P. O. Box 
162, Green Cove Springs. Fla. 

VAN WEELDEN, M. J. (A 1945) Mech. Engr., 

• Illinois Bell Telephone Co., Room 1601, 208 W. 
Washington St., Chicago 6, and 527 Kedzie Ave., 
Evanston, 111. 

VAN WOERT, Andrew B. (M 1946) Engr., 215 
Tenth St., Hoboken, N. J. 

VAN WYNGARDEN, J. E. (A 1940) Owner. 

• Day Heating Co., 863 N. Liberty St., and 945 
N. Church St., Salem, Ore. 

VAN ZELM* Henri B, (M 1945) Cons. Engr., 
#197 Asylum St., Room 7, Hartford 3, and 40 
Robin Rd., West Hartford 7, Conn. 
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VARELA, Jacoho A. (A 1940) Engr.. ajacobo 
A. Varela y Cia, 25 do Mayo 700, and Plaza 
Libertad 1170, Montevideo, Uruguay, S. A. 
VARMING, Jorgen (M 1947) Cons. Engr.. 

• Steensen & Vanning, 4 Dr. Tvaergade, Copen- 
hagen, and 18 Knuthsvej. Hellerup, Denmark. 

VASENIUS, Albert W. (A 1947) Owner. Vasenius 
Sheet Metal Co., 14 Central Ave. S-* Chisholm, 
Minn. 

VAUGHAN, Joseph E., Jr. (5 1948) Student. A. 
& M. College of Texas, oBox 2883, College Sta- 
tion, and 904 McKelligon Ave., P31 Paso, Texas. 
VAUGHAN, Lillian L. <M 1938) Prof, of Mecb. 
Engrg., • North Carolina State College, State 
College Station, and 11 Enterprise St., Raleigh, 
N. C, 

VEGLERY, Alexander G. (A 1939) Socony- 
Vacuum Oil Co., Inc., P. O. Box 600, and • 11 
Dirhem Sokak, Yenikoy, Istanbul, Turkey. 
VENNEMAN, Justin B. (A 1947; J 1945) Project 
Engr., Utility Appliance Corp., 4851 S. Alameda 
St., Los Angeles 11, and #3500 W. Santa Barbara, 
Los Angeles 43, Calif. 

VENNING, John R. (A 1946) Sales Engr., 

• Owens-Corning Fiberglas Corp., 825 Hanna 
Bldg., Cleveland, and 3905 Tyndall Rd.. Uni- 
versity Heights, Ohio. 

VERAZA U., Garlos (M 1945) Mgr., • Madrigal 
y Veraza S. de R. 1.., Donato Guerra No, 1, 
Office 407. and Montes Carpatos No. 520, Lomas 
de Chimultepec, Mexico, D. F. 

VERITY, Elbert W. (M 1944) Retired, 27 Wensley 
Dr., Russell Gardens, Great Neck, L. L, N. Y. 
VERNON, J. Rexford (M 1928; A 1926) Asst. 
Secy, and Sales Prom. Mgr., • Johnson Service 
Co„ 607 E. Michigan St., Milwaukee 2, and 200 
Spring St., Waukesha, Wis. 

VF/IXESEN, G. Uniter (M 1930) Lt. Comdr.. 
U. S. Navy, Overseas, and • 1 Beekman PL, 
New York, N. Y, 

VIA, Clarence W. (A 1943) Contr., General 
Delivery, Los Alamos. N. M. 

VIA, James H, (A 1947) Engr.. Via Contractors, 
General Delivery. Los Alamos, N. M. 
VIESSMAN, Warren (M 1946) Engr., ♦ Repair & 
Utilities Div., Engrg. Div.. H. Q. XXIV Corps., 
A. P. O. 235, c/o P, M., San PVancisco, Calif., 
and 2205 Lake Ave., Baltimore 13, Md. 
VINCENT, H. B. (M 1944) Mgr., Prod. Dvlpt. 
Dept., Insulux Products Div,, Owens-Illinois 
Glass Co., Toledo, Ohio. 

VINCENT, Paul J. (Af 1931) Mech. Engr.. eThe 
Paul J. Vincent Co., 2208 Maryland Ave., and 
202 St. Martins Rd., Baltimore 18, Md. 

VINSON, Neal L. (A 1946; J 1936; .S 1932) Vice- 
Pres.-SaJt^s, The Downes-Smith Co., 433 Main St., 
Stamford, Conn. 

VINTHER, P. N. (Af 1945) Owner, eZumwalt & 
Vinther, 1807 Mercantile Bank Bldg., Dallas 1, 
and 3601 Shenandoah. Dallas 5, Texas. 
VIRRILL, George A. (A 1940) Chief Engr.. The 
University Club, 1 West 54th St,. New York, and 

• 345 Washington Ave., New Rochelle. N. Y. 
VISINTINE, Edward C. (A 1944) Owner and 

jMgr., • Madison Plumbing & Heating Co., 31 
W. First St., and 51 Elm St., London. Ohio. 
VITALI, Oreiite J, (A 1944) Htg. Contractor, 
United Engineering Co., and* 4811 Ashoff PL. 
North Bergen, N, J. 

VIVARTTAS, E. Arnold (Life Member; M 1910) 
Cons, Engr., 45 Hunton St., Staten Island 4, N. Y. 
VOGEL, Georae W. (A 1947) Partner. Pfau- 
Vogel Co., 31 E. Georgia St., Indianapolis, Ind, 
VOISINET, Walter E. (M 1930) Mfrs. Repr., 

• 250 Delaware Ave., Buffalo 2, and 53 Braden- 
ham PL, Eggertsville 21 Y. 

VOLK, George H. (J 1942; 5 1940) Vice-Pres., 

• Thomas E. Hoye Heating Co„ 1906 W. St. 
Paul Ave., MUwaukee 3. and 4900 South 68th St., 
Milwaukee 14, Wis. 

VOLK, Joseph H, (M 1923) Pres, and Treas., 

• Thos. E. Hoye Heating Co., 1906 W, St. Paul 
Ave., Milwaukee 3, and 4900 South 68th St., 
Milwaukee 14, Wis. 

VOLKHARDT. Aquila N. (Adf 1938) Owner. 
942 Bay St„ Staten Island 5, and • 104 Townsend 
Ave., Staten Island 4, N. Y. 

VOLLMAR, Theodore M. (A 1947)" Engr.. 

• Hampton Village Realty Co., 5840 Chippewa 
St., and 6344 Pernod Ave.. St. Louis 9, Mo. 


VON RAMP, N, H. (A 1945) Plant Engr.. Bendix- 
Westirighouse Automotive Airbrake Co., and *270 
Pasadena Ave., Elyria, Ohio. 

VON OTTO, Robert E, (J 1944) Naval Archt.. 
Htg., Vent, and Air Cond., U. S. Maritime Com^ 
mission, Room 7126, Dept, of Commerce Bldg.. 
Washington 25, and •2124 I St. N.W.. Wash- 
ington 7, D. C. 

VON REHBERG, Hugo L. (M 1942) In charge of 
Engrg. Dept., •Btaman Dow & Co., 239 Cause- 
way St., Boston 14, and 11 Parkton Rd., Jamaica 
Plain 30, Boston, Mass. 

VON ROSENBERG, Paul C. (M 1947; J 1939) 
Prod. AppL Engr., Allegheny Engineering Co., 
405 Fisher Bldg., and* 153 Suppes Ave., Johns- 
town, Pa. 

VOORHEES. Guy A. (M 1937) Dir.. AppL Engrg., 
National Warm Air Heating & Air Conditioning 
Assn., 146 Public Sq., Cleveland 14, Ohio, and 

• R. R. 1, Box 73, Monrovia, Ind. 

VOSKAMP, Earl L. (J 1948; 5 1946) Jr. Mech. 

Engr., Gulf Refining Corp., and •3418 20th St., 
Port Arthur, Texas. 

VRADENBURG, William C. (A 1946) Supvsr. of 
Design, • DeWitt C. Griffin & Associates, 1101 
Old National Bank Bldg., Spokane 8, and W- 
803 15th Ave., Apt. “A”, Spokane 9, Wash. 
VREULS, Conrad M. (A 1946) Secy.. •€. W. 
Johnson. Inc., 715 W. Randolph St,, Chicago 6. 
and 1720 S. Fairview Ave., Park Ridge, 111. 
VROOME, Albert E. (M 1932) Mech. Engr., 

• Ebasco Services, Inc., 2 Rector St., New York 
6, and 6218 Amboy Rd., Prince Bay, Staten Island 
9. N. Y. 

VYFF, Paul C. (A 1944) Dvlpt. Engr., Airtemp 
Div., Chrysler Corp., 1119 Leo St., Dayton, and 

• 8673 Olentangy Blvd., Columbus 2, Ohio. 

w 

WACHS, Louis J. (A 1936; / 1930) Sales Engr., 
Consolidated Conditioning Corp,, 26 We.st 47th 
St., New York, and • 1820 Cortclyou Rd., Brook- 
lyn 26. N. Y. 

WAECIITER. Herman P. (A 1930; J 1927) Chief 
Engr., United Merchants Laboratories, Inc., 601 
West 26th St., and *226 Great Kills Rd., Staten 
Island 8, N. Y. 

WAGENBRENNER, Louis H. (M 1944) Chief 
Mech. Engr., • Ralph E. Phillips, 306 Architects 
Bldg., Los Angeles 13, and 168 West 43id PL, 
Los Angeles, Calif. 

WAGES, Roy W. (A 1947) • Div. Indus. Power 
Engr., Georgia Power Co., and 1212 Wildwood 
Ave., Columbus, Ga. 

WAGGONER, Jack H. (M 1937) Asst, to Vice- 
Pres. in charge of Mfg. and Sales, Owens-Corning 
Fiberglas Corp., and *240 Quentin Rd., Newark, 
Ohio. 

WAGNER, Earle K. (M 1938) Dist. Mgr., aThe 
Powers Regulator Co„ 2240 N. Broad St., Phila- 
delphia 32, and 312 Myrtle Ave., Cheltenham, Pa. 
WAGNER, Harlan G., Jr, (A 1947; / 1945) Mech. 
Engr., Wigton-Abbott Corp., 1225 South Ave., 
and# 1040 W. Front St., Plainfield, N. J. 
WAGNER, Lewis . D, (A 1946) Mfrs. Repr., 

• Bryant Heating & Equipment Co., 103 Alex- 
ander St. N.W., and 1198 Memorial Dr. S.E., 

WAGNER, Richard E. (A 1947) Chief Engr., 

H. J. Swanson Co.. 435 Locust Ave., Long Beach 
12, and #4827 Graywood Ave., X.ong Beach, Calif. 

WAGNER, Wilbur J. O. (A 1943) Dist. Repr.. 
Iron Fireman Corp., 731 W. Main St., Jefferson 
City, Mo. 

WAGONER, Kenneth J. (A 1946) S^es Engr., 

• The Trane Co., 2631 Woodward Ave., Detroit 

I, and 925 Whitmore Rd., Detroit 3, Mich. 
WAHLIN, Bernard (A 1941) AppL Technician, 

General Electric Co., 700 Commonwealth Ave;, 
Boston, and #11 Stoneleigh Rd., West Newton 

WAHNQtJIST. Carl J,. Jr. (A 1947) Sales Engt,, 
Crane Co., 366 Ordiard St., New Haven, and 

• Davis Hill Rd., Weston, Conn. 

WAI0.» Glen H. (A 1937) Engrg. Field Service, 
Scott Valve Manufacturing Co., P. O. Box B, 
Grand River Station. Detroit 3, Mich., and • 15854 
Appoline St., Detroit 27. Mi<ih. , 
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WALt>EN, H. Kenneth (A 1042; J 1939) Secy., 
e Haydn Myer Co., Inc., 2224 Comer Bldg., 
Birmingham 3, and 312 Lalhrop Ave., Homewood, 
Birmingham 8, Ala. 

WALDO, Harry J. (A 1944) #332 Camp St.. New 
Orleans 12, and 2619 Joseph St., New Orleans 
U, La. 

WALDON, Charles D. {Life Member; A 1932) 
Inventor Vacuum Smoke Condenser, and *32 
Ferndale Ave., Toronto, Ont., Canada, 
WALDON, O. D. (A 1944) Mfra. Repr., McDon- 
nell & Miller, and •5916 Norwaldo Ave., India- 
napolis, Ind. 

WALDREP, James E. (A 1943; J 1939) Kngr.. 
Poe Piping & Heating Co., Box 1940, and *21 
Mount Vista Ave,, Greenville, S. C. 
WALDSMITH, Earl C. (A 1944) Sales Engr., 
Hughes Machinery Co., 4034 Broadway, and 

• 4917 Woman Rd., Kansas City 2. Mo. 
WALFORD, L. C, A, (M 1938) Partner. Wiggs, 

Walford, Frost & Lindsay, Crescent Bldg., Mon- 
treal, and •349 Brock Ave. N., Montreal, W., 
Que., Canada. 

WALKER, Carl L. (,4 1947) Mfrs. Repr.. • 108 
W. Burnside St., Portland 4, and 1021 Northeast 
41st Ave., Portland 13, Ore. 

WALKER, Edmund R. (M 1934) Vice-Pres.. 
Kedders-Quigan Corp., 57 7'onawanda St., Buffalo 
7, and •365 Brantwood Rd., Eggertsvillc, Buffah) 
21, N. Y. 

WALKER, Kenneth A. (J 1947) Mech. Engr.. 
Office of Chicago Directed Operations, U. S, 
Atomic Energy Comm., P. O. Box 0140 A, Chicago 
80, and eOOlO Yale Ave., Chicago 21. 111. 
WALKER, Kirby (M 1944) Chief Kngr., Consoli- 
dated Industries. Inc., Lafayette, Ind. 

WALKER, Leroy S, (A 1945) Pres..eTlie Buddlce 
Co., Inc., 5124 Penn Ave., Pittsburgh 24, and 
740 S, Negley Ave., Pittsburgh, Pa. 

WALKER, Morton T. (.S‘ 1048) Student. A. & M. 
College of Texas. • Box 1891, College Station, and 
Egypt, Texas. 

WALKER, Theodore R. (M 1944) Vice-Pres., 

• Columbus Heating & Ventilating Co.. 182 N. 
Yale Ave., and 702 Fairwood Ave., Columbus, 
Ohio. 

WALKER, W. Stockton (M 1946) Asst. Control 
Dir., • Consolidated Edison Company of New 
York, Inc., 4 Irving PI., New York 3, and 24 
Gilechrist Rd., Great Neck, L. I., N. Y. 
WALKER, Wythe F. (A 1941) Air Cond. Engr., 
Douglas Aircraft Co., Inc., Ivong Beach, and 

• 3637 Sixth Ave., Los Angclca 16, Calif. 
WALLACE, George J. {Life Member; M 1923) 

27-36 Ericsson St„ East Elmhurst, N. Y. 
WALLACE, James B, (A 1944) Mfr. Repr., 
Taco Heaters, Inc., ik Lau Blower Co., and #9 
Byfield Lane, Dearborn, Mich. 

WALLACE, R. Robert (M 1946) Sales Engr.. 
Hall-Neal Furnace Co., 1322 N. Capitol Ave., 
Indianapolis, and eBox 310, Carmel. Ind, 
WALLACE, William M., II (M 1929) Owner, 
Cons. Engr., ^126 E. Parrish St., and 711 Club 
Blvd., Durham, N. C. 

WALLEN, George R, (M 1947) Asst. Chief Engr., 
Anemostat Corporation of America, 10 East 39th 
St., New York, and • 17 Hastings Ave., Croton- 
on-Hudson, N, Y. 

WALLIS, Walter M. (A 1940) 11225 Tenth Ave., 
S.W., Seattle 66, Wash. 

WAIXIS, William E, (J 1948; 5 1947) Asst., 

• H. J. Dalton, Mfrs, Repr., 1819 Transit Tower 
Bldg., and 312 E. Mulberry St., San Antonio, 
Texas. 

WALMSLEY, Albert E. (5 1947) Student. Uni- 
versity of Illinois, 801 W'est Green St., Urbana, 
III,, and • 190 Warren St., Fall River, Mass. 
WALSH, F^ward R., Jr. (M 1936; A 1935) Mgr., 
Wholesale and Natl. Acet. Sales, York Corp., 
and • Wyndham Hills, York, Pa. 

WALSH, Gerald W., Jr. {J 1945) Instructor, 
Syracuse University, Syracuse, and • 408 Wendell 
Terrace, Syracuse 3, N. Y. 

WALSH, James A. (M 1943) Pres,, • J. A. Walsh 
& Co., Inc., 3215 McKinney Ave., p. 0. Box 16.57, 
and 513 Branard St., Houston, Texas. 

WALSH, John W. (M 1944) Pres, and Treas,, 

• John W, Walsli, Inc., 66 Grove St., and 220 
Bumcoat St., Worcester 6, Mass. 

WALSH, T. A. (A 1945) Chief Engr., United States 
Naval Air Station, Public Works Dept,, Glen* 
view, and • 5910 W. Erie St., Chicago 44, 111. 


WALTER, Burwell J. (M 1945) Sales Engr., 

• R. L. Deppmann Co., 1514 Wealthy St. S.E., 
Grand Rapids 6. Mich. 

WALTERS, Arthur L. (M 1926; A 192.5; J 1924) 
Buyer, Montgomery Ward & Co.. 619 W. Chicago 
Ave., Chicago 7, and •7043^ Hinman Ave., 
Evanston, 111. 

WALTERS, Joaeph K. (M 1943) M^t.. • Carrier 
Div., Keil Motor, 11 th and Tatnal) Sts., Wil- 
mington 9, and Greenville, Del. 

WALTERS, Richard R. (A 1947) Sales Engr., 
Modine Manufacturing Co., 602 Pence Bldg., 
Minneapolis 3, Minn. 

WALTERS, Thomas A. (M 1944) Dir. of Re- 
search, American Blower Corp., Detroit 32, and 

• 19359 San Juan Dr., Detroit 21, Mich. 
WALTERS, William T. {M 1917) Htg. Engr., 

Dearborn Plumbing & Heating Service, 609 N. 
Wells St., Chicago 10, and • 12747 Wallace St., 
Chicago 28, 111. 

WALTERTHUM, John J. (A 1922) 1075 Third 
Ave., New York 21, N. Y., and •42A Van Reipen 
Ave., Je’^^ey City 6, N. J. 

WALTHAJX, Thomas J. {S 1948) Student. A. 
& M. College of Texas, • Box 1876, College Sta- 
tion. T('xa.^. 

WALTON, Charles W., Jr. {M 1934) Engig. 
Staff, U. S. Rubbe^^ Corp., 1230 Sixth Ave., New 
York. N. Y., and #120 Monte Vista Ave., Ridge- 
wood, N, 1. 

WALZ, Cnester I). (A 1939) Principal, Chester 
D. Walz, Cons. Engr., 6021 W. Sixth St., Los 
Angeles 36, Calif. 

WALZ, George R. (A 1944) Sales Engr., 5214 
2.5th PI. N., Arlington, Va. 

WANDLESS, Franklin W. (M 1945) Design 
Engr.. A. lirnest D'Ambly, Cons. Engr., 900 
Architects Bldg., Philadelphia, and • Box 121, 
Berwyn, Pa. 

WANGSGAARD, Dee (A 1942) Owner, Wangs- 
gaard Coal & Stoker Co., 165 S. Main, and • 225 
K. Second S., Logan, Utah. 

WANSON, Leon J. {M 1947) Cliairman of Board, 
Etabl. Wanson. 222 Rue Royale, Brussels, and 

• 118 Avenue Geyskens, Auderghem- Brussels, 
Belgium, 

WARD, Arnold R. (A 1946) Sales Engr., • Johnson 
Furnace Co., 1425 Agnes St., Kansas City, and 
425 N. Pleasant St., Independence, Mo. 

WARD, Cuthbert Vernon (A 1947) Dir., •At- 
mospheric Control Ltd., 41 John Dalton St., Man- 
chester, and “Nara”, 43 Corbar Rd., Stockport, 
Cheshire, England. 

WARD, Cyril B. (M 1944) Supt. Gas Htg. Dept., 
Public Service Company of Colorado, 9t)0-l5th 
St., Denver 2, and •626 Race, Denver 6, Colo. 
WARD, David {J 1947) Draftsman, • Trane Co. 
of Canada, 4 Mowatt Ave., and 132 Tyndall Ave., 
Toronto, Ont., Canada. 

WARD, Frank J. (M 1935) Owner. •Frank J. 
Ward Co., 237 W. Court St., Cincinnati, Ohio, 
and Alexandria Pike, Cold Spring, Ky. 

WARD, Joseph A. 1944) Pres., Abbott Lester 
& Co., Inc., 140 Cedar St.. New York, N. Y.. and 

• Sunset Rd., Pompton Plains, N. J. 

WARD, Oscar G. {M 1919) Vice-Pres. and Dist. 
Mgr., •Johnson Service Co., 1355 Washington 
Blvd., Chicago 7, and 1345 Ashland Ave., Wil- 
mette, 111. 

WARD, Walter E. (J 1947) Sales Engr., Johnson 
Service Co., 922 Second Ave. S., Minneapolis 2. 
Minn. 

WARDELL, Arthur (A/ 1935) Assoc. Prof, of 
Engrg. Drawing, • University of Toronto, and 
Apt. 3. Roosevelt Ave., Ajax, Ont., Canada. 

WARE, John H„ III (M 1937) Vice-Pres., • Gas 
Oil Products, Inc., 46 S. Third St., and “The 
Yews," Oxford, Pa. 

WARE, Joseph H„ Jr. {M 1947) Engr., Southern 
Bell Tel. & Tel. Co.. 1624 Hurt Bldg., Box 2211, 
Atlanta, and 012 Dartmouth Ave., Avondale 
Estates, Ga. 

WARNECKE, Robert I. (M 1947) Chief Engr., 
Roberts-Gordon Appliance Corp., 137 Arthur St., 
Buffalo 7, and 31 Eastvale Ct., Buffalo 21, N. Y. 
WARNER, Cecil F.* (A 1946; / 1941) Asst. Prof, 
of Mech. Engrg., • Purdue University, and 314 
W. Lutz Ave.. West Lafayette. Ind. 

WARNER, Clarence A. (A 1948) Serv, Mgr., 
e General Oil Co., Inc., 232 Mystic Ave., and 68 
Monmouth Ave., Medford, Mass. 
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WARNER, Ira J. {S 1947) Student. Texas A. & M. 

College, and ♦ 622 Harvard St^, Houston, Texas. 
WARNER, Jennlnfts B. (A 1946) Structural 
Engr., Public Works Dept., Naval Air Station 
and •920 Moran Ave., Norfolk, Va. 

WARREN, Clarence N. (M 1943) Vice-Prea. and 
Asst. Mgr., Hayes Brothers, Inc., 236 W. Vermont 
St., Indianapolis 4. and #419 East 48th St., 
Indianapolis 5, Ind. 

WARREN, C. W. (A 1946) Prof. Engr., 3317 
Avenue Galveston, Texas. 

WARREN, David (J 1947) Sales Engr.. Nash 
Engineering Co.. 420 Lexington Ave., New York 
17, N. Y., and #44 East Ave.. Norwalk, Conn. 
WARREN, Francis C, (M 1934) Branch Mgr., 
American Blower Corp., 510 Association of Com- 
merce Bldg., Grand Rapids 2, and *329 Gladstone 
Ave. S.E., Grand Rapids 6, Mich. 

WARREN, Harold F. (A 1946) Vice-Prcs., R. E. 
Chase & Co., Tacoma Bldg., Tacoma 2, and 

• 3717 North 36th, Tacoma 7. Wash. 
WARREN, OUn A. (M 1946) Mech. Engr., 

Robson & Woese, Inc., 1001 Burnet Ave., Syra- 
cuse, and •235-24 Walden PI., Great Neck, 
L. L. N. Y. 

WARREN, Robert M., Jr. (A 1943; J 1938) 

• Buensod-Stacey, Jnc., 1001 N. Church St., P. 

O. Box 1765, Charlotte 1. and 611 Oakland Ave., 
Charlotte, N. C. 

WASHINGTON, L. W. (M 1929) Creekdale 
Fai-ra, R. R. 2, Pecatonica, 111. 

WASSERMAN, Arthur L. (M 1945) Secy.-Treas.. 

• Marsden & Wasscrman. Inc., 44 Hicks St., 
Hartford 4, and 1155 New Britain Ave., Elmwood 
10, Conn. 

WASSON, Robert A. (M 1938) Gen. Mgr. and 
Vice-Pres., • Clarage Fan Co., 619 Porter St.. 
Kalamazoo 16, and 414 Locust St., Kalamazoo. 
Mich. 

WATCHLER, Willard J. (M 1947) Asat. to Chief 
Engr., Cleveland Steel Products Corp.,7306Madi- 
son Ave., Cleveland 2, and • 347 Morewood 
Pkwy., Rocky River 16, Ohio. 

WATERFALL, Wallace (M 1941) Dir. of Re- 
search. The Celotex Corp., 120 S. LaSalle St., 
Chicago 3, 111. 

WATERMAN, Douglas R. (M 1944) Sales Engr., 
Hendrie & Bolthoff Manufacturing & Supply Co., 
1G35-I7th St., Denver 17, and 0 528 Humboldt 
St.. Denver 3, Colo. 

WATERMAN, John Howard (Life Member^ 
M 1931) Engr., Chas. T. Main. Inc., 201 Devon- 
shire St., Boston 10, Mass. 

WATERS, G. G. {M 1931; A 1926) Dist. Mgr., 

• American Blower Corp., 1841 Oliver Bldg., 
and 110 I.^nguevuc Dr., Pittsburgh 16, Pa. 

WATKINS. Georfte B., Dr, (A 1936) Dir. of 
Research, • Libby-Owena-Ford Glass Co., Tech- 
nical Bldg., 1701 E. Broadway, Toledo 6, and 

P. O. Box 227, R. R. 8, Toledo 12, Ohio. 
WATKINS, John C. (A 1947) Sales Engr., Air- 

therm Manufacturing Co., 700 S. Spring Ave.. 
St. Louis 10, and •5540 Milentz Ave., St. Louis 
9, Mo. 

WATKINS, Wilburn O. (A 1946) Owner. Heat 
Engineering, 1225 S. Main St., Las Vegas, and 

• Box 796, Henderson, Nev. 

WATKINSON, Gerald H. (A 1944) Plbg. & Htg. 

Design, Canadian Industries, Ltd., 1155 Phillip’s 
PL, Montreal, Que., Canada. 

WATSON, Charles E. W. (M 1944) Pres.. • John 
Watson & Co., Ltd., 1359 Greene Ave., West- 
mount, and 678 Stanstead Ave,, Town of Mt, 
Royal, Que., Canada. 

WATSON, M. Barry (M 1946) Cons. Engr.. 

• 119 St. George St., Toronto 5, and 121 Welland 
Ave., Toronto 12, Ont,, Canada. 

WATSON, William W. (A 1942) Sales Engr.. 

Mfrs. Repr., Box 91. Clarkston, Mich. 

WATT, J. Neal (J 1948) Vice-Pres., • Watt 
Plumbing, Heating & Supply Co., 608 S. Cincin- 
nati Ave.. Tulsa 3, and 1448 S. Atlanta Ave., 
Tulsa 4, Okla. 

WATT, Robert Denny (M 1946; A 1943; J 1937) 
Pres,, Electrol Oil Burner Corp., Aurora at Mercer, 
Seattle 9, and 1550 Shenandoali Dr., Seattle 2, 
Wash. 

WATTERSON, Wm, B, (A 1944) Sales Engr.. 
Air Maze Corp.. Cleveland 6, and • 1183 Brent- 
wood Rd., Cleveland Heights 21, Ohio. 


WATTS, Albert E. (A 1937) Pres.,, A. E, Watts, 
Ltd., P. O, Box 18, Vnie St. Laurent, St. Laurent, 
P. Q., and • 3788 Hampton Ave., Montreal 28, 
Que., Canada. 

WATTS, B. CUyde, Jr. (A 1946) eKresky Manu- 
facturing Co., 307 Third St., Petaluma, Calif., 
and 6041 West 86th PL, Los Angeles 45, Calif. 
WATTS, Edward J, (M 1945) AppL Engr.. 
Worthington Pump & Machinery Corp., 118 
Motor Ave., Salt Lake City 1, and •2485 Douglas 
St., Salt Lake City 5, Utah. 

WATTS, L. Copeland (M 1943) Cons. Engr., 

• J. Roger Preston & Partners, Dilke House, 
Malet St., London W. C. 1, and 13 Ossulton Way, 
London, N. 2, England. 

WAUNG, T. F. (M 1933) Engr. and Gen. Mgr., 

• T. F. Waung & Co., 668 Szechuen Rd., P. O. 
Box 938, and 626 Avenue Haig, Shanghai, China. 

WAY, Norman (M 1945) Partner, eWay Engi- 
neering Co., P. O. Box 8066, and Memorial Dr., 
Houston, Texas. 

WAY, William J., II (A 1945; J 1941) Partner. 
Way Engineering Co., P. O. Box 8066, Houston 4, 
and •2160 Swift St., Houston 6, Texas. 
WAYLAND, Clarke E. (A 1937) Vice-Pres. and 
Chief Engr., • Western Asbestos Co., 675 Town- 
send St., San Francisco 3, and 42 Allston Way, 
San Francisco, Calif. 

WEAGER, T. A., Jr. (A 1947) Sales Engr., 

• Buffalo Forge Co., 418 Rockefeller Bldg., Cleve- 
land. and 3124 Berkshire Rd., Cleveland Heights, 
Ohio. 

WEATIIERBY, Edward P., Jr. (A 1943; J 1936; 
5 1935) Dist. Repr., General Electric Co.. Air 
Cond. Dept., 837 Gravier .St., New Orleans 12, La. 
WEAVER. Carson D., Jr. (A 1947) Mfrs. Agent, 
G. B. Ilouliston, 707 Race St., Cincinnati 2, and 
7701 Monticello, Deer Park 13, Ohio. 

WEAVER, Chandler (M 1945) Mgr., Mountain 
States Dist. Office, • Surface Combustion, 937 
U. S. National Bank Bldg., Denver 2, and Park 
Lane Hotel, Denver, Colo. 

WEAVER, Eujlene A, (M 1944) Sales Mgr., 
Surface Combustion, 2375 Dorr St., Toledo, and 

• 2335 Barrington Dr., Toledo 6, Ohio. 
WEAVER, J. V. O. (M 1940) CoL, A. A. F. 

(A, C.), The Industrial College of the Armed 
Forces, Room 239, Bldg. T-5, Fourth & P. St. 

5. W.. Washington, D. C., and •Box 291-b, R. D. 
2, Columbia Pike, Alexandria, Va. 

WEBB, Ernest C.* (M 1935) Engrg. Service Mgr.. 

• Iron Fireman Manufacturing Co.. 3170 West 
106th St., Cleveland 11, and 24721 W. Lake Rd., 
Bay Village, Ohio. 

WEBB, John S. (M 1945) Mahoney & Webb, 177 
State St., Boston, and •345 Brookline St., 

AjCocia 

WEBBER,' Charles H, (A 1940) Sales Engr.. 

• Pacific Scientific Co., 1430 Grande Vista Ave., 
Los Angeles 23, and 1 176 Mt, Lowe Dr., Altadena. 
Calif. 

WEBBER, Emil C. (A 1946) Engr., Major Ap- 
pliance COm 1101 Jackson St., and • 5016 Cass 
St., Omaha, Nebr, 

WEBER, Erwin L. (M 1936) Cons. Engr., 632 
Medical Arts Bldg., Seattle, Wash. 

W£BER« Eugene F. (A 1940; J 1937) Engr,. 
York Corp,, 117 South 11th St., St. Louis 2. and 

• 607 Forest Ct.» Clayton 6, Mo. 

WEBER, Frank J. (M 1943) Owner, • Frank T. 
Weber & Assocs., 443 Delaware Ave., Buffalo 2, 
and Truscott Terrace, Lake View, N. Y. 

WEBER, W. A. (M 1947) Mech, Engr., • Bell fk 
Eiss, Inc., 2102 Foshay Tower, Minneapolis 2, 
and 3120 Edgewood Ave.. Minneapolis 16, Minn. 
WEBSTER, Chester C. (A 1940) Pres., •John 
Hankln & Brother, 120 Greenwich St., New York 

6, and Box 192, Piermont, N. Y. 

V^BSTBR, £. Kessler CM 1915) Secy, and Asst. 

Gen. Mgr., •Warren Webster & Co., 1626 F'ederal 
St., Camden, and Corner First and Kings High- 
way. Haddon Heights. N. J. 

WEBSTER, Genriie C, (A 1947) Sales Engr.. 
John G. Webster, 627 F St. N.W., and •4735 
Rodman St. N.W.. Washington, D, C. 
WEBSTER, Warren, Jr. (M 1932; J 1927) Pres,, 

• Warren Webster & Co.. 1625 Federal St., 
Camden, and 108 Colonial Ridge Dr., Haddon- 
field, N. J. 
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WEBSTEKt WUUam H., Jr. (M 1942) Pres.. 

• Allied Distributing Corp.. 933 West 21at St.* 
and 8051 W. Glenn Rd., Norfolk. Va. 

WEGHSBBRG* Otto (M 1932) Pres, and Gen. 
Mgr.* • Coppus Engineering Corp.. 344 Park 
Ave., and 28 Lenox St., Worcester 2, Mass. 
WEDEBROCK* A. L. (A 1945) Staff Engr.. 
Johns-ManvUle Sales Corp., 22 East 40th St.. 
New York* N. Y.. and m2 First Ave,, Westwood, 

Roy W. (M 1941) Chief Mech. In- 
spector, Defense Construction, and • 2705 Con- 
estoga, Louisville, Ky. 

WEENINK. Charles A. {A 1946) Engr.*# The 
John Weenink & Sons Co., 4077 East 82nd St., 
Cleveland, and 12609 Service Ct., Garfield Heights 
5, Ohio. 

WEGER, Leonard {M 1946) Cons. Engr. and 
Partner, • Cronheim & Weger, 1728 Spruce St., 
Philadelphia 3. and 246 W. Upaal St., Philar 
delphia 19, Pa. 

WEGMANN, Albert (M 1918) Sole Owner. 

• A. Wegmann Co., 2807 W. Susquehanna Ave., 
PhUadelphia 21, and 6206 North 17th St.. Phila- 
delphia. Pa. 

WEIANT, Andrew S. (A 1947) Pres., • McPher- 
son Furnace & Supply Co., 1806 N.E. Second 
Ave., Portland 12, and 3510 N.E. Klickitat, 
Portland 13, Ore. 

WEID, Harry L, (J 1946) Engr., • Philadelphia 
Electrical & Manufacturing Co., 12(K)-36 North 
3l8t St., Philadelphia 21, Pa., and Good Intent 
Rd.. Blenheim. N. J. 

WEIDLE, Benjamin E. (J 1948) Precipitron 
Sales Engr., Westinghouae Electric Corp., and 

• 5387 Pershing, St. Louis 12, Mo, 

WEIL, Leo S. (M 1940) Cons. Engr. and Partner, 

• Leo S. Weil & Walter B. Moses, 801 Audubon 
Bldg., and 478 Broadway, New Orleans, La. 

WEIL, Martin (A 1925) Pres., •Weil-McLain 
Co., 641 W, Lake St.. Chicago 6, and 4259 Hazel 
St.. Chicago 13, 111. 

WEILAND, Carl C. (A 1944) Pres, and Gen. 
Mgr., • Central Supply Co., 210 S. Capitol Ave., 
Indianapolis 9, and 428 East 48th St., India- 
napolis 5. Ind. 

WEIMER, Fred G. <A 1919) Mgr., • Milwaukee 
Branch, Kewanee Boiler Corp., Room 502, 312 
E. Wisconsin Ave., and 3958 N. Stowell Ave., 
Milwaukee, Wis. 

WEINER. Hyman R. (A 1947: J 1945) Field 
Engr,, Avery Engineering Co., 1906 Euclid Ave., 
and • 3 164 Meadowbrook Blvd., Cleveland Heights. 
Ohio. 

WEINTRAUB, Jos. A. (A 1946) Pres, and Gen. 
Mgr., United Heating & Appliance Corp., 1317 W. 
Girard Ave., Philadelphia 23, and • 1522 Orland 
St.. Philadelphia 26. Pa. 

WEIR, Frank F, (A 1943) Mgr., oT. McAvity 
& Sons, Ltd., 171 Market St, E.. Winnipeg, 
and 374 Overdale St., St. James, Man.. Canada. 
WEISNER, Clarence E, (A 1947) • Owner & 
Mech. Engr., 12 Church St., and 195 Eaton Ave,, 
Meriden. Conn. 

WEISS, Alex J. (S 1948) Student, University of 
Michigan, Ann Arbor, Mich., and #6624 S. Whip 
pie St., Chicago, 111. 

WEISS, Arthur P, (M 1928) Burnham Boiler 
Corp., Irvington, and • 134 Farrington Ave., 
North Tarrytown, N. Y. 

WEISS, Carl A. (if 1936; A 1924) Vice-Pres., 

• Kornbrodt Komice Co., 1811 Troost Ave., 
and 29 East 68th St., Kansas City, Mo. 

WEISS, Edward J, (M 1942) Engr., 1101 Van 
Velsen St„ Schenectady 8. N. Y. 

WEITZEL, Camconn B. (M 1936) 714 N. Frank- 
lin St., l/ancaster, Pa. 

WEITZEL. Paul H. (A 1942; / 1936; 5 1934) 
Supvsr., Htg. Application, Chrysler Corp., 
Airtemp Div., and • 547 Hadley Ave., Dayton 9, 
Ohio, 

WELCH, Buster (A 1944) 3204 22nd St., Lubbock, 
Tcxoa. 

WELCH, Louis A., Jr. <A 1929) Owner. • Welch 
Bros., 443 Second St., and 2001 Campbell Ave.. 
Sctenectady, N. Y. 

WELCH, Thompson 1. {S 1946) Student, Texas 
A. & M. College, College Station, and • Box 183, 
Delhart. Texas. 


WELDY, Lloyd O. (M 1930) Field Engr., sThe 
Powers Regulator Co., 2012 West 25th St., Cleve- 
land 13, and 19623 Laurel Ave., Rocky River 16, 
Ohio. 

WELLFORD, Walker L., Jr. (M 1944) Pres.. 
J. E. Dilworth Co.. 363 S. Front St., Memphis 3, 
and • 1584 Harbert Ave,, Memphis 4, Tenn. 
WELLS, Donald E. (M 1942) Pres., • Products, 
Inc., 304 Home Federal Bldg., Des Moines 9, 
and 804 63rd St-, Des Moines, la. 

WELLS, Edward E. (M 1941) Gen. Engrg. Dept., 
Aluminum Company of Canada, Ltd., 1700 Sun 
Life Bldg., Montreal, and* 6 St. John Kd., 
Pointe Claire, Montreal 33, Que., Canada. 
WELLS, WiUiam F.* {M 1939) Dir. of Lab. for 
Study of Air-Borne Infection, • University of 
Pennsylvania, Medical School, Philadelphia, and 
112 Pine Ridge Rd., Media, Pa. 

WELSHMAN, Hugh, Jr. (M 1946) Mgr.. Indus. 
Piping Div., •Grinnell Co., Inc., 260 W. Exchange 
St., Providence, and 12 Woodford Rd., Barring- 
ton. R. I. 

WELTER, Gustave (M 1946) Vice-Pres. and 
Chief Engr., aThe Bigelow Co., P. O. Box 706. 
New Haven 3, Conn. 

WEMPE, Robert H. (A 1948) Engr., McCarty 
Bros. Equipment Corr , #7801 Lake St., River 
Forest, and 914 Sherman Ave., Evanston. 111. 
WENDEL, Frederick E. (A 1947) Owner, eFred 
Wendel, Pip:Ag Contr., First National Bank Bldg., 
617 Orwell .ive., and 442 Third St., Oradell, N. J. 
WENDT. Edgar F. (M 1918) Pres., • Buffalo 
Forge Co., 490 Broadway, and 120 Lincoln Pkwy., 
Buffalo. N. Y. 

WENDT, Edwin H. (A 1942; J 1936) Engr. and 
Treas., O. A. Wendt Co., 1655 W. Fullerton Ave., 
Chicago 14, and *6205 Forest Glen, Chicago 
30. 111. 

WENDT, WUUam R., Jr. (J 1945) Sales Mgr., 
Westerlin & Campbell Co., 185 N. Wabash Ave., 
Chicago. III., and *2443 North 66th St., Wau- 
watosa 13, Wis. 

WENINGER, Merle (A 1945) Dist. Mgr., Powers 
Regulator Co., 1813 South Ave., and #113 Elorsc 
Terrace, Syracuse 7, N. Y. 

WERKER, Herwart (M 1939) Engr., American 
Radiator & Standard Sanitary* Corp., Inst, of 
Thermal Research, 675 Bronx River Rd., and #38 
Loring Ave., Yonkers 4, N. Y. 

WERLEY, WUliam C. (A 1946) Western Repr., 
Peerless Foundry Co., Indianapolis, Ind„ and 

• 4023 Quincy St., St. Louis 16, Mo. 

WERLLA, Billy C. (5 1946) Student. • Texas 

A. & M. College, Box 6643, College Station, and 
906 Sears, Denison, Texas. 

WERNER, Charles V. (M 1945) Sales Engr., 
H. H. Wright Co., 1322 Walnut St., and #4219 
Kenwood. Kansas City, Mo. 

WERNER, John G. (Af 1937) Mgr., • Bryant Air 
Conditioning Corp., 740 11th St. N.W., Wash- 
ington 1, and 3130 Wisconsin Ave. N.W., Washing- 
ton 16, D. C. 

WERNER, P. H. (A 1941; J 1939) Sales Repr., 

• Barber-Colman Co., 90 New St., Newaurk 2, 
N. J., and 7926 Nichener St.. Philadelphia 19, Pa. 

WERNER, Richard K. (M 1936) Cons. Engr., 

• 316 W. T. Waggoner Bldg., Fort Worth 2, 
and 6436 Collinwo^, Fort Worth 7, Texas. 

WERWATH, Karl O. (A 1948) Vice-Pres., MU- 
waukee School of Engineering, • 1020 N, Broad- 
way, and 2209 E, Newton Ave., Milwaukee, Wis. 
WESBY, Vernon Lathrop (A 1944) Chief Engr.- 
Utilities, General Motors Corp., Electro-Motive 
Div., La Grange, and • 6827 S. Throop St., 
Chicago 36, IlL 

WESLEY, Edward D. (A 1945) Pres., E. D. 
Wesley Co., eiriS W. Lincoln Ave., and 2953 
^uth 43rd St., Milwaukee 12, Wis, 

WESLEY, Ray O. (A 1937) Partner, • Navarre 
Plumbing & Heating Co., 2308 Fourth Ave., 
Seattle, and R. F. D. 1, Woodinville, Wash. 
WESLEY, WiUlam (A 1945) Owner, • Wesley 
Refrigeration Service, Box 423, and 315 Oakwood 
St.. Rome. N. Y. 

WESNER, Eugene L. (/ 1947) Draftsman. • U, S. 
Rubber Co., 649 E. Georgia St-, and 2458 N. 
Pennsylvania St., Indianapolis, Ind. 

WESSLER, George H., Jr. (A 1947) Sales Engr.. 
General Electric Co., 1801 N. Lamar, Dallas, and 
P. O. Box 372, Arlington, Texas. 
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WEST. Charles H., Jr. (A 1941) Vice-Pres., 
Massey, Wood & West, Inc., P. O. Box 6008, 
Richmond 20, Va. 

WEST, J. Hoyt (A 1944) Owner and Mgr,, • West 
Brothers Sheet Metal, 870 Jones Ave, N.W.. and 
106 W. Lake Ave. N.W., Atlanta, Ga. 

WEST, Lionel C. (A 1947) Engr., • Iron Fireman 
Mfg. Co. of Canada, Ltd., 80 Ward St., and 190 
Pacific Ave., Toronto, Canada. 

WEST, William P. (J 1947) Sales Engr.. • Johm 
son Service Co., 311 Bona Allen Bldg., and 1669 
Westwood Lake S.W., Atlanta, Ga. 
WESTBROOK, Charles H. (A 1945) Paitner, 

• American Plumbing & Heating Co,, 1806 
Classen, and 1442 Northwest 26, Oklahoma City, 
Okla. 

WESTENDARP, Francisco G. (M 1939) Engr.. 
Apartado 1843, Mexico, D. F. 

Weston, Charles E. (a 1946) Partner, American 
Home Heating Co., 1433-36 Fillmore Ave., 
Buffalo 11, and *484 Stockbridgc Ave., Buffalo 
15, N. Y. 

WESTOVER, Wendell (M 1936) Pres.. •Wcst- 
ovcr-WoIfe, Inc., 21 Plaza, Albany 7, and Loudon 
Heights, N. Y. 

WESTPHAL, Edward R. (Af 1945) Mgr. of Plants, 

• Weil-McLain Co., Blaine St., and Long Beach, 
Michigan City, Ind. 

WESTPHAL, Norman E. (A 1946; J 1940; 
5 1937) Asst. Plant Mgr., • Well-McLain Co., 
and Long Beach. Stop 21, Michigan City. Ind. 
WETZELL, Horace E. (M 1934) Pres., •The 
Smith & Oby Co., 6107 Carnegie Ave., Cleveland 
3. and 21144 Aberdeen Rd., Rocky River 16, Ohio. 
WEYENBERG, Henry (M 1946) Chief Engr., 

• Holland Furnace Co., and 587 Lawndale Ct., 
Holland. Mich. 

WHEALTON, Daniel J. (A 1944) Design Drafts- 
man, Meyer, Strong & Jones, Inc., 101 Park Ave., 
New York 17. and • 693 Sixth St., Brooklyn 15, 
N. Y. 

WHEELER. B. J. (A 1946) Owner. Wheeler 
Engineering Co., 2765 N.E. Broadway, Portland, 
Ore. 

WHEELER, Charles A. (M 1941) Branch Mgr., 

• JohiTson Service Co., 1217 Grand Ave., and 346 
49th St., Dcs Moines, la. 

WHEELER. Charles W. {M 1942) Engr., • The 
Ric-wiL Co., 1662 Union Commerce Bldg., 
Cleveland, and 11859 Edgewater Dr., Lake- 
wood, Ohio. 

WHEELER. Harold E, (M 1944) Pres.. • Air 
Comfort Corp„ 816 N. Kostner Ave., Chicago 
61, and 32 Ravine Terrace. Highland Park, III. 
WHEELER. James A. (M 1946) Branch Mgr., 
American Blower Corp., 631 M & M Bldg., 
Houston 2, and • 8614 Baker Dr., Houston, Texas. 
WHEELER. Joe. Jr. (M 1938) Sales Repr., 

• Johnson Service Co., 28 East 29th St., New 
York, and P. O. Box 160, Port Washington, L. I.. 
N. Y. 

WHEELER, William H. (A 1948) Pres,. •Air- 
kera, Inc., 7 East 47th St., and 330 East 60th St.. 
New York. N. Y. 

WHELAN. Leo {M 1946) Dir. of Education, New 
York Technical Institute. 108 Fifth Ave., New 
York, and • 1017 Lincoln Pl„ Brooklyn, N. Y. 
WHELAN. William J. {M 1937) Purch, and 
Estimating, • Harrigan & Reid Co., 1366 Bagley 
Ave., Detroit 26, and 3790 Seminole Ave,, 
Detroit 14, Mich. 

WHELLER. Harry S. {M 1916) Pres, and Gen. 
Mgr., L. J. Wing Manufacturing Co., 164 West 
14th St.. New York 11, N. Y.. and *725 Union 
Ave.. Elizabeth 3, N. J. 

WHITACRE, Verne L. {M 1946) N. Y. Dist. Mgr. 
of Insulation, Johns-Manville Sales Corp,, 22 East 
40th St., New York 16, N. Y., and •276 Engle St., 
Englewood, N. J. 

WHITAKER. Kenneth L. <A 1947) Manag^ 
Dir., The Bristol Fan Co., Bath Rd„ Totterdow, 
and • 29 Cooper Rd., Westbury-on-Trym. Bristol, 
England. 

WHITE. Arthur A. (A 1946) Managing Dir.. 

• Gilb^ & Barker Manufacturing Co.. Ltd. 64 
Jefferson Ave., and 133 HUlhtirst Blvd.. Toronto. 
Oni., Canada. 

WHITE, Eugene B. (M 1934) Archt. and Engr,, 

• V. M. C. A. Architectural & Engineering 
Bureau# 19 S. LaSalle St., Chicago 3, and & 
East Ave.. Oak Park, 111. 


WHITE, Francis R. L. (M 1947) Chief Tech. 
Officer, The Brightside Foundry and Engineering 
Co. Ltd., Htg. & Air Treatment Div., 17 Summer 
Row. Birmingham 3. and *28 Abbotts Rd., Kings 
Heath, Birmingham 14, England. 

WHITE, James A. (M 1946) Engr. and Secy.- 
Treas., Sterling Engineered Welderies Ltd., 28 
Athletic Ave., and • 108 Blantyre Ave., Toronto, 
Ont., Canada. 

WHITE, Jess© E. (M 1946) Mech. Engr., Norfolk 
Naval Shipyard, Public Works Design Se<;t., 
Portsmouth, and ©7607 Gloucester Ave., Nor- 
folk 6. Va. 

WHITE. John C. (Life Member; M 1932) Cons. 
Engr., Steam & Mecli., sBSO State St., Madison 
3. and 1221 W. Dayton St., Madison 5. Wis. 
WHITE. John Haxen (A 1944; J 1943) Pres, and 
Treas., • Taco Heaters, Inc., 342 Madison Ave., 
New York 17, N. Y., and Meadowbank Rd., 
Old Greenwich, Conn. 

WHITE. Maxwell H. (A 1945) Archt.. •804 
Finance Bldg., Cleveland 16, and 10120 Wilbur 
Ave., Cleveland 6, Ohio. 

WHITE. Philip H. (M 1948) Engr.. Bldg. Serv- 
ice Div., Stone & Webster Engineering Corp., 49 
Federal St., Boston, and • 36 Richards Rd., 
Watertown 72, Mass. 

WHITE, Ralph A. (A 1947) Owner, • White Engi- 
neering Co., Box 226, Graham, and R. F. D. No. 1, 
Haw River, N. C. 

WHITE. Thomas J. (A 1941; J 1938) Engr., 

• American BIo%ver Corp,, 625 Market St., San 
Francisco 6, and 2340 Pelham PI., Oakland 11, 
Calif. 

WHITE, W. Emery (M 1941) Engr., H, H. Wright 
Co„ 1322 Walnut St., Kansas City 6, and •7411 
Ward Pkwy., Kansas City 6, Mo. 

WHITE, WUHam Robert (M 1938; A 1936) Mfrs. 
Agent, The William R. White Co„ 4916 Grand 
Ave., and •4916 Grand Avfe., Omaha 11, Nebr. 
WHITE, William Russell (A 1946) Indus. Engr,, 

• Washington Gas Light Co.. 1100 H St. N.W.. 
Washington 1, D. C., and 609 Park Ave., Falls 
Church Va. 

WHITEHEAD. Emil R. (A 1946) Sales, Slater 
Engineering Corp., 627 Monroe Ave., and •1138 
Panama, Memphis, Tenn, 

WHITELAW, H. Leigh (M 1916) Managing Dir., 

• Association of Gas Appliance & Equipment 
Mfrs., 60 East 42nd St., New York 17, N. Y., and 
Cummings Point, Stamford, Conn. 

WHITMER, Robert P. (M 1935) Secy,. •Ameri- 
can Foundry & Furnace Co., and 1404 E. Wash- 
ington St.. Bloomington, 111. 

WHITNAH, Scott (M 1946) Mech. Engr., • Scott 
Whilnah, Lang & Assocs., Inc., 603 Second Ave. 
S„ Minneapolis, and R, F. D. 3, Wayzata, Minn. 
WHITNEY, C. W. (M 1935) Vice-Pres., Petrol 
Corp., 1132 N. Charles St., Baltimore 1, and 

• Box 216. Route 14, Baltimore 20, Md. 

WHITT, Sidney A. (M 1946; A 1938; / 1937) 

Chief Engr., Cordley & Hayes, 443 Fourth Ave., 
New York 16, and eOSO Paliaade Ave., Yonkers, 
N. Y. 

WHITTAKER, Geoffrey S. (M 1947) Mech, 
Engr., Albert Kahn Associated Archts. & Engrs., 
346 New Center Bldg., Detroit 2, and • 18285 
Snowden, Detroit, Mich. 

WHITTAKER, Wayne K. (A 1935) Engr.. 
Irving Trust Co. Bldg., 1 Wall St., New York, 
and • n9-23-226th St., St. Albans, L. I., N, Y. 
WHITTEMORE, William M., Jr. (A 1948; 
J 1945) Indus, ^les Engr., Crane Co.^ 532 Eighth 
Ave. S., and •1501 AShwood Ave., Nashville, 
Tenn. 

WHITTEN, H. E, (Life Mmh 0 r; M 1924) Pl^a. 
and Treas,, H. E. Whitten Co., 9 Federal Court, 
Boston, and •56 Highland Rd., Somerville. Mass. 
WHITTIER, F. Weston (/ 1947) Prod. Engr., 
Western Electric Co„ 418 N. Franklin ABen-- 
town, and *4 W. Church SL, Bethltiihem. Pa, 
WHITTINGTON. WUliiMii P, (M 1944) Prei,. 
♦Whittlngtoh Pump & Engineeritig Co,, 245 S, 
Meridian St.. liuBampdl^ 4, add 7639 Cehtr^ 
Ave., Indianapolis 44. Ind. 

WHITTLESEY. Ckm. (M 1941) EagTii* ComBbSt^ 
ioneer Corp., 409 Tenth WaohiPiton, 

D, C., and © 1500 S. Barton St.. ArBfMtton, 
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WHYBREW, Georg® H. (M 1944) Chief Mech. 
£n|nr., ® Giffels & Vallet, Inc., 1000 Marquette 
Bldg*, Detroit 26, and 4140 Fulton PI., Royal 
Oak, Mich* • 

WHYTE, Fredertc J. (M 1944) Tech. Advisor, 

• Norris Warming Co.. Ltd., 5-11 Theobalds Rd., 
London W. C. 1, and 46 Sldcup Rd*, Lee. London 
S. E. 12. England. 

WIBALDA. R* K, (A 1944) 1460 Clinton St., 
Muskegon, Mich* 

WIDDOWriELD, A. S. (A 1941; J 1937) Sales 
Engr., The Mercoid Corp., 4201 Belmont Ave., 
Chicago 41 , 111* 

WIDMER, Walter J. (A 1939) Secy.-Treas., 

• Widraer Plumbing & Heating Co,. 34 N.E. 
Seventh Ave.. Portland 14, and 1665 N. Shaver 
St*. Portland 12, Ore. 

WIEDEMAN, Walter (A 1945) Owner, • Reeves 
Wiedeman Co., 2611 Warwick, Kansas City 8, 
and 6343 Rockhill Rd., Kansas City 4, Mo. 
WIEDENMANN, W. A. (A 1942) Owner, mW. C. 
Wiedenmann & Son, 1820-24 Harrison St., and 
6718 Rockhill Rd., Kansas City. Mo. 
WIFX3AND, Horace M. (A 1947) Sales Engr.. 
Wright Engineering Corp., 414 Stanley Ave., and 

• 1137 Jefferson Ave., Evansville, Ind. 
WIEGMANN, Karl H. (A 1946) Plant Engr,. 

Durite Plastics, Inc., 6000 Summerdale Ave., 
Philadelphia 24, and •SSOO Decatur St., Phila- 
delphia 36, Pa. 

WIEGNER. Henry B. (Life Member; M 1919) 
Office Mgr., Johnson Service Co., 20 Winchester 
St., Boston 16, and • l43 Standish Rd., Water- 
town 72, Mass. 

WIELAND, John J. {M 1944) Mech. Engr., 

R. F. D. 1, Alto. Mich. 

WIGGLESWORTH. George L., Jr. {S 1948) 
Student, University of Michigan, and • 1209 
South State St., Ann Arbor, Mich. 

WIGCS, G. Lome* (,M 1936; A 1932; J 1924). 
(Council, 1938-40) Sr. Partner, eWiggs, Walford, 
Frost & Lindsay, Suite 405, Crescent Bldg., 1411 
Crescent St., Montreal 25, and 429 Lansdowne 
Ave., Westmoimt 6, Que., Canada. 

WIGLE, Kenneth G. (A 1946) Pres., • Bruce 
Wigle Plumbing Sc Heating Co., 9117 Hamilton, 
Detroit 2, and 16565 Baylis, Detroit 21, Mich. 
WIIK, Alfred (A ,1946) Mgr. and Parmer, Twin 
City Plumbing & Heating Co.. 2912 Bloomington 
Ave., and • 4732“16th Ave. S., Minneapolis 
7, Minn, 

WIIK, Edward M. (A 1945) Htg. Engr., Twin 
City plumbing & Heating Co., 2912 Bloomington 
Ave. S., Minneapolis, and •3429 Portland Ave. 

S. , Minneapolis 7, Minn. 

WILCOX, Leland J. (A 1948) Dvipt. Engr., Sur- 
face Combustion Corp., 400 Dublin Ave., and 

• 860 Northwest Blvd., Columbus, Ohio. 

WILD, Harry (A 1947) Design Engr., Ministry of 
Supply, and *41 Heaton Moor Rd., Heaton 
Moor, Stockport, Cheshire, England. 

WILDE. Dale R. (M 1944) Encr.. Williams, 
Grltton and Wilde, 204 Dooly Bldg., Salt Lake 
City 1, and • 163 S. Seventh, E., Salt Lake City 
2. Utah. 

WILDER. Edward L. (Life Member; M 1016) 
Retired. 369 Bonnie Brae Ave., Rochester 7, N. Y. 
WILDER. Frank B. (J 1946) Engr.. Charles S. 
I*copold, Cons. Engr., 213-5 S. Broad St., Phila- 
delphia, and • 1 18 Fayette St*. Conshohocken, Pa. 
WILDER. Wentworth (A 1947) Indus. Sales 
Engr., eyork Corp., 911 Walnut St., Kansas 
City 6, and 2840 Forest Ave., Kansas City, Mo. 
WILDEEMDlU. Rusaell O. (A 1946) 2436 
Frteby Ave.. Bronx 61, N. Y. 

WILDMAN. Rugene L. (A 1942; J 1939) Mech* 
Engr*. W. M, Anderson Co,. 600 Schuylkill Ave., 
and • 4909 Catharine St., Philadelphia, Pa. 

WILE. Daniel D. (M 1944) c/o Refrigeration Engi- 
neering, Inc,. 7260 East Slauson Ave.. Los Angeles, 
Calif. 

WILHELM. JoMh £. (U 1948; J 1036} S 1934) 
Vloe-Pres. and Chief £ngr>. Avery Engineering 
1906 Euclid Ave*. Cleveland 15. and •294 
East 195th StTEudid 19. Ohio. 

WILKE. Isa W. (M 1^) Htg. Engr*. Texas 
Public Service Co., 422 Conginss Ave*. and *2201 
Quarry Rd«» Austiii. Tacas. 


WILKES. Gordon B.* Of 1987) Prof, of Heat 
Engrg., •Massachusetts Institute of Technology, 
^mbridge 39, and 51 Everett St., Newton Centre. 

WILKINS, E. Spencer (M 1945) Chief Engr., Air 
Handling Dept., Wertz Engineering Co., Inc., 441 
N. Second St., Reading, and • R. D. 2. Mohnton, 
Pa. 

WILKINSON, Arthur (A 1936) Mgn, The 
Wilkinson Engineering Agencies. 985 Sherbrooke 
St., West Montreal 2, Que., Canada. 
WILKINSON, F. J. (M 1933) Mgr., Central 
Engrg. Service Dept., Montgomery Ward & Co., 
Chicago Ave. and Larabee St., Chiciigo, and 

• 182o7 Martin Ave., Homewood. 111. 

WILL, Clarence A, (A 1944) Owner, •5402 
Broadway, P. O. Box 6009, Indianapolis 20, and 
R. R. 4. Box 161. Noblesville, Ind. 

WILL, Donald S. (A 1947) Br. Mgr., Payne 
Furnace Co., 4019 Atlantic Ave., and • 1831 Mar- 
shall PI.. Long Beach 7. Calif. 

WILL. Harold C. (M 1940) Mgr., Air Conditioning 
Div.. J. A. Walsh and Co., P. O. Box 1773, 
Houston 2 and • 5017 Winnetka, Houston 4, 
Texas. 

WILLARD, A. C.* (Life Member; M 1914) 1208 
W. Nevada St , Urbar'', 111. 

WILLEY, Karl C.* U1 1934) Prof., Gen. Engrg., 

• Oregon State College, and 121 North 29th St,, 
Corvallis, >rc. 

WILLIAM, Frederic C. (M 1943) Field Engr., 

• American Blower Corp., 1003 Statlcr Bldg., 
Boston 16, and 91 Parker Rd., Wellesley 81, Maas. 

WILLIAMS. Allen W. (Life Member; A 1916) 
Secy.-Treas., • National Warm Air Register Manu- 
facturers Inst., 5 E. Long St., Room 808. Colum- 
bus 15, and 61 Meadow Park, Bexley 9. Ohio. 
WILLIAMS, Charles R. (M 1945) Vice-Pres., 
Dickie Construction Co., Ltd., 17 Yorkville Ave., 
and •Ol Dewbourne Ave., Toronto. Out., Canada. 
WILLIAMS. Chester D, (M 3 938) Mgr., • General 
Air Conditioning & Heating Co.. 2001 Peralta St., 
Oakland 7, and 5747 Country Club Dr., Oakland 
11, Calif. 

WILLIAMS, Donald D. (M 1942; A 1940; 
J 1938) Product Supvsr., A. O. Smith Corp., 
Box 684, and •2666 N. Lefeber, Milwaukee, Wis. 
WILLIAMS, Donald L. (M 1941) Engr.. • General 
Air-Conditioning ik Heating Co., 2001 Peralta St., 
and 67 Glen Ave., Oakland 11, Calif. 
WILLIAMS, E. Bryan (A 1943) Asst. Chairman 
Mech. Engrg., • Armour Research Foundation, 
35 West 33rd St., Chicago 16, and 413 Dempster, 
Evanston, lU. 

WILLIAMS. Edj^r H* (J 1946) Air Cond. Engr., 

• Hungeribrd Coal Company, Inc., 1604 E. Broad 
St„ and 4802 Old Brook Rd., Apt. 21. Richmond, 
Va. 

WILLIAMS. El win C. (A 1939) Hoffman Spe- 
cialty Co., Inc., 4028 Egbert Ave., Cincinnati 
20, Ohio. 

WILLIAMS, F. K* (A 1947) Designer. Public 
Works Dept., State of Victoria, Australia, Treas- 
ury Gardena. Melbourne, and • 203 Raleigh St*. 
Thombury N. 17, Victoria, Australia. 
WILLIAMS. Frank H. (A 1940; J 1934) Process 
Engr., General Motors, 5-227 G. M. Bldg., 
Detroit 2. and • 17701 Manderson Rd., Detroit 3, 
Mich. 

WILLIAMS. Garland E. (J 1943) Engrg. Drafts- 
man, Norfolk Naval Shipyard, Portsmouth, and 

• 4305 Newport Ave., Apt. 4, Norfolk, Va. 
WILLIAMS. Glenn (A 1947) Refrig. Supt„ Hayes 

Bros., Inc., 236 W. Vermont, Indianapolis, and 

• 1001 S. Auburn, Indianapolis 21, Ind. 
WnXIAMS. G. M. (M 1943) Cons. Engr*. 

• Architects & Builders Bldg., Indianapolis, and 
816 Berkeley Rd., Indianapolis 8, Ind. 

WILLIAMS. Harvey O. (A 1945) Field Service 
Engr., • A. M. Byers Co*. 1502 Esperson Bldg., 
Houston 2, and 1901 Swift St„ Houston 5, Texas. 
WILLIAMS. H. Edmund (A 1947; J 1939) Chief 
Engr., Majestic Refrigerator Corp- 625 Broad- 
way. New York, and • 256 Sterling Pi.. Brooklyn, 
N. Y. 

WILLIAMS. Hemy B. (M 1946) Asst. Chief 
Engr.. McQuay. Inc*. 1600 Broadway, N.E., 
Minneapolis, and •2804-$7th Ave* S., Minne- 
apolis 6. Minn* 




ne 


Heating Ventilating Air Conditioning Guide 1948 


WILLIAMS, James K. (A 1944) Constr. Supt.. 

• Robert S. Leiby Co., 212 N. Grant Ave., and 
1213 Wilson Ave., Columbus, Ohio. 

WILLIAMS, J. Walter (Life Member: M 1915) 
Pres., •Forest City Plumbing Co., 332 E. State 
St., and 923 E. State St., Ithaca, N. Y. 
WILLIAMS, Kenneth O. (A 1944) Diet. Repr., 
H. A. Thrush & Co., Peru. Ind., and •3290 Olh^cr 
Ave., East St. Louis, III. 

WILLIAMS, Lyle G. (M 1939) Engr., •Williams 
Plumbing Co., Inc., Portland Ave, at Berkeley, 
Gladstone, and 330 E. Arlington St., Gladstone 1, 
Ore. 

WILLIAMS, O. L, (A 1944) Owner, • Bryant- 
Williams Co., 936 Ridge Ave., Pittsburgh 12, and 
104 Mayfair Dr., Pittsburgh 16, Pa. 

WILLIAMS, William A. (M 1943) Engr., Htg. 
and Vent., General Electric Co., River Works, 
920 Western Ave., Lynn, and • 10 Sevinor Rd.. 
Marblehead, Mass. 

WILLIAMS, William E. (A 1947) Mgr., Dist. 
Office, • The Powers Regulator Company of 
Canada, Ltd., 985 Sherbrooke St. W., and 6265 
Cote St., Catherine Rd.. Montreal, Que., Canada. 
WILLIAMSON, Chester G. (M 1942) Dist. Sales 
Mgr., Chicago Metal Hose Corp., 92 Washing- 
ton St., Brookline 46, and • 3 Surrey Lane, 
INfsiticlc llli'lHSs 

WILLIAMSON, James O.. Jr. (M 1940) Mech. 
Engr., Air University, Air Installations, A-4, 
Maxwell Field, and eSOS Southview Ave.. Mont- 
gomery 6, Ala. 

WILLNER, Ira (M 1937) Pres., sWillner Heating 
Co., Inc., 416 Lexington Ave., New York 17, and 
125 East 93rd St., New York 28. N. Y. 
WILLOUGHBY, J. D. (A 1946) Owner, F. W. 
Willoughby Co., 2045 Curtis St.. Denver 2, Colo. 
WILLSON, Frank J. (M 1941) Vice-Pres„ 

• DolJinger Corp., 11 Centre Park. Rochester 3» 
and 2219 Westfall Rd., Rochester 10, N. Y. 

WILMOT, Charles S. (M 1919) Engr., Day and 
Zimmermann, Inc., 716 Packard Bldg., Phila- 
delphia, and •436 Haverford Ave., Narberth, Pa. 
WILSON. Alexander M. (A 1947; J 1942; 
5 1939) 18 Carisbrooke St., Andover, Mass. 
WILSON, Arthur A. (M 1944) Mgr., Growers 
Refrigerating Co., P. O. Box 184, and • Route 2, 
Box 434C, Medford, Ore. 

WILSON, Broadus (M 1945) Pres., • General Air 
Conditioning Co., 510 Glenwood Ave., and 2108 
White Oak Rd.. Raleigh, N. C. 

WILSON, Charles H. (A 1947) Power and Htg. 
Engr., Ford Motor & Climate Control, Ford 
Motor, Northville & Climate Control. Joy Rd., 
Detroit, and • 9912 Hubbard, Rosedale Gardens, 
Plymouth, Mich. 

WILSON, Donald P. (M 1943) Factory Mgr., 
McQuay, Inc., 1600 Broadway, N.E:., Minne- 
apolis 13, and eSSSO Brunswick, Minneapolis 
16, Minn. 

WILSON, Frederick W. (A 1948) Engr., • R. E. 
Kramie Co., Inc., 222-24 East 14th St., Cincinnati 
10, and 8376 Newberry St., Cincinnati 15, Ohio* 
WILSON, George H. (A 1946) Owner, • Wilson 
Refrigeration Engineering, 211 Bird St., and 422 
N, Seventh St., Hannibal. Mo. 

WILSON, Harry F. (M 1946) Cons. Engr., 0 4908 
Delmar Blvd., St. Ix>uis 8. and 3221 Capehart 
Dr., Normandy 20, Mo. 

WILSON, Herbert H. (A 1946) Sales Mgr., ellg 
Electric Ventilating Co., 517 Farnsworth Bldg., 
and 1872 Netherwood Ave,, Memphis 6, Tenn. 
WILSON, Howard F. (/ 1947) Htg. Enw., 

• Michigan Consolidated Gas Co., 47 N. Division 
Ave., Grand Rapids 2, and 1061 Prospect S.E., 
Grand Rapids, Mich. 

WILSON, James (M 1942) Service Engr., Darling 
Bros., Ltd., 140 ^ince St., and *4269 Kingston 
Ave., N. D. G.. Montreal, Que., Canada. 
WILSON. James A. (A 1947) Div, Mgr., •United 
Gas Corp., Box 2628, Houston 1, and 1619 Bran- 
ard, Houston 6, Texas. 

WILSON, James E. (A 1947) Engr. $c Estimator, 
Dallas Air Conditioning Co., 2^9 Canton and 

• 3014 Ivandcll, Dallas, Texas. 

WILSON, James H. (S 1948) Student, A. & M, 
College of Texas, • Box 956, College Station, 
Texas, 


WILSON. John O. (A 1946) Mgr., Air Cond. & 
Refrig. Dept., Hager Fox, 1124 S. Pennsylvania, 
and ^204 Alden St., Spring Lake. Mich. 
WILSON, John F, (J 1947) Sales Engr., S. S. 
Frete Jr., Inc., 1902 Chestnut St., and •5201 
North 16th St., Philadelphia. Pa. 

WILSON, Kontner L. (A 1944) Branch Mgr., 

• Minneapolis-Honeywell Regulator Co., 416 
Brainard St.. Detroit 1, and 2608 Woodstock 
Dr., Detroit 3, Mich. 

WILSON, Maurice J. (M 1945) Sales Engr., 
Carrier Corp., 300 Ivy St, N.E., Atlanta 3, Ga. 
WILSON, Raymond W. (M 1934) Member of 
Firm, Wilson-Brinker Co,, 308 Pythian Bldg., 
Kalamazoo 9, and • 2414 S. Westnedge Ave., 
Kalamazoo 34, Mich, 

WILSON, Robert A. {M 1936) Sales Engr., 
Minneapolis-Honey well Regulator Co., 5006 
Euclid Ave., Cleveland, and • Briar Hill, Solon, 
Ohio. 

WILSON. Thomas B. (A 1947) Cons. Engr.. 
Thos. B. Wilson. “Century House," Sledgate 
Lane, Wickersley, Rotherham, Yorkshire, England, 
WILSON. Victor H. (A 1938) Contr. and Mfrs. 
Agent, •210 Union Bus Terminal Bldg., Nash- 
ville 3, and "The Thistle-Patch," Donelson, Tenn. 
WILSON, Westray K. (A 1939) Lt. Col.. U. S. 
Army, • Wilson Plumbing Co., 227 Haywood Rd., 
and 110 Salola St„ Asheville, N. C. 

WILSON, W. H. (A 1932) Chief Power Plant 
Engr., Pullman-Standard Car Manufacturing Co., 
Pullman Car Works, 1 11th St. and Cottage Grove 
Ave., and ^22 West 110th PL. Chicago 28, III. 
WILSON-REID, Clyde (A 1947) Sales Engr., 
General Air Conditioning & Heating Co., 1126 
Howard St., San Francisco, and ^20 Florida Ave., 
Berkeley 7, Calif. 

WILTBERGER, Constant F. (M 1935) Partner. 
Cons. Engr., •Pennell & Wiltberger, 1524 Chest- 
nut St., Philadelphia 2, and 22 Colwyn Lane. 
Bala-Cynwyd, Pa. 

WINANS, G. D. (M 1929), (Council, 1944-46) 
Asst. Supt. of Central Htg., •The Detroit Edison 
Co*. 2000 Second Ave., Detroit 26, and 16183 
Wisconsin Ave., Detroit 21, Mich. 
WINCHESTER, Paul D. (A 1948) Engr., aHart 
& Cooley Mfg. Co., 500 East 12th, and 221 West 
12th, Holland, Mich. 

WINDSOR. William G. (M 1944) Electrical 
Engr., S. A. Railways, Airways & Harbours, 
c/o C. E. E., S, A. R. Hdqrs. J. H. B. S. A., and 

• 11 Third Ave., Hill Extension, Johannesburg, 
Transvaal, South Africa. 

WINKLER, Ralph A. (A 1940; J 1937) Vice- 
Pres., A, E. Winkler & Sons, Inc., 2337 North Slat 
St., Milwaukee 10. andaP. O. Box 179, Elm 
Grove, Wis. 

WINNER, Robert J. (J 1948) Test Engr., General 
Electric Co., and •1214J4 Delaware. Ft. Wayne, 
Ind. 

WINSLOW, C.-E. A., Dr.* (Life Member; M 1932), 
{Presidential Member), (Pres., 1945; Ist Vice-Pres., 
1944 ; 2nd Vice-l^es., 1943) (Council 1940-46) 
Yale University School of M^icine, Historiesu 
Library, 333 Cedar St., and • 313 St. Ronan St., 
New Haven 11, Conn. 

WINTERBOTTOM. J. W. (M 1944) Pres,, 

• Winterbottom Supply Co., and 432 Denver St., 
Waterloo, la. 

WINTERBOTTOM, Ralph F. (M 1928) Owner, 

• Heating & Cooling Supply Co., 178 w. First 
St., and 720 Moir St., Waterloo, la. 

WINTERER. Frank C. (M 1920) Branch Sales 
Mgr., • American Radiator & Standard Sanitary 
Corp., 300 Broadway, St, Paul 1, and 836 Juno 
Ave., St. Paul 2. Minn. 

WINTERS, H. Gordon (A 1946) Htg. Engr., 
Trane Company of Canada, Ltd., 637 Craig St., 
W., Montreal, and #16 Lamarque St., Ste. 
Therese de BlainviUe, Que., Canada. 

WIRTH. Edward D. (A 1947) Buyer. Plbg. & 
Htg,, Montgomery Warn & Co*, 619 W. Chicago 
Ave., and *4439 N* California Ave., Chicago 25* 
lU. 

WISE, Mason W. (M 1941) Owner, M. W. Wise 
Co,, and • 1656 Melrose Dr. S.W.. Atlanta, Ga. 
WISE. Ray A. (A 1944) Member of Firm, oThe 
Sweeny & Wise Co., 10210 Woodlabd, Cleveland 
4. and 2124 Latnbertoh Rd*, Cleveland Heights 
18. Ohio. 
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WISER, C. E. {A 1941) Mgr., Northwest Region, 
Minneapolia-Honeywell Regulator Co., 420 N. 
Fifth St., Minneapolis, and • 2620 Park Ave. S.. 
Minneapolis 7, Minn. 

WITHERIDGE, David E. (A 1945; J 1936) Cons. 
Engr., W. A. Witheridge Co., 2340 Mershon St., 
Saginaw, Mich. 

WITHERIDGE. John M. (J 1947) Engr.-Partner. 

• W, A. Witheridge Co., 2340 Mershon St., ana 
1224 Janes St., Saginaw, Mich. 

WITHERIDGE, WiUlam N. {M 1944) Vent. 
Consultant, General Motors Corp., Research Lab. 
Div.. P, O. Box 188, North End Station, Detroit 
2, and *3741 W. Outer Dr., Detroit 21, Mich. 
WITMER, Howard S. (A 1937) United States 
Rubber Co., 6600 E. Jdfferson Ave., Detroit 6, 
and • 27 Sylvan Ave., Pleasant Ridge, Mich. 
WITSCHY, Roy J. (A 1946) Owner, •Wltschy 
Oil Co., West 19th and Railroad Ave., and 2103 
Avenue F, Scottsbluff, Nebr. 

WIITBOLD, Richard H. (A 1946) Diet. Repr., 
Barber-Colman Co., and Farr Co., and *3818 
Brandt St., Houston, Texas. 

WITI'E, George G., Jr. (.S 1948) Student. Purdue 
University, Lafayette, Ind., and •2618 Willing, 
Fort Worth 4, Texas. 

WI*nT;NMEIER, Frederick G, (M 1946) Vice- 
Pres. in charge of Engrg., • Wittenmeier Ma- 
chinery Co., 860 N. Spaulding Ave., Chicago 61, 
and 4444 N, Wolcott Ave., Chicago, III. 
WITTIG, Frederick E. (A 1946; J 1943) Asst. 
Prof, of Mech. Engrg., • Michigan College ra 
Mining & Technology, Houghton, and 6 Cher.^kte 
Ave., P. O. Box 605, Painesdale. Mich. 

WODAL, Joseph J, (A 1947) Mech. Engr., mThe 
Austin Co., 777 E. Washington Blvd., Los Angeles 
21, and 12626 Cometa Ave., San Fernando. Calif. 
WOEHLKE, Herman J. (M 1944) Estimator and 
Asst. Mgr., • Bell Plumbing & Heating Co., 1228 
E. Evans Ave., and 2255 S. Marion, Denver 10, 
Colo. 

WOESE, Carl F. (M 1934) Cons. Engr., • Robson 
& Woese, Inc*, 1001 Burnet Ave., Syracuse 3, and 
266 Roblneau Rd., Syracuse 4, N. Y. 
WOFFENDEN, Harold (M 1946) Principal, 
Woffenden & Co., Engrs., Cabot House, Clifton 
Down Rd., Bristol 8. England. 

WOLF, Raymond B. (J 1948; 5 1946) •Welders 
Equip. Co., Harlington, and 3192 Cable St., 
Beaumont. Texas. 

WOLF, Robert L. (A 1945) Combustion Engr., 

• City of Indianapolis, Room 401-E City Hall, 
and 632 East 66th St., Indianapolis, Ind. 

WOLFE, AUen H, <M 1944) Vke-Pres., The 
Huffman-Wolfe Co., 669 N. High St.. Columbus 
16. and •2186 Yorkshire Rd., Columbus, Ohio. 
WOLFE, Benjamin M. (A 1946) Design Engr., 
Co-Partner, • Coast Heating and Sheet Metal Co., 
602 S. Tremont, and R. F. D. Box 448, Oceanside, 
Calif, 

WOLFE, Charles H. (M 1944) Mech. Engr., 
1324 E. Cooke Rd., Columbus, Ohio. 

WOLFE, Clarence E., Sr. (M 1947; A 1944) Vice- 
Pres., • Reynolds Corp., 4224 S. Lowe Ave., 
Chicago 9, and 1907 Clarence Ave., Berwyn, 111. 
WOLFE, John S* (M 1941) Chief Engr., Ruemelin 
Manufacturing Co., 3860 N. Palmer St., Mil- 
waukee. and • 6660 N. River Forest Dr., Milwau- 
kee 9 Wis. 

WOLFE, Jules S. (A 1946) Mn., Purchasing, 
Engrg. Dept., •Famous Players Canadian Corp,, 
Ltd., 1200 Royal Bank Bldg., and 332 Spadina 
Rd., Toronto, Ont., Canada. 

WOLFF, Richard A. (M 1946) Secy.. • Wolff St 
Munler, Inc., 222 East 4l8t St., New York 17, 
and 250 West 94th St.. New York 26, N. Y. 
WOLiN, M. W. (A 1947; J 1938; 5 1937) 12 
Whittier Ave., New Brunsmek, N. jf. 
WOlXENBERGER, Louis (if 1938) Sales Supvsr., 

• Coast Counties Gas & l^ctric Co., 22 Pacific 
Ave.. and Pasatiempo Country Club. Santa Cruz. 
Calif. 

WOlXERMAN, Anhut E. (if 1944) Sales Mgr,, 

• B. F. Sturtevant Co., Div. of Wcstlnghouse 
Electric. 86 E. Gay St., Columbus 13, and 387 
X>emorest Ave«, Columbus 4, Ohio. 

WOLLRIK, Helits V. (A 1946) Mgr., Htg., 
Sanitary, and Vent. Dept., oA. B. Gustavsbergs 
Fabriker, Gustavsberg, and Klippvaegen 5. 
Ektorp, Sweden. 


WOLPERT, Nathan N. (A 1945) Assoc. Editor. 
Heating & Ventilating, 148 Lafayette St., New 
York 13, and 0 4 Prospect Ave., Glen Cove, 
L. L, N. Y. 

WOLTERS, Harold W. (M 1944) Sales Engr., 
Wilson Brinker Co., 308 Pythian Bldg., Kala- 
mazoo, and • 820 Staples Ave. N.W., Kalamazoo 
64, Mich. 

WONG, Kai Fonit (J 1946) Mech. Engr.. P-4, 
Navy Yard, Pearl Harbor, andaP. O, Box 103, 
Wahiawa, Oahu, T. H. 

WONG, Wilfred S. B, (if 1938) Managing Dir., 

• American Engineering Corp., 986 Nanking 
Rd., West and 669 Changteh Rd.. Shanghai 9, 
China. 

WOOD, Alfred W. (A 1941; J 1938) Mgr„ 

• Climate Control Co., 99 Carling St., and 47 
Riverview Ave., London. Ont., Canada. 

WOOD, Charles F. (if 1937) Air Cond- Mgr., 
Prod. Development and Appl, Dept., Frigidaire 
Div., General Motors Sales Corp., 300 Taylor 
St., Dayton 1, and • R. R. 1, Spring Valley, Ohio. 
WOOD, David J. (A 1946) Mgr., Cincinnati 
Branch, /ork Corp., 669 E. Sixth St., Cincinnati, 
and • 1631 Alcor Terrace, Cincinnati 30, Ohio. 
WOOD, F. J. (A 1947) Vice-Pres., eWood Motor 
Co., and :-07 Park F!., Eau Claire, Wis, 

WOOD, Fred G. (M 1946) Mgr., Air Cond. Sales, 

• York Corp., and 1607 Clover Lane, York, Pa. 
WOOD,; Gerald K. (A 1946) Sales Engr.. ellg 

Electric v^entilating Co., 209 S, High St„ and 262 
East 13th Ave.. Columbus. Ohio. 
WOODBRIDGB, William L. (A 1944) Pres.. 
Radiant Panel Heating, Inc., 610 Farr St., Mil- 
ford, Mich. 

WOODGER, Herbert W. (Jkf 1939) Pres. & Treas.. 

• Berkshire Sheet Metal Works, Inc., 65 McKay 
St., Pittsfield, and Lenox Rd., Stockbridge, Mass. 

WOODHOUSE, Graham D. (A 1938) Vice-Pres., 

• Dowagiac Steel Furnace Co., 110 Beeson St., 
and 204 .Indiana Ave., Dowagiac, Mich. 

WOODMAN, Lawrence E. (M 1934) Owner, 

• Woodman Engineering Co., 203 E. Capitol, 
and 925 Adams, Jefferson City, Mo. 

WOODRUFF. Charles S. (A 1946) Specification 
Engr., Cons. Engrg. & Air Cond., 910 Bankers 
Mortgage Bldg., Houston, and • 7014 Golf St.. 
Houston 12, Texas. 

WOODS, Baldwin M., Dr. (M 1937), {Presidential 
Member)^ (Pres., 1947; let Vice-Pres., 1946; Coun- 
cil, 1942-47) Dir. of University Extension, Uni- 
versity of California, and • 249 The Uplands, 
Berkeley 6, Calif. 

WOODSON, Edward G. (Af 1944) Dist. Mgr., 

• The Trane Co., 705 Columbian Tower, Memphis 
3. and 80 Lombardy Rd., Memphis, Tenn. 

WOODSON, James W. (M 1946) Owner and 
Chief Engr., Woodson Heating Co., and • 6267 
Beaconsfield, Detroit 24, Mich. 

WOOLCOCK, Edwin (Af 1947; A 1938) Owner, 

• Woolcock Plumbing & Heating Co., 2217~16th 
St., and 440 Memorial Pkwy., Niagara Falls, N. Y. 

WOOLLARD, Mason S. (Af 1934) Assoc., Harry 
H. Angus & Assocs.. Cons. Engrs., 1221 Bay St., 
Toronto 1, and • 107 Langley Ave., Toronto 6, 
Ont.. Canada. 

WOOLMAN, Harry D. (A 1946) Sales Engr.. 
Minneapolis-Honeywell Regulator Co., 420 N. 
Fourth St., Minneapolis, and • R. 3, Box 342. 
Excelsior, Minn. 

WOOLSTON, Robert H. (A 1944; J 1941) 
Partner, oWoolston Woods Co., 2132 Cherry St., 
Philadelphia, and 12 English Village, Wynnewood, 
Pa. 

WOOTEN, M. Frank, Jr. (Af 1941; A 1940); 
Cons. Engr., •Wooten & Wooten, Cons. Engrs. 
& Archts., Latta Arcade, Charlotte 2, and 400 
Cherokee Rd., Charlotte, N. C. 

WORKMAN, Albert E. (A 1941) Htg. and Air 
Cond. Sales Dir. • United Gas Corp., P. O. Box 
2628, Houston I, and Rt. 12, Beinhom Rd., Box 
601, Houston, Texas. 

WORMLEY, Robert F. (A 1938) Mgr.. Engi- 
neered Pr<riS. Div.. e Grinnell Company of 
Canada, Ltd., 2440 Dundas St. W., Toronto, 
and 1 L’Estrange PI., Toronto 9, Ont.. Canada. 
WORSHAM, Herman (Af 1926; J 1918) Mgr., 
War Products Training Service, • Frigidaire Div., 
General Motors Corp., 300 Taylor St., Dayton 1, 
and 524 Daytona Pkwy., Dayton 6, Ohio. 
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WORTH, WUliam E. (A 1947) Sales & Serv. Engr.. 

• lUinois Testing Laboratories, Inc., 660 Third 
Street, San Francisco 7, and 1101 Francisco St., 
San Francisco, Calif. 

WORTHINGTON, Thomas H, (M 1937) Asst. 
Mgr., Eastern Sales, Standard Sanitary & Do- 
minion Radiator, Ltd,, 406 Beaubien St, W., 
Montreal. Que., Canada. 

WORTON, William (M 1987) Mgr,. sC. A. 
Dunham Co., Ltd., 504 Scott Block, and 292 
Lansdownc Ave., Winnipeg, Man., Canada. 
WRAY, Hubert L. (/ 1947) Office Engr,, Dan J. 
McQuaid Engineering Service, 1026 17th St., and 

• Apt. 28, 1730 Logan St., Denver. Colo. 
WRENE, Torsten (/ 1946) Engr., Ingenjorsfirman, 

TEWE, Torsten Wrenc, Tomtebogatan 34, 
Stockholm, Sweden. 

WRIGHT, Calvert C.* (M 1944) Chief Div. of 
Fuel Technology, eThe Pennsylvania State Col- 
lege, and 314 Arbor Way, State College. Pa. 
WRIGHT, aarence E. (A 1940; J 1936; 5 1933) 
Mgr., Htg. Dept., •Fairmont Wall Plaster Co., 
P. O. Box 272, and “Jayenne,** Fairmont, W. Va* 
WRIGHT, C. P. (A 1944) Mgr.. •C, P. Wright 
& Co., 4300 Carnegie Ave., Cleveland 8, and 
2987 Torrington Rd., Shaker Heights 22, Ohio. 
WRIGHT, Harris H. {M 1917) Owner. H. H. 
Wright Co., 1322 Walnut St., Kansas City 6, 
and *808 Greenway Terrace, Kansas City 6, Mo. 
WRIGHT, Jack (A 1944) Owner, • Canadian 
Plumbing & Heating Specialties, Ltd., 701 Craig, 
W., Montreal, and 24 Thurlow, Hampstead, Que., 
Canada. 

WRIGHT, John B. (M 1940) c/o The Nash Engi- 
neering Co., South Norwalk, Conn. 

WRIGHT, John F. (A 1945) Pres., • Air Comfort 
Assocs., Inc., 412-414 Stanley Ave., Evansville. 
Ind. 

WRIGHT, K. A. (M 1921) Branch Mgr., • John- 
son Service Co., 1905 Dunlap St., Cincinnati 14. 
and 1729 E. McMillan St., Cincinnati. Ohio. 
WRIGHT, Lawrence T., Jr.* (A 1948; / 1943) 
Asst. Dir., Engrg. Research Dept., Standard Oil 
Co. (Indiana), 910 S, Michigan Ave., Chicago 80, 
and • 14828 Washington Ave.. Harvey, 111. 
WRIGHT, Norman S„ Jr. (A 1942; J 1941) 
Mfrs. Repr., • 260 Perry St., San Francisco, and 
1016 Mariposa Ave., Berkeley 11, Calif. 
WRIGHT, Paul H. (A 1946) Sales Engr., • Mlnne- 
apolis-Honeywell Regulator Co., 400 Broadway. 
Denver 9, and 1160 Sherman, Apt. 407, Denver, 
Colo. 

WRIGHTSON, Wllbor T. (M 1937) Eastern Mgr., 

• Garden City Fan Co., 66 West 42nd St., New 
York 18, and 22 Sagamore Rd., Bronxville 8, N. Y. 

WUNDERLICH, MUton S.* (M 1925). (CouncU 
1946-47) Dir. of Research, Minnesota & Ontario 
Paper Co., 600 Baker Arcade, Minneapolis, and 

• 546 Mt. Curve Blvd., St. Paul 5, Minn. 
WURTS, Henry H. (M 1947) Designer, Meadon 

Blower and Pipe Works, Inc., 23 Meserole Ave., 
Brooklyn, and 0 230 Fenimore St., Brooklyn 25, 
N. Y. 

WYATT, DeWItt H. (M 1936) Cons. Engr., 
Robinson Heaters, Inc., 1397 North Grant Ave., 
Columbus 1, and 0 123 Acton Rd., Columbus 2, 
Ohio. 

WYBLE, Jercune R. (A 1947) Mgr., Industrial 
Burner Div., Griffith-Consumers, 1413 New York 
Ave. N.W» Washington 6, and • 1443 Lawrence 
St. N.E., Washington 17, D. C. 

WYKOFF, Walter R. (J^ 1946) Research Engr., 
Battelle Memorial Institute. 606 King Ave., Co- 
lumbus 1, and •912 West 11th Ave., Columbus 
12, Ohio. 

WYLB, ReiStinald O, (M 1937) Engr.^^s Samson 
United Corp., 1700 University Ave.. Rochester, 
imd 88 Monroe St., Honeoye Falls, N. V. 
WYLIE, WUaon J. Qi 1945) Mgr.. Power Dept., 

• Toronto Hydro Electric System, 14 Carlton 
St., Toronto, and 469 Briar Hill Aye., Toronto 
12, Ont., Canada. 

WYNN, Carl E. (A 1946) Sales Promotion, Crane 
Co., and • 8668 Coteman Ave., Memphis 12, Tens. 

y 

yager/ J ntm J. (M 1921) Pres.. 
Mackwirth Co., Inc., 817 Sycamore St., Buwo, 
and *426 WoodbHdge Ave., BuSalo 14. N. Y. 


YAGLOU, C. P.* (M 1923) Prof., Indus, Hygiene, 

• Harvard School of Public Health, 65 Shattuck 
St., Boston, and 10 Vernon Rd„ Wavcrlcy 79, 
Mass. 

YANCEY, Footer V. (Af 1946) Mgr., • Atlanta 
Gas Light Co., 109 Church St., and 406 Seminole 
Dr., Marietta. Ga, 

YANCEY, Richard H., HI (A 1946) Sales Engr., 
Advanced Refrigeration, Inc., 860 Peachtree St., 
and aSlSl Mathieson Dr., Atlanta, Ga. 
YARBOROUGH, T. R. (M 1946) Pres.. Y-B 
Refrigeration & Air Conditioning Co., Inc., 86 N. 
Fort Harrison Ave., Clearwater, Fla. 
YARBROUGH, William B. (A 1947) Mecb. 
Engr., • Sherlock, Smith A Adams, Inc., 301 
Washington Ave., and 423 S. McDonough St., 
Montgomery, Ala. 

YARDLEY, Jack E. (/ 1948; S 1947) Mech. Engr., 

• E. I. Du Pont de Nemours, and 92 Gilmer Ct., 
Orange, Texas. 

YATES, Ernest F. (A 1946) Mech. Engr., • Reg. 
F. Taylor, Cons. Engr., 416 National Standard 
Bldg., Houston 2, and 8418 Bonner Dr., Houston 
12, Texas. 

YATES, Joseph E. (M 1939) Safety Supvsr., 

• Pacific Power & Light Co., 309 Public Service 
Bldg.. Portland 4, and 1820 Northeast 67th Ave., 
Portland, Ore. 

YATES, Robert A. (A 1946) Mgr,, • Yates & Co.. 
231 Tenth St., and 431-16th St., Brandon, Man., 
Canada. 

YATES, Walter (Life Member; M 1902) Governing 
Dir., • Matthews & Yates, Ltd., Cyclone Works, 
Swinton and the Dell, 4 Egerton Park, Worsley, 
Lancs., England. 

YEAGER, George F. {M 1944) Capt., T. C., 
Ward 33C, Valley Forge General Hospital. 
Phoenixville, and • 1221 Fourth Ave., Altoona, Pa. 
YEAZEL, George D. (A 1946) Sales Mgr,, 

• Wholesale Equipment Corp., 1338 McGee St., 
and 3921 Linwood Blvd., Kansas City, Mo, 

YEAZEL, Harold F. (A 1946) Asst. Sales Mgr., 
Lennox Furnace Co., Inc., 4()0 N. Midler Ave., 
Syraciivse 1, and • 1411 Oak St., Syracuse 8, N. Y. 
YELLEN, Charles F. (A 1946) Htg., Vent., 

Maint. Engr,, Pratt & Whitney Aircraft Corp., 
Div. of United Aircraft, 400 S. Main SL, East 
Hartford 8, and • 61 Imlay St., Hartford 6, Conn, 
YEOMANS, Paul H. {M 1944) Cons. Engr., 66 
Cedarbrook Rd., Ardmore, Pa. 

YERKES, William L. (M 1941) Branch Mgr., 

• Carrier Corp., 1600 S. Santa Fe Ave., Los 

Angeles 21. and 1617 N. Ontario Ave., Burbank, 
Calif. 

YOE, Charles (A 1948) Engr., Shelley Electric 
Co.. 123 S. Main, and •1832 McKnlght Dr.. 
Wichita, Kans. 

YORK, John E. (M 1948) Bldg. Service Engr,, 
Stone & Webster Engineering Corp., 49 Federal 
St., Boston, and • 34 Oakcrest Rd., South Wey- 
mouth. Mass. 

YOST, Claude {M 1944) Mech. Enj^^ • Zumwalt 
& Vinther, 1807 Mercantile Bldg,, Dallas 1, and 
6602 Goodwin Ave., Dalleui 6, Texas. 

YOUNG, Bmrt C. (A 1946) Secy.-Treas., •Young 
and Sons, Piping and Heating, 1113 Rice St., 
Bellwood, 111. 

YOUNG, Cheater C, (M 1943) UtUization Engr., 

• Lone Star Gas Co.. Dallas Div. of Distributioii, 
301 S. Harwood St., Dallas 1, and 4336 Stanhope 
St.. Dallas 6, Texas. 

YOUNG. Dick H. (A 1946) Partner and Mgr., 

• Young Heating Co., 400 W. Park Ave., and 
Maryland, Waterloo, la. 

YOUNG, Emil O. CA 1986) Owner, •Young 
Regulator Co„ 6209 Euclid Ave*, Cleveland B, 
and 3628 Cummings Rd., Cleveland Heights, Ohio. 
YOUNG, Frank R. U 194^ Sales Enp., Coafttiad 
Equipment Co., 2016-19 Congress, Houston 2, 
and 0 7607 Mossrose St., Houston 12. Texaa 
YOUNG, Geotge Harrison (J 194^ Chief Engr,. 
V. E* Sprouse Co., and 02226 Cahfomia St.. 
Columbus, Ind. 

YOUNG, Glenn R. (5 1947) Student, o Texas 
A. 4k M. Co^ge. Box 1142, CoU^ Station, mUl 
1400 Delaware Dr., Port Artkut, Ttxas. 
YOUNG, Hnrt^ld J. (M l987> Sates Engr., Voutit 
Radiator Co., Ooddental Hotel Bldg., and o 1364 
Lakes^m Dfr* Muttmgem, Mkdi. 
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YOUNG, James W. (/ 1U47; S 1946) Estimator. 
Vice-Pres., s Young and Sons, 1118 S. Rice St., 
Bcllwood, 111. 

YOUNG, J. T., Jr. {A 1936) Mgr.. • Crane Co., 
P. O. Box 1410, Salt Lake City 11. and 16 S. 
Third St.. No. 8, Salt Lake City 2, Utah. 
YOUNG, Paul W. {A 1947) Htg. Engn.eC. A. 
Crosta, Inc., 1830 Market St., Denver 2, and 1104 
Lincoln St.. Denver 3, Colo. 

YOUNG, Robert H., Jr. (A 1947) Htg. Kngr., 

• A. P. Engellxart Co., 2780 N. Saginaw St., and 
2730M N. Saginaw St... Flint, Mich. 

YOUNGBLOOD, Clete W. (A 1944) Owner, 

• Youngblood Plumbing & Heating Supply Co., 
1700 Broadway, and 707 North 23rd St., Paducah, 
Ky. 

YOUNGER, John R. (A 1947; J 1941) Student, 
817 S. Chauncey, West Lafayette, and •410 W. 
Washington, Monticello, Ind. 

YOUNGER, kobert D. {S 1948) Indiana Weather- 
makers. 626 North East St., Indianapolis 2, and 

• 410 W. Washington, Monticello, Ind, 
YOUNGMAN, Edward C. (A 1946) Mech Engr., 

• Mead and Hunt, Cons. Engrs., 560 State St., 
Madison 3. and 1214 Edgehill Dr., Shorewood 
Hills, Madison 5, Wis. 

YULA, Ralph W. (A 1944) Cons. Chem. Engra.. 

• Singmaster & Breyer, 420 Lexington Ave., 
New York 17, and 20-11 147th St.. Whitestone. 
N. y. 

z 

ZAGK, H. J. (M 1928) Prop., The Zack Co., 2311 
Van Buren St., Chicago 12, 111. 

ZAHNER, Leo W., Sr. (A 1944) Owner, • A. 
Zahner & Co., 3041-43 Wyandotte, Kansas City 
8, and 4434 Madison, Kansas City, Mo. 

ZAKl, Huaaeln M. (A 1945; J 1941 ; 5 1940) Chief 
Engr., Refrigeration Dept., •The Tractor & 
Engineering Co,, P. O. B. 366, and 5 Ismail Anwar 
St., Dokki, Cairo, Egypt. 

ZANONE. Henry A. (A 1943) Htg. and Vent. 
Engr., Anderson Plumbing & Engineering Co., 
1901-1913 W, Main St.. Louisville, andeRt. 1, 
Box 441, Shively, Ky. 

ZAVORSKl, Leonard (M 1944) Vice-Pres. in 
charge of Prod., Tuttle & Bailey, Inc., ande6 
Lake Ct., New Britain. Conn. 

ZEIGLER, Donald D. (J 1944: S 1942) Lt.. 
Propeller Laboratory, Wright Field, Dayton, Ohio. 
ZELLAK, Joseph (A 1944) Vice-Pres., Sauer Co.. 
Inc., 868 N. Washington Ave., Box 4657, Fort 
Hays Station, and *1928 Baldridge Rd.. Colum- 
bus, Ohio. 


ZENAN, John G. (M 1948) Designing Engr. 
(Supvsr.), Paramount Pictures, Inc., 3451 Mara- 
thon, Los Angeles, and •11102 Archwood PI., 
North Hollywood, Calif, 

ZIBOLD, Carl E. (Af 1929) Mech. Engr., Htg. and 
Vent., War Dept., Service Command Engrs., 270 
Broadway, New York, and • 13 Chadwick Rd., 
White Plains. N. Y. 

ZIEBER, W. E. (M 1935) Dir. of Research. • York 
Corp., and 22 S. Keesey St., York, Pa. 

ZIEL, Herbert E.* (M 1941) Mech. Engr.» 

• Albert Kahn Assocs., Archts. & Engrs., Inc., 
345 New Center Bldg., and 694 Glynn Ct„ 
Detroit 2, Mich. 

2IEMBA, Walter P. (A 1945) Draftsman, 

• N. B. Hubbard, 220 Bagley, Detroit 26, and 
19732 Kenosha, Detroit 24, Mich. 

ZIESSE, Karl L. (A 1931) Partner, Phoenix 
Sprinkler & Heating Co., 115 Campau Ave., 
N.W., Grand Rapids, Mich. 

ZIEVE, Ixlward R. (J 1948: 5 1940) Asst, to Air 
Cond. Mgr., ('larage Fan Co., Portage St., and 

• 1010 W. Kalamazoo Ave., Kalamazoo, Mich. 
ZIMMERMAN, Richard F. (A 1948) Mgr. and 

Owner, eR. F. Zimmerman & Co., Box 1721, 
1121 Spring St., and 152 Albany St., Shreveport, 

ZINGHEIM, William C, (M 1943) Owner, 

• William C. Zingheim Co., 460 E, Ohio St., and 
8641 Dnxcl Ave., Chicago, 111. 

ZINK, David D. (M 1931) Chief Mech. Ena-., 
George Dahl, Archts. & Engrs., I920}i Main St., 
Dallas 1, and •3622 Mockingbird Lane, Dallas 
6, Texas. 

ZINTEL, Georfte V. (A 1941) Sales Engr., 
Himelblau Byfield & Co., 36 Throop St„ Chicago, 
and • 1428 SummerdaJe, Chicago 40, 111. 

ZUBER, Otto C. (A 1938) Chief Engr., aAmana 
Society, Refrig. Div., Amana, and South Amana, 
la. 

ZUMBEHL, Lambert E. (A 1945) Partner. 

• Manufacturers’ Sales Co., 2026 Main, Kansas 
City 8. and 5329 Woodland, Kansas City 4, Mo. 

ZUMWALT, Ross (A 1941; J 1938) Partner. 

• Zumwalt & Vinther,' 1807 Mercantile Bank 
Bldg., and 9435 Waterview Rd., Dallas, Texas, 

2WALLY, August L. (A 1948) Office Mgr., 
Standard Brass & Mfg. Co., 901 Hope St., and 

• 908 Elmwood Ave., Shreveport, La. 
ZWERLING, Seymour J. (/ 1944) Chief Engr., 

Triangle Sheet Metal Works, Inc., 115 New Hyde 
Park Rd., New Hyde Park, L. L, and #430 Ocean 
Pkwy., Apt. 3N, Brooklyn 18, N. Y. 

ZYNDA, John R. (A 1948; J 1942) Me>ch. Engr,, 
Industrial Builder and Designers, The Austin Co., 
2842 W. Grand Blvd., Detroit 2. and •SSye Burt 
Rd.. Detroit 28, Mich. 


SUMMARY OF MEMBERSHIP 


Charter Member 

Honorary Members. 

Presidential Members. 

Life Members 

Members 

Associate Members....... 

Junior Members 

Student Members 


1 

2 

24 

112 

2727 

2653 

396 

143 


Total 


6063 


UNITED STATES AND POSSESSIONS 


Alabama 15 

Arizona 15 

Arkansas 12 

California 330 

Colorado..^ 77 

Connecticut..... 119 

Delaware.. 13 

District of Columbia 113 

Florida 42 

Georgia 120 

Idaho 4 

Illinois. 414 

Indiana 180 

Iowa 66 

Kansas.... 33 

Kentucky 24 

Louisiana 73 

Maine 9 

Maryland 70 

Massachusetts 155 

Michigan. 348 

Minnesota 215 

Mississippi 5 

Missouri 246 

Montana... 6 

Nebraska.... 43 

Nevada.-.. 9 

New Hampshire 4 

New Jersey 171 

New Mexico 10 

New York 623 

North Carolina 88 

North Dakota 1 

Ohio— 409 

Oklahoma.- 33 

Oregon.— 96 

Pennsylvania. 379 

Rhode Island.- 15 

South Carolina... 20 

South Dakota 3 

Tennessee 76 

Texas 366 

Utah 42 

Vermont 5 

Vi^inia - 84 

Washington 87 

West Virginia 16 

Wisconsin- — 133 


Wyoming 6 

Hawaii 5 

Puerto Rico 1 

5429 

DOMINION OF CANADA 384 

FOREIGN COUNTRIES 

Argentina 9 

Australia 12 

Belgium 3 

Bermuda 1 

Brazil 7 

Canal Zone.- 1 

Central America 1 

Chile. 2 

China 9 

Cuba 3 

Denmark 3 

Dominican Republic 1 

Egypt 12 

England 87 

France 10 

Holland 2 

India.- s 10 

Iran 2 

Ireland 2 

Italy 3 

Mexico 9 

Netherlands West Indies 2 

Newfoundland. - 2 

New 2^aland-... - 8 

North Africa 1 

Norway - 2 

Nova Scotia 1 

Philippine Islands 1 

Portugal 1 

South Africa 19 

South Wales 2 

Spain 1 

Sweden... 11 

Switzerland 5 

Turkey. - 3 

Uruguay 1 

Venezuela... 1 

"Iso 

TOTAL MEMBERSHIP .6063 


m 



Roll of Membership 


m 


LIST OF MEMBERS 

(Geographically Arranged) 


UNITED STATES and POSSESSIONS 


ALABAMA 
Athens — 

Lecureux, E. 
Blrmln^am — 
Boehm, R. C. 

Cause, H. C. 
Gilliland, L. L. 
Miller, E. B. 

Myer. H, 

Walden. H. K. 

Dothan — 

Manuel, J. B. 
Montgomery — 
Dowdy, R. B. 

Drum, L. J., Jr, 
Williamson, J. O., Jr. 
Yarbrough, W. B. 

Phenlx City — 

Clegg. E. 
Sheffield*— 

Bodkin. T. B. 
Tuscaloosa — 
Murphree, R. L. 


ARIZONA 


Nogales— 

Aviles, A. 
Gabbard, F. W. 


Phoenix — 

Baechlin, A. C., Jr. 
Bayless, R. L.» Jr. 
Boylson, J. 

Cady, E, F. 
Hummel, G. W. 
Sawyer, C. C. 


Tucson — 

Aiken. H. H. 
Beers, L. N. 
Homung, J. C, 
Kurth, F. B., Jr, 
Pennington, N. A. 
Tidmarsh, P. M. 

Winslow — 

Cannon, V. K. 


ARKANSAS 


Fryatt— 
Mason, O. C« 


Jonesboro — 
Bautts, R. A. 
Rees, H. R. 


Little Rock— 
Cumnock, H. 
Doing, L. J. 
Elgin, R. D. 


North Llttld Rock— 
Houston, L. S. 
McCoy, C. E. 


Paragould — 
Justice, J. T. 
Rogsro— 
Choate, J, £. 


Russellville — 
Dean. E. C. 


Texarkana — 
Reiley, R. L. 


CALIFORNIA 

Alameda — 

Edwards. R. L, 
Paulson, O. D. 

Albany — 

Shapiro, C. A. 
Alhambra — 

Christensen. W. H. 
Nassir, N. 

Altadena — 

Sheldon. H. P. 
Aptos — 

McCandless. H. F. 
Arcadia — 

Moriarty, J, M. 
Auburn — 

Johnston, T. W. 
Berkeley — 

Atkins, G, E, 
Ayres, J. M. 
Baldwin. K. F., Jr. 
Bichowsky, F. R. 
Buck, W. H. 
Cockins. W. W, 
Hansen. W. A. 
Hutchinson, F. W. 
Janes, T. J. 
Marshall, J. E. 
Mason, R. P. 
Owens, D. F. 

Plass, R. B. 

Raber, B. F. 
Shepard, C. R. 
Wilson-Reid, C. 
Woods. B. M. 

Beverly Hills— 
Cushing, C. F. 
Mueller, J. C. 

Burbank— 

Keeler. F. J. 
Stains, W. A. 

Burlingame — 
Breyer, W. L. 
Douglass, T, C. 
Nemec, F. L. 

Compton — 

Case, D. P. 

Graves, R. A, 
Jones, D. R. A. 


Concord — 
Rensch, J. R. 

Culver City— 
Owen, J. D. 

El Monte— 
Bowen, L. F. 
Fitzgerald. F. R. 


Emeryville — 

Forsyth, S. L. 

Fresno — 

Baker. H. S. 

Leas, N. N. 

Stewart, J. L. 

Stiles, G. S. 

. Turner, G. W. 

Gilroy— 

Robinson. M. R. 

Glendale — 

Gratiot. J. D. 
Johannesen, R. C. 
Scofie! J. P. C, 
Storms, R. M. 

Hollywood — 

Finney, B. 
Hungerford, L. 

Inglewood — 

Pauley, W. N. 
Stanley, R. L. 

Larkspur — 

Hemingway, J, C., Jr. 

Long Beach — 

Barth, J. W. 
Billingsley. O. F. H. , 1 1 
Hairston, J. T. 
Pollock. C. W. 
Swanson. H. J. 
Wagner, R. E. 
wm. D. S. 


Los Angeles — 
Allison, H. H. 
Anderson, C. S. 
Artran, C. 

Bakko, R. 
Banowsky. A. B. 
Blake. J. L. 

Bloch, L L. 

Boclter, L. M. K. 
Chidester, C. W. 
Conrad. R. 

Creears. T. H. 
Cummings. T. P. 
D’Autremont, H. F. 
De Flon, J. G. 
Downes, A. H. 

Ellis, G. P. 

Eskin, S. G. 

Evans, D. C. 
FabUng. W. D. 

Farr, R. S. 
Feldstein, H. 
Fulmor, I. P. 
Gardner, F. B. 
Greiner, M. C. 
Griswold, £. A. 
Grutzmacher, R. L. 
Gumaer, P, W. 
Gunzel, R. M. 

E. 


G. 

L. 


Haffcy. J. P. 
Hahne. W. H, 
Hartwig. W. J 
Helms.X. J. 
Hess, A. J. 
HUl, F. M, 
Hm. J. W. 
HUmer, R. H, 
Hokanson, C. 
Holiaday, W. 


Horn, A. J. 

Hull, L. M. 
Hutchinson. B. L.. Jr. 
Kaufman,, M. 

Keeler, F. E. 

Kelly, L. R. 
Kennedy, M. 
Kennicott. C. W. 
Kidder, K, B. 
KUpatrlck, W. S. 
Kopald. N. 

Ladd. D. 

Lauer, R, F, 

Little. F. G. 

Lopker, F. J. 

Lowe, R, A. 
Lundberg. O. A. 
Lynch, R. 

Martin, T. B. 

Mayne, I. E. 
McCullough, J. L, 
McDonald. F. L. 
McKenzie, M. C, 
Metzler, C. P. 
Michael, A. F. 

Ness, W. H. C. 
Norcroas, I. F. 

Orear, A. G. 

Ott, G. W. 

Ott, O. W. 

Ottum, A. L. 

Park, J. F. 

Parks, C. E. 

Petersen, R. J. 
Phillips, R. E. 
Phillips. R. H. 

Pierce, E. D. 

Rayl, L. B. 

Reich, J, G. 
Schwartz, F. D. 
Skaggs, G. E. 

Snow, R. C. 

Stewart, W. O. 
Theobald, A. 

Ulovec, H. F. 
Updegraff, L. 
Venneraan, J. B. 
Wagenbrenner, L. H. 
Walker, W. F. 

Walz, C. D. 

Webber. C. H. 

Wile, D. D. 

Wodal, J. J. 

Yerkes, W. L. 

Manhattan Beach — 
Roth, H. P. 


Mare Island — 

Brown, S. D. 

Martinez— 

Sanford, E. C. 

Mlllbrae Highlands— 
Bloomster, E. L. 

Modesto — 

Newman. H. E. 

Monrovia— 
Davenport, L. B. 

North Hollywood— 
Zenan, J. G, 

Northridge — 
Henriksen, H, E. 


m 


Heating Ventilating Air CondiUonUtg €^uide 1948 


Oakliind-- 

, Aah, R. S. 

Babcock, P. R. 
Brokaw, G. K. 
Brucn, R. 

Craig, W. G. 

’ Crockwell, W, H. 
Dill. E. F. 

Doll, E. V. 

Ernst, J. P. 
Harrison, M. E. 
Hendrickson, H. M. 
Holmes, D. P. 
Jones, D. C. 

Kelly, E. L. 
Lemkau, H. 

Miller, W. O. 
Murphy, D. I. 
Pride, C. F. 
Shoemaker, R. W. 
Smith, H. G. 
SwartUng, E. R, 
Terry, S. W. 
Williams, C. D. 
Williams, D* L* 

Oceanside — 

Wolfe. B. M. 

Palo Alto — 
Blackwell, A. H. 
Bonde, I. E. 
Johnson, O. W. 

Pasadena-— 

Gelert, C. R. 
Gifford. R. L. 

Hall. R. E. 
Heisinger, F. W. 
Hollingworth, C. E. 
Rodeffer, E. W. 
Small. A. G. 

Petaluma — 

Watts. B, C., Jr. 
Piedmont — 

Marr. J. M. 
Richmond — 
Chesarek. J. H. 
Kaup, E. O. 

Snider. C, T. 

Riverside — 

Elbogen. N. 
Sacramento — 
Driemeyer, R. C. 
Porter, N. E. 

San Anseimo— 
MUey. J. J. 

Sen Carlos — 

Hunt, J, F. 

Lundy. R. B. 

San Clemente — 
Kidd, C. R. 

San Diedo — 

. Huntington, R. L. 
Sadler, C. B. 

Sen Francisco — 
Alexander. K. O. 
Alger. I. Gm Jr. 
Archer, W. J. 
BaziUe, C H. 

Beggs. P. B. 
Bentley, C. E. 
Bouey. A. J. 

Branfe P. R. 
Bridgman, R, H. 
Brown. N. 

Cochran, X., H. 
Coddington. B. A. 
Coddington. D. A. 
ColHns. E. E. 
Cooley, E. C. 
Currie, R. C. 


• 

Cushing, R. C. 
Danielson, L. C. 
Douglass, T. C., Jr. 
Duncan, H. 

Dutton, G. R. 
Everetts, J.. Jr. 
Fanning E. C. 
Felzer. W. 

Foote, A. G. 

Frank, M. S. 

Fuite, R. J. 

Gayner, J. 

Goins, E. H. 

Grieat, K. C. 

Haley. H. S. 

Hanks. C. M, 
Hannan, L. F. 
Harrison, P. N. 
Heire, H. A. 
Hickman. H. V. 
Hill, E-. Jr. 
Holland, R. B. 
Hook, F. W. 

Howes, E. W. 
Hudson, R. A. 

Huff, J. M. 

Hughes. S. 

Hunter, T. B. 
Hurst. S. G. 

Jordan, F. W. 
Keiahan, J. R., Jr. 
Klink, E. J. 

Kolb, F. W. 

La Point. K. K. 
Larson, C. E. 

Lee. A. R. 
Lockhart, C. W. 
Luce. J. A. 

March, M. J. 
Marshall. T. A. 
Martin, G. D. 
Martin. J. O. 
Meindoe, J. F. 
McLachlan, J. 
Melnick. N. A. 
Molfino, P. 

Murray, J. E. 
Nelson, A. W. 
Nelson, J. A-, Jr. 
Nelson, N. T. 
Parker, R. A. 

Peck, J. W. 
Peterson, C. L. 
Peterson. N. H. 
Plank. G. W. 
Ploskey, E. J. 

Reed. V. C. 

Reilly. P. H., Jr. 
Riddle, J. E. 
Roberts, E. 
Robertson, S. F. 
Rose, J. S. 

Rumsey, J. L. 
Simonson, G. M. 
Scandrett, H, R. 
.Scott, R. M. 

Scott, W. P., Jr. 
Simons, £. 

Sprott, J. I. 
Stewart, I. A. 
Tasney. J. S. 

Tuck. R. G. 
Vandament, D. D. 
Vieasman, W. 
Wayland, C. E. 
White. T. J. 

Worth, W. E. 
Wright, N. S., Jr. 
Younger, J. R. 

San Gabriel — 

Bcrlet. E. J„ Jr. 
Harrington. J. P. 
IngteTj. F., Sr. 

San ioae — 

Folsom, R. A. 
Peters, W, S, 

San M»riii«»^ 
Eaihart. I, S. 


San Mateo — 

Eskra. G. N. 
Sorensen. E. 

San Rafael — 
Hickman, C. W. 
Santa Barbara — 
Chapman, W. A., Jlr. 
Santa Clara — 

Irwin, C. P.. Jr. 
Santa Crux — 
WoIIenberger, L. 
Santa Monica — 
Coghlan, S. F. 
McKee. J. M. 

Selma — 

Eddy. H. W. 

Sierra Madre — 
Jenkins, J. C. 

South Cates — 
Lockwood, J. R. 
South Pasadena — 
Smith. H. W., Jr. 
Stockton — 

Rodkin, D. B. 

Temple City — 

Evans, E. C. 
Kennicott, C. W. 

West Los Angeles — 
Spitzley, R. L, 


COLORADO 
Aurora — 

Rice, P. L. 

Boulder — 

Bemzen, J. 
Spurlock, B. H., Jr. 


Colorado Springs — 
Halle, S. 

Heyse, H. S, 
Jardlne, D. C. 

Denver — 


Adams, F. L. 
Adams, G. F. 
Akerlow. R. W. 
Allen. F. C. 
Anderson, E. C. 
Anderson, R. B. 
Angelo, H. G, 
Berger, J. V. 
Bradbury, G. L. 
Bickel, H. A. 
Brickham, B. A. 
Bryan, L. W. 
Cook. H. V. 
Cooper, A. W. 
Davis, L. V, 
Froese, E. A. 
Gregory. H. D. 
Herman, H. H. 
Hickey, C. B. 
Hoberg, B. N. 
Hogue. M. R, 
Hook, L. M, 


I aUssen, F. 
ohnson, C, W. 
ohnson, J. J. 
ones, T, P. 
^ugeler, H. C. 


Larimer. W. M. 
Marshall. H. W. 
Mayes, G. D. 
McCabe/ X. H, 
McCalmbth R. T* 

MCGiew, Jfc A« 


McNevin, J. E, 
McOuaid, D. J. 
isilechling. J. C. 
Michael, L. A, 
Michael. R. K. 
Mohan, J. F. 
Monies, K. A. 
MuehUg, E. J. 
Nash, R, C. 

O’ Rear, L, R. 

Orr, P. W. 

Payne, R. L. 
Perry. L. L. 
Petersen, R. W. 
Price, F. E. 
Roffee. L. W. 
Shull. L. F. 
Singleton, J. H. 
Smith. A. S. 
Tanner, D. 
Trautman. F. L. 
Ward, C. B. 
Ward, W. E. 
Waterman. D. R. 
Weaver, C. 
Willoughby, J. D. 
Woehlke, H. J. 
Wray, H. L. 
Wright, P. H. 
Young, P. W. 

Englewood — 

Hall. E. 

La Junta — 

Curtice, J. M. 
LoVeland, F. P. 

Monte Vista — 
PoUard, C, H. 
Pueblo — 

Davidson, W. J, 
Guenther, C. G. 
Stephan, C. O. 


CONNEGTICOT 
Ansonia — 

Colas. N. A. 
Thomas, H. A. 

Bridgeport — 
Clement, E. R., Sr. 
Equi, F. F. 

Hawes, H. D. 

Hull, J. J. 
Lamoureux, P. J. 
Morro. J. J. 
Palumbo, B. F. 
Toucey, R. M. 

Columbia — 

Phelan, J, H. 

Cos Cob — 

Fife. G. D. 
Danbury — 

Moore, M. D. 
Orgelman, G. H 
Triegel. E, V. 

Elmwood^ 

Johnson. C. K. 
Simpson, R. L. 


Fairfield— 
Osborn. W. J. 
Smak,J,R. 

GeorgetioVti^ 
Ingham, i. F. 
Greenwdcli— 
Begoon. G. F. 
Blackman* A. 

CJNiilfoiwI— 
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Hamden — 

Bartlett. G. M. 
Burkle* J. L. 
Larkin, J. A. 

Hartford — 

Arnold. T. L. 
Bemia, P. D. 
Clark, L. O. R« 
Couch, G. R. 
Fine. A* T. 
Freeman. C. W. 
Howard. J. R. 
Lament. J. F. 
Lathrop. W. G. 
Maraden, E. C. 
Mueller, J, F. 
Murphy, R. C. 
Murray, G. F. 
Peteraon, H. P. 
Van Zelm. H. B. 
Wasaerman, A. L. 
Yellen, C. F. 

Litchfield — 

Doster, A. 


Manchester — 
Ripley, R. M. 


Meriden — 

Hungerford, I. W, 
Nieake, G. F. 
Weisner. C. E. 


New Britain — 

Hart. S. 

Smart. J. H. 

Tutt, R. D. 

Zavoreki, L. 

New Canaan — 

Twine, H. J, 

New Haven — 
Blakeley, H. J. 
Cohen, S. A. 
Converse, T. J, 

De Lucia, F. A. 
Friedman, D. IL, Jr. 
Ganter, C. F. 
Harrigan, P. D. 
Hoyt. W. B. 
Hubbard, A. 
Hummel, D. M. 
Johnson, W. A. 
kelly, H. C. 

Lawless. A, J. 
L'Hommedieu, C. L. 
Lorenzi, R. J. 
Mongillo, A. J. 
Moore. J, J. 

Packtor, B. M, 
Boeder, W. 

Smerling, D. 
Teasdale, L, A. 
Welter, G. 

Winslow. C.-E. A. 


Newlnftton— 
Heywood, W. 

New London — 
Chapin. C, G. 
Forsoerg, W, 
Hopson. W. T* 
Minson. F. L. 
Spits, N. 

Newtown— 
Pelletier, L. B. 
Norwalk— 
Warren, D. 
Rldgelteld— 
l^dfried, C. I** 
lUverride— 

Dias. W. B. 
'Latabert. R* H. 


Southington — 

Pink. W. V. 

South Norwalk— 
Adams, H. E. 
Jennings, I. C. 

. C. J. 

,E. A. 

Wright. J. B, 

Stamford — 

Fullman, J. B, 

Jessup, B. A. 
Marschall, E. H. 
Opperman, E. F. 
Vinson. N. L. 

Torrinftton — 

Leslie, D. G. 

Wallingford— 

Gaskell. W.. Jr. 
Taylor. E. P. 

Morgan, E. H., Jr. 

Waterbury — 

Atherton, R, C. 
Maher, R. L. 
Osborne, S. R. 

SelDy, S. A.. Jr. 
Sidbury. R. W. 
Simpson, W. K. , 
Stein, J. 

Steinke, B, J. 

West Hartford — 

Haus3<?r, F, L. 

Hoyt, L. W. 

Murray, W. A. 

Otis. A. L, 

Weston — 

Wahnquist, C. J.. Jr. 

Wethersfield — 
Mosher, W. O. 

Woodbury — 

I.eigh. R. S. 
Vanderweil, R. G. 



DELAWARE 
Claymont — 
Ginzburg, N. 

Greenville — 
Walters, J. K. 

Wilmington — 
Addington, H. M. 
Brown, C. H, 
Granke. A. A. 
Hayman, A. £., Jr, 
Kershaw. M. G. 
Marks. A. A. 
Parvis, R. S. 
Robinson, G. L. 
Schoenijahn, R. P. 
Shearer, W. A., Jr. 
Shields. C. D. 


DISTRICT OF 
COLUMBIA 

Friendship Station— 
Bums, H. J. 


Washington— 
Achenbach, P. R. 
Alien, S. R. 
Asker, G. C. F. 
Bak. S, L 
Balster, J. A* 
Benson, J. C. 
Bornsteln, A. B. 
Bornstein, W. 
Bortman, 1^ M, 


Boucher, K. D. 
Bridgman, R, L, 
Brown, J. M. 

Burke, T. F. 
Caldwell. W. J. 
CampbeU. G. W. 
Carson, C. C. 
Chukwuemeka, N. 
Crawford, A. C. 
Davis, L. T. 

Day, 1. M. 

Devore, A. B. 

Dill, R. S. 

Dovener, R. F. 
I>roba, C. B. 
Engelbach, A. A. 
Erisman, P. H., Jr. 
Espenschied, F. F. 
Faxon, H. C. 

Felt well, R. H. 
Fieldner, A. C. 
Franklin, J. K. 

Free i-ick, V. L. 
Gaul! 1 . K. P. 
Goddard, W. F. 
Godfrey, J, E. 

Grant, R. A. 
Hackett, F. C. 
Hamblin, C. M, 
Hanl^in. J. H, 
Hamiigan, W. 
Heagerty, W. W. 
Hill, H. H. 

Holder. L. H. 
Hoover, W. L. 
Hoppe, M. F. 
Iverson, H. R. 
Iverstrom, C. 

Jones, J. T. 

Jones, W. C. 

Kane, J. F.. Jr. 
Karsunky, W, K. 
Kemp, W. H, 
Kiczales, M. D. 
Kingswell, W. E, 
Kugel, H. K. 
Latterner, II„ Jr. 
Lawrence, J. F, 
L^eser, F. A. 
Littleford. W. H. 
Lloyd, E. H. 
Lockhart, W. R. 
Loughran, P. H., Jr. 
MacMillan, A. R, 
McCutcheon. D. C, 
Menditch, B. 
Mergardt, A. P. 
Michelson, R. L. 
Miller, G. E. 

Moltz, B. S. 
Muirheid, J. G, 
Murphy, E. F. 
Nelson, H. M. 
Nelson, W. L. 
Nolan. J. J., Jr. 
Norair, H. 

Nugent, A. W. 
O’Connell, E. F. 
Olsson. E. V. 
Osborne, J. M. 
Ourusoff, L, 


Patterson, J. C., Jr. 
Pierpoint, H. Y. 
Porter. C, W. 

Porter, F. 

Potter, J. R. 

Potter. R. E. 

Pratt. F. J. 

Reamy, W. C., Jr. 
Redmile, H. W. 
Reed. S. F. 
Reutlinger, R. R., Sr. 
Rogers, C. S. 


Scott, F. W, 
Shapiro, M. 
Shire, A. C. 
Simmons, K. A, 
Sfcagerberg, R. 
Sluder. C. T. 
Smith. H, M. 
Stewart, J. N. 


Thottoas, G. 
Thompson, R. J. 
Thulman, R. K. 
Thuney. F. M. 
Tuxhom, D. B, 
Urdahl. T. H. 
Von Otto, R. E. 
Webster, G. C, 
Werner, J. G. 
White, W. R. 
Wyble, J. B. 


FLORIDA 
Camp Murphy— 
Jakoby, A, C. 

Clearwater — 

Clark, R. J. 
Yarborough, T, R. 

Coral Gables — 

Fuller. E. W. 

Davenport — 

Ballman, W. H. 
Thompson, C. J. 

Eglin Field— 

Andreas, C. A. 

Gainesville — 
Gagliardi. F. A. 
Goethe. S. P. 

Green Gove Springs — 
Van Wagenen, E. 

J acksonviile— 

Allen, W. W. 
BartheJmeaa, R. 
Beckwith, F. J, 

Brey, J. O. 

Crumley. M. T. 
Denson, W., Jr. 
Pastor, J. C. 
Sherman, W. P. 

Lakeland — 

Furman, G. J. 

Miami — 

ConneU. M. H. 
Cooper, K. G. 

Cowan, A. 

Cox, R. M. 

Hussar, E. A., Jr. 
Kelley. R. P. 

Laseter, F, L, 

Singer. J. H. 

Smoot, C. B. 

Strunin, J. 

New Smyrna Beach — 
Tydings, W. F. 

Orlando— 

Macnamara, R, 

Ray. G* A. 

Sterner, D. S. 

Pensacola — 

Acker, C. B. 

St, Petersburg— 
Johnston, J. O. 
Johnston, L. T, 
Scroggs, F. M, 

Tampa — 

Carter, H. G, 
Menendez. R. A. 
Patterson, G, P. 
Thomas, B. A, 

West Palm Beach— 
Hodeaux, W. L. 
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GEORGIA 
Atlanta — 

Arnold, R. S. 
Bailey, G. G, 
Baird, F. E. 

Baker. H. L.. Jr. 
Barnes, C. A. 
Barnes. L. L. 
Barnett. H. 
Bigelow, F. H. 
Bilderback, G. R. 
Blackshaw, J. L. 
Boland. L. C., Jr. 
Bowen, J. P. 
Bowers, C. L. 
Boyd, S. W. 
Brown, R. M. 

Bull, F. W. 

Cain, J, A. 

Carder, W. W. 
Clare, F. W. 

Cole, C, B. 

Crout, M. M. 
Curtis, G. B., Jr. 
Dodd, J. A. 

F'enn, C. V. 
P'orrester, C. O. 
Fobs, E. R. 
Galloway, D. 
Garrard, W. M. 
Genone, H. W. 
Gorbandt. E. T. 
Gowdy, A. C. 
Gregory, P. E. 
Guler, G. D. 
Halstead. W. R. 
Hamilton, M. S. 
Harper, E. C. 
Harrison, H. W. 
Herman, K. R. 
Hightower, G. B. 
Holman, R, F. 
Howard, D. L. 
Hunken. W. L. 
Jamison. E, K, 
Johnson, C, E. 
Joyce, J. J. 

Kagey, 1. B., Jr. 

. Kent, L. F. 

Kitch; R. B. 

Klein, E. W., Jr, 
Kline, C. F. 
Landers, D. N. 
Lindstrom. A. L. 
Lindstrom, D. F. 
Manning, A. J. 
Mauldin, J. G. 
McCain, H. K. 
McKinney, W. J. 
Michelson, D. J. 
Miller. W. S. 
Morgan, W. R. 
Muzio, A. H. 
North, S. L, 

O’ Callaghan, L. J. 
O’Shea. J. J. 

Petty. A, V. 

Piske, R. A.. Jr, 
Player, F. A, 

Rell, H, W. 
Richards. G. H, 
Riggs, O. C. 
Rittelmeyer, J, M. 
Roberts. S. N. 
Rumbold, A. H. 
Seat. J. H. 
Seclunger. B. J., Jr. 
Seepe, P, E. 
Sheahan, J, A. 
Shumate, J. C. 
Smith. A. J, 
Sockwell. C.. Jr. 
SockweU, T. R. 
Stephenson. K. A, 
Stoner, W. C. 
Streater, W. A. 
Strother, W. E. 
Sudderth^ L.. Jr. 
Templin, C# L. 
Tucker, T, T. 
Underwood, J. L. 


Van Nouhuys, H. C. 
Wagner, L. D. 

West, J. H. 

West, W. P. 

Wilson, M. J. 

Wise. M. W. 

Yancey, R, H., HI 

Aujtusta — 

Amphlett, A. L. M. 
Arndt. H. W. 
Holland, G. R. 

Avondale Estates — 
Ware, J. H., Jr. 
Brunswick — 


Berwyn— 
Lobstein, M. C. 
Bloomington — 
Magirl, W. J. 
Nesmith, O. E. 
Palmer, N. A. 
Soper, H. A. 
W^hitmer, R. P. 

Blue Island — 

Fay. A. C. 
Carbondale — 
Owen, C. E. 
Owen, C. E.. Jr. 


Gilmore, J. L. Carter vllle — 


College Park — 
Croley, J. G, 
Columbus — 
Rambo, C. 
Wages, R. W. 

Decatur — 

Beach, R. L. 
Eberhart, J. F, 
Goode, A. E. 

Dunwoody — 
Sockwell. C., Sr. 
East Point — 
Anderson, E- A. 
Fort Valley — 
Otts, J. G. 
Macon — 

McKay, A.'.W. 
Marietta — 

Small. R. A. 
Stotz, R. B. 
Yancey, F,^V. 

Pelham — 

Curry, W. H. 
Rossville — 

Achey, H. N. 
Achey, H. S. 
Callaway, U-IH. 

Savannah — 
Eisenberg, M. F. 
Toccoa — 

Donovan,f,R. F, 

IDAHO 
Boise — 

Berkeley, C. D, 
Lessinger, E.LF 

Pocatello — 
Fereday, M. 
Twin Falls — 
Detweiler, J. R. 


Aurora— 
Dreyer, M. C, 
Jungels, J, W. 
Stevens. W. B. 

Batavia — 
Derby, M. R. 
Boardstown— 
Beatty, J. W. 
Bellwood — 
Young, B. C. 
Young, J. W. 


Colp, J. L. 

Owen, F. W. 

Champaign — 
Markland, C. E. 
Mazer, J, L. 

Rooae, R. W. 

Chicago — 

Abramson, R. J. 
Adams, W. J. 
Aeberly, J. J. 

Allen. A. B. 

* Am merman. A. S., Jr. 
Anderson, C. O. 
Anderson, G. A. 
Anderson, H. E. 
Anoff. S. M. 

Avery, E. G. 

Bain, L. F. 

Bamond, M. J. 
Banach. C. J. 
Baumann, A. W. 
Becker, C. S. 

Beery. C. E. 

Birner, I. L. 

Bishop, M. W. 
Bevington, C. H. 
Bladen, A. M. 

Blaker, A. H. 

Bleier, F. P. 

Bodinus, W. S. 

Boles, H. S. 
Bornquist. G. W. 
Boston, E. B. 

Boyle. J. R. 

Brackett, W. H. 
Braun, L. T. 

Breyer, F. 

Brigham, C. M. 
Brooke. I. E. 

Broom, B. A. 

Brown. A. P. 

Brown, E. B., Jr. 
Buckley. M. L. 
Bueter, N. E. 
Burgess, R. H. 
Burnam, C. M., Jr. 
Byerley, F. A., HI 
Casey, B. L, 

Chapin. H. G. 
Christmann, W. F. 
Chrlstophersen, A. E. 
Clifford, L. F. 

Clo, H. E, 

Close, J. W. 

Coffey, G. B. 

Connell, L. L, 
Connors, E. C. 
Conway, F. J. 
Coogan, J. T, 

Couch, H. J. 

Coulter. T. U- 
Cranage, T. 

Crone, C. E. 

Crosc, O. P. 

Cross, R. C. 
Cummiskey, J. F. 
Dannehy, J. J. 
Dasing, £. 

Dauber, O. W, 

De Land, C, W. 
Elmsen* H. R. 


Emmert, L. D. 
Emmett, J., Jr. 
Endo, H. 

Engonopulos, B. G. 
Epstein, L. 

Ericsson, E. B. 
Fakter, M. 

Fischer, W. F. 
Foran, L, E, 

Frank, J. M. 

Frazee, F. B. 
Freyder, G. G. 
Gellert. L. W. 
Getschow, R. M. 
Gillespie, H. M. 
Goelz, A. H. 
Goodman, W. 
Gothard, W. W. 
Gotschall, H, C. 
Gragg, H. G. 

Graves, C. C. 

Gray, S, A, 
Gregornik, N. A, 
Griffin, C. J. 
Gritachke, E. R. 
Grubbs. J. K. 

Gupta, N. L. 
Gustafson, C. A. 
Haas, S. L. 

Haines, J, J. 

Hand. W. L 
Hanley, T. F., Jr. 
Hansen, J. S. 

Hart, H. M. 
Hashagen, J, B. 
Hattis, B. S. 

Hattis, R. E. 

Hayes, J. J. 

Ilcitman, J. G. 
Helland, A. E. 
Hellmers, C. C., Jr. 
Hieronymus, R. E. 
Hill, E. V, 
Himelblau, H. 
Hinckley. H. B. 
Hochschulz, A. 
Hofmann, E. A. 
Hoskins, W. G. 
Howatt, J. 

Hubbard, G. W. 
Hustoel, A. M. 
Ingersoll, R. S. 
Johnson, B. A. 
Johnson, C. W. 

Jung, H. G. 

Kaiser. F. 

Keating, A. J. 
Keeney. F. P. 
Keeton, R. W. 

Kehm, H, S. 

Kelley, W, P. 
Kenney, D. F, 

Kerr, A. W. 
Kimbrough. C. W. s 
Kincaid, W. V, 

King. A, C. 

King, J. S. 

Knox, W. 

Kolber, I. A. 
Kreisman. H* 
Krogman, W. L. 
Kucera, H. T. 
Kuechenberg, W. A. 
Kuglin, C. R. 
Lagodzinskl, H. J. 
Lang, L. P. 

Langford, D. R. 
Lappln, F. S. 

La Roi, G. H., II 
Lauterbach, H., Jr. 
LebowiU, M. F, 
Lenone, J. M. 

X/ewis, S* R* 

Lichten, E. B. 
Lippitt, A. W, 
Utwack, E. 
lodge, R. H, 

Lund, J, F, 

Malone, D. G. 
Malvln, R, C» 
MandeU, L, D«, Jr« 
Manny, J. 




Roll of Membership 
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Martin, A. B. 
Martin, W. J. 
Matchett, J. C. 
Mathis, E. 

Mathis, J. W. 
Mattingly, M. F, 
Mautner, E. W. 
May, A. O. 

May, M. F. 
McCauley, J. H. 
McClellan, J. E. 
McDonnell, E. N. 
McRae, M. W. 
Mehaffey, R. V. 
Merens, S. H. 
Mertz, W. A. 
Miller, F. A. 
Miller, O,. Jr. 
MUler. R. T. 
MUliken, J. H. 
Moore, R. S. 
Morey, A. A. 
Mueller, H. C. 
Muessig, J. W. 
Mullholland, K. L. 
Nelson, A. N. 
Nelson, R. O. 
Nesteruk, W. M. 
Newport, C. F. 
Offen, B. 

Olsen. C. F. 
Oatermeier, E. J. 
Patten, J. E. 

Paul, L. O. 


Peterson, W. E. 
Philippi, J. J. 
Pickett, C. A. 
Pierce. J. D. 

Pogue, R. B. 

Pope, S. A. 

Potvin, L. J. 
Powers, F. W, 
Prentice, O. J, 
Price, C. E. 

Raider, G. K. 
Raymond, F. I. 
Rea, R. F. 

Reger, H. P. 
Reichelt, E. 

Rex. H. E. 

Rietz, E. W, 

Roche, J, M. 
Rottmayer, S, I, 
Runge, N. P. 

Sachs, S. 

Sander, A. J. 
Schaefer, A. 
Scharrea, J. W. 
Scheidecker, D. B. 
Schulein, L. £. 
Scott. J, C. 

Senk, E. P, 

Shields. R. W, 
Shultz, E, 

Snyman, G. C. 
Solstad, L. L. 
Spencer, R, M. 
Spielmann, G. P. 
Stahl, W. A. 
Stermer, C. J. 
Stevens, H. C» 
Stevenson. M. J. 
Stout. A. G, 

Streb, L. H, 
Sundeen. E. E. 
Swanson. N. W. 
Swart, H. G. 
Thomsen, N, B. 
TlUer, L. 

Tobin, J. F. 
Townse^, J. M. 
Trickier, E. E. 
Trumbo, S, M. 
Turner, G. G. 
Tut^, A. A. 

Van Epps, H. H, 
Van Weelden, M, J. 
Vreuls, C. M, 
Walker, K, A, . 
Walsh, T. A. 
Walters. W. T. 
Ward. O. G. 


Waterfall. W. 

Weil. M. 

Weiss, A. J. 

Wendt, E. H. 
Wesby. V. L. 
Wheeler. H. E. 
White. E. B. 
Whitehead, E. R. 
Widdowfield, A. S. 
Williams. E. B. 
Wilson, W. H. 
Wirth, E. D. 
Wittenmeier, F. G. 
Wolfe, C. E-. Sr. 
Zack, H. J. 
Zingheim, W, C. 
Zintel, G. V. 

Decatur — 

Keller. D. L. 
Deerfield — • 


La Grange — 
Eaton, B, K. 
Emerson, E. K. 
Estep, L. G. 
Kavanagh, P. E. 

La Grange Park — 
Maylarct J. B. 
Lansing — 

Clarke, J, H. 
Ma3rwood — 
Stamps, H. F. 
Mendota — 

Roland. J. 
Sorraane, W. 

Midlothian — 

Fairbairn, J. K. 


Lige, W. W. 

Des Plaines — 
Allahouse, I. P. 
Lockhart, H. A. 

Dixon — 

RiopeUe. W. J. 
Downers Grove — 
Ostermeier, D, E. 
Peterson, J. E. 

East St. Louis — 

Bemarkt, G. H. 
Williams. K. O. 

Elgin — 

Anderson, C. C. 
Gavelek, W. A. 
Grossman. F. A, 
Johnson. R. A, 

Elmhurst — 

Gaylord, F. H. 
Evanston — 

Crump, A. L. 

Fraser, G. M, 
Jefferson, C. H. 
Jennings, B. H. 
Kearney, J. S. 
Oosten, L. S. 

Pfister. V. A. 
Schroeder, W. R. 
Walters, A. L. 

Franklin Park — 
Leuthesser, F. W., Jr. 


Glencoe — 

Mittendorff, E. M, 
Glen Ellyn — 
Sherman, V. L. 
Glenview — 
Nightingale, G. F. 


Harvey — 

Wright, L. T., Jr. 
Highland Park— 
Arenberg, M. K. 
Homewood — 
Wilkinson, F. J. 
Hubbard Woods— 
Alschuler, J. H. 
Jfackson — 

Ludlow. H. M. 


Kewanee— 
Bronson, C. £. 
Dlckdoa, R. B. 
Hartman, J, M« 
Palmer* E« M. 
RusseU, W. B. 


Moline — 

Beling, E. H. 
Holuba. H. J. 
Nelson, J. W. 
Nelson, R. H. 

Monmouth — 

O’Daniel, J. A. 

Morton Grove — 
Dell. J. A. 
Gossett, E. J. 
Moore, R. E. 
O’Connell, P. M. 
Patterson, R. A. 
Pullum, C. E, 

Mount Prospect — 
Nessell, C. W. 
Schuetz, C. C. 
Schwerman, C. H. 

Mt. Vernon — 
Benoist, L, L. 
Benoist, R. E. 

Northbrook — 
Prebensen, H. J. 


North Chicago — 
Marschall, P. J. 
Oak Lawn — 
Towner, C. E. 
Oak Park — 
Borzello, N, 
Deyo, C. D., Jr. 
Doody, F. A, 
Fitzgei^d, M. J. 
Glover, R. P. 
Johns, H. B. 
KeUer, A. B. 
May, E. M. 
Meiller, D. V. 
Smith. L. J. 
Strong, A. P., Jr. 
Tracy, W. E. 
Uhlhom, W. J. 


Ottawa — 

Bazzoni, J. P. 

Park Ridge— 
Berzelius. C. E. 
DuBois, L. J. 
Floreth. J. J. 
Heckel. E. P. 
Heckel, E. P„ Jr. 
Mench, J. G. 
Sutcliffe, A. G. 


Pecatonica— 
Wa^ington, L. W. 


Peoria — 
Abendroth, H. F. 
Hauer, F. W, 
HuU. E. O. 
Meyer, F. L. 


River Forest — 
Hudson, R. B. 
Richmond, K. C. 
Wempe, R. IL 

Rockford— 

Braatz, C, J. 
Browne. S. D, 
Debes, C. N. 
Kennedy. W. W. 
Lathers, V. M. 
Lester, E. A. 
McGavocJc, E. A. 
Stewart, D. J, 

Rock Island — 
Kimble, C. W. 
Springfield — 

Long, E. J. 

Sharp, J. E. 

Urbana — 

Bareither, H. D. 
Buckley, N. A. 
Carroll, J. R., Jr. 
Fahnestock, M. K. 
Fellows, J. R. 
Harris, W. S. 
Helffnsline. R. J. 
Konzo, S. 

Kratz, A. P. 
Severna, W. H, 
Stenn, S. 

Willard, A. C. 

Vandalia — 

Connors. F. E. 
Warrenville — 
Aronson, H. H. 
Waukegan — 

Huhn, W. E. 
Wheaton — 
Sommerfield, S. S. 
Wilmette — 
Narowetz, L. L., Jr. 
Thompson, F. W. 

Wlnnetka — 

Brunn, C. G. 
Killian, V. J. 

Wyoming — 

Bedard, E. L. 


INDIANA 
Anderson — 
Dean, C. H. 


Carmel — 
WaUace* R. R. 

Columbus — 
Young, G. H. 

East Chicago — 
Evanson, M. 

Elkhart — 

Meyer, R, P. 

Evansville— 

E. 

r. 

J.K. 
C. 

M. 

F. 

Fort Wayne — 


J* 

Jr. 


Case, D, V,. 
Hattersley. i 
Pressler, J. I 
Reed, V. E.. 


Berry, N, ] 
Boyer, C. ' 
Kmghton, 
Koenig. A. 
Pierce. H. 
Wiegand, i 
Wright, J. 



126 


Heating V 0 ntilaUng Air CondiUoning GniUde I94S 


Roth, J. L. 
Sinish, W. R. 
Winner. R. J. 

Gary — 

Kirtland, E. M. 
Greencaatle— 
Perry, M. A. 
Greenfield — 
McQueen, B. 
Hagerstown — 
Hagen. R. T. 
Hammond — 
Callia, D. K. 
Huntlngburg — 
Collins, J. 


Huntington — 
Redrup, W. D. 
Smith. G. W. 

Indianapolis — 
Alexander, H. V. 
Allen, A, G. 

Allen, J, L. 
Ammerman, C. R. 
Arzet, F. A. 

Babcock, D. 

Barton, F. C. 
Bearden, J. D. 
Bevington, W. C. 
Blackman, R. C. 
Blackwell, J. S. 
Boone. F. S. 
Bradfield, J. L. 
Bragg, R. E. 
Buschtnann, A. W. 
Carlson, C, J. 

Clark. L. W, 

Clarke. J. L. 
Clemens, J. E. 
Cockley, J. E. 

Colby. J. R. 

Cotton, I. W, 

Davis, T. R. 
Dickson, D. R. 
Dillon, D, A. 

Donie. R. A. 

Drum, R. I. 

Dwyer, W. H. 
Dwyer, W. H.. Jr. 
Elliott, J. H. 

Ely, J. W. 

Fenstermaker, S., Jr, 
Fenstcrmaker, S. E, 
Fenstermaker, W, R. 
Fischer, F, C. 

Fox, W. L 
Freije, W. F. 

Garber, W. E., Jr. 
Goebel. H. A. 
Gombert. F. S. 
Goohs. W. E. 

Grear, W. W. 
Griswell, H. D. 
Hagedon, C. H. 
Hague, W. S. 

Hardin, J. T. 

Hayes. G. J. 

Hayes, J. G- 
Heidenreich, G. 
Helwig. E. C. 
Hoffmann. W. A. 
Hosmer, G. H. 

Hoyt, R. A. 

Jackson, G. O. 
Jackson, J. W. 
Jackson, R. O. 

Janitz, R. H. 
lehlc, F. 

Johnson, H. F., Jr. 
Jordan. P. R. 

Joslin, G. C* 

Kekn, E. C. 

C. M. 

Ltodeman, F. 
Locke, C. F. A. 


Malm, E, L. 
McDaniels, J. A. 
McGeary, P. W. 
Morris, B, 
Morrison, F. 
Mulrey, M. D. 
Newton. A. E. 
Niesse, J. H, 
Novak, G. J. 
Nyland, J. A. 
Paetz, G. A, 
Payton, J. F. 
Perham. S. H. 
Pfau, A. C. 
Pherigo. F, S. 

Post, G, A. 

Pruitt. C. H. 
Roche. A. O., Jr. 
Rotz, J. M. 

Ryan. K. W. 
Sanbern, E. N. 
Schwitzer. L., Jr, 
Shuttleworth, R, 
Simmons, G. P. 
Simmons, N. L. 
Simmons, N. M. 
Skinner, N. D. 
Stevens, H. R. 
Stickle, F. A. 
Supple, G. B. 
Vogel, G. W. 
Waldon, O. D. 
Warren, C. N. 
Weiland, C. C. 
Wesner, E. L. 
Whittington, W. P. 
Will, C. A. 
Williams, G. 
Williams, G. M. 
Wolf, R. L. 

Lafayette — 

Beery, V. L. 
Boester, C. F. 
Henze, A. L. 
Montague, F. H. 
Montgomery, T. F. 
Morse, F. B. 
Walker, K. 

La Porte — 

Bard, W, S. 

Dring, R. W, 
Shrock, J. H. 
Tenkonohy, R. J. 

Lebanon — 

Coryell, G, L. 
Loganaport — 

Baker, T. A. 


Marion — 

Liniger, R. 

Michigan City — 
Stockwell, W. R. 
Westphal. E. R, 
Westphal, N, E. 

Milford— 

Scott. A. C. 

Monrovia— 
Voorhecs. G. A, 

Montlcello — 
Younger, R. D. 


Muncie— 
Davis. W. M, 
Price, C. F, 
Shreeve, L. D. 


Nobleaville — 
Jennings, J. U. 
North Judeon— 
Cunnin^am. f* S. 
Oaktown— * 


Peru — 

Thrush, H, A. 
South Bend— 
Davis. W. L. 
Terre Haute — 
Belden, A. G., Jr. 
Stuart. R. A. 

Vincennes— 
O’Donnell, L. D. 
West Lafayette — 
Anik, B. 

Baker, M. 
Barnard, W. B. 
Bridgcrs, F. H. 
Deverall, C. R. 
Hambley, C. J. 
Jacks, P. E, 
James, R. G. 
Kercheval, W. L. 
Knox, A. E. 
Menke, A. C. 
Merker, W. T. 
Miller. W. T. 
Priest, C. R. 
Tiramis, W. W. 
Touloukian, Y. S. 
Vanderford. J. R. 
Warner, C. F. 


IOWA 
Ackley — 

Nelson. G. O. 
Amana — 

Zuber, O. C. 
Ames — 

Gould, M, E. 
Sandfort, J. F. 
Schroeder, D. E. 
Thom, H. C. S. 


Bettendorf — 
Stock, C. S. 
Cedar Rapids — 
Engskow, J. C. 
Holbrook, J. A. 
Messenger, A. R. 
Nyquist, J. D, 
Schultz. C. W. 

Cherokee — 

Miller, M. S. 
Council Bluffs — 
Edelman, H. W. 
Magarrell. K. R. 

Davenport — 
Brooke, J, O. 


Des Moines — 
Anderson, E. R. 
Bartels, E. M, 
Borg, E. H. 
Campbell, B. 
Dawfion, R. E. 
Dolge. E. A. 
Duitcn, P. R. 
Frankie. H. R. 
Gebuhr, J. V, 
Helstrom, C. W. 
Johnson. T, R* 
Kline, F, L. 
Landes, 0» E« 

La Rue, P. 
Lindholm, W. D. 
McCarthy. R W. 
McGuiness, C; H* 
Murphy, D. C» 
North, d P. 
Olson. K, O. 
Osborn. F. W. 
Sehnell, Jl. H, 


Schuler, W. B. 
Schwlrtz, B. A. 
Stuart. W. W. 
Summerville, E. A. 
Tappen, M. M, 
Triggs, F. E. 

Tntle, H J. 

Wells, D. E. 
Wheeler. C. A, 

Iowa City — 

Croft, H. O. 
Marshalltown — 
Booth, R. W, 

Stover, R, S, 

Ottumwa — 

Brady, G. A. 
Plymouth— 

FriedUne. J. M. 
Sioux City— 

Farkas, F. S. 

Hagan. W. V. 
Hartnett, D. E. 
Nelson, F. L. 
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Norton, L. I. 
Waterloo — 

Burch. W. E. 

Evans, S. M, 

Hedeen. L. E. 
Herbert, R, M. 
Smith, S. T. 

Todd. M. L. 
Winterbottom, J. W. 
Winterbottom. R, F, 
Young, D. H. 


KANSAS 


Atchison — 

Case, D. V, 

Fort Leavenworth — 
Marston, A. D. 
Great Bend — 
Morrison, W. L, 
Hutchinson— 
Stevens, H. L. 

Junction City — 
Froelich, H, A. 


Kansas City — 
Arthur, J. M., Jr, 
Betz, li. D. 

Degler, H. E. 

Edge. A. J. 

Henry, R. W. 
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Lawrence — 

Robb, J. E, 
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Newbanks, N. N. 
Roark, L L, Jr, 
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Sunflower— 
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Math«y*K, J. 
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Smith. E. A. 
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Thoman, E, O, 
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Shreveport — 

Beaty, S, W. 

Dykes. O. J.. Jr. 
Fitzgerald, W. E. 
Kearby, E. jf, 
Menefee, J. I. 

Otto, A. H. 

Parsons, L, D., Jr. 
Rottraann, P. O, 
Stravolemos. E. 
Zimmerman, R, F. 
Zwally, A. L. 
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Atkins, O. H. 
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Auburn — 
Fowles, H. H. 
Bangor — 

Prince, R, F. 
Portland — 

Pels. A. B. 
Haynes, C. V. 
Leland, W, B. 
Lunt, W. F. 
Marsh. G. R. 
Merrill, C, J. 

Sanford — 
Stllphen, N, E. 


MARYLAND 
Annapolis — 
Minick, A. U 

Anne Arundel 
County — 
Johnston, R. M. 
Baltimore — 
Chinn, G. L 
CoUter, W. L 
Crabbln, W. W. 
Crosby, E. L. 
Dehler, F, C* 


Dressell, R. E. 
Dukehart, M, M. 
Earp, S. 

Flanigan, W. P. 
Fuller, C. W. 
Gerhardt, E. D. 
Glaser, H. D. 

Haines, F. H, 

Harris, H. M. 

Hauf. J. C., Jr, 

Kent, E. R. 

Leilich, R. L. 

Levitt, L. L. 

Mac Gann, L. S. 
Malone, J F. 
Mathaney, E. H. 
Mayer, W. J. 
McCrca, L. W. 
Morris, E. J. 

Nest, R. E. 

Peters, B. G. 

Posev, J. 

Priesier. G. B. 

Roche, G. J. 

Seiter, J. E. 

Smoot, T. H. 

Snyder. E. J. 

Stokes, A. D. 

Taze, E. H. 

Vande L. G. 

Vincent, P. J. 

Bethesda — 

Goodwin, E. W. 
Gregg, S. L. 

Markcrt, J. W. 

Cambridge — 

Daniel, C. E. 

Chevy Chase — 
Beitzell, A. E. 

Beline, M. B. 
Frankel, G. S. 
Humphrey, L. G., Jr. 
Robeson, B. P. 

College Park — 
Carleton, H. G. 
Cumberland — 
Griffith, C. A. 
Edgewater Beach — 
Merle, A. 

Elkton— 

McCloskey, J. H. 
Glen Burnle — 
Rodgers, J. S. 
Hyattsville — 

Mitchell. A. E. 
Kensington — 
McKim, P. H. 
Spurney, F. E. 

Landover — 

Norrington, W. L. 

Laurel — 

Alexander, J. W. 

Rainier— 

Barber, R. C. 

Rockville — 

Brunett, A. L. 

Silver Spring — 
Eagleton, S. P. 

King, W. O, 

Martin, W, A. 
McArdle. F. E. 
Shuman, L. 

Stack, A, E. 

Stoneleigh — 

Peters, C. J. 


Takoma Park — 


Flagg, L. F. 


Godbold, B. P, 


Morton, H. S. 


Russell, B. A. 


MASSACHUSE'rrS 
Acton — 

Gates, J. N. 

Andover — 

Wilson, A. M. 
Arlington — 

Brenton, R. S. 
Kenney, D. J. 

Arlington Heights — 
Tarr, H. M. 

Ashland — 

Jones, F. 
Aubumdale — 

Ahearn, W. J. 
Belmont — 

Fitch. W. R. 

Shipp. W. H. 

Boston — 

Archer, D. M. 

Bell, W. C. 

Bernard, E. L. 
Bonner, J. 

Brigham. F. H. 
Brinton, J. W, 
Buchanan, W. P, 
Campia, O. J. 

Cashin, W. K. 

Colby. J. H. 

Cole, H. S. 

Donohoe, J, B. 
Dover, D. E. 

Dow. C. H. 

Drinker, P. 
Dusossoit, E. A. 
Farnum, W. S. 

Field, E. 

Geissenhainer, L. R. 
Hare, A. L. 

Hart, T. S. 

Hoagland, E. J. 
Jennings, W. G, 
Kelley. J. J. 

Kimball, C. W, 
Licandro, J. P. 
McCoy, T, F. 

Means, J. M. 

Merrill, F. A. 

Miller. D. C. 
Pettingell. J. M. 
Ritter, I. S. 

Shaer, I. E, 

Swaney, C. R. 
Tierney. L. J. J. 
Tuttle. J. F. 

Von Rehberg, H. L. 
Waterman, J. H. 
William, F. C. 
Yaglou, C. P, 

Brookline — 

Flint. C. T. 
Cambridge — 

Blair, D. W. 

Dawson, F. C. 
Gerrish, G. B. 
Hcsselschwerdt, A. 

L.,Jr, 

Holt, J. 

Peterson, C. M. F. 
Saurwein, G. K, 
Shedroff, D. 1. 
Spence, R. A. 

Wilkes, G. B. 

Canton— 

Carlson, E. E. 
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Charleatown — 
Mann, L. B. 
Chestnut Hill — 
McDonald, J. J, 
Dorchester — 
Ehrenzeller, A, 
Goodrich, C. F. 

, Hosterman. C. O. 
Kingsbury. N. E. 
Landau, M. 
Sullivan. R. P, 

Dover — 

Lincoln. R. L. 
East Boxford — 
Shaw, B. E. 

Fall River — 
Walmsley, A. E. 


Fitchburii — 

Dolan, W, H, 
line, E. E. 
lllig, W. R. 
Karlson. A. F. 
McKittrick, P. A. 

Granville Center — 
Cross. R. E. 


Harwich Port — 
Maxwell, G. W. 

Holyoke — 

MacDonald. G. D. 


Hyde Park — 
Austin, W. H. 
Bartlett, A. C. 
Blair. H. A. 
Ellis. F. R. 
Holmes. R. E. 


Tillotson, J. J. 
Van De Weghe, R. 


Huggins, L. G. 
Jones. F. C,, Jr 
Minkler, W. A. 


C. 


Lancaster — 
Taggart, R. C, 

Lawrence — 
Bride. W. T. 


Lenox — 

Woodger, H. W. 

Leominster — 
Kem. R. T. 
Torrens, G. B. 

Lynn — 

Farrow, H. L, 

Marblehead — 
Sprague, G. W. 
Waiiams, W. A, 


Mattapan — 
Brown, M. 


MedfCMrd — 
Brissette. L. A. 
Warner, C. A. 

Melrose — 
Franklin, R. S, 
Richards, L, V. 


Miltorr— 

Collins. D. M. 
She£&eld, R<. A, 
Turnbull, F. J. 


Nantucket — 

Edsaxton, L. S. 


Natick — 

Meredith, J. W. 
Needham — 
Goodwin, W. C, 
Webb, J. S. 

New Bedford — 
Belanger. W. 
Newton — 

Levine, L, J. 
Martin. H, L. 

Newton Centre — 
Curry, R. F. 

Shaw, N. J. H. 

Nevi^onvUle — 
Emerson. R. R. 
Moore. H. C. 

Northampton — 
Burrows, A. J. 
North Quincy — 
Parker, H. E. 
Pittsfield — 

Nicholls, J. M. 
Revere — 

Brayman, A. I. 
CaU, M. L. 

Foulda. P. A. L. 

Rockland — 

Allison. W. F. 
Roslindale — 

Larson. C. W. 
Salem — 

Masterson, W. R. 
Somerville — 
Whitten. H. E. 
South Boston — 
Dane, 1. S. 

South Weymouth — 
York, J. E. 
Springfield — 
Lovenberg, A. M. 
McClean, F. C. 
Murphy, W. W. 

Stoneham — 

Fava, A. A. 
Waban— 

McMullen, E. W. 
Sack. H. S. 

Ware— 

Scott. D. C. 

Watertown — 

White, P. H. 
Wiegner, H. B, 

Wellesley Hills— 
Barnes, W. E. 
Groves, S. A. 

Westfi^d— 

Smith, S. K, 

Westford — 

Duncan. L, P. 

West Newton— 
Burbo, W, G. 
Hodgkinson, W. S. 
WahUn. B. J. 

W^t Roxbnrsr— ' 

Krapohl. W. H. 
McPherson, W. A. 


Winchester^ — 

Carrier, E, G. 
Doherty. J. J. 

Wollaston — 

Blair, E. L. 
Worcester — 
Bachmann, W. L. 
Callan, J. J.. Jr. 
Kolb, R. P. 
Walsh. J. W. 
Wechsberg. O. 


MICHIGAN 

Albion— 

Gable, H. R. 

Allen Park — 
McIntosh. R. AI. 
Alto— 

Wieland, J. J, 

Ann Arbor — 

Arar. R. M. 

Briskin, B. 

Calhoon, F. N. 
Clark, J. W. 

Epple, A. B. 
Kammeraad, K. J, 
Kessler, C. F. 

Kerai, M. R. 

Lee. C. C. 

Lesley, P. F., Jr. 
Linsky, B. 

Marin. A. 

Nyman, R. A. 
O'Bannon, L S. 
Schrock, R. E. 
Wigglesworth, G. L., 
Jr. 

Battle Greek — 

Burtis, H. D. 
Christenson, H. 

Dyer, W. S. 

Murray, F. L. 

Smith, R. B. 

Bay City — 

Henry. E. C. 

McCoy, F. F. 

Birmingham— 
Chester, T. 

Hadjisky. J. N. 
Hyde, E. F. 

SchulU. S. F. 

Blissfiold— 

Grew, R. E. 
Bloomfield Hills— 
Steggall, H. B. 
Charlotte — 

Oberlin, J. A. 

Clarks ton — 

Watson, W. W. 
Comstock Park — 
Appelt, J. B. 


Kramer, J, J. 
Lemmen, R. N. 
WaUace. J. B. 


Detroit— 

Adam, R. W. 
Anderson, E. J. 
Anderson. G, W. 
Andrew. G. J. 

Baker, C. H. 

Band, h P. 

Bamum. W. E,. Jr. 
Barth. H. E. 
Baumgardner, C. M. 


Bay. C. H, 
Beattie. J. 
Beecraft, G. A, 
Berryman, R. H. 
Bichler. J. S. 
Biggere. R, H. 
Bigham, B. H. 
Bishop. F. R. 
Blackmore, F. H, 
Blair, H, C. 
Boales. W. G. 
BoUe, F. G.. Jr. 
Borak, B. 

Bottum, E. W. 
Bmdie, A. H. 
Brown. W. A, 
Bruce, M. 

Burch, L, A, 
Busse, H. 

Butler. R. P. 
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Caughman. R. B, 
Cauhorn, A. V. 
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Chapman. D. B. 
Chappell, H. D. 
Clar, R., Jr. 

Clark, E. H. 
Collins. L. F. 
Connell, R. F. 
Conover, E. W. 
Coon, T. E. 
Crawford, F. A. 
Cummins. G. H. 
Dauch, E. O. 
Davis, G. L., Jr. 
Deppmann. A. C. 
Deppmann, R. L. 
Dixon. W. 

Dolan. H. P. 
Donohoe. C. F. 
Dubry, E. E. 
Duke. R. Q. 

Dull, W. M. 
Dunbar, D. H. 
Durkee, M. C. 
Elliott. N. B. 
Emrick, A. A. 
Esslinger, L. A. 
Ewald, J. H. 

Falk. D. S. 
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Hughson. H. H. 
Jaffke. W. W. 
Johnson. F. W. 
Kasameyer, A. L. 
Kaufman, H. J. 
Kellogg, W. T. 
Kilner, J. S. 
Kincaide, M. C. 
King. D. J, 
Kirkpatrick. A. H. 
Knibb, A, E. 
Kolaaa. M. J. 
Kuhlman, C. E. 
Lee, L, A. 

Lees, J. 

Lewis, D. H. 
Linaenmeyer. F. J, 
Livermore, J. N. 
Ludwig, A. D, 
Luty, D. 1. 
Mabley.f.H. 
Major. L F. 
MSly. C. F. 
Martel, C. L. 
Marxolf, F, X. 



BjoU of Memherahip 


m 


Mason, L. T. 

Maurer, L. 

Maynard, J* E. 
McCarl. H. E* 
McCormick, G. W., 
Jr. 

McCrea, J, B. 
McGeorge. R. H. 
Mclntire, J. F, 
McLean. D. 
McNamara, G. Q. 
Mericle. C. D. 
Milward, R. K. 
Morettl, G. 

Morse, C. T. 

Morse, L. S.. Jr, 
Muth, A. J. ^ 
Oberschulte, R. H. 
O’Gorman, J. S., Jr. 
Old. W. H. 

Olivieri, J. B. 
Ollesheimer, L* T. 
Osberger, T. L. 
Osgood, H. P. 

Paetz, H, E. 

Park, J. A, 

Parrott, L. G. 
Partlan, R. L. 
Paterson. R. O. 
Pavey, C. A, 

Pearson, F. L. 
Peterson, D. J. 
Petronis, A. 

Pfeiffer. G. R. 

Pierce, C. 

Porte. C. E. 

Purcell. F. C. 
Randall, R. D. 
Randall. W. C. 
Reader. J. T. 
Robinson, G. W. 
Robson, J. W. 

Rowe. W. A, 

Rubin. L. 

Runnings, H. M. 
Sanford, S. 

Sanger, E. 

Saulson. S. 

Sawyer, H. C. 
Scbaarschmidt. K. F. 
Scherger, F, J. 
Schimpke. B. J. 
Selving, H. T, 

Shaw, G. W. D. 
Sheley, E. D. 
Sheppard, P. D. 
Shiller, B. P. 

Signor, C. W. 
Singleton, A, B. 
Smith, BL T. 

Smith. W. O. 

Snyder, J. W. 
Spiuley, J. H. 
Spitzley, R. L. 
Spurgeon, J. H. 
Starrett, F. W. 
Stites. R,. Jr. 

Strand, C. A, 
Taylor. H. J. 

Terry, J. 

Toonder, C. L. 
Tracy, J. W, 
Trambauer, C. W, 
Tuttle, G. H. 

Tykle, F. G. 

Ulcker, J. J. 
Wagoner, K. J. 
Waid, G, H, 
Walters. T, A. 
Whelan, W. J, 
Whittaker, G. S. 
Whybrew, G. H. 
Wirfe. K, G. 
WifliaitiS, F, H. 
Wilson, K, L. 
Winaas, G, D. 
Wltheridae. W. N. 
Woodson, J- W. 
Ziel, H. E. 

Zlembft, W. P, 
Zynda* J. R. 


Dowaitiac — v 
Harden. J. C. 
Polad, T. H. 
Woodhouse, G. D. 

Duluth — 

Sher, A. I. 

East Lanslnft — 
Anderson, J. T. 
Hussain, T. A. 
Miller, L. G. 
Pesterfield, C. H. 

Elberta — 

Edwards, W. W. 

Excelsior — 

Woolman. H. D. 


Ferndale — 

Lindsley, F. A, 
McCaul. L. K. 

Flint— 

Hendriksen, L. 

Young, R. H., Jr. 

Gladstone — 

Carlsen, H. J. 

Grand Rapids — 
Alexander, J. L. 

Boot, A. 

Bradheld. W. W. 
Bratt, H. D. 
Calcaterra, L. A. 
Clarke, W. L. 

Dean, V. C. 

Evert, M. C. 

Goodwin, F, T, 

Goote, M, 

Jasper, H. C. 

Utt, M. A. 

Mangrum, R. W. 
Marshall, O. D. 

McM aster. S. G. 
Pulte, J. W. 

Schilken, D, R, 

Shedd. R. W. 

Stafford, T. D. 

Swart, R. H. 

Van Spriell, L. 
Walter, B. J. 

Warren, F. C. 

WUson, H. F. 

Ziesse, K. L. 

Grosse Polnte — 

Feely, F, J. 
McConachie, L. L. 
Patterson, F. H. 
Thomas. J. E, 

Hl^tand Park- 
Green, E, J. 

Horner, F. S. 

Sanders, G. O. 

Hillsdale— 

Oxenrider, M. 

Holland — 

Cooper, B, G. 

DeRoo, W. C. 
Harbin. F.. Jr. 
Schultze, D. P, 
Weyenberg, H. 
Winchester, P. D. 

Houghton — 

Fricke. R. A. 

WitUg, F. E. 

Huntington Woods — 
Green, D. P. 

Keyset. H, M. 

Iron River— 

Boyd. L. E. 


Ishpetning — 

Hoff. O. I. 

Jackson — 

narrower. W. C. 
Kelly. O. A. 

Link, C. H. 

Minor, j. E, 

Page. V. C, 

TUford, L. A. 

Kalamazoo — 

Bradfield, W. W., Jr. 
Brundage, F. W. 
Deming, R. £. 
Downs. S. H. 
Limbacher, H. R. 
Mahoney, C. L. 
McConner, C. R 
Metzger. H. J. 
Rupert. J. D. 
Saunders, C. V. 
Schlicii'.ing, W, G. 
Temple. W. J. 
Wasson, R. A. 
Wilson. R. W. 
Woltera. H. W. 
Zieve. E. R. 

Lakesidf — 

Royce, R. F. 
Lansing — 

Aikln, A. A. 

Burr, L. R. 

Caplan, K. J. 
Criaman. L. J. 
Distel, R. E. 
Faggion, A. J . 

Fox, E. C. 

Hill. V. H. 

Lankton, F. E. 
McCauley, D. G. 
Miller, J. W. 
Parsons, R. A. 
Robinson, K. E. 
Rupp, C. J. 
Thompson, W. G. 
VandciHp. P. J. 
Vandervoort, R. B. 

Lawrence — 

Morton, P. S. 

Marlette — 

Hurlburt, R. G. 

Milford— 

Woodbridge, W. L. 

Muskegon — 

Gibson, H. E. 
Hughes, M. W. 
Wibalda, R. K. 
Young. H. J, 

Pleasant Ridge — 
Witmer, H. S. 

Plymouth — 

WUson. C. H. 

Rochester — 

Akers, G. W. 

Saginaw- 
Low. C. J, ^ ^ 
Rittenhouse. O. R. 
Root. E. B. 
Witheridge. D. E. 
Withexidge. J. M. 

Spring Lake— 
WUson, J. D. 

Wayland— 

, A. H. 


Willow Run- 

Stark, R. C. 


YpsUanti — 

Jorgensen, E. W. 


MINNESOTA 


Albany — 

Kittleson. H. B. 
Anoka — 

Linden, M. 
Bas^rt — 

Swanson, E. C. 
Chisholm — 
Vasenius. A. W, 
Cloquet — 
Anway, H. W, 
Schlenk, H., Jr. 

Duluth — 

Foster, C, 


Edina — 

Gerrish, D. C. 
Meyer, K. A. 

Excelsior — 

Rowley, F. B. 
Hlbbing— 

Bispala, J. T. 
Hopkins — 

Quigley, M. E. 
Marshall — 

Bisbee, B. A. 
Minneapolis — 
Algren, A. B. 
Anderson, G. E, 
Anderson, R. O. 
Atkinson, R. P. 
Baker, J. T. 

Balch, R. M.. Jr. 
Bell, E. F. 

Bensen, C. L. 
Bjcrken, M. H. 
Bloom, R. L. 
Borry. J. V. 
Bowler, R. W. 
Bredeson, C. R. 
Bren. L. W. 
Brown, G. M. 
Buck, W. B, 
Bums, E. J. 
Burritt, C. G. 
Burton, W. A. 
Butler. R. C. 
Campbell. R. L. 
Carley, T. S. 
Carlson, C. O. 
Carlson, R. M. 
Chalmers. C. H. 
Cllaciyan. A. 
Collier, J. R. 
Craig. J. A. 
Cronstrom, K. A, 
Crosby, H. S. 
Dahl. L. J. 
Dahlstrom, G. A. 
Davidson, J. C. 
Dinham, R. E. 
Eastin, M, R. 
Erickson. E. T. 
Evans. R. W. 
FeUzer, J. H. 
Fergestad, M. L. 
Ferrara. A. L. 
Finnell, E, C. 
Forfar, D. M. 
Fox. F. J. , 

Frey, G. W. 
Furber, S. L. 
Cau8e%ritz. W. H. 
^ndein, S. 
Gerrish. H. E. 
Gerrish, J. K. 
Glanos, T. C. 





m 


Heating Ventilating Air Conditioning Guide 1949 


Gorgen. R. E. 
Gray, J. D., Jr. 
Griefnow, O. W. 
Gross, L. C. 
Gruenberg, S. B. 
Haines, J. E. 
Haley, R, T. 
Hanson, L. C. 
Hanson, L. P. 
Harris, H. R. 
Harris, R. C. 
Heikkinen, H. K, 
Helstrom. H. G. 
Herman, N. B. 
Honey, R. E. 
Hovda, A. F. 

Huch, A. J. 
Huckins, E. R. 
Iserman, M. H. 
Jahn, W. E. 
Jamieson, J. R., Jr. 
Jenkins, H. C. 
Johnson, H. K. 
Johnson, R. W. 
Jordan, R. C. 
tuhl, E. P. 
kayser, P. G. 
Kendrick, G. M. 
Kliever, W. H. 
Knoblauch, H. K. 
Knowles, E. L. 
Krause, L. J. 
Lamson, F. S. 
Lange, F. F. 
Larson, C. P. 
Larson, C. W. 
Lawrence, C. T. 
Lee, M, N. 

Lee, R. H. 

Legler, F. VV. 
Leighton. A, H. 
Lilja, O. L. 

I^ke, J. S. 

Lund, C. E. 
Martenis, W. W. 
Matthies, L, A. 
Mattson, R. K. 
McDonald, T. 
McLouth, B. F. 
Milligan, D, G. 
Mills. H. C. 
Mooney, B. P, 
Morrow, E. J. 
Nelson. R, A. 
Nelson, V. E. 
Nichols. H. R. 
Nicols, J. A. 

Olson, E. 0» 

Olson, W. A. 

Orr. G. M, 

Oslund, D. L. 
Parkans. L. M. 
Pearson, V. E. 
Petersen, C. P. 
Porter, H. M. 
Quade, H., Jr. 
Reiher, H. C. 
Relsberg. L. K. 
Reach, R. J. 

Ries, A. S., Jr. 
Roberts, H. P. 
Robinson, P. D. 
Rosenstein, D, L. 
Rudberg, J. A. 
Sanders, C, M,. Jr. 
Schad. C. A. 
Scbembeck, F. H. 
Schulu, A. W. 
Sedgwick. D. E. 
Seelert. E. H. 

Sierfc, H. G, 

Smith, S., Jr. 
Snyder, E. F., Jr. 
Spanton, M. D. 
Sperry, H. A. 
^uier. R. T. 
Staflford, J. F. 
Stewart, R. M. 
Stiller. F. W. 
Svoboda. G, J, 
Swanson. A, E. 


Taylor, D. G. 

Uhl. E- J. 

Uhl, W. F. 

Walters. R. R. 
Weber, W. A. 
Whitnah. S. 

Wnk, A. 

WHk, E. M. 
Williams. H. B, 
Wilson, D. P. 

Wiser, C. E. 

Mound — 

Larson, H. B. R. 
Olivia — 

Pease, L. W. 
Owatonna — 
Anderson. G, A. M, 
Haines, R. W. 

Robblnsdale — 

Hyde. L. L. 

Ruth. R. J. 

Rochester — 

Adams, N. D. 
Swenberg, W. A. 

St. Louis Park — 
Harris, W. L. 

St. Paul — 

Anderson, D. B. 
Backstrom, R. E. 
Barnett, R, E. 
Bauer, A. E, 

Bean, G. S. 
Bergman, A. E. 
Blazek. L. J., Jr. 
Bostrom, H. R. 
Colman, R. C. 
Custer, J. B. 

Estes, E. C. 
Gausman, C. E. 
Hamm, J, G. 

Healy, D. L.. Jr. 
Hickey, D, W. 
Hultgren, J. T, B. 
Johnson, E. A. 
MacKenrie, J. M. 
McClung, K. R. 
McNamara. W. 
Miller, K. W. 

Oberg, H. C, 

Otto. R. W. 

Paine. H. A. 
Persson, N. B. 
Peterson. J. R. 

Ruff. D. W. C. 
Rugg, H. H, 

Ruud, R. E. 
Sandberg, J. A. 
Sanford. A. L. 
Schampel. H, B. 
Schneeberg, F. H. 
Shimazaki, T, T. 
Shorba, M. 

Sturm. W. 

Sweeney. R. H. 
Webber, E. C, 
Winterer. F, C. 
Wunderlich, M, S. 

St. Peter— 
Forderbrugen, K. J. 


MISSISSIPPI 
Clarksdale — 

Kremser, R. C., Jr. 
Columbus — 

Norris, C. G. 
Ltymbsrton' — 
Stevenson, D. p., Jr. 

Maim. 1. W., Jr. 


VIcksburA— 

Stepan, T. E. 


MISSOURI 

Brentwood — 

Bishop, A. C. 
Clayton — 

Isaaceon, L, Jr. 
Kaenter, R. J. 
Russell, W. A, 
Smith, R. C. 

Van Alsburg, J. H. 
Weber, E. F, 

Eureka — 

Klngsland, G. D. 
Ferguson — 

Barsha, N. B. 
Otten, W. A. 
Szombathy, A. R. 
Szombathy, L. R. 

Glencoe — 

Disney, M. A. 
Glendale— 

Saenger, L. W, 
Hannibal — 

Wilson. G. H. 
Jefferson City — 
Wagner, W. J. O. 
Wo^man. L. E. 

Joplin — 

Gaines, E. F. 
Jones, J. T. 

Rainey, H. D. 
Satterlee, H. A. 


Kansas City — 


Adamson. L. C. 
Allen, I). M. 

Allen, R. C., Jr. 
Atwater, H. A, 
Ball, W. 

Barnes, A. R. 
Baines. J. G., Jr. 
Brackmano, W. H. 
Bruce, L. E. 

Caleb, D. 
Campbell, E. K. 
Campbell, K. 
Campbell. R. P. 
Cantwell. A. B. 
Cassell, W. L. 
Cheaaley, T, C. 
Clegg, C. 

Conroy, W. T. 
Cook. B. F. 

Cover, E. B. 
Dahms. A. A. 
Davis. C. A. L. 
Dean. F. J., Jr. 
Dodds. F. F, 
Downes, N, W. 
Dukelow, J. S. 
Durbin, S. A. 

Dyer, W. K. 
Ehlers, F. G. 


Faust. H. G., Jr. 
Fehlig, J. B. 
Fehlig. J. B.. Jr. 
Flarshelm, C. A. 
Forelund, O. A, 
Gay, C. E., Sr. 
Gillham, W. E. 
Gould, H. E. 
Haas, E., Jr. 
Harbordt. O. E, 
Harrymaa, M« M. 
Harvey, E. W. 
Heaven, L. P. 
Heckert, W, F, 


Howaith, W. E* 


Izard. L. W. 
Jacobson, A. D. 
Jacobson, E. L. 
Jones. C. D. 

Jones, T. S. 
Ladewig, F. K, 
Leffel, P. C. 

Lewis, G. V. 

Lewis, H. H. 

Lewis, J. G. 
Lochman, E. W. 
Mason, R. B. 
McCann, S. C. 
Millis, L. W. 
Mooney, W. 

Mullen, C. H. 
Nottberg, G. 
Nottberg, H., Jr. 
Nottberg, H., Sr. 

O’ Daniel, P. 
O’Dower, H. J. 
Painter, D, H. 
Patterson. H. V. 
Pelimounter, T. 
PeJlmounter, T. V. 
Perry, C. E. 

Perton, F. S. 
Ralston, E. E. 
Redmond, G. J,., Jr, 
Reichow, W. A. 
Rivard, M. M. 
Ryan, J. B. 

Sanders, W. L. 
Schaad. F. N. 
Scherrer, J. R„ Jr. 
Schreiber, W. F. 
Schumacher, C. W. 
Scurlock, U. M. 
Sheppard, F. A. 
Smith, E. L. 

Smith, H. C. 
Stevens. K. M. 
Stoffer, G. H. 
Stoner, D. W. 
Telgemeier, A. H. 
Thomas, R. L. 
Traynor. J. H. 
Upham. R. W. 
Waldsmith, E. C. 
Ward. A. R. 

Weiss, C. A. 

Werner. C. V. 
White. W. E. 
Wiedeman, W. 
Wiedenmann, W. A. 
Wilder, W. 

Wright. H. H. 
Yeazel. G. D. 
Zahner, L. W., Sr. 
Zumbehl, L. E. 

Kirkwood — 

AhliJ, A. A. 
Grossruann. H. A. 
Hartwein, C. E. 
Kipp. H. J. 
Langenberg, E. B. 
Schwind. L. M. 
Thompson, W. D. 

Lee*8 Summit- 
Garrison, C. H. 

Lemay — 

Meeka, J., Jr. 


Normandy — 

Bemis, W. A. 
Kothe, R. 
Uhlaneypr, w. M* 


Overlaiid— 

Grofsenbachnr, H. E. 

Richmond 

Skgely D. 


St* ■ ' 
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St* Louis — 

Barry» J., Jr* 
Becker* G. E. 
Blackmore* J. J. 
Bradley, E. P. 
Burnap, C. H. 
Carlock, M. F. 
Carlson, E. E. 
Caaey, J. J, 

Clucaa, E. T. 

Coad, J* D. 

Combs. C. F. 
Compton, B. C, 
Cooper, J. W. 
Cordes. E. W. 
Corrigan, J. A. 
Corrigan, T. J. 
Dabbs, J. T. 

Davis, C. R. 
DeNeille, J. L. 
Dorfii, A. A. 

Dube, J. E. 

Dulle, W. L. 

Fagln, D. J. 

Falvey, J. D. 

Ferris, A. F, 

Gay, C. E., Jr. 
^ttinger, E. W. 
Gilmore, L. A, 
Goellner, J. A, 
Gross, L. 

Halt, H. R, 

Hamig, L. L. 
Heiman, S, J. 

Helle. F. J. 
Herkenlioff, D. A. 
Hester. T. J. 
Hoppin, C. Am Sr. 
Hostetter, J, C. 
Hyde. D. F. 

Ince, F. E. 

Kaber. W. C. 

Kane, M. E, 

Kelley, D. F. 

Kelly. W. C. 

Klein, W. A. 

Knipe, W. E. 
Kremer, R. H. 
Kuntz, E. C. 
Laiiten, F. C. 
Lehman, F. M. 
Lewin, B. 1. 
Loseman, J. L. 
Lynch, J. T. 
Malone, J. S. 

May, C. O. 
McClure, C. J. R, 
McMahon, L, A. 
McMahon, T. W. 
Metcalf. R. H. 
Moon, L. W, 
Naylor, J. Fm Jr. 
Niemoeller, A. R. 
Norris. W. P, 

Oonk, W. J. 

Ownby, R. W, 
Pattiz, G. B. 
Pellegrini. L, C. 
Phillips. R. Cm Jr. 
Pieksen. G* W. 
Ploesser, H. M. 
Quick, L. P. 
Rebmann. C. P. 
Reeves, R. O. 
Rodenheiser. G. B, 
Eosebrougb. J. S, 
Eosebrough, R. M. 
Sdhulte, E. A. 
Sharp, H. C. 
Simona, B. C. 
Simpson, W. B. 
Smith, O, L. 

Smith. E. J. 
Sodemann. W. C. B. 
Stumer, E. L. 
St^kh^ L. 
Stanch, P. C« 
SwaUw. hM. 
Toemtfcldt, E. 
Voltogr,T.M* 
WfttkiiMi, J. C. 


Weidle, B. E, 
Werlcy, W. C. 
Wilson, H. F. 


Sprluitfiald — 
James, R. E. 
Owen, W. H. 

University City — 
Evans, B. L. 

Hall. R. E. 
Langenberg, G. A. 

WetKSter Groves — 
Axthelm, F. G. 
Carter, D. G. 
Carter, J. H. 
Myers, G. W. F. 


MONTANA 

BUlinils— 

Coha^n, C. G. 
Prussing, R, L. 

Butte — 

Sullivan. T. J. 
Talley, D, 

Dillon— 

Boyer, C. L. 

Great Falls — 
Ginn, T. M. 


NEBRASKA 


David City — 
Reardon, J. F. 

Hastings — 

Bernstrora, C- B. 
Lainson, H. 
Nutting, R. E. 
Swingle, W, T. 

Lincoln — 

Green. E, W. 
Lehman, M. G. 


Omaha — 


Bierl, J. G. 
Blanchard, N, M. 
Brown, E. A. 

Carter, C, A. 
Colburn. G, VV. 
Dempsey, IS. P. 
Duffy, W. R, 

FaUor. C. A. 
Frankie. M. S, 

Goll. W. A. 

Goth, C, A. 

Grimm, L. E. 
Howard, W. B. 
Jensen. A. O. 
Kleinkauf, H, Y. 
Manchester. F. Pm 

Ji 

Martin, K. E. 


Mason, R. E, 
Mathis, J. 
McCuIlev. D. E. 
Merwin, G. E. 
Olson, M. J. 
Peterson, B. G, 
Pospisil, P. J. 
Prawl, F. E. 
Reifschneider, J. 
Ruchte. C. O, 
Saxon, E. B. 
Simmonds, V. 
Sleister, P. E. 
Smith. O, J. 
Stark. J. E, 
White, W. E. 


Piattauiouth"^ 
Bauer, J, 


Schuyler — 

Matousek, A. G. 
Scottsbluff — 
Witschy, R. J. 

NEVADA 
Henderson — 

Allen, G. W. 
Watkins, W. O. 

Las Vegas — 

Annabel, C. H. 
Inman. C, M. 

Reno — 

Mast, C. M. 

Salter, T. J., Jr. 
Stevens. H. R. 

Stev^ ns, J. E. 
Szym&’isfci, S* R. 

NEW H.VMPSHIRE 
Durham — 

Seeley. L. E. 
Elklns- 
Baker, R. JL 
Hanover — 

Tash. T. 
Manchester — 

Morin, R. P. 


NEW JERSEY 


Arlington — 
Cochrane, W. 
Asburj^ Park — 
Strevell, R. P. 


Atlantic City — 
Strousc, B. H. 
Atlantic Highlands — 
Danowitz, C. J. 
Barber — 

Stevens, F. D, 
Bayonne — 

Devlin, J. J. 
Belleville — 

Thornton, T. L. 
Bernardsville — 
Patrick. H. M. 

Bloomfield — 

Berry, R. U. 

Brown, C. W. 

Faust. F. H. 

Hicks, B. A. 

Johnson, W. E. 
McLenegan, D, W. 
Newell, R. W. 
Turner, J, P„ Jr, 


Bogota— 

Griess, P. G. 

CaIdweIl-7- 
Harrigan, E. R. 
Sclimidt, H. 


Camden — 

Albert, W. J. 
Battan, S. W. 
Brown, W. M. 
Holt, 0. R. 
Hynes, L, P; 
Kappel. G. W. A. 
Kern, C. J. 
Morgan, D. £. 


Plum, L. H. 
Teuber, IL N. 
Webster, E. K. 
Webster. W., Jr. 

Olfifside Park- 
Butler, P. D, 
CoUingswood — 

Mohrfeld, H. H. 
Cranford — 

Baksa. S. 

Beach, A. F., Jr. 

Dumont — 

Burges, J. H. M. 
Campbell, R. E. 
Hocrtel, H. E. 

East Orange— 
Fairchild. H, P. 
Fritsche, C. 

Reilly. J. H, 

Rubel, II. L. 
Schroth. A. H. 
Swain, W. A. 
Turno, W. G. W. 

Edge water — 
Nitzberg, S, H. 
Elizabeth — 

Beebe. F. E. W. 
Bennel, A. H. 
Loeser, C. M. 
Lyman, S. E. 
Rudio, H. M. 
Wheller, H. S. 

Englewood — > 
Christeaen. M. C, 
Thomas, H. F., Jr, 
Whitacrc, V. L. 

Essex Fells — 

Soule. L, C, 
Swaney, F. J. 

Fanwood — 

Kyte, R. L. 

Fort Monmouth— 
Diamond, D. D, 
Freehold — 

Buck, D. T. 

Glen Ridge — 
Thompson, R. E. 

Hackensack— 
Hudik, F. 

Haddonfteld— 

Love, J. E. 

Slater. W. H. 

Hawthorne — 

Smyth, G. E. 
Hillside— 

Ticbenor, L. R., Jr. 

Hoboken — 

Taylor, T. S, 

Van Woort, A. B, 

Ho-Ho-Kus — 

Best, E. T. 


Irvington — 
Feldermann, W. 
Reinke. A, G. 
Siggina, G. S. 

Jersey City — 
Callahan. P. J. 
Horwitz, S. 
Walterthum, J. J* 
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Kearny — 

Shalfer, C. E. 

Little Falls— 

Lundt, E. C. 
Llvlndtston — 

Peary. H. W. 
Lyndhurst — 

Ehrlich, M. W. 
MaitTllle — 

Parkinson, J. S. 
Maplewood — 

Moraweck, A. H.. Jr. 

Margate — 

Beirn, J. B. 

M crchan tville — 
Binder, C. G. 

Millburn— 

Shepard, E. C. 
Stengel. F. J. 

Montclair — 

Abbott, F* S. 
Jacobus, D. S. 
Kaveny, J. G. 

Moorestown — 

Makin. H. T., Jr. 

Mountain Lakes — 
Pinter, J. L. 

Newark — 

Anderson, W. T., Jr. 
Bull, H. A. 
Dickinson, N. S. 
Driggs, A. A., Jr. 
Haitmanek, L. M. 
Jones, H. L. 

Kruse. W. C., Jr. 
KutUer, J. B. 
I^nroth, J, P. 

Lenaz, R. A. 

Norman, G. C. 
Parker, D. F. 

Ray. L. B. 

Werner, P. H. 

New Brunswick — 
Wolin. M. W. 

New Milford— 
Scharmer, G. A. 

North Bergen — 

Vitali, O. J, 

Nutley — 

Morris, C. R. 

Oradell— 

Wendek F. E. 

Orange — 

Crawford, J. H., Jr, 

Passaic — 

Blazer. B. V. 

Paterson— 

McBride, J. A. 
McBride. J. N. 
Montesano, F. P. 

Plainfield— 

Hedlund, R. A. 

Pond. W. H. 

Proctor, C, W. 

Reis, R. 

Wagner, H. C. Jr. 
Pomptmi Plain*— 
W«tl. J. A. 


Rahway — 

Hoecker, G. F„ Jr. 
Snavely, E. R, 

Raritan — 

Rodee, E, J. 

Red Bank — 

Fideliue. W. R. 
Miner, H. H. 

Ridgewood — 

Martin. G. W. 
MUJer. A. T. 
Newton, D. A. 
Terhune, R. D. 
Walton. C. W., Jr, 

River Edge — 

Stewart, C, W- 

Roselle Park — 
Ambrose, E. R. 
Tiernan, J. 

Short Hills— 

Lair, P. H. 

Lester, W. L. G. 

Somerville — 

Patrick. G. P. 

Sparta — 

Brex, 1. E. 

Summit — 

Des Reis, J. F. 
Morehouse, H. P. 
Oaks. O. O. 

Teaneck — 

Heebner, W. M. 
PhiUips. L. R. 
Tucker, J. R. 

Tenafly — 

Garner, R. V. 

Jessup, F, J.. Jr. 

Trenton — 

Moran, E. V., Jr. 
Nussbaum, O. J. 

Union City — 
Matheka, C. R, 
Tavema, F. F. 

Upper Montclair — 
Broome, J. H. 
Burton. C. C. 
Donnelly, J. F., Sr, 
Koster, H. H. 

Verona — 

Anderson, E. L, 
Vineland — 

Houck, R. C, 

West CoUlngswood — 
Mizener, R. S. 

West EnglewofKl — 
Hutcheon, C. R. 
Westfield— 

Bacon. W, H,. Jr. 
Croney. P. A. 

Cross, W. D. 
Frambach, F. S. 
Oppenheizner, P. H. 

Westmont — 
Robinson. £. R. 
West New York— 
Stlnard, R. L. 

^Test Owmge'* 
Adlani,T.N. 
Pergnson, R, R. 

S. J. 

Raymer, W, F, 


Westwood — 
Wedebrock, A- L. 
Woodbrldge — 

Sim kin. M. 
Woodbury — 
Dickson, G. P- 

NEW MEXICO 
Albuquerque — 
Frankenfeld, H. V. 
James, J. K. 

Jones, W. L. 
Munn, H. F. 

Pride, H. K. 

Eunice — 

Brown, J. W. 

Los Alamos— 

Hm. J. H. 

Musscr, S. A. 

Via. C. W. 

Santa F€^— 

Ross, E. F. 


NEW YORK 
Albany — 

Bond. H. A. 
Horowitz, II. 
Murray, T. F- 
Taylor, R. B. 
Teeling, G, A. 
Westover, W. 

Auburn — 

Patrick, A. L. 

Big Flats — 

Davis, B. C. 
Binghamton — 
Schmidt, A. F. 
Bronx — 

Carson, J. H. 
Colombo, J. D. 
Falk, J. 

Queenin. M. A. 
Sheridan, T. J, 
Wildermuth, R. O. 

Bronxvllle — 

Bishop. C. R. 
Dornheim, G. A, 
Nee. R. M. 


Brooklyn — 


Altemueller, G. F. 
Angell, D. 
Arnold, J. S. 
Bailey. F. T. 
Bassevitch, A. 
Bilgrei, £. 
BirketuH. S. 
Boemi, H. 

Dailey. J. F. 
Dwyer. T. F. 
Eelfs, H. B. 
Feldman, N. R. 
Ficarra. F. X. 
Freeman, A. W. 


Goldberg, M. 
Hartmann, C. W., Jr, 
Hartmann, H. 

Janet, H. L*. 

Kimmel, A. J. 
Kleinhomer. W. G. 
Kresh, S, 

I^ventbaX, B. 

Levine, C. 

Steele, H* S» 

StcJn. W. 

Thornburg, H. A. 


Tracy, W, E. 
Tusch, W. 

Wachs, L. J. 
Whealton, D. J. 
Whelan, L. 
Williams, H. E. 
Wurts, H. H. 
Zwerllng, S. J. 

Bufialo— 

Adema, G. E. 
Beman, M. C. 
Booth. C, A, 

Brown, E. P. 
Cherry, L. A. 
Cheyney, C. C. 
Collins, J. A. 
Conaty, B. M. 

Cox, E. H. 

Criqui, A. E. 

Davis, J. 

De Jarlais, G. M. 
Famham, R. 

Fuchs, J. 

Harding, L. A. 
Heath, W. R, 
Iledley, P. S. 

Holt, W. H. 
Householder, H. L. 
Jackson, M. S, 
Kaupp, C. W. 
Killeen, T. F. 
Kirschhofer, F. J. 
Landers. J. J. 
Lenihan, W. O. 
Love, C, H. 
Madison. R. D. 
Mahoney, D. J. 
Moesel, F. A. 

Olds. S. T. 
Pendleton, M. E. 
Pleuthner, R. L. 

e uackenbush, J. M. 

uackenbush, S. M. 
Reif, A, F. 

Reif. C. A. 

Roebuck, W.. Jr. 
Scott. C. E. 
Seelbach, H., Jr. 
Seelbach, W. R. 
Seyfang, W. G. 
Smith, R. K. 
Sommers, W. J. 
Spencer, W, E. 

Stell, W. H., Jr. 
Strouse, S. W. 
Thompson. Q. P. 
Trefts, J, C.. Jr. 
Voisinet, W. E. 
Walker, E. R. 
Warnecke, R. I. 
Weber. F. J. 

Wendt. E. F. 
Weston, C, E. 
Yager, J. J. 

Ganajoharle — 
Martin, W. T. 
Gooperstown — 
McGown, F. H.. Jr. 
Grototi'K>n •'Hudson 
WaUen, G. R. 
DeWitt— 

Chur. R. R, 

Keane, G. F. 
Mooney, M. £. 
Perry, H. E. 

Dobbs Fsrry— 
Bertolett, C. 
Hewett. J. B* 

X«ee, B. H, 
MulhoUand, 0. J, 

Edsn— 

Ensign, W« A, 

Ftdn>orh«^^ 

Peck, H, E* 





Roll qf Membership 


m 


Fayetteville — 

Chur. C. H.. Jr. 
Grant, W. A. 
Traynor, H. S. 

Glens Falls — 

Kalbfleisch, T. F.. 

Jr. 

Groton — 

Sahab. M. S. 
Hamburg — 

Morgan, R. W. 
Schaier, H. C. 

Hartsdale — 

Giannini, A. 
Hastings-on-lludson 
Reynolds, T. W. 
Herkimer — 

Nagle, C. J. 
Irvington— 

Bastedo. A. E, 
Hastings. A. 

King, T. E. 

Ithaca — 

Dropkin, D. 

Elwood. W. H. 
Mackey, C. O. 
Sawdon, W. M. 
Williams, J. W. 

Jamestown — 

McCoy. P. W. 
Sanford, H. L. 

Kenmore — 

Bryce, J. H. 

Candee, B. C. 

Criqiii, A. A. 

Mould. H. W.. Jr. 

Lake Hill— 

Freitag, F. G. 

Lake Placid — 

Bovard, C. A.t 
Lancaster"—’ 

Meldenbauer, P. E.. 

Jr. 

LeRoy — 

Pohle, K. F. 


Lockport — 

Saunders, L. P. 

Long Island — 

Ahlricha. H. 

(New Hyde Park) 
Alt. H. L. 

(St, Albans) 
Apt. S. R. 

(Bay side) 
Bachmann, A. J. 

(Westbury) 
Baker. H. A. 

(Whitestone) 
Bappler, C. T. 

(Elmhurst) 
Bearg, M. J. 

(Hollis) 

Bennis, R, R. 

(Elmhurst) 
Bernhard, G, 

(Hewlett) 

Bloom, L. 

(Freeport) 

Bulyk, J. 

(Flushing) 
Burkhardt. C. H, 

(Flushing) 
Bush, R. J. 

^Mtestone) 


Carrdl, 


(Bayside) 


Conway, R. W. 

(Rockville Centre) 
Crone, T. E. 

(Jamaica) 
Demuth, H. 

(Williston Park) 
Eastwood, H. F. 

(Merrick) 
Eriksen, W. R. 

(Flushing) 
Foxhall, W. B. 

(Jackson Heights) 
Friedlieb, M, J. 

(Far Rockaway) 
Gilman, F. W. 

(Long Island City) 
Ginsberg, M, R. 

(Jamaica) 
Gomston, M. II. 

(Forest Hills) 
Graber. E. 

(Douglaston) 
Ileymsfield, II. R. 

(Jamaica Estates) 
Hiers, C. R. 

(Great Neck) 
Hilmer, G. O. 
(Springfield Gardens) 
Hutchins. P. C. 

(Bayside) 
Jalonack, I. G. 

(Roslyn Heights' 
Junger, H. G. 

(Queens Village) 
Kaplan, M. J. 

(Hempstead) 
ICcrbel. J. 

(Hollis) 

Kern. J. F., Jr. 

(Masfiapequa) 
Langberg. M. 

(Lynbrook) 
Luzzi, T. E. 

(Bellerose) 
MacKay, 1 1. J. 

(Woodhaven) 
MaeWatt, D. A. 

(Plandome) 
Magnusson, N. 

(Jamaica) 

Marc. H. 

(Garden City) 
Marino, F. A. 

(Corona) 
Martens, E. D. 

(Hempstead) 
Marty, E. O. 

(Plandome) 
Matzen, H. B. 

(Rockville Centre) 
Miller, F. T, J. 

(Far Rockaway) 
Miller, N, R. 

(HoUis) 

Olsen, G. E. 

(Arveme) 
Pabst, C. S. 

(Woodhaven) 
Paulding, L. G. 

(Hempstead) 
Peters. W. F., Ill 

(Merrick) 
Quirk, C. H. 

(Hempstead) 
Rainson. S. J. 

(Great Neck) 
Raynis. T. 

(Manhasset) 
Rose, J. C. 

(Queens Village) 
Ross. S. S. 

(Woodside) 
Rudd. D. J. 

(Babylon) 
Schechter, J. E, 

(Woodmere) 
Schundler. H. O., Jr. 

(Long Island City) 
Schwarts. M. 

(Inwood) 
Shelldrop. T. F, 

(Hempstead) 


SiJvera, A. 

(Jackson Heights) 
Spiegel, D. 

(Woodmere) 
Spoerr, F. F, 

(Hempstead) 
Sterne, C. M. 

(Long Island City) 
Thomson, T. N. 

(Huntington) 
Tucker, F. N. 

(Freeport) 
Verity, E. W. 

(Great Neck) 
Wallace. G. J. 

(Ka.st Elmhurst) 
Warren, O. A. 

(Great Neck) 
Whittaker. W. K. 

(St. Albans) 
Wolpcrt, N. N. 

(Glen Cove) 

Mumaroneck — 

GschwiiK?, J, F. 
Howes, IL B, 

Howes. L. K. 

Marietta — 

Baker. D. L. 

Mt. Vernon — 

Brod, B. M. 
Broderick, E. L. 
Costello, P. F, 
Herske, A. R. 

Jander. Y. 

Medcalf, L. C. 
Sellman, N, T. 


New Rochelle — 
Abrams, A. 
Farley, W. F. 
Fitz. J. C. 
Gross, V, L. 
Rose, H. J. 
VirriU, G. A. 


New York— 

Adams, E. E. 
Adams. O. C. 
Addams, H. 
Addams. P. K. 
Addington. H. B. 
Albright, C. B. 
Almert, H. 

Ashley, E. E. 
Auslander, G. 
Baker, T. 

Baldwin, C. W. 
Balsam, C. P. 
Barbierl, P. J. 

Barf us, L. 

Barton, K. L. 
Baum, A. L. 
Beaghen, G. W. 
Bearman, A. A. 
Becker, P. F. 
Belford, L. B. 
Bergan. J. R. 
Berman. L. K. 
Bianculli, V. A. 
Bodinger, J. H. 
Bond, H, H. 
Bondy. W. S. 
Booker, J. W. 
Buckalter. R. I. 
Brown, D. 
Buensod. A. C. 
Buffalano, A. C. 
Cameron, J. A., Jr. 
Campion, C* R. 
Carbone, J. H. 
Carpenter, R. H. 
Chambers, S. A. 
Chandler. R. 
Chase. C. L. 

Chase. R. E.. Jr. 
Christie. R. W. 


Chu, Y. 

Clay, W. 

Cole, V. 

Collette. J. R. 
Colvin, O. D. 

Cox, L. E. 

Cucci, V. J. 
Cummings, G. C. 
Daly, J. D. 
Darling, B:. B. 
Darts, J. A. 
Dastur, M. N. 
Davies, C. 

Davis, C. 

Demeter, J. 

Denny, H, R. 
Dodge, H. A. 
Doherty, R. S. 
Donnelly, R. 
Doughty. C. J. 
Dunne, R. V. D. 
Dutcher, H. S. 
Eadie, J. G. 

Ebner, R. C. 
EUason, O. C. 
Farbman, L. X. 
Farrar, C. W. 
Feder, N. 

Feldman, A. M. 
Ferretti, J. J, 
Fetscher, J, J. 
Fiedler, H. W. 
Fitts. J. C. 
Fleisher, W. L. 
Fleisher, W. L., Jr. 
Fletcher, S. W. 
Flink, C. H. 
Frederick, H. W. 
Friedman, M. 
Friend. W. F. 
Fuller. C. A. 
Fullington, G. A. 
Gabbert, W. L. 
Geiringer, P. L. 
Giannini, M. C. 
Codes, E- 
Goldmann, P. 
Gordon, P. B. 
Grant, E. C. 
Greenburg, L, 
Greilsamer, P, 
Gruitch, J. M. 
Hanburger. F. W. 
Handman, N. J. 
Harvey, A. D. 
Heibel, W. E. 
Heller, J. A. 
Henry. A. S., Jr. 
Herkimer, H, 
Herkimer. H. 


High. J. M. 
Hinrichsen, A. F. 
Hiratsuka. S. 
Hobbie, E. H. 
Hoffman, C. S. 
Holbrook, F. M. 
Hollis, R. C. 
Honerkamp, F. 
Hosking, H. L. 
Hotchkiss, C. H. B. 
Huebner, W. O. 
Huyett, M. Y. 
Hyde, B. P. 

Jacobi, B. A. 

Janos, W. A. 
Janssen, H. J. 
Jarcho, M. D, 
Johnson, H. S. 
Johnson, S. O. 
Kaezenski, C. 

Kahn. C. R., Jr. 
Kahn. W. C.. Jr, 
Kaplun, E. A. 
Kayon, C. F. 

Kelly. C. J. 

Kemler, E. N. 
Kimball. D. D. 
Kingsbury. J. W. 
Koehler. C. S. 
Kopecky. J. J. 
Komblum, H. R. 
Kreiner. J, 







HardinjK, E. R. 

Hart. J. E. 
Harte&W, C. G. 
Hoffman, H. 
Hoffman, H. B. 
Holliday. F. R., Jr. 
Holliday. F. R., Sr. 
Hunter. R. K. 
Klagee, F. E. P. 
Nash. B. T. 
Rottman. G. B. 
Sullivan. W. H. 
Sullivan. W. H., Jr. 

High Point- 

Gray, E. G. 

Gray. H. E. 

Gray. W. E. 

Raleigh — 

Bunn, J. W., Jr. 
Burney, L. B. 

Rice, R. B, 

Rock, G. A. 

Wilson, B. 

Salem Station — 
Page, A. 

Spindale — 

Barkley, K. L. 

State College Station 
Vaughan, L. L. 

Winston-Salem — 
Allcorn, L. H„ Jr. 
Allen. R. W. 

Avera, W. W. 
Bahnson. A. H,, Jr. 
Boxall. F. 

Brown, M. D. 
Byrum. E. G., Jr. 
Cooper, W. H. 
Cornwall. C. C. 
Crosland, R. B., Jr* 
Horton, L. E. 
Karnes, T. C., Jr. 
McCallum, C. E. 
Saunders, M. G., Jr. 
Steadman, C. C., Jr. 
Stimson, D, 


NORTH DAKOTA 
Rolla— 

Munro, W. J. 


OHIO 
Akron — 

Murray, R. P. 
Oswald, h. S. 
Roma, G. N. 

Ashland — 

Rybolt, A. L. 
Seiig. E. T.. Jr. 

Barberton — 

McLeish, W. S. 

Bay Village— 
Taliaferro. R. R. 
Berea — 

Dee, V. C. 

Black Lkk-- 

Aitken. T, ^ 

Campbell — 
Sgaittbati, A, P, 
€ai|tdn — 

Eynoh, W. E. 

aui«rin raitf— 

Pannetee. G, V. 


Cincinnati — 

Allan, J. E. 

Beach, M. W. 
Bechtol. J. J. 
Beineke, R. C. 
Bengle, C. V. 

Bird. C. 

Blum. R. J., Jr. 
Buenger, A. 
Carsey, E. A. 
Clark, R. J, 
Coombc, J. 

Cooper, W. B. 
Coyne, J. H. 

De Bra. F. B. 
Edwards. A. W. 
Edwards, L G, 
Ehlers. W. D. 
Elliott, C. L. 
Fcnker. C. M. 
Fine. M. E. 
Froehlich, B. F. 
Gannon, R. R. 
Gerdsen, A- H. 
Goepper. F. S. 
Hauer, B. T. 
Helbiirn, I. B. 
Hermann, H. N. 
Hoffmann. H. C. 
Hotze, V. 

Houlis. L. D. 
Houliston. G. B. 
Hudepohl, L. F. 
Huelsmann, A. G. 
Jennings, H. K. 
Jones. J. D. 

Juer. F. 

Juergens, W. A. 
Junker. W. H. 
Kahle, H. 

Killian. W. J. 
Kinney, A. M. 
Kramig, R. E., Jr. 
Kuempel, L. L. 
Lewis, H. E. 

Little. K. B, 
Mathewson, M. E. 
McNamee, E. W. 
Moore. H. W. 
Motz, O. W, 
Murphy, G. R. 
Mursinna. G. P. 
Peck. R. E. 
Pfricm. P, G, 
Pillen, H. A. 
Pistler. W. C. 
Powers, L. G. 
Qiiinlivan, L. P. 
Relley, T. D. 
Richard. E, J. 
Ruff, A. G. 
Russell. H. E. 
Schoonover, W. A. 
Seibert, E. W. 
Shuster, W. W. 
Sigmund. R. W. 
Silberstein, B. G, 
Sproull, H. E. 
Stevens, W. R. 
Sutfin. G. V. 
Taggart, R. F. 
Ward. F. J. 
Weaver, C, D„ Jr, 
Williams, E.C, 
Wilson, F. W. 
Wood. D. J. 
Wright, K. A. 

Cleveland — 

Auerbach, L. F. 
Avery, L. T. 
Baggaiey, W. 
BaKr. J. G. 
Berger, J. L. 
Bergman, H. 
Berry, P. M. 
Biilington, D, B. 
Black, J. M. 
Boeddener, G* 
Boehm, J, C„ Jr. 
Borkat, P. 


Braun, C. R., Jr. 
Bryan, W. L., Jr. 
Burkes, L. C. 

Byers, R. L. 

Cary. E. B. 

Cohen, P. 

Conner, R. M. 
Conrad. A. F., Jr. 
Cummings, C, H. 
Cummings, R. J. 
Curtis, H. F. 
Cutting. R. H. 
Dahlstroni, J. A, 
Dalton. R. T. 

Davis, K. T. 
Dickson, R. W., Jr, 
Donelson, W. N. 
Dunbar, L. W. 

Eck, M. C. 
Entenmann, W. O. 
Erichsen, K. 

Evan. , W. W. 
Evelett , C. F, 

Fleck. W. R. 
Fleraing, P. B. 
Frensdorf, S. F. 
Friedman, A. 
Galaba, A. 

Gambb , B. L. 
Gayini.n, P. D. 
Gefu. R. W. 
Givclber, S. H. 
Gladieux. D. W. 
Gottschalk, K. A. 
Gottwald, C. 
Gowan. G. J. 

Gray, E. W. 
Greiling. W. W. 
Guilbery, S. R. 

Hall, J. A. 

Hall, N. H. 
Hancock, F. A, 
Hansen, C. E. 
Hanper, D. R. 
Harvey, L, C. 
Heisterkarap, H. VV. 
Huebscher, R. G. 
Humphreys, C. M. 
Jackett, L. II. 
James, J. W. 
Johnson, P. H. 
Jones, J. P. 

Kane, J. M. 
Kaufman. A. M. 
Kitchen, F. A. 
Kochel, R. K. 

Kohn. W. P. 

Koper, C. H. 
Koubek, J. V. 
Lavelle, A. E. 

Levy, M. 1. 

Locklin, D. W. 
Lynch, C, B. 
Mandt, R. D. 
Manna, A. F. 
Mannen, D. E. 
Matthews. C. R. 
Maurer, E. E. 
McClanahan, L. C. 
McKeeman. C. A. 
Mehlek, J. F. 

Miles, J. C. 

Miller, W. P. 

Minor, F. K. 

Moore, W. R. 
Morse, E. F. 
Murphy, T. E. 
Nachman, G. P. 
Noel, C. E. 

Platz, J. F. 

Pogalies, L. H. 
Repp, H. L. 
Richmond, J. 

Rowe, W. M. 

Sagar, P. B. 

Sefgel, L. G. 

Sharp, H, R. 
Sherman, R. E, 
Slawson, L. E, 
Stamberger, R. F. 
Stanek, E. W. 
Stewart, C, W. 


Stobbe. G. C. 
Stolberg, C, P. 
Tahsler, D. H. 
Tasker, C. 

Taze, D. L. 
Teverbaiigh, J. E. 
Theiss, E. S. 

Tuve, G. L. 

Urban, R. A. 
Vanderhoof, A. L. 
Venning, J. R, 
Weager, T. A., Jr. 
Webb, E. C. 
Wcenink, C. A, 
Wetzell. H. E. 
Wheeler, C. W. 
White. M. R. 

Wise, R. A. 

Wright, C. P. 
Young, E. O. 

Cleveland Heights— 

Frisee, J. L. 

Jack, R. A. 

Kinkaid, J. R. 
Lcising. R. E. 
McIntosh, C. B. 

' Rhoton, W. R. 
Rogers, W. M. 
Watterson, W. B. 
Weiner, li. R. 


Columbus — 

Alionier, H. R. 
Ashley. R. D. 

Bell, T, H. 

Bobst, E. F, 

Bogen, A. D. 
Breneman, R. B. 
Brown, A. L 
Curl, R. S. 

Darby, T. E. 
Engdahl, R, B. 
English, A. T. 
Favret, L. E. 

Fenner, W. M. 
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Beauchamp, J. H. 
Bible. H. U. 
Boehler, C. L. 
Bovay, H. E., Jr. 
Boyd, R. L. 

Boyd, S. W. 
Brandt, F. C. 
Broadwell, H. W. 
Bromberg, S. 
Brown, D. A, 
Brown, M. L., Jr. 
Bughcr, G. A. 
Burns, T* V., Jr. 
Burton, J. E. 
Canterbury, H. M. 
Chase, A. M., Jr. 
Collins, G. J. 

Cook, R. L. 
Cooper, D. S. 
Crocker, C. G. 
Daniel, J, M. 
Darby, J. W. 
Davis, J. T. 

De Vines, H. L. 
Dickey, A. T. 
Dillender, E. A. 
Doeppenschmidt , 

Ellis, C, W. 

Etie. W R. 

Ewell W. A. 

Esell P. B. 

Fisher, B. P* 
Fleming, C. L. 


Floeter, E. C., Jr. 
Gillis, H. W., Jr. 
Goldman, R, J. 
Goldman, S. 

Grogin, G. K. 

Hess, A. E. 

Holland, J. W, 

Holt, W. M. 

Howard, F. B. 
Howell. E. L. 

Howell, L. 
ibisen, J, L. 

Jenkins, R. L. 
Johnson, R. B. 

Klein, 1. R. 

KribB, C. L., Jr. 
Kriechbaum. R. R. 
Ladewig, L. L. 
Lashlcy, W. L,, Jr, 
Laughlin, W. C. 

Lay, R. M. 
Leatherwood, T. W. 
Leonard, A. F. 

Lewis. J. C. 

Lichty, C. P. 

Lippert, VV, M. 
MacFcrrin. J. B. 
Mannon, N, R, 
Marshall, J. W. 
Mayo. W. P-. Jr. 
McCullough, G. W. 
McKinney, C. A. 
McLane, E. H. 
McMillan. IL D.. Jr. 
McRoberts, R. C. 
Mills. D. M. 

Milton, T. 

Mitchell. A. J . 
Molnari, B. A.^ 
Montgomery . F. W. 
Moody, W. D. 
Morgan, R, L. 
Morrow, J. IL 
Nachlas, O. M. 
Naman, I. A, 

Natkin, A. J. 

Owen, H., Jr. 
Peiscr, M. B. 

Poole, J. A. 

Presseur, H. W. 
Quin, C. C. 

Quinby, L. B. 
Rasmusseu, A. A. 
Robinson, D. M. 
Roll, P. E. 

Rudloff, C. S. 
Salinger. R. J. 
Sandifer, R. S. 
Shannon. B. L. 
Shecre, A. D. 

Shoals. C. A. 

Sitton, E. R. 

Skinner, F. 

Smith, A. M. 

Smith, D. S. 
Stansbury, E. J., Jr. 
Stephenson, J. H. 
Taylor, R. F. 
Thomas, A. D. 
Thomas, E. R. 
Timmerman, W. C. 
Tucker, R. E. 

Walsh, J. A. 

Warner, 1. J. 

Way, N. 

Way, W. J., II 
Wheeler, J. A. 

Will H. C. 

Williams, H. O. 
Wilson, J. A. 
Wittbold. R. H. 
Woodruff, C. 
Workman, A. E. 
Yates. E. F. 

Young, F. R. 

Jackscmvllle — > 
Singleton, G. R., Jr. 

Kilgore — 

Hammett, L. D. 



m 


Heating Ventilating Air Canditiomng Guide 1948 


LonUtview — 

Brown, R. C. 
Schuster. P. H, 

Lubbock — 
Ainsworth, S. E, 
Anthony, W. R. 
Welch, B. 

Mercedes — 
Atteberry, C. 

Nacogdoches — 
Jones, O. D. 

Nederland — 

Tansil, J. T. 

New Baden-^ 
Bolton. O. J, 

New Braunfels — 

Giesecke, F. E. 
Rompel, W. A. 

Oklaunion — 

King, T. D. 

Orange — 

Johnston, J. J. 
Yardley, J. E. 

Paris— 

Johnson, S. C. 

Pasadena — 
Powitzky, C. E. 
Port Arthur — 
Sanford. E. H. 
Voskamp, E. L. 

San Antonio — 
Bacon. £, 

Barnes, R. W. 
Benham. F. C., Jr. 
Bernhardt, R, J. 
Cotter, R, P, 
Diver, M. L, 
Essex, J. L. 

James. R. P. 
Kotzebue, R. W. 
Mathis, L. N, 
Monier, K. A. J. 
Pawkett, L. S. 
Rhine. G. R. 
Rummel, A. J. 
Ryden, R. S. 
Schuchart, O. W, 
Shafer, W, P.. Jr. 
Staley, M. E. 
Wallis. W. E. 

San Juan — 

Martin, S. S. 

Sherman — 

Bums, R. O. 
Collins, W. A., Jr. 

Tetas City— 
Ammons, S. E. 

Trinidad— 

Eaton, R. L, 

Tylat— 

Griffith, J. B. 
Layton, R. E., Jr. 

Waco— 

Brooks, J. A. 
Horton, M. A, 
Kay, H. M. 
Sh^er, £. L. 

WIcdiita Falls— 
Luker, M., Jr. 
McCaU, M. W. 


UTAH 
Logan — 

Wangsgaard, D. 

Salt Lake City — 
Ashton, J. L. 

Baker, E. L. 

Brown. R. C. 
Campbell, G. C. 
Chytraus, O. E. 
Curtis, A. R. 

Dyer, A. R. 

East, R. H. 
Fairclough, R. J. 
Ferguson. C. E. 
Foulger, S. W. 
Gollaher, M. L. 
Gritton, E. V, 
Harrison. W. Z. 
Hillard, H. F. 
Holford, D. B. 
Huber. P. O. 

Irvine, L. K. 
jespersen, S. J. 

Lee. R. H. 

Lym, J. H. 

Maycock, A. A. 
Maycock, G. E. 
McAllister, A. F. 
Midgley. R. C. 
Miller. H. D. 
Murdock. C. E. 

Pons, R. A. 
Reynolds, C. M. 
Rldtardson. E. L. 
Richardson. H. G. 
Richeda, A. 

Robison, D. J. 
Sayler. W, H. 

Smith. E. D. 
Soderborg, G. L., Sr. 
Spencer, C. H. 

Via, J. H. 

Watts, E. J. 

Wilde, D, R. 

Young, J, T., Jr. 


VERMONT 
Bellows Falls — 
Tyler, R. D. 
Brattleboro — 
Bearse, A. H.. Jr. 
Burlington — 
Lanou, J. E. 
Tuthill, A. F. 

Woodstock — 
Ambrose, A. H. 


VIRGINIA 

Alexandria— 

Fogg, J. H. 

Gault, G. W, 
Goergens, A. G. 
Hart. J. H. 
Klucknuhn, F. H. 
Lively. G. P. 
Millard. J. W. 
Ross, M. 
Singleton. W. H. 
Underwood, G. T. 
Weaver, J. V. O. 


Arlington — 


Cover, R. R. 
DeSomma, A. £. 
Ferrarini, J. 
Gates, A. S.. Jr, 
Grimes, F. M. 
Kaiiilc, A. £. 
Luttrell, L. W. 
MarshaU, W, D. 


Sontag, H. 
Taylor, C* R. 
Walz, G. R. 


Whittlesey. C. 


Danville — 

Farley, W, S. 

Falls Church — 

Ley. R. B. 

PhUlips, W. L. 
Stearns, E. J„ Jr. 

Front Royal — 
Hartsook, G. S., Jr. 
Nordine, L. F. 

Lynchburg — 
Doering, F. L. 
Franklin, S. H., Jr. 
Hinnant, R. H. 

McLean — 

Nye, L. B.. Jr. 

Newport News — 
Phillips, D. E. 

Norfolk— 

Boyenton, J. F. 
Braz, A. 

Capps, £. L. 

Cox, W. A.. Jr. 
Duval. E. D. 

Gray. R. O. 

Grigg. J. L. 
Hartman, P. C., Jr. 
Lambert, T. A. 
Mansfield, E. C. 
McGinnis. F. L. 
Moore, V. A. 
Morris. K. H. 
Nowitzky, H. S. 
Ray, J. A., Jr. 
Reynolds, J. F. 
Robinson. W. P. 
Rodgerson, H, T. 
Shanahan, J. J. 
Simpson. J. A. 
Stokley, J. M. 
Tazewell, E. B. 
Thomas, R. C. 
Warner, J. B. 
Webster. W. H., Jr. 
White, J. E. 
Williams, G. E. 

Portsmouth — 
Beisel, K. £. 
Bensinger, M. 
Gorsuch. W. J. 
Hayes. W. C. 
Hayes. W. G. 

Richmond — 

Carle, W. E. 
Graham. R. L. 
Hankins. R. P. 
Hinnant. C. H., Jr. 

i ohnston, J. A. 
lartin, T. I„ Jr. 
Peebles. J. K., Jr. 
Roach, E. R. 
Taylor, M. I. 

West, C. H.. Jr. 
Williams. £. H, 

Roanoke — 

Andrews, W. G. 
Bailey, A. E. 
Brown, R. L. 
Dodge, R. V.. Jr, 
Grim, P. 

Sandston — 
Anderson, R. V* 

Windsor — 

Bailey, C. F, 

WASHINGTON 

Bremerton— 

Bysom, L. L, 

Clark, D. L. 
Domlny, C* B, 
Farrar, L. 

Sines, C. F« 


Longview — 

Cairncross, G. F. 
Pauley, R. D. 

Mt. Vernon — 
Helin, W. E. 
Pasco — 

Matheson, E. E. 
Richland — 

Arndt, M. H. 
Mueser, J. M. 
Osterhage, C. S. 


Seattle — 

Allen, R. H. 

Beggs, W. E. 
Bouillon, L. 
Brobeck, R. A, 
Caskey, T. C. 
Close, P. D. 
Constant, E. S. 
Corr, F. J. 

Cox, W, W. 
Culver, F. C. 
Eastwood. E. O. 
Emanuels, M. 
Faulkner, J. H. 
Finn, C. W. 

Geiser, R. A. 
Goodman, C. L. 
Granston. R. O. 
Griffin, D. C. 
Griffith, H. T. 
Hauan, M. J. 
Johnson, W. L. 
Kane, A. T. 
Keefer, D. M. 
Kirkwood, R. R. 
Langdon, E. H. 

Le Riche, R. E. 
Liniger, R. H. 

Lux, A. C. 

Mallis, W. 

May, C. W. 
McKinstry, M. W. 
McLennan. M. C, 
Mead. D. O. 
Morse, R. D. 
Musgrave, M. N. 
Nickerson, A. £. 
Norby, K. H. 
Norton, E. H. 
Notkin, J. B. 
Orebaugh, H. T. 
Pangbora, C. A. 
Peterson, S. D. 
Pride, W. B. 
Priebe, O. W. 
Riley. E. F. 

Rosen, E. J. 
Rudolph, R. R. 
Sparks, J. D. 
Spofforth, W. 
Stem, R. M. 
Sutch, H. C. 
Towne, R. M. 
Tupper, E. B. 
Twist. C. F. 
WalUs, W. M. 
Watt, R, D. 
Weber, E. L. 
Wesley. R. O. 

Spokane— 

Bowers, O. E. 
Bunnell E. W. 
Connell, E, C. 
Jennings, H, S. 
Kelly. J. C. 
Meagher, T. F. 

Tacoma — - 


Chase, R. 
Dapper. M. J. 
Foo^e, E. E* 


Smith. J. V. 

Warren. H. F, 


Variioia Island^ 


Jensen, J. E, 
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Wenatchee — 

Segle. T. L. 

Yakima — 

Hargis. A. H. 
jUcichmtz, R. W. 
Peterson, H. H. 

Saar, L. F. 

WEST VIRGINIA 
Charleston— 
Rosenblatt, A. M. 
Shanklin, J. A. 

Fairmont — 

Tonry, R. C. 

Wright, C. E, 

Huntington — 

Davis. C. W. 
Johnson, L. O. 
Schurman. J. H. 
Sharp. J, R. 

Largent — 

Donnelly, J. A. 
Martinsburg — 
Caskey, L. H*. Jr. 
Parkersburg— 

Bartels, C. J. 

St. Albans — 

Arvidson, E. R. 
Dickinson, R. P., Jr. 

South Charleston — 
Pugh. D. C. 

White Sulphur 
Springs — 

McKie, T. G. 
Tidman, R. P. 

WISCONSIN 
Appleton — 

Barlow, F, J. 
Jenkins, F. H. 

Clintonville — 

QuaU, C. O. 

Eau daJre — 
Grosvold, F. E. 
Hestekin, W. E. 
Wood, F. J. 

Elm Grove — 

Winkler, R. A. 

Hales Corners— 
Deubel, J. A, 
Kenosha — 

Lee. J. A. 

Kohler— 

Hvoslef, F. W. 

La Crosse — 
Anderegg, R. H. 
Becraft, E. R. 
Labus, O. A. 
Lubinsky, R, G. 
Lucey, R. E. 
RingQUist, C, L. 
Trane, R. N. 

Lancaster— 

Hoffman, C. J. 
Madison— 

Akerman. J. R. 
Dean, C, L, 

Feirn. W. H. 

Hail, G. 

Hunzicker, D. L. 


Kliefoth, M. H. 
Larson, G. L. 
Nelson. D. W. 
Nystrom, P- E. 
Okray. R. A. 
Reuachlcin, C. J. 
Seymour, J. E. 
White, J. C. 
Youngman, E. C. 

Marshfield — 

Himsel, S. R. 
Milwaukee — 

Adams. R. B. 
Alfery, H. F. 

Allan, W. 

Alyea, H. W. 
Amundson, C. H. 
Boden, W. F. 
Bowers, A. F. 

Cook. H. D. 

Crew, M, W. 

Cross, L. E. 

Cutler, J. A. 

Davis. D. W., Jr. 
Ellis, H. W. 
Frentzel, H. C. 
Gerstenberger, E. J. 
Gifford, E. W. 
Goldsmith. F. W. 
Griewisch, A. H. 
Hamacher. V. F. 
Hanley, E. \ . 

Haus, I. J. 

Hearne, R. D. 
Herrick, M. M. 
Hessler, L. W, 
Hoffmann, A. 
Hoffmann, P. R. 
Holland. W. T. 
Hughey, T. M. 
Illingworth, J. E. 
Jackson, C. li. 
Jacobs, R. H. 

Jung. J. S. 

King, R. L. 

Kluge. B. M. 

Knab, E. A. 

Koch. R. G. 

Krenz, A. S. 
Leltgabel, K. A. 
Lewis, C. E. 
Lingen, R. A. 

Lofte, J, A. 
Marshal. W. 
Marvin, P. R. 
Miller, L. B. 

Moe. P. A. 
Morrison, A. McK. 
Mueller. H, P, 

Noll, W. F, 

Nunlist, F. J.. Jr. 
Ouweneel, W. A. 
Parrl, L W. 
Podolske. A. R. 
Reinke, L. F. 

Ress, O. J . 

Rodwell, R. D. 
Rossiter, I. J. 
Schaar, M. 
Schrelber. H. W. 
Spence, M. R. 
Stevens, W. H. 
Swisher, S. G., Jr. 
Szekely. E. 

Tutsch, R, J. 
ValiQuet, H. H. 
Vernon, J. R. 

Volk, G. H. 

Volk. J. H. 

Weimer, F. G. 
Werwath, K. O. 
Wesley, E. D. 
Williams, D, D. 
Wolfe. J. S. 

Neenah — 

Angermeyer, A. H. 
Eiss, R. M. 

Keyes, M. W, 
Pasek. L. E. 


Oshkosh — ' 

Hoger, B. E. 
Racine — 

Brinen. H. F. 
Desmond, O. 

Dixon, A. G. 

Dunn, A. N. 

Jena, F. T. 
Johnson, R. L. 
Menden, P. J. 
Oravetz, J. A. 
Rheault, W. E. 
Spieth, B. 

Sheboygan — 
Kleikamp, H. 
Kuck. T. A. 

South Milwaukee— 
Hoar, R. S. 
Superior— 

J tfvis, G. E. 
Thiensville — 

H mdolph, r. H. 
Trostel, O. ,-v. 

Waukesha- - 
Lill, N. K. 


Wausau — 

Soronen, R. C. 
Wauwatosa — 
Eicholtz, M. V. 
Peters, H. H. 
Wendt, W. R.. Jr. 

Whitewater — 
Colby, J. W. 
Fullerton. L. I. 


WYOMING 
Cheyenne — 
Brickham, N. H. 
Cook, W. L. 

Evanston — 

Cazin, G. 
Laramie — 

Johnson, H. H. 
Lindahl, E. J. 

Sheridan — 

Shaver. C. W., Jr. 


HAWAII 
Honolulu — 

Adams, E. F. 
Conger, H, L. 

Lanikai— 

Holman, E. L. 
Pearl Harbor— 
Trenhaile, D. T. 
Wahlawa — 

Wong, K. F. 

PUERTO RICO 
San Juan — 

Saleva, G. 

DOMINION OF 
CANADA 

Ajax. Ont.— 
Warden, A. 
Brandon, Man, — 
Yates, R. A. 


Calgary, Alta. — 
Deeves, E. W. 
Jenkins, S. D. 
Sedgwick. S. W. 

Chatham, Out. — 
Hill, H. Ge 
Chippawa, Ont. — 
Mole. H. W. 
Cookavllle, Ont. — 
Long, I>. A. 
Edmonton, Alta. — 
Ball. F. T. 

Barry, W. W. 

Lees. W. D. 

Panar, D. 

Freeman, Ont. — 
Goodram. W. E. 


Galt, Ont. — 

Caldwell, W. C. 
Dowler, E. A. 
Sheldon, W. D.. Jr. 
Thompson, F. 

Gananoque, Ont. — 
Gurney, E. R. 
Halifax, Nova Scotla- 
Hagen, G- M. 
Meagher, A. T. 

Hamilton, Ont. — 
Dickenson, M. E. 
Fitzsimons. R. H. 
Pollitt, S, H. 

Hampstead, Que. — 
Montgomery, E. G. 
Wright, J. 

Islington, Ont, — 

Smith. W. H. 


Kitchener, Ont, — 
Farago. W. J. 
Peacock, W, H. 
Pollock, C. A. 
Sebnurr, W, J. 

Lambton P. O,, Ont, 

Kennedy, A. M. 


Leaslde, Ont. — 
Barrett, C. M. 
Evans, W. H. 
Miller, W. W. 
Norton, J. A. 
Simpkins, A. C. 

London, Ont. — 
AUen, W. T. 

Wood. A. W. 

Midland, Ont.— 
Kitchen, W. H. J. 
Montreal, Que. — 
Andrews, W, R. 
Anglin, T. G. 
Baker, J. 
Ballantyne, G. L. 
Baxter, W. E. 
Becker, S, J. 
Blatherwick, H. E. 
Booth, C. A. 
Champagne. A. 
Cbenevcrt, J. G. 
Cockman. T. E. 
Colford. J. 

Colie. S. S. 
Darling, A. B. 
Dufault. F. H. 
Dupuis, J. E. R. 
Dykes. J. B. 
Ferguson. W. N. 
Fitzsimons, J. P. 
Flanagan* J. B. 
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Forwsetcr. N. J* 
Friedman. F. J. 
Gingraa, G. C. J. 
Gittteson, H. 
Grossman, R. 
Hamlet. F. A. 
Hole, G. 

Hood, L. A. 
Hooper, F. W. 
Horsburgh, A. E. 
Horsburgh, B. J. 
Hughes, J, W. 
Hughes, W. U. 
Hutchison, A. 
Ilovitch, E. L-, 
JockeJ, H. C. 
Keith, J. P. 
Kennedy, L, K. 
Ker, R. J. 

Xajoie, J, R. 
Leggett, R. J. 
Lewin, J, 

Libby, R. S. 
Lindsay, D. L. 
Linton, J. P, 

Lowe, S. C. 

Lyrics, G. K. 
MacDermot, S. G, 
MacQueeiiiD. 
Madden, A. B. 
Martin, R. 
McDonald, I. 
Monahan, M, B. 
Montgomery, E. L. 
Morrison, M. M. 
Nathanson, M. 
Nickle, A, J. 

Noyes, R. R, 
O’Connell. T. D. 
Orr. W. J, 

Osborne, G, H. 
Parizeault, J. A. R. 
Peart, A. M. 

Perras, G. E. 
Phillips, C. R. 
Phipps, F. G- 
Pirieau, M. E. 
Plamondon, S. R. 
Ross. J. D. 

St. Laurent, G. 
Salter, S. W. 

Shaw, J. A. 
Sheppard, F. A. 
Simpson, C. E. 
Singer, G. G. 

Smith, G. E. 

Smith. R. W. 
Standring, R, A. 
Storey, J. H. 
Terrance, E. H. 
Timmins, W. W, 
Tolhurst, G. C. 
Toupin, V. 

Trodd, E. 

Twizell. E. W. 
Walford, L. C. A. 
Watkinson, G. H. 
Wells, E, E. 

Wiggs, G. L. 
Wilkinson, A. 
Williams, W. E. 
Wilson, J. 
Worthington, T. H. 

Mt. Royal, Oue. — 
Clapperton, R. 
Moore, A. G. 

OaJcrillo, Out. — 
Savage, S. W, 

Stott, F. W. 

Ottawa, Out.*- 
Allen, A. W. 
Coldough, O. T. 
Dumont, V. 

Gray, G. A. 

Kent. A. D. 
McGrail, T, E. 
Pettnock, W. 
Sdioenberr, E. J. 
SiotesbUi^t B. 


Pointe Claire, Que. — 
Garneau. L« 

Port Dalhousle— 
Kingdon, F. W. 
Preatofi. Ont. — 
Everest, R. H. 
Quebec, Que. — 
Mulroney, G. J. 
Paquet, J. M. 
Truchon, L, P. 

Retina, Sask. — 
Daniels, D. D. 
Sackville, N. B.— 
Baxter, A. G. 

Etter, N. W. P. 

Hand, R, 

Johns. C. F. 

St. Catharines, Ont. 

Gilbert, T. 

Peterkin, S. M. 

St. Hilaire, Que. — 
Forest, L. 


St. John. N. B.— 
Thomas, F. A. 

St. Laurent, Que. — 
Lamontagne, A. F, 
Watts. A. E. 

Ste. Therese De 

Blalnville, Que. — 
Winters. H, G. 
Sherbrooke. Que. — 
Archambault, J. A. 
Codere, J. M. 

Savoie. J. L. R. 

Sorel, Que. — 

Chauvin, J. P. 
Thorold, Ont. — 
Calnan, E, J. 

Tinainins, Ont. — 
Degilio, L. 


Toronto, Ont, — 
Abbott. T. J. 
Adams. R. R, 
Alexander, S. W. 
Allsop, R. P. 
Angus, D. L. 
Angus, H. H. 
Anthes, L. L, 
Arrowsmith, J. O. 
Bailey. M. C. 
Baird, A, D. G, 
Baker, L. P. 
Ballach, A. B. 
Barker, M. S. 
Baxter, H. A. 
Beavers, G. R. 
Bellman. J. V. 
Belyea. K. E. 
Bevan, J. H. 
BlackhaU. W. R. 
Blake. A. H. 
Bowman, M. K. 
Brittain. A., Jr. 
Butler. D. H, 
Butler. P. M. 
Carter, A. W. 
Casperd. H, W, H. 
Chambers, F. W. 
Christie, J. A. 
Church, H. J. 
Clapperton, T. C.. 
Clark. A. E. 

Clark, A. M. 

Clark, A. M. 
Cliftoa, J. A> ii* 
Cochrane. R. L. 
Cole, E. 


Collins, J. W. 
Connor, W. A. 
Crump, S. 
Darling, J. W. 
Davis. E, J. 
Delany, W. F. 
Dickey, A. J. 
Dion, A. M. 
Dixon, M. F. 
Dunn, R. 

Eaton, W. G. M, 
Edwards, A. F. 
Ellis, F. E. 

Elms, W. P. 
Elsie. R. L. 
Englisli, G. A. 
Ewens, F. G. 
Ferris, A. L. 
Fisher, S, L. V. 
Fleming, J. G. 
Foley, J. J. 

Fox, E. 

Fox, J. H. 
Gordon, C. W. 
Graham, W. F. 
Gretton, J. D. 
Gurney, E. H, 
Hatch. G- 
Henion, H. D. 
Hewett. R. E. 
Hills, A. H. 
Hooper, F. C. 
Hopkins, R. 
Hopper. G. H. 
Hughes, L. K. 
Isserstedt, S. G. 
Jenkinson, V. J, 
Jenney, H. B. 
Jennings. S. A. 
Jones, A. T. 
Kelly, F. C. 

Kerr, R. 

Kingsland, N. W. 
Klnsinger, R. E. 
Labadie, W. 
Larter, E. A. 
Lawlor, J. J. 
l^dgett, F. D. 
Leitch. A. S. 
Leitch, K. D. 
Lock, R. H. 
Loftus, R. G, 
Lyndc, C. J., Jr. 
Lyons, E. C. 
MacDonald, D. J. 


MacGregor, D. K. 
Madely, F. J. 
Mansell. G. R. 
Marriner, J . M. S. 
Martin. R. J, W. 
Mathison, R. S. 
Maxwell, R. S. 
McGruer, A. E. 
McKernan, G. S. 
McLaren, T. H. 
Monteith. E. M. 
Moore, H. S. 
Morgan. A. S. 
Murray, H. G. S. 
Napier, C. E. 
Nearingburg, A. 
Neilans, J. L. 
O’Marra, W. W. 


. W. 
. F. 


O’Neill. J 
O’NeUl, : 

Orr. J. D. 

Paul, D. I. 
Petrince, J. R. 
Philip, W. 
Plas^air, G. A, 
Powers, R. E. 
Price. D. O. 
Pritchard, H. T, 
Ramsey. R. 
Reed, A. G. 
Ritchie, A. G. 
RoWnsott, J. H, 
Ross. J. H. 
Roth. H, R, 
Roy, R. 

Ruisetl. J. R. 


Sale, G. N* 
Seymour. C. D. 
Shears, M, W, 
Simpson, H. 
Smith. N. A. 
Spall, E. G. 
Steeves, D. R, 
Stencel, R. A. 
Stott, D, A. 
Strain, A, J. 
Tait, A. 

Taylor, A. R. 
Taylor. F. W, 
Thomas, M. F, 
Thompson, J. 
Todd, M. M. 


Torry, C. 
I'releaven, H. M. 
Trickey, G. 
Turnbull. E. R. 
Usher, W. J., Jr. 
Waldon. C. D. 
Ward, D. 
Watson, M. B. 
West. L. C. 
White. A, A. 
White, J. A. 
Williams. C. R. 
Wolfe, J. S. 
Woollard, M. S. 
Wormley, R. F. 
Wylie. W. J. 


Trols-Rlvleres. Que, 
Germain, O. 

Val Morin. Que. — 
Davidson, J. W. 

Vancouver, B. C. — 

Bishop, A. H. 
Clemens, J. I>. 
Godfrey, G. A. 

Hale. F. J. 

Johnston, R. E. 
Leek, C. W. 

Leek, W. 

Minaker, M. E. 

Ross, K. A. 

Turland, C. H. 

Victoria. B. G.— 
Sheret, A. 

West Klldonan, Man. 

McKay. W. H. 

Westmount. Que. — 
Cambridge. W. A. 
Lefebvre, K. J. 
Watson, C. E. W. 

Windsor, Ont.— 
Hare, W, A. 

Johnson, C. W. 
Kearn. J. 

Winnipeg. Man.— 
Anderson, E. 

Argue, E. J. 
Atkinson, W. J. 

BeU, J. A. 

Bertram, J. F. 
Charles, P, L. 
Chfisster, F. L. 
Dahlgren, G. E. 
Davis, G. C. 

Davis, J. C. 

Finch, L. 

Glass, R. 

Glass, W. 

Hatch, O. J. 
Hepbum, E. M. 
Kent. R. L. 

Lambert. E. 

Lufib. C. N. 

M|3Sb,D.F. 

Mlllar.B.R. 

Mcrnre* R. E« 
Mos^A.W. 

Pi#rcy. A* 
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Price, E. IL 
Randall, G. E. 
Saunders, D. G. 
Steele, J. B. 
Stephenson. J. R. 
Swain. D. S. 

Swan, D. 

Weir, F. F. 

Worton, W. 

WoodbridiQie, Ont. — 
Powlesland, J. W. 
Woodstock, Ont, — 
Karges, A. 


ARGENTINA 
Buenos Aires — 
Guibert, R. 
Gundersen, R. 
Julies, A. R. 

Lang. G. T. 
Lix-Kktt, L. 
MacLean, L R. S. 
Tarak, H. H. 

Santa Paula — 
Costa, C- A. 
Vicente Lopez — 
del Cainpo, E 


AUSTRALIA 
Melbourne — 
Atherton, A. E. 
Bell, S. R. 

Rosa. R. 

Scott. P, R. 

Sydney — 

Davey, G. L 
Dye, O. E. 
Moloney, R. R. 
Robinson, J. A. 
Roseby, T, A, 
Smith, G, E, 

Thornbury — 
WUliams, F. K. 
Waterloo — 

Henderson, A. S. 


BELGIUM 

Auderghem "Br ussels 

Wanson, L. J. 
Brusaels — 

Herman, M. 

Lebrun, P. 


BERMUDA 
Somerset Bridge — 
McCormack, D. 


BRAZIL 

Rio de Janeiro — 
Botelho* N. J. 
DeSalea. M., Jr. 
Doremus^ L. A. 
Rabe. A. E. 
Somers, W, S. 

Sao Paulo — 
Bowles, J. R. 
Hall. R. S. 


CANAL ZONE 

Quarry Heights** 

iCinser, O. A. 


CENTRAL 

AMERICA 

Nicaragua — 
Cardenal A., L. G. 


CHILE 
Santiago — 
Aranda, A. 
Bloj, C. 


CHINA 
Hongkong — 
Carter, D. 

Shanghai — 

Hutchinson. F, A. 
Kwan, L K. 

Loh. N. S. 

Loo. P. y. 
Melnikoff, C. G, 
Muckie, J. M. 
Waung, T. F. 
Wong, W, S. B. 


CUBA 

Havana— 

Amezaga. M. F. 
Cadenas, M, A., Jr. 
Colmenares, G. V. 


DENMARK 


Bury — 

Baker, H. E, 
Bushey— 

Greatorex, J. E. 
Cheltenham — 
Smith, B. 

Dartford — 

Pasteur, H. W. 
Egham — 

Happerfield, G. J. 
Evesham — 

Bawden, L. A. 
Gerrards Cross — 
Russell, J. N. 
Greenford — 
r-’raser, J. J. 

1/ acLachlan, V. D. 

llarpenden — 

SDiith, D. V H. 

Harrow — 

Case, W. G. 

Jones, S. J. 

Pearce, E. A. 
Smith, W. E. 

Heston — 

Earner, M. B. 
Leeds — 

Frean, F. C. 
Richardson, R. D. 


Nortl'i Holm wood — 
Murray, G. F. J. 

North Wembley — 
Eldred, H. 

Nottingham — 
Phillips, E. G. 

Reading — 

Hole. K. W, 

Reigate — 

Maim, W. N, 

Rotherham — 
Wilson, T. R. 

Ruislip Manor — 
Hadley, L. G. 

St. Albans — 

Davies, A. T, 

Kell. J. K. 

Sevenoaks — 
jarrett, R. F. 

Sidcup — 

Taylor, E. L. 

Solihull— 

How. C. P. 

Stanmoro — 
Harvey, J. W. 


Copenhagen — 
jespersen, S. F, 
Reck. W. E. 
Varming, J. 


DOMINICAN 

REPUBLIC 

Ciudad Trujillo— 
Freitea, A. A. 


EGYPT 

Cairo — 

Brakha, M. V. 
Eid, A, K. 

El Attar, A. A. 
Elaarky, A. 
Ezz-El-Din, K. 
Gad. A. 

Girgla. S. 
Habashi, F. 
Kaaparian, E. 
Saleh, M. 
Tahry, M. E. 
Zaki, H. M. 


ENGLAND 

Ashton-Under-Lyne* 
Sutton, G. 

Banstead— 

Saunders, S. G. 

Birmingham — 
Colton, F. R. 

Cupitt, R. 

Greenland, S. F. 
James. W. B, 

Otter. R, E. 

Shilston, R. A. 
White, F. R, L, 


Leicester — 

Gouldboiame. T. H. 
Smith, E. 11. 

Snow, E. E. 

London — 

Benham, C. S. K, 
Binns, A. J. H. 
Bird. G, L. H. 

Butt, R. E. W. 
Daniel, W. E. 
Gardner, R, A. 
Grocott, J. F. L. 
Haden, G. N. 
Heard, J. A. E. 
Heathcote, H. J, 
Herring, E. 

Horne, L. N. 
Jackson, G. R, 
Kennett, V. A. 
Kindler. S. 

Meyer, J. J. 
Morrison, C. B. 
Myers, A. F. 

Nobbs, W. W. 
Pinkerton, J. B. 
RusseU, E. N. 
Smith. A. J. 
Stevens, S. A. 
Swain, W. L, 
Thompson, I. J. 
Troup, J. D. 

Watts, L. C. 
Whyte, F. J. 

Luton — 

Thacker, J, E. 

Malden — 

Chatfield, A. K. J. 


Manchester — 


Chadwick, J. B. 
Merritt, C, J, 
Poughee, B. R, E, 


Sealy, S. I. 
Ward. C. V. 


Bristol"- 
Whitaker. K. L. 
Woffenden, H. 


Mottram in 

Longdendale— 
Addle, G. R. 


Stockport — 

Longworth, A. L. 
Wild, H. 

Walllngton— 

Harding, W. 

Watford— 

Purdue, F. 

West Ewell— 

Henton, L. W. J. 

West Wickham — 
Lipscombe, H. W. J . 

Worsley — 

Yates, W. 

FRANCE 

Asnieres (Seine) — 
Touzard, P. M. A. 

Paris— 

Cartier, M. E. 
Delalande, A. 
Desplanches, A. 
Jouanno, E. P. 
Modiano. R. 

Parodi, H. 

Tunzinl, B. 

Sucy en . 

Beaurriennet A. 

Vanves (Seine) — 
GhUlardi. F, 

HOLLAND 
Haarlem — 

Hamaker, H. J, 

Noordwljk aan Zee— 
De Wilde. M, P. 
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INDIA 

Bombay— 

Char, R. D. 
Duplaint, J. L. 
Henenfeld, H. 
Neuman. S. 1. 

Ghlctitta — 
Bechir. N. V. 
Ghose. K. N. 
Ghoah, B. B. 
Mallik. J. R. B. 
Sarkar. S. R. 


Madras — 

Manivelu, Mv 

IRAN 
Abadan — 

Baghi. A. R. M. 
Teheran — 

Badhni, J. 

IRELAND 
Belfast — 

Campbell. S. 
Dublin— 

Leonard. L. C. G. 

ITALY 
Milano — 

Gini, A. 
Marzorati. G. 
Santagostino, M. 

MEXICO 
Ghurubusco — 
Huber, E. 

Mexico — 

Gilfrin, G. F, 
Hammeken, L. P. 
Ramoneda. E. 
Rodriguez, M. F. 
Tejeda, S. M. M. 
Valdez, A. 

Veraza, U, C. 
Westendarp, F. G, 


NBTHERLAND 
WEST INDIES 

Aruba— 

Groom, J. W., Jr. 
Curacao — 

Correa. B. A. 

NEWFOUNDLAND 


PHILIPPINE 

ISLANDS 

Manila— 

Hausman. L. M. 

PORTUGAL 
Lisbon — 

Potier, O. N. 


SWEDEN 


Appelvlken— 
Theoiell, A. T. 
Gustarsberil — 
WoUrik, H. V. 


Nockeby — 
Erikson. H. 
Gille, H.%. 


A. 


St. Johns — 

Bishop, F. W. 
Ryan, F. J. 


NEW ZEALAND 
Auckland — 

Cooke, W. L. 
Taylor. H. J. 


SOUTH AFRICA 
Gape Town— 
Bowie, R, 

Daitsh, A. 

Ross, B. W. 

Claremont 
Flagg, W. J, 
Durban — 


Cape 

Point— 


Stockholm — 

Aminoff, E. 
Capron, R. G. 
Eklund. K, G. 
Oatrom. E. W. 
Roseil, A. F. 
Rydberg, J. A. 
Wrene, T. 

SWITZERLAND 


Christchurch — 

Rastrick, R. J. 
Rind. K, 

Taylor, E. M. 

Vale. H. A. L. 

Dunedin — 

Davies, G. W. 
WelHnfiton— 
Vamos, G. 

NORTH AFRICA 
Alters — 

Macherel, F, 

NORWAY 


Blase, T. F. 
Christierson. C. A. 

Johannesbunl — 
Adams, T. K. 
Allen. M. H. P. 
Caldwell, R. J. S. 
Goodman. J. 
Gordon. H. H. W. 
Kemsley, J. A. 
Posthuma, J. A. L. 
Sibert, A. 
Swartzberg, J. 
Thompson, A, E. 
Windsor, W. G. 

Kroonstad — 
Grobler, P. S. 

Salt River — 

Ehlers, J. 


Balsthal-So — 
Koenig. M. E. R. 
Basel — 

Bauer. J. 

Geneva — 

Goerg. R. A. 
Zurich — 

De Bruyn, L. F. 
Hausler, W. 

TURKEY 
Istanbul — 
Karakash. T, J. 
Umn, N. F. 
Veglery, A, G. 


Oslo — 

Alfaen, N. 

Tjersland, A. 

NOVA SCOTIA 
Halifax — 

MacDonald, E. L., 
Jr. 


SOUTH WALES 
Glamorgan — 
Arnold, C. J. 
Brooke, B. B. 

SPAIN 
Madrid — 

Alfageme, B. 


URUGUAY 
Montevideo — 
Varela, J. A. 

VENEZUELA 

Caracas — 

Bias, R. J. 






